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Smith  Hydraulic  Turbines 


Have  justified  their  installation  in  many  first  class  hydro- 
electric developments  where  Efficiency,  Reliability 
and  Durability  are  deciding  factors 


Above  illustration  shows  a  pair  of  Type  "N"  Turbines,  recently  installed  for  International  Paper 
Company,  Glens  Falls,  N.Y.,  Mill,  under  42  ft.  head,  developing  2000  H.P. 
Note  the  details  and  general  appearance  of  refinement. 

Tests  of  this  type  Turbine  at  Holyoke  showed  92  per  cent,  efficiency.  Extraordinary  results 
obtained  by  horizontal  shaft  tests  of  similar  Turbines  resulted  in  our  furnishing  44  pairs  of  Type 
"N"  Turbines  to  Michigan  Northern  Power  Company,  Sault  Ste.  Marie,  Mich. 

S.  MORGAN  SMITH  CO.,  York,  Pa. 

Builders  of  High-Grade  Water  Power  Equipment 
H.  B.  VAN  EVERY    Canadian  Representative-  405  Power  Bldg.,  MONTREAL 
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The  Best  Known 
Cable  Reel  in  Canada 

In  Halifax  or  Vancouver,  whether  on  the  public  thoroughfares 
of  our  larger  cities  or  smaller  towns,  wherever  there  is  a  cable 
installation  in  progress,  the  reels  invariably  bear  the  name  of 
the  Northern  Electric  Company,  Limited. 

The  installation  may  be  overhead,  underground  or  submarine. 
It  may  be  for  a  Telephone  Company,  a  Telegraph  Company, 
a  Railroad  Company,  or  for  a  street  lighting  system. 

The  quality,  both  of  the  product  and  the  service,  is  largely 
the  reason  for  the  universal  demand  for  Wires  and  Cables  of 
Northern  Electric  manufacture. 
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X-Ray  View  of  Dishwasher 

Solve  the  Servant 
Problem 

for  the  woman  who  does 
her  own  housework. 

This  machine  does  all  the  wash- 
ing rinsing  and  drying  and  does 
it  quickly  and  thoroughly  without 
breaking  the  dishes  or  glasses. 
And  what  is  most  important,  it 
does  away  with  the  unsanitary 
dish  towel. 

Of  all  the  household  devices  on 
the  market,  the  electric  dish- 
washer is  the  most  useful.  It 
solves  the  modern  problem  of 
shortage  of  labor.  The  NORTH- 
ERN ELECTRIC  Dishwasher  is 
built  in  two  sizes.  The  smaller  size 
is  suitable  for  the  needs  of  the 
average  sized  family.  The  larger 
handles  the  dishwashing  for  Ho- 
tels, Restaurants,  Clubs  and  large 
sized  families. 


Nortfi(^r/i  Ekctric 

Dishwashers 


Photograph  showing  Family  Type  permanently  installed 


There  should  be  a  good  demand  for  these  dish- 
washers in  your  territory,  especially  during  the  Christ- 
mas season.  What  more  suitable  Christmas  sugges- 
tion could  you  inake  to  your  trade?  Besides,  we  can 
promise  you  a  very  good  margin  of  profit  on  every 
dishwasher  sold.  Write  our  nearest  house  for  our  at- 
tractive proposition. 


Horthsrft  Efectric  Company 
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National  Brackets 

CARRY  the  wires  not  over,  nor  around,  nor  under,  but  t/iroug/i  the  porcelain 
insulators.  That  this  is  quicker  is  obvious;  that  it  is  cheaper  is  apparent  when 
tie-wire  and  labor  costs  are  compared;  that  it  is  more  secure  is  evident  when 
it  is  remembered  that  the  holes  through  which  the  wires  pass  are  "iron  bound, 
the  construction  being  similar  to  that  of  strain  insulators.  Write  for  complete  Descrip- 
tive Bulletin  No.  601,  showing  one,  two  and  three  point  styles  and  applications. 

National  Melal  Molding  6 

>-  Manufadturers  of 

Eledlrical  Conduits  and  Fittings 
1118  Fulton  Building,  Pittsburgh,  Pa. 


Detroit  Los  AnEel<-s 
Seattle     St.  Louis 


The 


Orpen  Conduit  Co.  Limited 


TORONTO 


Manufadurers  of 


XCELADUCT  and  ORPENITE 

(Galvanized)  (Enamelled) 

CONDUITS 

Wish  their  customers 

A  Very  Happy  New  Year 
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Showing  cars  at  Youngstown,  Ohio,  lighted  with  Keystone  Specialties. 

Your  Cars  After  Sun-down 

During  the  short  day  period  when  the  evening  rush  hours  are  hours  of  darkness, 
When  the  theatre  traffic  is  heaviest, 

When  snow,  ice  and  cold  make  more  dangerous  physical  conditions  prevail— 
Then  of  all  times,  you  should  be  using  "Safety"  Car  Lighting  Fixtures,  Illummat- 
ed  Car  Signs  and  "Golden  Glow"  Headlights. 

Thousands  of  cars  in  the  States  and  throughout  the  Dominion  are  thus  equipped. 
Safety,  efficiency,  economy,  attractiveness  and  comfort  are  the  result.  The  illus- 
tration shows  how  efficiently — 

These  Keystone  Specialties  will  light-up  your  cars 


CHICAGO 


/.  


'         Illuminated  Car  Signs 

Catalogs  sent  at  your 
request 


Safety  Car  Lighting  Fixtures 

Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17th  «nd  Cambria  Sts.         50  Church  St.      Monadnock  BUk- 


Golden  Glow  "  Headlights 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Diitributor* 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  BMb.        302  Donalda  Block        33  Melinda  St. 
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YOU  DON'T  THROW  AWAY 

Economy  Renewable  Cartridge  Fuses 

Simple  as  A  B  G.  Just  insert  a  new  fusible 
element  in  the  old  cartridge  and  this  Economy 
Fuse  justifies  its  name.  Good  as  ever.  No 
fuss  or  waiting.  Very  inexpensive.  80%  of 
your  blow  out  expense  saved  by  this  method. 
These  fuses  are  made  in  Ganada  and  are  ap- 
proved by  the  Ganadian  Fire  Underwriters' 
Association. 


Write  us  today  for  catalogue  20  and 
sample  fuse.     Sent  free  on  request. 


Economy  Fuse  &  Manufacturing  Company 

of  Canada,  Limited 
UNITY  BUILDING  -  MONTREAL 


SUNDH   PRESSURE  REGULATORS 


Sundh  Electric  Company 


For  use  in  starting  A.  C.  and  small  D.  C. 
Motors. 

Specially  designed  for  installations  where 
they  can  be  thrown  across  the  line  without 
the  use  of  starting  resistance.  Compact  and 
reliable  and  will  not  get  out  of  order. 

When  the  amperes  taken  by  motor  exceed 
the  lo  amp.  capacity  of  the  magnet  switch,  a 
switch  of  large  capacity  is  added,  the  magnet 
switch  acting  as  a  relay. 

We  manufacture  a  complete  line  of  con- 
trolling devices,  such  as  Motor  Starters,  Pres- 
sure Regulators,  Tank  and  Sump  Switches, 
Panels,  etc. 

Send  for  Catalogue. 

M  New  York,  U.S.A. 
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Your  Catalog  5-2 

Is  Ready  When  You  Send  For  It 


'I'his  new  sixty-four  page  book  is  full  of  information  for  the  contrac- 
t(M-  and  the  dealer  on  IJenjamin-Starrelt  Standard  Unit  Panels.  Plan 

y.,ur  vvirino-to  use  Standard  Unit  Panels  and  save  tin-  time  and  expense  which  is  unavoidal)le  when  yon 

allempt  In  use  special  designs  of  panel  l)oards. 

Benjamin  Electric  Mfg.  Co.  of  Canada,  Limited 

11-17  Charlotte  Street  -  -  ■  TORONTO 
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THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  tlioroughlv  practical  instrument  for  shop  and  field  use  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable  its 
weight  being  but  S  pounds.  Tlie  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent  )  insures  accur,itc  measurements.  Tlie  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  re^^o^ed 
for  examination  or  repair  bv  taking  out  two  screws.  The  battery  is  of  the  o™"l|'.y  "fsli 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  the  price  is  5.t>D.-n  nei. 
f.o.b.  Philadelphia,  boxed  for  shipment. 


Bulletin  No.  530  describes  this  instrument. 


THE 


LEEDS  &  NORTHRUP  CO. 

Electrical  Measuring  Instrument* 


4912  Stenton  Ave. 


PHILADELPHIA,  PA. 
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Factory  of  T.  Eaton  Company -A  "GALVADUCT"  Building. 


"GALVADUCT 


"GALVADUCT^' 

The  must  i)erfccl  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
liigh  (|uahty. 

Always  specify  Galvaduct  or 
Loricated 


''LORICATED  " 

A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
ly])e,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


Conduits  Company 


Limited 

TORONTO 


LORICATED 
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The  Democracy  of  Electricity 

Every  man  and  every  woman,  in  every  city  and  town  where 
electricity  is  available,  is  a  possible  user  of  the  "Canadian 
Beauty  "  Appliances. 

Electric  cooking  and  heating  appeal  to  all— small  families  and 
large — because  of  the  greater  convenience. 

Now  that 

"Canadian  Beauty^ 

Grills,  Toasters,  Percolators, 
Stoves,  Irons,  etc. 

have   reached   their   present   perfection,  the  demand  grows 
steadily  greater. 

And  the  Dealer's  Proposition  grows  more  valuable,  as  increas- 
ing sales  build  up  the  profits. 

In  addition  to  giving  you  a  guaranteed  line  of  Electrical  Ap- 
pliances—every one  of  which  has  been  approved  by  the  Hydro- 
Electric  Power  Commission— we  are  making  still  more  new 
business  for  dealers  by  means  of  the  strongest  advertising  cam- 
paign that  has  ever  been  launched  in  the  Dominion  for  this 
line  of  goods. 

Write  for  circulars^  descriptions,  prices. 

Renfrew  Electric  Manufacturing  Co.,  Limited 

RENFREW,  ONT. 


I 
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DUCTS! 

lOF  EVERY  DESCRIPTION! 
FROM  ORE  )► 
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/a 


MINES  TO 
EXPORT 


I  1, 


all 
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STEEL 
dOMPANY 

OF 

;n  CANADA 

HAMILTON  MONTREAL 
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qJ^  service  transformers 


Coils 
Impregnated 
by 

Vacuum  Process 


Perfect 
Insulation 


Mica  Barriers 

Strong 

Rugged 

Durable 


Steel  Cases 


Light  in  Weight 

Easy  to  Handle 

Will  Not  Leak 

Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Traders  Bank  Building, 
Toronto 


Donalda  Block, 
Winnipeg 
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Marine  Boxes  and  Fittings 


1^ 


We  are  now  prepared  to  furnish 
Special  Marine  Type  Fittings  for  Ship- 
building Work.  Please  accompany  all 
requests  for  prices  with  blueprints, 
sketches,  or  full  description. 

STEEL  CITY  ELECTRIC  CO. 

1209  Columbus  Ave..  PITTSBURGH.  Pa. 


"Killark"  Fuses 

Are  Dependable  and  Accurate 

All  Sizes— All  Styles— Indicating  if  you  want  them. 


IMMEDIATE  DELIVERIES 
at  a  price  that  means 
TRUE  ECONOMY 

Manufactured  by 

KILLARK  ELECTRIC  MFG.  COMPANY 


ST.  LOUIS.  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  New  York 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


/  ! 
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GLASSWARE 

for  all  Lighting  Fixtures 

Our  ''Moonstone"  and  "Lumo"  glassware  is 
■  recognized  everywhere  for  efficiency  under 
all  conditions.  We  illustrate  a  few  lines 
for  interior  illumination.  Send  for  latest 
catalog  number  five. 

Jefferson  Glass  Co.,  Limited 

TORONTO 
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CANADIAN  PORCELAIN  COMPANY  LTD. 

Hamilton       -  Ontario 


Porcelain  Insulators 


Power  Line  and  Railway  Hardware 


LET  US  QUOTE  ON  YOUR  REQUIREMENTS 


Proof  of  the  Efficiency  and  Economy  of  Oxy- Acetylene  Welding 

Whenever  you  see  a  Welded  Joint  you  know  that  it  has  stood, 
the  test  in  point  of  efficiency  and  economy.  Follow  the  ex- 
ample of  other  leading-  manufacturers  and  others  iii  your  in- 
dustry and  adopt  it,  because  it  can  be  just  as  beneficial  to  you. 
There  is  no  limit  to  its  uses — no  doubt  as  to  its  money-saving- 
possibilities. 

It  Saves  Many  Times  Its  Cost: — 

For  RECLAIMING  broken  machine  parts. 
•  USING  material,  otherwise  wasted. 

lOINING  metal  that  cannot  Ije  otherwise  done. 
"  ADDING  metal  to  parts  deficient. 

MAKING  a  leak  and  trouble-proof  joint. 
AND  manv  other  purposes  too  numer(nis  to  mention. 

Will  you  allow  us  to  tell  you  ho-w  an  "A.L.S."  Oxy-Acetylene 
Welding  Outfit  v^^ill  SAVE  YOU  MONEY? 

Investigation  costs  nothing.  \\'c  arc  j-tii-meers  of  the  process 
and  latest  able  to  give  you  Serv  ice  ;  your  interest  will  he  appre- 
ciated.   Write  to-day. 

L'AIR  LIQUIDE  SOCIETY 

MONTREAL  TORONTO  WINNIPEG 

HALIFAX  factory  under  construction. 


Welded  Transformer  Case. 

'  r.iirte.sy:  Packard  Electric  Co.,  St,  Catharines,  Onl. 
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G.  M.  Gest,  Limited 

Contracting  Conduit  Engineers 
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Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


METERS 


The  good  reputation  of  Ferranti 
Meters  is  World  Wide 

Every  Ferranti  Meter  is  assembled 
and  tested  at  Toronto  before  ship- 
ment. Every  part  is  the  product 
of  the  best  British  and  Canadian 
manufacture.  We  can  supply  meters 
for  all  purposes  and  for  any  load. 
Write  for  bulletins  and  information. 

Ferranti  Electrical  Company 

of  Canada,  Limited. 

,0  SK.,bo„,„.  S...  TORONTO.        704  U„U,  B,d...MONTREAt.      F.r...'.  AdvoCe  B,d..,  WINNIPEG 


Single  Phase  Meter,  B.  T  ,  Clock  Dial 
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ARC  WELDER  IN  MACHINE  SHOP 


Building  Bigger  Business  by  Better  Methods 


All  industries  using  iron  and  steel  in  quantities  will  find  C.G.E.  Arc  Welders  economical,  speedy  and 

safe  for  cutting,  joining  or  building  up  work- 
Ship  Yards— Repairs  to  steel  plates.  Railroads— Repair  work  from  the  rim  of  the  wheel  to 
Blast  Furnaces— To  clear  out  frozen  tap  holes.      '          the  roof  of  the  cab,  fireboxes,  seams,  piston  rods,  smoke 
Steel  Foundries— To  cut  oft  risers,  to  reclaim  defective     stacks,  fractures  to  frame  work,  repairs  to  steel  cars,  etc. 

castings,  to  cut  scrap  for  cupolas.  General  Manufacturing-For  construction  as  well  as 

Rolling  Mills— To  save  worn  out  machinery  and  parts     repair  work  in  automobile  plants,  locomotive  shops,  boiler 

such  as  shafts,  frames,  spindles,  ladles,  rolls  with  wobblers.     and  tank  works  and  general  manufacturing. 


ARC  WELDING  OUTFITS 

For  further  information  write  to  our  nearest  office 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office-  Toronto.-  Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa.  Cobalt,  South  Porcupine.  London,  Winnireg,  Calgary,  Edmonton, 
xicdu  wui^..     1  Xelson  and  -Vancouver. 
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This  New  Oil  Grcuit  Breaker  | 


gives  SAFETY  at  low  cost 

This  is  the  lowest  priced  oil  circuit  breaker  offered 
by  the  Canadian  General  Electric  Co.,  Limited.  It  is  used 
for  controlling  small  induction  motors  that  can  be  thrown 
directly  on  the  line.  For  the  service  recommended  it  is  un- 
surpassed All  live  parts,  and  all  moving  parts  except  the 
1  operating  handle,  are  totally  enclosed,  and  the  breaker  meets 

I  all  the  requirements  of  the  ''Safety  First"  movement. 

I  The  breaker  is  furnished  in  four  types:  Non-automatic, 

I  with  double  coil  overload  trip,  with  low  voltage  release,  or 

I  with   a  combination  of  low  voltage  release  and  overload 

I  protective  plugs. 

I  The  operating    handle    can    be    locked    open,  insuring 

I  against  accidental  or  unauthorized  operation. 

I  •  This   oil   circuit   breaker   is   recommended    for  550-volt 

I  motors  up  to  ten  horsepower  or  for  currents  up  to  thirty 

I  amperes  at  less  than  550  volts. 

I  It  is  simple,  compact,  small  and  durable. 

I  Full  details  in  bulletin  47409 

I  CANADIAN  GENERAL  ELECTRIC  CO.,  Limited 

I  Manufacturers  of  Electrical  Apparatus  and  Supplies  for  Railway, 

I  Light  and  Power  Purposes 

■  ir  lif,  .    "^uHnPv    Ottawa    Cobalt,  Soutb  Porcupine,  London,  Winnipeg,  Calgary,  Edmonton, 

1  Head  Office:  Toronto.    Sales  Offices:  Montrea.,  "-'■f--'^,^^,^^ney.^  OtUvva^^^^^^^ 


llllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllll 
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FRANKLIN"  Post  Insulators 


A  Type  for  every  Service 

INSTALL  THE  "FRANKLIN"  AND  FORGET  IT ! 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 

SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 
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HE  beautiful  finish  and  graceful  design 
of  The  Robbins  &  Myers  Fan  are  a 
big  sales  help  for  the  dealer.  They 
attract  the  customer's  attention  im- 
mediately and  carry  a  strong  sugges- 
tion of  the  quality  built  into  the  Fan. 

The  graceful  outlines,  the  smooth,  even  surface 
of  the  drawn  steel  frame  and  base,  the  highly  pol- 
ished brass  blades,  the  neatly  constructed  guard,  the 
felt  base,  the  smooth,  gloss-black,  baked  ename 
finish  and  the  neat  gilt  stripes  are  all  features  of 
the  R  &  M  Fan  which  make  a  strong  appeal  to  the 
buyer  and  result  in  easy  sales  for  the  dealer.  Quality 
is  reflected  in  the  appearance  of  every  detail. 

And  in  every  respect-performance,  durability 
and  efficiency-the  R  &  M  Fan  measures  up  to  its 
appearance.  When  you  sell  a  Robbins  &  Myers 
Fan  you  know  your  customer  will  be  just  as  highly 
pleased  with  the  service  it  will  give  as  he  is  with 


the  appearance.  He  is  insured  many  years,  prob- 
ably a  lifetime  of  reliable  fan  service. 

Appearance,  performance  and  reputation  all  con- 
tribute to  easy,  profitable  sales  when  you  sell  Rob- 


bins &  Myers  Fans. 


New 


Manager,  Chicago  Branch. 

The  Robbins  &  Myers  Company 

Springfield,  Ohio 

York  Philadelphia  Boston  Cincinnati  Cleveland 
'Chicago    Buffalo     St.  Louis     San  Francisco 

CANADIAN  DISTRIBUTORS 

Costello  &  Crowe.        Dawson  &  Co.,  l^td. 


The  Century  Electric  Co. 
Montreal 
La  Cie  Codere  &  Fils,  Inc. 
Sherbrooke 
Eastern  Electric  Co. 
St.  John 
Great  West  Electric  Co. 
Winnipeg 


Ottawa 


Montreal 


Mechanics  Supply  Co.,  Ltd. 
Quebec 

John  Starr  &  Sons  Co.,  Ltd. 
Halifax 

Rogers  Electric  Co.,  Ltd. 
Toronto 
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Best  — for  Wiring  Speed! 

"Quick,  simple,  easy" — that  is  the  com- 
posite verdict  of  every  man  who  ever 
wired  a  "Best"  Easy  Fastener  Socket. 
Because — 

There  are  no  screws  to  adjust.  One-half  turn  opens  or  securely 
fastens  the  threaded  shell  and  cap.  The  interior  is  separate. 
Wired  like  a  brass  socket — but  quicker. 

Interchangeable  throughout;  never  any  scrap.  Practically  inde- 
structible— Asbestos  Composition,  proof  against  lire,  water 
oil  and  grease.    Costs  no  more  than  ordinary  porcelain. 

"Best"  for  durability,  speed  and  your  profits 

Write  for  Bulletins  and  Discounts 
Agent  for  Canada:-C.  JACKSON,  22  College  St.,TORONTO,  ONT. 


The  Best  Electric  Company 

Pitts  BURGH.  Pa. 


faiiuai'N 


.J 
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annual  meeting  of  the  American  Society  of  Mechanical  En- 
oineers  Mr.  Taft  said:  "'You  engineers  constitute  one  ot  the 
twn  professions  that  are  indispensable  to  the  country  in  the 
earrving  on  of  the  struggle  in  which  the  people  of  the  Urn  ed 
States  are  now  about  to  devote  themselves-yours  and  the 
medical  profession.  Congress  and  the  Administration  should 
.ee  to  it  that  the  medical  students  and  the  engineering 
.tudents  should  be  reserved  for  the  work  for  which  they  are 
particularly  fitted;  that  the  engineering  students  and  the  med-. 
ical  students  should  be  required  to  go  on  and  complete  their 
preparation  as  engineers  and  physicians  so  that  they  may  be- 
come  engineers  and  doctors  and  may  then  be  gathered  into 

the  service."  ^  . 

•  What  is  Canada  doing  in  this  respect?  Special  instruc- 
tions have  been  given  to  exempf  medical,  dental  and  veterin- 
ary students.  No  exemption  is  being  granted  engineering 
student.  Are  engineers  less  vahiable  in  this  war  than  den- 
t,.i,-'  Vre  they  occupying  a  place  secondary  m  importance  to 
veterinary  students?  If  so.  why  is  it  called  an  engmeers 
war'  We  have  repeatedly  voiced  the  opinion  that  engineers 
are  almost  equally  essential  with  medical  men  m  this  war. 
Is  it  not  time  our  engineering  societies  should  make  them- 
selves heard  in  an  endeavor  to  influence  our  government 
to  act  along-  lines  which  the  administrators  in  the  United 
States  not  onlv  consider  reasonable  but  absolutely  essential? 
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U  S.  Values  Engineering  Students 

'  Under  an  order  dated  December  8,  the  selective  service 
regu^adons  issued  by  the  Secretary  of  War  of  the  Um  ed 
States,  exempts  certain  engineering  students  f-^  J^e  draft 
on  the  ground  that  their  services  are  more  valuable  in  the 
exercise  of  the  profession  for  which  they  have  specially 
fitted  themselves  than  they  would  be  as  privates  m  the  ranks. 

All  engineering  students  are  not  to  be  exempted  but 
,nerely  those  who  have  shown  special  adaptability  for  the 
work,  and  the  basis  on  which  the  selection  wil         -de  is 
as  follows:  The  faculty  of  each  engineering  school  will  go 
.tck  through  its  records  of  the  past  ten  years  endeavo 
to  establish,  on  the  basis  of  scholastic  markings  and  sub  e 
quent   professional    performance,    a  .grading   above  which 
Tould  le  classed  one-third  of  the  graduates  «     ^e  -h°o 
Having  arranged  that  grading  in  any  way  satisfactory  to 
themselves  they  will  then  consider  the  draft-age  studen 
„ "he  school  and  recommend  for  exemption  those  who  a 
apparently  above  this  established  grade.     It  will  be  seen 
hit  this  mode  of  classification  may  include  very  -n^  n^^^^^^ 
than  one-third,  or,  it  may  be.  very  many  less  than  one-third 
of  the  students  actually  in  attendance  in  any  collage 

The  point  to  which  we  wish  to  draw  special  attention  s 
.  ,,a.  m  the  United  States  they  '-^e  .considered  the  engm^^^^ 
ing  profession  of  sufficient  importance  to  grant  the  students 
s".ecL  exemption  so  that  they  may  complete  their  courses 
The -ehtinu,  t  of  the  War  Department  appears  to  have  be  n 
v<  i  e         a  recent  address  by  ex-President  Taft  before  the 


Engineers— None 

Classification  of  the  new  members  shows  that  the  Can- 
adian Parliament  of  the  coming  session  will  contain: 

T    70 

Lawyers  

Farmers  

Physicians  ^  

Merchants  

Gentlemen  

Manufacturers  '  

Lumbermen   ^ 

Fruit  Growers  

Military  Officers   ^ 

Brokers   .j 

Publishers   ^ 

Journalists   ^ 

Not-aries  

Advocates    '.'^ 

Managers  

Financiers    '.^ 

Insurance  Brokers  

Agents   '.J 

Traders  

Twenty  other  occupations,  each  

ENGINEERS  


Overcoming  the  Peak  Problem 

There  are  few  places  m  Unlano  where  the  shortage  of 
electric  power  is  not  seriously  inconveniencing  the  public 
during  the  present  peak-load  season.    Various  n.eans  have 
heen  adopted  \n  an  endeavor  to  overcome  the  difficulty  bu 
one  of  the  most  satisfactory  is  that  which  has  been  tried 
out  in  Brantford,  where  Mr.  W.  R.  Catton  is  supenntendent 
of  the  Hydro-electric  System.    The  scheme  generally  adopt- 
ed has  been  to  hold  of¥  the  street  lights  until  the  peak  is 
passed  or  to  endeavor  to'  get  the  general  public  to  co-operate 
'md  stay  of?  the  line  during  the  peak  so  as  "to  allow  the  es- 
sential factories  to  operate  to  full  capacity.    In  Brantford. 
however,  these  conditions  have  been  reversed  and  the  manu- 
f-icturers  have  kept  off  the  peak  and  allowed  the  general 
p'uhlic  to  have  free  use  of  their  street,  office  and  home  ser- 
vice at  a  time  when  it  is  most  appreciated.    That  is.  the 
factories  are  closed  down  .luring  the  peak  instead  of,  a.s  is 
the  usual  custom,  running  on  till  al)out  six  o'clock.    In  other 
words  the  factories  set  their  day  forward  about  an  hour  or 
an  hour  and  a  half  instead  of  asking  the  general  public  to 
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il<>  I'<>smIi1\  ci>iiilili(in>  iii  lli  anl  lUrd  ai  c  such  that  llii-- 

solution  of  tlie  din"u'iilt>  is  mnri'  ca^ilx'  applioalilr  llu'Vi-  (liau 
in  lar.uci"  cities,  hut  w  c  avi'  ail\  iscil  thai  it  lias  workril  ad- 
uiiral>ly  in  that  oit\-  and  wc  lia\r  wd  doul)l  il  could  lie  ap- 
l>lic(l  with  splendid  results  in  nian\  other  places  in  this  pro- 
vince where  there  is  a  prrseiil  sliorta.m'  of  power. 


Hamilton  Cataract  Power,  Light  and  Traction 
Company's  Section  of  the  C.E.A. 

Tlie  first  regular  nieetin.L;  of  the  H)17-l'.ns  season  was 
held  in  the  assenihly  room  of  the  si-ction.  Terminal  Station, 
on  'rintrsda\-  evenin.u.  Xo\emher  2t)th,  at  s.l.")  p.m.  Mr. 
I".  II.  l-'ry,  chair\nan  of  Ihe^  sej-tion,  presided.  The  meeting- 
was  unusually  well  attended,  and  the  program  very  interest- 
int>-  atid  instructive.  The  evening-  started  with  a  very  pleasant 
function  m  the  shape  of  a  presentation  of  a  wrist  -watch  to 
Mr.  Will.  Dorland  by  the  members  of  the  sub-station  staf¥. 
I'-or  many  years  Mr.  Dorland  has  been  assistant  superin- 
tendent of  sub-stations  under  Mr.  W.  A.  Sweet,  the  occasion 
lor  the  presentation  beins  his  transfer  and  promotion  to  the 
position  of  superintendent  of  the  company's  power  house  at 
Decevv  Falls. 

The  guest  of  the  evening  was  Mr.  M.  C.  Oilman,  sales 
nianag:er  of  the  Toronto  Electric  Light  Company,  and  the 
newly  elected  secretary-treasurer  of  the  Canadian  Electrical 
Association.  The  feature  of  the  progrfim,  however,  was  a 
paper  presented  by  Mr.  E.  S.  Jef¥ries.  electrical  engineer  for 
the  Steel  Coi-npany  of  Canada,  entitled  "Electricity  in  the 
Steel  Industry,"  and  profusely  illustrated  with  lantern  slides. 
The  various  uses  to  which  the  electric  current  is  put  in  the 
modern  production  of  iron  and  steel  was  a  surprise  to  every- 
one. It  den-ionstrates  that  the  present  tremendous  rate  of 
production  of  steel  is  only  possible  by  the  use  of  the  "silent 
servant." 


The  Jovian  Order  in  Winnipeg 

At  the  bi-weekly  luncheon  held  by  the  Winnipeg  Jo\ians 
on  November  1,  Major  B.  A.  Cousin  gave  an  interesting  talk 
on  his  experiences  at  the  front,  in  connection  with  the  in- 
fantry operations  in  several  of  the  memorable  battles,  and 
also  on  his  work  as  artillery  observer. 

The  former  secretary-treasurer  of  the  Winnipeg  Jovian 
League.  E.  Skinner,  of  Minneapolis,  Minn.,  also  gave  an 
interesting  talk  on  the  .great  work  being  done  in  his  city  and 
other  points  south  of  the  line  in  connection  with  war  prepara- 
tions, and  described  ii-i  detail  the  manner  in  which  the  second 
Liberty  Loan  was  followed  up  by  the  citizens'  committees, 
resulting  in  such  an  unqualiFied  success. 

About  forty  memljers  and  guests  listened  with  great  in- 
terest to  these  talks.  A  representative  body  of  Winnipeg 
Jovians  also  attended  the  bi-weekly  luncheon  at  the  St. 
Charles  Hotel,  Thursday.  November  !,">,  to  hear  Comptroller- 
General  J.  Gordcjn  Steele  speak  on  "The  Eunctions  of  the 
Auditor  in  Public  AfTairs."  The  speaker  dealt  fully  with  the 
different  phases  of  a  modern  auditor's  services  and  gave  a 
comprehensive  talk  on  the  functions  of  his  profession.  Mr. 
1>.  V.  Griggs,  auditor  for  the  (jreater  Winnipeg  Water  Dis- 
trict, gave  a  brief  outline  of  the  auditor's  work  in  connection 
with  that  project,  and  dwelt  particularly  or-i  the  essential 
riualitications  of  a  successful  auditor.  ' 

The  Winnipeg  Jovian  League  have  forwarded  I  hristmas 
|>arcels  to  every  i-neml:)er  fighting  for  the  .glorious  cause  of 
rlemocracy  over  at  the  battle  front,  and  endea\-or  to  keep  m 
as  close  touch  with  them  as  possil)le.  The  Jovian  Order,  as 
well  as  the  W^innipeg  Jovian  League,  are  carrying-  these  mem- 
bers in  good  standing  while  on  active  service. 

Winnii>e.g  Jovians  are  just  drawing-  up  a  schedule  for 


.iiiolher  howling  t on niaiii en t  to  be  held  \er_\  shortly,  as  th-> 
-oeial  sport  has  always  i)ro\ed  ver}-  i)0])ular  among  the  n-ieni- 
bers. 


The  Place  of  the  50-Watt  Mazda  B  Lamp 

The  following  item  apjjears  in  the  last  issue  of  the  N'.  L. 
L.  .\.  Bulletin  regarding  the  .5()-watt  Mazda  B  lamp.  It  was 
prepared  and  submitted  bv  the  Lamp  Con-m-iittee  of  the  N.  J:.. 
L.  A.:, 

The  50-Watt  Mazda  B  Lamp 

In  the  report  of  the  Lamp  Comn-iittee  submitted  this 
year  the  opinion  was  expressed  that  a  determined  effort 
should  be  i-i-iade  by  central  station  companies  generalh'  to 
secure  the  introduction  of  the  .jO-watt  lamp,  and  it  was  shown 
that  the  prediction  made  by  the  committee  last  year  that  this 
unit  would  meet  with  rather  .general  adoption  has  been  borne 
out  1)}'  experience. 

The  tungsten  filament  lamp  originated  in  Europe.  In 
the  early  period  of  development,  American  manufacturer.-, 
were  inclined  to  follow  Ein-opean  practice.  Early  progress 
was  in  the  direction  of  finer  filaments  and  smaller  lamps. 
Reginning  with  the  lOO-watt  lamp,  the  60-w-att  lamp  was  de- 
\eloped,  then  the  4ii-w-att,  then  the  2.5-watt.  etc.  These  sizes 
were  adopted  because  they  corresponded  approximately  witii 
the  sizes  of  lamps  which  had  been  developed  in  Europe. 

loafer,  American  manufacturers  assumed  the  lead  in  de- 
\-elopment  of  the  tungsten  filament  lamp.  It  then  became 
apparent  that  in  following  European  practice  in  the  develop- 
ment ofismaller  sizes  too  many  sizes  of  lamps  had  been  pro- 
vided. The  steps  between  some  of  the  sizes  were  needlessiy 
small.  This  occasioned  unnecessarj'  expense  in  the  n-ianutac- 
ture,  handling,  and  stocking  of  lamps.  .\  study  of  .\merjcai-; 
conditions,  with  a  view  to  rernedying  this  difficulty,  led  to  tne 
conclusion  that  the  best  selection  of  sizes  for  the  ordinary 
lamps  would  be  as  follows:  2.5  watts,  50  watts.  75  watts,  and 
100  watts. 

The  gradual  substitution  of  lamps  of  these  sizes  for  lamps 
of  the  sizes  adopted  under  the  stimulus  of  early  European 
leadership  has  been  undertaken.  The  50-watt  Mazda  B  lamp 
was  made  available  early  in  1016  and  the  T5-watt  Mazda  C 
lamp  followed  in  Ju\y.  1916.  The  progress  which  has  been 
made  thus  far  tends  to  conlirm  the  conclusion  reached  m 
adxance,  that  the  recently  approved  steps  of  25.  50,  ',:>.  and 
1(1(1  watts  are  well  suited  to  .\merican  conditions. 

Distribution  of  ^Different  Sizes 

The  recent  report  of  the  Lamp  Committee  shows  that 
during-  the  calendar  3-ear  lilKi,  6.!10  per  cent,  of  all  tiie 
Mazda  B  lamps  of  central  station  types  ])roduced  during 
the  year  and  sold  to  all  kinds  of  users  were  of  the  50-watt 
size,  'i^he  distribution  of  demand  an-iong  the  sizes  used  tor 
general  lighting  purposes  was  as  shown  in  the  middle 
column  of  the  following  table.  The  demand  for  50-watt 
lamps  has  been  greatest  among  central  station  companies. 
For  example,  the  Lamp  Committee  is  advised  that  the  de- 
mand for  50-watt  lamps  by  the  members  of  the  .-Association 
of  Edison  Illuminating  C  on-ipanies  during  the  year  ending 
\pril,  1917,  formed  27.42  per  cent,  of  the  total  demand  for 
Mazda  B  Uunps  of  the  general  lighting  classes.  The  last 
column  of  the  fcdlowing  table  shi-iws  the  demand  of  that 
associatit-)!! : 

Watts.  N.E.L.-\.  demaiul.       .\. K. l.C,  d'emand. 


15 

O.O.S  p.c. 

4.60  p,c 

20 

2.25 

0.72 

25 

29.70 

17.42 

40 

:!,■!. 42 

2:!, 42 

50 

G.90 

27.43 

6(1 

20.75 

26.42 

100.00 

100.00 
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The  .")i)-\vatt  lamp  preserves  the.  standard  ol  coiisumpuou 
to  which  central  station  customers  have  become  accustomed 
through  years  of  development.  It  is  of  su1)stantially  the  same 
physical  dimensions  as  the  .")0-watt  carbon  and  the  50-watt 
(leni  lamps.  Its  price  is  the  same  as  that  of  the  4()-watt  lamp. 
Its  life  performance  is  known  to  be  entirely  acceptable.  Iv 
deserves  all  encouragement  at  the  hands  of  memlier  cam- 
|)anies. 

It  has  l^ecome  evident  that  standards  of  illumination  m- 
tensity  in  various  classes  of  lighting  service  vary  with  timr. 
The  standards  in  many  classes  of  approved  modern  lighting- 
practice  are  about  as  much  in  excess  of  those  of  ten  years 
ago  as  the  li.ght  production  of  the  Mazda  lamp  per  wait  is  in 
excess  of  the  light  production  of  the  carbon  lamp  per  wati. 
They  are  still  low  as  compared  with  the  standards  of  clay- 
lighting,  even  in  interiors.  As  more  efficient  lamps  become 
available,  and  as  the  public  avails  itself  more  extensively  of 
the  benefits  of  electric  lighting,  it  is  probable  that  the  levels 
of  illumination  intensity  will  be  raised  considerably  l>eyon(t 
the  present  standard.  The  SOrwatt  lamp  as  a  substitute  for 
the  carbon  and  Gem  lamps  of  ten  years  ago  is,  therefore,  of 
an  illuminating  power  which  is  by  no  means  excessive.  In- 
deed, in  some  cities  the  (iO-watt  lamp  has  found  acceptance  as 
a  substitute  for  the  old  .".O-watt  carbon  lamp  in  similar  ligiu- 
ing-  practice. 

Necessity  for  Diffusion 

The  advancing  standards  of  lamp  efficiency  are  accon>- 
panied  by  increasing  brightness  of  light  .source.    For  satis- 
factory lighting  results,  the  Mazda  B  lamp,  and  even  more  so 
the  Mazda  C  lamp,  should  be  concealed  from  view.    For  ail 
purposes  the  light  produced  by  these  lamps  should  be  diffused 
to  some  extent,  the  extent  varying  with  the  purpose  to  whicli 
the  light  is  put.    For  some  purposes  it  is  desirable  to  alter 
the  hue  of  the  light  somewhat  in  order  to  meet  local  decora- 
tive 'demands.    The  accomplishment  of  these  ends  involves 
an  absorption  of  perhaps  50  per  cent,  of  the  light  which  is 
produced.    As  illuminating  engineering  principles  are  dissem- 
inated, the  demands  for  diffusion  and  coloring  of  the  li.ght 
will  become  more  general.    Under  these  conditions  the  M- 
watt  Mazda  lamp,  considered  in  connection  with  the  advance 
in  the  standard  of  illumination  intensities  which  has  been 
described  above,  will  be  too  small  a  unit  satisfactorily  to  re- 
■     place  the  old  .".O-watt  carbon  lamp  under  the  conditions  which 
surrounded  its  use  ten  yeans  ago,  including  the  lower  level  ol 
illumination  intensity,  the  lesser  need  for  diffusion  ol  light, 
and  the  general  lack  of  knowledge  concerning  illuminating 
engineering  principles,  and  the  advantages  to  be  obtained 
from  its  adoption. 

In  these  circumstances,  the  .50-watt  lamp  ought  to  find 
general  acceptance  at  the  hands  of  central  station  companies, 
and  it  ought  everywhere  cpiickly  to  outstrip  in  demand  the 
40-watt  lamp,  as  it  has  already  done  in  the  ].ractice  of  some 
member  companies. 


"Lightless"  Days 

\  new  regulation  in  New  York  provides  I  hat  electric 
si-ns  and  all  other  unnecessary  lighting  be  darkened  on 
Sundavs  and  Thursdays.  These  are.  in  effect,  "lightless 
days  and  the  principal  hotels  and  theatres  are  not  only  re- 
ducing tluir  exterior  lighting,  but  also  from  one-third  to 
oiu-half  the  light,  in  public  rooms  and  corridors.  By  this 
„u-ans  it  i.  hop,.l  to  realize  a  considerable  saving  m  tuel. 


Electrical  Training  for  Soldiers 

  By  Douglas  C.  McMurtrie*  ~~ 

Electrical  work  in  its  various  branches  is  proving  a 
l)opular  wav  in  which  to  train  soldiers  crippled  in  rhe  pres- 
ent war.  It  is  one  of  the  leading  subjects  of  instruction  at 
Queen  Mary's  Hospital.  Roehamp^on,  England,  where  there 
are  at  any  one  time  hundneds  of  men  with  amputated  limi)s 
awaiting  the  fitting  of  artificial  arms  and  legs  and  being 
meanwhile  prepared  for  return  to  civil  hfe— inde])L-n.len t  an.l 
self-supporting. 

At  the  Pavilion  Military  Hospital,  lirighton.  there  arc 
likewise  electrical  classes,  carried  on  in  Queen  Mary's  Work- 
shop, operated  in  conjunction  with  this  centre  for  the  care  ol" 
limbless  soldiers.  There  is  provided  instruction  preparatory 
to  various  openings  which  call  for  a  knowdedge  of  electrical 
machines,  lighting,  telephones,  and  bell  systems.  The  men 
are  trained  as  electrical  assistants  and  for  attendants  m  pri- 
vate houses,  theatres,  hotels.  l)usiness  houses,  workshops, 
mills,  coal  mines,  and  so  forth'.  There  is  also  a  special  course 
to  enable  men  to  qualify  as  switchboard  attendants  at  electric 
l)ower  stations. 

The  Institution  of  Elt^ctrical  Engineers,  in  co-operation 
with  the  London  public  educational  authorities,  has  organ- 
ized classes  for  training  disabl&d  soldiers  and  sailors  as  elec- 
trical substation  attendants.  The  instruction  is  given  at  the 
Northampton  Polytechnic  Institute.  Up  to  the  present  time 
150  men  have  completed  the  course.  The  instruction  com- 
prises workshop  practice  in  wiring  and  the  use  of  simple 
tools,  power-house  demonstrations,  electrical  and  physical 
laboratory  work,  class  demonstrations  in  the  eleipents  o! 
electrical  engineering  and  of  simple  engineering  physics,  the 
writing  of  reports  on  demonsti^ations  and  laboratory  wf.rk, 
and,  in  conclusion,  an  oral  examination. 

At  the  Regent  Street  I'olytechnic.  in  London,  there  are 
courses  of  a  similar  nature.  Here  are  received  for  more 
advanced  training  men  who  have  done  preliminary  work  in 
the  hospital  at  Roehampton.  The  men  are  first  instructed  m 
general  electrical  wprk  and  then  passed  on  to  the  London 
United  Tramways  for  experience  in  generating  plant  and 
substation'  practice.  This  course  takes  frc  iii  two  to  thre.' 
months. 

Second  Most  Popular  Course 
At  the  Battersea  I'olytechnic.  in  London,  the  i)rincipal 
s:-ys  that  the  second  most  popular  course  offered  to  crfpple  1 
soldiers  is  that  in  electrical  testing  or  switch-board  work. 
•We  have  trained  successfully  men  silffering  from  shell 
shock  and  nervous  trouble,  together  with  other  types  of  dis- 
ablement. A  fair  education  is  required  for  this  work,  to- 
gether with  ability  to  do  simple  calculations.  For  this  work 
we  do  not  mind  taking  men  who  have  only  partial  use  of  an 
arm  or  hand,  as  it  often  happens  that  the  fuller  use  of  tin- 
arm  is  simply  a  matter  of  time.  We  do  not,  however,  care 
to  take  those  who  have  actually  lost  an  arm,  and  we  would 
rather  not  have  them  if  they  have  lost  a  leg,  although  the 
latter  is  not  so  important  as  the  foruKM".  We  have  been  able 
to  place  all  the  men  who  have  been  through  this  work,  and 
the  firms  are  willing  to  take  other  men  when  they  become 
ready  for  work.  We  think  this  work  offers  reasonable  wages 
and  conditions," 

The  I'ife  Mining  School,  (.■owdeiibeatii.  Kiiglaiid.  con- 
ducts a  course  for  electric  motor  and  switchboard  opera- 
tives. Some  of  the  men  are  preparing  ,to  be  underground 
motor  attendants  in  the  mines:  in  liiese  cases  their  electrical 


|,„,„|,.ed  and  forty-seven  persons  who  met  violent 
,U.a,!,.  11,  Toronto  during  the  year  i-HT.  onlv  f.n.r  were  elec- 
trocuted. 


President  ■of  the  Keilerntlon  of '  Associations  for  Cripples  editor  of  tli« 
Vinerican  Journal  of  '-nro  for  Cripples.  ..ml  aotinsr  director  of  tlu-  Red  Cr..s> 
institute  for  Crippled  Soldiers  an.l  .Snilors 
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Iratinn.L;  is  siii)i>l(.-nu'nti,-il  \>\  iHrparalioii  hir  .1  miiir  In-i'inan's 
I'lTtihcato. 

A  coiuimmicaiinn  lron\  diroi'lnr  of  tlu'  scliool  ,L;i\fs 

the  fallowinjr  syllal>us  of  ilu-  oiuirsc: 

What  liapiH-us  when  an  electric  current  passes  in  a  con- 
ductor. Heating',  .ulowini;',  and  fusing  of  a  wire  carrying  a 
current.  I'se  of  fuses.  Tests  with  fuse  wires.  kepLace- 
nient  of  fuses. 

Resistances  and  their  use  in  controlling  currents.  Mea- 
surements of  electrical  currents  a'ntl  pressures.  Elementary 
lunions  of  the  construction  of  ammeters  and  voltmeters. 
Mange  of  the  instruments.  Precautions  to  he  oliserved  in 
;heir  use.  C'onductors  and  insulators.  Insulated  conductors 
of  various  types.  Arrangement  of  conductors  in  series  and 
in  parallel  circuits.  L'ses  of  porcelain,  ruhher,  paper,  slate, 
niarhle.  etc.,  as  insulators.  Jointing,  Construction  and  use 
of  blow  lamp  and  soldering  iron.  Making  of  married  a:id 
T  joints  on  conductors.  .Sweating  of  joints,  thimbles,  and 
connectors.  Switches  of  \arious  types  and  their  use  in  the 
contr<>l  of  electricity. 

Motor  starters  and  their  care  and  proper  usa.ge. 

Trip  devices.    General  arrangements  of  a  switchboard. 

Testing.  l"se  of  test  lamp  atid  detector  for  sorting  oiit 
circuits.    Pole  linding.  ^ 

Electric  bells  and  indicators. 

General  idea  of  a  direct-current  generator. 

General  idea  of  direct-current  motors. 

General  idea  of  the  construction  and  use  of  a  liattery  of 
accumulators,  and  of  how  it  should  lie  cared  for. 

Practical  exercises  in  operating-  direct-current  generators 
and  motors  and  in  charging  a  battery.  Some  simple  notions 
of  alternating-current  generators  and  motors  and  on  the 
^\  nchronizing  of  two  alternating-current  generators. 

The  conception  of  national  responsibility  tn  the  disabled 


sobber,  not  only  to  ])a\  him  a  pension  but  to  re-educate  hnn 
in  some  trade  which  he  can  follow  in  spite  of  his  handicap, 
was  recognized  for  the  first  time  early  in  the  European  war. 
It  i^  now  realized  that  the  cripple,  while  perhaps  unable  to 
take  up  again  his  former  trade,  is  not  debarred  from  all  occu- 
pation. The  efTort  is  alwaj's  to  select  some  trade  related  to 
the  former  occupation  of  the  disabled  man;  in  this  way  his 
former  experience  is  not  lost.  A  competent  journeyman 
liricklayer  who  has  lost  an  arm  may  be  prepared  by  a  suit- 
able course  in  architectural  drafting  and  the  interpretation 
of  plans  to  take  a  position  as  constructipn  foreman  of  a 
bricklaying  gang.  It  would  be  idle  to  give  such  a  man  a 
course  in  telegraphy.  Put  a  train  hand  who  has  been  all  his 
life  familiar  with  railroad  work  may  most  wiselj'  be  trained 
as  a  tele.graphic  operator,  with  a  little  commercial  instruc- 
tion on  the  side. 

The  hrst  country  to  make  adequate  provision  for  the 
trade-training  of  war  cripples  was  France,  where  a  school 
was  started  at  Lyons  a  few  months  after  the  opening  of  hos- 
tilities. Xow  there  are  hundreds  of  instruction  centres  in  the 
various  belligerent  countries.  Even  Belgium  has  several 
schools  to  meet  the  needs  of  her  disabled  soldiers. 

In  Canada  the  work  is  national,  being  carried  on  by^lhe 
l''ederal  Government,  which  has  estalilished  throughout  the 
Dominion  schools  for  war  cripples. 

American  interest  in  the  subject  is  growing  dail\\  In 
New  York  there  has  Ijeen  established  the  Red  Cross  Insti- 
tute for  Crippled  Soldiers  and  Sailors,  made  possible  by  a 
gift  of  more  than  $.50,000  from  Jeremiah  Milbank.  Commit- 
tees have  been  formed  and  plans  for  reconstruction  centres 
are  under  way  in  Chicago.  Boston,  and  other  cities.  The 
surgeon-general's  office  of  the  War  Department  has  an- 
nounced its  intention  to  establish  training  centres  in  connec- 
tion with  the  great  base  hospitals. 


Electric  Welding  Methods  and  Apparatus 


Electrical  welding  apparatus  is  now  used  for  cutting,  join- 
ing, and  building  up  metals  in  the  manufacture  of  new  ma- 
chinery or  other  articles  and  in  the  repair  and  alteration  of 
i-)ld  ones.  Electric  welding  has  found  a  practical  application 
in  nearly  all  metal  workin.g  industries,  from  the  manufacture 
of  small  sheet  metal  boxes,  srwall  anrl  complicated  metal  parts, 
>uch  as  those  used  in  watches,  to  the  1)uilding  of  great  steel 
steamshijis  and  the  structural  work  of  modern  skyscraper 
liuildings  and  bridges.  Iron,  steel,  copper,  brass,  and  various 
other  metals  and  alloys  may  be  welded  with  varj'ing  degrees 
of  success  dependent  upon  the  properties  of  the  metals. 

In  this  article,  reproduced  from  Electrical  Record,  the 
l>ractical  features  and  characteristics  of  welding  apparatus  are 
dealt  with  rather  than  the  processes  of  welding,  so  that  no 
attempt  will  be  made  to  enter  into  a  discussion  of  the  theory 
of  the  welding  of  metals. 

Two  Classes  of  Welding 

Welding  work  may  be  di\  ided  into  two  general  classes — 
forge  or  pressure  welding  and  autogeneous  welding.  The  hrst 
class  is  the  one  in  which  the  pieces  of  metal  to  be  united  are 
heated  until  they  are  slightly  softened  and  then  iiressure  is 
applied  by  means  of  a  hammer  or  lever,  forcin.g  them  to- 
.gether  and  causing  their  particles  to  unite  into  what  is  known 
as  the  weld.  A  familiar  example  of  forge  or  pressure  welding 
is  the  work  done  in  the  blacksmith's  shop  by  means  of  the 
forge  fire,  the  anvil,  and  the  hammer.  The  term  autogeneous 
welding  is  applied  to  welds  which  are  made  by  heating  metals 
to  such  temperature  that  they  will  fuse  together  on  contact 


without  pressure  l)eing  applied.  The  difTerence  between  auto- 
geneous welds  and  those  formerh-  described  is  mainlj-  the 
difTerence  in  temperature  of  the  metal.  In  the  autogeneous 
weld  the  metal  is  heated  to  a  state  of  fluiditj'  and  the  two 
Ijieces  flow  together.  The  use  of  the  autogeneous  process, 
howe\er.  is  not  confined  to  the  uniting  of  two  pieces  of 
metal.  It  is  used  to  e^-en  a  greater  extent  for  adding  metal 
to  other  metal  pieces  or  iiarts.  thus  building  them  up  or  filling 
defects. 

Classification  of  Welding  Processes 

.\ — Pressure  \\'elding:  J.  l-'orge,  anvil  and  hammer.  2. 
Electric — (Alternating  current) — Spot,  butt,  etc. 

I! — -Vutogeneous  \\  elding:  1.  Thermit  welding.  2.  Oxy- 
acetylene  welding.  Electric  arc  welding  (direct  current), 
(a)  I'ernardos  process.  Carlton  or  graphite  electrode,  filling 
material  introduced  separately,  (b)  Slavianoff  process.  Me- 
tallic electrode,  which  is  itself  consumed  for  tilling  material, 
fc)  Zerener  process.  Two  carbon  electrodes  held  in  'A""  form 
with  points  within  field  of  electro-magnet. 

I'orge  or  pressure  welding  includes  one  of  the  two  gen- 
eral processes  of  welding  by  means  of  electricity,  and  this 
]irocess  may  1ie  classified  as  electric  pressure  welding,  under 
wdiich  heading  butt,  s^iot.  cross,  tee,  and  other  forms  are 
grouped.  ^ 

.Vutogeneous  welding  may  be  divided  according  to  three 
main  processes,  these  being  the  thermit,  oxy-acetylene,  and 
the  electric  arc.     These  divisions  and  subdivisions  may  be 
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readily  understood  by  reference  to  the  accompanying  tabula- 
tion of  welding  processes. 

Electric  Welding  Processes 

Welding  by  means  of  electricity  as  shown  in  the  above- 
classif^cadon  may  be  divided  into  two  general  groups— pres- 
sure welding  and  autogeneous  welding,  in  the  former  classi- 
llcation  the  metals  to  be  joined  are  heated  by  the  electric  cur- 
rtiit  being  passed  through  the  metals,  the  resistance  causmg 
the  development  of  intense  heat,  which  softens  the  metals,  so 
that,  upon  the  application  of  pressure,  the  two  parts  are  united 
into  a  single  piece.  In  this  classification  fall  spot  welding, 
butt  welding,  cross  welding,  tee  welding,  and  similar  pro- 
cesses. 

Spot  Welding 

In  spot  and  butt  welding,  alternating  current  is  used 
because  of  the  possibility  of  transformation  from  a  relatively 
high  to  a  relatively  low  voltage  without  loss  of  energy.  Spot 
and  butt  welding  machines  consist  essentially  of  an  alternat- 
ing current  transformer  and  suitable  electrodes.  The  trans- 
former takes  current  at  the  ordinary  commercial  voltage  and 
steps  it  down  to  the  voltage  used  for  this  class  of  welding, 
which  is  about  ;i  to  .-,  volts.  The  two  electrodes  consist  of 
copper  rods  of  generous  diameter,  usually .  water-cooled,  or, 
in  the  case  of  butt-welders,  electrodes  made  in  the  shape  of 
jaws  to  which  the  work  may  be  clamped.  Means  are  pro- 
vided in  both  spot  and  butt-welders  for  exerting  pressure  be- 
tween the  electrodes,  which  are  generally  connected  by  lever 
linkage  to  foot  pedals  or  hand  levers.  The  service  lines  are 
connected  to  the  primary  side  of  the  transformer  and  the 
electrodes  are  connected  to  the  secondary  side. 

In  operation  the  work  is  placed  between  the  electrodes 
and  the  current  is  turned  on.  At  the  welding  voltage  the'cur- 
rent  value,  which  may  be  varied  to  suit  the  work,  is  greatly 
increased  and  the  resistance  set  up  by  the  work  which. is  inter- 
posed in  the  circuit  causes  the  generation  of  intense  heat. 
Within  a  certa'in  time,  varying  from  a  fractioil  of  a  second  to 
a  half  minute,  or  slightlv  longer,  depending  upon  the  size  and 
physical  properties  of  the  metal  worked  on,  the  metal  be- 
comes softened  at  the  point  of  application  of  the  heat,  so  that 
upon  the  exertion  of  pressure  by  means  of  the  toot  pedal  or 
hand  lever  controlled  by  the  operator,  the  two  parts  to  be 
welded  are  pressed  together,  causing  the  particles  of  metal  to 
unite  into  a  single  homogeneous  mass.  I'ressure  is  then  re- 
leased, the  work  ivmoved  and  set  aside  to  cool,  as  a  completed 

joint.  , 

Spot  welding  takes  its  name  from  the  fact  that  the  elec- 
trodes are  pointed,  and  the  welding  takes  place  at  certain 
spots  or  points  wherever  the  work  is  applied.  Spot  welding 
is  largely  used  for  sheet  metal  work,  and  has  been  found  to 
be  largely  applicable  to  work  which  formerly  required  the 
punch  and  rivet  method.  Spot  welding  is  not  only  more  rapid 
but  cheaper  than  riveting,  and  the  work  turned  out  is  usually 
more  satisfactory,  since  the  two  pieces  of  joined  metal  vir- 
tually become  one. 

The  operation  of  welding  takes  place  m  a  vertical  direc 
lion    the  arms  or  horns  of  the  spot-welder  operating  m  an 
up-and-down  direction,  while  tlic  work  is  presented  tro.n  a 
horizontal  position. 

Butt  Welding 

Hutl  vvel.ling  macl.ines  operate  upon  a  theory  similar  to 
that  followed  in  spot  welding,  the  difference  being,  as  the 
name  implies,  that  the  butts  or  ends  of  the  metal  are  jome. 
rather  than  the  sections  of  sheet  metal  worke.l  on  m  spn 
welding.  llutt  welding  machines  operate  ni  a  hnr,/.un  ul 
.lirection.  ileal  is  applied  by  the  resistance  .set  n,.  by  ll>e 
w-.rk  to  a  current  of  high  amperage  and  low  voltage  ol,tanu-d 
through  a  transformer  similar  to  that  used  in  the  spot  weld 

,„..,,„ine.    The  electrodes  are  e<iuippe<l  with  clamps,  m 


which  the  rods  or  other  pieces  of  metal  to  be  worked  may  be 
fastened.  The  current  passes  through  the  jaws  and  clamps 
with  little  resistance,  but.  upon  encountering  the  metal,  great 
resistance  is  set  up.  which  generates  heat  sufficient  to  sotten 
the  metal.  Then  pressure  is  exerted  by  the  operator  upon  a 
lever  so  as  to  force  together  the  two  jaws  having  attached 
the  heated  bars,  in  such  a  way  as  to  produce  the  proper  joint. 

Cross  Welding,  Etc. 

Cross,  ell.  tee,  and  various  other  names  are  applied  to 
welding  by  means  of  spot  or  butt  welders,  and  merely  signify 
the  shape  of  the  pieces  of  metal  joined. 

Arc  Welding 

Electric  arc  welding  is  an  autogeneous  process,  and  re-* 
(piires  apparatus  totally  different  from  that  used  in  pressure 
welding.  In  arc  welding,  as  the  name  implies,  the  useful 
agent  is  the  electric  arc,  and  because  of  the  characteristics  of 
alternating  current  a  steady  arc  cannot  be  drawn,  since  the 
alternating  current  varies  from  a  maximum  to  a  minimum  at 
each  reversal  of  the  current.  Therefore,  direct  current  ser- 
vice is  essential  to  electric  arc  welding.  Since  arc  welding  is 
an  autogeneous  process,  in  which  the  metals  to  be  joined  are 
brought  to  a  state  of  fluidity,  no  pressure  is  necessary.  The 
voltage  required  for  arc  welding  is  between  20  and  50  volts, 
while  the  current  value  varies  from  15  to  600  amp.,  or  up- 
wards, depending  upon  the  character  of  the  work.  The  elec- 
tric arc  emits  rays  which  are  harmful  to  the  eyes  of  the 
operator  unless  protected,  and,  therefore,  face  and  hand 
shields,  or  both,  form  a  part  of  the  eciuipment  for  arc  weld- 
ing. The  apparatus  required  for  electric  arc  welding  consists 
of  a  suita|)le  source  of  direct  current  energy  at  the  voltage 
and  current  value  specified,  means  for  controlling  the  value 
of  the  voltage  and  current,  the  electrode  of  metal  or  carbon 
or  graphite  for  drawing  the  arc.  and  the  face  and  hand  shields. 

Since  direct  current  of  special  characteristics  is  required 
for  arc  welding,  it  has  been  found  generally  desirable  to  use 
an  especially  designed  generator.  Commercial  voltages  or 
110  to  250  volts  cannot  be  used  economically,  for  the  reason 
that  in  stepping  down  with  direct  current,  resistance  must  be 
used  which  would  absorb  a  large  proportion  of  the  available 
energy  and  make  the  use  of  current  l)y  this  method  extremely 
inefticient  and  expensive.  Therefore,  where  electric  power  is 
available  the  source  of  energy  for  electric  welding  generally 
takes  the  form  of  a  motor-generaton  set  or  dynamotor.  the 
driving  end  being  wound  for  operation  on  the  electric  service 
available,  either  from  a  central  station  or  private  generating 
plant  and  the  generator  end  being  ivound  to  give  the  special 
characteristics  required  for  the  welding  arc.  Where  direct 
current  is  used  in  the  plant,  a  dynamotor  consisting  of  two 
^ets  of  windings  mounted  in  a  single  frame  and  running  on  a 
single  shaft  or  a  d.  c.  motor  generator  set  may  be  used. 

Arc  Welding  Processes 

Before  proceeding  with  a  further  description  of  the  ap- 
paratus used  and  its  application,  a  short  discussion  of  the 
theory  of  arc  welding  and  the  various  processes  employed 
will  be  outlined  to  give  a  clear  understanding  of  the  appar- 
atus used. 

There  are  thVee  general  processes  by  means  oi  which  arc 
welding  is  carried  out.  named  from  the  men  who  were  respon- 
sible for  their  development.  Two  of  these  are  in  general  use. 
while  the  third  has  a  somewhat  limited  application. 

Bernados  Process 

riu-  l!erna(h)s  process  is  especially  adapted  for  large  and 
luavy  work.  It  consists  of  drawing  an  electric  arc  between 
ilu-  work  and  a  single  carbon  or  graphite  electrode,  and  is 
ilu-relore  also  known  as  carbon  or  carbo-graphile  electr.)de 
welding.  The  arc  is  drawn  by  loucliing  the  electrode  to  tin- 
work  a~iid  withdrawing  it  U<  the  proper  distance  in  a  mamu-r 
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~  luilar  to  tlu'  action  ol  an  aro  lanni  when  >laninj;.  The  Icin- 
l'or.iture  of  the  arc  is  appro\iniatcl\-  :!,.")()()  (k-,iirco.4  ('.,  and  llic 
Iieat  is  contiiicil  to  a  couiparatiN  cl.\'  small  space  directly  in 
contact  witli  tlu-  arc.  Tlu-  intense  heal  of  llie  arc  mi  strikin,^- 
tlu'  lining  metal  causes  il  lo  nieli  rapidl\-  and  llow  into  i>Iace, 
ami  as  the  arc  is  moved  o\er  the  work  tlu-  IiIIiiil;  metal  ami 
the  molten  metal  of  the  work  unite  in  an  intimate  mixture  or 
welil.  This  process  is  princijially  used  with  large  electrodes 
and  lieavy  currents  ior  hea\,\  work  on  lariic  pieces  of  metal, 
althou.yh  hy  the  use  of  >mall  elect roile.-.  and  hnv  current  \alues 
the  process  may  he  used  in  weldini;  comparati vcl>'  light 
material. 

Slavianoff  Process 
i'his  process  is  ciniimonly  known  as  metallic  electrode 
.\  eldin.i;'.  since  it  consists  in  using  the  work  as  one  electrode. 

u-  hand  of  the  operator.  The  electrode  itself  is  therefore 
gratlually  consimied  during  the  progress  of  the  work.  Th; 
arc  is  drawn  1)\  touching  the  work  with  the  metal  electrode 
and  drawing  it  away  until  an  luc  of  the  correct  intensity  is 
ohtained,  in  a  manner  similar  to  that  followed  with  the  Ber- 
nados  process.  In  general.  thi>  method  will  make  a  softer 
weld  than  the  Bernados  process,  Muce  there  is  no  tendency 

■  r  carlion  to  be  carried  into  the  weld.  Because  of  the  action 
the  arc  in  carrying  the  metal  from  the  electrode  to  the 
w  ork  it  is  possible  to  weld  rin  a  vertical  wall  or  overhead,  and 
for  this  reason  the  process  is  of  great  value  where  repairs  are 
made  to  parts  which  cannot  be  rcmo\'ed  and  placed  in  a  hori- 
zontal position. 

Zerener  Process 

The  Zerener  process  consists  of  an  arrangement  i:)f  the 
positive  and  negative  carJ^on  electrodes  in  a  holder  so  that 
^hey  form  a  "V,"  the  arc  being  between  the  poles  of  a  power- 
electro-niagnet.  which  forces  the  arc, toward  the  work.  This 
causes  the  arc  to  act  in  a  manner  similar  to  the  flame  of  a  gas 
torch,  but  because  of  a  certain  sensitiveness,  inefficiency,  and 
cMmplication  the  process  is  not  used  as  extensively  as  the 
Uernados  and  Slavianoff  processes.  It  is  used  to  a  limited  ex- 
tent for  comparatively  small  work  in  steel  and  brass  and  for 
welding  small  corners  in  tubes  and  tanks. 

Arc  Welding  Apparatus 

As  previously  mentioned,  the  source  of  energy  for  arc 
welding  is  usually'a  special  low  voltage  generator,  since  this  is 
far  more  efficient  and  economical  than  the  use  of  reduced 
voltage  from  a  commercial  supply  line  by  means  of  resistance. 
The  generator  may  be  driven  by  a  direct-connected  motor 
where  electric  service  is  available  or  by  belt  from  line  shaft- 
ing, or  steam,  gas,  or  gasoline  engines  in  plants  where  electric 
service  is  not  used. 

The  gradual  refinement  of  electric  arc  weldiiig  apparatus 
has  led  to  the  development  of  two  distinct  types  of  generat- 
ing equipment  known  as  constant  voltage  welders  and  varial)le 
volta.ge  welders.  The  manufacturers  of  each  type  set  forth 
certain  arguments  as  to  the  achantages  of  the  particular  sys- 
tem employed.  The  object  to  1)e  attained  is  the  maintenance 
of  a  constant  temperature  at  the  arc,  regardless  of  ^'ariations 
!n  the  length  of  the  arc,  which  are  bound  to  occur,  due  to  the 
iiisteadiness  of  the  hand  of  the  operator  or  the  unevenness  of 
the  surface  being  worked  ui^rm. 

Constant  Voltage  Welders 

(_'onsiaiit  vidtage  welders  consist  of  direct  current  gencr- 
iors  wound  to  deliver  a  voltage  of  approximately  60  to  7o 
olts,  this  current  then  passing  through  an  adjustalile  resist- 
ance controlled  by  automatic  magnetic  switches  and  relays,  or 
•1  some  cases  by  hand  or  motor-operated  switches  or  rheo- 
•ats.  In  some  types  of' constant  voltage  apparatus  magnetic 
Mitactors  operate  the  resistance  in  accordance  with  the  draw 
•ig  of  the  SlTc.  so  that  when  the  oi)crator  brings  his  electrode 
■)to  contact  with  the  work  the  current  is  limited  \>y  all  of  the 


resistance  in  the  circuit,  but  when  he  draws  the  arc  the  auto- 
matic contactor  cuts  out  a  part  of  the  resistance  and  allows 
the  current  to  come  up  to  the  amount  required  for  welding. 
In  another  type  of  constant  voltage  w'elding  apparatus,  resist- 
ance is  used,  but  automatic  regulating  devices  are  eliminated 
and  dependence  for  the  maintenance  of  constant  current  value 
is  i)laced  upon  tlie  "automatic  compensation,  which  occurs 
simultaneously  with  any  change  in  the  length  of  the  arc.  The 
theory  is  that  the  lengthening  of  the  arc,  intentionally  or 
otherwise,  introduces  additional  resistance  into  the  welding 
circuit,  thereby  reducing  t,he  amount  of  current  flowing.  This. 
hovve\  er,  means  that  the  voltage  across  the  arc  rises  slightij". 
If  the  arc  is  shortened  the  reverse' action  takes  place  so  that 
the  heat  produced,  which  is  proportional  to  the  product  of 
current  times  voltttge,  will  remain  practicallj-  unchanged  for 
any  length  .of  arc  with  which  work  can  be  done. 

The  constant  voltage  system  is  generally  adapted  for  h 
number  of  welding  circuits  which  are  supplied  by  a  single 
generator,  each  welding  circuit  being  equipped  with  a  weld- 
ing control  panel,  which  is  mounted  separately  from  the  gen- 
erator control  panels.  The  generator  control  panels  are  not 
essentially  different  from  the  control  panels  supplied  for  the 
control  of  generators  supplying  power  for  lighting  and  gen- 
eral power  purposes,  since  thej'  carrj'  indicating  instruments, 
protective  apparatus,  and  switches  arranged  for  regulating 
the  output  of  the  generator.  Separate  outlet  panels  may  be 
provided  for  each-  welding  circuit,  each  panel  carrying  a  cir- 
cuit-breaker and  line  switch  and  the  necessary  resistance  ad- 
justing switches  for  regulating  the  heat  of  the  arc  by  vary- 
ing the  amount  of  current  supplied  to  the  arc.  Arrangements 
are  made  whereby  one  or  more  of  the  welding  circuits  may  be 
oijerated  simultaneously,  the  only  limit  being  the  capacity  of 
the  generator.  Constant  voltage  generating  equipment  is  also 
arranged  for  single  welding  circuits,  in  which  case  the  weld- 
ing control  instruments  and  the  generator  control  instru- 
ments are  usually  mounted  on  a  single  panel. 

Variable  Voltage  Welders 

This  t\pe  of  apparatus  operates  upon  the  theory  that  in 
arc  welding  the  voltage  of  the  current  actually  used  is  contin- 
ually changing.  At  the  moment  the  operator  touches  the 
electrode  to  the  piece  of  work  the  voltage  in  the  circuit  is 
nearly  zero,  and  as  he  draws  the  electrode  aw-ay  the  voltage 
constanth'  increases  as  the  arc  lengthens.  To  produce  this 
result  the  \ariable  voltage  generators  are  designed  to  deliver 
the'  exact  voltage  required  at  the  arc  at  any  particular  mo- 
ment. Ballast  resistance  for  the  regulation  of  the  welding 
current  is  therefore  not  necessarj-  in  this  case.  The  variation 
of  the  \  oltage  is  obtained  by  manipulation  of  the  strength  of 
the  generator  field  by  means  of  either  hand-operated  or  mag- 
netic sw  itch  and  push-button-operated  field  rheostats,  or  by  a 
separate  electrical  machine  mounted  on  the  same  shaft  as  the 
generator  and  known  as  an  exciter.  As  the  resistance  of  the 
arc  varies,  due  to  the  changes  in  its  length,  the  voltage  is 
\aried  proportionately,  thus  maintaining  the  value  of  the 
current  at  approximately  a  constant  figure. 

The  \arialile  voltage  apparatus  is  generally  supplied  for 
a  single  welding  circuit — that  is,  a  generator  set  and  the  other 
etpiipment  is  provided  for  eacli  operator.  Where  greater 
capacity  is  required  than  the  capacity  of  the  relatively  small 
single  circuit  generator,  the  usual  arrangement  is  to  cc>nnect 
two  generating  units  together  and  thus  olitain  the  double 
capacfty. 

Portable  Welding  Apparatus 

b21ectric  arc  welding  apparatus  ma\-  be  used  either  in  the 
shop  where  the  \arious  units  are  permanently  installed  or 
the  complete  eiiuipnient  may  readily  be  mounted  upon  a 
truck  for  portable  operation.  Piu-table  welding  apparatus  tor 
shop  use  i>  generally  built  upon  a  small  truck,  which  may  he 
nio\  ed.  by  hand,  w  hile  iiortable  welding  apparatus  for  use  in 


lanuary  I,  11)18 


Til!'.    ELECTRICAL  NEWS 


2'J 


the  field  may  Ix-  mouiilcd  uiHin  motor  trucks,  or,  when  used 
by  electric  railways,  is  mounted  upon  small  cars,  which  may 
l)e  run  from  one  place  to  another  upon  the  tracks  of  the 
system.  The  portable  shop  welding  apparatus  is  arranged  so 
that  the  motor  may  be  plugged  in  at  convenient  points  where 
connections  are  provided  .so  that  a  single  welding  equipment 
may  be  used  in  various  parts  of  the  shop  as  the  progress  of 
the  work  requires.  Electric  railways  use  portable  arc  welding 
e.iuipment  to  a  great  extent  in  the  repair  and  maintenance  of 
tracks,  in  which  case  the  motor  end  of  the  set  is  .wound  to 
operate  upon  the  usual  railway  voltage.  T'ortable  outfits  may 
he  obtained  for  use  where  electric  service  is  not  available,  the 
prime  mover  in  such  case  generally  consisting  of  a  gasoline 
engine,  which  is  direct  connected  or  belted  to  the  welding 
generator. 

Auxiliary  Welding  Equipment 

In  addition  to  the  motor  generator  set  or  other  source  of 
energv  for  welding  and  the  arc  control  panels  for  the  con- 


trol of  the  equipment,  the  apparatus  required  lor  electric 
welding  consists  of  the  electrode  holder  and  masks  or  shields 
for  the  protection  of  the  operator's  eyes,  face,  and  hands. 

The  electrode  holder  is  a  handle  provided  with  means 
lor  connecting  the  cable  at  one  end  and  for  clamping  the  car- 
hon  or  metarelectrode  at  the  other  end.  Holders  for  carbon 
or  graphite  electrodes  generally  are  provided  with  shields  to 
protect  the  operator's  hands,  somewhat  similar  to  the  guard 
on  a  fencing  foil.  The  face  shield  or  mask  is  made  of  sheet 
metal  generally,  arranged  with  straps  for  fastening  the  mask 
over  the  operator's  head.  A  lens  of  colored  glass  is  inserted 
in  the  opening  to  neutralize  the  rays  of  the  arc.  In  some 
types  of  apparatus  for. metallic  electrode  welding  the  shield  is 
arranged  to  be  held  in  the  operator's  hand,  and  does  not  strap 
over  his  head  for  the  reason  that  with  metallic  electrode  weld- 
ing the  operator  uses  only  one  hand,  whereas  with  graphite 
ekctrode  welding  one  hand  holds  the  electrode  and  the  other 
hand  holds  the  piece  of  filling  metal. 


Electrical  Developments  During  1917 


In  accordance  with  their  usual  policy  the  Westmghouse 
Electric  &  Manufacturing  Company  have  sent  out  a  review 
of  developments  in  electrical  apparatus  as  manufactured  by 
the  company  during  the  year  191T.  It  is  noted  that  the  un- 
precedented demand  for  apparatus  and  appliances  has  ca  led 
for  al)normal  efforts  to  speed  up  production  and  this  has  lett  ^ 
little  time  or  energy  to  be  devoted  to  the  development  of  new 
apparatus  or  modifications  of  existing  types.  The  year,  how- 
ever, has  not  been  barren  of  developments,  and  the  most 
.mportant  of  these  are  gi^en  Iniefiy  m  the  article  which 
follows: — 

Generating  Equipment 

The  past  vear  has  seen  little  that  is  radically  new  in 
generating  equipment.  More  units  of  large  individual  capa- 
city have  been  contracted  for  than  ever  before,  due  to  the 
growth  of  the  larger  central  stations.  The  Westingd^ouse 
Company  has  sold  several  large  units  ranging  from  40.000_  tc 
70  ()()()  kw.  capacity  and  these  either  have  or  are  now  being 
installed.  Those  units  above  4(),()00  kw.  are  of  the  cross  com- 
p„;,nd  or  triple  element  type,  .\mong  those  reported  last 
year  but  just  recently  installed  may  be  mentioned  the  Du- 
,,uesne  Eight  Company.  Pittsburgh,  a  40.000  kw.  cross  com- 
pound unit;  Narragansett  Electric  Company.  Trovidence,  a 
4.-.  000  kw.  cross  compound  unit;  and  the  Interborough  Rapid 
Transit  Company,  New  York,  a  70.000  kw.  triple  element  unit. 

One  of  the  developments  brought  ai)out  by  the  high 
cost  of  materials,  labor,  etc,  such  as  the  high  cost  of  copper, 
has  been  an   increased  tendency   towards  the  use  of  syn- 
chronous condensers  for  both  power  factor 
voltage  regulation.     In  many  cases  the  insta  lation  of  such 
apparatus  saves  an  increase  in  transmission  line  ^"I'P^-"-  /> 
allows  additional  load  to  be  taken  on  a  given  t.-ansm,SMO 
line,  and  at  the  same  time  permits  the  maintaining  of  normal 
and  satisfactory  voltage  conditions. 

There  may  be  mentioned  the  completion  of  a  number  of 
1.-,0„00-volt  outdoor  oil  circuit-breakers  of  rupturing  capa- 
eities  far  in  advance  of  anything  heretofore  within  the  limits 
of  high  voltage  breakers.  These  breakers  l'-^";;""^ 
stead  of  elliptical  tanks,  domed  instead  of  almost  flat  top.s, 
„f  all  ..eel  construction,  with  the  result  that  guaran- 
tees of  their  withstanding  possible  uUernal  pressures  of  .)0 
pounds  have  proven  very  con.servati ve.  In  fact,  with  the 
i:,,,,„,eed  arc  rupturing  capacity  with  voltage  mainlaMU-.l 
or  1  000,000  kv.a.  it  is  felt  tha,  questions  of  high-voltage  powe. 


concentration  is  solved  for  at  least  S(uue  time.  Similar  break- 
ers with  same  .guarantees  are  also  being  built  for  110.000 
volt  service. 

\mong  other  developments  mi.ght  be  cited  the  trame- 
mounted.  indoor  an<l  outdoor  high  powered  steel  top,  7:i,000 
volt  breaker;  combination  ;w..500  v<dt  and  132,000  volt  out- 
door, single-pole,  disconnecting  switches  and  choke  coils 
all  on  a  common  1)ase  with  a  resulting  net  saving  of  one  in- 
sulator supporting  column;  and  (iO.OOO  volt  post-type  bus 
supports  and  disconnecting  switches. 

Typical  of  the  attention  constantly  being  given  to  im- 
provement in  switchboard  mounting  devices  is  the  develop- 
uient  of  a  very  compact  and  improved  drum  type  circuit- 
breaker  controller.  Likewise  along  the  same  lines  may  be 
mentioned  the  completion  of  an  adequate  line  of  meter 
switches  (also  of  drum  type),  key  operated,  including  am- 
meter, voltmeter,  synchronizing  frequency  meter  and  power 
factor  meter  switches.  With  the  completion  ot  these,  all 
plug  switches  for  meter  switching  can  be  eliminated,  thus  in- 
sui-Fng  the  entire  absence  of  any  ,)otential  from  ih.e  Iront  ol 
panel  boards  or  control  desks. 

Increased  use  of  outdoor  switch  houses  has  been  noted; 
a  considerable  number  of  installations  have  now  been  made 
which  control  circuits  up  to  GOOD  and  11.000  volts.  Single 
orders  received  involving  as  many  as  ten  houses  are  proof 
of  claims  made  as  to  the  economy  represented  by  ihcir  use 
for  distributing  small  amounts  of  secondary  voltage  power 
from  transmission  lines  in  connection  with  outdoor  step- 
«  down  transformers. 

There  may  also  be  mentioned  the  development  of  what 
gives  promise  of  being  a  highly  successful  and  yet  simple  con- 
uol  equii)ment  for  automatic  rotary  converter  sub-stations. 
One  such  outfit  has  been  in  successful  operation  for  some 
time  and  others  are  under  construction.  To  a  very  large 
degree,  the  bulk  and  complexity  of  earlier  control  equipment 
for  such  installations  have  been  eliminated. 

Lightning  Arresters 
']  he  priuciiial  chan.ge  in  electrolytic  arrester  ilesigu  lia> 
been  in  the  main  gap.  The  use  of  .sphere  gaps  in  combina 
tioii  with  horn^  first  came  into  use  as  a  special  design,  and 
later  was  ado]. led  as  standard  by  all  manul'acturors  on  all 
voltages  above  11.000.  \l  these  voltages,  the  use  of  a  sphere 
gap  rednce.l  the  time  reipiired  for  a  static  surge  to  break 
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ilowii  the  iiup  and  tliscliar,L;c  lo  -i-uund  Ihrough  tlie  arrester. 
For  the  protection  of  apparatus  on  railway  cars  further  de- 
vchipnuMits  have  !)een  nuule  in  the  use  of  condensers  liy  sur- 
rounding the  condenser  with  a  moulded  insulating  case,  mak- 
ing an  easily  replacalde  unit  impervious  to  moisture.  The 
capacitance  has  been  mcreased  to  1  mf.  in  all  forms  of  ar- 
resters, hoth  car  mounting  and  pole  mounting,  giving  a  static 
liischarge  capacity  sutficient  to  take  care  of  the  worst  condi- 
tions found  in  practice. 

Oil  Circuit  Breakers 

rile  lendency  towards  the  development  of  Ijreakers  of 
very  large  interruiiting  capacity  at  all  ranges  of  voltage  has 
continued  during  the  \ear,  in  order  to  take  care  of  the  in- 
creases in  generating  capacity  throughout  the  country.  The 
requirements  of  the  situation  have  produced  breakers  for  use 
up  to  155.000  volts  having  the  capacity  to  interrupt  3750  am- 
peres at  the  contacts.  This  line  consists  of  round  tank  break- 
ers from  95.000  to  155.000  volts,  having  domed  steel  tops  and 
bottoms  with  operating  mechanisms  inside  the  top,  thus  se- 
curing maximum  strength  in  all  directions  against  internal 
stresses. 

Motor  Operated  Graphic  Instruments 

A  line  of  motor  operated  .graphic  instruments  has  been 
added  to  the  Westinghouse  line  of  solenoid  operated  instru- 
ments in  order  to  make  the  line  more  applicable  for  port- 
able service  and  for  metering  large  customers'  demands.  These 
instruments  are  made  as  a.c.  and  d.c.  voltmeters,  a.c.  and  d.c. 
ammeters,  a.c.  wattmeters,  totalizing  wattmeters,  and  fre- 
quency meters.  They  emljody  the  same  measuring  element 
as  used  in  the  solenoid  operated  type  instruments  and,  there- 
fore, have  the  same  accuracy  characteristics.  They  dif?er 
from  the  previous  line  of  solenoid  control  instruments,  in 
that  the  contacts  of  the  measuring  element  actuate  a  small 
universal  motor,  driving  a  worm  upon  which  the  pen  car- 
riage is  arranged  to  travel.  The  case  is  also  somewhat 
smaller  and  designed  for  rear  connection.  The  clock  is  so 
arranged  that  the  standard  paper  speeds  can  be  obtained 
without  changing  it. 

Sub-stations 

The  developments  in  sub-station  apparatus  have  been 
relatively  small,  due  to  the  great  amoimt  of  active  business, 
making  it  almost  impossible  to  even  put  through  experi- 
mental work  contemplated.  A'arious  improvements  in  'de- 
tails 'of  converting  apparatus  have  been  inade,  which  tend 
towards  better  sub-station  apparatus  ventilation,  lower  main- 
tenance, longer  life,  and  better  economy.  The  outstanding- 
feature  in  the  past  year  has  been  the  production  of  sub- 
station switching  equipment,  that  is  entirely  automatic.  This 
equipment  switches  the  apparatus  on  a  fundamentally  sound 
basis,  that  is,  the  machines  are  switched  at  the  proper  time, 
depending  upon  the  electrical  condition  of  the  machine  con- 
trolled. There  has  been  little  doubt  as  to  the  value  of  at- 
tendantless  sub-stations,  the  only  doubts  having  been  the 
lack  of  sufficiently  reliable  automatic  equipment.  This  nev^' 
development,  therefore,  should  be  of  inestimable  value  to  the 
electric  railway  industry. 

Street  Lighting 

The  most  notable  addition  to  street  lighting  during  the 
year  is  a  fixture  for  the  high  current  street  series  lamps  of 
large  candiepower.  It  is  made  of  cast  iron  and  is  suitable 
for  either  auto  transformer  or  filnt  cut-out  socket.  Similar 
fixtures,  which  have  been  in  service  several  years,  indicate 
that  this  is  a  very  desirable  modification,  as  the  cost  of  equijj- 
nient  can  be  reduced  without  sacrificing  any  desirable  (|uali- 
ties.  The  increased  use  of  the  skirted  type  of  Holophane 
refractor  with  fixtures  for  street  lighting  service,  indicates  the 
growing  appreciation  of  the  ideal  distribution  given  this 
simple  device. 
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Street  Railways 

During  the  past  year  the  standard  line  of  Westinghouse 
railway  motors  has  been  suppleinented  by  the  type  577  mo- 
tor, having  a  rating  of  200  h.p.  at  800  volts.  This  motor  is 
especially  suited  for  heavy  subway  service,  and  a  large  num- 
ber are  now  .going  into  service.  It  lends  itself  to  heavy 
interurlian  service  where  exceptionally  heavy  duty  is  re- 
quired, and  is  in  striking  contrast  to  the  "Wee"  motor 
brought  out  by  the  company,  which  is  the  pioneer  motor  in 
(|uick  service  single  truck  car  application.  It  is  gratifying 
to  note  and  of  decided  advantage  to  the  trade  to  report 
stability  in  design  of  the  present  line  which  enables  the 
user  to  standardize  for  some  time  to  come.  The  multiple 
unit  types  of  control  previously  reported  are  coming  into 
their  own.  Scarcity  of  labor  and  heavy  peak  load  haul  has 
now  convinced  the  user  of  the  advantage  to  be  obtained. 

Regeneration  has  been  extended  to  ordinary  interurban 
application,  especially  in  locomotive  service,  and  this  de- 
velopment will  rapidly  extend  in  this  field. 

The  past  year  has  seen  considerable  detail  development 
and  improvement  in  apparatus  pertaining  to  electrification 
of  steam  railroads.  The  requirements  for  heavy  freight 
traffic  on  mountain  grade  sections  have  heen  met  by  the 
production  of  a  very  powerful  split  phase  locomotive  motor 
having  several  improvements  over  those  previously  built. 
This  locomotive,  while  only  weighing  350  tons  complete,  has 
a  horse-power  capacity  of  4.800.  and  a  maximum  tractive 
.ef¥ort  of  130.000  lbs.,  all  of  which  is  concentrated  jn  one 
single  unit.  The  most  interesting  improvement  in  this  type 
of  locomotive  is  the  synchronous  phase  converter,  by  whicli 
100  per  cent,  power-factor  is  obtained,  thus  eliminating  some 
of  the  line  losses  which  were  encountered  with  the  induction 
type  phase  converter. 

The  high  voltage  direct  current  system  has  also  shown 
advance  in  the  production  of  a  high  powered  passenger  loco- 
motive. The  rating  of  this  locomotive  will  be  4.000  horse- 
power and  the  starting  tractive  effort  will  be  113.000  lbs.,  while' 
the  total  weight  will  be  366  tons.  This  engine  will  also  be 
a  single  cab  unit. 

Regenerative  control  for  direct  current  locomotives  has 
l)een  perfected  to  such  an  extent  that  it  is  now  applied  when- 
ever desired  to  000  volt  units  as  a  standard.  This  feature 
contributes  very  largely  to  the  safety  in  operation  of  the 
electric  locomotive,  and  its  principal  value  lies  in  the  i^ct 
that  it  relieves  the  air  brakes  from  considerable  strain  and 
enables  them  to  be  used  as  a  reserve  for  stopping  trains  only. 

The  development  of  high  speed  circuit-breaker  methods 
for  suppressing  flashing  in  high  voltage  direct-current  ap- 
paratus has  taken  very  forward  steps  during  the  past  year 
and  the  indications  are  that  this  serious  trouble  in  machines 
of  this  class  has  been  definite^  suppressed.  These  devices 
are  of  \ariou>  kinds  and  very  unique  in  character,  the  details 
of  which  will  receive  publicity  at  a  later  date.  These  detail 
developments  have  put  the  electrical  industry  in  a  position 
of  preparedness  for  the  more  general  electrification  of  rail- 
roads, which  it  is  anticipated  will  become  verj'-  active  in  the 
near  future. 

The  Steel  Industry 

The  electrification  of  steel  mills  is  progressing"  ■a.t  a  very 
rapid  rate.  The  business  of  the  companj'  during-  1916  and 
1917  is  more  than  three  times  as  great  as  for  the  average  of 
the  live  previous  years.  During  the  past  year  the  company 
received  an  order  for  one  of  the  largest  reversing  mill  equip- 
ments e\'er  built,  this  machine  having  a  maximum  rating  of 
1 7,500  h.p,,  and  will  be  used  to  drive  a  TiO-inch  universal 
plate  mill  for  the  Bethlehem  Steel  Comiiany. 

Rubber  Industry 

riuic  h,i>  heen  developed  during  1917  what  is  known 
as  a  landriii  l\]U'  controller  for  calender  work,  which  is  of 
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the  magnetic  switch  type   and  is   controlled  from  a  push 
hutton  station.    Besides  the  convenience  offered  by  the  lat- 
ter, it  adds  to-  the  safety  feature,  as  the  motor  can  be  stop- 
ped from  various  stations  conveniently  located  to  the  oper- 
ator    Other  safety  features  are  included  affording  overload 
protection,   automatic   acceleration,   etc.     In   this  particular 
case   the  calenders  are  located  in  tandem,  in  some  cases  as 
many  as  four  machines  being  operated  in  series.    With  the 
old  arrangement  of  drive,  the  calenders  were  operated  as 
individual   units,  and  after  the  process  in   each  individual 
calender  was  completed,  the  material  had  to  be  wrapped 
up  and  taken  to  the  next  machine,  and  the  work  thus  car- 
ried on  independently  by  the  various  machines.    With  the 
new  arrangement,  the  material  passes  from  one  machine  to 
the  other  in  a  continuous  process  which  saves  time,  labor 
and  materially  increases  production.    The  control  mentioned 
above  makes  possible  the  proper  regulation  of  drive,  and  is 
considered  a  great  improvement  in  rubber  mill  work. 

Textile  Industry 

\  new  type  of  apparatus  developed  this  year  which  is 
used  extensively  in  the  textile  industry  is  a  quick  make  start- 
in-  switch  It  is  used  where  squirrel  cage  motors  of  com- 
pamtively  small  capacity,  i.e.,  up  to  35  h.p.  max.  320  volts 
are  started  with  full  line  voltage.  Besides  the  quick  make 
and  break  features,  it  has  the  following  combinations:  non- 
automatic  switch;  switch  with  low  voltage  protections, 
switch  with  inverse  time  element  overload  protection;  full 
automatic  switch  with  low-voltage  and  inverse  time  element 
overload  protection. 

There  has  been  a  marked  tendency  during  the  year  for 
the  textile  industry  to  install  individual  drives,  as  compared 
with  group  drives,  and  it  is  believed  that  very  rapid  pro- 
gress is  going  to  be  made  in  the  development  of  this  idea. 
There  have  also  been  a  large  number  of  plants  changed  over 
to  electric  drive— in  practically  all  cases  using  central  station 
power. 

Small  Motor  Drive  Devices 

The  business  in  small-motor-driven  devices  used  in  the 
home,  office,  and  shop  during  the  last  year  has  been  very 
active.  As  in  all  other  industries,  the  activity  has  been  more 
pronounced  in  connection  with  those  motor-driven  devices 
which  contribute  either  directly  or  indirectly  to  the  carry- 
ing on  of  the  war.  For  instance,  there  has  been  a  large  sale 
of  motor-driven  drills,  grinders,  polishers,  and  small  tools 
generally.  This  has  also  been  true  in^the  case  of  motor- 
driven  machines  required  in  the  preparation  of  food  and 
those  in  the  home  which  are  distinct  labor  savers,  such  as 
electrically-driven  washing  machines.  The  extreme  scarcity 
of  household  help  has  created  a  very  large  demand  for  these. 
On  the  other  hand,  the  demand  for  non-essentials,  such  as 
motor-driven  pianos,  talking  and  recording  machines,  office 
appliances  and  advertising  novelties  have  become  less  active. 

Electric  Vehicles 

In  the  electric  vehicle  industry,  the  principal  activity 
has  been  in  industrial  trucks  u'sed  in  factories  and  other 
munition  plants.  The  total  demand  for  pleasure  vehicles 
has  been  quite  small. 

General  Industrial 

In  tiic  industry  covering  the  equipment  of  electrical  ap- 
paratus for  public  buildings,  there  has  been  a  great  deal 
of  activity,  due  principally  to  that  of  industrial  rather  than 
public  buildings.  It  appears  <|uitc  likely  that  the  public 
building  and  residence  industry  will  1)e  very  severely  affected, 
in  fact  this  is  already  noticeable.  Considerable  electrical  ap- 
paratus has  been  purchased  by  bakers  and  all  those  engaged 
in  the  manufacture  or  preserving  of  food  products:  Like- 
wise, the  clothing  industry  h.'is  been  a  very  active  one. 


The  Farm 

The  prosperity  of  the  farmer  and  the  scarcity  of  labor 
on  the  farm  has  made  an  abnormally  large  demand  for  elec- 
trical equipment  in  the  comparatively  small  areas  where 
central  station  current  is  available,  and  particularly  in  the 
demand  for  small  ^isolated  lighting  plants,  many  of  which 
are  supplied  with  storage  batteries.  This  has  resulted  in 
demand  for  low  voltage  motor-driven  pumps,  washing  ma- 
chines, vacuum  cleaners,  churns,  separators,  and  similar 
devices. 

Arc  Welding 

The  advance  made  in  the  past  year  in  arc  welding  has 
been  important.  Heretofore,  the  arc  welding  voltage  has 
been  7,5,  but  the  company  has  recently^  designed  a  new  line 
of  arc  welding  equipment  with  an  operating  voltage  of  60 
volts,  and  also  the  machines  are  running-  at  the  highest  and 
most  efficient  speeds.  The  drop  in  voltage  from  75  to  60 
will  mean  a  saving  in  power.  Further,  this  company  has  de- 
veloped portable  welding  outlet  panels  which  will  simplify 
the  shop  wiring  and  will  decrease  the  total  expense  of  the 
installation. 

Metal  Mining 

As  in  other  industries  this  year,  in  the  metal  mining 
field  there  has  been  developed  a  control  panel  offered  where 
a  wound  rotor  motor  is  used.  It  combines  a  circuit-breaker 
controller  and  meter  in  conveniently  small  space  and  pre- 
vents the  motor  being  thrown  on  the  line  without  resistance 
in  the  secondary  circuit.  Several  new  ratings  of  Cottrell 
equipment,  including  motor  generator  sets,  transformers,  and 
synchronous  induction  motors  were  brought  out  during  the 
year  so  that  a  standard  equipment  to  meet  most  commercial 
conditions  can  be  furnished.  For  the  flywheel  hoisting  sets, 
the  greatest  improvement  has  been  in  a  control,  as  the  cam 
type  controller  for  the  generator  field  rather  than  the  old 
face  plate  type  is  furnished. 

The  company  has  brought  out  a  complete  line  of  semi- 
automatic ranges,  which  have  a  contact  thermostat  on  the 
oven  doors  that  rings  a  bell  when  a  predetermined  tem- 
perature is  reached  which  may  be  varied  by  manually  set- 
ting the  contact  point  on  the  thermostat.  This  prevents 
the  housewife  from  scorching  foods,  as  the  bell  calls  her 
attention  to  the  fact  that  the  maximum  temperature  has  been 
reached  and  the  current  should  be  turned  off.  This  alarm, 
of  course,  also  prevents  overheating  of  the  oven  lining, 
and  rapid  deterioration.  This  line  of  ranges  supplements 
the  full  automatic  ranges  which  are  arranged  for  automatic 
turning  of  the  current  on  and  off. 


Personal 

Mr.  M.  C.  Oilman,  sales  manager  of  the  Toronto  Electric 
Light  Company,  has  been  appointed  secretary-treasurer  of 
the  Canadian  Electrical  Association,  succeeding  Mr.  Alan 
Sullivan,  who  resigned  recently  to  go  overseas. 

Mr.  John  N.  Timberlake  has  resigned  his  position  as 
power  apparatus  sales  engineer.  Northern  Electric  Company, 
on  his  appointment  as  Montreal  district  sales  manager  of 
R.  E.  T.  Pringle.  Ltd..  with  an  office  at  tOl  New  Birks  Bldg. 

Mr..R.  H.  Balfour,  sales  manager  of  the  Eugene  F.  Phil- 
lips Electrical  Works.  Limited,  Montreal,  has  been  elected  a 
director  of  the  company.  The  capital  of  the  company  has 
been  increased  to  $4,000,000.  and  a  new  charter,  with  more 
extensive  p'owers,  obtained. 

Mr.  W.  J.  Wilkinson,  fdimerly  manager  nf  the  Northern 
System  of  the  (  )ntario  Hydro  Commission,  with  headquarters 
at  North  Bay,  has  resigned  to  accei>(  a  position  as  manager 
of  the  North  Bay  Toy  Company.  II  D.  ivothwell,  one  of 
liie  (.'oinmission's  engineers  employed  in  llie  .Vluiiici])al  Hi' 
partnunl,  succeeds  Mr.  WilkinsofC. 
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Transmission  Line 

 gy  Ljgyj   g  rp   driver.  B.Sc, 

I  Xcvcr  iliil  a  uinro  uri^ciu  (K-inaml  rxisl  for  clieai)  ami 
l)lcntiful  electrical  (.■lU'r^^)-  llian  at  tlic  presciU  lime.  Tlu- 
niamifactiirc  ot  inunitions  nf  war,  llu-  iirddnclii  ni  of  nitr<>L;(.'n 
CDDipouiuls  lor  explosives  aiul  I'or  stiimilatiiiL;  natural  food 
resources  and  the  couser\-ation  of  fuel  all  call  for  electricity 
chcai)iy  s^euerated  ar.d  Iransuiitted  most  el'l'iciently  and  econ- 
omically from  tile  falls  to  the  factory.  In  this  connection 
we  have  arranged  for  a  series  of  articles  on  tlie  economics  of 
transmission.  o\  wliicli  the  present  and  hrst  (me  deals  with 
conductors. —  Editor  | . 

.-KKTlCLh:  1.— CONDL  t  TC  )RS 
.\lthou,L;h  wires  or  cables  of  cupiier  m-  aluminium  con- 
stitute hy  lar  the  mainrit>'  of  the  conductors  in  use  for  trans- 
mission line  work,  the  last  lew  years  have  seen  the  intro- 
duction ot  certain  conductiuL;  materials  of  greater  diversity 
and  better  adapted  for  s]]ecial  conditions.  .  It  will  l)e  of  in- 
terest as  an  introduction  to  a  series  of  articles  on  transmis- 
sion line  en.nineeriny  to  consider,  side  l)y  side,  all  the  vari- 
ous materials  in  use  at  the  present  time  as  conductors.  These 
niaj'  be  divided  into  three  groups:  (a)  Sim])le  materials;  (b) 
compound  materials,  and  (c)  alloys.  In  class  (a)  are  copper, 
aluminium  and  steel  (steel  is,  properly  speakin.c;-,  an  alloy, 
but  it  is  more  convenient  in  the  present  connection  to  con- 
sider it  as  a  simple  metal).  Class  (h)  comprises  copper-clad 
steel,  hemp  core  copper  and  aluminium-steel,  and  class  (c) 
includes  the  li.ylit  aluminium  alloys  and  bronze.  It  is  most 
lo.uical  to  compare  these  different  cables  on  the  basis  of  con- 
ductance: as  a  rule  the  losses  in  the  line  are  the  determining 
factor  and  a  wire  or  cable  of  a  certain  definite  number  of 
ohms  per  mile  is  the  starting  point  in  the  comparison.  Cop- 
i>er  has  been  assumed  as  the  -standard  conductor  and  the 
other  materials  lined  up  with  it, 
c 

Copper 

The  oldest  and  still  the  most  important  material  in  use 
as  a  conductor  needs  little  introduction.  The  manufacture 
of  copper  wire  or  cable  for  transmission  line  work  may  be 
outlined  briefly  as  follows;  Electrolj'tically  refined  metal  of 
per  cent.  ])urity  is  received  b)'  the  mills  in  the  form 
of  cast  billets  wei.g'hin.g  around  3.)0  pounds  each  and  being 
about  ei.ght  inches  square  in  section.  The  shape  of  the 
wire  bars  is  practically  a  square  prism  with  rounded  corners 
and  slightly  convex  sides  to  enable  the  breaking  down  rolls 
to  take  a  firm  pinch.  Rolling  takes  place  whilst  the-  bars 
are  hot  from  the  re-heating  furnace  and  the  maximum  amount 
of  work  is  put  upon  the  metal  with  a  view  to  securing  wire 
of  high  physical  quality.  The  -ection  of  the  rods  during  the 
runnin.g-down  . changes  from  si|uare  to  diamond,  then  to  an 
oval,  round  and  oval  successively  so  that  the  interior  fibres 
of  the  metal  are  thorou,ghly  worked.  This  procedure,  to- 
gether with  a  reasonably  large  numl)er  of  passes,  secures 
the  utmost  stren.gth  and  elasticity  possible  to  attain.  When 
the  rods  are  rolled  down  to  .37.5  or  slightly  smaller  they 
will  be  nearly  one  thousand  feet  lon.g  and  they  are  then 
coiled  and  sent  on  to  the  wire-mill,  bein.g  first  iiicklcd  and 
tumbled  to  remove  the  scale,  after  which  further  reductions 
are  made  upon  the  wire-blocks.  Drawing  copi)er  wire  usually 
takes  the  form  of  one  pass  for  each  number  on  the-B&.S  scale 
so  that  wire  of  10  B&S  will  probabl>-  take  twelve  passes 
from  the  rod,  .-Vfter  every  half-dozen  or  so  passes  it  will 
lie  necessary  to  anneal  the'  wire,  and  if  the  product  is  re- 
(|uired  to  he  soft  it  will  be  annealed  within  (uie  or  two 
passes  of  the  finishing  block'.  It  i.<i  now  general  to  anne.tl 
copper  and  other  metals  in  a  water-seal  muffle.    In  this  pro- 
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cess  the  coils  of  wire  on  a  belt  conveyor  travel  through  a 
water  trap  when  entering  and  leaving  the  heating  chamber. 
Air  is  therefo  re  excluded  and  no  scale  is  formed  on  the  metal- 
Hard  drawn  copper  wire  of  the  quality  requisite  for  trans- 
niission  work  having  a  tensile  strength  of  50.000  to  (10,000 
lbs,  per  square  inch  generally  has  several  high  speed  finish- 
ing passes  after  the  last  anneal.  After  finishing  it  is  laid 
up  in  a  strander  to  7.  19,  :i7  or.  for  exceptionally  large  sizes, 
(il  wire  cables,  is  reeled,  and  is  then  ready  for  test  and 
acceptance. 

Aluminium 

The  foregoing  processes  apply  not  only  to  the  manu- 
facture of  copper  cables,  but  also  with  slight  modifications 
to  wires  of  aluminium  and  all  other  metals.  Aluminium  is 
not  produced  in  a  smelter  and  electrolytically  refined  like 
copper,  but  is  actually  reduced  by  an  electrolytic  process. 
The  metal  blocks  are  then  graded  and  those  showing  over 
;i!i.4  per  cent,  purity  are  reserved  for  electrical  work.  They 
are  cast  into  wire  bars  of  precisely  the  same  shape  as 
copper,  l)ut  owing  to  the  lower  density  of  aluminium  the 
bars  of  the  same  size  are  somewhat  less  than  one-third  the 
weight  of  copper.  Ninety  pounds  is  a  standard  aluminium 
wire  billet.  'The  billets  are  rolled  down  when  hot  hy  the 
two-stage  process,  as  described  for  copper,  and  where  ma- 
terial of  extremely  high  tensile  strength  is  required  the 
hnishmg  pass  is  sometimes  given  when  the  rod  is  practically 
cold  at  very  high  speed.  This  sometimes  leads  to  trouble 
on  the  wire  blocks,  h-owever.  and  it  is  better  that  the  rods 
should  be  as  soft  as  possible  when  they  reach  the  wire  mill 
and  that  extra  high  strength  be  attained  by  extra  passes. 
Rods  of  ..500  and  .:;75  are  passed  direct  from  the  rolls  to  the 
wire-blocks,  there  being  no  scale  to  remove  hy  pickling  or 
tumbling.  Moreover,  the  wire  can  be  reduced  three  times  as 
many  passes  as  copper  between  anneals.  However,  the  hulk 
l)er  ].)ound  is  more  than  three  times  as  great  as  copper  so 
that  the  costs  of  manufacture  per  pound  are  slightly  higher 
for  aluminium.  The  tensile  strength  and  conductivity  can 
be  varied,  and  as  with  copjjer.  the  softer  the  wire  the  higher 
w  ill  lie  its  conductance.  The  best  compromise  is  reached  with 
metal  of  (ill  per  cent,  the  conductance  of  soft  copper;  higher 
values  than  this  can  only  be  attained  at  the  cost  of  tensile 
strength. 

Steel 

The  occasional  use  of  a  ferrous  metal  for  transmission 
lines  has  been  dictated  for  two  entirely  different  reasons.  In 
general  it  has  been  found  undesirable  to  use  copper  or  al- 
uminium on  spans  greater  than  about  3.000  feet  in  length; 
to  secure  a  reasonably  small  sag.  wires  of  high  tensile  plow- 
steel  are  strung  on  such  crossings.  In  this  case  the  dis- 
tance run  by  the  steel  conductors  is  so  short  compared  with 
the  total  length  of  the  line  that  the  reactance  of  the  steel 
is  ne.gligible.  On  the  other  hand,  iron  and  steel  wires  have 
been  employed  in  recent  years  for  purely  economic  reasons, 
and  ill  some  countries  because  of  the  scarcity  of  copper.  In 
this  latter  circumstance  the  reactance  of  the  steel  has  natur- 
ally been  a  most  troublesome  factor  to  take  care  of.  Many 
small  branch  distributing  lines  are  being  operated  in  .\merica 
with  steel  wires.  In  these  cases  the  resistance  of  the  smallest 
practicable  copper  wire  would  be  much  lower  than  neces- 
sary and  iron  or  steel  wire  of  the  same  size  carries  the 
load  quite  satisfactorily  without  excessive  voltage  drop. 
The  chiet  disadvantage  of  the  ferrous  material,  aocordinc 
lo  recent  rei)ort.s.  appears  to  be  deterioration. 

The  increased  resistance  of  steel  wires  is  due  lo  .i  mini- 
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,cr  of  factors,  thf  most  imp'-rtaiit  of  which  is  the  skm 
ffcct  The  magnetic  field  in  the  conductor  confines  the 
■urrent  to  the  outer  layers  and  the  effect  is  more  accentuated 
he  hioher  the  permeahility  of  the  steel.  This  high  current 
lensity  near  the  surface  results  in  a  high  temperature  rise 
md  still  greater  ohmic  resistance.  It  has  been  tound  that 
-astly  improved  characteristics  result  from  the  use  of  an 
,uter  skin  drawn  or  laid  over  the  steel  conductor;  such 
ayer  need  not  necessarily  be  of  copper,  but  it  should  be 
.  non-magnetic  metal.  This  envelope  will  carry  the  current 
which  is  forced  into  the  outer  layers  by  the  magnetic  effect 
in  the  core,  but  its  use  l)rings  the  cable  into  the  class  of 
composite  materials. 

Copper-Clad  Steel 

Since  the  physical  constants  of  coi.per  and  aluminium 
do  not  permit  of  these  metals  being  sirung  upon  the  longest 
spans  without  the  use  of  very  hv^h  lowers,  and  since  the 
electrical  properties  of  steel  are  still  more  unsatisfactory, 
there  is  reason  to  believe  that  future  transmission  lines  will 
be  very  largely  strung  with  composite  conductors.  Copper- 
clad  steel  was  the  first  of  these  to  attain  any  extended  use. 
The  conductor  consists  of  a  central  core  of  steel  surrounded 
by  an  annular  jacket  of  copper.  The  method  of  manufacture 
involves  casting  or  driving  the  copper  jacket  ar..und  the 
steel  in  the  wirebar  stage,  all  subsequent  operaii-iis  being 
made  upon  the  compound  material.  It  is  claimed  that  the 
copper  is  actually  welded  to  the  steel,  forming  an  alloy  at 
the  junction  of  the  two.  CoppeV-clad  is  not.  nor  is  it 
claimed,  to  be.  an  economical  competitor  of  copper  for  long 
distance  transmission  because  for  a  given  conductance  it  is 
necessarily  mor-c  expensive  by  the  cost  of  the  steel  and  the 


and  these  figures  therefore  represent  tht  percentage  ot  cop- 
per in  the  total  cross  section  of  the  wire.  For  nearly  every 
class  of  electrical  work  the  W  per  cent,  grade  is  specified, 
its  resistance  and  reactance  being  lower  than  the  30  pei 
cent,  class,  whilst  the  mechanical  characteristics  are  very 
high. 

Hemp-Core  Copper 

This  need  hardlv  be  considered  as  a  special   type  of 
conductor  because  it  involves  merely  the  substitution  of  a 
hemp  strand  for  the  middle  wire  of  a  seven  strand  cable. 
There  will  thus  be  only  six  wires  carrying  current,  and  the 
cal)le  is  ^r,  ,,er  cent,  greater  in  gross  cross  section  than  the 
equivaUnl  s.ven  .traiul  copper.    The  hemp  core  will  elongate 
to  any   reas.mable  amount  and  the  load  is  earned  wholly 
by  the  outer   wires.     However,  the  hemp  is  inelastic  to  a 
certain  extent,  and  does  not  contract  to  the  same  degree  as 
it  elongates:  in  certain  instances  deterioration  of  the  core 
has  led  to  distortion  of  the  cable.    One  reason  sometimes 
adduced   for   the   use   of   hemp-core   copper "  on   very  high 
voltage  installations  is  that  the  increased  diameter  ot  the 
cable  increases  the  eft"ective  disruptive  voltage  and  reduces 
the  liability  of  corona;  on  the  other  hand.^  deterioration  ot 
the  hemp  causes  small  nodules  to  project  between  the  wires, 
and  these  have  licen  found  actually  to  act  as  discharge  points 
for  corona.     Tn  general  it  has  been  found  that  a  superior 
form   of   conductor   has   been    produced   by    discarding  the 
hemp  core  and  using  instead  a  middle  wire  of  medium  drawn 
copper  which  is  sufficiently  annealed  to  elon.gatc  and  transfer 
the   stress   to   the  outer  envelope. 

It  should  be  mentioned  that  hemp  or  annealed  cores  are 
only  used  with  seven  wire  cable.     Where  a  larger  number 
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These  figures  refer  to  wires  from  No.  6  to  No.  14  B&S,  Temp.  20«  C. 


operations  involved.  Moreover,  the  metho<l  of  manulacture 
requires  that  the  percentage  of  steel  to  the  total  area  shall 
be  large  and  for  this  reason  the  reactance  will  be  undesir- 
ably high.  However,  this  is  partly  balanced  l)y  the  fact  that 
due  to  the  higiier  tenacity  ami  the  smaller  sags  the  wires 
could  be  more,  closely  spaced. 

■i'wo  'n-ades  of  copper  clad  steel  are  commonly  used, 
known  as  and  10  per  cent.,  these  figures  being  the  con- 
.luclance  as  related  lo  annealed  copper  of  the  same  si/.e. 
il   is  usual   lo  neglect   the  steel   in   conductance  calcula'tions 


of  strands  is  employed  no  such  large  proi)orlion  ot  the 
tension-  comes  upon  the  middle  wire  ami  all  the  strands 
can  be  of  exactly  the  same   material  and  iem])ei;. 

Aluminium-Steel 

Following  oil  the  introduction  of  ct)pper-clad  wire,  the 
atteiniit  was  made  to  cast  an  aluminium  jacket  around  a  steel 
billet  in  the  same  manner.  fhe  ^  experiment  was  not  suc- 
cessful because  of  the  great  (lisi)arity  between  the  melting 
points  of  the  two  metals;  however,  the  problem  was  solved 
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hy  a  more  siini)lo  (lo\-icc.  It  was  found  to  be  not  only  prac- 
lical>k'  Init  entirely  satisl'aetory  if  the  indixidual  alnminiuni 
wires  were  laid  up  around  a  steel  core  in  an  ordinary  strand- 
ing machine.  The  steel  wires  are  generally  doitble  gal- 
vanized and  as  there  is  little  difference  l>etween  the  electro- 
l>ositive  properties  of  aluminium  and  zinc  there  is  little  or 
no  opportunity  of  electrolysis  as  long  as  the  .galvanizing  is 
intact.  It  is  not  absolutely  necessary,  but  it  is  usual  for  the 
ordinary  stranding  scheme  to  be  carried  out;  that  is,  in  a  seven 
wire  cable  the  middle  one  will  be  of  steel  (sometimes  seven 
small  steel  wires  having  the  same  total  area)  and  the  outer 
six  of  aluminium.  Tn  a  thirty-seven  or  sixty-one  wire  cab'e 
the  centre  seven  will  be  of  steel.    The  ratio  of  steel  to  alum- 


without  regard   to  conductance.     No  advantage  would  bcj 
gained  by  stringing  long  transmission  lines  in  bronze  be- 
cause 50  per  cent,  conductance  would  call  for  an  increase  oi 
100  per  cent,  in  weight,  which  would  only  just  be  balance' 
l)y  the  100  per  cent,   increase  in  tensile  strength.  More-« 
over,  there  is  always  a  certain  risk  of  crystallization  in  usi 
alloys  on  long  spans,  with  their  inevitable  oscillations, 
it  is  unlikely  that  even  in  Europe  will  any  further  install; 
tions  be  strung  with  alloys  of  this  nature. 

All  the  various  conductors  available  for  transmission  have 
Ijeen  briefly  summarized  above,  and  in  Table  I.  will  be  found 
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Fig.  1— Comparison  of  different  transmission  conducforF,4  0  equivalent 

inium,  therefore,  is  not  always  the  same,  and  the  properties 
of  the  compound  conductor  have  to  be  calculated  for  the 
particular  ratio  in  use. 

Aluminium  Alloys 

The  maximum  tensile  strength  of  hard  drawn  copper 
wires  as  ordinarily  used  for  transmission  work  is  60.000  lbs. 
per  square  inch,  whilst  that  of  aluminium  in  the  pure  .state 
is  about  30,000  lbs.  When  alloyed  with  a  small  percentage 
of  copper  or  nickel  the  tenacity  of  aluminium  can  be  in- 
creased by  fifty  per  cent.,  and  this  has  seemed  to  represent 
a  more  satisfactory  solution  of  the  problem  of  stringing  long 
spans  than  the  use  of  pure  aluminium.  .\  special  alloy  used 
for  long  span  transmission  work  in  Norway  had  the  com- 
position Al,  97.35,  Cu.  1.85.  The  tensile  strength  of  this 
wire  is  42,000  lbs.  per  square  inch  and  the  elongation  5  per 
cent,  on  2  inches.  However,  certain  grave  disadvantages  at- 
tend the  use  of  this  material.  Very  simple  tests  have  shown 
that  destructive  corrosion  takes  place  under  ordinary  atmos- 
pheric influences.  In  addition  to  this  the  conductance  is  only 
50  per  cent,  that  of  soft  copper,  whereas  pure  aluminium 
gives  60  per  cent.;  in  other  words,  the  alloy  wires  must  be 
30  per  cent,  larger  and,  due  to  its  greater  density,  prob- 
ably 35  per  cent,  heavier  than  the  equivalent  pure  metal. 
In  its  advantages  it  is  on  a  par  with  aluminium-steel,  but  it 
will  be  more  costly  and  more  liable  to  give  corrosion  troubles. 

Bronze 

This  metal  has  attained  little  vogue  in  America,  but  is 
employed  to  some  extent  in  Europe,  particularly  for  river 
crossing  spans,  there  being  a  certain  amount  of  prejudice 
against  the  use  of  steel  wires  in  this  connection.  The  per- 
missible-tension may  be  considerat)ly  higher  than  is  the 
case  with  copper,  dependin.g  upon  the  percentagV  of  phos- 
phor and  silicon.  The  material  generally  iim  iI  has  a  tensile 
strength  of  from  70,000  to  110.000  11)-  ]ki  square  inch,  the 
cf)nductance  is  generally  less  than  half  thai  of  pure  copper, 
however.  Obviously  this  alloy  is  restricted  in  its  use  to  such 
circumstances  as  call  for  tensile  strength  of  a  high  order 
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the  properties,  corrected  from  the  most  authentic  sources, 
of  all  those  whose  characteristics  are  reasonably  satisfac- 
tory in  the  light  of  our  present  knowledge  of  the  subject. 
Nothing  can  show  more  clearly  the  relative  advantages  and 
disadvantages  of  the  various  conductors  than  a  comparison 
of  their  properties  in  the  table.  It  would  appear  that  the 
simple  materials,  copper  and  aluminium  offer  the  best  ad- 
vantages from  the  electrical  standpoint,  but  that  the  com- 
pound conductors,  copper  clad  and  aluminium  steel  give 
the  best  compromise  between  electrical  and  physical  pro- 
perties. The  full  value  of  high  tenacity  conductors  is  not 
seen  until  the  problem  of  sags  and  heights  of  tower  arc 
considered.  In  Fig.  1  are  shown  four  entirely  different 
types  of  conductor,  all  equivalent  to  4/0  copper;  their  sizes 
and  other  properties  are  therefore  all  compared  on  the  basis 
of  equal  conductance. 

The  second  article  of  this  series  will  appear  in  our  issue 
of  February  1.  and  will  deal  with  "Sag  and  Span  Problems." 
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Cars  for  the  Sandwich,  Windsor  &  Am- 
herstburg  Railway  System 


\  niunhcT  of  cars  with  Kuhlnum  standard  steel-trame 
odies  •■Renitent"  post  constnuMmn  and  plain  arched  root, 
nd  arranged  for  single-end  operate. n,  have  lately  been  placed 
T  service  on  the  lines  of  the  Sandwich,  Windsor  &  Aniherst- 
urg  Railway  Company,  of  Windsor,  Ont. 

As  will  be  seen  by  the  floor  plan,  the  cars  are  for  single- 
nd  operation,  and  have  a  smoking  compartment  at  the  for- 
ward end.  The  total  seating  capacity  is  46,  ten  bemg  ac- 
ommodated  by  longitudinal  seats  in  the  smokmg  compart- 
nent. 

The  end  frame  is  made  up  of  .>  l)y  :!  by  ."VlG-in.  angle  side 
;ills  open  box  type  end  sills  made  of  No.  12  United  States 
^auge  steel,  approximately  13  inches  m  width,  having  flanges 
urned  on  the  bottom  and  riveted  to  the  side  sills;  the  cross- 
nos  consist  of  3-inch  I-beams  attached  to  the  bottom  flange 
if'the  side  sills;  the  bolsters  are  of  the  built-up  open-truss 
^orm.  The  platform  framing  consists  of  T  by  3^^  by  ^/$-m. 
in"ie  outside  knees  and  drawbar  sills  of  5  by  4  by  >^-in.  angle; 
.he" latter  extended  from  the  face  of  the  bumper  to  the  end  sill. 

The  entire  side  of  the  cars,  together  with  the  side  sill 
angle  forms  a  girder  which  transmits  the  entire  load  to 
bolsters.  An  angle  top-plate  of  :>,  by  3  by  %  in.  and  a  plate-  « 
rail  of  pressed  shape  are  secured  to  3  by  l/^-mch  posts. 
Side  plates  of  3/33-inch  steel  are  applied  in  three  sections 
to  a  side.    The  letterrpanel  plate  is  of  ^^Anch  pressed  steel. 

The  roof  is  of  the  plain  arch  type  and  of  the  form^known 
as  the  Kuhlman  "true  radius"  pattern.  The  roof  frame  con- 
sists of  angle  top-plates  with  the  horizontal  leg  turned  m, 
steel  carlines  with  a  foot  forged  at  each  end  for  riveting  to 
the  vertical  leg  of  the  top-plate. 

Open  bulkheads  forming  an  arch  at  each  end  of  the  car 
have  pipe  stanchions  and  railings  which  serve  as  .grab  handles. 
These  l)ulkheads,  and  other  parts  covered  with  wood,  are 
finished  in  quarter-sawed  white  oak.  The  headlinings  are  ot 
composition  material  and  the  side  and  end  wainscoting  is 
of  sheet  steel.  A  partition  of  quarter-sawed  white  oak  sep- 
arates the  smoking  compartment  from  the  main  compart- 
ment and  is  fitted  with  a  swinging  door.  Both  sides  of  the 
partition  and  the  door  are  glazed  in  the  upper  parts.  A 


Mnaber  partilion.  w,th  <iuor  placed  diagonally.  Inrm>  the 
mntorman's  cab  on  the  front  platform. 

The  w;ndow  posts  are  of  the  Brill  •■Renitent  type  vv-ith 
spring  brass  casings.  a\i  the  side  window  sashes,  with  the 
exception  of  one  at  the  centre  which  is  fitted  with  a  des- 
tination sign,  are  arranged  to  raise  their  full  height  and  have 
wire  screen  guards  attached  to  the  bottom  rail  of  the  sashes, 
which  guards  are  concealed  in  pockets  in  the  side  walls  when 
the  sashes  are  in  the  lowered  position.  The  upper  sashes 
are  stationary  and  are  framed  in  a  contmuous  piece.  Brill 


Interior  new  S.  W.  &  A.  cars, 
stationary-back  seats  upholstered  with   canvas-lined  woven 
rattan,  are  employed  in  the  main  compartment,  and  longi- 
tudinal seats  of  the  same  manufacture  are  used  in  the  smok- 
ing compartment  and  at  the  rear  of  the  main  compartment. 

^  At  the  front  end  the  door  of  the  sliding  type,  operates 
in  unison  with  the  folding  step,  and  is  controlled  by  man- 
ually operated  devices  from  the  motorman's  position.  The 
rear  doors  are  of  - the  double  two-leaf  folding  type,  hinged 
to  fold  at  each  side  of  the  door  opening,  and  operated  by  a 
pneumatic  device  from  any  point  in  the  car,  or  from  either 
platform. 

The  cars  are  mounted  on  Brill  51-El  trucks  with  wheel 
base  of  4  ft.  6  ins.  and  33-in.  wheels.  These  trucks  have 
Brill  solid  forged  side  frames. 
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Steel  construction,  designed 
for  single  end  operation  on 
Sandwich,  Windsor  &  Am- 
herstburg  Railway  System. 
Total  seating  capacity  46.  For 
city  and  suburban  service. 
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The  Ontario  Hydro  Issues  Amendments  to  Their 
Rules  and  Regulations— Will  Standardize 
660  Volt  Key  Sockets 

W  c  reproduce  a  ci>\>y  ..f  aiiuMidnu-nts  recently  ap- 

pro\  e(l  liy  Order  in  t  duncil,  \n  ilie  P^mrth  Edition  of  the 
l-lules  anil  Rctiulation>  of  llie  H  x'dro-electric  Power  Coni- 
niission  of  Ontario,  It  is  intevestin,L;  to  note  that  the  Com- 
mission lias  ruled  that  the  wnvd  "approved,"  when  used  in 
connection  wij^i  compensators,  is  interpreted  to  niean  that 
ihe\  must  l)e  provided  with  "no-xoltage  release."  The  Com- 
mission has  also  instructed  the  Inspection  Department  to 
take  steps  to  standardize  (ifiO-volt  key  sockets  as  quickly  as 
may  he  possible. 

The  following  amendments  of  the  Rules  and  Re.gulations, 
Fourth  Edition,  have  lieen  made  and  approved  by  Order-in- 
C'ouncil : 

Clause  fe),  Pa.ge  xii,  Preface: 

e.  Electrical  contractors,  wiremen  or  other  persons  about 
to  carry  out  any  installation  work  must  notify  the  Commis- 
sion. The  notice  must  be  in  writing  on  the  form  provided 
for  the  purpose  by  the  Commission  and  must  be  accompanied 
by  the  amount  of  the  fees  in  accordance  with  the  "Schedule 
of  Fees"  published  herein. 

Add  a  new  rule  h.  on  P-age  xii  of  the  Preface  to  read  as 
follows: 

h.  No  new  installation,  alterations  or  additions  shall  be 
connected  to  any  service  or  other  source  of  electrical  energy 
to  any  service  or  other  source  of  electrical  energy  by  any 
supply  authority,  an  owner  of  premises  or  by  any  other  firm 
or  person  until  the  work  has  been  duly  inspected  and  a  cer- 
tificate issued  authorizing  the  supply  of_  electrical  energy. 
Change  first  rule  on  page  xiii  of  the  Preface  from  rule  h.  to 
rule  i. 

Page  18.    A,C.  Motors. 

Commencing  at  the  semicolon  on  the  4th  line  of  the  first 
])aragraph  under  this  heading  and  going  down  to  the 
words  "starting  position"  at  the  end  of  the  sentence, 
rewrite,  as  follows: 
"Where  it  is  necessary  to  fuse  the  circuit  beyond  this 
limit  and  in  sizes  up  to  and  not  including      li.p.  they  must 
he  started  with  an  approved  form  of  double-throw  switch 
(unless  some  different  but  equivalent  device  be  used)  plainly 
indicating  the  starting  and  running  sides  and  so  constructed 
that  a  switch  cannrjt  lie  thrown  on  to  the  running  side  with- 
out first  being  put  on  the  starting  side,  and  so  that  it  cannot 
be  accidentally  left  in  the  starting  position." 
Add  a  new  paragraph   under  rule  f..   Page  26,   to   read  as 
follows : 

Fuse  holders  must  not  be  filled  with  other  than  approved 
fuses  of  the  proper  carrying  capacity  or  must  not  be  bridged 
with  wire  or  other  objectionable  material. 
I 'age  r,^. 

Replace  the  2nd  paragraph  of  the  explanatory  note  tinder 
rule  fa)  with  the  followin.g: 
"E.xcept  where  permission  has  been  granted  to  the  con- 
trary, the  arrangement  of  cutovit  and  switch  must  be  such 
that  the  service  wires  first  enter  the  latter." 


In  Rule  (g).  Page  54.  strike  out  theWords  "not  less  than 
■'q  in.  internal  diameter  and  must  be,"  and  add  the  fol- 
lowin.g as  an  explanatorj'  note: 

"Owners  and  others  are  strongly  urged  to  call  for  not 
less  than  %  in.  service  pipe  so  that  larger  service  wires  may 
readily  be  drawn  in  at  some  future  time  should  the  introduc- 
tion of  electric  ranges  or  other  apparatus  necessitate  the  pro- 
vision of  such  larger  wires." 
Add  the  following  note  to  Rule  (i).  Page  7;-i: 

"Special  permission  ma}'  be  given  for  the  use  of  var- 
nished camliric  insulation  in  dr\'  or  other  suitable  locations." 
.\mend  Rule  ic).  Pa.ge  76.  by  striking  ont  the  period  at  the 
^  end  of  the  rule  and  adding  the  following  words: 

"Or  approved  double-braided,  rubber-covered  conductors 
may,  in  certain  permanently  dry  locations  be  used  in  con- 
duit, under  special  permit  in  writing  from  the  Commission." 
Take  out  the  wdiole  of  Rule   <b).  Sections  1.  2  and  ?>.  on 
Pages  ST  and  88.  and  replace  it  with  the  following: 

"The  supply  for  electric  emergency  lights  must  be  taken 
either  from  a  source  separate  from  that  furnishing  other  elec- 
tric service  in  the  building,  or  else  it  m.ust  be  taken  from  a 
point  on  the  generator  side  of  the  main  cutouts  or  circuit 
bieakers,  used  for  other  purposes  of  supply  from  the  same 
source." 

^Vhere  electric  emergency  lights  are  used,  it  is  desirable 
that  the^e  be  fed  from  a  source  of  supply  entirely  separate 
from  that  used  for  other  purposes. 

.Such  a  source  may  be'  outside  or  it  may  be  a  generating 
plant  or  storage  l^attery  inside  the  building. 

If  a  separate  source  be  not  available  then  the  supply  for 
electric  emergency  lights  must  be  taken  from  the  generator 
side  of  the  main  service  cutouts. 

In  ever\-  case  emergency  lighting  circuits  must  be  pro- 
vided with  their  own  cutouts. 

.Under  no  circumstances  must  emergency  lighting  circuits 
lie  used  to  supply  . current  to  anything  but  the  "emergency 
lights." 

By  "Emergency  Lights"  is  meant  exit  lights,  and  all  lights 
in  lobliies.  stairways,  corridors  and  other  portions  of  a  the- 
atre to  which  the  public  has  access,  which  are  normally  kept 
lighted  during  a  performance. 
Replace  Rule  (e\  Page  8S.  with  the  following: 

"Must  be  of  the  dead-front  type  and  made  of  incombust- 
ible, non-absorptive  insulating  material.  Plans  of  each  board 
are  to  be  approved  before  installation." 

The  whcde  section  under  the  caption  of  "Moving  Picture 
l\(|uipnKnts"  is  stricken  out  and  the  following  clauses 
inserted  under  a  new  caption.  "Moving  Picture  Booths." 
w.  1.  Conductors  to  moving  picture  machines  must  in  no 

case  be  less  than  No.  6,  B.  &  S.  gauge  copper  wire. 

2.  The  location  and  approval  of  rheostats  to  be  under  the 
control  of  the  Inspector  of  Moving  Picture  Theatres,  but  all 
wiring  and  installation  rules  in  connection  therewith'  to  be 
under  the  Hydro-electric  Power  Commission  Inspection  De- 
partment. 

3.  Cutouts  and  switches  inside  the  booth  must  be  of  an 
approved  type  and  so  designed  and  installed  as  to  eliminate 
possibility  of  shock  or  danger  from  fire. 

4.  All  lamp  cord  to  be  approved  reinforced  cord  and  pro- 
vided with  wire  guards  and  weatherproof  sockets. 

5.  No  open  wiring  will  be  permitted  except  leads  to 
lamps  and  apparatus. 
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6.  *A11  other  details  of  electrical  construction  must  con- 
form to  such  rules  as  apply. 
After  KuU-  (<-•),  Ui:.'.  m  nad  as  fnll<.ws: 

"Wires  may  enter  buildings  through  incombustible,  non- 
absorptive,  insulatiiTg  bushings  sloping  upwards  from  the 
outside  or  through  conduit  as  required  for  electric  hght  ser- 
vice (see  Rule  (g),  Page  54)." 

After  Rule  (h).  Section  :;.  I'a.ye  U-M,  to  read  as  follows: 

'  "Ground  connections  must  be  at  the  transformers  and 
must  also  be  made  at  individual  services  inside  buildings 
when  required  by  the  Commission.  . 

"When  transformers  feed  systems  having  a  neutral  wire, 
such  wire  must  also  be  grounded  at  least  every  500  feet. 


New  Code  Rule  will  Require  Polarized  Wiring 

At  the  recent  meeting  of  the  Electrical  Coniniittee  ol  the 
National  Fire  Protection  Association  for  revision  for  the 
next  edition  of  the  National  Electrical  C  ode,  it  was  voted  to 
chan.ne  Rule  3()a  as  follows: 

"The  neutral  conductor  of  all  three-wire  circuits  and  (Uie 
conductor  on  all  tw.vwire  circuits  must  have  an  identifying- 
insulating-  covering  readily  distiugu!>hing  it  from  other  wires. 
This  wire  must  he  run  without  transposition  throughout  the 
entire  installation  and  properly  connected  at  all  fittings  to 
properly  identified  terminals  in  order  to  preserve  its  con- 
tinuity.' When  one  of  the  circuit  wires  is  to  be  grounded, 
the  ground  connection  must  he  made  to  this  identified  wire 
and  as  prescribed  in  Rule  1.")  and  l.")A." 

This  rule  will  appear  in  the  new  edition  of  the  Code,  to 
be  known  as  the  IDls  edition,  and  does  not  become  effective 
until  January  E,  1919.  .-Ml  fittings  having  wire  terminals, 
such  as  sockets,  receptacles,  cut-out  bases,  attachment  plugs, 
etc.,  must  have  some  identifying  mark  to  enable  them  to 
he  easilv  connected  with  the  proper  terminal.  Therefore, 
the  organization  known  as  the  Associated  Manufacturers  of 
l-lectrical  Supplies  has  submitted  the  matter  to  members  of 
all  of  its  sections  covering  the  devices  afTected,  asking  that 
proper  committee^  be  appointed  to  consider  the  matter  and 
report  results  at  as  early  a  date  as  possible,  in  order  that 
they  may  be  fully  prepared  for  the  new  order  of  rules  when 
in  effect  January  1,  1919. 


$100  V'CTOBY  BOND  FREE 

Make  it  An  ELECTRIC 
GIFT  and  Get  This 
COUPON 

S    .  WHY? 


*      VICTORY  BOND  TICKET 
Telephone  City  Electrical  Chib 
SlOO  Victory  Bond  FREE  ^ 
9S.OO  CASH  PURCHASE 


Contractors  Co-operate  and  Succeed 

An  excellent  example  of  the  fruits  of  co-operation  is 
shown  ia  the  splendid  Christmas  advertisements  of  the  Tele- 
phone City  Electric  Clul),  one  of  which  is  reproduced  here- 
with. This  was  a  full-page  spread  in  the  Brantford  Courier 
and.  occupying  such  prominent  space,  would  naturally  attract 
the  attention  of  every  reader  of  this  paper.  It  is  one  of  the 
l)cst  possible  examples  of  what  unified  action  among  elec- 
trical dealers  might  accomplish.  By  such  an  arrangement 
the  central  idea  is  "electrical"  gifts  instead  of  any  particular 
firm's  name,  which  would  necessarily  be  the  case  with  mdi- 
vidual  announcements. 

The  fact  of  the  matter  seems  to  be  that,  until  the  elec- 
trical industry  becomes  more  firmly  established  in  the  minds 
of  the  average  citizen  as  an  economical  essential  rather  than 
an  expensive  luxury,  we  should  all  concentrate  our  efforts  m 
educating  the  public  to  think  electrically.  This  will  requa-e 
quite  a  good  deal  of  newspa,.er  space  and  no  little  shouting 
—but  if  we  go  oul  and  shout  one  at  a  time  there  is  much 
less  likelihood  of  Joeing  heard  above  the  noise  of  our  com- 
petition in  ,.ther  lines  of  trade  than  if  we  all  shout  together 
and  make  a  real  noise.  This  may  not  he  necessary  in  an  es- 
tablished industry,  hut,  as  yet,  it  is  very  necessary  m  the 
"'electrical  retail  business.  In  the  older  industries-  it  must 
be  remembered  that  this  work  of  education  has  been  going 
on  for  a  long  time,  hut  even  now  is  being  continued  by  the 
larger  interesns  in  the  trade  who  have  accumulated  the  neces- 
sary fnn<ls  to  act  independently:  the  little  fellows,  of  course. 


Make  H  an  ELECTRIC  GIFT 
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1  Deal  With  REAL  Electric  Dealers 

Telephone  City  Electrical  Club 

T.  J.  Minnes  &  Co. 
A.  C.  McLean 

Reproduction  of  full  page  advcitistmt nt. 
profit  at  the  big  fellows'  expense.  But  in  the  electrical  retail 
industry  the  big  fellows  either  h;ive  not  yet  come  into  exist- 
ence or  they  have  failed  to  accei)t  then-  responsibilities  of 
advertising  for  the  whole  trade  and  so  it  falls  on  the  rank 
and  file.  Since  these  are  not  strong  enough  individually  to 
make  the  big  noise,  it  follows  that  they  must  act  collectively, 
and  this  just  brings  us  back  to  what  the  Brantford  dealers 
have  been  doing  for  some  time.  There  are  only  six  of  them 
and  even  if  every  one  were,  individually,  to  put  his  little  ad- 
vertisement in  the  paper,  the  chances  are  they  would  attract 
a  very  secondary  attention.  United  in  full  page  spread,  how- 
ever, they  were  sufficiently  in  the  limelight  to  make  electricity 
and  electrical  devices  the  centre  of  considerable  attention  and 
incpn'ry  during  the  recent  Christmas  trade. 


Toronto  Electrical  Contractors'  Dinner— Jan.  10 

The  first  meeting  of  the  new  year  of  the  Toronto  Elec- 
trical Contractors'  Association,  will  l)e  held  at  the  usual  place 
—Carls-Rite  Hotel— on  Thursday  evening,  January  lOtli.  By 
the  advance  sale  of  tickets  it  is  assured  that  practically  ever>- 
member  will  be  in  attendance  at  the  dinner. 

The  men-ibers  are  going-  to  run  this  meeting.  If  you  have 
discovered  a  more  convenient  or  a  helter  method  of  doing- 
certain  work  you  will  have  your  chance  to  tell  it  at  the 
meeting.  If  you  have  ever  struck  a  snag,  electrically,  bring 
along  your  problem.  There  will  be  a  blackboard  handy 
If  y(ni  have  no  new  ideas,  come  along  and  get  some. 


The  Ci  &  VV  b.lectric  Specialty  Company  of  Chicago  have 
recently  issued  a  quick  reference  list  of  their  potheads  and 
boxes.  This  list  is  a  supplement  of  ^their  catalogue  No.  9, 
and  will  l)c  found  of  great  use  to  engineers  and  others  in 
making  up  of  specifications,  etc.  The  list  may  be  obtained 
from  the  following  Ci  &  W  representatives: — Bcntz-Richard- 
son  Co..  Ltd.,  Winnipeg;  General  Supplies.  Ltd.,  Calgary  and 
E.dmonton;  .\.  M.  Winter  J  oyner.  Etd.,  Toronto  and  Montreal. 
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Some  Observations  on  Lighting  Conditions 

 By  Geo.  G.  Cousins*  


l-  rmii  llio  \  or_\-  hci^iniiiniL;  (if  ihe  liistnry  of  the  human 
race  man  has  endcaNorcd,  !)>•  Ihc  must  suitable  means  at  his 
x'Oinnuuul,  to  Icns^tlicn  his  period  of  (hiily  activity  beyond  the 
limits  of  chi\li,L;lii.  This  after-daylight  activity  may  take  the 
form  of  work  or  recreati(_^n.  Whatever  form  it  takes  is  de- 
pcmlcnt  upon  artificial  liglit,  vxliich  is,  b\-  the  very  nature  of 
it.  man's  creation,  and  is  produced  and  used  in  various  ways, 
jo;overned  li\  the  ideas,  knovvled.^e,  and  requirements  of  dif- 
ferent indi viiluals.  Never  before  has  there  been  such  an  un- 
limited variet>'  of  appliances  for  facilitating  the  application  of 
artificial  li.ght.  and  never  before  has  there  been  such  extensive 
use  of  or  economical  production  of  it. 

Keeping  pace  v^'ith  this  advancement  is  the  appalling  in- 
crease of  defective  vision.  Just  how  much  the  use  of  artifi- 
cial light  has  to  do  with  defective  vision  is  not  easily  stated, 
but  it  cannot  be  denied  that  it  is  one  of  its  principal  causes. 
()f  late  years  much  has  been  learned  of  the  relation  of  light 
to  vision,  and  artificial  li.ght  and  its  effects  have  been  very 
thoroughl}'  analyzed,  and  considerable  publicity  has  been 
.given  to  such  analysis;  and  yet,  in  spite  of  this,  there  con- 
tinues the  harmful  use  of  light  such  as  may  be  seen  on  every 
hand. 

The  first  requirement  of  artificial  lighting  is  utilitarian 
in  its  nature,  but  the  esthetic  enters  very  largely  into  many- 
classes  of  service,  and  in  many  cases  is  given  undue  weight, 
to  the  detriment  of  the  former.  Bad  lighting  conditions  are 
looked  upon  by  many  as  necessary  evils;  bj'  many  others  all 
artificial  lighting  is  considered  more  or  less  bad  aiid  harmful. 
A  comparatively  few  realize  that  it  can,  when  properly  ap- 
plied, be  as  comfortable  and  unharmful  as  daylight,  and  is 
much  more  flexible  than  the  latter. 

An  obser^•ing  person  with  any  knowledge  of  the  rudi- 
ments of  illumination  cannot  fail  to 'notice  many  of  the  faulty 
lighting  installations  that  are  altogether  too  common  in  our 
stores,  factories,  and  public  places  of  all  descriptions.  The 
good  may  also  be  noticed  if  we  look  for  it;  however,  the  bad 
is  fairly  thrust  upon  our  attention  by  reason  of  the  annoy- 
ance and  physical  discomfort  caused  by  usually  present  glare 
or  by  the  inability  to  see  properly.  The  requirements  of 
good  illumination  may  be  briefly  stated  as  follows:  That  the 
proper  amount  of  light  of  the  proper  quality  be  properly 
distributed.  It  is  because  of  the  last  of  these  three  factors 
that  so  many  installations  fall  from  the  possible  good  to  the 
actual  bad.  It  is  true  that  m  some  installations  insufficient 
light  is  provided,  but  in  the  great  majority  of  cases  if  the 
light  generated  by  lamps  was  properly  directed  the  resulting 
illumination  would  be  fully  adequate  for  good  seeing. 

Glare  is  the  eyes'  worst  enemy.  It  has  been  spoken  of 
as  li.ght  out  of  place.  When  glare  is  present  a  higher  aver- 
age of  useful  intensity  of  illumination  for  possibly  good 
vision  is  required  than  is  needed  when  .glare  is  absent  or  is 
so  slight  as  to  be  unannoyin.g.  Glare  is  the  worst  offender  in 
the  illumination  of  public  places. 

A  large  proportion  of  those  who  cater  to  the  public  or 
endeavor  to  win  patronage  have  a  more  or  less  hazy  idea  that 
light  has  some  value  in  attracting  pen])le  and  consequently 
trade.  The  old  slogan,  "The  cniw,]  i.dlMws  the  light,"  does 
not  necessarily  mean  that  the  crowd  follows  high-powered 
lamps.  Many  ridiculous  installations  of  high-power  lamps 
are  the  result  of  the  misinterpretation  of  this  slogan.  If  mer- 
chants would  realize  that  it  is  not  light,  but  the  intelligent  ap- 
plication of  it.  that  attracts  people,  there  would  be  a  big 
change  in  the  appearance  of  a  great  many  store  fronts  and 

'  Hydro  Laboratories,  Strachan  Ave.,  Toronto. 


show-windows.  Light  has  an  enormous  advertising  val. 
when  properly  applied  so  that  the  light-source  itself  is  uhoL- 
trusive,  if  not  invisible,  and  the  outstanding  feature  of  an 
installation  is  that  which  is  being  illuminated  and  not  th;at 
which  does  the  illuminating.  A  store  front  or  show-windov, 
may  be  likened,  to  some  extent  at  least,  to  the  introduction 
to  a  composition  of  music.  It  makes  a  demand, on  our  atten- 
tion, and  our  impression  of  what  follows  is  largely  influenced 
by  the  first  impressions  made  on  us  by  the  introduction.  For 
this  reason  it  is  important  that  store  fronts  should  be  made 
attractive,  and  in  order  to  make  the  most  of  window  displays 
artificial  light  must  be  resorted  to.  The  application  of  arti- 
ficial light  will  make  or  mar  the  effectiveness  of  any  display 
of  merchandise  according  to  the  skill  and  knowledge  entering 
into  the  solution  of  the  problem. 

A  common  example  of  the  misapplication  of  light  is 
shown  by  the  following  case:  A  well-kept,  bright  store  is 
equipped  so  that  the  lamps  installed  to  illuminate  the  show- 
window  also  furnish  much  of  the  illumination  of  the  store. 
Above  the  plate  glass  window  is  a  valence  of  diffusing  glass, 
and  behind  this,  placed  close  to  the  ceiling,  are  three  100-watt 
lamps,  equipped  with  prismatic  reflectors.  This  was  the  orig- 
inal installation,  and  showed  that  common  sense  had  been 
used  in  planning  it.  However,  in  the  centre  o^  the  window, 
at  about  the  level  of  adults'  eyes,  is  a  gas-filled  lamp  (about 
.iOO  watt),  equipped  with  a  shallow  mirrored  reflector,  so  that 
the  lamp  filament  is  below  the  rim  of  the  reflector.  It  is  plain 
that  this  lamp  was  installed  without  the  assistance  of  com- 
mon sense.  Whether  one  is  on  the  inside  or  Qutside  of  that 
window,  "safety  first''  demands  that  the  eyes  be  turned  away 
from  this  objectionable  lamp.  From  across  the  street  the 
window  full  of  goods  looks  like  an  intensely  bright  lamp  in 
the  centre  of  a  large  frame.  The  resulting  glare  quenches  any 
desire  to  examine  the  goods  on  display.  If  this  application 
of  light  has  any  value  it  is  a  negative  one.  and  defeats  its  own 
purpose.  Several  other  installations  of  the  same  lamp  and 
reflector,  installed  in  the  same  way.  were  noticed  in  the  same 
block,  and  it  is  at  once  clear  that  the  neighborhood  has  been 
the  victim  of  an  energetic  but  ignorant  salesman.  This  con- 
dition is  not  an  isolated  one.  and  is  far  too  common  even  on 
some  of  our  best  business  streets.  In  all  probability,  the  time 
will  soon  come  when  such  a  condition  will  be  prohibited  by 
legislation.  In  the  same  class  as  this  is  the  placing  of  arc 
and  other  high-power  lamps  in  doorways  and  over  the  outside 
i>f  show  windows.  It  is  inconceivable  that  business  men. 
otherwise  intelligent  and  quick  to  appreciate  common  sense, 
should  permit  themselves  to  inflict  such  outra.ges  on  the  eyes 
of  the  public. 

Indirect  Lighting  Could  Be  Used 

-Xnother  class  of  offenders  are  the  barbers  who  require 
their  patrons,  while  being  shaved,  to  gaze  directly  into  a 
lamji  equipiped  with  a  iiowerful  reflector,  located  over  the 
chair.  The  same  reflectors  turned  upside  down  would  elimin- 
ate the  glare  and  still  provide  good  illumination,  provided 
that  the  ceiling  received  a  little  attention  and  white  paint. 
The  shadowless  effect  of  indirect  or  semi-indirect  lighting  is 
a  decided  advantage  for  this  class  of  service.  It  benefits  both 
the  shaver  and  the  shaved. 

In  a  certain  city  of  fairly  large  size  is  a  hall  where  manv 
concerts  and  recitals  are  held.  The  interior  is  very  attrac- 
tively decorated,  and  is  indeed  a  verjr  pleasant  place  to  enjoy 
a  concert  or  recital,  except  for  one  serious  fault.  Sitting  in 
the  balcony  and  looking  toward  the  stage  one  sees  a  bright 
lamp  at  each  side  of  the  stage,  and  just  above  the  line  of 


THE   ELECTRICAL  NEWS 


January  1,  1918 

vision  is  the  large  central  fixture,  supporting  translucent  re-- 
Hectors  A  worse  case  of  glare  could  hardly  be  imagined  It 
is  a  fairly  safe  guess  that  the  architect  or  the  man  who  plan- 
ned the  lighting  never  occupied  a  balcony  seat  durmg  a  per- 
formance. Patrons  have  found  it  necessary  to  shade  their 
eyes  with  their  programs  or  anything  else  at  hand  during  per- 
■formances.  This  condition  could  very  easily  be  renied.ed  by 
simply  shortening  the  fixture  suspending  chains  From  he 
main  floor  the  central  fixture  is  not  objectionable,  but  the 
bracket  lamps  at  the  sides  of  the  stage  cause  some  annoy- 
ance. It  is  regrettable  that  such  conditions  exist  in  the  tace 
of  such  obvious  remedy.  .    ,      ,  , 

It  is  a  very  common  practice  to  place  lamps  in  brackets 
at  the  sides  of  concert  platforms  and  church  pulpits  to  light 
speakers,  singers,  or  anybody  who  may  be  using  the  platform. 
It  is  rarely  that  such  lamps  are  effectively  shielded  from  th. 
eyes  of  the  persons  in  the  auditorium,  and  the  result  is  taat 
o-lare  is  produced  that  tends  to  cau.c  ,lrnwsiness,  besides  im- 
pairing the  vision.  In  many  cases  the  architectural  features 
permit  the  use  of  concealed  lamps  to  illuminate  persons  using 
the  platform.  If  side  lamps  are  desired  for  the  sake  of  appear- 
ance, they  should  be  of  low  power  and  well  shaded  by  dense 
shades  or  globes. 

The  need  for  co-operation  between  architect  and  engi- 
neer is  very  much  in  evidence  in  churches.  .  A  typical  example 
is  that  of  a  comparatively  new  edifice  equipped  with  a  row  o 
fixtures  along  the  centre,  each  supporting  five  bell-shaped 
translucent  reflectors;  brackets  supporting  two  reflectors  each 
are  placed  along  the  side  walls.    Members  of  the  congrega- 
tion complain  of  the  lamps  over  the  pulpit  affecting  then- 
eyes  and  members  of  the  choir  have  to  face  a  row  of  lamps 
jtist  below  the  lower  edge  of  the  balcony.    These  defects  may 
also  be  remedied  by  raising  the  fixtures  in  question,  and,  m 
this  case,  with  no  loss  of  useful  light.    In  the  ceding  of  this 
church,  on  each  side  of  the  gable,  is  a  row  of  large  pane  s  of 
lioht-colored  glass.    These  would  have  provided  an  excellent 
opportunity  to  furnish  a  beautiful,  soft-tinted  light   for  rise 
during  the  evening  sermon  and  to  supplement  the  main  light- 
in-  during  the  opening  and   closing  exercises  by  placing 
lamps  with  suitable  reflectors  in  the  peaks  above  the  panels. 
The  cost  of  such  provision  during  construction  of  the  build- 
ing would  have  been  very  slight,  but  since  the  completion 
would,  of  necessity,  be  very  much  increased. 

Intelligent  Distribution  Necessary 
In  li-hting  churches  a  common  fault  seems  to  be  to 
equip  the  lamps  with  enclosing  globes,  usually  decorative,  in 
keeping  with  the  scheme  of  architecture,  but  which  do  not 
appreciably  improve  the  natural  distribution  of  light  from  tne 
lamps.  Too  much  light  is  thus  wasted  on  the  wal  s.  and  the 
fixtures  are  hung  low,  so  as  to  produce  a  sufficiently  high  m- 
tensity  where  it  is  needed,  and,  of  course,  the  low  height  of 
such  units  causes  glare. 

Sometime^  fixtures  of  good  design  and  pleasing  appear- 
ance are  carelessly  installed,  with  the  result  that  the  general 
appearance  of  the  installation  is  considerably  marred.  Such 
is  the  case  in  a  church  equipped  with  semi-indirect  bowls,  ad- 
justed so  that  the  cut-off  shadows  on  the  walls  form  very 
uneven  lines,  because  the  lamps  were  .not  adjusted  to  a  uni- 
form position  relative  to  the  bowls.  This  is  the  only  bad 
feature  of  an  otherwise  pleasing  installation,  and  if  the  elec- 
trical contractor  had  any  pride  in  his  work,  would  soon  see 
to  it  that  it  be  eliminated.  _ 

The  lighting  of  churches  is  not  always  a  simple  problem. 
The  presence  of  balconies  requires  that  the  central  fixtures 
be  hung  high,  so  as  to  keep  the  light  sources  out  of  the  Ime 
of  vision  of  occupants  of  the  balconies.  Beneath  the  balconies 
fixtures  must  be  placed  where  head-room  is  usually  very 
limited,  and  considerable  skill  is  required  in  the  selection  and 
placing  of  units  to  avoid  glare. 


During  the  summer  months  the  many  feeble  attempts  to 
light  bowling  greens  by  a  row  of  bare  lamps  suspended  higa 
enough  to  clear  the  heads  of  the  men  are  good  examples  of 
Illumination  at  its  worst.  All  that  can  be  said  of  bad  illum- 
ination applies  to  installations  of  this  class.  Some  of  the 
money  spent  for  energy  and  lamps  invested  m  reflectors 
would  make  an  enormous  difference,  and  bowling  under  the 
improved  conditions  would  be  much  more  enjoyable. 

The  lighting  of  schools  presents  some  interesting  pro- 
blems    Desks  require  illumination  very  similar  to  that  of 
offices  but  blackboards  require  very  different  treatment.    It  is 
often  a  rathe,"  difficult  problem  to  illuminate  blackboards  pro- 
perly so  that  chalk  marks  can  be  easily  read  from  any  part  ot 
the  room     Fixtures  used  for  the  general  room  lighting  are 
very  often  p!acL-d  so  that  light  from  them  is  reflected  specu- 
larly by  the  blackboard.    In  a  certain  modern  educational  in- 
stitution this  condition  is  very  much  in  evidence  in  some  oi 
the  rooms    Pupils  are  sometimes  required  to  move  from  one 
seat  to  another  to  see  work  that  is  being  done  on  a  black- 
board at  the  other  side  of  the  room  from  where  he  first  sat. 
Such  a  condition  is  very  likely  to  result  in  eye-stram.  ana 
every  possible  means  should  be  resorted  to  to  eliminate  it. 

Conditions  in  Industrial  Plants 

The  foregoing  cases  are  defects  due  principally  to  faulty 
design.    There  are  other  cases  where  illumination  deteriorates 
through  neglect.    For  instance,  a  hotel  verandah  is  illumin- 
ated by  lamps  in  prismatic  stalactites  which  are  nearly  half- 
full  of  dead  insects.    This  condition,  aside  from  its  bad  ap- 
pearance, reduces  the  resulting  illumination  very  consider- 
ably    Examples  of  neglect  are  not  by  any  means  confined  to 
artificial  illumination.     In  large  industrial  plants  where  the 
work  is  mostly  rough  the  windows  are  usually  sadly  neglect- 
ed, and  it  is  often  easy  to  count  the  number  of  windows  that 
have  been  broken  since  the  original  installation.    The  worst 
that  has  ever  come  to  the  writer's  notice  is  the  machine  shop 
of  a  cement  plant.    Here  lamps  were  kept  burning  on  bright, 
clear  days,  and  were  needed,  too.    It  is  no  trouble  to  pick  out 
otherwise  well-kept  factories  whose  windows  absorb  as  much 
as  50  per  cent,  of  the  light,  and  yet  superintendents  would  be 
insulted  if  told  of  this  condition.    There  is  probably  no  other 
factor  that  contributes  so  much  to  the  quantity  and  quality  of 
the  factory  output  or  to  the  welfare  of  the  workers  or  that 
can  be  obtained  at  so  little  cost  as  daylight,  and  yet,  until 
very  recent  times,  has  been  sadly  neglected.    Modern  fac- 
tories are  being  put  up  that  have  plenty  of  window  space,  but 
if  the  windows  are  not  kept  reasonably  clean  there  is  a  seri- 
ous decrease  in  daylight  illumination. 

In  this  article  attention  is  drawn  chiefly  to  faulty  condi- 
tions of  illumination,  the  good  being  practically  unmentioned. 
It  is  not  the  purpose,  however,  to  exaggerate  the  former  and 
minimize  the  latter.  The  examples  cited  are.  in  actual  exist- 
ence, and  are  typical  of  the  various  classes  of  installations. 
The  point  to  be  emphasized  is  that  such  conditions  are  being- 
duplicated  over  and  over  again.  It  is  strange  that  electrical 
contractors  or  architects  who  plan  the  lighting  of  buildings 
are  so  unobserving  or  careless  of  their  work  that  they  do  not 
return  to  remedy  so  many  of  the  defects  that  may  be  so  easily 
remedied. 


The  Ontario  Safety  League  have  just  distributed  their 
third  annual  report  for  the  year  ending  December  31,  1916. 
It  shows  that,  during  the  year,  the  following  distributions 
were  made:— 25,000  letters  to  drivers  of  vehicles;  83,000  school 
bulletins;  100,000  letters  to  parents;  62,000  industrial  bulle- 
tins; 155,000  gummed  seals;  4,000  sundry  cards  and  bulletins; 
5.000  cards  to  motorists;  2,000  traffic  reports;  ii;50  in  essay 
prizes. 
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"Golden  Glow*'  and  "Crystal  Mirror"  Projectors 

As  a  further  development  of  their  line  of  "Golden  Glow" 
and  "Grystal  Mirror"  Hood-lishting  projectors  the  Electric 
Service  Supplies  Gonipany  has  placed  on  the  market  a  new 
tlood-lightin.ar  unit  to  be  known  as  type  FL-1419.  This  new 
type  of  projector  is  particularly  designed  for  short  range 
work  where  a  wide  beam  dispersion  is  desired.  They  are 
equipped  with  14-inch  long  focus  type  parabolic  "Golden 
Glow"  or  "Crystal  Mirror"  reflectors,  which  project,  respect- 
ively, powerful  dispersed  beams  of  rich  golden  light  and 
white  brilliant  light.  This  company  in  their  recent  new  cata- 
log on  flood-lighting  projectors  classified  the  different  flood- 
lighting subjects  in  two  divisions,  namely,  those  in  which  the 
human  ej'e  is  brought  into  continuous  use  to  observe  detail 
and  those  in  which  the  luiman  eye  figures  only  momentarily 
or  where  lighting  the  subject  as  a  whole  is  the  main  con- 
sideration. In  the  first  classification  they  strongly  recom- 
mend "Golden  Glow"  light,  and  in  the  latter  case  the  white, 
l)rilliant  light  from  "Crystal  Mirror"  projectors  is  desirable. 
This  new  type  meets  a  demand  for  a  more  powerful  projector 
than  any  heretofore  cataloged  by  this  company,  it  being 
adapted  to  use  with  500  to  1500  watt  type  C  Mazda  (or  nitro- 
gen filled)  lamps. 


Watthour  Meters 

How  often  is  it  desirable  to  tear  down  and  re-assemble 
a  watthour  meter?  In  answering  this  question  it  is  difficult 
to  make  a  definite  statement  as  to  the  number  of  years  a 
meter  will  operate  accurately  under  the  various  conditions 
to  which  watthour  meters  are  subjected.  The  average  gen- 
eral practice  in  Canada,  however,  is  to  clean  meters  at  least 
once  in  five  years.  In  order  to  make  the  cleansing  thorough, 
it  is  considered  advisable  to  disassemble  the  meter  frequently, 
clean  and  rebuild  it.  Then  again,  there  are  many  conditions 
such  as  abnormal  voltage  due  to  surges,  etc.,  also  fires  which 
damage  meters  to  such  an  extent  that  it  is  necessary  that 
they  be  overhauled.    As  this  cleaning  and  overhauling  is 


desirable  and  necessary  to  maintain  the  meter's  accuracy,  its 
cost  is  an  important  factor  in  the  operation  of  a  meter  de- 
partment. Having  this  in  mind,  the  Canadian  General  Elec- 
tric Company's  latest  type  of  watthour  meters  have  been 
designed  having  in  mind  their  simplicity  and  accessibility. 
There  is  no  particular  order  of  operation  to  follow,  to  dis- 
assemble completely  these  meters,  since  the  electrical  damp- 
ing and  moving  elements  can  all  be  removed  independently 
of  one  another.  Meters  having  such  features  can  be  torn 
down,  cleaned  and  reassembled  quickly  and  at  low  cost. 
These  meters  are  also  arranged  with  micrometer  adjust- 
ments for  full  and  light  load  and  a  ready  means  for  in- 
ductive load  compensation,  which  increases  the  speed  with 
which  they  can  be  recalibrated  after  they  are  reassembled. 


Duncan  New  "Rigid"  Shadeholders 

The  Duncan  Electrical  Company,  Limited,  of  Montreal, 
are  now  manufacturing  a  2]4  in.  "Rigid"  Shadeholder  for 
brass  and  porcelain  sockets,  which  is  of  interest  to  the  trade, 


due  to  the  fact  that  only  one  thumbscrew  is  needed  to  adjust 
holder  on  shade,  as  shown  in  accompanying  illustration.  This 
holder  is  made  of  very  heavy  brass,  and  when  attached  to 
socket  is  more  '"rigid"  than  any  other  holder  on  the  market. 


Trade  Publications 

C.  G.  E.  Publications— Bulletin  No.  46021,  Curve-Drawing 

Ammeters  and  Voltmeters,  Types  CR  and  CR-2;  Bulletin 
68305-A,  Safety-First  Knife  Switches;  Bulletin  61401.  Vary- 
ing Speed  Brush  Shifting  Motors;  Bulletin  46013,  Portable 
Instruments  (Alternating  and  Direct  Current);  Bulletin  47469. 
Type  FK-34,  Oil  Circuit  Breakers. 

Centrifugal  Pumps — The  Canadian  Allis-Chalmers  Limit- 
ed, are  distributing  Catalog  1632-B,  entitled  "Centrifugal 
Pumps  and  Centrifugal  Pumping  Units."  This  is  a  valuable 
booklet  of  50  pages,  calling  attention  to  the  centrifugal  pump 
for  all  classes  of  pumping  service.  It  is  well  illustrated  and 
contains  many  tables  and  curve  charts. 

Safety  Panels  and  Cabinets — Bulletin  No.  10,  by  the 
Crouse-Hinds  Company  of  Canada.  efTective  December  1. 
1917,  being  supplement  to  Panel  and  Cabinet  Bulletin  No.  1. 
describing  two  types — the  DPS,  arranged  for  Edison  fuse 
plugs  in  the  branches,  and  the  EPS  arranged  for  N.E.C. 
cartridge  fuses.  This  company  are  also  distributing  a  folder. 
"Condulet  Suggestion  35,"  concerning  "Condulets"  as  ap- 
plied to  steamboat  equipment. 


The  Chatham,  Wallaceburg  and  Lake  Erie  Railway 
system  was  forced  to  suspend  their  service  recently  on 
account  of  the  shortage  of  gas,  which  they  use  to  generate 
electric  power. 


The  Onward  Manufacturing  Company,  Kitchener,  Ont., 
have  opened  a  branch  office  at  10  St.  Antoine  Street,  Mont- 
real. The  new  office  will  be  in  charge  of  Mr.  O.  W.  Miessener. 
manufacturers'  agent. 


It  is  announced  by  the  War  Industrie*  Board  of  the 
United  Sta'tes  that  formal  assurances  have  been  given  Can- 
adian authorities  that  the  hydro-electric  power  at  present 
being  imported  into  the  L^nited  States  from  Canada  will 
not  be  used  for  any  purpose  other  than  the  manufacture  of 
war  materials.  In  view  of  the  shortage  of  power  in  the 
province  of  Ontario,  which  has  handicapped  some  of  our 
munition  plants,  it  has  been  felt  that  the  Canadian  power 
at  present  being  exported  to  the  United  States  should  be 
withheld  in  accordance  with  the  agreement  under  which  this 
power  was  originally  allowed  to  go  out  of  the  country, 
namely:  that  it  should  be  subject  to  recall  on  demand.  In 
view  of  the  fact  that  the  extra  power  is  wanted  on  both 
sides  of  the  line  for  the  same  purpose,  the  Canadian  Gov- 
ernment is  making  every  possible  ef¥ort  to  meet  the  local 
demand  without  interfering  with  the  munition  industries 
across  the  line  and  it  is  on  account  of  this  that  assurances 
have  been  given  that  Canadian  power  shall  not  be  used  for 
any  purpose  except  to  turn  out  war  supplies. 
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PHILUPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original   si.e  ^^^^f^:^,:^^^^^^ 
T.H.E.  System  and  reordered  by  them  for  f"^^her  extens:ons_  The  spec  fica^^^^^^^^  _ 

Conductors  composed  of  37  strands  eacl.  .082  xn.  ^^--f;-^  J^^.^'^^",;  „    Overal  diameter,  2.61  in., 
tor,  .210  in.    Thickness  in  belt,  .210  m.    Thickness  of  lead  sheath  160 
250',000  C.M.    Three  Conductor,  Paper  Insulated  and  pl^n^^^^^^^ 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Ligntmg,  y 

Write  us  for  detailed  information. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


1 

Il                 Phillips  Factory 
i                         at  Montreal 

i:i  1 

1  !  -! 

i  I 
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Current  News  and  Notes 


Brantford.  Ont. 

The  JCloclric  SnK-ltini>  Company,  Brantford,  Ont.,  have 
been  granted  a  charter. 

Chatham,  Ont. 

The  annual  report  of  the  Chatham  Hydro-electric  System 
gives  the  number  of  consumers  as  1,5.58 — an  increase  of  253 
over  last  year.    The  total  revenue  is  $45,714,  as  compared 
with  $28,544  last  year. 
Gait,  Ont. 

.\  bylaw  has  been  passed  in  Gait,  Ont.,  to  raise  $45,000 
to  pay  for  extensions  to  the  city's  hydro-electric  system. 

Hamilton,  Ont. 

The  Barton  Township  Council  will  submit  a  bylaw  to 
the  electors  authorizing  an  expenditure  of  $55,000  for  the 
purpose  of  installing  Hydro  power  throughout  the  township. 

Two  new  transformers  have  been  installed  at  Hamilton. 
Out.,  which,  it  is  anticipated,  will  entirely  overcome  the 
eccentric  service  experienced  in  that  city  during  .the  recent 
past. 

IngersoU,  Ont. 

Considerable  improvements  are  being  made  to  the  power 
plant  .of  the  IngersoU  Telephone  Company,  Ingersoll,  Ont. 
New  storage  batteries  are  being  installed  as  well  as  a  mer- 
cury arc  rectifier. 

Kingston,  Ont. 

The  44,000  volt  line  from  Napanee  to  Kingston,  which 
will  serve  Kingston,  has  been  completed, 

Merrickville,  Ont. 

The  Rideau  Power  Company,  of  Merrickville,  has  re- 
quested the  Hydro-electric  Power  Commission  to  design  and 
purchase  the  necessary  high  tension  equipment  for  its  power 
house,  in  order  to  supply  power  to  the  Commission. 
Orillia,  Ont. 

The  annual  financial  statement  of  the  Orillia  Water, 
Light  and  Power  Commission  for  the  year  ending  December 
10th,  1917,  shows  that  notwithstanding  the  decrease  in  rates 
which  af¥ected  last  year,  the  receipts  from  lighting  increased 
$1,844.  The  ordinary  power  receipts  show  a  decrease  of 
$6,915,  but  this  leaves  out  of  account  $68,632  received  from 
the  munitions  factories,  which  goes  to  pay  for  the  power  pur- 
chased from  the  Hydro-electric  Commission.  So  far  the 
Commission  has  been  paid  $46,153.  Under  the  arrangements 
any  surplus  remaining  after  the  account  is  finally  closed  is 
to  be  returned  to  the  factories  interested.  About  $15,000  has 
already  been  returned  and  there  is  still  about  $10,000  in  this 
account,  which  constitutes  the  greater  part  of  the  "accounts 
payable." 
Parkhill,  Ont. 

The  residents  of  Parkhill,  Ont.,  recently  carried,  by  a 
large  majority,  a  by-law  authorizing  an  expenditure  of  $12,- 
000  for  the  installation  of  Hydro  power. 
Perth,  Ont. 

The  municipality  of  Perth  recently  passed  enabling  and 
money  by-laws  by  substantial  majorities.  It  is  proposed  to 
raise  $120,000  by  municipal  debentures  and  to  purchase  the 
local  electric  and  waterworks  plant  from  the  present  own- 
ers, the  Canadian  Electric  and  Water  Power  Company.  The 
Commission  propose  building  a  36,400-volt  transmission  line 
between  Perth  and  Smith's  Falls,  in  order  to  supply  the  town 
v/ith  power.    It  is  proposed  to  change  over  the  present  gen- 


erating stations  and  distributing  systems  from  133  cycles  to 
60-cycle  equipment. 
Picton,  Ont. 

The  town  of  Picton  recently  passed  a  Hydro  enabling 
by-law.  The  present  lighting  plant  is  steam-operated  and  is 
the  property  of  the  muncipality.  It  is  proposed  to, close 
down  the  steam  plant  and  change  the  distributing  system 
over  from  two-phase  to  three-phase.  The  municipality  also 
propose  to  instal  a  motor-operated  centrifugal  waterworks 
pump  of  ],000  gal.  per  min.  capacity. 

Regina,  Sask. 

A  bill  designed  to  authorize  the  use  of  one-man  cars  in 
Saskatchewan  was  "killed"  by  the  Legislature  of  that  pro- 
vince. 

Toronto,  Ont. 

To  save  power  for  manufacturing  purposes  the  Toronto 
city  council  have  authorized  the  cutting  of¥  of  273  lights 
until  the  month  of  April.  Each  light  cut  off  represents  a 
saving  of  $9.20  per  annum. 

The  Ontario  Hydro  Commission  is  purchasing  two  4.0u" 
kv.a.   synchronous  motors  to  be  installed  at  Toronto  for 
power  factor  correction  on  the  Niagara  system. 
Trenton,  Ont. 

The  Ontario  Hydro  Commission  propose  to  serve  the 
towns  of  Picton,  W'ellington  and  Bloomfield,  in  Prince  Ed- 
ward County,  by  means  of  a  44,000  volt  line  from  Trenton. 
A  sub-station  will  be  erected  at  Wellington,  -for  serving 
Wellington  and  Bloomfield,  and  a  4,000  volt  line  will  be 
built  from  Wellington  to  Bloomfield.  A  sub-station  will  also 
be  erected  at  Picton  to  serve  this  town. 

Vancouver,  B.C. 

The  British  Columbia  Telephone  Company,  \"ancouver. 
B.C..  will  commence  shortly  the  laying  of  another  sub- 
marine telephone  cable  across  False  Creek. 

Amendments  to  city  by-laws  adopted  by  the  ^'ancouver 
city  council  recently  provide  that  jitney  competition  against 
the   B.  C.   E.   R.   Company  wnll  be  prohibited  after  April 
1,  1918. 
Whitby,  Ont. 

Construction  work  has  begun  in  \\"hitby.  Out.,  on  a 
track  from  the  Grand  Trunk  main  line  station  to  the  military 
hospital  on  the  lake-front.  This  road  will  be  the  initial  unit 
of  Whitby's  street  railway  sj-stem  authorized  by  vote  of  the 
municipality  in  adopting  the  Hydro  radial  proposal  from 
Toronto  to  Whitby. 
Windsor,  Ont. 

Two  new  electrically-driven  pumps  are  to  be  installed 
in  connection  with  the  Windsor  w'ater  supply  system.  It  is 
proposed  to  use  Hydro  power  to  drive  the  pumps  and  keep 
the  present  steam  installation  for  auxiliary  purposes.  In  or- 
der to  relieve  the  load  on  the  Hydro  sj^stem  in  the  evening 
hours,  however,  the  steam  pumps  w-ill  be  used  for  an  hour 
or  two. 

Wellington,  Ont. 

The  town  of  ^^'ellington,  Out.,  has  passed  enabling  and 
money  by-laws,  203  for  and  1  against.  It  is  proposed  to 
issue  debentures  for  the  sum  of  $10,000  for  the  purpose  of 
buying  out  the  existing  sj^stem  and  remodelling  it.  The 
Niles  estate,  owners  of  the  existing  system,  has  agreed  to 
sell  to  the  town  for  the  sum  of  $3,000. 
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If  You  Build 
Motor  Driven  Machines 


The  motor 
should  not 
be  less  in 
quality  than 

the  machine.  And  it 
should  be  exactly  suit- 
ed in  characteristics  and 
horse-power  to  give  the 
machine  the  best  pos- 
sible performance. 

You  can  get  the 
Wagner,  Quality  Motors 

that  will  meet  all  these  '   

requirements.  The  ex- 
perience of  the  Wagner  Company  in  this  direction, 
whether  for  very  large  or  very  small  machines,  will 
be  valuable  to  you.  The  reputation  of  the  Wagner  , 
Quality  Motors  will  help  to  sell  and  keep  sold,  your 
products. 

Send  for  Bulletins  llOi:!  and  lUi:!. 

of  Canada  Limited-Montreal 

Power  Bldg.,  Montreal.  317  Adelaide  St.  W.,  Toi^onto. 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  .satisfied  —  profits 
siire — a  good  line  to  handle  for  win- 
ning the  good-will  of  motorists  and 
users  of  engines. 
Get  the  "Reflex"  Agency. 
Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


NICKEL 


Shot-^High  and  low  carbon 
Ingots — Two  sizes,  25  lbs.,  50  lbs. 
ELECTROLYTIC  NICKEL  99.80% 

Prime  Metals  for  the  Manufaaure  of  Nickel  Steel, 
German  Silver,  Anodes  and  all  remelting  pur- 
poses.   Our  Nickel  is  produced  as  Rods, 
Sheets,  Strip  Stock,  Wire  and  Tubes 


We  are  SOLE  PRODUCERS  of 
>  this   natural  stronger-than- 

T steel,  non-corrodible  alloy. 

Reg.  U.  S.  Pat.  Off. 

Manufadured  forms  are  Rods,  Flats,  Casings, 
Tubes,  Sheets,  Strip  Stock  and  Wire. 

SEND  INQUIRIES  DIRECT  TO  US 

The  International  Nickel  Co. 

43  Exchange  Place,  New  York 


REMEMBER  TO 


.A 


ft; 


0- 


A.  H.  WINTER  JOYNER,  LIMITED 

TORONTO  MONTREAL 
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LAMPS 

NITROGEN  and  TUNGSTEN 

Write  (or  Lowest  Cash  Prices 

High  Efficiency  Lamp  Co. 


414  Yonge  Street 


TORONTO,  ONT. 


PETRIE'S  LIST 

of  New  and  U«ed 

MOTORS 

for    Immediate  Delivery 

No.  n.P.  I'liase  Cvrle  Volts    ?ve<\  Makfv 


50 
50 
40 
25 
•JO 
10 


550 

25  550 
25  550 
25  2000 


850  Westg. 

750  C.  G.  E. 

750  C.  G.  E. 

900  C.  G.  E. 


550     1440    T.  &  M. 


550 


750    C.  G.  E. 


25 
25 

25 
25 
25 
25 
25 


550     1400  Westg. 


550 
550 


720  Westg. 
750    C.  G.  E. 


550  1440  Excelsior 

550  750  C.  G.  E. 

550  1400  Excelsior 

550  750  C.  G.  E. 

550  1450  Excelsior 

220  1450  Excelsior 


Write   Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Out. 


Draughtsman  Wanted 

Preferably  one  who  has  had  experience 
with  electrical  work  and  power  station 
lay  out.  Box  655,  Electrical  News,  To-' 
ronto. 


FOR  ^ALE 

Immediate  Delivery 

NEW  MOTORS 
10,  20,  30,  40  and  50  H.P. 
25  cycle,  550  volt,  3  phase 

Large  list  60  cycle  Motors, 

New  and  used.    All  types  and  sizes. 

100  K.V.A.  60  cycle,  550  volt, 
3  phase  C.G.E.  Generator 

Other  sizes  50  to  200  K.V.A.    550  and 
2,200  volt. 

New  and  used 

25  and  60  Cycle  Transformers 
4000  lbs.  No.  8  Bare  Copper 

at  less  than  market  price 

E.  A.  LOWRY 
209  King.  St.  -  GUELPH,  ONT. 


Salaries  by  Mail  Encourage  Thrift 

After  trying  various  experiments  the 
Detroit  Edison  Company  has  adoptea 
the  plan  of  sending  employees'  weekly 
checks  by  mail  to  their  homes,  and  is 
pitased  with  the  result. 

The  pay-roll  week  ends  on  Wednesday 
night,  and  the  pay  checks  are  put  in  the 
mail  on  Saturday,  so  that  thej'  are  de- 
livered in  the  first  mail  on  Monday 
morning. 

Before  the  change  was  made  it  was 
necessary  to  use  six .  or  seven  automo- 
liiles  every  pay  day  in  order  to  reach  the 
men.  This  was  inconvenient  as  well  as 
risky. 

There  are  3,500  employees  scattered 
over  a  large  area,  and  in  some  instances 
40  miles  from  Detroit,  and  the  difficulty 
of  paying  them  promptly  and  easily  by 
any  other  method  than  through  the  mail 
by  check  is  obvious. 


PROCURED  IN  ALL 
COUNTRIES 
L0N6  EXPERIENCE 
IN  PATENF  LITIGATION 


SEND  FOR  HAND  BOOK 

ATE  NTS 


PHONI 

MAIN 
2S82 


RIDOUT  &  MAYBEE 

59  Yonge  Street 
TORONTO       .       .       .  CANADA 


NOTICE 


Pursuant  to  Power  Commission  Act,  6  Geo.  V,  Chapter  19,  Section  39,  1916, 
and  amendments  thereto,  and  the  Rules  and  Regulations  of  the  Hydro-Electric 
Power  Commission  covering  the  design  and  construction  of  electrical  machinery, 
apparatus,  appliances,  devices,  material  and  equipment  for  use  in  the  generation, 
transmission,  distribution  or  use  of  electric  power  or  energy  in  the  Province  of 
Ontario,  in  connection  with  any  electrical  installation  or  wiring  for  electric  light, 
heat  or  power,  where  the  electric  pressure  delivered  to  or  from  the  same  exceeds 
10  volts,  manufacturers  of,  jobbers,  agents  and  dealers  in  electrical  machinery, 
apparatus,  appliances,  devices,  material  and  equipment,  and  others  interested  are 
hereby  notified  that  the  Commission  orders  that  on  and  after  three  months  from 
date  of  this  notice  no  such  electrical  machinery,  apparatus,  appliances,  devices, 
material  or  equipment  used,  or  to  be  used,  as  above,  may  be  used  or  disposed  of 
in  the  Province  of  Ontario  unless  and  until  the  design  and  construction  of  same 
has  been  submitted  to  the  Hydro-Electric  Power  Commission  of  Ontario,  and 
approval  of  such  has  formally  been  obtained. 

By  order. 

The  Hydro-Electric  Power  Commission  of  Ontario 
Toronto,  January  1,  1918.  *  W.  W.  POPE,  Secretary 
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i!^  FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 

New  and  Used  Machinery 

MOTORS  GENERATORS 
TRANSFORMERS 

WRITE  US  WHAT  YOU  WANT  TO  BUY  OR  SELL 
Large  Stock  Carried 


3  Phase,  25  Cycle,  220  Volt 
MOTORS 

Now  Ready  for  Immediate  Delivery 

No.  H.P.  Make 

■;  100  General  Electric   ^ 

1  50  \llis-Chalmers    (New).  7,)0 

1  oo  General  Electric   j«<'  ^ 

3  50  General  Electric   ''50  K 

1  50  Westing-house  ..  (New)  730 

1  35  General  Electric   750  K 

3  10  General  Electric   750  Iv 

5         5  General  Electric   1500  Ki 

Ready  for  Delivery  in  January 

No.  H.P,  Make  ^^^r"^'^^^'' 

1  200       General  Electric   '^^"^  ^ 

1  150        Westinghouse   -^85 

1  100       General  Electric   500  K 

1  100       General  Electric   7.^0  R 

1  60       General  Electric   7.50  K 

3  :i5       General  Electric   7.50  K 

1  35       Westinghouse   1400  ^(^i^ 

5  35       General  Electric   750  K. 

3  20       General  Electric   750  K 

1       15       General  Electric   750  K 

n       10       General  Electric   7  50  R 

S         5        General  Electric   1500  Ki 

1 ,         3       General  Electric   1500  K 1 

(i         3       General  Electric   1500  Kl 

JOSEPH  MYERSON 

274  Commercial  St.  •  BOSTON,  MASS. 


Mica  Insulation 

We  manufacture  everything,  including:— 
Tubes,     Motor  Rings,  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut)  Ground  Mica 

Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Selections  from  Our  Stock  of 
Motors 


Ou. 

2 

1 

1 

1 


PHASE,  60  CYCLE  MOTORS 

II. P.  Make        Volts  Type  Speed 
y,  G.E.NEW...  110  KT 

1  Fbks.  M.  .  .  440  B 

2  Wstgh   440  CS 

.-,11      (;.E   2211  M 

3  R&M  NEW.  220 
Wstgh.  iNew  220  .CS 


Cr.Wh. 
Fbks.M. 
G.E.  .  . 
G.E.  .. 
G.E.  .. 
G.E.  .. 
G.E.NEW. 


220 
220  B 
220  KT 
220  KT 
220  KT 
220  KT 
220  KT 


Wstgh.  New  22(1  CS 
G.E.NEW,  .  220  KT 

Wstgh   220  CCL 

G.E  550 

7'/-15  Cr.Wh..  220/440  865/1735 
tV'  G.E.NEW.  .  220  KT  1800 
G.E.NEW.  .  220  KT 

G  E   550  KT 

G.E.NEW.  .  220  KT 
G.E.NEW  .  220  KT 

Wstgh   220  CCL 

Wsteh   220  CS 

Cr.Wh.  .  ..  550  Q 

R&M    220 

Fbks.M.  220/440  KBV 
Cr.Wh..  220/440 
Triumph  220/440 
Wstgh.    .    .  220  CS 
Fbks.M.   .    .  220  B 
Fliks  M    220/44l>  Kr.\' 
Wagner.  220 '440  TU' 
G  E     . .    .  .  220  M 
Waenei  XF.W  L'-'ll 
Triumph  220/440 


7/2 

"i'A 

10 
10 
10 
10 

ir. 

15 
20 
20 
20 
20 


Volts  Type 
.  220  KT 
.  .  220  KT 


Make 
G.E.  ... 
<;.E.  .. 
Wagner 

NEW.  229/440  BP 
Fbks.M.    .    .  220 

(;.p:.new  .  220  kt 

Triumph  .    .  220 
G.E.NEW. 
(l.K.NEW 
G.E.NEW 


220  KT 
440  KT 
220  KT 


Speed 
600 
720 

850 
000 
1200 
720 
900 

000 

1200 
00(J 
000 

(m 

580 


50  20 

20  25 

1  25 

•>  .".o 

1 


1200 
1800 
900 
ISOO 
1700 
11511 
1800 
11.511 
1200 
1200 
900 
1160 
1200 
12<!0 
1120 
900 
.'-'50 
900 


G.E.NEW  220/440  K 

G.E  2200  L 

Wstgli.  New  440  CW 
Wstgh.  .   .  2200  CCL 
G.E.  Synch,  with 
direct  connected 
exciter   2200 


3  PHASE,  25  CYCLE  MOTORS 
1     5     G.E.    .    .    .  220  KT  750 


5 

1  12K, 


G.E.    ...  220  KT 
G.E.elev. type- 
high  torque  220  KTE 
15      Wstgh.    .    .  440  CS 
15      Allis-Ch.    ..  220 
15      Fbks.M.   .    .  440  B 
20      Allis-Ch.    ..  220 

20      G.E   440  K 

6    25     G.E   440  K 

1    50      Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
dnun  control- 
ler  440 

1    55      Wstgh. si. rg. 
.30  cycles, 
complete.     .  440 
1— (Jll/45/:!0  (;.E.  440       500  :! 


750 
7.30 
750 
750 
750 
7.50 
750 


500 


86(1 

/250 


GEORGE  SACHSENMAIER  &  CO. 

Office  and  Salesrooms:  141-43-45  N.  Third  Street. 
Warehouses;  928-30-32  N.  Third  Street, 

PHILADELPHIA 


We  Offer   For  Sale 

the  following 

SECOND  HAND  60  CYCLE  MOTORS 


1—30  H.P., 

1—  20  H.P., 
3—10  H.P., 

2—  5  H.P. 
2—  5  H.P. 
1—  2  H.P. 
1—  2  H.P 


8.50  R.P.M.,  220  V.,  2  Phase  C.G.E. 
850  R  P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 
1120  R  P  M.,  220  v.,  2  Phase  Westinghouse,  CCL 
220  v.,  2  Phase  Westinghouse,  CCL 
220  v.,  2  Phase  Westinghouse,  CCL 
220  V  2  Phase  Westinghouse,  CCL 
any  volt,  2  or  3  phase,  Crocker  Wheeler, 


2  or  3  phase,  Westinghouse 

3  phase,  Westinghouse  CCL, 


1120  R.P.M 
1720  R.P.M 
1720  R.P.M, 
,  1720  R.P.M 
to  be  wound. 

3      1  H.P.,  1720  R.P.M.,  any  volt, 

CCL,  to  be  wound. 
2—10  H.P.,  1120  R.P.M.,  any  volt, 

with  Star  Delta  Switch.  . 
1—20  H  P.,  850  R.P.M.,  220  V.,  3  Phase  Westinghouse,  CCL 
9—10  H  P  IT^O  R  P  M.,  220  v.,  3  Phase  Westinghouse,  CCL 
1—  5  h  p",  1120  R.P.M..  220  V.,  3  Phase  Westinghouse,  CCL 
1—  5  H.P.,  1720  R.P.M.,  220  V.,  3  Phase  Westinghouse  CCL,  rc- 

1—  .3  h"p  1720  R  P  M  ,  220  V.,  3  Phase  Westinghouse  C,  rewound. 
1—  5  Il'.p'.',  1720  R.P.M.,  220  V.,  3  Phase  Westinghouse,.  C 

25  CYCLE  MOTORS 

1—50  II  P    750  R  P  M.,  550  V.,  3  Phase,  Can.  Gen,  Elec,  Form  K, 
1    fiO  h  p'  750  R.P.M.,  550  V.,  3  Phase,  Crocker  Wheeler. 
iZ3?/   k  w.  Motor  Generator,  Westg..  110  V.,  D.C..  220  V.,  3 
Phase,  25  Cycles. 


TRANSFORMERS 


2—75  K  W     CGE,  H.G.,  60  cycles,  voltage  1040/2080-115/230. 
1-40  K  W.','  Packard  R60,  60  cycles,  voltage  2200-220, 
i_40  KW    Westg.. C,  60  cycles,  voltage  2200/1100-220/110 
l^y,  k!w..  Packard  RIO,  60  cycles,  voltage  1100/2200-110/220. 

Write  for  prices  on  these  or  new  machinery. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  N.,  HAMILTON  limited 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Handbook  on  the  Sleaiu  Engine,  by  Herman  Haeder.  Pub- 
lished in  191-1  by  Crosby,  Lockwood  &  Son.  522  pages, 
illustrated.     Price  $3,00. 

A  Laboratory  Manual  of  Alternating  Currents,  by  John  H. 
Morecroft,  E.G.  Published  in  1912  by  Renouf  Publishing 
Company.     24S  pages,  illustrated.     Price  $2.00. 

Alternating  Currents — Examples  for  Students  and  Engineers, 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  I.  Published 
in  191t!.  i>:ikcs,  iUi.straii  .1.     I'licc  $2,411. 

Applied  Electricity  for  Practical  Men,  by  Arthur  J.  Rowland. 
Published  in  191C  by  McGraw-Hill  Book  Company.  375 
pages,  illusli  aU'il.     Pi  ice  $2.(111. 

Baudot  Printing  Telegraph  System,  by  H.  W.  Pendry.  Pub- 
lished in  1913  by  Whittaker  &  Company.  144  pages,  illus- 
trated.    Price  $1.00. 

Central  Station  Management,  by  H.  C.  Gushing,  Jr.,  and  New- 
ton Harrison.  Published  in  191C  by  D.  Van  Nostrand  Com- 
pany.    397   pages.     Price  $2.00. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Dynamo-Electric  Machinery,  by  Francis  B.  Crocker,  E.  M., 
Ph.D.  Published  in  1908  by  American  School'  of  Corres- 
pondence.    236  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
by  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Electric   Car   Maintenance,   by   Walter   Jackson.     Published  in 

1914  by  McGraw-Hill  Book  Company.  274  pages,  illus- 
trated.   Price  $2.00. 

Electric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancaster. 

Published  in   1914  by   D.   Van   Nostrand  Company.  330 

pages,   illustrated.     Price  $1.50. 
"Electrical  Machinery" — Principles,  Operation  and  Management, 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.     318  pages,  illustrated.     Price  $2.00. 
"Electrical  Meters,"  by  Cyril  M.  Jansky,  B.S.,  B.A.  Second 

edition  just  published  by  McGraw-Hill  Book  Company.  416 

pages,  illustrated.     Pi  ice  $8.00. 
Electric   Railway,   by   A.    Morris   Buck,   M.    E.     Published  in 

1915  by    McGraw-Hill    Book    Company,    Inc.     390  pages, 
■  illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  Harding,  E.  E. 
Second  Edition.  Published  in  1916  by  McGraw-Hill  Book 
Company.     416  pages,  illustrated.     Price  $3.00. 

Electrical  Instruments  in  Theory  and  Practice,  by  Murdoch  and 
Oschwald.  Published  in  1915  by  Whittaker  &  Company, 
366  pages,  illustrated.     Price  $2.50. 

Electrical  Injuries,  by  C.  A.  Lauffer,  M.D.,  published  in  1912 
by  John  Wiley  &  Sons.    77  pages.    Price  50  cents. 

'Electrical  Measurements  in  Practice,"  by  F.  Malcolm  Farmer. 
First  edition.  Just  published  by  McGraw-Hill  Book  Com- 
pany.   359  pages,  illustrated.     Price  $4.00. 

Electrical  Measurements,  by  O.  J.  Bushnell  and  A.  G.  Turn- 
bull.  Published  in  1914  by  American  Technical  Society. 
164  pages,  illustrated.     Price  $1.00. 

Electro-Dynamics,  by  Charles  Ashley  Carus-Wilson.  Published 
in  1898  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and  Artificial  Lighting, 
by  Arthur  Blok,  A.M.I.E.E.  Published  in  1914  by  Scott, 
Greenwood  &  Son.     235  pages,  illustrated.     Price  $1.00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  226  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M.  Jansky, 
B.  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212   pages,   illustrated.     Price  $1.50. 

Engineers'  Manual,  by  Ralph  G.  Hudson.  Just  published  by 
John  Wiley  &  Sons.    315  pages,  illustrated.     Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1),  by  F.  E.  Austin, 
B.S.    Published  in  1915.    223  pages,  illustrated.    Price  $2.00. 

Examples  in  "Battery  Engineering,"  by  Professor  F.  E.  Austin, 
E.E.  •  Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Physics  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.     Price  50  cents. 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.     Price  $3.00. 


How  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  Austin.  Second  edition,  just  published.  48  pages,  illus- 
trated, price  65c. 

"Hydro  Electric  Power  Stations,"  by  Eric  A.  Lof  and  David 

B.  Rushmore.  First  edition.  Just  pubHshed  by  John 
Wiley  &  Sons.     822  pages,  illustrated.     Price  $6.00. 

"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.  225  pages,  illus- 
'r.-ifed.      Price  $2.00. 

Practical  Mathematics  for  the  Engineer  and  Electrician,  by 
Elmer  E.  Burns  and  Joseph  G.  Branch.  Second  edition. 
Published  by  the  Joseph  G.  Branch  Publishing  Company 
in  1914.     143  pages,  illustrated.     Price  $1.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.     404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.    614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design — D.C.  and  A.C.  Generators,  by 
Alfred  Still.  Publislied  in  191(i  by  McGraw-Hill  Book  to. 
365  pages,  illustrated.     Price  $3.00. 

"Public  Utility  Rates."  A  discussion  of  the  Principles _  and 
Practice  underlying  charges  for  Water,  Gas,  Electricity, 
Communication  and  Transportation  Services,  by  Harry 
Barker.  B.S.  First  edition,  just  published  by  the  McGraw- 
Hill  Book  Company.    387  pages.     Price  $4.00. 

Pumps  and  Pumping,  by  M.  Powis  Bale.  Published  in  1912 
by  Crosby,  Lockwood  &  Son.    120  pages.     Price  $1.50.  . 

Radiodynamics — The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.  Published  in  1916  by  D. 
Van  Nostrand  Company.  2U6  pages,  112  illustrations. 
Price  $2.00. 

Radio-Telegraphist's  Guide  and  Log-Book,  by  W.  H.  Marchant. 

Pulilished  in  1912  by  Whittaker  &  Company.  Illustrated. 
Price  75  cents. 

Radiation,  Light  and  Illumination,  by  Steinmetz.  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Railway  Maintenance  Engineering,  by  Wm.  H.  Sellew.  Pub- 
lished in  1915,  by  D.  Van  Nostrand  Co.  360  pages,  194 
illustrations  and  6  folding  plates.     Price  $2.50. 

Standard  Wiring,  1917  Edition,  23rd  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Gushing, 
Jr.     Leather  cover,  pocket  size.     Price  $1.00  postpaid. 

Steam  Power  Plants — Their  Design  and  Construction,  by  Henry 

C.  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.     158  pages,  illustrated.     Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.     Published  in  1910  by  Whittaker 

&  Company.     100  pages,  illustrated.     Price  SI. 00. 
Telegraphy — A  Detailed  Exposition  of  the  Telegraph  System  of 

the  British  Post  OfTice,  by  T.  E.  Herbert,  A.M.  Inst.  E.E. 

Third  edition.    Published  in  1916  by  Whittaker  &  Company. 

985  pages,  630  illustrations.     Price  $2.00. 
Telesrraphv,  bv  Sir  W.  H.  Preece,  K.C.B..  and  Sir  J.  Sivewvight. 

M.A.  '  Published  in  1905  by  Longmans,  Green  &  Company. 

504  pages.     Price  $1.00. 
Test  Methods  of  Steam  Power  Plants — A  Reference  Book  for 

the  Use  of  Power  Station  Engineers.  Superintendents  and 

Chemists,  bv   Edward   H.   Tenney,   B.A.   M.E.  Published 

in   1915  by '  D.   Van   Nostrand   Company.     224  pages,  85 

illustrations.     Price  $2.50. 
The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 

timatinff.  hv   1  ouis   W.   Moxev.   Tr.     Published   in   1916  '^v 

McGraw-Hill  Book  Company.    86  pages,  illustrated.  Price 

$1.50. 

The  Dynamo  (2  volumes"),  bv  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.     Price  $4.00. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Publish- 
ing Company,  Milwaukee.  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Published 
in  1913  hy  Van  Nostrand  Company.    155  pages.    Price  75c. 

Tramway  Track  Construction  and  Maintenance,  by  R.  Bicker- 
staflfe  Holt.  Published  in  1915  bv  The  Tramway  and  Rail- 
way  World.     249  pages,   illustrated.     Price  .$3.00. 

Transmission  Line  Crossings,  by  Frank  F.  Fowle.  Published 
in  1909  bv  D.  Van  Nostrand  Company.  69  pages,  illus- 
trated.    Price  $1.00. 

Treatise  on  Thermodynamics,  hv  Dr.  Max  Planck.  PubHshed 
in  1903.     272  pages.     Price  $1.00. 

Wrav's  Manual  of  Car  Lighting.  PubHshed  in  1915  by,  Wray 
Publishing  Company.     340  pages,  illustrated.     Price  $1.50. 
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M  LAMP  GUARDS 


"L 


oxon 


Absolute  protection  from  theft  and  breakage  of  lamps, 
locks  the  lamp  m  the  socket  with  a  key.  The  lamp  guards  are  handy 
and  serviceable.  They  are  selling  all  over  America  and  will  make 
money  for  you.  Write  for  catalogue  and  prices.  We  also  make  a 
mber  of  electrical  specialties  that  will  be  of  interest  lo  you. 


nu 


McGlLL  MANUFACTURING  COMPANY 


VALPARAISO, 


INDIANA 


GdheTrunfibull 

Manufacturing 
Company 
Uses — 


The  coss  bar  on  the  Trumbull  switch  at  tUe  left  and  the 
,„n,bination  linger  ring  and  cross  bar  on  the  switch 
ilic  right  are  Spaukling  Hard  Fibre. 

Write  for  illustrated  literature 

\-ot  only  is  Spaulding  Hard  Fibre  a  perfect  and  indes^ 
iructib  e  insulator,  but  it  has  great  mechanical  strength 
,.f  he  machined  punched,  sawed,  etc.,  which  makes 
"'IdaptaWe  for  hnn^^  of  u'ses  ftilly  described  in  our 
illustrated  literature. 

J.  Spaulding  &  Sons  Co. 

Tonawanda,  N.  Y, 

AA^a  .  (sf  166  North  Clinton  St., 

449Bro°m«  S'--  Chicago.  III. 

New  York  C.ty        Manufacturers  of  ■ 

Hard  Fibre  Sheets.   Rod.,  Tubes   and  Special 
Shapes  ;   Red,  Black  and  Grey  Colors. 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British   Columbia  Cedar  Peles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
bolineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obligation 
from  our  nearest  office. 

The  Lindsley  Brothers  Company 

NELSON,  B.C. 

General  Sale.  Office    72  W.  Adam.  St..  Chicago.  111. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal  


GALVANIZED  STEEL 

TOWERS  AND  POLES 


t- 


.,1 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 

We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 

The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 
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Milling 
Cutters 


Taps 
Reamers 


Dies 
Drills 


A  Line  that  is  Made  in  Canada 
Guaranteed  and  Sold  on  Merit. 

Pratt  &  Whitney  Co.  of  Canada,  L  imited 

Dundas,  Ont. 


Montreal 

723  Drummond  BIdg. 


Winnipeg 
1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 


The  National  Authority  on  Wiring  and  Construction'' 

—The  Electrical  Journals  of  the  United  States,  Canada  and  England 

Over  359,400  Sold  By  h.  c.  Cushing  jr. 


Fellow  American  Institute  «/  Electrical  Engineers;  formerly 
O^tL     Y___  Electrical  Inspector Jor  Boston  Board  of  Fire  Underwriters 

^tin     I  ear  and  Underwriters'  Tanf  Association  o/ New  Vork. 


24th  Edition 


^1918  Standard  Wiring 


Officially  adopted  by  the  National  Electric  Light  Association. 

It  is  the  only  book  on  Electric  Light  and  Power  Wiring  and  Construction  endorsed  and 
recommended  by  every  Board  of  Fire  Underwriters  in  the  United  States  and  Canada, 
because  it  is  the  only  one  kept  strictly  up-to-date  and  revised  every  year  in  accord- 
ance with  every  rule  and  requirement  of  the 

National  Electrical  Code 

which  it  contains,  explained  and  illustrated.  The  1918  Edition  has  been  completely 
revised  from  the  first  to  the  last  page,  and  contains  new  illustrations,  tables  and 
diagrams  in  accordance  with  the  latest  and  best  practice,  and  a  special  new  section 
of  fifty  pages  on  House  Wiring. 

"It  settles  disputes  and,  if  referred  to  before  wiring,  prevents  disputes." 


Sent  to  any  address, 
postpaid,  on  receipt  of 


$1.00 


Leather  Cover 
Pocket  Size 


Electrical  News,      347  Adelaide  street  West,       Toronto,  Canada 

"The  Best  Book  on  ^Viring  Ever  Produced" — E.  T.  Birdsall,  M.b.,  A.i.b.b. 


January  1,  1918 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Work.,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
601  Merchants  Bank  Building;,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Northwestern  Engineering  and  Supply  Co.,  Ltd.,  CALGARY 

Prompt  shipinenta  from  Factory  or  nearest  Warehoute 


MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator 
Segments 


THERE  is  a  special  Mica- 
bond  insulation  pre- 
pared for  every  electrical 
condition. 

Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B/P's 
or  samples  and  let 
us  figureyour  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,  Ind. 

Address  Dept.  D. 


i 


N)iii]i<^^iiiiii^^iiiiirt^iiiiiix^>xiiiiiiP^iiiM 


300% 

STRONOERTHAN 

ACID  FLUX 


and  cleans  the  wire  or  metal 
without  bitino-  the  surface.  Can't 
start  corrosion  nor  reduce  capa- 
city of  the  wire.  That's 


4  forms:  Stick,  paste, 
salts,  and  liquid. 


Sample  for  your 
Dealer's  Name. 


The  only  Ilux  passed  by  Underwriters, 
II        ,         on         I  1.J     Cumberland  Block 

Houston  «  to.,  Ltd.,  Winnipeg 

22  College  Street,  Toronto. 
1825  Scarth  Street,  Regina. 

"In  the  Soderman's  game  since  '93." 


BERMICO 

KYANIZED 

CROSS  -  ARMS 
POLES  AND  TIES 


are 


PROTECTED 

FROM  DECAY 

Manufactured  In  Our 
Own  Plant  From  Care- 
fully   Selected  Stock 

Write  for  Samples 
and  Particulars 

BROWN  COMPANY 


FOUNDED  1852 
Formerly  Berlin  Mills  Coirpany 


PORTLAND 


MAINE 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 


Northern   Aluminum  Co. 

1305-6  Trader*  Bank  Bldg. 
Toronto,  Ont. 


Limited 


tuf.  elf.ctrtcal  news 

January  1.  1018  1 

Electrical 
Mechanical 

liii* A/*f AFiT  AT  KrmriTiAAirQ 
LriicCLUiy    UI  LillgillCCio 

Special 
Interests 

Cbarks  H.  mitcbell 
Percival  H.  mitcbell 

ConsuItln9  and  $apervisln9 
Cnginttri 

Hydraulic.  Steam  and  Electrical  Power  Plants, 
Industrial  and  Municipal  Engineering. 

Traders  Bank  Building,  TorontO 


Charles  F.  Gray,  a.i.e.e..  a.m.i.e.e. 

Consulting  Electrical  Engineer 


Suite  1101  Union  Trust  Bldg..  WINNIPEG 

Cable  Address  Telephone 
"Consultation" 


Maiil  9174 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


THEO.    MALM    &  COMPANY 
ENGINEERS 

Electrical  —  Traction  —  Civil 
Structural  —  Mechanical 
Estimates,    Repoute,,    Designs  Spec'ifica- 
tions    Valuation  of  Railway,  Power,  Light 

and  Industrial  Properties^ 
NFW   YORK  TORONTO 
"V^meslrdf  Can.  Pac.  Rly.  Bldg. 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical.  Electrical.  Hydraulic.  Steam,  Gat 

Plans.  Specifications,  Estimates, 
Tests.  Reports  and  Supervision. 
625    Coristine   Bldg,,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports.  Arbitrations 
Supervision  of  Lighting  and  Power  PlanU 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal.  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817        326  W. Craig  St..  Montreal 


)F1NE 

BANK.OFFICE 


'  r''.  CHUBCH8.L0nCEFUBNI.UBL  r\W: 

ORUG  STORE  FITTINGS, 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL        STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

8(1  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :        A.  L.  Mudge,         A.  L.  Mieville 

Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Excelsior  Life  Bldg.  TORONTO 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Reiistered  Attorney 

Expert  in  Patents.  Trade  Marks.  Desigrns. 
Copyrights  and  Infringements.  20  Years'  Ex- 
perience in  Patents  and  Practical  Engineering 
STAR  BLDG..  18  King  St.  W  .  TORONTO 


^MI^COPYRlGtiTS&JTFm|^ 


STANLEY  LIOHTFOOT 

REG  D  PATENT  SOLICITOR  AND  ATTORNEY 

LUMSDEN    BLDG.HVonGe"  )  TORONTO. 


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  Elnd  Avenue, 
New  York,  N.Y.,  U.S.A. 


ll 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus.  Wires,  Cables. 
Insulators.  Transmission  Towers  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


Canadian  Inspection  and  Testing 
Laboratories,  Limited 

INSPECTING  ENGINEERS 

Inspection  at  point  of  manufacture  of  Power 

Plant  Equipment,  Wire,  Cable,  etc. 
Head  Office  and  Main  Laboratories  :  Montreal 

Branch  Offices  and  Laboratories— Toronto, 
Winnipeg,  Edmonton,  Vancouver.  New  Glasgow 


ESTABLISHED  1849 

BRADSTREET'S 

Offices  Throughout  the  CiviHzed 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  (fathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  afifecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout   the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con 
cerns,  and  by  responsible  and  worthy  finan 
cial,  fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address 
ing  the  company  at  any  of  its  offices.  Cor 
respondence  invited. 

THE  BRADSTREET  COMPANY 
Offices   in   Canada:   Halifax.   N.S. :  Haniil 
ton,    C>nt. ;    London.    Ont. ;    Montreal.  Que 
tlttawa,  Ont.;  Quebec.  Que.;  St,  John.  ^.B 
Toronto,   Out.;     Vancouver.   B.C.;  Victoria 
B.C.;  Winnipeg,    Man.;    Calgary,  Alta. ;  Ed 
monton,  Alta. 

THOS.  C.  IRVING. 
Gen.  Man.   Western  Canada,  Toronto 


January  1,  1918 


THE    ELECTRICAL  NEWS 


51 


EVERYTHING  IN 


Pole  Line 


Hardware 


and 


Electric  Railway 
Materials 


Acme  Stamping  &  Tool  Works 

Limited 

Hamilton    -  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


Electric 
Heaters 

All  sizes  carried 
in  stock 


TRANSFORMERS 
METERS 

Panel  Boards, 
Safety  Service 
Boxes, 

Motor  Starters,  Pole  Line  Material,  Klein 
Tools,  Wires  and  Cables,  Enclosed 
and  Plug  Fuses. 

EVERYTHING  ELECTRICAL. 
Let  us  quote  you.    Our  Service  is  Prompt. 

ROSE  &  O'HEARN 

220  King  St.  W.  TORONTO 


Protected   Disconnection  Terminal. 


ANe^Y  Edition  of  our  bulletin  on  Outdoor  Cable 
Terminals  (Type  D.O.A.)  is  now  ready  for 
distribution.  In  addition  to  terminals  for  ordni- 
ary  light,  power  and  railway  service  the  following- 
types  for  special  uses  are  described: 

Pipe  Top  Terminals 

Protected  Disconnection  Terminals 

Borehole  Terminals 

Small  Telegraph  or  Pressure  Wire  Terminals 

Third  Rail  Terminals 

Mine  Shaft  Inverted  Terminals 

There  are  also  complete  tables  of  dimensions, 
weights  etc  ,  and  instructions  for  ordering  and  install- 
in- "which  should  be  in  the  l^les  of  all  terminal  users. 
\\>ite  our  nearest  office  for  your  copy. 

Standard  Underground  Cable  Co. 

of  Canada,  Limited 
HAMILTON        -  ONT. 


Montreal 


Toronto 


Hamilton 


Seattle 


The  increase  in  our 
business  during 
Nineteen  Seven- 
teen proves  con- 
clusively that 

Quality 

is  appreciated  and 
is  the  best  adver- 
tisement. 


Electric  Fixtures 
Beautiful 


Kepresentalivc — 

Toronto— J.  A.  McKay,  108  Grace  Sucel, 
Agents — 

Montreal— Armour  Bros.— 122  Board  of  Trade  Building. 
Winnipeg — Reynolds  &  Co. — 406  Confederation  Life  Building. 
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ALTERNATORS 

Canadian  General  Electric  Company 
Canadian  Wcstingliouse  Company 
Kenanti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Ahuninium  Company 
Northern  Aluminum  Company 
Spielniann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  lU-noral  Elocuic  Conipany 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Hatheway  &  Knott,  Inc. 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric   Mfg.   Company  of  Canada 
Weston  Electrical   Instrument  Company 

ATTACHMENT  PLUGS 

Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National   Metal   Molding  Company 

AUTO  STARTERS 

.\dams-Bagnal!    Electric  Company 

BATTERIES 

Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Halhewav  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E,  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOILERS 
Waterous  Engine  Works  Company 

BOLTS 

McGill    Manufacturing  Company 

BONDS  (Rail) 

Canadian  General  Electric  Company 
Electric   Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago   Fuse   Manufacturing  Company 
G.  &  W.  Electric.  Specialty  Company 
Hatlieway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

BRACKETS 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.   H.  Winter 
Pringle,  R.  E.  T,,  Ltd. 

BRAKES 

Sundh   Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 

Electrical   Fittings  Company 
National   Metal   Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  In-sulated  Wire  &  Cable  Company 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard   Underground   Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Northern  Electric  Company 

Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBONS 
Canadian    Westinghouse  Company 
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CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 

Boviiig  Hydraulic  &  Engineering  Coinpany 
Canadian    .Mlis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian   Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Nortliern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundh   Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

McLennan  &  Company,  K. 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstj-eet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British   Aluminium  Company 
National   Metal   Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 

CONDULETS 

Crouse-Hinds   Company   of  Canada 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT   BOX  FITTINGS 

Electric  Fittings  &  Foundry  Company 
Hatheway  &  Knott,  Inc. 
Killark  Electric  Manufacturing  Company 
Northern  Electric  Company 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh    Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
National   Electric  Heating  Company 
Northern  Electric  Company 
Spieimann   Agencies,  Registered 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Berlin   MilK  Company 
Noil  In  in    Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 
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CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.   &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 


DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National   Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric    Heating  Company 
Northern    Electric  Company 
Standard  Electric  Stove  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 
Waterous  Engine  Works  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FIXTURE  CHAIN 

McKinnon  Chain  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spieimann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway       Knott.  Inc. 
Tubular  Woven  Fabric  Company 

FUSES. 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum.  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.  &  W.   Fuse  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatlieway  S:  Knott.  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  54) 
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Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 
in  the 

I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  us  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  cuxuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Office 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  in  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
or  the  wonderful  equip- 
ment of  the  Ford  Motor 
Company. 

The  Cutter  Company 

Traders  Bank  Building, 
Toronto,  Ont. 

Main  Office  and  Factory: 
Philadelphia,  Pa. 

New  York,  50  Chuicli  St. 
Detroit,  Mich.,  Ford  Hldg. 
Indianapolis,  Ind.,  Telephone 

Chicago,   Monadnock  Block. 
Pittsburgh,  Park  Building. 
Minneapolis,  Metropolitan 
Life  Bldg. 
ECCLES  &  SMITH  CO. 
Los  Angeles     San  Francisco 
Portland,  Ore. 


Ha 


3^)    Renewable  Fuses 


xLTnew  T^pe  -B."  Form  4.  has  been  reduced  to  the  fewest  parts- 
four  mell  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  str>P_  Caps 
are  r^r^oved  by  a" twist  of  the  wrist  and  as  easily  tightened,  holding 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,  ht.  Pittsburgh,  Pa. 


FOR  ELECTRIC  LIGHT  AND  POWER 
ere   the   simplest   fuses   in   construction   on   the  market. 


Notice  the  provision  for  ventilating  a 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTOR 


The  open  rat- 
ings are  based 
on  a  40°  Cent, 
temperature 
rise  under  con- 
tinuous  full 
load. 

They 
Keep 
A  Running 


llhi'-liatintr  the  constniction  of  tlic  field  of 
lo  11  1'.,  i;il  .v.U',   IT.'O  K.P.M.  Motor. 


Century  Electric  Company 

19th,  Pine  to  Olive  Sts.,  ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  281 
I.,,,,-,  .'t   Moove  Electric  Co..  Ltd..  •2!)4  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co..  Ltd..  Winnipca 
Kndel  lielnap  Machinery  Co..  Ltd..  C>"-  Express  Bldg.,  Montreal 
Kankin  Sc  Cherrill,  5r.  Hastings  St.  W.,  Vancouver,  B.C. 
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FUSE  BOXES 

n.  &  W.   l'"use  Company 
Norlheiu  Electric  Company 

GENERATORS 
Canadian  Crocker- Wlieeler  Company 
Canadian  General  Electric  Company 
Canadian   Westingliouse  Company 
C  anadian  \"ickers,  Limited 
lilectrical  Maintenance  &  Repairs  Company 
l-'erranti  Electrical  Company  of  Canada 
1-ancasliire   Dynamo   &   Motor  Company 
Lincoln  Electric  Company  of  Canada 
Thomson   Company,   Limited,  Fred 
Toronto   &   Hamilton   Electric  Company 

GLASSWARE 
.IctTerson  Glass  Compaay 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS 

Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westingliouse  Company 
llatlieway  &  Knott,  Inc. 
Majestic   Electric  Company 
National    Electric    Heating  Company 
N'orthern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC.  MACHINERY 

Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 

Jeflferson   Glass  Company 

INSPECTION  ENGINEERS 

.Mien  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 

Cana.dian  General  Electric  Company 
Xorthern   Electric  Company 

INSULATION 

Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 

Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Ilatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney  Electric   Company  of  Canada 
Mica  Company  of  Canada 
Xorthern  Electric  Company 
Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Majestic  Eleetric  Company 
Xational  Electric  Heating  Company 
Xorthern  Electric  Company 

LAMP  BULBS  (Electrical) 
Jefferson    Glass  Company 

LAMPS 

Canadian  General  Electric  Company 

Electrical  Maintenance   &  Repairs  Company 

Hatheway  _&  Knott 

High   Efficiency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Northern  Electric  Company 

Starr  Son  &  Company,  John 


LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian    General    Electric  Company 
Cope,  T.  J. 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T. 

.Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adanis-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pri%le,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Siuidli   Electric  Company 

MEASURING  INSTRUMENTS 

Leeds   Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti   Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros. 

Mica  Company  of  Canada 

MOTORS 

Canadian   Crocker- Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

X^orthern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Thomson   Company,   Limited,  Fred 

Toronto  &  Hamilton  Electric  Company 

Wagner   Electric   Mfg.   Company-  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio  Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Devoe  Electric  Switch  Company 
Nortliern   Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &   W.   Electric   Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 


PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Deimison,  H.  J.  S. 
l-'etherstonhaugh  &  Hammond 
Kidout  &  Maybee 

PINS  (Insulator  and  High  VolUge) 

Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Berlin  Mills  Company 
Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  CONSTRUCTION 

Archbold   Brady  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Xorthern   Electric  Company 

Steel   Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.   H.  Winter 
Northern  Electric  Company 

Standard  Underground   Cable   Company   of  Can- 
ada, I,imited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &    Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

RECEPTACLES 

Canadian   General  Electric  Company 
Benjamin    Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Thomson  Company,  Fred 

RHEOSTATS 

Canadian   Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International   Nickel  Company 

ROSETTES 

Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
X^orthern  Electric  Companv 
Pringle,  R.  E.  T. 

SOCKETS 

Benjaiiiin   Electric   Manufacturing  Company 
Canadian   General   Electric  Company 
Cutter  Company,  Geo. 
Duncan  Electric  Company 
Monarch  Electric  Company 
Xational   Metal   Molding  Company 
Northern  Electric  Company 
Starr  Son  &  Company,  John 

(Continued  on  Page  .S6) 
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Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables    Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 

Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  COMPANY 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co, 

Bay  City,  Mich. 


Redmanol 

^^^^^         "The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


For  Underground  Work 


BITUMINIZED  FIBER  CONDUIT 

l,as  properties  not  possessed  by  any  other  type  of  Conduit  made,  which 
recommends  it  pariicularly  for  lT,„1er8round  Systems  of  1  ),stnln,t>on. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


5^  incli  Socket  Joints 
t'nnclure  Test  TiO.OOd  Volts 


7  foot  Lengths  Vt.  inch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 

Electrolysis-proof  —  Water-proof  —  Gas-proof 

Write  for  literature 


American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Tnstallincr  a  TruiiK-  I.im'  Siilnvay 
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SOLDERING  FLUXES 

Allen  Company,  L.  15. 
Houston  &  Company 

SPECIAL   HEATING  APPLIANCES 

N'alional   Electric   lloaliiig  Company 

STANDARD  CELLS 

Wfslon    Kloclrical   Instrument  Company 

STORAGE  BATTERIES 
Canadian  Cleneral  Electric  Company 
Canadian    Hart    Accumulator  Company 
Northern   Electric  Company 

STREET  LIGHTING  FIXTURES 

l!enjan>in  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Joyner,   ].imited,  A.   11.  Winter 
Northern  Electric  Company 
I'ringle,  R.  E.  T. 

SWITCHES 
Henjainin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian   Westingliouse  Company 
Chamberlain  &  llool;liam  Meier  Company 
Devoe  Electric  Switch  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
.Moloney   Electric   Company  of  Canada 
National   Metal   Molding  Company 
Northern  Electric  Company 
Starr  Son  &  Company,  John 
Sundh   Electric  Company 

SWITCHBOARDS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Devoe  Electric  Switch  Company 
Ferranti    Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.   E.  T. 


SWITCH  GEAR 

Ferranti  Electrical  Company  of  Canada 

TAPE 

Packard   Electric  Company 
Noithern  Electric  Company 


Jordan  Bros.,  Inc. 


TAPS 


TELEPHONE  EQUIPMENT  AND  SUPPLIES 

<  anailian  Independent  Telephone  Company 
.Ncjrtliern  Electric  Company 

TOASTERS 

National   Electric  Heating  Company 
Northern  Electric  Company 

TOOLS 

Noi'tliern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
'I'liordai  son    Electric   Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Rose   &  O'Hearn 

Tliordarson   Electric  Manufacturing  Company 
Wagner   Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 

Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chahners  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 
Gest,   Limited,   G.  M. 
Northern   Electric  Company 

VACUUM  CLEANERS 

Houston   &  Company 
Pringle,   R.   E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

WASHING  MACHINES 

Connor  •  &  Son,  J.  H. 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian    .\llis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company 

Canada  Wire  &  Cable  Company 

D.  &  W.  Fuse  Company 

International   Nickel  Company 

Northern  Electric  Company 

Phillips  Electrical  Works,  Ltd.,  Eugene  F. 

.Standard   Underground   Cable   Company  of  Can 

ada,  Limited. 
Starr  Son  &  Company,  John 

■   WIRING  DEVICES 

Canadian  General  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Reamers 


Cutters 


Taps 


Dies 


Drills 


p.  &  W.  Co. 

Look  for  these  letters  on  the  tools 
Pratt  &  Whitney  Co.  of  Canada^  Limited 


MONTREAL 

723  Drummond  Bldg. 


DUNDAS,  ONT. 

WINNIPEG 

1205  Mc Arthur  Bldg 


VANCOUVER 

609  Bank  of  Oltawa  Bldg. 
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Your  Customers 
Know  Them 

The  man  you  have  to 
deal  with  in  any  in- 
dustrial plant  will  know 
Lincoln  Motors. 

The  managers  and  superintendents  of 
tliese  plants  have  read  al)(nit  Lincohi 
Motors  in  their  own  trade  and  techni- 
cal papers.  They  know  the  waterproof, 
dust-proof  insulation— the  simplicity  of 
construction  —  the  overload  capacity 
and  the  other  features  that  make  Lin- 
coln Motor  drive  a  paying  investment. 

The  Lincoln  advertising  campaign  is 
boosting  for  more  motor-driven  plants 
— and  more  Lincoln  Motors. 

Speak  to  your  customers  about  Lincoln 
Motors. 

Write  for  Bulletin  on  Motors. 


•Link  up  with  Lincoln" 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Hoad  Office 
311-312  Kent  Building 

TORONTO 
Ontario 

Branch  Office 
MONTREAL 


THE 


MARK 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 

special  porcelain  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split  knobs,  standard  knobs,  cleats,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U.S.A. 
Toronto,  Canada,  307-308  Tyrrell  Building 


New  "Rigid"OShadeholder 


No.  400 

Only  One  Screw  to  Adjust 

Made  for  Brass  and  Porcelain 
Sockets 
In  2^  inch  only. 

Packed  lOO  in  a  box- 
Standard  package  1000. 

Manufactured  by 

The  Duncan  Electrical  Co.,  Limited 


1665  St.  James  St. 


MONTREAL,  QUE. 
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W^stinghouse 

Automatic  Electric  Ranges 


The  Westinghouse  "Automatic  Electric" 
is  a  full  sized  range  large  enough  for  any 
family,  yet  economical  even  when  cook- 
ing for  two.    It  revolutionizes  cooking. 

The  time  clock  turns  on  the  current  at 
any  hour  set.  The  automatic  thermo- 
meter turns  it  off  when  the  ovens  reach 
the  desired  temperature.  Then  the  ovens 
use  no  more  electricity,  but  continue  to 
cook  the  meal  with  the  stored  up  heat, 
like  a  fireless  cooker. 

The  ovens  are  made  to  hold  the  heat, 
keeping  it  in  the  stove,  instead  of  radiat- 
ing it  in  the  kitchen,  or  throughout  the 
house. 

Every  part  of  the  range  can  be  kept  sweet 
and  clean.  Everything  can  be  instantly 
removed  from  the  ovens,  and  the  ovens, 
which  are  lined  with  rust-resisting  metal, 
thoroughly  scoured  and  dried.  There  are 
no  inaccessible  places  for  dirt  or  crumbs 
to  collect. 


Type  3-19B  Full-Automatic  Electric  Range. 

We  also  manufacture  non-automatic  electric  ranges,  and  semi- 
automatic ranges  in  which  the  current  is  turned  on  by  hand 
and  an  automatic  thermometer  rings  a  bell  when  the  desired 
temperature  is  reached,  as  a  reminder  to  turn  the  current  off 
by  hand. 

There  is  not  a  more  economical  electric  range  than  the  West- 
inghouse, or  one  that  is  more  convenient,  substantial  and  dur- 
able. 

Our  nearest  office  will  give  furttter 
particulars. 


Type  219B  Semi-Automatic  Electric  Rarge. 


Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


Toronto  Montreal 


Traders  Bank 
Bldg. 


.52  Victoria 
Sq. 


Ottawa  Halifax      Ft.  William     Winnipeg         Edmonton  Calgary  Vancouver 

Ahearn&Soper       lO.')  Hollis  Telfer  158  Portage  211  McLeod      Grain  Exchange  Bank  of  Ottawa 

Ltd.  St.  Bldg.  Ave.  E.  Bldg.  Bldg.  Bldg. 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  <>'-*lf *°  "P*|j^*l!5 
MotorTor  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker. 

How  much  have  YOV  lost  in  prestige 

through  not  being  able  to  take  care  of 
your  customers*  business  ? 
How  much  have  YOV  lost  in  Profit  on 
this  business? 

Get  the  habit  of  handling  these  .repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker  Your  customer  can  do  that,  and  he  s  already 
sick  of  it  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.    You  can  give  it 

Make"lip  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town. 
You  have  the  work  of  taking  out  and  re-mstalhng  the 
machine  (Profit).  Send  us  the  machme  or  part  with  a 
description  of  its  action  or  symptom.  Well  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  m 
again  on  the  Trade  Discount  (More  Profit). 

Others  are  doing  it.    Why  not  you?    Write  about  it. 

The  Electrical  Maintenance  &  Repairs  Company,  Limited 

A  Nights  and  Holiday! 


Phones: 
Adelaide  802 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

ALWAYS  ON  THE  JOB" 


...ghts  

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


TONES  &  GLASSCO 

tf  (REG'D) 


ENGINEERS 


MONTREAL  AND  TORONTO 

Specialists  in 

POWER   TRANSMISSION  CHAINS 

CANADIAN  AGENTS  FOR 

"RENOLD"  "MORSE" 


Patent  Silent  and  Bush  Roller  Chains 


Rocker  Joint  Silent  Chains 


CHAIN  DRIVES  FROM  1  4  H.P.  TO  5000  H.P.  IN 
CHAiiN  UKi  gyj,(,£sspuL  OPERATION 


Write  lor  particulars  to 


Head  Office 


Branch  Office: 


ST.  NICHOLAS  BUILDING 

MONTREAL 


1204  TRADERS  BANK  BUILDING 

TORONTO 
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ELECTRIC  REPAIRS 


We  can  keep  you  running 
while  we  make  your  repairs 


Fred  Thomson  Co.,  Limited 

326-328-330  WEST  CRAIG  STREET 

MONTREAL 


I    G  & 


W  DETACHABLE  POTHEADS 

On  Overhead  Lines 

Make  Your  Service  Flexible 


Every  distribution  system,  large  or  small,  needs 
a  simple  provision  for  sectionalizing  and  testing. 
Cutting  wires  entails  expensive  repairs  and  loss 
of  revenue. 

G  &  W  Detachable  Potheads  enable  you  to 
test  out  the  Hne,  to  localize  a  case  of  trouble,  and 
to  correct  it  in  the  shortest  possible  time. 

In  case  of  feeder  trouble,  Potheads  may  be 
used  to  connect  the  load  to  another  feeder.  The 
possibilities  for  manipulation  of  circuits  are 
numerous.  The  simplicity  and  low  cost  of  the 
G  &  W  Pothead  make  it  available  where  there  is 
or  may  ever  be  an  occasion  for  disconnecting.  Its 
absolute  reliability,  ample  carrying  capacity  and 
safe  construction  make  it  equal,  in  point  of  actual 
results,  to  any  device  that  could  be  installed. 

TRY  THEM  ON  YOUR  NEW  CONSTRUCTION 

G  &  W  Electric  Specialty  Co. 

7440-52  So.  Chicago  Ave.,  Chicago,U.S.A. 

A.  H.  Winter  Joyner,  Ltd.,  100  Wellington  W..  Toronto. 
A.  H.  Winter  Joyner.  Ltd.,  New  Birks  Bldg.,  Montreal,  Que. 
Bentz-Richardson  Co.,  Ltd.,  592  Notre  Dame,  Winnipeg. 
General  Supplies,  Ltd.,  112  11th  Avenue  W.,  Calgary,  Alta. 
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"Galvaduct"  "Loricated" 


o 


Ross  Wing  Royal  Victoria  Hospital,  Montreal     A  '  GALVADUCT  "  Building. 


\  Stevens  &  Lee.  Toronto. 
Architects:  >  Kenneth  G.  Kea,  Montreal. 

'GALVADUCT ' 

'J'he  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  (|uahty. 

Always  specify  Galvaduct  or 
Loricated 


Contractors:  K.  O.  M.  Cape  &  Co.,  Ltd 
Montreal. 


LORICATED 


.\  high-class  inlenor  construc- 
tion conduit  of  the  enamelled 
tvpe,  proof  against  acid  or  oilier 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


Conduits  Company  Limited,  Toronto 

Alphabetical  Index  of  Advertisers,  Page  8      Classified  Directory  to  Advertisements,  Page  48 


THE    ELECTRICAL  NEWS 


Januarj'  15.  19is 


illlllllllllllllllllliilliuii' 


:^n\)nin)iMnimminim)nmMin))Uiinnn)i) 


aiiL!: 


The  Best  Known 
Cable  Reel  in  Canada 

In  Halifax  or  Vancouver,  whether  on  the  public  thoroughfares 
of  our  larger  cities  or  smaller  towns,  wherever  there  is  a  cable 
installation  in  progress,  the  reels  invariably  bear  the  name  of 
the  Northern  Electric  Company,  Limited. 

The  installation  may  be  overhead,  underground  or  submarine. 
It  may  be  for  a  Telephone  Company,  a  Telegraph  Company, 
a  Railroad  Company,  or  for  a  street  lighting  system. 

The  quality,  both  of  the  product  and  the  service,  is  largely 
the  reason  for  the  universal  demand  for  Wires  and  Cables  of 
Northern  Electric  manufacture. 

Northarn  Electric  Compa/iy 


Montreal 

Halifax 

Ottawa 


LIMITED 

Toronto 

London 

Winnipeg 


Regina 

Calgary 

Vancouver 
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"Yes— ril  take  one  of  those  with  me!" 


A  Feed- 
Through 
Switch 
That 
Sells  on 
Sight 


because  it  ]nst  naturally  belongs  with  almost  any  portable 
electncal  appliance.  Just  to  mention  that  you  can  attach  the 
Seventy-Fifty  to  the  cord  any  place  it's  wanted-so  it  s  ngh 
under  the  operator's  thumb-means  no  reaching  to  overhead 
sockets,  no  walking  across  the  room  to  push  a  button-how  . 
saves  current  because  it's  so  handy  it  can't  be  overlooked-and 
it  at  once  appeals  to  you. 


The 


Can  be  used  with  any 
make  of  Electrical  Appliance 
within  its  capacity  of  750  watts— 

_•>  amperes  250  volts;  6  amperes,  125  volts.  Enclosing  case  is  made  of 
nicely-nnished  Thermoplax  insulating  material.  The  attractiveness  and 
utility  of  the  Scvcntj'-l'ifty  means  a  steady  demand. 

Write  Us  Today  for  Full  "Particulars 

The  Benjamin  Electric  Mfg.  Co.,  of  Canada,  Limited 

11-17  Charlotte  Street  -  Toronto,  Ontario 


Manufacturers 
of  the 


Benjamin  "92" 
Two-Way  Plug 


4 


"fLEXTUBE" 


Specify  FLEXTUBE  on  your  orders 
to  your  jobber,  and  insist  that  FLEX- 
TUBE be  shipped.  It  will  save  you 
labor  costs,  material  costs  and  bother  of 
all  kinds. 

Write  for  Bulletin  No.  151  and  sample. 

National  Melal  Molding  G 

Manufacturers  of 

Electrical  Conduits   ^  Fittings 
118  Fulton  Building,  PITTSBURGH,  PA. 


Chicago 


Dallas 
Denver 
Detroit 

Portland 
Havana 


Los  Angeles 
New  York 
Philadelphia 

St.  Louis 

Manila 


Salt  Lake  City 
San  Francisco 
Seattle 

Paris 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Head  Office,       -       -       -  TORONTO 
District   Sales  Offices: 
Winnipeg 
Calgary 
London 


Edmonton 
Nelson 
Vancouver 
South  Porcupine 


Double  Value 
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Friction  reduced  to  a  minimum  because  the 
wire  only  touches  the  high  spots  on  the 
"Roller  Bearing  Wireway"  of 

NorthQf/t  Eke  trie 

DURADUCT 

You'll  know  it  by  the  black  dotted  line. 
All  reliable  dealers  sell  it. 


Horthsrn  Ekctr/c  Company 

UMITED 


Regina 

Calgary 

Vancouver 


Toronto 
London 
Winnipeg 


Montreal 

Halifax 

Ottawa 
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Simplicity 

Lincoln  Arc  Welder 

The  Lincoln  Arc  Welder  is 
a  simple  machine  '  which  any 
one  can  understand  and 
operate. 

The  motor  is  a  standard  Lincoln  Ma- 
chine, designed  to  operate  on  the  kind 
of  electric  current  you  use. 

It  is  direct  connected  to  a  generator 
which  deHvers  electric  current  at  the 
proper  voltage  for  welding. 

The  control  panel  mounts  the  two 
necessary  meters,  a  small  hand  wheel 
for  regulating  current  and  the  simple 
knife  switch  connections. 

The  stabilizer  is  an  electric  magnet 
which  gives  stability  to  the  current  and 
makes  the  arc  easier  to  control. 

Insist  on  simplicity  when  you  buy  a 
welder. 

Ask  for  Welding  Bulletin. 


"Link  up  with  Lincoln' 


SMITH  HYDRAULIC  TURBINES 


Lincoln  Electric  Co. 

of  Canada,  Limited 


Head  Office 
311-312  Kent  Building 

TORONTO 
Ontario 

Branch  Office 
MONTREAL 


Accompanying 
cut  illustrates 
vertical  shaft 
scroll  case  unit 
furnished  to 
Northwestern 
Consolidated 
Mill,  Minne- 
apolis, Minn., 
developing  400 
H.P.,  450  Rev, 
under  45  ft. 
head.  * 


Built  in  sizes  and 
types  of  units  to 
meet  any  require- 
ments. Note  the 
design  and  general 
appearance  of  sta- 
bility in  accompany- 
ing illustra- 
tion. 


If  interested  in  Water  Power  Machinery  write 
Department  "N"  for  Bulletin 

S.  Morgan  Smith  Co.,  York,Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


New  "Rigid"  Shadeholder 


No.  400 

Only  One  Screw  to  Adjust 

Made  for  Brass  and  Porcelain 
Sockets 
In  2%  inch  only. 

Packed  lOO  in  a  box- 
Standard  package  1000. 

Manufactured  by 

The  Duncan  Electrical  Co.^  Limited 

1665  St.  James  St.     -     MONTREAL,  QUE. 
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New  Type  Polyphase  Meters 


Specially  Constructed 

To  start  with  one  cleaiiy-detined  purpose— to  pursue  that  purpose 
with  a  strong-  determination  to  excel,  backed  by  experience,  has  been 
the  effort  of  the  Chamberlain  &  Hookham  Meter  Company. 

Now,  however,  their  ultimate  success  has  been  proved  in  this  new 
type  of  Poly-Phase  Meter.  The  basic  principle  of  this  exceptional 
quality  may  be  attributed  to  the  fact  that  they  are  constructed  with  a 
double  terminal  block,  which  ensures  greater  protection  in  overloads. 
Also,  the  insides  of  these  meters  are  designed  with  plenty  of  room  for 
connections— a  safety  feature  in  lightning  storms  and  surge  conditions. 
Moreover,  all  three  wires  are  carried  direct  through  the  meter,  from  left  to  right. 

These  Poly-Phase  Meters  are  used  on  the  Hnes  of  the  Hydro-Electric  Power  Commission  of  On- 
tario.   Does  not  this  prove  recognized  ability? 

WRITE  FOR  PRICES. 

Chamberlain  &  Hookham  Meter  Co.,  Limited 


243  College  Street,  TORONTO 


61  Albert  Street,  WINNIPEG 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


A  cc  i  d  e  n  ts  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire "  machines, 
minimum  incon- 
venience from 
such  breakdowns. 


100  H  P.  Variable  Speed  Motor  for  Direct  Coupling  to 
Tyre  Rolling  Mill. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada,  Ltd. 

.      ,  107-109  Duke  St.,  Toronto 
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THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  tlioroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  i  'lO  per  cent.. 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such ,  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and_  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.2.5  net. 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  Ave. 


Electrical  Measuring  Instruments 


PHILADELPHIA,  PA. 


January  15,  1918 


THE    ELECTRICAL  NEWS 


9 


BULK  HEAD  FIXTURE 


The  above  cut  shows  one  of  the  many  styles  of  Marine 
Fixtures  we  are  prepared  to  furnish. 

STEEL  CITY  ELECTRIC  CO.,  Pittsburgh,  Pa. 


APPROVED  SERVICE  FITTING 


r 


Cat.  No.  FB712 

Replaces  Types  B,  BE,  F,  and  FE. 
TYPE   "FB"   ENTRANCE'  FITTINGS 

These  fittings  have  reversible  hubs,  permitting  in- 
stallation either  as  type  "F"  fittings  on  vertical  pipe,  or 
type  "B"  fittings  on  horizontal  pipe. 

The  same  parts  are  used  for  ^2  in.,  Vx  in.,  and  1  in. 
fittings,  excepting  hubs,  there  being  a  separate  hub  tor 
each  size  The  covers  and  porcelain  are  mterchange- 
al)le  from  one  size  fitting  to  another,  giving  a  very 
Hexible  stock  arrangement. 

Metal  parts  black  japan  or  galvanized  finish.  Black 
.iapan  furnished  unless  O'therwise  specified. 

KILLARK  ELECTRIC  CO.,  St.  Louis,  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street.  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


MOONSTONE" 
and  "LUMO" 


Ruby  Ball  Globes-Plain  or  Lettered 

"Moonstone"  and  "Lumo 
Globes 
GivQ  Satisfaction 


/^UR  street  lighting 
globes,  made  from 
quality  glass,  used  all 
over  the  Dominion.  We 
make  a  specialty  of 
lettering  round  and  flat 
ball  globes. 

Get  particulars  and 
prices  from  our  cata- 
logues. 

Jefferson  Glass  Co. 

Limited 

Factory  and  Head  Office,:   TORONTO,  ONT. 

Montreal— Royal  Trust  Bldg.,  L.  V.  Webber,  Manager. 
Winnipeg— 692  Notre  Dame  Ave.,  A.  E.  Esling,  Agent. 
Vancouver— 606  Welton  Block.  R.  G.  Moore,  Agent. 
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THE    NATIONAL  AUTHORITY  FOR  TWENTY-FOUR  YEARS 

THE  1918  EDITION 

"STANDARD  WIRING" 

TELLS  YOU  HOW 

GENERATORS — How  to  install  them,  care  for  them  and 
operate  them ;  all  their  troubles  and  how  to  prevent  and  cure 
them ;  all  diagrams  showing  connections  for  compound, 
series  and  shunt  wound  machines.  How  to  operate  them  in 
parallel  or  in  series.  How  to  protect  them  and  wire  them 
in  accordance  with  the  underwriters'  requirements. 
MOTORS — How  to  install  them,  how  to  protect  and  operate 
'  them.  The  required  amperes,  volts  or  horse  power  when  any 
two  factors  are  known.  How  to  take  care  of  hot  boxes,  spark- 
ing commutators  and  other  troubles.  How  to  change  the  di- 
rection of  rotation  when  desired.  How  to  start  and  stop  any 
kind  of  motor  in  any  class  of  service.  All  diagrams  of  motor 
wiring.  How  to  find  the  proper  size  of  wire  for  any  motor 
for  direct  current  or  for  A.  C.  single,  two  or  three-phase. 
OUTSIDE  WIRING— Pole  line  construction,  line  wires, 
service  wires,  roof  structures,  poles  and  their  dimensions  and 
weights,  and  how  to  erect  and  protect  them  and  wires  they  carry.  Insulators,  guard  arms,  guy 
anchors.  Tree  wiring,  splicing,  service  and  entrance  wiring.  How  to  install  Lightning  arrest- 
ers.  Transformers  with  diagrams  and  instructions. 

INSIDE  WIRING — When  and  where  to  use  rubber  covered,  slow  burning  and  weatherproof 
wire.  How  to  find  the  proper  size  of  wire  to  use  for  lamps,  motors  or  heating  devices  for  any 
current,  voltage  and  drop,  either  by  formula  or  by  the  many  tables  that  are  given  in  this  section 
of  the  book.  How  to  wire  for  two-wire  or  three-wire  systems.  Direct  current,  two-phase  and 
three-phase  with  formulae  and  tables,  with  examples  worked  out  for  each  system  and  in  a 
simple  manner  that  anyone  can  understand  and  use.  How  to  run  wires  on  walls,  ceilings,  floors, 
through  partitions  and  walls  and  in  concealed  places,  damp  places  and  where  dangerous  sur- 
roundino^s  exist.  When  and  where  to  install  Switches,  Cut-outs  and  Circuit  Breakers  and 
just  how  to  do  it.  How  to  wire  for  high  and  low  voltage  systems  and  the  precautions  to  be 
taken.  The  proper  way  to  install  Knife  and  Snap  Switches,  Cabinets  and  Cut-out  Boxes. 
Outlet,  Junction  and  Switch  Boxes,  Panel  Boards,  Wooden  and  Metal  Raceways.  How  to  install 
complete  interior  conduit  jobs  either  for  rigid  metal,  flexible  metal  or  flexible  non-metallic  con- 
duit. Concealed  knob  and  tube  work  or  armored  cable.  How  and  where  to  install  and  wire 
electric  and  combination  lighting  fixtures.  How  and  where  to  use  flexible  cord  and  where  not 
to  use  it.  How  to  install  arc  lamps  and  gas  filled  lamps  and  the  fixtures  and  rules  required. 
LIGHT  AND  ILLUMINATION — What  is  meant  by  proper  ^and  efficient  illumination,  the 
latest  data  on  Mazda  and  gas  filled  lamps  of  every  candle  power  and  wattage.  Direct,  indirect 
and  semi-indirect  illumination  and  where  each  should  be  used.  Illumination  required  for  vari- 
ous classes  of  service  from  show  window  lighting  to  public  halls  and  from  factories  to  small 
residences.  •  '  . 

TABLES — Fifty-two  tables  giving  every  dimension,  carrying  capacity,  resistance,  weight  and 
strength  of  every  size  of  wire  and  cable  of  copper,  steel  and  iron. 

All  the  necessary  dimensions,  capacities,  weights,  and  other  data  on  conduits,  fuses,  insulators, 
lamps,  sockets,  motor  efficiencies,  current  per  horse  power  of  motors.  Electrical  units  ^  and 
their  equivalents.  Proper  size  of  wire  for  all  classes  of  power,  light  and  heating  installations. 
The  proper  symbols  to  use  to  indicate  on  plans  just  what  is  wanted  from  a  motor  to  a  small 
snap  switch  with  all  necessary  diagrams. 

APPARATUS  AND  SUPPLIES — A  classified  list  of  the  leading  manufacturers  of  officially 
approved  wires  and  wiring  devices.  Engines,  generators,  motors,  appliances,  fixtures,  and  all 
supplies  necessary  for  any  complete  installation  from  a  Central  Station  to  a  small  cottage. 

The  most  complete  and  accurate  Book  on  Wiring  and  Construction  published 

350  PAGES  -  LEATHER  COVER  -  POCKET  SIZE,  $1.50 

Sent  Postpaid  to  Any  Address  on  Receipt  of  Price  by 

ELECTRICAL  NEWS,  347  Adelaide  St.  W.,  Toronto 


"IT  SETTLES   DISPUTES   AND,   IF   REFERRED   TO   BEFORE   WIRING,  PREVENTS  DISPUTES" 
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POLE  LINE 
HARDWARE 

That  Stands  the  Test 
of  Time  and  Weather 

THE 

STEEL  COMPANY 

OF 

CANADA 

Limited 

Hamilton  Montrea' 


Wires  (copper  or  galvanized), 
Bolts,  Nuts,  Rivets,  Washers, 
Screws,  Pole  Steps,  Guy 
Clamps  and  Crossarm 
Braces,  etc. 
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FRANKUN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


'  FRANKLIN"  Cable  Potheads 

For  all  conditions.     Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


WRITE   FOR  BULLETINS 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 

SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 
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Cooling  Condensing  Water 

by  the 

"SPRACO" 

Method 


For  the  rapid  and  inexpensive  cooling  of  water 
for  condensors.  water  jackets,  transformers  and  steam 
turbines,  the  Spray  method  is  the  most  satisfactory.  It 
is  the  scientific  application  of  the  simple  idea  of  spray- 
ing water  into  the  open  air — this  cools  it  and  the  water 
s  collected  in  the  cool  pond  and  used  over  again. 

"Spraco"  equipment  also  includes  air  washers  for 
supplying  cool,  clean  air  for  high  capacity  generators. 

Exterior  view  of  cooling  pond  — United  Last  Co.,  Montreal 

Our  engineering  staff  is  at  your  service.    Literature  sent  on  request. 

Spray  Engineering  Co.,  93  Federal  Street,  BOSTON 

Rudel-Belnap  Machinery  Co.,  Limited,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


TYPE  W 

Non  closal)Ie  on   overload.     Direct   acting,   time   limit  and 
"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

I-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE   CUTTER  COMPANY 

Traders  Bank  Building,  Toronto 

Main  Office  and  Factory:   Philadelphia,  Pa. 

New  York,  50  Church  St.  Chicago,  Monadiiock  Block. 

Toronto,  Traders  Bank  BIdg.  Pittsburgh,  Park  Building. 

Detroit,  Mich.,  l-'ord  Bldg.  Minneapolis,  Metropolitan  Life  Bldg. 

Indianapolis,  Ind.,  Telephone  Bldg. 

ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore, 
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Sprague 
Electric  Wiring  Supplies 

Panel  Boards  and  Cabinets 


BX  ARMORED  CABLE 


BXL 

Used  in  clamp  places. 
BM 

For  marine  work. 

Flexible 
Armored  Cord. 


Flexible  and  Rigid 
Conduits 


Steel  Boxes  and 
Covers. 


Fittings  and  Tools. 
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Sprague 
Safety  Type 
Lighting  Panels. 


The 
Brush  Contact 
MAIN  SWITCH 

is  an  important 
feature. 


All  parts  are 
removable  from  the 
front  of  the  board. 


All 

Current  Carrying 
Parts 
Protected 

Branch-Circuit 

Switches 
are  of  30  amps. 
250  volts 
capacity. 

Panels 
are  also  made 
for 

Edison  Plug  Fuses. 


;Panel  for  N.E.C.  Fuses 
Write  to  Our  Nearest  Office  for  "Particulars 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.     Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcttpine.  London,  Winnipeg.  Calgary,  Edmonton. 

Nelson  and  Vancouver. 
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Bearing  Construction 

An 

Important  Feature 

of 

C-G-E  Meters' 


15 


Type  1-14  Meter.    Cover  Removed. 


m    Type  1-14  Meter 


Back  Plate  Removed 
illlllllllllllllllllllllllllllllllllllllllllllllllllllllllllll 


The  jewel  is  a  high 
grade  sapphire,  care- 
fully selected  and 
mounted.  The  pivot  is 
hardened  steel,  carefully 
ground  and  polished. 
The  top  bearing  is  a 
guide  bearing  only,  and 
carries  no  weight. 

All  jewels  are  sub- 
jected to  high  power 
microscopic  inspection 
in  order  to  insure  a 
perfect  finish. 

The  BEARING  Con- 
struction, Accuracy 

and  Accessibility  of  C-G-E  alternating  current  watt- 
hour  meters  are  forceful  arguments  for  their  universal 
use  as  your  watthour  meters. 

CANADIAN 
GENERAL  ELECTRIC  CO.,  Limited 

llrail  Oflicc:  Toronto.     Sales  Offices:  .Montreal,  Halifax.  Sydney,  Ottawa,  Cobalt,  South 
I'orcupinc.  London.  Winnipct?,  t  algary,  Kdmonton,  Xclson  and  Vancouver. 
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SERVICE 

is  Real  Service 


I-   I.  ARMSTRONG. 


STEEt.  CASTINGS 
ELECTRtC  FURNACE 
PROCESS 


JNO.  E.  RUSSELU 


ALLOV  STEEL  WORKS,  LIMITED 


TORONTO.  Decemser  20t.h,l81.7. 


Packard  Slactric  Company,  Limited, 
St.  Catharines,  Ontario. 
Gentlemen;- 

W9  desire  to  express  our  appreciation  of  the 
manner  in  which  you  handled  our  order  for  the  three  100  K.V.A. 
transformers.      This  order  was  placed  on  December  3rd,  and  to 
have  the  transformers  shipped  on  December  19th,  taking  into 
consideration  that  all  the  drawings  and  material  had  to  be 
arra"eed  for  after  the  order  *as  placed,  is  in  our  estimation, 
simpxy  marvelous,  and  we  can  not  thank  you  too  much  for  the  way 
in  which  our  order  was  handled  by  you. 

Again  thanking  you  for  your  promptness  in 
delivering  these  transformers  and  wishing  you  the  Compliments 
of  the  Season,  we  beg  to  remain. 

Yours  very  truly, 
ALLOY  STEEL 


KIA/m. 


Managing- Di/^tor . 


The  letter  repro- 
duced is  not  an  ex- 
ceptional case.  It  is 
an  evidence  of  our 
regular  service  that 
you  get  when  you 
order  Transformers 
from  this  house. 

Packard  Trans- 
formers are  built  for 
Large  Power,  also 
Special  Furnace 
Transformers  and 
Current  and  Poten- 
tial Transformers. 
Welded  Steel  Cases. 

Information,  latest 
bulletins,  estimates, 
etc.,  sent  on  request. 


THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  Bldg., 
Toronto 


Donalda  Block, 
Winnipeg 
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Hobbins  & 


HE  beautiful  finish  and  graceful  design 
of  The  Robbins  &  Myers  Fan  are  a 
big  sales  help  for  the  dealer.  .  They 
attract  the  customer's  attention  im- 
mediately and  carry  a  strong  sugges- 


the  appearance.  He  is  insured  many  years,  prob- 
ably a  lifetime  of  reliable  fan  service. 

Appearance,  performance  and  reputation  all  con- 
tribute to  easy,  profitable  sales  when  you  sell  Rob- 
bins  &  Myers  Fans. 


tion  of  the  quality  built  into  the  Fan. 

The  graceful  outlines,  the  smooth,  even  surface 
of  the  d'awn  steel  frame  and  base,  the  highly  pol- 
ished brass  blades,  the  neatly  constructed  guard,  the 
elt  base,  the  smooth,  gloss-black,  baked  ename 
finish  and  the  neat  gUt  stripes  are  all  features  o 
the  R  &  M  Fan  which  make  a  strong  appeal  to  the 
luyer  and  result  in  easy  sales  for  the  dealer.  Quality 
IS  reflected  in  the  appearance  of  every  detail. 

And  in  every  respect-performance,  durability 
and  efficiency-the  R  &  M  Fan  measures  up  to  its 
appearance.  When  you  sell  a  Robbins  &  Mye  s 
Fan  you  know  your  customer  will  be  just  as  high  y 
pleased  with  the  service  it  will  give  as  he  is  with 


Manager,  Chicago  Branch. 


The  Robbins  &  Myers  Company 


Springfield,  Ohio 

New  York    Philadelphia    Boston    Cincinnati  Cleveland 
Chicago     Buffalo     St.  Louis     San  Francisco 

CANADIAN  DISTRIBUTORS 
The  Century  Electric  Co.        Costello  &  Crowe.        Dawson  &  Co..  Ltd. 


Montreal 
La  Cie  Codere  &  Fils,  Inc. 
Sherbrooke 
Eastern  Electric  Co. 
St.  John 
Great  West  Electric  Co. 
Winnipeg 


Ottawa  Montreal 
Mechanics  Supply  Co..  Ltd. 
Quebec 

John  Starr  &  Sons  Co.,  Ltd. 
Halifax 

Rogers  Electric  Co.,  Ltd. 
Toronto 
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Fig.  1  is  a  section  of  the  iron,  showing  clearly  the  method  of 
assembly.  The  metal  case  (3)  is  highly  polished  and  plated  on 
under  surface,  having  a  rabbet  at  the  upper  outer  edge  for  the 
reception  of  the  cover  (4),  having  a  central  opening  (5)  in  the 
rear  end  for  the  porcelain  bushing  (6)  connecting  with  plug  base 

(7)  containing  terminal   binding   screws   and   posts   for   the  ends 

(8)  and  (9)  of  the  resistance  wire  (10),  and  which  ends  pass  up- 
ward through  bushing  (6).  The  plug  base  (7)  is  held  to  the 
cover  (4)  by  means  of  a  plate  (11)  detachably  secured  to  this 
cover  by  screws  (12),  and  the  plug  base  (7)  is  adapted  to  receive 
the  plug  (l.S)  of  the  lead  wires  (14)  and  (15),  which  are  attached 
to  lamp  socket,  or  other  electric  fixture.  The  resistance  wire  (KH, 
coiled,  is  laid  in  channel  (16)  of  porcelain  plate  (17)  and  channel 

(16)  is  filled  with  cement  (18),  whicli  protects  and  preserves  the 
element  (10).  This  cement  can  be  easily  dug  out  in  case  access 
is  desired  to  the  wire  (10).  The  porcelain  plate  (17)  is  provided 
with  a  hole  (19)  for  the  passage  of  a  boss  (2(1)  cast  integral  with 
base  (3)  and  the  height  of  which  exceeds  the  vertical  thickness  of 
the  porcelain  insulator  (17).  Held  on  top  of  boss  (20)  by  a 
screw  (21),  is  weight  plate  (22)  and  the  cover  (4)  is  held  in 
place  by  means  of  a  screw  (23)  threaded  into  cap  screw  (21). 
Note  that  this  method  of  assembling  is  very  simple  and  substantial. 
By  having  the  boss  (20)  extend  above  porcelain  plate  (17),  the 
weight  plate  (22)  does  not  touch  or  bind  on  the  porcelain  insulator 

(17)  ,  we  thereby  eliminate  the  possibihty  of  breaking  the  insu- 
lator (17)  by  the  expansion  of  metal  bodies   (22)   and   (3),  when 

heated. 


The  Seventh 
Anniversary 

of  the 

Canadian  Queen 
Electric  Iron 
and  Toaster 


Seven  years  ago  this  month  the  first 
Canadian  Queen  Electric  Iron  and  Toast- 
er was  built  and  they  are  still  in  use. 
Some  dealers  remark  "they  last  too  long-, 
a  customer  will  ne^'er  need  a  new  one." 

The  Canadian  Queen  line  is  designed 
with  that  result  in  view,  as  you  will  note 
by  the  cut  and  description. 

We  now  have  our  new  factory  finished, 
which  enables  us  to  double  our  produc- 
tion so  that  prompt  shipment  is  guaran- 
teed. 

In  the  "New  Canadian  Queen"  electric 
iron  the  heating  element  wire  is  placed  in 
a  heat  resisting  porcelain  plate,  as  shown 
in  Fig.  2.  The  channel  is  then  filled  in 
with  a  special  cement,  composed  of  ma- 
terials that  tend  to  preserve  the  element 
from  oxidation  ;  this  being  accomplished, 
the  element  should  last  indefinitely. 


//  your  jobber  cannot  supply^  j;ou,  let  us  hear  from  you  direct.     Ask  for  folder  "K. 


THE  FLEXIBLE  CONDUIT  CO.,  LIMITED 

GUELPH         -         -  CANADA 
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Then,  too,  we  have  the  case,  quite  common,  we  beheve, 
where  one  part  of  the  home  is  required  at  a  higher  tem- 
perature than  the  rest.  This  is  especially  true  of  the  qmet 
evening  hours  devoted  to  reading  or  conversation.  In  such 
a  case  the  electric  as  an  auxiliary  has  proven  itself  ideal,  m 
that  it  is  quick  to  respond  to  the  demands  made  upon  it 
and  that  it  delivers  heat  at  the  point  where  it  is  required— 
and  that  point  only. 

Of  course,  there  is  a  shortage  of  electric  power  at  the 
present  time  which  must  have  a  considerable  bearing  on  the 
whole  question,  but  when  it  can  be  shown  that  electric 
heating,  used  as  indicated  above,  is  actually  in  the  interests 
of  conservation,  this,  along  with  the  additional  arguments 
in  favor  of  electric  heaters,  should  free  us  from  any  accusa- 
tions of  advocating  a  luxury.  In  the  truest  sense  of  the  word 
electric  heating,  intelligently  used  as  an  auxiliary,  is  con- 
servation of  power. 
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Orders  for  advertising  should  reach  the  office  of  publication  not  later 
than  the  5th  and  20th  of  the  month.     Changes  in  advertisements  will  be 
made  whenever  desired,  without  cost  to  the  advertiser. 
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The  "Electrical  News"  will  be  mailed  to  subscribers  in  Canada  and 
Great  Britain,  post  free,  for  $2.00  per  annum.  United  States  and  foreign, 
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Hugh  C.  MacLean,  Limited. 

Subscribers  are  requested  to  promptly  notify  the  publishers  of  failure 
or  delay  in  delivery  of  paper. 
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Cold  Weather  Makes  Converts 
to  Electric  Heating 

The  recent  record  cold  snap,  coupled  with  the  shortage 
of  coal,  has  made  many  converts  to  the  use  of  electricity 
for  auxiliary  heating.  This  is  satisfactory  not  only  in  its 
effect  on  popularizing  electric  heaters,  but  also  in  that  it 
has  operated  for  real  economy  and  a  conservation  of  fuel. 

In  this  latter  connection  there  is  more  to  the  argument 
than  may  appear  on  the  surface.    The  use  of  electric  heaters 
in   the   house,   for   instance,   means   something   more  than 
a  mere  auxiliary  heat  to  be  called  into  requisition  when  the 
coal  furnace  is  unable  or  unwilling  to  respond  to  the  de- 
mands of  several  degrees  below  zero.    Like  all  other  ma- 
chinery, the  coal  furnace  has  its  maximum  point  of  effi- 
'      ciency,  which  point  is  passed  when  an  overload  demand  is 
made  upon  it.    It  follows  then  that  any  overload  makes  an 
abnormal  demand  on  the  coal  bin  and  that  the  extra  heat 
so  developed  becomes  more  and  more  costly  as  the  overload 
is  increased.   Just  here  then  is  where  the  electric  heater  comes 
in.    Let  us  say,  by  way  of  example,  that  the  furnace  in  a 
certain  home,  working  at  maximum  efficiency,  keeps  the  tem- 
perature at  70  degrees  when  the  outside  temperature  is  zero. 
If  now  the  outside  temperature  falls,  say,  to  10  below,  the 
furnace  still  working  at  maximum  efficiency  only  maintains 
a  temperature  of  65  degrees  within  the  home.    To  obtain  the 
extra  5  degrees  puts  a  strain  on  the  furnace,  or  requires  more 
frequent  feeding  and  attention  to  such  a  degree  that  the 
cost  of  the  little  extra  heat  required  may  be  two  or  liirt'C 
times  normal,  or  even  more  than  this. 


The  Acute  Goal  Situation 
and  Its  Moral 

The  acute  situation  regarding  the  coal  supply  at  various 
points  throughout  Canada  during  the  past  few  weeks  adds 
timeliness  to  a  strong  article  by  Mr.  Arthur  V.  White,  con- 
sulting engineer  to  the  Commission  of  Conservation,  which 
appears  in  the  annual  number  of  the  Monetary  Times,  under 
the  heading,  "Coal  Problem  of  Canada  Demands  National 
Action."  Mr.  White  points  out  that  the  supply  of  coal  is  far 
from  being  inexhaustible  in  the  United  States  and  that  we 
may  naturally  expect  to  be  obliged  in  the  near  future  to  de- 
pend on  our  own  resources.  In  other  words,  the  temporary 
crisis  of  the  past  month  will  become  a  permanent  condition, 
the  solution  of  which  must  rest  with  ourselves.  In  that 
sense  our  troubles  might  prove  to  have  been  a  blessing  in 
disguise  if  they  succeed  in  impressing  upon  us  the  necessity 
ot  getting  ready  for  that  inevitable  event  of  which  we  can 
now,  from  our  recent  experience,  form  some  reasonable 
estimate. 

As  a  substitute  for  United  States  coal,  which,  in  all  human 
probability,  we  shall  lose,  Canada  has  two  considerable  re- 
sources, soft  coal  and  water  power.  Canada  may  indeed 
claim  to  be  well  supplied  with  cojil,  but  unfortunately  it  is  of 
a  quality  not  suitable,  in  its  natural  state,  for  shipment 
across  the  continent.  One  of  the  big  problems  before  us,  then, 
is  to  discover  some  means  of  economically  utilizing  this 
vast  resource,  it  may  be  by  transforming  our  coal  into  more 
stable  form  so  that  it  will  stand  shipment,  or  it  may  be  by 
converting  it  at  the  mines  into  electric  energy  and  trans- 
mitting the  power  in  this  form.  The  latter  alternative,  how- 
ever, awaits  developments  in  the  electric  industry  that  we 
may  not  see  in  the  near  future.  The  former  is  said  to  be  an 
accomplished  fact  but  very  expensive  in  operation. 

The  other  substitute— water  power— Canada  also  pos- 
sesses in  considerable  degree;  Mr.  White  says  roughly 
twenty  million  horse-power.  Much  of  this,  however,  is 
located  so  far  from  our  more  thickly  populated  areas  that 
it  is,  temporarily  at  least,  without  value  to  us.  This  is  all 
the  more  reason  why  we  should  guard  with  the  greatest  care 
the  small  fraction  of  the  total  found  within  our  useful  areas. 
The  better  located  a  water  power  is,  the  more  reason  why 
its  control  siiould  be  guarded,  and  also  the  more  vigilance 
required  in  properly  guarding  it,  as,  naturally,  control  of 
such  power  would  be  more  eagerly  sought  in  proportion  as 
its  availaliiiity  increases. 

One  does  not  realize  the  vast  heritage  with  which  the 
people  of  eastern  Ontario,  for  example,  have  been  endowed, 
liy  simply  gazing  on  the  St.  Lawrence  River.  Figures 
change  the  viewpoint,  however.  Let  us  suppose  that  the 
Long  Sault  is  capable  of  developing  500,000  horse-power 
continuously.     Roughly   speaking,   it   requires   ten    tons  of 
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ooal  to  provide  one  horse-power  year.  Thus  the  power  of 
the  Long  Sault  rapids  is  the  equivalent  to  the  province  of 
Ontario  of  5,000,000  tons  of  coal  per  annum  for  all  time. 
The  total  import  of  anthracite  in  191  (>  was  4,570,815.  There- 
fore, a  proper  guarding  of  our  Long  Sault  heritage  alone 
will  take  care  of  the  situation  when  the  United  States  finds 
it  necessary  to  withliold  lier  anthracite  for  her  own  people's 
use. 

How  soon  that  may  be  is  problematical.  Our  neighbors 
to  the  south  have  been  tremendously  "white"  during  the 
crisis  just  passed,  but  let  us  not  forget  that  their  resources 
are  limited,  and  that  charity  begins  at  home.  The  necessity 
to  withhold  export  to  Canada  may  arise  sooner  than  they, 
or  we.  expect. 

For  a  permanent  crisis,  such  as  we  have  just  had  a  taste 
of,  and  which  may  come  to-morrow,  shall  the  people  of 
Canada  not  do  well  to  hold  themselves  in  readiness,  so  far 
as  is  humanly  possible,  by  conserving  for  our  own  people 
the  heritage  Providence  has  willed  us? 


Abandonment  of  Aqueduct  Scheme  Approved 
by  Research  Bureau 

The  abandonment  of  the  plans  for  enlarging  the  Mont- 
real aqueduct  and  for  the  construction  of  a  plant  to  develop 
hydro-electric  power,  aside  from  construction  required  to 
permit  its  use  as  a  source  of  water  supply,  is  recommended 
in  a  report  by  the  New  York  Bureau  of  Municipal  Research, 
which  is  investigating  Montreal's  civic  problems.  The 
bureau  also  recommend  that  prompt  consideration  be  given 
to  providing  funds  for  the  design  and  construction  of  an  elec- 
tric power  plant  to  furnish  the  service  required  for  pumping 
or  other  municipal  purposes,  and  that  the  present  steam  plant 
he  kept  in  reserve  for  stand-by  service. 

The  bureau  finds  that  there  has  been  lack  of  adequate 
study  and  consideration  of  the  project  as  a  whole  before 
authorizing  the  execution  of  the  works:  illogical  and  con- 
flicting statements  in  the  various  reports  issued  on  the  sub- 
ject, and  lack  of  consideration  of  possible  alternatives  for 
securing  an  economical  water  supply. 

''There  is  probably  no  large  city  on  this  continent  which 
is  so  strategically  located  in  respect  to  the  availability  of 
cheap  commercial  electric  power  as  Montreal.  In  spite  of 
these  facts,  the  city  government  has  undertaken  the  inde- 
pendent development  of  hydro-electric  power,  practically  in 
direct  competition  with  the  private  companies  at  present  serv- 
ing the  community  in  this  respect  or  those  able  to  furnish 
electric  power.  The  proposed  development,  if  completed,  will 
provide,  during  certain  seasons  at  least,  an  excess  of  power 
over  that  required  for  pumping  and  other  water  supply  pur- 
poses, and  yet  no  well-matured  plan  has  been  formulated  for 
the  economic  utilization  of  the  excess.  Even  in  the  matter 
of  municipal  needs  for  electric  power,  such  as,  for  example, 
to  provide  for  the  lighting  of  streets  and  pul^lic  buildings, 
there  is  no  evidence  of  any  adequate  consideration  having 
been  given  to  the  practicability  of  making  use  of  available 
power  from  a  city  plant  for  such  purpose.  It  would,  then, 
appear  that  the  city  has  no  reliable  data  on  which  to  l^ase  a 
justification  for  undertaking  the  project  at  all." 

The  report  criticizes  the  plans  of  the  city's  staff  and  of 
Messrs.  Vautelet  and  St.  Laurent,  and  suggests,  as  an  alter- 
native; the  abandonment  of  the  proposed  power  develop- 
ment, the  purchase  of  electric  power,  the  construction  of  an 
electric  pumping  plant  for  100,000,000  imperial  gallons  per 
day,  at  a  cost  of  $361,000,  the  use  of  the  present  steam  plant 
as  a  stand-by,  and  the  use  of  the  aqueduct  for  water  pur- 
poses only.  The  report  insists  that  the  purchase  of  power 
would  prove  much  more  economical  as  compared  with  the 
present  hydro-electrical  development. 


The  bureau  discusses  at  great  length  additional  sources 
of  water  supply,  and  comes  to  the  conclusion  that  the  most 
practical  scheme  is  the  utilization  of  the  aqueduct  as  a  source 
of  water  supply.  This  involves  the  abandonment  of  the  aque- 
duct enlargement  project,  including  the  development  of  a 
hydro-electric  plant.  The  construction  required  to  enable 
using  the  aqueduct  would  be  limited  to  the  building  of  an 
impounding  dam  at  its  lower  end,  with  suitable  provision  for 
sluice-gates  and  spillway,  together  with  some  possible  trim- 
ming up  of  the  unfinished  sections  of  the  enlargement  work. 


Flattening  Down  the  Peak 

In  our  last  issue  we  described  briefly  how  the  peak  load 
situation  was  being  met  in  Brantford,  Ont.,  through  the  co-  I 
operation  of  the  various  industries  throughout  the  munici- 
pality. A  recent  issue  of  the  Electrical  World  describes  sim- 
ilar operations  by  the  Traction,  Light  and  Power  Company 
in  Puget  Sound,  where  Sales  Manager  Gille  has  made  a  suc- 
cessful study  of  how  to  relieve  power  conditions.  The  sales- 
men interviewed  all  power  customers  over  50  h.p.  in  an  en- 
deavor to  secure  their  co-operation  in  smoothing  out  the 
load  curve  during  the  critical  weeks  preceding  and  imme- 
diately following  the  new  year.  In  this  city  the  hours  of 
4.30  to  7  p.m.  mark  the  limits  of  the  critical  period.  The 
peak  is  caused  by  the  overlapping  of  the  lighting  and  indus- 
trial power  loads  with  the  electric  railway  evening  rush  hour 
demand.  The  reason  assigned  for  this  overlapping  just  at 
this  time  is  that,  owing  to  the  number  of  cloudy  and  dark 
days  and  the  consequent  shortening  of  the  daylight  period, 
the  commercial  and  residential  lighting  consumers  turn  on 
their  lights  before  the  one-shift  powder  load  goes  oflF.  Power 
consumers  also  use  lights  in  their  plants  which  at  other  times 
of  the  year  they  would  not  need.  The  street  railway  peak  is 
around  5.30  throughout  the  whole  year,  and  the  company  is. 
of  course,  powerless  to  shift  it. 

Calls  for  co-operation  on  the  part  of  the  power  users 
met  with  prompt  response.  Out  of  266  customers  visited  all 
but  two  were  able  to  shift  their  load  a  little  bit.  By  arrang- 
ing an  earlier  closing  hour  with  some  24  customers.  2,600  kw. 
was  taken  off  the  peak.  By  consulting  with  other  large  con- 
cerns having  numerous  employees,  plans  were  worked  out 
whereby  these  employees  should  be  dismissed  at  half-hour 
intervals.  This  scheme  not  only  relieved  street  car  conges- 
tion, but  assisted  in  smoothing  out  both  the  street  railway 
and  industrial  load  curve. 

Having  thus  eliminated  the  more  readily  recognized  over- 
lapping, a  systematic  study  was  begun  to  find  just  wdiat 
changes  would  be  most  advantageous.  Each  power  con- 
sumer's load,  with  its  characteristics,  was  plotted  and  listed 
on  a  large  sheet  to  facilitate  careful  comparison.  Prelimin- 
ary examination  of  this  collection  of  data  indicates  that  it 
may  be  more  desirable  to  allow  certain  power  users  having 
unrestricted  service  contracts  to  operate  on  the  peak  than 
to  ask  them  to  shut  down  just  before  that  time,  because  the 
large  number  of  factory  employees  who  use  the  street  cars 
may  make  an  increase  in  the  street  railway  load  greater  than 
the  factory  load  cut  of¥. 


The  Power  Controller's  Order 

Sir  Henry  Drayton,  Power  e\->ntroller  for  Canada,  has 
issued  an  order  regarding  power  conservation  in  the  pro- 
vince of  Ontario,  which  comes  into  eflfect  Tuesday.  Tanu- 
ary  15.  In  effect  it  prohibits  display  advertising  of  all  kinds; 
requires  the  discontinuance  of  ornamental  lighting  and  the 
use  of  only  such  lamps  in  ordinary  street  lighting  as  are 
absolutely  necessary.  The  public  is  also  urged  to  save  every 
little  bit  of  current  possible  in  the  office,  the  home  and  else- 
where. 

The  order  regarding  the  discontinuance  of  ornamental 
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lighting  is  probably  not  intended  to  be  interpreted  literally  being  sold  in  the  province,  manufactured  no  one  knew  where 

as  this  would  leave  the  main  streets  of  most  of  our  cities  the  distribution  of  which  .t  was  impossible  to  control  After 

and  towns  in  absolute  darkness.    Presumably  the  intention  April  1  it  would  be  a  punishable  of¥ence  '-  f'^^'^'^'  lf^' 

is  that  only  such  of  the  ornamental  clusters  shall  be  lighted,  without  first  having  them  passed  upon  by  the  Hydro  Labora- 

or  such  part  of  each  cluster,  as  is  necessary  for  a  fair  ilium-  tory.  i 

or  SUCH  pa  ^^^^  matter  of  changes  in  the  rules  and  regulations  of 

'"''while  this  order  will  work  some  inconvenience  to  our  the  Hydro  Commission  was  also  discussed  at  some  length, 

citiz  ns  in  general  there  is  no  doubt  that  they  are  ready  to  A  number  of  members  complained  that  these  changes,  com- 

mamt:ver  little  sacrifices  may  be  necessary.    As  the  ing  into  effect  at  short  notice,  had  worked  hardship  in  cer- 

rys  lengthen    the  inconvenience  will  diminish.    The  order  tain   cases  on  those  firms  carrying  considerable  stocks  of 

days  len^tnen,  equipment  formerly  approved,  but  not  now  accepted  under 

"  '''To  alT  Commissions,  companies  or  persons  generating;  the  amendments.    It  was  thought  that  the  commission  might 

distributing  or  using  electrical  energy  in  Ontario,  where  there  with  profit  to  both  sides,  keep  themselves  more  closely  m 

fs  a    ho  tale  of  electrical  energy,  or  where  electrical  energy  touch  .rith  the  conditions  and  sentiments  of  the  trade  ,n  gen- 

bein°    o-^Lrated  or  supplemented  by  steam,  gas  or  oil  eral.    To  this  end  it  was  suggested  that  it  would  be  a  move 

IS  Dein^  ^eneiaicu  u        n                   .r  ^.^^^^  direction  if  the  commission  could  see  its  way  to 

''"'T^  is  hereby  ordered  and   directed   that   the   strictest  mclude  in  their  Rules  and  Regulations  Committee  some  out- 
i.  IS   neieuy       ,    ,       .    ,              ,     ^^^nu^^A     With  side  members  of  the  electrical  industry.    This  suggestion  met 
economy  in  the  use  ^^^l-^"'^^^;""^^^^^  ^f^^  with  unanimous  approval,  and  a  resolution  was  finally  adopted 
this  m  view  the  Commissions  and  companies  ^"PP  y'";  f  ^  .  f^.^.^ded  to  the  commission,  requesting  that 
trical  enero-v    and  the  officers  of  corporations,  as  well  as  wmcu            „  w  ;„ 
ndividua  s  u  in/electrical  energy,  will  on  and  after  Tues-  their  Rules  and  Regulations  Committee  be  enlarged  to  in- 
day   January  15?  1918.  and  untillurther  notice,  see  that  no  elude  not  less  than  five  members,  representing  the  manufac- 
elec'tr  caTe7er'y  be  used  for  advertising  or  ornamental  light-  turing,  distributing   and  contracting  interests, 
electrical  energy  oe  useu  lu                  «                       „tninst  The  se  ection  of  names  to  act  on  this  committee  was  left 
ing;  that  electric  street  lighting                         ^  J^^^^^^  ^  over,  .pending  the  acceptance  of  this  suggestion  by  the  corn- 
possible  Hmit-discontmuing  clus  er  I'^^t-g  en  .rely  and  on^^  P                              ^^^^  ^^^^  ^^^.^^  ^^^^^^  ^^^^^ 
using  such  lamps  as  are  actually  necessary  for  the  safety  ^^^^^^.^^       ^^^^  ^^^.^^^^  ^^^^^^.^^^  .^^^^^^^^  concerned. 

of  the  public.  .   

"Under  the  heading  of  advertising  is  included  the  m-  i-  t^,     .   .  i 
teriors  of  buildings  during  hours  when  the  latter  are  not  Canada  an  ExpOrtCr  Of  Llectncal  UnCrgy- 
open  for  business.  Other  than  the  products  of  her  agricultural  lands,  mines 
"Turn  of¥  every  lamp  and  switch  off  every  heater  or  mo-  ^^^^  forests,  there  are  certain  resources  in  Canada  of  unique 
tor,  the  use  of  which  is  not  absolutely  needed.  and  special  value.    One  of  these  is  the  hydro-electric  energy 
"Electrical  energy  is  vitally  needed  for  the  manufacture  of  ^hich  may  be  developed  from  Canada's  waters,  including 
many  war  essentials,  and  these  can  only  be  manufactured  if  j^^^  equity  in  international  waters.    At  the  present  time  the 
every  user  of  electrical  energy  helps  in  reducing  the  present  United  States  is  importing  from  Canada  about  275,000  horse- 
general   consumption.     Coal  is   being  used   to   relieve   the  po^er  years  of  electrical  energy.    Many  factors,  of  course, 
water-power  shortage  and  the  costliness  and  scarcity  of  coal  g^ter  into  the  determination  of  the  equivalent  of  this  elec- 
are  well  known.  trical  power  in  terms  of  anthracite  coal.    Electric  power  has 
"(Signed)  H.  L.  Drayton,  great  advantage  for  many  purposes  over  steam.  Speaking 
"Power  Controller.  j,.^  round  figures,  and  taking  cognizance  of  some  of  these 
"January  8,  1918."  special  factors,  the  electrical  power  now  imported  by  the 

■  —  United  States  would  be  the  equivalent  of  probably  not  less 

Ontario  Hydro  Establishing  Testing  Laboratories  than  3,000,000  tons  of  coal,  annually-it  may  be  a  quantity 

^                                            t       •    1  c     ■        ■  substantially  greater. 

At  the  call  of  the  chairman  of  the  Electrical  Section  oi  Canada  has  been  richly  endowed  with  water-powers,  al- 

the  Toronto  Board  of  Trade,  a  well-attended  meeting  of  re-  ^j^^^^^j^  ^1^^^^  serviceable  from  the  standpoint  of  present  econ- 

presentatives  of  electrical  manufacturers,  distributors,  and  ^^^^.^  development  should  be  carefully  conserved  so  that  they 

contractors  was  held  in  the  Board  of  Trade  rooms.  Royal  ^^^^       ^^^^            ^^^^^^j  ^^^^^^  interest. 

Bank  Building,  on  Monday,  January  7,  at  3  p.m.,  to  discuss  estimate  for  the  water-powers  of  Canada  must  be 

the  recent  announcement  of  the  Ontario  Hydro  Commission,  ^^^.^^^^^d   and  considered  with   a   due   appreciation   of  its 

appearing  on  page  36  of  the  Electrical  News,  January  1  issue.  jjj^^jj^jiQj^g     ^1^^  following  table  representatively  sets  forth 

Mr.  H.  F.  Strickland  chief  of  the  Hydro  inspection  depart-  ^^^^  water-power  situation  in  Canada.    By  no  means  may  all 

ment,  represented  the  commission.  water  powers  be  economically  developed:— 

Mr.  Strickland  at  some  length  explained  the  intentions  of  .  ^^j^^,  possible  Developed 

the  commission.    It  was  proposed  to  establish  a  testing  labor-  P™.    .,o.^.^^^^^^^  ^.or^.-.o... 

atory  in  Toronto,  duplicating  in  its  essential  parts  .he  labora-   

tories  of  the  Underwriters'  Association  in  Chicago.      ihi;,  mannn        or  ^nn 

,a„„„.o.,  was  „o.  intended ^.r.tl^^;:c'  n^b™ ::: .:: ::: ::: ;;  ZZ  ZZ 

'z^iJtz::^^:::^^  r'lr,:  --^^  ^--a^   .000  ,.0 

„„„„fac.„r.d  within  the  saXt°hewa„   ::: :;; ::; :::  ^.mooo  Lm» 

offered  tor  sale  ,„  the  pro,,„ce  7'^°"  7               '  ~ '  "  >;  Nor.h-West  Territories  

nroved  at  (  hicaso     Mr.  Strickland  stated  that  it  may   bt  „  .  .  ,    ^  , 

proveu  ai  >.  uica^t^                                                        1  ,,f  tl.o  Br  t  sh  Columbia   3,000,000  250,000 

taken  for  granted  that  appliances  havmg  the  approval  of  the 

Underwriter.s'  Laboratories  would  automatically  be  accepted  ruKuu  ^^^jj^^^^ 

by  the  commission  in  future,  just  as  in  the  past  and  he  hooped  ^^^^^^  

that  reciprocal  arrangements  would  be  made  in  the  near  •  ,  ,    ,  •  ,  ,      c  •   ,    \  \  c 

,       ,           ,    ,             I  I      ii      TLT,,.!,-^  T  nK^t-nf,>,-»,  Men   far-sighted  m  the  fields  of  industry  and  finance 

future  whereby  products  passed  by  the  Plydro   Laboratoiy  ^  ^      a  t  . 

,  ,  ,                 ...                 I  I     ft,    TTn^ir^r.-rrif^rc     Af     li^vc  forcscen  the  extent  to  which  present  and  future  gen- 
would  be  automatically  approved  by  the  Underwriters.    At  ^  

the  present  tinu"  a  number  of  unapproved  api)lianccs  were  "From  article  by  Mr.  A.  V.  White,  in  Monetary  Times. 
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i-rations  will  be  iuofciisingly  dcpciulcnl  upon  power,  whether 
it  he  steam  or  hydro-electric. 

Concentration  of  Control 
In  the  Ihiileil  Slates,  lor  many  years  past,  special  efforts 
have  been  made  to  concentrate  control  of  water-powers.  Most 
of  the  water-powers  which  are  more  readily  capable  of  eco- 
nomic development  in  Canada,  as  well  as  in  the  United  States, 
either  have  been  already  developed  or  are  privately  con- 
trolled. Concentration  of  ownership  is  a  noticeable  feature 
of  this  control.  It  has  been  authoritatively  published  that  in 
the  United  States,  in  1913,  about  (;,:iOO,000  horse-power  was 
controlled  by  ten  groups  of  interests.  This  concentration  is 
still  going  on.  Owing  both  to  provincial  and  federal  legis- 
lation, it  has  not  been  possible  for  interests  so  readily  to 
obtain  control  of  water-powers  in  Canada.  Efforts,  however, 
are  continually  being  made  to  secure  the  rights  for  such 
desirable  water-powers  as  are  yet  vested  in  the  Crown.  The 
efforts  made  by  the  powerful  financial  interests  behind  the 
Long  Sault  Development  Company  to  obtain  control  of  the 
almost  unequalled  power  rights  at  the  Long  Sault  Rapids, 
on  the  St.  Lawrence  River,  are  still  in  mind. 


"Patents"  at  the  A.  I.  E.  E. 

Those  members  of  the  Toronto  Section  A.LE.E.  who 
had  the  misfortune  to  be  absent  from  the  lecture  by  Major 
C.  H.  Riches  on  Friday  evening,  December  21,  have  much  to 
regret.    The  subject  of  the  History  of  Patents  has,  we  are 
sure,  never  been  presented  in  so  entertaining  a  fashion;  the 
trading  monopolies  granted  to  the  Hanse  towns  in  the  middle 
ages,  the  privileges  bestowed  upon  traders  by  English  mon- 
arch's, and  the  famous  act  of  James  L,  all  were  shown  to 
have  direct  bearing  upon  the  modern  form  of  patent  as  grant- 
ed by  the  Patent  Bureaus  of  Canada,  England  and  the  United 
States.     At  the  conclusion  of  the  lecture  a  concise  sum- 
mary of  the  present  aspect  of  patent  law  and  procedure  was 
given.     Afterwards   Major   Riches   answered   a  number  of 
questions  fired  at  him  by  those  members  whose  inventive 
genius  led  them  into  doubts  and  difficulties  concerning  the 
procedure  of  securing  a  patent.    The  discussion  indeed  was 
quite  extended,  more  than  forty  minutes  being  devoted  to  it 
The  lecture  was  one  of  the  best  and  most  original  ever  pre- 
sented before  the  section,  and  together  with  the  pleasing 
personality  of  the  author,  yielded  a  most  enjoyable  evening. 
The  1918  Program 
A  most  attractive  program  for  1918  has  been  arranged 
by  Mr.  A.  H.  Hull,  Chairman  of  the  Papers  Committee  of 
the  Toronto  Section  A.LE.E.    It  has  been  found  desirable 
to  hold  two  meetings  in  every  month  (first  and  third  Fri- 
days) and  the  arrangements  are: 

Jan.  18.— Commercial  Applications  of  Synchronous  Mo- 
tors, Morris  J.  McHenry,  Canadian  General  Electric  Com- 
pany, Toronto. 

Feb.  1.— The  Laws  of  Dielectrics,  Charles  E.  Skinner, 
Research  Division,  Westinghouse  Electric  Co.,  Pittsburgh. 

Feb.  1.5.— Technical  Education  in  an  Engineering  Works, 
Channing  R.  Dooley,  Educational  Department,  Westing- 
house  Electric  Company,  Pittsburgh. 

March  1.— Recent  Developments  in  Transformer  Prac- 
tice, John  J.  Frank,  G.  E.  Co.,  Transformer  Engineering 
Dept.,  Pittsfield,  Mass. 

March  15.— High  Voltage  Testing  (with  experiments), 
William  P.  Dobson,  Hydro  Electric  Power  Commission 
Laboratories. 

April  5.— High  Tension  Insulators  from  the  Operating 
Viewpoint,  Paul  Ackerman,  Toronto  Power  Company. 

April  19. — Annual  Meeting,  Dinner  and  election  of 
officers. 


The  Time  to  Sell  Appliances 

Aside  from  the  question  of  power  shortage  there  prob- 
ably never  was  a  more  opportune  time  to  push  the  sale  of 
electric  appliances  than  is  the  present  moment.    The  aver- 
age  small   consumer  of  electric  current  is   making  "good 
money"  to-day,  and,  it  goes  without  saying,  is  spending  it. 
Supplied,  as  he  is,  with  comparatively  ample  means,  he  isj 
looking  about  for  a  little  larger  share  of  that  comfort  and! 
luxury  so  often  denied  the  man  of  slender  income.  Whafl 
better  can  he  invest  his  money  in  than  attractive  fixtures  foi^ 
his  home  and  modern  electric  appliances  of  every  sort.  Un-'j 
less,  therefore,  it  is  the  case  that  any  small  increase  as  thid 
would  entail  in  the  household  power  load  will  embarrass  in' 
any  way  those  who  are  responsible  for  supplying  the  needs 
of  our  soldiers,  the  present  conditions  of  labor,  well  sup- 
plied with  ready  money,  seem  to  enforce  almost  a  patriotic 
duty  on  our  retailers  of  electrical  goods  to  see'  that  this 
surplus  cash  is  exchanged  for  merchandise  that  will  add  not 
only  to  the  comfort  and  pleasure  of  the  working  man  and 
his  family,  but  also  in  a  very  high  degree  to  efficiency  in  his 
daily  work. 


Honor  to  Whom  Honor  is  Due  J 

Of  the  650,000,000  tons  of  coal  which  will  be  mined  th:s 
year  only  4  per  cent,  represents  the  entire  electric  central 
station  requirements  of  the  country,  the  greater  part  of  the 
electrical  energy  now  used  being  generated  in  hydro-elec- 
tric stations.  By  utilizing  water-power  the  central  station 
industry  conserves  nature's  resources,  releases  millions  of 
tons  of  coal,  the  cars  necessary  to  transport  it,  and  the  labor 
required  to  mine  it,  while  the  coal  it  consumes,  as  the  fuel 
administrator  himself  has  graciously  allowed,  is  burned 
most  economically.  In  view  of  the  wide  publicity  given  t.. 
the  sign-lighting  orders,  which  indirectly  involve  the  elec- 
tric lighting  industry,  it  is  well  that  these  facts  be  con- 
stantly borne  in  mind.  Fuel-saving,  however  slight,  is  vitally 
necessary  in  the  present  world-crisis,  but  we  suggest  that  as 
a  matter  of  self-interest  any  striving  for  psychological  effect 
be  definitely  labeled  as  such.  From  the  usual  tone  of  press 
reports  the  general  .public  is  led  to  believe  that  the  central 
station  industry  is  most  profligate  in  the  use  of  coal,  whereas 
just  the  opposite  is  true.  There  is  nothing  in  the  entire 
engineering  history  of  the  industry  which,  even  in  the  pres- 
ent emergency,  warrants  anything  but  praise. — Electrical 
World. 


Canadian  Light  and  Power  Win  in  Review  Court 

The  First  Division  of  the  Court  of  Review.  Justices 
Fortin,  Greenshields,  and  Lamothe.  recently  gave  judgment 
to  the  effect  that  the  Canadian  Light  and  Power  Company 
was  not  liable  for  the  $126,221. :«  claimed  in  connection  with 
the  contracts  executed  by  G.  ^^^  T.  Nicholson  at  the  com- 
pany's hydraulic  plants  at  St.  Timothee,  in  1910  and  1911. 
Mr.  Justice  Maclennan,  in  the  Superior  Court  on  January  17, 
191C,  had  condemned  the  company  to  pay  this  amount  for 
damages  claimed  by  the  contractor,  but  the  review  judges 
held  that  the  claim  was  not  justified.  The  review  judges 
were  unanimous.  The  action  against  the  company  was  for 
,$225,692.82,  which  included  the  $1 26,221. r>5,  and  as  a  result  of 
the  Court  of  Review  judgment  the  company  will  have  to  pay 
only  $99, 471. 47  for  works  executed. 

More  aid  to  struggling  electric  railways  in  Xew  York 
State  has  been  granted  by  the  Public  Service  Commission  for 
the  Second  District.  On  December  13  and  December  15  the 
commission  announced  increases  in  fares  from  5  to  6  cents  for 
the  Glen  Cove  Railroad,  and  from  5  to  7  cents  for  the  Peeks- 
kill  Lighting  and  Railroad  Company. 
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An  Automatic  Hydro-Electric  Station 


Four  Units  of  500  H.  P.  Each  Operate  Automatically  and  Entirely 
Without  Human  Supervision 


\t  Cedar  Rapids,  Iowa,  a  3,000  kw.,  low-head,  hydro- 
electric station  recently  constructed  is  now  being  operated 
entirely  automatically.  The  installation  consists  of  four 
500  kw.  units. 

The  hydro-electric  plant  has  been  arranged  to  operate 
in  parallel  with  a  19,000  kw.  steam  generating  plant  located 
ihout  half  a  mile  away.  It  was  originally  planned  to  oper- 
•ite  the  hydro-electric  plant  by  remote  control  from  the  steam 
plant  but  as  this  involved  a  large  number  of  complications, 
,1  was  finally  decided  to  install  a  completely  automatic  con- 
trnl  In  this  way  a  saving  in  the  neighborhood  of  $4,000 
a  year  in  labor  has  resulted  and  it  has  worked  out  that  the 
first  cost  is  no  greater  than  would  have  been  required  for 
a  first  class  manually  operated  station.  The  general  operat- 
ing features  are  described  in  a  recent  issue  of  the  Electrical 
Railway  Journal. 

General  Operating  Features 
\s  the  station  equipment  is  arranged  and  will  usually 
he  operated,  the  control  of  the  machines  will  be  handled 
remotely  from  the  steam  station,  where  the  simple  act  of 
removing  one  small  double-throw  switch  on  a  bench  board 
will  start  the  automatic  control  equipment  at  the  hydro  plant 
in  its  series  of  functions  in  placing  a  machine  on  the  line, 
without  further  attention  from  anyone.    These  same  switches 
,  on  the  benchboard,  however,  set  in  the  opposite  position 
leave  the  number  of  machines  running  in  absolute  control 
of  the  automatic  equipment  at  the  hydro  plant  which  is 
actuated  by  the  level  of  the  water  in  the  storage  reservoir. 
The  conditions  of  load  will  not  at  any  time  determine  the 
number  of  machines  cut  on  or  ofi  the  line.    It  will  simply 
l,c  the  practice  to  load  the  hydraulic  plant  up  to  the  capa- 
,  ity  which  the  water  flow  will  allow,  or  which  emergency 
requires,  and  the  load  fluctuation  on   the   system  will  be 
,  .ken  care  of  at  the  steam  station.     If  left  to  the  purely 
automatic  control,  a  lowering  of  the  head  beyond  a  certain 
level  automatically  cuts  the  generators  off  the  Ime  in  a  cer- 
tain sequence.    Conversely,  with  a  rising  head  the  machines 
will  start  up  and  come  in  on  the  line  as  rapidly  as  the 
rise  in  water  level  permits.    Any  trouble  whatever  instantly 
uts  the  machine  or  machines  out  and  thus  gives  protection, 
re-ardless  of  the  position  of  switches  at  the  steam  station, 
and  then  automatically  brings  them  back  on  the  line  when 
rnnditions  have  become  normal  again.    In  brief,  the  com- 
plete control  scheme  includes   a  purely  automatic  control 
on  which  is  superimposed  a  remote  manual  control.  ihe 
former  operates  in  accord  with  the  water  supply,  while  the 
latter  causes  machines  to  be  cut  in  or  out  at  the  will  of 
,he  steam  plant  operator,  by  means  of  the  automatic  equip- 
ment   regardless  of  water  conditions. 

As  many  machines  will  be  run  during  the  day  through 
the  remote  control  supervision  as  is  possible  and  still  per- 
mit the  river  to  store  up  water  for  full-load  operation  of  the 
plant  during  the  night.  This  plan  of  utilizing  the  full  flow 
,,f  the  river  has  been  adopted  as  the  one  which  best  fits  m 
with  the  load  conditions  on  the  systems.  The  operation  of 
all  three  units  at  the  hydro-electric  station  permits  tne  shut- 
ting down  of  one  boiler  at  the  power  house  during  the  night. 

Special  Features  of  the  Layout 

The  interest  in  the  plant  lies  principally  in  the  selection 
and  arrangement  of  the  electric  automatic  control  appar- 
atus    The  control  equipment  for  the  most  part,  consists 


of  apparatus  of  standard  design  for  steel-mill  work.  This 
type  of  equipment  was  selected  because  of  its  sturdy  and  not 
over-sensitive  characteristics.    Hence,  while  the  application 
of  the  automatic  apparatus  to  the  hydro-electric  generating 
equipment  is  entirely  new,  the  control  equipment^  itself  is 
of  usual  design,  but  assembled  to  perform  special  duties.  This 
equipment  is  installed  on  three  generator  control  cabinets 
and  one  exciter  control  cabinet  located  along  one  side  of 
the  power  plant.    There  is  also  a  terminal  board  cabinet 
which  has  been  used  as  a  terminus  for  all  control  and  in- 
strument wires.    Beside  each  of  the  generator  cabinets  is  the 
motor-driven  rotary  drum  controller  which  determines  the 
sequence  of  operation  of  the  various  relays  and  contactors 
in  the  same  manner  that  this  is  accomplished  in  connection 
with    th-e    automatic    railway    sub-station.    All  instrument 
wires  are  brought  to  terminals  in  the  instrument  cabinet  so 
that  it  is  possible  to  cut  in  portable  instruments  for  testing, 
in  the  absence  of  the  permanent  meters  which  are  all  in- 
stalled in  the  steam  plant.    One  feature  of  the  control  which 
differs  from  that  which  has  been  employed  in  the  automatic 
sub-stations  is  the  over-speed  protection  device.    In  the  auto- 
matic sub-station  this  is  a  simple  mechanical  device  placed 
'^n  the  end  of  each  rotary  converter  shaft,  which  closes  a 
circuit  through  a  relay  when  the  speed  of  the  machine  reaches 
a  certain  point,   the  relay  acting  to  cut  the   machine  off 
the  line.    In  the  hydro-electric  plant  this  protection  is  pro- 
vided for  the  entire  station  by  a  1  horsepower  induction  motor 
which  drives  a  speed-limiting  device,  closing  a  circuit  through 
a  relay  in  the  same  manner.    As  all  generators  are  in  syn- 
chronism, no  one  unit  could  race  without  carrying  all  others 
with  it.    This  motor  remains  continuously  on  the  line,  since 
it  consumes  little  power,  and  it  was  hardly  worth  while, 
therefore,  to  provide  relays  to  cut  it  off. 

Sequence  of  Operation 

The  sequence  of  operation  of  the  control  apparatus  is 
in  general  as  follows:  When  the  operator  at  the  steam 
station  closes  the  small  benchboard  switch,  previously  men- 
tioned, the  drum  controller  at  the  hydro-electric  plant  starts 
to  revolve.  This  same  connection  might  have  been  accomp- 
lished by  the  action  of  the  automatic  float  switches  governed 
by  the  water  level  in  the  storage  reservoir.  The  first  circuit 
completed  by  the  drum  controller  is  through  a  relay  which 
starts  up  one  or  the  other  of  the  exciter  sets,  depending  on 
which  way  a  triple-pole,  double-throw  switch  is  thrown. 
The  150-h.p.  motor  of  this  exciter  set  is  thrown  directly  across 
a  2300-volt  line,  taking  momentarily  eight  times  full-load 
current  and  coming  up  to  full  speed  and  full  voltage  in  three 
and  a  half  seconds.  Meantime  the  drum  has  continued  to 
revolve  and  has  closed  the  necessary  circuit  to  energize  the 
gate  motor  which  opens  the  gate  on  the  water  wheel  to 
about  0.3  full  opening.  After  completing  this  contact  the 
drum  controller  stops  until  the  generator  reaches  a  speed 
of  55  r.p.m.,  at  which  time  a  centrifugally  operated  switch 
on  the  top  of  the  generator  shaft  makes  a  contact  which 
starts  the  drum  revolving  again.  This  then  completes  the 
circuit  which  closes  the  main  line  contactor,  putting  the  ma- 
chine on  the  line  without  field  and  in  series  with  a  set 
of  reactors  which  will  limit  the  current  through  the  unit 
to  about  3.5  times  full-load  current  during  the  synchroniz- 
ing period.  Two  of  these  reactors,  which  are  of  the  single- 
phase  oil-immersed  type,  designed  for  five-minute  duty,  arc 


24 


THE   ELECTRICAL  NEWS 


January  15,  1918 


installed  for  each  machine.  A  time  interval  between  the 
closing  of  the  centrifugally  operated  switch  on  the  main 
generator  and  the  closing  of  the  main  line  contactor  is  pro- 
vided in  order  to  permit  the  generator  speed  to  increase  from 
55  r.p.m.  to  00  r.p.m.,  or  synchronous  speed,  before  the 
main-line  contactor  is  closed.  The  next  function  performed 
by  the  drum  is  to  close  a  circuit  through  the  field  coils. 
When  the  exciting  current  is  first  thrown  on  the  generator 
field,  it  is  limited  by  the  field  rheostat  connected  in  the  circuit 
to  about  one-quarter  normal  value.  This  gives  the  machine  a 
chance  to  get  in  step,  without  unduly  high  current  values. 
After  a  moment  a  section  of  the  field  rheostat  is  shunted  out, 
increasing  the  field  current  to  its  normal  value.  The  current- 
limiting  reactors  are  then  short-circuited  and  the  contact- 
making  ammeter  closes  a  circuit  through  the  gate  motor 
which  opens  the  gate  to  a  point  permitting  the  machine  to 
carry  full  load.  All  of  these  operations  require  but  thirty- 
seven  seconds.  The  time  which  elapses  from  the  instant 
the  generator  begins  to  take  load  until  it  is  under  full  load 
is  only  seven  seconds,  because  of  the  rapidity  with  which 
the  gate-opening  mechanism  responds.  In  placing  the  gen- 
erators on  the  line  the  action  is  similar  to  that  of  bringing 
a  synchronous  motor  up  to  speed  and  placing  it  on  full 
circuit.  The  ordinary  synchronizing  process  as  usually  ap- 
plied to  generators  does  not  become  a  part  of  the  operation 
in  this  hydro-electric  plant,  since  placing  the  machine  on 
the  line  with  low-field  excitation  allows  the  rotor  to  slip 
back  or  to  be  pulled  ahead  a  fraction  of  a  phase  angle 
without  trouble.  Oscillograph  records  of  the  current  in 
the  main  generator  circuit  show  that  maximum  disturbance 
during  the  starting  period  is  not  serious. 

Protection  Against  Possible  Trouble 

The  bearings  of  each  machine  are  protected  against  over- 
heat by  thermostats  of  the  spiral  spring  type  which  are  set 
to  operate  at  45  degs.  C.  Should  a  bearing  become  over- 
heated, the  thermostat  would  promptly  act  to  cut  the  mach- 
ine afifected  ofif  the  line.  When  the  bearing  cooled  down  to 
normal  temperature  the  thermostat  would  automatically  cut 


the  machine  in  again.  Thermostats  are  also  placed  on  the 
current-limiting  reactors  and  set  to  operate  at  75  degs.  C 
Thermostats  on  the  stator  coils  of  the  generators  are  set  to 
operate  at  65  degs.  C.  The  speed-limiting  device  already  de- 
scribed is  set  so  that  it  shuts  down  the  entire  plant  whenever 
the  station  frequency  reaches  64  cycles  per  second.  In  a  test 
of  this  device  the  main  oil  switch  at  the  steam  station  was 
tripped  from  the  benchboard,  cutting  all  load  oS  the  hydro- 
electric plant,  which,  of  course,  would  tend  to  make  the 
machines  run  away.  In  one  and  two-fifths  seconds  after 
the  oil  switch  was  tripped  the  frequency  limiting  device  oper- 
ated and  the  water  wheel  gates  began  to  close. 

The  possibility  of  a  machine  operating  single-phase  is 
prevented  by  the  fact  that  part  of  the  relays  are  installed  itt 
each  phase,  and  the  wiring  is  laid  out  so  that  the  open- 
ing of  any  one  of  the  relays  will  open  all  contacts  and  shut 
down  solenoids,  so  that  no-voltage  failures  are  guarded 
against  through  the  instant  opening  of  all  relays.  The  loss 
of  excitation  is  guarded  against  by  a  relay  in  series  with 
contacts  which  in  opening  shut  down  the  plant.  The  gen- 
erators are  protected  against  surges  by  inverse  time-elemen' 
relays  which  cut  the  current-limiting  reactors  into  circuit 
with  the  machine  for  an  interval  on  not  excessive  overloads, 
before  cutting  the  latter  of?  the  line.  Under  normal  opera-, 
tion  the  220-volt,  60-cycle  energy  supply  for  the  control 
system  is  supplied  from  two  5-kv.a.  transformers  installed 
in  the  hydro-electric  plant.  In  case  of  emergency,  however, 
a  throw-over  switch  supplies  the  control  energy  from  th 
steam  station  power  and  lighting  transformers. 

The  float  switches  guard  against  trouble  from  low  water. 
No  special  provision  has  been  made  to  guard  against  the 
accumulation  of  snow-ice.  except  the  standard  trash  racks 
at  the  intake  to  the  flume  and  at  the  intake  to  the  wheel 
pits.  In  this  connection  it  is  interesting  to  note  that  a 
sudden  stoppage  of  all  units  in  the  plant  produces  a  piling 
of  the  water  at  the  gate  to  such  an  extent  that  the  back- 
wash ef¥ectively  removes  all  trash  from  the  rack  and  causes 
material  which  has  gathered  at  the  upstream  trash  rack  to  be 
washed  over  the  spillways. 


Group  vs.  Individual  Motor  Drive 


There  is  always  danger  when  reaction  sets  in  agamst 
any  certain,  established  practice  that  the  pendulum  of  mod- 
ernism may  swing  a  little  too  far  the  other  way  and  de- 
prive us  of  some  of  the  advantages  which  a  moderate  view- 
point would  have  assured.  This  may  be  the  case  to-day  with 
regard  to  the  use  of  individual  motor  drives.  The  reaction 
which  set  in  some  time  ago  against  group  drive,  based  un- 
doubtedly upon  sound  argument,  has  in  some  cases,  we 
believe,  led  to  installations  of  individual  motors  not  justified 
by  considerations  of  economy.  "Just  look  at  the  current 
you  save,"  is  a  forceful  argument  to  the  factory  superintend- 
ent who  is  eagerly  searching  for  every  possible  opportunity 
to  cut  costs,  but  too  often  this  and  similar  savings  take 
on  an  importance  quite  out  of  proportion  to  their  real 
value.  The  superintendent  would  see  the  matter  in  a  dif- 
ferent light  if  he  realized  that  the  cost  of  current  repre- 
sented only  in  the  neighborhood  of  one  or  two  per  cent, 
of  the  total  operating  cost  rightly  chargeable  to  that  motor. 

A  very  impartial  article  on  the  relative  advantages  of 
group  and  individual  drive,  written  by  C.  E.  Clewell,  appears 
in  a  recent  issue  of  the  Electrical  World.  Extracts  from 
this  article  are  given  herewith,  as  well  as  a  couple  of  inter- 
esting drawings: — 

As  a  basis  for  an  analysis  of  these  two  methods  of 


electric  drive,  it  should  be  noted  at  the  outset  that  the 
power  consumption  of  a  typical  machine  tool  is  usually 
a  relatively  small  item  in  comparison  with  the  other  charges 
against  the  machine,  Fig.  1.  Any  degree  of  saving  in  the 
power  consumption  will  have  a  relatively  small  effect  on 
the  total  cost  of  production  by  this  tool,  whereas  any  sav- 
ing in  wages  brought  about  by  the  ability  of  the  operator 
to  perform  a  given  operation  in  less  time  will  obviously  tend 
to  a  much  greater  eflect  on  the  cost  of  production. 

The  interest  and  depreciation  on  a  machine  tool  to- 
gether may  form  an  item  of  importance.  In  this  connection 
Fig.  2  indicates  that  the  cost  per  horsepower  increases  rapid- 
ly for  the  smaller  sizes  of  motors:  hence  the  fixed  charges 
on  the  smaller  machine  tools  when  equipped  with  individual 
motors  are  relatively  higher  than  with  larger  tools  where 
the  rating  of  the  motor  is  higher. 

While  the  use  of  individual  motors  can  hardly  in  any 
case  be  justified  solely  on  a  basis  of  power  saving,  any  re- 
duction in  the  power  required  to  drive  a  given  machine  is 
a  factor  in  the  gross  efficiency  of  the  plant.  Table  I.  there- 
fore, is  of  considerable  interest  because  it  shows  the  friction 
losses  connected  with  the  line  shafting  in  various  typical 
shop  departments.  The  losses  given  show  the  order  of 
magnitude  which  may  be  reached,  and  hence  give  an  indi- 
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cation  of  the  economy  which  may  be  effected  by  the  sub- 
stitution of  motor  drive  for  any  system  of  mechanical  power 
distribution. 

Conditions  Favorable  to  Group  Drive 

In  a  general  way  the  term  "group  drive,"  as  here  used, 
relates  to  those  cases  where  one  relatively  large  motor  sup- 
plies a  group  of  machine  tools  through  line-shafting  and 
countershafting,  the  sources  of  power  being  broken  up  into 
relatively  small  units.  The  excessive  mechanical  losses  of 
the  long  main-line  shafts  usually  employed  with  purely  me- 
chanical power  distribution  are  thus  reduced  by  the  elec- 
erical  distribution  up  to  the  group  motors,  but  the  mechanic- 


Planf  Expenses  Chargeable  iofhis  Hoc  him  Tool  -VZ^  of  Total 


Salaries  Chargeable  to  this  Hachine  ■■2S°'^«  of  fofal 


"Nages  ■l?°iof  Total 


Interest- 6 h  of  Total 


part  of  the  machine-tool  builders  of  the  advantages  of  the 
motor-driven  tool. 

Advantages  of  Individual  Drive 

Turning  now  to  some  of  these  advantages  of  indi- 
vidual drive,  it  is  important  first  to  note  how  large  a  factor 
the  reduced  friction  losses  may  be  in  the  individual-motor 
problem.  Figures  gathered  by  A.  G.  Popcke  for  a  typical 
case  on  which  careful  estimates  were  made  for  both  meth- 
ods of  drive  show  that  the  increased  first  cost  for  indi- 
vidual motors  may  be  offset  in  a  relatively  short  time  by 
the  lower  frictional  losses  brought  about  by  their  use. 

In  a  case  of  group  drive  the  total  first  cost  per  floor 
amounted  to  $8,700,  proportioned  as  follows:  For  the  main 
shaft,  37  per  cent.;  countershafts  and  pulleys,  57  per  cent.; 
group  motor,  5  per  cent.  The  losses  due  to  friction  with  the 
group  system  were  estimated  at  $3,500  per  annum. 

Table  I.— Frictional  Losses  in  Shafting  for  Various 
Typical  Shop  Departments 


Depreciation-  O'-iof  Total 


Other  Charges  ■3°'' of  Total 
Poner  l'-i  of  Total 


Department 
Pattern  making 
CJrinding  .  .  ■  •  •  • 
Light  drilling  . 

Lathe  

Milling  

Cam  cutting 


Per  Cent,  of  Total 
Transmitted 
Power 
.  .    . .  17 
..  ..  21 
...  23 
. .   ..  25 
..  ..  25 
. .    .  .  20 


Department 
Chucking   .  . 
Planing  . .  .  . 
Cutter  making 
Heavy  drilling 


Per  Cent,  of  Total 
Transmitted 
Power 
.  .    . .  26 
..   ..  26 
..  ..  27 
34 


Jig  and  fixture  making  37 
Cutting-off   43 


Table  II.— Comparative  Factors  to  Consider 


Fig  1  -Relative  amounts  chargeable  to  a  given  machine  tool  per  eight-hour 
day  for  different  items  which  make  up  total  production  cost. 

al  losses  usually  present  with  line-shafting  and  belting  still 
occur  between  the  group  motor  and  the  machine  tools  to 
which  it  supplies  power. 

Several  fairly  well-defined  conditions  occur  under  which 
group  drive  is  usually  preferable  to  individual-motor  drive, 
and  these  may  be  listed  as  follows: 

(a)  Group  of  machines  operated  at  constant  speed,  all 
machines  being  in  operation  simultaneously. 

(b)  Machinery  close  together  and  countershafts  thus 
short;  diversity  factor  that  permits  the  installation  of  less 
gross  horsepower  with  a  single  group-drive  motor  than  when 
several  individual  motors  are  used.  (This  case  applies  with 
special  force  to  the  smaller  motors  of  say  3  h.p.  or  less.) 

(c)  Constant-speed  machines  requiring  excessive  cur- 
unt  at  certain  points  in  the  duty  cycle  and  when,  owing  to 
-^uch  conditions,  the  gross  horsepower  rating  of  individual 
motors  would  necessarily  be  higher  than  the  horsepower 
rating  of  a  single  group  motor. 

(d)  Where  a  group  of  relatively  very  small  machines 
is  found  and  where  the  investment  in  a  motor  for  each  ma- 
chine be  unduly  high. 

Under  any  of  these  conditions,  however,  the  higher 
first  cost  of  individual  motors  might  easily  be  offset  in  a 
very  short  period  if  any  considerable  increase  in  produc- 
tion would  result  from  their  use  in  preference  to  a  group 
motor.  Furthermore,  the  first  cost  of  individual-drive  in- 
stallations has  often  been  increased  in  the  past  by  the  ad- 
ditional cost  of  mechanically  attaching  the  motor  to  the 
machine.  This  objection  is  disappearing  at  the  present  time 
hecause  of  the  growing  tendency  of  the  machine-tool  manu- 
facturers to  design  their  machine  tools  so  as  to  accommo- 
date the  motor. 

The  fact  that  at  least  50  per  cent,  of  the  output  of 
some  of  the  larger  machine-tool  plants  is  now  arranged 
for  individual  motor-driving  is  due  partly,  no  doubt,  to  the 
increased  demand  of  industrial  plants  for  motor-driven  ma- 
chines, and  also  to  some  extent  to  the  appreciation  on  the 


Group  Drive 
Constant  friction  loss  in  shafts  and 
belting. 

Control  of  speed  limited  by  the  num- 
ber of  cone  pulley  steps. 

Reversing  must  be  accomplished  by 
a  clutch  or  by  crossed  belts. 

Difficulty  in  stopping  the  machine 
tool  at  any  given  point. 

Speed  increments  are  usually  large. 

The  size  of  the  cut  is  limited  by 
belt  slippage. 

Difficulty  is  experienced  in  locating 
causes  of  delay  in  the  work. 

Changes  in  the  location  of  mach- 
inery difficulty  because  shafts  are 
fixed  in  position. 


Individual  Drive 
Friction  loss  in  motor  and  machine 

when  operating  only. 
Control   of   speed   limited   only  by 
the  number  of  notches  on  the  con- 
troller and  by  the  gear  ratios. 
Reversing  may  be  accomplished  by 
the  handle  of  a  controller. 
The   machine   tool   can   readily  be 

stopped  at  any  desired  point. 
The  speed  increments  may  be  made 

as  small  as  desired. 
The  size  of  the  cut  is  linuted  only 
by  the  mechanical  strength  of  the 
machine  and  by  the  motor  torque. 
Delays  in  the  work  may  easily  be 
detected  by  the  use  of  the  graphic 
meter. 

An  individually  motor-dnven  mach- 
ine may  be  moved  readily  to  suit 
the  convenience  of  production. 


Horsepower  Rating  of  Motor 


Fig.  2.— Approximate  variation  in  cost  per  horsepower  for 
different-size  motors. 

The  first  cost  of  an  individual-motor  drive  for  this  same 
floor  was  estimated  at  about  $10,400  per  floor,  proportioned 
as  follows:  For  the  136  motors,  83  per  cent,  of  the  first 
cost  of  the  driving  system,  and  for  wiring,  etc.,  about  13 
per  cent.  The  losses  due  to  friction  in  this  case  were  esti- 
mated at  $700  per  annum.  In  this  instance  the  extra  first 
cost  of  the  individual  motors  amounts  to  $1,700,  whereas  the 
saving  in  frictional  or  mechanical  losses  by  the  use  of  indi- 
vidual motors  amounts  to  about  $1,800.  In  such  a  case, 
therefore,  the  increased  cost  of  the  individual-motor  system 
would  pay  for  itself  through  reduced  mechanical  losses  in 
approximately  a  year's  time. 

The  principal  advantages  are  i)ower  savings  (already  dis- 
cussed)  and  increased  production.     The  latter  is  brought 


26 


THE   ELECTRICAL  NEWS 


January  15,  1918 


about  largely  bj'  cutting  clown  the  time  required  to  perform 
some  or  all  of  the  elements  which  constitute  the  cycle  of 
the  operation.  Thus  the  cycle  for  a  planer  includes  the  time 
required  lor  (a)  the  cutting  stroke,  (b)  bringing  the  platen 
to  rest,  (c)  reversing  the  platen,  (d)  the  return  stroke,  and 
(c)  again  bringing  the  platen  to  rest  and  starting  in  on  the 
cutting  stroke.  The  analysis  of  the  operation  of  such  a 
nuichine  is  largely  one  of  studying  how  each  of  the  com- 
ponents of  the  cycle  may  be  afTected  by  the  individual  motor 
in  comparison  with  the  countershaft  or  group  drive,  keeping 
in  mind  that  a  30  or  40  per  cent,  saving  in  the  time  required 
for  such  a  cycle  means  (according  to  Fig.  1)  a  corresponding 
percentage  saving  in  the  total  cost  of  production.  Obviously, 
any  appreciable  saving  in  the  total  cost  of  production  by 
a  given  machine  tool  will  be  an  item  of  great  importance 
to  the  efficiency  of  the  plant  and  will  be  of  a  magnitude 
which  is  far  greater  than  any  corresponding  percentage  sav- 
ing in  the  power  consumption  of  the  same  machine. 

The  author  sums  up  the  relative  advantages  in  Table  II. 


Pumping  Plants  Have  Equipment  Designed 
for  Flexibility 

The  motor-driven  centrifugal  pumping  plant  recently 
completed  at  the  Riverdale  station  of  the  corporation  of  To- 
ronto is  of  interest  to  municipal  and  other  engineers,  owing 
to  the  great  flexibility  of  speed  and  capacity  of  the  unit.  It 
was  designed  to  deliver  5,000,000  imperial  gallons  in  24  hours, 
against  a  head  of  170  feet,  and  running  at  a  speed  of  730  r.p.m., 
but  owing  to  probable  variation  in  pressure  and  capacity  the 
city  required  the  unit  to  deliver  either  3,000,000  gallons  or 
1,000,000  gallons  against  a  lower,  head  varying  from  130  ft. 
down  to  70  ft. 

Single  Stage  Pump  With  Variable  Speed  Motor 

Under  such  conditions  it  is  usual  to  build  a  multi-stage 
pump,  but  the  contractors,  Canadian  AUis-Chalmers,  designed 
and  built  a  single-stage  pump  which  has  fulfilled  all  the  guar- 


Unit  at  Riverdale  pumping  station,  Toronto. 

antees  required  by  the  city.  The  usual  practice  also  is  to 
supply  constant  speed  induction  motors  for  centrifugal 
pumps,  but  as  the  speed  to  fill  the  above  requirements  must 
vary  from  720  r.p.m.  down  to  50  r.p.m.,  the  Canadian  General 
Electric  Company  built  a  special  250  h.p.  variable  speed 
motor,  which  also  fulfils  all  the  requirements  of  the  city. 

This  pump  is  single-stage,  split  casing,  specially  designed 
and  constructed  to  obtain  the  highest  efiiciency.  It  consists 
of  a  cast-iron  spiral  casing  with  discharge  and  suction  inlet 
cast  on  to  the  lower  body.    The  casing  is  split  on  a  horizon- 


tal centre  line,  so  as  to  facilitate  inspection  without  dis- 
mantling pipe  or  any  other  part  of  the  unit. 

A  set  of  removable  difTusion  guide  vanes  has  been  pro- 
vided so  as  to  guide  the  water  from  the  impeller  to  the  cas- 
ing in  the  most  efficient  manner.  The  impeller  is  made  of 
cast  bronze,  and  is  polished  so  as  to  eliminate  unnecessary 
friction. 

Special  neck  rings  have  been  provided,  so  as  to  decrease 
the  leakage  water  from  the  pressure  side  to  the  suction  side.! 
The  impeller  is  of  double  suction  type  and  the  head  of  170  fL| 
is  generated  in  a  single  stage.  i 

Proper  stuffing  boxes  are  arranged  on  each  side  of  the  I 
extending  shaft,  and  bronze  sleeves  are  provided  so  as  to  ■> 
eliminate  rust  and  undue  wearing.    The  shaft  itself  is  made 
of  the  best  hammered  steel  and  of  ample  design  to  prevent 
any  vibration. 

Outboard  Bearings  for  Shaft 

Separate  outboard  pedestal  bearings  are  provided  in  order 
to  carry  the  shaft,  and  one  of  these  bearings  is  arranged  with 
forged  collars,  which  act  as  a  thrust  bearing  in  order  to  take 
care  of  any  unbalanced  thrust  which  might  occur  occasion- 
ally. All  bearings  are  arranged  for  water  cooling,  and  are  of 
the  self-aligning  ring  oiling  type. 

Separate  sub-bases  are  provided  to  facilitate  dismantling 
and  direction.  Both  bearings  are  tied  up  to  the  main  pump 
casing  by  means  of  staj^  bolts,  so  as  to  make  the  whole  unit 
as  rigid  as  possible. 

A  flexible  pin  type  coupling  is  arranged  for  connecting 
up  this  pump  with  the  motor.  The  whole  unit  is  set  upon  a 
heavy  cast-iron  base  plate,  which  is  grouted  in  to  the  foun- 
dation. 

The  unit  has  proven  to  be  exceedingly  quiet  during  opera- 
tion, a  point  insisted  upon  in  the  specification,  and  to  be  well 
over  70  per  cent,  in  efficiency  at  various  tests,  and  operatmg 
under  various  conditions,  which  is  notable  for  a  single-stage 
type  pump  of  such  comparatively  slow  speed. 

Test  of  Motor  Driven  Pumping  Unit 

The  motor-driven  centrifugal  pumping  unit  recently  in- 
stalled by  Canadian  Allis-Chalmers,  Limited,  at  the  Papineau 
Avenue  pumping  station,  Montreal,  was  tested  by  engineers 
on  behalf  of  the  Corporation  on  November  29.  1917,  and  gave 
a  combined  overall  efficiency  of  75.8  per  cent,  at  three-quarter 
load  to  79  per  cent,  at  overload.  The  pumps  themselves 
showed  an  efficiency  of  SI. 5  per  cent,  to  84.9  per  cent. 

This  unit  is  composed  of  two  12-in.  type  "S"  A-C  centri- 


Papineau  Ave.  pumping  unit.  Montreal 


fugal  pumps  and  one  C.  G.  E.  Co.  type  1.6—525  h.p..  1.2(^1' 
r.p.m..  Form  P.  3,200  volts.  3  phase.  GO  cycles,  wound  rotor 
induction  motor,  complete  with  drum  type  controller  and 
resistance  for  two  minutes  starting  duty,  and  with  incoming 
line  panel  on  which  is  mounted  oil  switch  and  instrument'^ 
The  pumps  are  connected  in  series  by  means  of  a  ca>t 


THE    ELECTRICAL  NEWS 

amiary  1  •>  1915 

TABLE  1. -OFFICIAL  TEST,  PAPINEAU  AVE.  PUMPING  STATION  MONTREAL 


PUMPS 


Speed 
R.P. 
M. 

1350 
1230 
1217 


Vent. 
Meter 
M.G. 
D. 

6.1 

6.4.50 

6.830 


G.P. 
M. 


1336.1 
4479.1 
4743 


Head 
Delivery 


Lbs. 
150 

143 

135 


Feet 
346.5 

330.33 

313.0 


Suction 

Feet 
7.5 

1.9  4.39 

1.0  2.31 


Lbs. 
3.33 


Total 
Feet 


339.0 
325.94 
309".  6 


Water 
H.P. 


435.16 

443.4 

444.9 


MOTOR 


Amp. 

Volts. 

Watt 
Meter 
K.W. 

Input 
Elec. 
H.H. 

Eff. 

B.H. 
P. 

Pump 

Eff. 

Com- 
bined 

Eff. 

116 
116 
117 

3330 
3310 
3310 

438 
41S 
420 

560.3 
563.0 

93 
93 
93 

533.56 

531.1 

533.59 

81.5 
84.8 
84.9 

75.8 
78.9 
79.0 

Renuu-ks:  Max.  Temp.  Motor  iron,  44  clegs.  C;  Coils.  38  degs.  C;  Room,  25  degs.  C 
Water  measured  by  man.. meter  \  entun  meter. 

iron  overhead  pipe.  A  decided  advantage  in  adopting  this 
,n-an-ement  is  the  accessibility  of  all  parts  dtirmg  operatton. 
especially  such  as  bearings,  couplings,  and  impellers  ot  the 
,,„ps.  'All  bearings  are  of  the  self-oiled  type,  and  no  bear- 
ings are  employed  inside  of  any  of  the  pumps.  The  othc.al 
test  IS  recorded  in  Table  1. 


Personals 

Mr.  Stanley  G.  Johnstone  has  been  appointed  assistant 
inspector  of  gas  and  electricity  for  the  district  of  Toronto. 

Mr  George  Garrett,  master  mechanic  with  the  Winnipeg 
Electric  Railway,  has  been  appointed  superintendent  ot  roU- 

Mr"^  W  S.  Hart  has  been  appointed  managing  director  ot 
the  Three  Rivers  Traction  Company,  Three  Rivers.  Que.  He 
was  formerly  secretary-treasurer  and  general  manager. 

Mr  G  A.  Mills  has  been  appointed  electrical  engineer  of 
the  Winnipeg  Electric  Railway  Company.  He  was  fonder  y 
electrical  engineer  for  the  Waterloo,  Cedar  tails  and  Xorth- 
ern  Railway,  Waterloo,  Iowa. 

Major  Harold  L.  Trotter,  A.M.C.S.C.E.,  has  been  award- 
ed the  D  S  O.  Major  Trotter,  who  has  been  at  the  front  tor 
about  two  years,  with  the  Canadian  Engineers,  was  associated 
with  Mr.  Henry  Holgate,  consulting  engmeer,  Montreal,  for 

about  ten  years.  .  . 

Mr  E  B.  Fewings,  who  has  been  for  six  years  with  the 
Hydro-Electric  Commission  of  Gait,  Out.,  the  last  three 
years  as  chairman,  has  retired.  He  was  presented  by  the 
Hydro  stai¥  with  a  handsome  easy  chair  and  an  address  ot 
appreciation  was  read. 

Mr   M   E   McCormick  has  been  appointed  assistant  to 
oeneral"  manager  of  the  New  Brunswick  Power  Company,, 
operating  the  St.  John.  N.B.,  street  railway.    He  was  fornierly 
assistant  general  manager  of  the  Bangor  Railway  and  Elec- 
tric Company,  at  Bangor,  Me. 

Mr  W  S  Ford,  Lieut.,  Royal  Garrison  Artillery.  123nd 
Sie-e  Battery,  B.E.F.,  who  has  been  elected  an  associate 
member  of  the  Canadian  Society  of  Civil  Engineers,  was 
formerly  assistant  hydraulic  engineer  with  the  Canadian 
Boving  Company,  designing  water  power  plants,  Diesel  en- 
.nne  plants,  etc.,  and  also  with  the  Western  Canada  Power 
Company,  Stave  Falls,  B.C.,  on  power  house  construction, 
waterways,  surveys,  etc. 

Mr  W  R.  Bonnycastle,  of  Vancouver,  has  been  elected 
a  member  of  the  Canadian  Society  of  Civil  Engineers.  He 
is  in  practice  as  a  consulting  hydro-electrical  engmeer,  spe- 
cializing on  water  power  development,  and  is  also  engineer 
for  the  Bridge  River  Power  Company  and  the  Indian  Power 
Company,  B.C.  Besides  being  connected  with  Mr.  R.  S. 
Kelsch  of  Montreal,  on  the  design  of  the  Kamin.st.qu.a 
Power  development.  Fort  William,  Mr.  Bonnycastle  was  elec- 
trical engineer  with  the  Stave  Lake  Power  Company,  de- 
signing engineer  with  the  Western  Canada  Power  Company, 
and  engineer  for  Smith.  Kerry  and  Chace. 


New  Books 

Radio  Communication— theory  and  methods,  with  an  ap- 
pendix on  transmission  over  wires,  by  John  Mills,  research 
department,  Western  Electric  Company;  McGraw-Hill  Book 
Company,  Inc.,  New  York,  publishers;  price  $1.75  net.  This 
book  is  the  substance  of  a  course  of  lectures  given  by  the 
author  during  the  summer  of  1917  to  a  company  of  the 
United  States  Reserve  Signal  Corps.    As  the  individual  men 
differed  widely  in  the  extent  of  their  previous  training,  treat- 
ment of  the  subject  involved  practically  no  mathematics.  The 
scope  of  the  work  is  shown  by  the  following  chapter  head- 
ings: Alternating  Currents;  The  Telephone  Receiver;  The 
Vacuum  Tube;  Detection  of  High  Frequency  Currents;  Pro- 
duction of  Damped  Sinsuoidal  Currents;  Production  of  Un- 
damped Hugh  Frequency  Currents;  Radio  Telegraphy  and 
Telephony;  Practical  Appliances  and  Methods  of  Radio  Tele- 
graphy; Transmission  over  Wire  Circuits.    The  book  con- 
tains 205  pages,  well  illustrated;  size  5  by  7  inches. 

Central  Stations— by  Terrell  Croft;  McGraw-Hill  Book 
Company,  Inc.,  New  York,  publishers;  price  $3.50  net.  After 
a  general  treatment  of  certain  elements  which  occur  in  all 
electrical  energy  distribution  systems,  the  different  factors 
which  are  utilized  frequently  in  central  station  practice  are 
discussed   more    exhaustively.     These   include   load  factor, 
demand  factor,  diversity  factor,  plant  factor  and  the  like. 
Next  the  typical  load  curves  encountered  in  everyday  work 
are  considered:  then  principles  of  circuit  design,  with  ex- 
amples   showing   how    circuits    are    computed    in  practice. 
Chapters  follow  treating  with  transmission  and  distribution, 
lightning  protection  equipment,  etc.    The  final  chapters  in 
the  book  are  concerned  with  electrical  energy  generating 
stations  and  the  equipment  of  such  stations.    These  include 
a  study  of  automatic  voltage  regulators,  switchboards,  switch- 
gear;  the  three  different  types  of  prime  movers — steam,  in- 
ternal combustion  engine  and  hydraulic;  reactors  and  trans- 
formers, etc.    The  book  is  in  the  standard  dark  green  bind- 
ing of  this  publishing  house;  330  pages;  well  illustrated; 
size  51/  X  8  inches. 

The  Lighting  Art — its  practice  and  possibilities,  by  M. 
Luckiesh,  physicist,  Nela  Research  Laboratory,  National 
Lamp  Works  of  General  Electric  Company;  McGraw-Hill 
Book  Company,  Inc.,  New  York,  publishers;  price  .$2.50  net. 
The  purpose  of  this  book  is  to  discuss  lighting  problems, 
particularly  from  an  unusual  standpoint.  It  is  pointed  out 
that  engineering  and  scientific  data  may  be  found  elsewhere 
in  great  abundance,  so  that  the  chapters  are  confined  to  dis- 
cussions of  scientific  and  artistic  aspects  of  lighting,  with 
the  aim  of  indicating  greater  possibilities  in  the  use  of  light 
This  is  a  book  which  will  be  found  of  great  value,  not  only 
to  illuminating  engineers,  but.  on  account  of  its  non-tech- 
nical character,  to  the  architect  or  layman  interested  in  the 
science  of  better  illumination.  It  contains  330  pages:  size 
()  by  9  inches;  bound  in  the  standard  dark  green  cloth  of  this 
publishing  house. 
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Montreal  Tramways  Company  Has  New  Double-Unit 
Cars  in  Operation— Control  from  Master 
Controllers  in  Vestibule 

I'Ik'  MonliL'al  Traunvays  Company  has  just  put  into 
operation  a  portion  of  100  new  cars,  constructed  l^y  the  J.  G. 
Brill  Company,  Philadelphia.  These  are  of  the  double  unit 
tj'pe.  similar  to  some  now  in  use  except  in  a  few  minor 
details.  The  trucks  and  bodies  were  made  in  Philadelphia, 
the  cars  being  assembled  and  the  electrical  equipment  fitted 
in  the  Tramways  Company's  shops  at  Youville,  near  Mont- 
real. 

The  following  gives  the  main  features  of  the  cars: — 
Weight,  total   motor,  45,000  lbs. 

trailer,  38,000  lbs. 
Seating  capacity   motor,  42 

trailer,  45 

Bolster  centres   motor,  21  ft. 

trailer,  21  ft. 
Length  over  bumpers   motor,  45  ft.  3  ins. 

trailer,  44  ft.  3  ins. 
Length  over  vestibule   motor,  44  ft.  3  ins. 

trailer,  43  ft.  3  ins. 

W  idth  over  all   8  ft.  5  ins. 

Rail  to  trolley  base    11  ft.  4 ins. 

Bodj-   Steel  with  wood  posts. 

Interior  trim   Cherry 

Headlining   Agasote 

Roof   Arch 

Air  brakes   Westinghouse 

Heaters   Consolidated  car 

Fare  l)oxes   Coleman  stationary. 

Lightning  arresters    Canadian  Westinghouse. 

Motors    Canadian  Westinghouse  533- 

T-4;  motor  cars,  4;  trail- 
ers, 2;  outside  hung. 

Control    Westinghouse  P.K.  multiple. 

Couplers   Tomlinson. 

Designation  signs   Keystone. 

Seating  upholstery   Rattan. 

Trolley  retrievers   Keystone. 

Trucks,  type   76  E. 

Wheels   Standard  cast  iron,  30  in. 

The  cars  have  the  usual  fenders,  sanders,  hand  brakes. 


heat  regulators.  The  air  brakes  can  be  applied  by  either 
motorman  or  conductor,  while  should  the  cars  be  accident- 
ally separated  the  brakes  automatically  come  into  operation. 
The  automatic  equipment  is  operated  from  storage  batteries. 


Front  vestibule  new  Montreal  cars. 

making  its  operation  independent  of  the  usual  power,  and 
continuous  in  the  event  of  the  current  being  of?.  The  electric 
heaters  are  controlled  bj'  a  thermostat,  with  an  automatic 
switch  to  maintain  an  even  temperature. 

The  great  feature  is  in  the  matter  of  the  controller.  In 
the  other  cars  of  the  company  the  main  controller  is  in 
^the  motorman's  vestibule,  whereas  in  the  new  train  both 
cars  are  controlled  from  a  master  controller  placed  in  the 
vestibule  of  either  car.  In  other  words,  the  cars  constitute 
a  multiple  train  which  can  be  run  either  as  a  single  unit 
or  as  a  doulile  unit.  The  use  of  this  Westinghouse  type  P.K. 
control  also  has  the  advantage  of  allowing  the  removal  of 


Typical  new  double-unit  train  of  Montreal  Tramways  Cbmpany. 
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all  heavy  current  carrying  parts,  and  eliminating  burnouts  m 
the  vestibule.  Additional  space  is  also  given  on  the  plat- 
form, the  weight  of  the  latter  is  reduced,  the  car  wiring  is 
minimized,  and  greater  facility  allowed  for  the  application 
of  automatic  emergency  features  on  master  controllers.  It 
is  intended  to  run  these  cars  on  the  steeper  grades,  which 
iiitherto  it  has  not  been  possible  to  do  to  any  extent  with 
the  other  double  unit  cars. 

Each  front  car  is  equipped  with  four  Canadian  West- 
inghouse  motors,  and  each  trailer  with  two  motors.  The  to- 
power  per  double  car  is  330  h.p.,  but  600  h.p.  can  be 
ileveloped  for  short  periods,  400  h.p.  lieing  necessary  to 
operate  on  the -heavier  cross  town  grades.  Lighting  is  by 
1)4  watt  lamps  with  reflectors  and  automatic  compensating 
device  for  burned  out  latnps. 

As  will  be  seen  from  the  cut  the  entrances  and  exits 
are  of  ample  proportions,  there  being  a  separate  exit  in  the 
motorman's  vestibule  of  the  leading  car;  the  main  entrance 
and  exit  of  this  car  is  at  the  rear,  while  those  of  the  trailer 
are  at  the  front.  The  doors  are  interlocked  with  the  power 
system,  making  it  impossible  for  the  cars  to  be  started  until 
all  doors  are  closed.  This  prevents  accidents  to  passengers 
attempting  to  board  cars  when  the  vehicles  are  in  motion. 

The  experiment  with  the  double  cars  has  proved  so 
satisfactory  that  the  additional  cars  have  been  ordered.  In 
a  city  like  Montreal,  with  its  congestion  of  traflic  at  rush 
hours,  it  is  important  that  the  company  should  be  able  to 
transport  passengers  quickly,  avoid  delays  at  intersections, 
and  give  facilities  for  the  motorman  to  move  quickly  between 
stops-  Of  course,  other  considerations,  such  as  number  of 
stops,  enter  into  the  question  of  efficient  service,  but  in 
regard  to  the  points  previously  mentioned,  it  is  claimed  that 
the  two  unit  cars  effectively  deal  with  the  problems.  It  is 
manifest  that  the  double  unit  cars  will  carry  a  much  larger 
number  of  passengers;  that  the  two  cars  can  receive  their 
loads  and  discharge  the  passengers  practically  in  the  same 
time  as  a  single  car,  given  the  requisite  entrances  and  exits; 
that  there  is  less  likelihood  of  delay  at  the  cross  sections; 
and  that  with  fewer  vehicles  on  a  route  the  cars  can  attain 
(|uicker  speeds  between  stops. 


Electric  Railway  Conditions  in  Halifax 

The  electric  situation  in  Halifax  is  described  in  the  cur- 
rent issue  of  the  Electric  Railway  Journal,  who  despatched  a 
I  epresentative  to  the  scene  of  action  immediately  after  the 
rlisaster.    The  following  extracts  are  of  special  interest: 

In  general,  the  Xova  Scotia  Tramways  and  Power  Com- 
pany's power  plant  equipment  and  repair  shop  proved  almost 
ininnme  from  damage,  excepting  the  destruction  of  windows 
,ind  doors  from  the  concussion.  As  might  be  expected,  the 
lolling  stock  of  the  company  suffered  considerably  where  it 
-vas  in  service  on  the  streets.  Five  platform  men  were  killed 
in  the  performance  of  their  duties  and  four  of  the  company's 
nutside  mechanics  lost  their  lives.  As  yet  it  is  impossible  to 
tell  how  many  laborers  succumbed.  Out  of  forty  box  cars  in 
--ervice  thirteen  are  in  first-class  condition.  Two  wore  so 
l.adly  damaged  that  they  will  have  to  be  completely  rebuilt. 
Twenty-five  others  suffered  minor  injuries,  -such  as  broken 
windows,  door  frames  blown  out  or  in,  warped  bodies,  etc. 
One  car  body  was  torn  off  its  truck  and  landed  upon  a  side- 
walk at  the  north  end  of  the  city. 

I'ortunately  for  the  company,  very  little  damage  was 
done  to  track  and  roadbed  on  the  system  as  a  whole.  The 
company  operated  only  about  one  mile  of  track  ((iO-pound 
Lorain  T-rail)  in  the  worst  part  of  the  explosion  zone,  and 
this  appears  not  to  be  in  very  bad  shape,  A  few  cars  were 
started  out  on  the  system  Friday  morning,  but  unfortunately 
a  blizzard  descended  upon  the  city.  Automobiles  and  cars 
lieeame  stalled,  and  it  was  impossible  to  resume  passenger 


sjrvice  until  Sunday  morning.  On  Saturday  night  150  United 
States  bluejackets  assisted  the  tramway  company  in  track 
cleaning.  Managing  Director  H.  R.  Mallison  states  that  the 
aid  rendered  by  these  men  enabled  considerable  progress  to 
be  made  in  the  direction  of  opening  the  system  for  traffic,  and 
that  their  unstinted  service  will  never  be  forgotten  either  by 
the  citizens  or  by  the  company.  Eight  cars  were  in  opera- 
tion by  10.20  a.m.  Sunday.  The  railway  distribution  system 
was  not  seriously  damaged  except  in  the  districts  closely  in- 
volved in  the  explosion.  The  company  is  well  supplied  with 
line  material  of  all  kinds,  but  is  short  of  car  carpenters  and 
glass. 

The  explosion  destroyed  the  greater  part  of  the  over- 
head lines  in  the  so-called  Richmond  district  of  Halifax,  as 
well  as  in  Dartmouth.  Breaks  and  short-circuits  in  the  dis- 
tribution system  of  the  Tramways  and  Power  Company 
necessitated  the  shutting  down  of  the  generating  plant  for  a 
short  period,  but  within  an  hour  the  station  was  again  sup- 
plying energy  through  all  parts  of  its  territory  outside  the 
explosion  zone.  The  fall  of  overhead  circuits,  trolley  wire, 
and  feeders  opened  a  large  number  of  automatic  breakers 
and  switches  at  the  power  plant.  Practically  all  the  windows 
and  doors  on  the  north  side  of  the  station  were  blown  into 
the  building,  debris  scattering  about  the  operating  room  tor 
a  distance  of  40  to  50  feet  from  the  wall.  As  in  many  other 
parts  of  the  city,  the  tremendous  air  currents  set  in  motion 
by  the  explosion  wave  knocked  down  some  of  the  em- 
ployees. None  of  those  in  the  station,  however,  was  seriously 
injured.  The  windows  on  the  north  side  of  the  station  were 
of  wired  glass,  set  in  steel  sashes,  but  these  were  blown  to 
bits  by  the  force  of  the  blast.  A  large  amount  of  glass  wa.-* 
blown  into  the  motor-generators  near  the  north  wall,  and  the 
railway  switchboard  was  also  subjected  to  a  shower  of  this 
material.  Little  damage  was  done,  however,  either  in  the 
station  or  in  the  adjacent  car  repair  shop  of  the  company. 
The  boiler-room  suffered  little,  if  at  all. 

Many  of  the  short-circuits  on  the  distribution  system 
were  quickly  burned  out.  As  soon  as  possible  after  the  ex- 
plosion the  company's  line  superintendent  and  two  men  pro- 
ceeded to  the  vicinity  of  the  North  Street  station  (the  Hali- 
fax railroad  passenger  terminal)  and  cut  clear  across  the 
city,  beginning  at  North  Street,  all  the  overhead  lines  of  the 
company  entering  the  devastated  district.  This  work  was 
completed  during  the  afternoon. 

Prior  to  the  disaster  the  average  peak  load  upon  the 
power  station  was  3,100  kw..  but  the  curtailment  of  demand 
resulting  from  the  destruction  of  so  large  an  area  has  re- 
duced this  to  about  1,500  kw. 


Women  Conductors  in  New  York 

Women  conductors  are  being  used  on  the  New  York  sur- 
face car  lines,  replacing  a  large  number  of  men  who  have 
been  removed  by  war  demands.  At  present  there  are  about 
seventy-five  in  the  service,  and  this  number  will  be  gradually 
increased  as  positions  are  left  vacant  and  the  women  are 
trained.  There  is  no  intention  of  using  women  as  "motor- 
men."  The  women  will  work  the  same  hours  as  the  men  they 
replace  and  will  begin  at  the  same  rate  of  pay.  Applications 
are  favored  from  relatives  of  men  who  have  enlisted  for  mili- 
tary service. 

When  an  applicant  is  accepted  she  is  placed  in  a  school 
for  about  two  days  and  afterwards  undergoes  a  test  covering- 
familiarity  with  the  company's  rules,  makin,g  change,  etc,  .V 
certain  physical  standard  is  required.  During  the  first  few 
days  an  instructor  accompanies  the  new  conductress. 

Standard  uniforms  have  been  adopted,  made  of  khaki 
cloth,  similar  to  the  army  color.  The  coat  reaches  almost  to 
the  knees,  and  has  four  pockets  and  a  lower  inside  pocket  for 
carryin.g  transfers.  The  collar  is  so  made  that  it  can  lie  but- 
toned in  three  different  ])osilioiis. 
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Relationship  of  the  Contractor 
to  the  Central  Station 


By  W.  R.  Putnam' 


\\  IkU  1  am  about  to  present  to  you  1  hope  you  will  take 
in  the  spirit  of  co-operation  in  which  it  is  given.  There  is  no 
question  but  what  there  has  been  a  wonderful  change  in  view- 
point during  the  past  generation.  To-day  men  have  a  real- 
ization that  a  successful  undertaking  is  impossible  in  all  kinds 
of  industries  unless  you  have  the  confidence  and  co-opera- 
tion of  the  several  branches  of  the  industry.  The  success  of 
central  station  undertakings  is  primarilj^  dependent  upon  in- 
creased business,  and  no  central  station  can  be  successful  in 
increasing  business  unless  it  has  the  assistance  of  all 
Ijranches  of  the  industry.  It  cannot  work  alone,  conse- 
quently it  seems  advisable  to  discuss  frankly  with  the  con- 
tractors and  dealers  at  this  time  many  of  the  problems  that 
concern  the  central  station.  The  central  station  is  first  de- 
pendent upon  the  g'ood-will  of  its  customers  and.  second, 
upon  the  good-will  of  the  dealers  and  contractors  in  its  ter- 
ritory. I  appreciate  thoroughly  that  such  is  the  case  after 
having"  spent  some  twenty  years  in  the  industry,  and  having 
worked  up  to  the  time  where  we  are  securing  this  co-opera- 
tion. 

Central  Station  Responsibility 

The  central  station  industry  has  as  its  responsibility  the 
most  extensive  use  of  electrical  service,  in  the  territory  it  is 
serving,  that  is  possible.  That  is  our  aim.  We,  of  course, 
are  employing  men  whose  business  it  is  to  secure  this  busi- 
ness. We  have  the  same  responsibility  to  our  stockholders 
that  you  have  to  your  stockholders.  We  must  consider  the 
money  invested  in  our  business  that  is  entitled  to  a  fair  re- 
turn. 

Co-operate  to  Prevent  Stagnation 

One  place  where  contractors  and  dealers  can  co-operate 
with  the  central  station  is  in  connection  with  this  situation. 
You  undoubtedly  will  be  interested  in  knowing  that  my  com- 
pany did  not  earn  6  per  cent,  on  the  money  invested  in  its 
business  during  the  past  year.  This  is  too  small  a  rate  of 
return.  The  only  way  that  this  can  be  increased  is  either  by 
increasing  business  or  by  increasing  the  rates  at  which  cur- 
rent is  sold.  The  central  station  industry  has  been  afi'ected 
by  the  advance  in  cost  of  materials  the  same  as  your  busi- 
ness has  been  affected,  with  this  difference,  that  we  are  not 
in  position  to  as  readily  raise  rates  as  are  you  people.  Pos- 
sibly we  will  not  be  able  to  increase  our  business  to  the  point 
where  we  can  pay  the  increased  cost  of  materials  and  lalior 
and  at  the  same  time  pay  a  reasonable  rate  of  return  on  our 
investment.  If  such  a  condition  happens,  you  men  can  be  of 
wonderful  assistance  in  helping  the  power  company  to  secure 
whatever  raise  in  rates  may  at  that  time  be  found  necessary. 
You  will  owe  it  to  yourselves  as  well  as  the  central  station 
to  render  this  aid  as  a  central  station  in  your  territory  which 

*  Sales  Manager  of  Utah  Power  and  Light  Company,  before  Utah  Society 
of  Electrical  Contractors  and  Dealers. 


is  in  financial  straights  will  be  unable  to  finance  the  neces- 
sary power  developments  and  extensions  to  care  for  in- 
creased business,  with  the  result  that  there  will  be  stagnation 
so  far  as  the  electrical  industry  in  its  territory  is  concerned, 
which  would  result  in  decreased  business  for  all  of  j^ou  men. 

Leave  Installations  to  Contractors 

In  reference  to  division  work  between  the  various 
Ijranches  of  the  industry  the  contractor  and  dealer  should, 
without  question,  handle  installation  work  in  this  territorj". 
They  also  should  be  very  active  in  the  merchandising  of  all 
electrical  goods,  including  lamps  and  appliances.  At  present 
you  men  are  handling  practically  all  of  the  installation  work 
on  customers'  premises,  except  in  some  of  our  small  towns 
where  you  are  not  equipped  for  this  work.  As  a  result,  it  is 
our  intention  to  keep  out  of  this  class  of  work.  W^e  also  aim 
to  have  the  sale  of  motors  in  our  territory  handled  by  the 
contractors  and  dealers. 

Financial  Support 

As  you  know,  we  have  assisted  contractors  and  dealers 
in  financing  installation  work  from  time  to  time,  particularly 
with  all  house  wiri.ig.  I  will  grant  that  we  are  not  doing  as 
much  as  we  might  in  this  respect,  but,  unfortunately,  the  cen- 
tral station  industry  has  been  hit  harder  than  any  other 
branch  of  the  industry  in  the  present  financial  situation,  ^^"e 
cannot  secure  monej'  for  extension  work  out  of  our  earn- 
ings. \Ve  must  secure  new  money  to  finance  all  extension 
work,  and  money  is  not  to  be  had  at  this  time.  Undoubtedly 
when  financial  conditions  reach  normal  we  will  be  able  to 
render  you  more  assistance  in  financing  deferred  payment 
sales  of  larger  appliances. 

Will  Never  Reach  Saturation  Point 

Probably  the  largest  field  for  additional  work  on  yo'ur 
part  is  in  the  sale  of  additional  wiring,  fixtures,  and  appliances 
for  use  in  the  home.  We  all  are  interested  in  securing  the 
greatest  saturation  possible.  However,  saturation,  as  far  as 
the  use  of  electricity  is  concerned,  will  never  be  obtained. 
There  are  unlimited  possibilities  for  the  electrical  industry. 
We  owe  to  our  customers,  as  well  as  to  our  stockholders, 
tlio  securing  of  this  business,  so  that  our  customers  will  have 
lietter  and  more  convenient  homes.  The  central  station  in 
its  advertising  is  trying  to  impress  upon  its  customers,  as 
well  as  prospective  customers,  the  very  many  ways  in  which 
electric  current  can  be  advantageously  used  by  them.  This 
opens  up  the  way  for  business  on  your  part.  The  central 
station  has  felt  that  it  was  necessary  for  it  to  take  a  \ery 
Mcti\e  part  in  this  class  of  merchandising,  and  I  appreciate 
that  this  activity  on  the  part  of  the  central  station  has  opened 
tlic  central  station  to  criticism  bj-  j-ou  men.  However,  you 
must  appreciate  that  our  duty  requires  us  to  adopt  the  quick- 
est method  of  securing  this  business  in  order  to  increase  our 
kilowatt  hour  sales. 

Tremendous  Growth  in  Merchandising  Business 

Our  company  has  been  operating  some  live  years  in  this 
territor}-.  Our  mercliandising  business  for  the  first  year 
anKHinted  to  $97,000.    The  first  eight  months  of  last  year  we 


January  15,  1918 


THE   ELECTRICAL  NEWS 


31 


showed  an  increase  ..f  C,:!  per  cent,  over  the  first  eis'ht  months 
of  the  previous  year,  and  our  total  merchandise  sales  for  the 
year  will  reach  approximately  a  half-million  dollars.  There 
is  no  reason  why  all  of  you  men  should  not  have  increases 
in  your  business  in  approximately  the  same  proportion  it 
you  had  taken  advantage  of  the  conditions.    I  know  that  the 
jobbers,  although  we  buy  a  considerable  portion  of  our  mer- 
chandise direct  from  manufacturers,  have  had  very  remark- 
able increases  in  Inisiness  in  this  territory  during  this  period. 
Central  Station  Publicity  Aids  General  Situation 
The  contractors  and  dealers  in  this  territory  are  not  at 
present  properly  equipped  to  handle  this  merchandising  busi- 
ness. •  You  are  not  ready  to  spend  the  amount  of  money 
every  year  required  for  advertising  purposes;  you  do  not 
have  proper  display  rooms;  you  do  not  give  the  attention  to 
window  dressing  that  is  required,  and  do  not  have  the  floor 
salesmen  and  other  facilities  to  take  care  of  this  volume  of 
business.    However,  if  you  have  followed  the  central  station 
advertising  you  will  n,,te  that  the  bulk  of  their  advertising  is 
directed  to  the  education  of  the  consumer  as  to  the  advan- 
tages,  of  the  use  of  electrical  appliances  and  conveniences. 
This  advertising  does  not  aim  primarily  to  secure  this  busi- 
ness for  the  central  station,  but  endeavors  to  convince  the 
customer  of  the  advisability  of  purchasing  appliances,  of  the 
use  of  better  lighting,  and  of  all  other  types  of  electric  ser- 
vice. 

Contractors  Should  Profit 

There  is  no  reason  why  you  contractors  and  dealers 
cannot  secure  very  valuable  assistance  from  this  advertising 
,,f  the  central  station.  Allow  the  central  station  to  continue 
the  work  of  educating  the  public  and  centre  your  advertising, 
which  need  not  be  nearly  as  extensive  as  the  central  sta- 
tion's, upon  directing  the  attention  of  electric  customers  to 
your  store  as  an  electrical  centre.  Endeavor  to  secure  as 
permanent  customers  purchasers  who  will  form  a  habit  of 
using  your  store  as  their  electrical  centre,  their  place  for 
solving  their  electrical  problems,  and  the  place  at  which  they 
will  inake  their  purchases  of  all  electrical  goods.  The 
greater  number  of  such  centres  to  be  established  in  our  ter- 
ritory the  better  we  will  be  pleased. 

Improve  Appearance  of  Store  and  Windows 
You  men  should  gradually  improve  the  appearance  of 
I  lie  sales  floor  of  your  stores,  and  particularly  of  your  wm- 
lows.  I  appreciate  the  fact  that  most  of  you,  in  paying  a 
high  rent  for  your  stores,  are  paying  a  considerable  portion 
,.f"that  money  for  location,  and  you  are  wasting  that  part  of 
your  expenditure  if  you  do  not  take  advantage  of  the  loca- 
tion with  attractive  windows,  changed  frequently,  and  with 
arrangement  of  goods  on  your  sales  floor  that  has  drawing 
poweir. 

Possibly  you  have  seen  the  analysis  of  conditions  m  San 
Francisco,  recently  published.    There  it  has  been  ascertained 
that  the  department  stores  are  doing  more  electrical  appli- 
ance business  than  all  of  the  electrical  stores  in  San  Fran- 
cisco.   A  similar  condition  is  gradually  developing  in  this  ter- 
ritory, and  it  behooves  you  men  to  exert  your  utmost  efforts 
if  you  wish  to  continue  the  electrical  merchandising  business. 
Fifty  Dollars  Per  Household 
In  reference  to  the  amount  of  merchandising  business 
that  may  be  obtained  in  our  territory,  there  is  no  reason  why 
every  household  located  where  electric  service  is  available 
should  not  spend  fifty  dollars  per  year  for  electrical  equip- 
ment.   In  this  state  alone  there  are  from  sixty  to  sixty-hve 
thousand  homes  using  electric  service.    This  means  that  at 
least  three  million  dollars  a  year  in  wiring,  electrical  mer- 
chandise, and  electrical   supplies   should    be    secured  from 
these  customers.     1   doubt  if  one-third  of  that  business  is 
now  done  in  this  territory;  consequently,  there  is  an  im- 
mense field  for  development  for  new  business  here,  and  it 


does  not  seem  wise  for  any  of  us  to  quarrel  over  the  question 
of  who  is  entitled  to  this  business,  as  long  as  we  are  secur- 
ing only  a  portion  of  the  total  possible  business. 

Maintain  Prices 
The  central  station  in  this  territory  will  continue  to  co- 
operate with  the  dealers  in  maintaining  list  prices.  ,  We 
know  that  no  other  course  is  advisable,  except  in  connection 
with  special  campaigns.  Good  merchandising  calls  for  these 
campaigns.  If  we  are  to  be  successful  in  merchandising  we 
must  to  a  very  considerable  extent,  adopt  department  store 
methods  for  this  portion  of  our  business. 


School  Building  Lighting  Code 

When  you  consider  that  every  prospective  citizen  of  our 
Dominion  spends  on  the  average  the  working  part  of  some 
ten  years  of  his  life  in  school;  that  to  many  pupils  school 
work  at  best  is  a  highly  nervous  strain  and,  finally,  that 
school  children  themselves  have  no  inherent  ideas  of  con- 
serving their  eyesight,  we  surely  have  sufficient  reason  for 
demanding  that  the  natural  lighting  of  our  schools  should 
not  only  receive  every  consideration,  but  that  it  should  be 
supplemented,  on  such  days  and  at  such  periods  of  the  day 
as  natural  illumination  may  prove  inadequate,  by  the  most 
approved  aids  in  the  way  of  artificial  lights. 

Realizing,  as  no  other  body  of  men  can,  the  prime  im- 
portance of  this  feature  in  our  system  of  elementary  educa- 
tion, the  Illuminating  Engineering  Society  have  prepared  a 
Code  of  Lighting  for  School  Buildings,  extracts  from  which 
we  reproduce  below.  While  this  Code  is  intended  primarily 
as  an  aid  in  formulating  legislation  relating  to  the  lighting 
of  school  buildings,  it  is  also  intended  for  school  authorities, 
architects,  contractors  and  others,  as  a  guide  in  individual 
efforts  to  improve  lighting  conditions: 

The  desirable  illumination  to  be  provided  and  the  mini- 
mum to  be  maintained  are  given  in  the  following  table,'  being 
based  upon  present  ideas  of  good  practice. 

Desirable  and  Minimum  Illumination 

Artificial  lighting 
Foot-candles  (Lumens  pei-  sq.ft.)* 
at  the  work 
Minimum     Ordinary  practicet 

Storage  spaces    0  25  0.5-  1.0 

Stairways,   corridors    0.9  l.U-  z.a 

Gymnasiums   1-0  2.0-  5.0 

Rmigh    shop    work    'l-^S  2.0-  4.0 

-  Auditoriums,   assembly   rooms    l-o  ^.o-  4." 

Class   rooms,   study   rooms,   libraries,    lab-  o  r  n 

oratories,   blackboards   3-0  3.0-  0.0 

Fine  shop  work   3-5  t 

Sewing,   drafting   rooms    5.0  0.0-12.0 

*  It  should  be  borne  in  mind  that  intensity  of  illumination  is  only  one 
of  the  factors  on  wliich  good  seeing  depends.  . 

rfn.kr  the  column  lieaded  "Ordinary  practice,'  the  upper  portion  ot 
the  range  of  intensities  is  preferable  to  the  lower;  where  economy  does 
not  prohibit    even  higher  intensities  than  those  cited  are  often  desn-able. 

'The  iUumination  intensity  should  be  measured  on  tlie  niiportant  plane 
wliich  may  be  the  desk-top,  blackboard,  etc. 

Glossy  Surfaces  and  Eye-Strain 

Glossy  surfaces  of  paper,  woodwork,  desk-tops,  walls 
and  blackboards,  are  likely  to  cause  eye-strain  because  of 
specular  or  mirror-like  reflection  of  images  of  light  sources. 

The  following  table  shows  the  order  of  magnitude  of  the 

brightness  of  some  light  sources  in  common  use: 

lirightness  (approxi- 
mate millilamberls) 

Indirect  lighting:  ceiling,  directly  above  the  lighting  unit  5.  to  75. 

Semi-indirect  lighting:  heavy  density  glassware   3o.  to  100. 

Semi-indirect  lighting:  light  density  glassware   JOO.  to  l.UUU. 

Direct  lighting:  10  in.  (25  cm.)  opal  glass  ball  contain- 

ing  100-watt  vacuum  tungsten  lamp  at  center  .  .  .  500. 
Direct  lighting:  vacuum  tungsten  lamp,   (frosted)  tn 

open  bottom  reflector   r-„ToJi  '  '°  •^>^'"'-'- 

Vacuum  tungsten  lamp,  filament  exposed  to  view    ,  ^XX-'A" ' 

r,as-til!ed  tungsten  lamp,  filament  exposed  to  view    J,0(H),(MHI. 

(;as-mant1e,  bare  ^  ;  ■'■?nnn 

Cas-mantle,  concealed  in  6  in.  (15  cm,)  opal  glass  globe  '•  , 

Mercury  arc  tube  (glass)   ^OOO- 

Daylight:  clear  blue  sky   l,iiu(i. 
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especially  wlioii  artificial  light  is  used.  Matte  or  dull  finished 
surfaces  are  reconimended.  It  is  io  he  noted  that  a  high 
reriection  factor  does  not  necessarily  imply  a  jiolished  or 
glazed  surface. 

To  minimize  eye-strain  it  is  recommended  that  unglazed 
IKiper  and  large  plain  type  he  used  in  school  books.  It  is 
recommendeil  that  lighting  units  be  of  low  brightness. 

Design  of  Lighting  Installation 

The  illumination  intensity  on  the  horizontal  working 
plane  should  be  as  uniform  as  possible.  The  variation  should 
not  he  greater  than  4  to  1. 

Approximate  Coefficients  of  Utilization — Modern  Lighting 
Equipment 

Small  Kooins  (Offices.  CorriJois,  etc.) 

Light  color              Medium  color 
walls  walls 
Light  color  ceiling    Light  color  ceiling 
Direct  lighting;  dense  glass  (open  bot- 
tom  reflectors)                                          0.40  0.35 

Semi-indirect  lighting;  dense  glass   ..  0.25  0.22 

Indirect  lighting   0.23  0.20 

Medium  Sized  Rooms  (Class  Rooms,  Laboratories,  etc.) 
Direct  lighting;  dense  glass  (open  fjot- 

tom    reflectors')    0..50  0.45 

Semi-indirect  lighting;  dense  glass  ...         0.35  0.30 

Indirect  lighting   0..30  0.25 

Large  Rooms  (Auditoriums,  etc.) 
Direct  lighting;  dense  glass  (open  bot- 
tom reflectors)   0.60  0.60  ' 

Semi-indirect  lighting;  dense  glass  ...  0.45  0.40 

Indirect  lighting   0.40  0.38 

-  The  flux  is  measured  in  lumens.  A  lumen  is  the  tmit  of  liglit  flux 
and  is  the  quantity  of  light  required  to  illuminate  1  square  foot  of  area  to 
an  average  intensity  of  1  foot-candle. 

The  chief  factors  which  must  be  considered  in  arriving 
at  the  size  and  number  of  lamps  to  be  used  in  a  given  room 
are  fl)  the  floor  area;  (2)  the  total  luminous  flux"  emitted 
per  lamp,  and  (.3)  coefficient  of  utilization  of  the  particular 
system  considered.  The  first  should  be  measured  in  square 
feet.  The  second  may  be  obtained  from  a  data  book  sup- 
plied by  the  manufacturers  of  lamps.  The  third  involves 
many  factors  such  as  the  relative  dimensions  of  the  room, 
the  reflection  factor  of  the  surroundings,  the  number  of  light- 
ing units  and  their  mounting  height,  and  the  system  of  light- 
ing. By  coefiticient  of  utilization  is  meant  the  proportion 
of  the  total  light  flux  emitted  by  the  lamps  which  is  ef¥ective 
on  the  working  plane.  In  the  accompanying  table  approxi- 
mate coefficients  of  utilization  for  modern  lighting  equip- 
ment are  given.  The  working  plane  in  this  case  is  a  hor- 
izontal plane  .SO  inches  above  the  floor.  These  values  refer 
to  the  initial  installation  without  any  allowance  for  depre- 
ciation. 

Determining  Size  and  Number  of  Lamps 

For  determining  approximately  the  size  and  number  of 
lamps  to  be  used  in  a  given  room  by  means  of  the  co- 
efficients of  utilization  given  in  the  preceding  table,  it  is 
necessary  to  know  the  luminous  output  in  lumens  per  watt 
for  the  electric  lamps  considered  or  in  lumens  per  cubic 
foot  of  gas  consumed  per  hour  if  gas  lamps  are  considered. 
At  the  present  time  (1917)  the  light  output  of  tungsten  fila- 
ment electric  incandescent  lamps,  based  on  average  service 
conditions  of  regularly  maintained  installations,  ranges  from 
8  lumens  per  watt  for  the  smaller  vacuum  tungsten  lamps 
to  14  lumens  per  watt  for  the  larger  gas-filled  tungsten 
lamps  employed  in  school  lighting.  For  incandescent  gas 
systems  similar  service  values  range  from  1.50  to  350  lumens 
per  cubic  foot  of  artificial  gas  consumed  per  hour.  The  com- 
putation for  the  total  lumens  required  to  give  a  certain  illum- 
ination intensity  in  foot-candles  is  as  follows: 

X=:  number  of  lamps. 

L  =  lumens  output  per  lamp. 

E  =  coefficient  of  utilization. 

A  =  area  of  floor  or  horizontal  working  plane  in  square 

feet. 

'  I  =  illumination  intensity  in  foot-candles. 
Then  I  =  N  X  L  X  E/A 
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that  is,  the  number  of  lamps  multiplied  by  the  output  per 
lamp  in  lumens,  multiplied  by  the  coefficient  of  utilization 
divided  by  the  area  of  the  horizontal  working  plane  in  square 
feet,  gives  the  illumination  intensity  in  foot-candles. 

If  the  size  of  the  lamps  is  to  be  ascertained  the  com- 
putation is  made  thus: 

I  X  A 

L  =  

N  X  E 

To  illustrate  by  an  example,  assume  a  room,  whose  floor 
(also  working  plane)  is  30  ft.  by  18  ft.  (9.1  by  5.5  m.),  to  be 
lighted  by  a  semi-indirect  system  from  six  fixtures  contain- 
ing one  lamp  each.  It  will  also  be  assumed  that  the  ceiling 
is  highly  reflecting,  the  walls  moderately  reflecting,  and  the 
illumination  intensity  desired  is  5  foot-candles.  The  luminous 
output  required  of  each  of  the  six  lamps  will  be  found  by 
substituting  the  assumed  values  in  the  equation,  thus: 
5  X  30  X  18 

L  =  =  1,500  lumens 

60  X  0.30 

Allowing  a  depreciation  factor  of  20  per  cent,  as  represent- 
ing a  well  maintained  installation,  the  lumens  actuallj'  re- 
quired would  be  1,500/0.8  =  1,875  lumens.  If  gas-filled  tung- 
sten lamps  are  considered,  whose  average  output  under  ser- 
vice conditions  is  12  lumens  per  watt,  it  is  seen  that  a  150- 
watt  lamp  in  each  fixture  will  give  the  desired  results. 

If  gas  mantle  lamps  are  considered,  whose  average  output 
in  lumens  under  service  conditions  is  250  lumens  per  cubic 
foot  of  gas  consumed  per  hour,  it  is  seen  that  a  lamp  con- 
suming 5  cubic  feet  of  artificial  gas  per  hour  will  be  sat- 
isfactory in  each  fixture. 

The  above  example  is  intended  solely  to  illustrate  the 
method  of  computation.  Estimates  of  the  illumination  in- 
tensity obtained  from  an  actual  installation  may  also  be  made 
by  a  similar  computation. 

With  the  usual  lighting  equipments  the  distance  be- 
tween the  units  should  not  exceed  one  and  one-half  times 
the  height  of  the  apparent  source  of  illumination  above  the 
working  level. 


Edison  Electric  Appliance  Company 

Incorporation  is  announced  of  the  Edison  Electric  Ap- 
pliance Company.  Inc..  under  the  laws  of  the  State  of  New- 
York.  This  company  takes  over  as  of  Januarj^  1,  1918.  the 
Hotpoint  Electric  Heating  Company  and  the  Hughes  Elec- 
tric Heating  Company  (with  the  exception  of  certain  foreign 
rights,  particularly  the  Canadian  business  of  these  compan- 
ies), and  the  domestic  or  household  heating  device  business 
of  the  General  Electric  Company.  The  industrial  heating- 
device  and  furnace  business  will  not  be  transferred  by  the 
General  Electric  Company  to  the  new  company. 

The  new  company,  it  is  announced,  will  devote  itself 
actively  to  the  question  of  standardization  of  the  various  de- 
vices, which,  it  is  believed  by  the  incorporators,  will  lead  to 
greatly  improved  commercial  conditions  in  the  distribution 
of  these  products  by  central  stations,  jobbers,  dealers,  and 
other  distributing  agents. 

The  new  company  will  operate  three  manufacturing 
plants — the  Hughes  factory  at  Chicago  and  the  two  Hot- 
point  factories,  one  at  Chicago  and  one  at  Ontario.  Cal.  The 
General  Electric  Company's  heating-device  manufacture  now 
carried  on  at  Pittsfield  will  be  removed  to  the  Hotpoint  and 
Hughes  factories  at  Chicago.  Commercial  headquarters  of 
the  company  will  be  at  Chicago.  The  board  will  consist  of 
Willis  H.  Booth,  chairman;  George  A.  Hughes,  president; 
A.  K.  Baylor,  vice-president;  E.  H.  Richardson.  A.  F. 
Vaughan,  G.  F.  Morrison.  C.  E.  Patterson,  and  H.  C.  Houck. 
W.  H.  Booth  and  E.  H.  Richardson  are  at  present  otticers  of 
the  Hotpoint  Company  and  Messrs.  Hughes  and  Vaughan 
of  the  Hughes  Company.    P.  H.  Booth,  now  sales  manager 
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of  the  Hotpoint  Company,  will  act  as  sales  manager  of  the 
new  company.  The  complete  factory,  engineering,  and  com- 
mercial forces  of  the  Hotpoint  and  Hughes  companies  will 
go  over  to  the  new  company.  Certain  of  the  commercial 
and  engineering  representatives  of  the  General  Electric 
Company's  heating-device  department  will  go  with  the  new 
comipany.  This  list  will  include  J.  D.  A.  Cross,  who  has 
charge  of  the  General  Electric  Company's  heating-device 
sales,  and  C.  P.  Randolph,  engineer  in  charge  of  heating- 
device  production  at  Pittstield,  who  will  both  be  stationed  at 
Chicago. 

It  is  probable  that  the  new  company  will  continue  to  sell 
the  three  distinct  lines  of  product,  namely,  the  Hotpoint, 
Hughes,  and  General  Electric  devices  and  ranges. 


Economy  Buys  "Arkless"  Fuse 

An  announcement  of  interest  to  the  electrical  industry 
and  to  all  users  of  fuses,  is  made  in  a  letter  addressed  to  the 
trade  stating  that  the  entire  fuse  business  of  the  Detroit 
Fuse  &  Manufacturing  Company,  makers  of  the  well-known 
and  long  established  line  of  "Arkless"  enclosed  fuses,  has  been 
purchased  by  Economy  Fuse   &   Manufacturing  Company. 
Chicago.     The  transaction  includes  the  conveyance  of  all 
merchandise,  materials,  machinery,   tools,   designs,  patents, 
goodwill  and  unfilled  orders.    The  physical  assets  of  Detroit 
Fuse  &  Manufacturing  Company,  insofar  as  they  pertain  to 
the  making  of  fuses,  have  been  shipped  to  the  Chicago  plant 
of  Economy  Fuse  &  Manufacturing  Company,   where  the 
manufacture  of  "Arkless"  fuses  will  be  continued,  production 
being,  as  heretofore,  under  the  label  service  of  Underwriters' 
Laboratories,  Incorporated.    The  same  organization  will  now 
produce  "Arkless"  Non-Renewable  Fuses— "The  fuse  with  the 
100  per  cent,  indicator"— one  of  the  oldest  standard  fuses 
on  the  market,  and  Economy  Renewable  Fuses,  the  pioneer 
fuse  of  the  renewable  field.     Arrangements  made  well  in 
advance  enable  Economy  Fuse  &  Manufacturing  Company  to 
take  over  the  "Arkless"  fuse  business  without  interference 
with  deliveries  of  either  "Arkless"  or  "Economy"  fuses. 

It  is  to  be  well  noted  that  the  "Square  D"  line  of  en- 
closed safety  switches  remains  the  property  of  Detroit  Fuse 
&  Manufacturing  Company,  who  will  concentrate  on  its  pro- 
duction and  marketing. 


cally  no  danger  of  marring  the  finish.  This  method  is  said 
to  be  much  safer  than  a  screw-driver  blade,  since  the  latter 
will  often  slip  out  of  place  and  scrape  the  work. 

Best  "Jiffy  Junior"  Attachment  Plug 

A  new  solid  attachment  plug,  called  the  "Jifify  Junior," 
has  just  been  put  on  the  market  by  the  Best  Electric  Com- 
pany, of  Pittsburgh,  Pa.  The  "Jiffy  Jtmior"  is  a  solid  piece 
(with  separate  tip)  of  asbestos  composition.  The  termina  s 
are  moulded  right  into  the  plug,  and  the  brass  screw  shell 
is  die  stamped  permanently  into  place,  giving  it  a  most  sub- 
stantial construction.  By  loosening  one  screw,  the  tip  is 
removed  and  the  plug  is  open  for  wiring.  The  wires  are 
then  cut  to  even  lengths;  no  knots  are  necessary,  as  the  right 
angle  strain  reliefs  securely  hold  the  wires.  This  plug  has 
the  advantage  of  being  quick  and  easy  to  wire.  It  is  wired 
in  the  open;  one  screw  holds  the  plug  together  secure.  Its 
simple  design  makes  it  impossible  to  wire  or  assemble 
wrong,  and  also  makes  it  a  practical  plug  of  great  economy. 
Being  made  of  asbestos  composition,  the  plug  is,  claimed  to 
be  indestructible,  and  is  a  safe  plug  to  use  with  any  device. 


New  Hubbell  Series 

Harvey  Hubbell,  Inc.,  are  now  placing  on  the  market  a 
pull-socket  current  tap.  The  device  is  of  the  same  mechanical 
construction  as  the  ordinary  pull  socket,  to  which  has  been 
added  a  plug  receptacle  built  into  the  side  of  the  body.  It 
can  be  supplied  with  a  %  in.,  Ya  in.,  Vi  in.,  or  pendant  cap. 
The  flow  of  current  to  the  lam<p  base  is  controlled  by  the  pull- 
chain.  The  terminals  of  the  receptacle  are  continuously  in 
circuit.    The  use  of  this  socket  eliminates  the  annoyance  of 


Pul  Socket  Current 
Tap. 


Toggle  Switch. 


Showing  Interior  View 
of  Single  Pole  Switch. 


Driving  Round  Head  Screws 

The  Electrical  Review  prints  an  item  by  H.  B.  Stillman 
describing  a  device  used  for  driviijg  round-head  screws. 
This  device  is  made  by  taking  a  brass  or  iron  rod  V&  or  U 
in.  diameter  and  counter-sinking  one  end  just  deep  enough 
to  tit  the  head  of  the  screw.  The  drill  used  in  counter-sink- 
ing should  he  sharp  at  the  point  so  as  to  leave  a  conical 


a  long  cord  running  from  side  wall  outlet.  Current  can  be 
supplied  directly  beneath  the  fixture  to  operate  the  various 
table  electrical  appliances  now  in  general  use  without  the 
necessity  of  sacrificing  the  use  of  the  light. 

The  same  company  are  also  placing  on  the  market  an 
important  addition  to  their  line,  namely,  a  five-ampere  toggle 
snap  switch,  surface  type.  This  switch  is  illustrated  herewith 
and  also  was  fully  described  in  Bulletin  No.  16-3. 


Reorganization  of  Contractors'  Association  Progresses 
Rapidly  in  United  States 

As  was  predicted  at  the  recent  annual  convention  of  the 
Electrical  Contractors'  Association  at  New  Orleans,  the  vari- 
ous state  organizations  are  rapidly  organizing  and  endorsing 
the  new  Goodwin  plan  of  organization.  In  practically  every 
case  adoption  of  the  new  constitution  was  effected  in  open 
meeting,  at  which  W.  L.  Goodwin  was  invited  to  explain  the 
details  of  his  plan.  Seven  states  have  already  adopted  the 
new  constitution. 


hole.  A  few  notches  tiled  in  the  cone  will  give  the  tool  a 
better  grip.  The  writer  says  that  if  the  screws  have  a  nickel 
or  polished  surface  which  it  is  desirable  to  retain,  ihe  tool 
may  be  made  of  tibre,  in  which  case  there  will  be  practi- 


The  Square  D  Company 

The  Detroit  Fuse  and  Manufacturing  Company,  having 
disposed  of  their  fuse  business  while  continuing  to  manufac- 
ture their  well-known  "Square  D"  switches,  have  changed 
their  name  to  "Square  D  Company."  Future  correspondence 
should,  therefore,  be  so  addressed,  at  Detroit,  Mich. 
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Electrical  Candidate  for  Board  of  Trade  Council 

Tlu'  nuMulu'rs  of  tlic  Electrical  Section  of  the  Toronto 
r>oard  of  Trade  have  lono  cherished  the  idea  that  the  import- 
ance of  the  electrical  industry  in  Toronto  justifies  represen- 
tation on  the  council  of  the  Board  and  are  this  year  nominat- 
ing- a  candidate  in  the  person  of  Mr.  E.  G.  Mack.  Mr.  Mack 
is  acceptins>-  the  nomination  entirely  from  a  sense  of  duty  and 


Mr.  E.  G.  Mack. 


in  the  hope  that  he  may,  in  considerable  measure,  change  the 
somewhat  indifferent  attitude  of  the  general  representation 
on  the  Board  of  Trade  towards  the  electrical  industry.  That 
he  would  succeed  in  doing  so  goes  without  saying.  A  man 
who  has  shown  such  splendid  ability  in  the  conduct  of  his 
own  business,  the  Crouse-Hinds.Company,  will  naturally  suc- 
ceed in  pressing-  the  claims  of  the  industry  as  a  whole. 

The  Electrical  Section  of  the  Board  is  not  big  enough  to 
elect  Mr.  Mack  alone,  but  if  to  their  votes  are  added  the  votes 
of  their  friends,  the  thing  is  done.  Every  electrical  man  in 
Toronto,  whether  a  member  of  the  Board  of  Trade  or  not,  is 
urged  to  use  his  influence  that  "electricity"  may  have  a  seat 
at  the  councils  of  the  Board  during  1918. 


Regulation  of  London  Cars  in  Air  Raids 

At  a  meeting  of  London  County  Council  on  October  16, 
Mr.  G.  H.  Hume  chairman  of  the  Highways  Committee,  in 
answer  to  questions,  stated  that  it  was  in  compliance  with 
an  order  isued  in  November,  1916,  by  the  held  marshal  com- 
manding the  home  forces  that  drivers  and  conductors  had 
been  required  to  continue  their  journeys  during  air  raids. 
In  view  of  recent  experiences,  however,  it  had  been  arranged 
that  cars  might  be  brought  to  a  standstill,  and  the  motor- 
men  and  conductors  might  take  cover  during-  gun-fire  in  the 
vicinity. 

The  following  notice  to  motormen  and  conductors,  as 
printed  in  the  Tramway  and  Railway  World,  was  subse- 
quently issued  by  Mr.  A.  L.  C.  Fell,  general  manager: 

I  am  now  instructed  by  the  commissioner  of  police  to 
state  that  in  view  of  the  recent  experiences  it  has  been  de- 
cided, with  the  assent  of  the  lield  marshal,  that  notwithstand- 
ing section  3  of  the  order  made  on  November  2,  1916,  em- 
bodied in  general  orders  Nos.  683  (amended)  and  68,5,  cars 
may  be  brought  to  a  standstill,  and  the  motormen  and  con- 
ductors may  take  cover  after  but  not  before,  anti-aircraft 


gunfire  is  heard  in  the  vicinity,  and  after  the  following  in- 
structions have  been  carried  out: 

1.  Should  any  car  be  on  a  gradient  it  must  be  driven  to 
a  section  of  track  which  is  comparatively  f^at. 

2.  Cars  must  not  be  close  poled. 

3.  Cars  must  not  be  left  at  intersections  of  crossing 
streets. 

4.  The  hand-brake  of  the  cars  must  be  applied  to  the 
fullest  extent,  and  the  brake  ratchet  wheels  dogged. 

5.  The  controller  handles  must  be  removed  if  a  motor- 
man  leaves  his  car  to  take  advantage  of  the  nearest  cover. 

Motormen  and  conductors  should  rejoin  and  proceed 
with  their  cars  as  soon  as  gun-fiiring  has  ceased  in  the  vicm- 

ity. 

I  confidently  appeal  to  the  patriotism  of  all  affected  by 
this  notice  to  make  these  arrangements  a  success.  It  is  of 
the  greatest  importance  in  the  national  interest  that  the  tram- 
way services,  which  are  essential  for  the  transport  of  muni- 
tion workers  and  the  public  generally,  should  be  maintained 
if  possible,  and  in  any  case  resumed  with  the  utmost 
despatch  when  the  danger  is  over. 


Complete  Line  of  Marine  Fixtures 

The  Steel  City  Electric  Company,  Pittsburgh,  Pa.,  an- 
nounce that  they  are  now  prepared  to  furnish  a  complete 


line  of  marine  fixtures.  The  cut  herewith  is  typical  of  this 
line.  The  Canadian  sales  agents  for  this  company  are  Hathe- 
way  &  Knott. 


The  fact  that  an  irresponsible  party  rings  the  bell,  which 
gives  the  signal  to  the  motorman  to  start  his  car.  does  not 
relieve  a  railway  company  from  liability  for  accident,  ac- 
cording- to  a  decision  handed  down  by  Mr.  Justice  J.  M.  Tel- 
lier,  in  an  action  against  the  Montreal  Tramways  Company. 
The  plaintiff  was  awarded  the  damages  claimed,  together 
with  costs  of  the  action. 


The  final  report  of  the  International  Joint  Commission 
in  the  Lake-of-the-Woods  reference  has  just  been  published 
in  bound  form,  stiff"  linen  covers.  The  report  covers  260 
pages  and  includes  son-ie  54  illustrations.  It  is  the  work  of 
Lawrence  J.  Burpee  and  Whitehead  Klutlz.  secretaries  re- 
spectively of  the  Canadian  and  the  United  States  sections  of 
the  International  Joint  Commission. 


The  Britisli  .-\luniiniuni  Conipany  arc  uiailiTig  an  attrac- 
tive 1918  calendar,  copy  of  which  may  he  ol-)taincd  on  request 
to  their  head  office,  60  I'>ont  Slree*  West,  Toronto. 
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PHILLIPS'  CABLES 


as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supphed  to  the 
THE  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows.— 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE.— Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  094  in.  d'am. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  ot  dielec- 
tric on  belt,  .21  in.    Thickness  of  lead  sheath,  .15  in.    Overall  diameter. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto         Winnipeg         Regina         Calgary  Vancouver 


Phillips  Factory 
at  Montreal 
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Current  News  and  Notes 


Alliston,  Ont. 

The  ttiwn  council  of  Alliston,  Ont.,  contemplate  electri- 
fyin.ij-  the  local  punipini;  plant,  and  a  by-law  will  be  sub- 
mitted on  January  17. 
Chatham,  Ont. 

rians  are  under  way  for  operating  the  Chatham- Wallace- 
burg  division  of  the  Chatham,  Wallaceburg  and  Lake  Erie 
Railway,  with  Hydro  power.  Because  of  the  shortage  of 
fuel  the  company  have  found  it  difficult  to  generate  sufficient 
power  for  the  entire  system,  which  reaches  from  Erie  Beach 
to  Wallaceburg. 

Forest,  Ont. 

A  by-law  will  be  submitted  to  the  ratepayers  of  Forest, 
Ont.,  this  month,  authorizing  the  purchase  of  an  electric  fire 
engine. 

London,  Ont. 

Benson  &  Willcox,  electrical  contractors,  364  Dundas 
Street,  London,  Ont.,  have  leased  premises  at  366  Dundas 
Street  and  will  fit  up  first-class  electrical  sales  rooms. 

Montreal,  Que. 

The  directors  of  the  Kaministiquia  Power  Company  have 
declared  a  dividend  at  the  rate  of  8  per  cent.,  an  increase  of 
1  per  cent.  The  dividends  have  risen  from  2;4  per  cent,  in 
19J0  to  that  now  declared. 

The  Montreal  Tramways  Company  have  just  installed  in 
the  William  Street  power-house  a  1,500  kw.  motor-generator 
set.  Th  is  is  the  last  of  four  units  ordered  from  tlie  Canadian 
General  Electric  Company.  Another  of  the  units  has  been 
installed  at  the  St.  Henry  sub-station  and  two  others  at  the 
St.  Denis  sub-station. 
Orillia,  Ont. 

The  Light  and  Power  Commission  of  Orillia,  Ont.,  have 
made  another  reduction  in  rates,  amounting  to  about  twenty 
per  cent. 

Ottawa,  Ont. 

The  Ottawa  Hydro-electric  Commission  report  that  the 
increase  in  revenue  for  1917  over  1916  was  $.38,000. 
Parkhill,  Ont. 

The  ratepayers  of  Parkhill,  Ont.,  recently  passed  a  by- 
law authorizing  the  installation  of  Hydro   service.  Work 
will  be  proceeded  with  in  the  spring. 
Sault  Ste.  Marie,  Ont. 

Mr.  R.  T.  Jefifries,  of  the  Ontario  Hydro-electric  Power 
Commission,  was  recently  in  Sault  Ste.  Marie  conferring  with 
the  W'ater  and  Light  Commission  in  connection  with  changes 
in  the  pumping  equipment. 
Swift  Current,  Sask. 

The  new  telephone  exchange  building  being  erected  at 
Swift  Current,  Sask.,  is  now  nearing  completion.    An  auto- 
matic system  is  being  installed. 
Toronto,  Ont. 

The  gross  receipts  of  the  Toronto  Street  Railway  Com- 
pany for  the  year  1917  were  $6,193,563,  as  compared  with 
$5,891,505  for  the  year  1916. 

By  a  majority  of  36,603  the  ratepayers  of  Toronto  voted 
in  favor  of  the  acquisition  of  the  I'oronto  Street  Railway 
in  1921. 

Unionville,  Ont. 

A  deputation  from  the  village  of  Unionville,  Ont.,  re- 


cently waited  on  'the  Hydro-electric  Power  Commission  of 
Ontario  with  a  view  to  securing  an  extension  of  the  hydro 
power  system  from  Agincourt  to  Unionville. 

Windsor,  Ont. 

The  offices  of  the  Hydro-electric  Commission  at  Wind- 
sor, Ont.,  were  gutted  by  fire  recently.  The  loss  to  building 
and  contents  is  placed  at  $85,000. 

It  is  proposed  to  submit  a  plebiscite  to  the  ratepayers 
of  Windsor,  Ont.,  in  the  near  future,  to  determine  whether 
or  not  public  sentiment  is  in  favor  of  the  various  municipali- 
ties interested  taking  over  the  lines  and  other  property  of 
the  Sandwich,  Windsor  and  Amherstburg  Railway.  The 
company's  franchise  expires  in  1922  and  they  have  refused  to 
make  extensions  to  their  lines  unless  granted  an  extension 
of  the  franchise  until  1932.  The  citizens  will  also  vote  on 
the  advisability  of  extending  this  franchise  and,  as  an  alter- 
native, of  the  city  building  the  necessary  extensions  and  rent- 
ing them  to  the  railway  company. 


Portable  Nitrogen  Radiator 

The  Willis  Manufacturing  Company,  of  Cleveland,  Ohio, 
is  offering  to  the  trade  a  portable  electric  nitrogen  radiator. 
It  maintains  an  average  temperature  of  350  degrees  Fahr. 
(176.7  degrees  C.)  it  is  said.  The  radiator  contains  an  elec- 
tric heating  element,  surrounded  by  nitrogen  gas.  The  gas 
fills  the  entire  inside  of  the  radiator,  which  is  hermetically 
sealed.  The  gas  serves  to  carry  the  heat  from  the  heating 
element  to  the  radiating  surfaces  at  a  temperature  higher 
than  that  of  a  steam  radiator.  The  stock  radiators  are  made 
in  four,  six.  eight,  and  ten  sections.  Special  radiators  may 
be  built  in  any  size  or  type  desired. 


Miscellaneous 

It  is  announced  that  General  Electric  Company  profits 
for  the  year  ending  December  31  will  total  $27,000,000,  a  sum 
nearly  $8,000,000  greater  than  in  1916. 


The  Crouse-Hinds  Company  of  Canada  are  distributing 
an  attractive  folder  showing  five  color  illustrations  calculated 
to  demonstrate  the  care  with  which  this  company's  various 
products  are  packed  for  shipment.  The  Crouse-Hinds  "boy," 
of  course,  appears  on  the  back  cover. 


An  Ontario  Government  publication  entitled  "Telephone 
Systems,  1917,"  has  been  published,  being  extracts  from  the 
report  of  the  Ontario  Railway  and  Municipal  Board  for  1916 
and  containing  statistical  and  other  information  relative  to 
the  construction  and  operation  of  telephone  systems.  In- 
formation is  given  on  666  separate,  independent  telephone 
systems. 


Obituary 

Mr.  George  D.  Richmond,  manager  of  the  Hamilton 
branch  of  the  Bell  Telephone  Company,  died  recently.  He 
was  formerly  manager  at  Walkerton  and  later  at  Kitchener. 

Mr.  William  Earle,  C.E.,  died  recently  in  St.  John,  X.B. 
He  was  at  one  time  manager  of  the  St.  John  Street  Railway, 
although  latterly  was  engaged  in  engineering  work  for  the 
Dominion  Government  and  the  Canadian  Pacific  Railway 
Company. 
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O-B  Gas-Weld  Rail  Bonds 

For  a  Lasting,  Low-Resistance  Track  Return 


O-B  Gas-Weld  Bond 
(AU  Copper  Terminal) 


Section  of  O-B  Gas-Weld  Bond 
Installed   on  Rail 


Copper,  steel  and  flux  metal  unite  in  a  strong, 
permanent  union  when  an  O-B  Gas-Weld  Bond 
is  put  on  the  rail. 

It  is  a  simple  process.  No  special  skill  is 
required  on  the  part  of  the  operator.  If  ord- 
inary care  is  used  every  weld  is  a  good  one. 

O-B  Gas-Weld  Bonds  were  pioneers.  They 
were  first  installed,  three  years  ago,  on  a  Can- 
adian road.  Since  then  over  200  properties 
have  standardized  on  O-B  Gas-Weld  Bonds. 
Constant  repeat  orders  prove  their  worth. 

Send  for  booklet. 


Oxy-Acetylene  Equipment 
It  may  be  mounted  an 
any    convenient  truck. 


THE  OHIO  BRASS  CO. 


MANSFIELD,  OHIO 


Made  in  Canada 


Xceladuct  Conduit 


(GALVANIZED) 

and 


Orpenite  Conduit 


(ENAMELLED) 


Orpen  Conduit  Co.,  Limited 


Toronto 
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Electric  Vehicles  in  Postal 
Service 

Electric  trucks  arc  being  used  very 
successfully  by  the  Postal  Department  in 
a  large  number  of  cities.  St.  Louis  has 
had  a  fleet  of  electric  trucks  in  its  postal 
service  for  more  than  six  years  which 
have  given  sjilendid  service  even  under 
the  most  severe  weather  conditions. 
These  trucks  are  in  service  from  5.45  a.m. 
to  11.50  p.m.,  and  average  30  miles  each 
day. 

The  postal  service  in  Boston  uses  15 
electric  trucks,  which  are  operated  on 
the  "battery-service"  plan.  These  elec- 
trics make  runs  of  35  miles  each  day,  and 
have  made  substantial  savin.i^s  as  well  as 
greater  efficiency  in  handling  the  mail. 

Tile  largest  electric  postal  fleet  in  this 
country,  says  the  Electric  Vehicle,  is 
l>rol)ably  that  of  the  New  York  Postal 
Service,  which  operates  47  electrics. 
These  trucks  have  been  in  service  for  3 
years,  and  are  on  duty  for  two  10-hour 
periods  each  day.  The  dependable, 
.simply  operated  electric  truck  has  been 
found  almost  indispensable  in  this  ser- 
vice, which  requires  the  speedy  and  safe 
negotiation  of  congested  traffic. 

It  is  interesting  to  note,  says  the  same 
source,  that  several  foreign  countries 
have  long  appreciated  the  electric  vehicle 
for  postal  service.  A  fleet  of  30  electric 
trucks  was  installed  in  Vienna  in  1913, 
and  after  1  year's  experimentation  were 
pronounced  to  be  particularly  satisfac- 
tory for  the  transportation  of  the  mails. 
This  fleet  has  since  been  increased  to  45 
electrics,  and  one  truck  has  a  record  of 
15  months'  postal  service  in  Austria,  cov- 


ering 500.000  kilometers  wit'n  no  inter- 
ruptions for  battery  troubles  or  other 
repairs. 


FOR  SALE 
IMMEDIATE  DELIVERY 

NEW  and  USED 


MOTORS 

No. 

H.P. 

Phase 

Cycle 

Volt 

Speed 

Make 

1 

35 

3 

25 

550 

500 

C.G.E. 

1 

20 

3 

25 

550 

710 

Wstgh. 

1 

5 

3 

25 

550 

1400 

T&H. 

2 

75 

CO 

550 

900 

C.G.E. 

1 

30 

3 

m 

550 

■900 

C.G.E. 

1 

20 

3 

GO 

220 

1700 

Wstgh. 

1 

20 

2 

60 

220 

1200 

C.G.E. 

*> 

■-> 

15 

2 

60 

220 

1120 

Wstgh. 

1 

X 

onu 
zuu 

3 

60 

2200 

514 

C.G.E. 

-1 

.L 

3 

60 

2200 

600 

Wstgh. 

(Synchronous). 

GENERATORS 

No. 

I.  Pliase  Cycle 

Volt 

Speed 

Maker 

2 

025 

3 

60 

2200 

225 

C.G.E. 

1 

275 

3 

25 

6600 

375 

Wstgh. 

1 

150 

3 

60  2200/550 

600 

C.G.E. 

1 

100 

3 

60 

550 

900 

C.G.E. 

1 

75 

3 

60  2200/550 

900 

Wstgh. 

1 

50 

3 

CO 

550 

1200 

C.G.E. 

1 

25 

D.C. 

125 

1100 

Wstgh. 

2 

20 

D.C. 

125 

550 

Wstgh. 

1 

17 

D.C. 

125 

1100 

Wstgh. 

1 

12 

D.C. 

125 

1100 

Wstgh. 

1 

5 

D.C. 

125 

1100 

Wstgh. 

TRANSFORMERS 

No. 

K.V.. 

\.  Phase  Cycl 

e  Volt 

Maker 

2 

60 

1 

CO 

10,000/2200 

C.G.E. 

15 

1 

60 

2200/110/220 

C.G.E. 

2 

10 

1 

.60 

2200/110/220 

C.G.E. 

LAMPS 

NITROGEN  and  TUNGSTEN 

Write  for  Lowest  Cash  Prices 

High  Efficiency  Lamp  Co. 

414  Yonge  Street    -    TORONTO,  ONT. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

for    Immediate  Delivery 


Write  for  Complete  Li.sts 

If  you  are  in  the  market  to  buy  or  sell 
power  equipment,  write — 

E.  A.  LOWRY 
209  King.  St.  -  GUELPH,  ONT. 


No. 

H.P. 

Phase 

Cvcle 

Volts 

Speed 

Maker 

1 

50 

3 

25 

550 

S50 

Westg. 

2 

50 

3 

25 

550 

750 

C.  G.  E. 

1 

40 

3 

25 

550 

750 

C.  G.  E. 

1 

25 

3 

25 

2000 

900 

C.  G.  E. 

1 

20 

O 

25 

550 

1440 

T.  &  M. 

2 

10 

3 

25 

550 

750 

C.  G.  E. 

1 

1  3 

25 

550 

1400 

Westg. 

1 

1\ 

5  3 

25 

550 

720 

Westc 

1 

75- 

'z  3 

25 

550 

750 

c.  cr : 

2 

5 

3 

25 

550 

1440 

Excei- 

4 

25 

550 

140(1 

Exce  - 

i 

3 

3 

25 

550 

750 

c.  G.  :: 

1 

2 

3 

25 

550 

1400 

1 

2 

3 

25 

550 

750 

C.  G.  E. 

1 

1 

3 

25 

550 

1450 

Excelsior 

Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Onl 


YOU  DON'T  THROW  AWAY 


Economy  Renewable  Cartridge  Fuses 

Simple  as  A  B  G.  Just  insert  a  new  fusible 
element  in  the  old  cartridge  and  this  Economy 
Fuse  justifies  its  name.  Good  as  ever.  No 
fuss  or  waiting.  Very  inexpensive.  80%  of 
your  blow  out  expense  saved  by  this  method. 
These  fuses  are  made  in  Ganada  and  are  ap- 
proved by  the  Ganadian  Fire  Underwriters' 
Association. 


Write  us  today  for  catalogue  20  and 
sample  fuse.     Sent  free  on  request. 


Economy  Fuse  &  Manufacturing  Company 

of  Canada,  Limited 

UNITY  BUILDING  -  -  MONTREAL 
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Electrical  Machinery  and  Repairs 


Armatures  Complete,    Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


3  Phase,  25  Cycle,  220  Volt 
MOTORS 

Now  Ready  for  Immediate  Delivery 

No.  H.P.  Make  Speed  Type 

:i  10(1  General  Electric   550  K 

1  50  Allis-Chalmers    (New).  750 

1  50  General  Electric   500  K 

2  50  General  Electric   750  K 

l'  50  Westing-house  ..  (New)  730  CS 

1  25  General  Electric   750  K 

3  10  General  Electric   750  K 

,5  5  General  Electric   1500  KT 

Ready  for  Delivery  in  January 


No. 

H.F. 

Make 

1 

200 

General  Electric 

1 

150 

Westinghouse  .  . 

1 

100 

General  Electric 

1 

100 

General  Electric 

'> 

60 

General  Electric 

:\ 

35 

General  Electric 

1 

35 

Westinghouse  . . 

5 

35 

General  Electric 

;i 

20 

General  Electric 

1 

15 

General  Electric 

() 

10 

General  Electric 

8 

5 

General  Electric 

11 

3 

General  Electric 

G 

2 

General  Electric 

Spec 

(J  Type 

750 

K 

485 

C 

500 

K 

750 

K 

750 

K 

750 

K 

1400 

CCL 

750 

K 

750 

K 

750 

K 

750 

K 

1500 

KT 

1500 

KT 

1500 

KT 

JOSEPH  MYERSON 

274  Commercial  St.  -  BOSTON,  MASS. 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us:_ 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint! 

DOSSERT  &  CO.,'"Nrw  vork' 

H.  U.  LOGAN,  Presioent 
IRVING  SMITH,  Canadian  Rep..  Unity  Bldg.,  MONTREAL 


Selections  from  Our  Stock  of 
Motors 


3  PHASE,  60  CYCLE  MOTORS 

Qii.  11. P.  Make        Volts  Type  Speed 

2       14  G.E.NEVV...  110  KT  1800 

1  1  Fbks.  M.  . .  440  B  1200 

1  2  Wstgh            440  CS  1120 

1  50  C.E                 22lt  M  ;)00 

2  3  R&M  Nf:W.  220  1150 
t)  ;!  Wstgh.  New  220  CS  1130 
1  3  Cr.Wh             220  1720 

1  3  Fbks.M.   ...  220  B  1200 

2  2  G.E                220  KT  900 

4  3  G.E                220  KT  1800 

1  3  G.E                220  KT  900 

2  3  G.E                220  KT  1200 

2  5  G.E.NEW.  .  220  KT  1800 

:!  5  Wstgh.  New  220  CS  11.30 

4  5  G.E.NEW.  .  220  KT  1200 

2  5  Wstgh            220  CCL  850 

30  7  G.E                550  1200 

1  714-15  Cr.Wh..  220/440  865/17.35 


Qu.  H.P.     Make     Volts  Type  Speed 


7H 
7/2 
W2 
7/2 

to 

10 

10 

10 

15 

15 

20 

20 

20 

20 


G.E.NEW. 
G.E.NEW. 
G  E 

g'.e'.new.' 

(;.E.NEW 


220  KT 
220  KT 
550  KT 
220  KT 
220  KT 


.50  20 
20  25 

1  25 

2  30 
1  35 


Wstgh   220  CCL 

Wst2-h   220  CS 

Cr.Wh.  .  . .  550  Q 

R&M    220 

Fbks.M.  220/440  KBV 
Cr.Wh..  220/440 
Triumph  220/440 
Wstgh.    .    .  220  CS 
Fbks.M.  .   .  220  B 
Fbks.M.   220/440  KT.V 
Wagner.   22O'440  BP 

G.E   220  M 

WagnerNEW  220 
Triumph  220/440 


1800 
1200 
1800 
900 

ISOO 

1700 
1 1 51 1 
1800 
11. 51 1 
1200 
1200 
900 
1160 
1200 
1200 
]120 
900 
y.'-iO 
900 


35 

G.E  

220  KT 

600 

\ 

(;.E  

.  220  KT 

720 

1 

40 

Wagner 

NEW.   220/440  BP 

850 

1 

40 

Fbks.M.  . 

220 

900 

1 

40 

(i.E.NEW  . 

220  KT 

1200 

1 

50 

Triumph  . 

220 

720 

1 

50 

G.E.NEW. 

220  KT 

900 

."io 

G.E.NEW  . 

440  KT 

!»00 

i 

50 

G.E.NEW.  . 

220  KT 

1200 

2 

75 

G.E.NEW  2 

20/440  K 

900 

1 

125 

G.E  

2200  L 

600 

1 

1.50 

Wstgh.  Xew 

440  CW 

095 

1 

200 

Wstgh.  .  . 

2200  CCL 

580 

1 

2G3 

G.E.  Synch. 

witli 

direct  connected 

exciter  

2201 1 

000 

3  PHASE,  25  CYCLE  MOTORS 


1 

5 

G.E.    ...  220 

KT 

750 

1 

12  H 

G.E.elev. type- 

high  torque  220  KTE 

750 

1 

15 

Wstgh.    .    .  440 

CS 

730 

6 

15 

Al!is-Ch.    .  .  220 

750 

1 

15 

Fbks.M.  .   .  440 

B 

750 

7 

20 

Allis-Ch.    ..  220 

750 

2 

20 

G.E  440 

K 

750 

6 

25 

G.E  440 

K 

750 

1 

50 

Allis-Ch.  in- 

termittent 

duty,  si.  rg. 

drum  control- 

ler  440 

500 

1 

55 

Wstgh. si. rg. 

30  cycles, 

complete.     .  440 

86(1 

1 

-60  '4 

5  .'lo  G.E.  440 

'H  '2.50 

GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms: 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


We  Offer   For  Sale 

the  following 

SECOND  HAND  60  CYCLE  MOTORS 

1—30  H.P.,    8.50  R.P.M.,  220  V.,  2  Phase  C.C.E. 

1—  20  H.P.,  850  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 
3—10  H.P.,  1120  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 

2—  5  H.P.,  1120  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 

2—  5  H.P.,  1720  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 
1—  2  H.P.,  1720  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 

1—  2  H.P.,  1720  R.P.M.,  any  volt,  2  or  3  phase,  Crocker  Wheeler, 
to  be  wound. 

3—  1  H.P.,  1720  R.P.M.,  any  volt,  2  or  3  phase,  Westinghouse 
CCL,  to  be  wound. 

2—  10  H.P.,  1120  R.P.M.,  any  volt,  3  phase,  Westinghouse  CCL, 

with  Star  Delta  Switch. 
1—20  H.P.,    850  R.P.M.,  220  V.,  3  Phase  Westinghouse,  CCL 
1120  R.P.M.,  220  v.,  3  Phase  Westinghouse,  CCL 
220  v.,  3  Phase  Westinghouse,  CCL 
220  v.,  3  Phase  Westinghouse  CCL,  re- 


10  H.P., 
5  H.P.,  1120  R.P.M., 
5  H.P.,  1720  R.P.M., 

wound. 

1—  3  H.P.,  1720  R.P.M.,  220  V.,  3  Phase  Westinghouse  C,  rewound. 
1—  5  H.P.,  1720  R.P.M.,  220  V.,  3  Phase  Westinghouse,  C 


2 

1— 
1— 


25  CYCLE  MOTORS 

1     50  II  P.,  750  R.P.M.,  550  V.,  3  Phase,  Can.  Gen,  EIcc,  Form  K, 
1    (iO  11. P  .  750  R.P.M.,  550  V.,  3  Phase,  Crocker  Wheeler. 
1  K.W.   Motor  Generator,  Westg..  110  V.,   D.C.,  220  V.,  3 

Phase,  25  Cycles. 


TRANSFORMERS 


2—75  K.W., 
1—40  K.W., 
1—40  K.W., 
1—2^4  K.W. 


CGE,  H.G.,  60  cycles,  voltage  1040/2080-115/230. 
Packard  R60,  60  cycles,  voltage  2200-220, 
Westg.  C,  60  cycles,  voltage  2200/1100-220/110. 
,  Packard  RIO,  60  cycles,  voltage  1100/2200-110/220. 


Write  for  prices  on  these  or  new  machinery. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  N.,  HAMILTON  Limited 
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Portable  Welder 

The  Portable  Welder  is  a  new  device  for  in- 
stalling the  time  tested 

ERICO  WELDED  BONDS 

It  can  be  easily  lifted  from  the  track  by  two 
men.  There  are  no  rotating  parts  and  no  flame 
or  arc  strikes  bond  or  rail. 

Write  for  particulars 

The  Electric  Railway  Improvement 

Company 

CLEVELAND 


ANTI-SULPHURIC  ENAMEL 

The  only  reliable  protection  against  the  action  of  acid  anj 
chemical  fumes. 


*'FERRODOR 


Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
fies all  climatic  conditions. 


DRIOROL 

Oil-proof  Enamel.    Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

"ARMOUR"  1 

Fire-resisting  paint,  or  colorless  solution.  ' 

''ARMACELL'' 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 

**OHMALINE'\ 

Black,  quick  air-drying  insulating  composition.  Also  supplied  j 
for  stoving,  and  as  a  solid  insulating  compound. 

''SHAYDOLITE*' 

for  coloring  electric  lamps.    Used  in  the  Royal  Navy.  Weather- 
proof.   Dries  rapidly. 

**ARMABRON'' 

Bitumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  H.  M.  Imperial  and  Overseas  Governments) 
STOCKED  BY 

SPIELMANN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


NOTICE 


Pursuant  to  Power  Commission  Act,  6  Geo.  V,  Chapter  19,  Section  39,  1916, 
and  amendments  thereto,  and  the  Rules  and  Regulations  of  the  Hydro-Electric 
Power  Commission  covering  the  design  and  construction  of  electrical  machinery, 
apparatus,  appliances,  devices,  material  and  equipment  for  use  in  the  generation, 
transmission,  distribution  or  use  of  electric  power  or  energy  in  the  Province  of 
Ontario,  in  connection  with  any  electrical  installation  or  wiring  for  electric  light, 
heat  or  power,  where  the  electric  pressure  delivered  to  or  from  the  same  exceeds 
10  volts,  manufacturers  of,  jobbers,  agents  and  dealers  in  electrical  machinery, 
apparatus,  appliances,  devices,  material  and  equipment,  and  others  interested  are 
hereby  notified  that  the  Commission  orders  that  on  and  after  three  months  from 
date  of  this  notice  no  such  electrical  machinery,  apparatus,  appliances,  devices, 
material  or  equipment  used,  or  to  be  used,  as  above,  may  be  used  or  disposed  of 
in  the  Province  of  Ontario  unless  and  until  the  design  and  construction  of  same 
has  been  submitted  to  the  Hydro-Electric  Power  Commission  of  Ontario,  and 
approval  of  such  has  formally  been  obtained. 

By  order, 

The  Hydro-Electric  Power  Commission  of  Ontario 


Dated  at  Toronto,  December  26th,  1917. 


W.  W.  POPE,  Secretary 
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RAILWAY  &  POWER  ENGINEERING  CORPORATION,  LIMITED 

Long  Distance 

Canadian  Pacific  Railway  Bldg.,  TORONTO  Telephone  Ad.  26 

Equipment  and  Supplies  for  Railway,  Light,  Power,  Mine  and  Industrial  Plants 
"USED   EQUIPMENT  DEPARTMENT" 

WE  HAVE  FOR  SALE.     Let  us  quote  you  on  the  following  Equipment: 

Motor-Generator  Sets 

35  01-  60  cycle,  varying  in  capacity  from  V4  to  750  kw. 

Generators— Engine  Direct  Connected  Sets 

D  C  or  A.C.,  35  or  60  cycle,  varying  in  capacity  from 
15  to  1,000  l<w.,  of  all  makes,  types  and  voltages. 


Motors— 3  phase,  25  cycle 


Xo. 
1  . . 


H.P. 

Make. 

Type. 

Volt. 

150 

West. 

Ind. 

3200 

100 

Wagner 

Ind, 

2300 

50 

G.E. 

Slip  R. 

3080 

35 

G.E. 

Ind. 

3000 

300 

West. 

Ind. 

550 

50 

W^est. 

Ind. 

550 

50 
35 

West. 

Ind. 

550 

G.E. 

Ind. 

550 

Lane. 

Ind. 

550 

250 

West. 

Slip  R. 

400 

450 

West. 

Ind. 

400 

200 

West. 

Ind. 

440 

325 

West. 

Slip  R. 

440 

200 

G.E. 

Ind. 

440 

325  - 

G.E. 

Ind. 

440 

100 

A.C. 

Slip  R. 

440 

175 

West. 

Ind. 

330/440 

75 

A.C. 

Ind. 

440 

R.P.M. 

480 
730 
710 
900 
500 
850 
730 
500 
1  400 
I!  7  5 
360 
500 
500 
480 
500 
725 
500 
730 


ler  sizes. 


Motors— 3  phase,  60  cycle 


450 

C.G.E. 

Syn. 

2300 

150 

C.C.W. 

Slip  R. 

3200 

135 

G.E. 

Syn. 

3300 

125 

A.C. 

Slip  R. 

3080 

150 

West. 

Slip  R. 

550 

150 

G.E. 

Ind. 

550 

150 

G.E. 

SlipR. 

550 

125 

G.E. 

Ind. 

550 

100 

G.E. 

Ind. 

550 

100 

G.E.  . 

Slip  R. 

550 

75 

G.E. 

Ind. 

550 

75 

C.C.W. 

Ind. 

550 

50 

G.E. 

Ind. 

550 

100 

G.E. 

Slip  R. 

330/440 

100 

West. 

Slip  R. 

440 

100 

Wagner 

Slip  R. 

220 

have 

any  number  of 

smaller 

sizes.  . 

Motors— S.  Phase,  25  and  60  cycle 

in  all  sizes,  from  l/lO  to  5  h.p.,  110,  330  or  110/330 
volt. 

Motors,  D.C. 

in  all  sizes,  for  110,  330,  or  500  volt  service. 

Alternators,  Belt-Driven 

3_(i:!0  k.v.a.,  3  ph.,  60  cycle,  2,300  volt,  G.E.,  com- 
plete, but  without  exciter. 

1—250  k.v.a.,  3  ph..  60  cycle,  2,300  volt,  G.E.,  com- 
plete, with  belt-driven  exciter. 

1_100 'k.v.a.,  3  ph.,  60  cycle,  600  volt,  G.E.,  complete 
with  exciter. 

l_,5f)  k.v.a..  3  ph.,  60  cycle,  600  volt,  G.E.,  complete 
with  exciter. 

1_75  k.v.a.,  3  ph.,  60  cycle,  2,300  volt,  G.E.,  complete 
with  exciter  and  switchl)oard. 
We  also  have  a  number  of  35  cycle  alternators, 
varying  in  capacity  from  30  to  500  k.v.a. 

A  complete  power  plant,  in  first-class  condition,  dismantled,  crated,  and  ready  for  immediate  ship- 

?^AUerSjor"cGE    60  cycle,  type  T.T.B.,  class  48-600-1501.   Form  E.  volt  2.200.   amp.  158,  speed 
t  S  dir'ect  connected^o  a  Rice  &  Sargent  Providence  Engineering  Works  18  m.  x  36  m.  x  32  m 
horizontal  cross  compound  condensing  engine,  complete  with  condensers;  Wamwright  horizontal 
copper  tube  water-heater;  switchboard,  piping,  and  valves.    Ask  for  further  information. 
WE  ALSO  HANDLE  A  FULL  LINE  OF  ELECTRIC  RAILWAY  EQUIPMENT  AND  SUPPLIES 

Our  stock  changes  daily  and  above  list  is  only  a  small  proportion  of  wliat  we  have.  l;or  further  particulars  wire 
telei>hone,  or  write.  Let  us  solve  your  problems.  All  cn.gincenng  service  without  obligation.  We  advertise  and  sell 
your  released  equipment  without  cost  to  you.   


Rotary  Converters 

35  or  60  cycle,  varying  in  capacity  from  300  to 
3,000  kw. 

Switchboard— A.C.  or  D.C. 

complete  witli  instruments  and  switches. 

Transformers 

3—333  k.v.a.  S.  Ph..  35  cycle,  G.E.O.C.,  13,300/11,000 

—19,100  V.  Prim.— 3,300  Sec. 
3_300    k.v.a.,    S.    Ph.,    25    cycle.    West  O.I.W.C. 

12  000/10,500  Pnm.,  200/140/100/70/50  sec.  U. 

I.W.C. 

3_150  k.v.a.,  S.  Ph.,  35  cycle,  G.E.O.C.,  11,000  Pnm., 
3,200  Sec. 

o_ioo  k.v.a.,  S.  Ph.,  25  cycle,  West.  O.C.,  3,300  Prim., 

110/220  Sec.  , 
3_50  k.v.a.,  S,  Ph.,  35  cycle,  Kuhlman  O.C..  10,200/ 

33,000  V.  Prim.,  3,300  Sec. 
3—75  k.v.a.,  S.  Ph.,  35  cycle.  Burke  O.C.,  6,600/3,300 

Prim.,  368  Sec. 
3_670  k.v.a.,  S.  Ph.,  60  cycle.  West.  O.I.W.C,  3,300 

Prim.,  105/90/70/60  Sec. 
4_600  k.v.a.,  S.  Ph.,  60  cycle,  G.  E.  O.  C,  13,000 

Prim.,  3,300  Sec. 
3_300  k.v.a.,  S.  Ph.,  60  cycle,  A.  C.  O.  I.  W.  C,  33,000 

Prim.,  3,300  Sec. 
3_300  k.v.a.,  S.  Ph.,  60  cycle,  P.  T.  O.  C,  3,300  Prim., 

110/230  Sec. 
3 — 300  k.v.a.,  ditto. 
3 — 150  k.v.a.,  ditto. 

3_50  k.v.a.,  S.  Ph.,  60  cycle,  A.  C.  O.  C,  2,300  Prim., 
330/440  Sec. 

3—25  k.v.a.,  S.  Ph.,  60  cycle,  A.  C.  O.  C,  13,000  Prim., 
220  Sec. 

We  also  have  a  number  of  smaller  sizes  Trans- 
formers, 25  and  60  cycles,  in  most  all  voltages. 

Miscellaneous 

Any  number  of  Back  Geared  Motors,  for  3  ph., 
60  cycle,  230  volt. 

Two  Battery  Charging  Motor  Generator  Sets. 
Five  Electric  Drills  for  110  V.  D.  C. 
Ten  Motor-driven  Blowers,  110  V.  D.  C. 
Five  Ventilating  Fans  for  1  tO/330  V.  D.  C. 
One  50  h.p.  Foss  Gas  Engine,  speed  300.  one  cyl- 
inder with  drive  wheel  4  ft.  x  13  in.;  used  only  three 
weeks. 

500 — 60  cy.cle,  G.  E.  and  Westinghouse  Light  and 
Power  Meters,  of  all  sizes  and  voltages,  for  imme- 
diate delivery. 
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The  increase  in  our 
business  during 
Nineteen  Seven- 
teen proves  con- 
clusively that 

Quality 

is  appreciated  and 
is  the  best  adver- 
tisement. 


Electric  Fixtures 
Beautiful 


Representative — 

Toronto — J.  A.  McKay,  108  Grace  Street. 
Agents — 

Montreal — Armour  Bros. — 122  Board  of  Trade  Building. 
Winnipeg— Reynolds  &  Co.— 406  Confederation  Life  Building 


Electric 
Heaters 

All  sizes  carried 
in  stock 


TRANSFORMERS 
METERS 


/    Panel  Boards, 

Safety  Service 
Boxes, 

Motor  Starters,  Pole  Line  Material,  Klein 
Tools,  Wires  and  Cables,  Enclosed 
and  Plug  Fuses. 

EVERYTHING  ELECTRICAL. 

Let  us  quote  you.    Our  Service  is  Prompt. 

ROSE  &  O'HEARN 


220  King  St.  W. 


TORONTO 


Bastian 

Electric 

Glowing 

Quartz 

Fires 


ELECTRIC  HEAT 

FOR  EVERY  PURPOSE 

Majestic  Electric  Heaters,  Wall  and  Flush  Types. 
Despatch  Electric  Ovens  for  Bakers,  Millers, 
Enamellers  and  Laboratory  Purposes 

The  Masco  Company,  Ltd. 


91-93  Queen  St.  E. 


TORONTO 


■■JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES. 


"  Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER 

Always  were  the  simplest  fuses  in  construction  on  the  market 
The  new  Type  "B,"  Form  4,  has  been  reduced  to  the  fewest  parts — 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  C?;  ' 
are  removed  by  a  twist  of  the  wrist  and  as  easily  tightened,  holdmj; 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,  ^t.  Pittsburgh,  Pa. 


iiiary  l'..  ID  is 


THE   ELECTRICAL  NEWS 


43 


No.  P155 


Let  us  quote  you  on — 

* 'Premier '  Electric 
Heating  Appliances 

for  your  1918  requirements. 

Our  high  class,  goods  will  appeal 
to  your  best  customers  and  will 
increase  your  profit  in  larger  sales. 

Write  for  Circulars  ard 
Trade  Discounts. 

"Premier"  appliances  are  manufac- 
tured exclusively  by 

Superior  Electrics 

Limited 

PEMBROKE,  CANADA 


Chas.  E.  Breckenridge,  Managing  Director 


No.  P52 


1 

1 
J 


^1 

r 
I 

1 


METERS 

The  good  reputation  of  Ferranti 
Meters  is  World  Wide 

Every  Ferranti  Meter  is  assembled 
and  tested  at  Toronto  before  ship- 
ment. Every  part  is  the  product 
of  the  best  British  and  Canadian 
manufacture.  We  can  supply  meters 
for  all  purposes  and  for  any  load. 
Write  for  bulletins  and  information. 

Ferranti  Electrical  Company 

of  Canada,  Limited. 

90  Sherbourne  St..  TORONTO.        704  Unity  BIdg.,  MONTREAL.       Farmer  .  Advocate  BIdg..  WINNIP EG 


Single  Phase  Meter,  B.  T.,  Clock  Dial 


TV 


'E 
K 
K 

A 
N 
T 
I 

A 
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Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and  | 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  COMPANY 

Canadian  Office  and  Factory,        HAMILTON,  ONT- 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


nol\ 


"The  material  o£  a  thousand  uses  "  V 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


The   Jordan   Commutator   Truing  Device 


Operates  without  removing 
armature.  No  shut  down  of 
motor  or  generator. 

No  large  cuts  from  commutat- 
or and  no  unnecessary  waste  of 
copper. 

No  dragging  of  copper  caus- 
ing short  circuits. 

No  portable  slide-rest  with  the 
danger  of  the  tool  digging  into 
the  commutator  and  numerous 
other  chances  of  damage  to  the 
commutator  or  armature  which 
are  all  overcome  with  this  ma- 
chine. 


JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  York 

Represented  by :  Frank  E.  Filer,  Winnipeg,  Can. 
Toronto  Representative: 
C«nada  Sales  Company,  165  Church  Street,  Toronto.  Canada 


The   Jordan   Tapon   for   Moulding  Work 

A  real  time  saver  which 
means  a  Money  Saver, 
making  the  best  class  of 
vs^ork. 

It  is  not  necessary  to  have 
the  ends  of  the  capping 
straight  as  the  cover  of 
the  Tapon  overlaps  the 
capping,  thereby  covering 
any  bad  ends  of  capping. 

JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  York 

Jordan  Tapons  may  be  secured  from  your  nearest  Electrical 
Supply  House. 
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LAMP 


N  GUARD 


Send  to,  (ree  catalog  and  prices  of  our  "Loxon"  Lamp  Guards     They  stop  breakage  and  p,e^^^ 


Double  duly  (or  single  cC.  Selling  in  great  number,  everywhere.  O.he,  .p=ci.iaes  .ha,  will  make  you  money.  Wri.e  to-day 

McGILL  MANUFACTURING  COMPANY 

VALPARAISO,  INDIANA 


NICKEL 


Shot — High  and  low  carbon 
Ingots — Two  sizes,  25  lbs.,  50  lbs. 
ELECTROLYTIC  NICKEL-99.80% 

Prime  Metals  for  the  Manufadure  of  Nickel  Steel, 
German  Silver,  Anodes  and  all  remelting  pur- 
poses.   Our  Nickel  is  produced  as  Rods, 
Sheets,  Strip  Stock,  Wire  and  Tubes 

•^ON^^         ^re  SOLE  PRODUCERS  of 
5j  this  natural  stronger-than- 

■^KZfj'PA^     steel,  non-corrodible  alloy. 

Regr.  U.  S.  Pat.  Off. 

Manufadured  forms  are  Rods,  Flats,  Casings, 
Tubes,  Sheets,  Strip  Stock  and  Wire. 

SEND  INQUIRIES  DIRECT  TO  US 

The  International  Nickel  Co. 

43  Exchange  Place,  New  York 


OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nakusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  witiiout  obligation 
of  any    sort   from    our    nearest  office. 

The  Lindsley  Brothers  Co. 

NELSON,  B.C. 

General  Sale!  Office-72  W.  Adamt  St.,  Chicago,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 


Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Comrrjisslon  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 
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'I'  1 1  K    K  L  E  C  T  R  I  C  A  I.    N  R  W  S 


Jauuari'  1.".  i;n^ 


DEVOE 

Switches,  Switchboards, 
Panels  and  Steel  Boxes 

MA  DE-IN-CA  NA  DA 


'  % 

•MONTREAL  8 


Knockouts  are  eas- 
ily removed  —  no 
hammering  the  box 
out  of  shape — and 
painted  with  a 
special  compound 
and  air  dried.  The 
covers  lap  over  on 
all  four  sides,  mak- 
ing these  boxes 
absolutely  rust 
proof. 

Hundreds  of  Con- 
tractors are  using 
them.  You'll  nev- 
er know  how  good  they  are  until  you  try  them, 
and  now's  the  time  to  do  it. 

We  are  equipped  to  build  special  switches  to  any 
specification.  As  specialists  in  this  line  we  are 
able  to  produce  all  kinds  of  switches  at  reasonable 
prices. 


THE   DEVOE    ELECTRIC    SWITCH  CO. 


Send  us  your  specifications  and  we  will  quote 
you  price. 

WRITE  FOR  OUR  NEW  CATALOG  NO.  7 

The  Devoe  Electric 
Switch  Company 

Office  and  Factory: 

414  Notre  Dame  St.  West 

MONTREAL 


REFLEX 

Spark  Plugs 

'    The  REFLEX  Line  of 
^  Spark  Plugs  is  a  trade 

winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  motorists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Tenders 
Wanted 


should  be  advertised  for  in  the 
"Tenders  and  For  Sale  De- 
partment" of  the  Contract 
Record  and  ENGiNEERrNG 
Review.  This  paper  is  the 
"Tender  Ad."  medium  of 
Canada  and  always  brings 
bids  from  the  reliable  con- 
tractors and  supply  houses. 

File  your  plans  for  any 
work  on  which  you  are  invit- 
ing bids,  in  our  offices  at 
Toronto,  Montreal,  Winnipeg 
or  Vancouver. 

Contract  Record 

and  Engineering  Review 
Toronto  Ontario 
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—MICA- 
KENT  BROTHERS 

Kingston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,    Cut   to  Size, 

Splittings,   Discs,  Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 


EVERYTHING  IN 


Pole  Line 


Hardware 


and 


Electric  Railway 
Materials 


Acme  Stamping  &  Tool  Works 

Limited 

Hamilton    -  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


Facilities  for  Service 


We  offer  you  a  complete  line  of 
liish-grade  electric  wires,  cables,  and 
accessories,  and  unexcelled  facilities 
for  rendering  prompt  service  at  rea- 
sonable prices. 

Standard  Underground  Cable 
Co.  of  Canada,  Limited 

Hamilton,  Ont. 

Montreal        -         Toronto  -  Se""'= 


On  reaching  approximately  full  speed, 
the  brushes  on  a 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTOR 


are  automatic- 
ally removed 
from  the  com- 
mutator. 

Quid 
Operation 


Illustrating  a  H  h.  p.  motor 


1/10  to  40  H.P.     25  to  140  Cycles 

Century  Electric  Company 

19th,  Pine  to  Olive  Sts.,  ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  282 
lones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co..  Ltd.,  Winnipeg 
Rudel-Belnap  Machinery  Co".,  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W..  Vancouver,  B.C. 


John  Starr  Son  &  Company,  Limited 


158  Granville  St. 


HALIFAX,  N.S. 


LARGEST  WHOLESALE  DEALERS  IN 

Electrical  Supplies 

in  Maritime  Provinces 

LARGE     STOCKS     CARRIED     FOR     PROMPT  SHIPMENTS 
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ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 

BritisTi   Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Hatheway  &  Knott,  Inc. 

Joyner,  Limited,  A.  H.  Winter 

Northern  Electric  Company 

Wagner  Electric   Mfg.   Company  of  Canada 

Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 

Benjamin  Electric  Manufacturing  Corapanny 
Canadian    Westinghouse  Company 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National   Metal   Molding  Company 

AUTO  STARTERS 

.'Kdams-Bagnall    Electric  Company 

BATTERIES 

Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,   R.   E.  T. 


Jordan  Bros.  Inc. 


BLOCKS 


BOILERS 
Waterous  Engine  Works  Company 

BOLTS 

McGill    Manufacturing  Company 

BONDS  (Rail) 

Canadian  General  Electric  Company 
Electric   Railway   Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago   Fuse   Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

BRACKETS 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,   Limited,  A.   H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh   Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 

Electrical  Fittings  Company 
National  Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.   Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBONS 

Canadian    Westinghouse  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian   Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Mcl.-ennan  &  Company,  K. 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSETiS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 

CONDULETS 

Crouse-Hinds   Company   of  Canada 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Electric  Fittings  &  Foundry  Company 
Hatheway  &  Knott,  Inc. 
Killark  Electric  Manufacturing  Company 
Northern  Electric  Company 

CONTROLLERS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Corripany 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Spielmann  Agencies,   Registered  ■ 

.  CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

\  CROSS  ARMS 

Berlin  Mills  Company 
Northern  Electric  Company 

CRUDE  OIL  ENGINES 

Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.'  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National   Electric   Heating  Company 
Northern  Electric  Company 
Standard  Electric  Stove  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Waterous  Engine  Works  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 

Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FIXTURE  CHAIN 

McKinnon  Chain  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott.  Inc. 
Tubular  Woven  Fabric  Company 

FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.  &  W.   Fuse  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatlieway       Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  50) 
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THIS  TRADE  MARK 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Water 

Turbines 


Hydraulic 
Governors 


High 

Efficiency 
Pumps 


Vertical 
Turbines 

shown  in  the  accompanying 
illustration  were  designed 
and  manufactured  by  us  for 
the  Hydro-Electric  Power 
Commission  of  Ontario. 
They  are  among  the  largest 
water  turbines  installed  in 
Canada  and  are  character- 
istic of  the  high  efficiency 
of  our  engineering  depart- 
ment. 

The  services  of  these  ex- 
perts are  at  your  disposal  to 
consult  on  any  of  your  en- 
gineering troubles. 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 


LINDSAY 


ONTARIO 


LOSING  MEN 

It  is  easy  to  lose  track  of  a  man  in  a  plant  of  more  than  two  de- 
partments. Just  when  you  want  him  you  cannot  find  him.  Some- 
times important  matters  are  delayed  while  you  are  looking  for  the 
man  that  knows  the  details. 

FINDING  MEN 

in  a  plant  is  also  easy  after  you  have  installed  aPresto-Call  System. 
The  Presto-Call  is  a  Signal  Service  that  we  make  in  three  sizes  to 
call  5  men,  lo  men  or  20  men.  It  is  easy  to  operate,  and  moderate 
in  price  ;  works  with  either  vibrating  or  single  stroke  bells,  or 
horns.    The  Presto-Call  pays  for  itself  in  a  few  months. 

Write  for  Booklet, 

Canadian  Independent  Telephone  Company 

263  Adelaide  St.  West        -       -  TORONTO 
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FUSE  BOXES 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical   Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Lancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Thomson   Company,   Limited,  Fred 
Toronto  &   Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hathe\yay  &  Knott,  Inc. 
Majestic  Electric  Company 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann   Agencies,  Registered 

HYDRAULIC  MACHINERY 

Bo%-ing  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 

Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 

Jefferson   Glass  Company 

INSPECTION  ENGINEERS 

Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston  Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 

Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 

Redmanol   Chemical  Products  Company 

INSULATION  (Hard  Fibre) 

Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney   Electric   Company   of  Canada 
Mica   Company   of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Majestic  Electric  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 

LAMP  BULBS  (Electrical) 
Jefferson    Glass  Company 

LAMPS 

Canadian  General  Electric  Company 

Electrical  Maintenance   &  Repairs  Company 

Hatheway  _&  Knott 

High  Efficiency  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Northern  Electric  Company 

Starr  Son  &  Company,  John 


LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian   General   Electric  Company 
Cope,  T.  J. 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Sundh  Electric  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson- Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros  J 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Northern  Electric  Company 

Petrie,  Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Thomson  Company,  Limited,  Fred 

Toronto  &  Hamilton  Electric  Company 

Wagner  Electric  Mfg.  Company  of  Canada 

NICKEL 

International  Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio  Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill    Manufacturing  Company 
Spielmann    Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 


PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORN 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Compan 

PLUGS 

Benjamin  Electric   Manufacturing  Compa 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Berlin  Mills  Company 
Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  CONSTRUCTION 

Archbold  Brady  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian  Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric  Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

G.  &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Standard  Underground  Cable  Company  of 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic  &   Engineering  Compan 

PUMPS  AND  PUMPING  MACHINE 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin  Electric  Manufacturing  Compan] 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Compan 

REPAIRS 

Electrical  Engineering  Company 
Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian   Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin  Electric   Manufacturing  Companr 
Canadian   General   Electric  Company 
Cutter  Company,  Geo. 
Duncan  Electric  Company 
Monarch  Electric  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Starr  Son  &  Company,  John 

(Continued  on  Page  52) 
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witGO  Safety 


"Square  0"  Steel  Enclo^S«lotor  Starting 
Switches  Permit  Efficient  Operation  of 

Equipment 

Complete  enclosure  of  live  parts  protects  workmen-safety  lock- 
off  feature  guards  against  accidental  closing  of  circuit-simplicity 
of  design  and  absence  of  interlocking  device  permits  mspection 
without  interruption  of  service. 

The  present  war  crisis  demands  the  adoption  of  every  practical 
means  to  insure  maximum  production.  . 

Our  new  catalog  No.  24  contains  valuable  information 
for  electrical  engineers  and  operating  electricians. 

Square  D  Company 

Walkerville,  Ont.  166  King  St.,  West,  Toronto,  Ont. 
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SOLDERING  FLUXES 
Allen  Company,  L.  B. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 

Weston    Electrical   Instniment  Company 

STORAGE  BATTERIES 
Canadian  General  Electric  Company 
Canadian    Hart    Accumulator  Company 
Northern   Electric  Company 

STREET  LIGHTING  FIXTURES 

Benjamin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Joyner,   Limited,  A.   H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Oevoe  Electric  Switch  Company 
Electrical  jMaintenance  &  Repairs  Company 
G.  &  W.  IClectric  Specialty  Company 
Hatheuay  .S:  Iviiott,  Inc. 
Moloney   Electric   Company   of  Canada 
National   Jletal   Molding  Company 
Northern   Electric  Company 
Starr  Son  &  Company,  John 
Sundh    Electric  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 


SWITCH  GEAR 

Ecrranti  Electrical  Company  of  Canada 

TAPE 

Packard  Electric  Company 
Nortliern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

National  Electric  Heating  Company 
Northern  Electric  Company 

TOOLS 

Northern  Electric  Company  I 
Pratt  &  Whitney  Company  of  Canada 

'  TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
Tho]darson   Electric   Manufacturing  Company 

TRANSFORMERS 

Adanis-Bagnall  Electric  Company 
t^anadian    Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Rose   &  O'Hearn 

Thordarson   Electric   Manufacturing  Company 
Wagner   Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Oliio  Brass  Company 

TUBING 

Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chaimers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,   Limited,   G.  M. 
Northern   Electric  Company 

VACUUM  CLEANERS 

Houston  &  Company 
Pringle,  R.   E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

WASHING  MACHINES 

Connor  &  Son,  J.  H. 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  '  Company  ] 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company 

Canada  Wire  &  Cable  Company 

D.  &  W.  Fuse  Company 

International   Nickel  Company 

Northern  Electric  Company 

Phillips  Electrical  Works.  Ltd.,  Eugene  F. 

Standard   Underground   Cable   Company  of 

ada.  Limited. 
Starr  Son  &  Company,  John 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Couldn't  make  it  more  accurate —so 
we  made  it  more  Hexible. 

R.  C  O.  C. 
CONTROL 


Is  now  local  as  well  as  central. 


.\  new  combination  lever  attachment  enables 
watchmen  to  close  the  switch  by  hand  in  daylight 
or  night  hours  to  locate  ])iirnt-ont  lami)s.  or  to 
avoid  outages  on  load  controlled  by  the  switches 
while  clearing  seric---  troubles.  The  switches  ma}^ 
be  cut  out  of  serx  icc  where  White  \\  a\-  S_\  ■^Icms 
are  on  only  on  Saturday  nights,  special  occa^imis, 
etc.  If  put  out  of  step  by  lighting,  etc.!  they  can 
be  stepped  ahead. 

This  refinement  broadens  the  scojie  of  usefulness 
of  the  R-C-O-C  equipment. 


South  Bend  Current  Control  Co. 


At  the  Power  House 

At  the  power-house,  using  the  regular  series  street 
circuit  for  the  control  wire,  the  operator  controls 
series  White  Way  systems  having  combinations  of 
all-night  and  short-hour  lamps  on  the  same  circuit, 
or  nniltiiile  White  Way  systems,  having  all-night 
or  cnmbination  all-night  and  short-hour  lamps  on 
tiie  same  circuit;  or  bridge,  alley,  sign,  .pump- 
motor  circuits;  or  (a  most  important  point)  pole 
)y|n-  or  subway  Constant  Current  Transformers. 
I 'liiii 'liling  loops  of  series-circuits.  Watchmen, 
patiolmen,  time  switches,  and  irregular  !amj>  hours 
are  things  of  the  past  in  R-C-O-C  installations. 


1 1 1  W.  Colfax  Ave. 


SOUTH  BEND,  Ind. 


The  New 
2-m-l  Case 


■Subway  or  I 
Type  R  -  C  •  O 
Switches  may  ) 
be  obtained  in 
new  2-in-l  c 
This  is  a  poin; 
be  re  m  e  m  b  c 
where  manhole  s] 
space  is  limited, 
cause  two  switc 
in  the  new  case  i 
up  little  more  r^ 
than  the  sir 
switch  case,  c 
serving  space  ; 
weight  on  pole  1 
installation. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
501  Merchants  Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Northwestern  Engineering  and  Supply  Co.,  Ltd.,  CALGARY 

Prompt  •hipments  from  Factory  or  nearest  Warehoute 


Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,      -  QUE. 
Storage  Batteries  for  Isolated  Plants 

MADE  IN  CANADA 

We  Save  You  35%  Customs  Duties 

Electrical  Storage  Batteries  for  Country  Houses, 
Farms,  Town  Lighting,  Electric  Trucks 

Absolutely  the  Cheapest  Storage  Batteries  in  the  Dominion 

LET  US  QUOTE  YOU 


Use  a  flux  that  is  equal  to  "50-50" 
soder  and  pure  copper  wire — the  kind 
that  holds  witliout  starting  corrosion. 
Tliat's 


4    forms :  Stick, 
paste,  salts  and 
liquid. 


Makes 
Stronger 
Splices 


Sample  for  your 
Dealer's  Name. 


-  the  quality  flux.  Makes  perfect 
unions  without   biting  the  metal. 

HOUSTON  &  CO.,  Limited 

Cumberland   Block,  WINNIPEG 
'22  College  Street,  TORONTO 
1825   Scarth    Street,  REGINA 
"In   Soderman's   game   since  '93" 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co. 

1305-6  Traders  Bank  Bldg.  L'™'*"* 
Toronto,  Ont. 
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Special  t|| 
Interests 


Cbarles  H.  mitcbell 
Pcrcival  H.  mucbell 

Consultins  and  $ap(rvisin« 
Cngineeri 

Hydraulic.  Steam  and  Electrical  Power  Plants, 
Industrial  and  Municipal  Engineering. 

Trader*  Bank  Building,  TorontO 


Charles  F.  Gray,  a.i.e.e.,  a.m.i.e.e. 

Consulting  Electrical  Engineer 

Suite  1101  Union  Trust  BIdg.,  WINNIPEG 

Cable  Address  Telephone 
"Consultation"  Main  9174 


R.  S.  KELSCH, 

CONSULTINC  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


THEO.    MALM    &  COMPANY 
ENGINEERS 

Electrical  —  Traction  —  Civil 
Structural  —  Mechanical 
Estimates,    Repcivit)s,i    Designs,  Spedifica- 
tions,  Valuation  of  Railway,  Power,  Light 

and  Industrial  Properties. 
NEW    YORK  TORONTO 
Times  BIdg.  Can.  Pac.  RIy.  Bldg. 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gas 

Plans,  Specifications,  Estimates, 
Teats,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  505  McGiU  Bldg. 

Montreal.  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C  E. 

Clarence  Thomson 

{Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 


Tel.  Main  6817        326  W  Craig  St.,  Montreal 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  M,ONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL        STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry       W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates :       A.  L.  Mudge,        A.  L.  Mieville 

Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Excelsior  Life  Bldg.  TORONTO 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Ennineer  and 
Registered  Attorney 

E.Kpert  in  Patents,  Trade  Marks.  Desigrns, 
Copyrights  and  Infringrements.  20  Years' Ex- 
perience in  Patents  and  Practical  Engineering 
STAR  BLDG.,  18  King  St.  W.,  TORONTO 


STANLEY  LIQHTF007 

REG  D  PATENT  SOLICITOR  AND  ATTORNEV 

LUMSDEN  BLDG.("J  yONGe"  )  TORONTO. 
New  BOOKLET  OF  COMPLETE  INFORMATION  FHtE 

IMBMT.Of^  TM.5   PAc-eni    M.    3  7  13 


Electrical  Testing 

Laboratories 


"Electrical,  Photometrical  and  Physia 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture,  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus.  Wires,  Cables, 
Insulators,  Transmission  Tov  eis  end 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


Canadian  Inspection  and  Testing 
Laboratories,  Limited 

INSPECTING  ENGINEERS 

Inspection  at  point  of  manufacture  of  Fewer 

Plant  Equipment,  Wire,  Cable,  etc. 
Head  Office  and  Main  Laboratories  :  Montreal 

Branch  Offices  and  Laboratories— Toronto, 
Winnipeg,  Edmonton,  Vancouver.  New  Glasgow 


EST.VBLISHED  1S40 

BRADSTREET'S 

Offices  Throughout  tlie  Civilized 
World. 
Executive  Ofl^ice: 
Nos.  346  and  348  Broadway,  New  York 
U.  S.  A. 

THE  BRADSTREET  COMPANY  Ri.  c.s 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  oi 
every  seeker  of  mercantile  credit.  Its  b..s!- 
ness  may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro-  | 
curing,  verifying  and  promulgating  informa- 
tion no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  addicss 
ing  the  company  at  any  of  its  offices,  Co: 
respondence   invited.  j 

THE  BRADSTREET  COMPANY  I 
Offices  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N.B.; 
Toronto,  Ont.;  Vancouver,  B.C.;  Victoria, 
B.C. ;  Winnipeg,  Man. ;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C,  IRVING. 
Gen.  Man.   Western  Canada,  Toro-.^to 
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SOLENOID  SWITCHES 

Essential  for  Modern  Street  Lighting  Methods 

This  cut  shows  our  Type  17  H.E.P.  Solenoid  switch  which 

was 

ADOPTED  BY  HYDRO  ELECTRIC  COMMISSION 

of  the  Province  of  Ontario  and  used  by  them  in  a  large  num- 
ber of  Ontario  towns. 

Orders  are  received  from  all  the  Provinces. 

This  switch  is  no  experiment.  The  fact  that  it  has  been 
adopted  by  the  Hydro-Electric  is  proof  of  its  success. 

No  springs,  switch  or  other  complicated  mechanisms  tc 
o-ive  trouble'.  They  close  magnetically  and  are  opened  by 
gravity  assisted  by  the  tension  of  the  laminated  copper  con- 
tact.   All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the 
cost  of  installation  by  using  our  Type  17  H.E.P.  Solenoid 
Switches,  which  are  suitable  for  any  frequency  on  multiple 
circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars. 

The  Electrical  Maintenance  &  Repairs 

Company,  Limited 


Phone 
Adelaide 
902-903 


162  Adelaide  Street  West  Nuhu 


Beach 


TORONTO  1723  1930 


Oxy-Acetylene  Welding 

The  indispensable  adjunct  to  modern  industry 

The  Oxy-Acetvlene  AVelding  and  Cutting  Processes  are  uni- 
versally regarded  in  all  Industries  as  absolutely  necessary  for 
all  purposes  involving  the  Joining  of  Metals  and  Cutting  of 
W'rou'dit  Iron  and  Steel,  and  especially  for  the  maintenance 
,,l  machinery.  An  Oxy-Acetylene  Welding  Outfit  occupies 
little  space  ;'the  necessary  investment  is  insignificant ;  and  the 
advantages 'to  l)e  derived  from  its  use  are  incomparal)ly  great. 

Why  not  have  us  tell  you  of  its  manifold 
benefits  to  you? 

P)einp-  Pioneers  of  the  Oxy-. Acetylene  Process  since  its  inception  and 
with '"'world-wide  reputation  and  experience,  and  having  Factories  in 
Canada  for  the  manufacture  of  Apparatus  of  the  highest  efficiency  and 
tne  production  of  Oxygen  and  Dissolved  Acetylene,  enables  us  to  give 
you  an  unequalled  service  for  the  necessary  gases  and  to  give  you  the 
Jnost  authoritative  advice  to  guard  you  against  possilile  disapjioini- 
nier.t  in  the  selection  of  suitalde  apparatus. 

Write  for  particulars  to-day.    Your  interest  will  be  appreciated. 

L'AIR  LIQUIDE  SOCIETY 


OXYGEN  ; 


TORONTO 


ylene  Welding  Plant 


MONTREAL 
HALIFAX  (factory  under  construction. 


WINNIPEG 


T  M  K    K  1 . C  T  R  r  C  A  T.    N  E  W  S 
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Self-Starting  Induction  Motors 


Continuous  Service.     Single  Phase. 
25  Cycles. 


H.P. 

1/50 

1/30 

1/15 

1/10 

1/6 

1/3 

1/2 


Speed 
Synch. 
R.  P.  M. 

1500 
1500 
1500 
1500 
1500 
1500 
1500 


Frame 
No. 

A-00 

A-0 

A-1 

A-2 

A-3 

A-4 

A-4 


Code 

Sar 
Sen 
Sul 
Tic 
Tup 


Shipping 
Weight 

25 
26 
26 
38 
45 
62 


For  220  volt  add  "LY"  to  code. 


Prices  for  any  voltage 
upon  request. 


R.  E.  T.  PRINGLE,  LIMITED 


95  King  St.  East 

TORONTO 


302  Donalda  Block 

WINNIPEG 


3402  Osier  Ave  ,  Shaughnessy  Hts. 

VANCOUVER 


809  Unity  Bldg 
MONTREAL 


Central  Stations 


Heat  your  buildings  on  your 
off  peak  load  by  electricity. 

Conserve  more  coal. 


Heaters 


10  K.  W.  Type  LW  Heater. 


are  built  in  many  sizes  suitable  for  all  requirements 
Write  us  for  further  information 

The  National  Electric  Heating  Co.,  Ltd.,  Toronto 


ol.  XXVII   No.  3 


Toronto,  February  1,  1918 


Our  Facilities  for  Service 


One  of  the  largest  and  most  modern  factories  in  the  Dominion. 
Unexcelled  shipping-  facilities,  both  by  rail  and  water. 

A  complete  line  of  high-grade  electric  wires,  cables,  and  accessories,  gnaranteed  l)y  an 
experience  (in  the  United  States)  of  over  35  years  in  the  exclnsive  mannfactnre  and  instal- 
lation of  such  i)roducts,  of  which  the  following  is  an  ontline  list: 


Bare  Copper,  Brass  and  Bronze  Wires 
Copper  and  Brass  Tubes  and  Rods 
Colonial  Copper  Clad  Steel  Wire 

Weatherproof  and  Magnet  Wire 

Rubber  Insulated  Wires 

Varnish  Cambric  Insulated  Cables 

IVIiscellaneous 


Paper  Insulated,  Lead  Covered  Cables 
Fibre  Insulated,  Lead  Covered  Cables 
Rubber  Insulated,  Lead  Covered  Cables 
Steel-Wire  and  Steel-Tape-Armored  Cables 
Outdoor  and  Indoor  Cable  Terminals 
Cable  Junction  Boxes 
"Ozite"  Insulating  Compound 
Cable  Accessories 


We  can  generallv  make  ])rompt  shipments  from  stock  of  Bare  Wire,  \\  eatherj)roof  Wire, 
.Magnet  Wire,  Ruljber  Insulated  Wire,  and  Cable  .Accessories.  We  are  also  e(iuipped  to 
render  promi^t  service  in  su])plying  products  usuall\  made  to  order,  such  as  Lead  Covered 
Cables,  .\rni(jred  Cables,  Junction  l>oxes,  etc. 

Write  our  nearest  office  for  samples,  estimates  or  prices. 

Standard  Underground  Cable  Co.  of  Canada,  Limited 

General  Offices  and  Works:  Hamilton,  Ont. 


Montreal,  (.)ue. 


ilton.  (  )nt. 


I"( )r( >nto,  (  )nt. 


Seattle.  Wa-h. 
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Over  600  milel^Xead -covered  Telephone  Cable 
was  the  output  of  our  plant  for  one  year. 

The  single  telephone  wire  in  this  cable  amounted 
to  nearly  a  billion  feet  or  enough  to  encircle  the 
earth  at  the  Equator  more  than  seven  times. 

The  supremacy  of  the  Northern  Eledtric  Company 
as  the  largest  makers  of  bare  and  insulated  wires  and 
cables  for  all  purposes  has  never  been  que^ioned. 

North errf  Ekctric  Com  pa  fry 


Montreal 

Ottawa 

Halifax 


LIMITED 

Toronto 
London 
Winnipeg 


Regina 

Calgary 

Vancouver 


The  Shipping  l>c-p;trlincii(      oiio  »>(  (he  Lir^lcM  and  bosl  o^iuipiH-d 
Canada.    It  can  acconiniodalc  t»on(>-lwo  Irrighl  cars. 
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GRAPHIC  METERS 


Switchboard  Type  with  Cover  Open. 


Switchboard  Type  with  Cover 
and  Clock  Door  Open. 


METERS   OF  MERIT 

THE  ESTERLINE 


Alternating  and  Direct 
Current.  —  Portable  and 
Switchboard  Types- 
Ammeters,  Voltmeters, 
Wattmeters,  Etc.  — "The 
Meter  with  a  Record.'* 


Switchboard  Type  Wattmeter,  Cover  Closed. 


Write  our  nearest  house  for  Catalog  369. 

North (^r ft  Electric  Company 


HALIFAX 

MONTREAL 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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SHERARDUCT  was  used 
e.\clusi\ely  in  the  Physics 
Building,  a  portion  of  the 
University  of  Wisconsin 
group  at  Madison,  Wis- 
consin. 


Architect 
Arthur  Peabody 


Sherardized  Rigid  Steel  Conduit 
Rational  Melal  Molding  @ 

Manufacturers 
Electrical  Conduits  and  Fittings 

l]I8   Fulton  Building,  Pittsburgh,  Pa. 


Engineer 
John  R.  Price 


Electrical  Contractor 
R.  J.  Nickles 


Atlanta     Boston     Buffalo     Chicajo     Dallas     Denver    Detroit     Los  Ansieles     New  York     Philadelphia     Portland     Salt  Lake  City     San  Francisco     Seattle    St.  Louis 

Buenos  Aires  Havana  Manila  Paris 


Canadian  Distribufors-CANADIAN  GENERAL  ELECTRIC  COMPANY,  Limifed 


i     a  SHERARDUCT 


XCELADUCT 

Galvanized  Conduit 


IS 


MADE  IN  CANADA 

and  sold  by 

CANADIAN  JOBBERS  for  CANADIAN  TRADE 

Labelled  by  Underwriters*  Laboratories^  Inc. 

and  the 

Orpen  Conduit  Co.,  Limited 

Toronto 


I 
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Why  You  Should  Use 
The  Famous  ''Golden  Glow''  for 
Interurban  Service 

Because  "Golden  Glow"  Headlights  for  interurban  service  project 
a  powerful  beam  of  non-blinding,  fog-penetrating  light — a  volume  of 
light  which  is  actually  greater  than  the  average  arc  headlight  projects. 

Because  they  offer  a  wonderful  saving  in  current  consumption  as 
compared  to  arc  headlights. 

Because  "Golden  Glow"  light  is  projected  in  a  steady,  piercing 
beam,  without  flickering. 

Because  "Golden  Glow"  Headlights  are  scientifically  correct  in 
principle  and  design. 

Because  their  reflectors  are  moulded  from  special  greenish-yellow 
glass ;  ground,  polished,  and  silvered  by  special  machinery. 

Because  "Golden  Glow"  reflectors  will  not  tarnish  or  depreciate  in 
value ;  instead  they  retain  their  polished  surface  and  efficiency  indefin- 
itely, and  can  be  cleaned  without  marring  their  surfaces  in  the  least. 

Because  "Golden  Glow"  Headlights  will  quickly  pay  for  them- 
selves on  any  railway. 

Write  for  our  new  "Golden  Glow"  Catalog  now. 


Electric  Service  Supplies  Co. 

Manufacturers 

2,    PHILADELPHIA   NEW  YORK  CHICAGO 

31        1 7th  nnd  Cambria  St..         50  Church  St.      Monadnock  Bldg. 


^GOLDEN  GLUW1 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Dittributors  ■  I 

MONTREAL       WINNIPEG     TORONTO  M 

Lyman  Tube  Bids.        302  Donalda  Block        33MelindaSt.  ^1 

z| 
ol 
r— I 


'GOLDEN  GLOW! 


GOLDEN  GLOW 
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The  famous  ^^Drop-Out^^  Renewal  Link  can  be  had  only  in 

ECONOMYrenewable  FUSES 


This  link  is  responsible  for  the  saving  of  80' 
the  annual  fuse  maintenance  cost. 


of 


W'c  arc  i)ic)necrs  in  the  manufacture  of  renewable  fuses.  We  have  blazed 
the  trail  and  staked  our  claims.  The  vital  features  of  renewable  fuse  effici- 
ency are  protected  by  Economy  basic  patents.  Imitations  are  by  no  means 
duplications. 

Sole  manufacturers  of  "Arkless" — the  Fuse  with  the  lOO  indicator.  For  cir- 
cuits not  subject  to  frequent  overloads  this  is  the  logical  fuse.  This  and  the 
Economy  together  meet  all  fuse  requirements. 

Be  prepared  to  handle  the  business  that  our  extensive 
consumer  advertising  will  bring  to  you.  Write  for 
Catalog  20  and  free  samples. 

Economy   Fuse   &  Manufacturing  Company 

of  Canada,  Limited 

UNITY  BUILDING  -  -  MONTREAL 


Perfect   Pressure  Control 

Can  be  obtained  in  tanks  and  reservoirs  by  starting 
and  stopping  the  motor  driven  apparatus  with 

THE  SUNDH  GAUGE 
TYPE  REGULATOR 

The  simplest,  strongest  and  most  satisfactory 
regulator  made.  Operates  on  a  pressure  differ- 
ence of  3  to  5  per  cent,  of  maximum  pressure. 
Wider  range  may  be  obtained  by  screwing  down 
the  left-hand  screw. 

The  construction  consists  of  a  silver-tipped  contact  lever  attached  to  the  tube  and  moving 
between  two  silver  contact  points  on  pressure  fluctuations. 

The  screw  on  the  right  is  used  for  adjusting  to  maximum  pressure  desired,  and  the  lower 
screw  on  left  hand  is  for  adjusting  for  difference  in  pressure. 

Send  for  "Sundh"  catalogue  giving  complete  description  of  controlling  devices  for  A.C.  &  D.  C. 


Sundh  Electric  Company        «        -        New  York,  U.S.A. 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  Stanipin,u  and  Tool  Works  . .  51 

Allen  Company,  L.  B   43 

Allen  Inspection  Company   50 

American  Conduit  Company   53 

Beaubien,  De  Gaspc   50 

Best  Electric  Company   23 

Boston  Insulated  Wire  and  Cable  Co.  53 
Boving  Hydraulic  &  Engineering  Co. 

Bradstreets   50 

Brandeis,  Charles   50 

British  Aluminium  Company   51 

Brown  Company   43 

Canada  Wire  and  Cable  Company  ...  43 

Canadian  Bridge  Company   47 

Canadian  Crocker  Wheeler  Co   30 

Canadian  Hart  Accumulator  Co.  ...  19 
Canadian  General  Electric  Co.  ....  16-17 
Canadian  Independent  Telephone  Co. 
Canadian    Inspection    and  Testing 

Laboratories    50 

Canadian  Office  and  School  Furniture 

Company   50 

Canadian  Porcelain  Company  

Canadian  Westinghouse  Company  . .  58 

Century  Electric  Company    55 

Chamberlain  &  Hookham  Meter  Co., 

Limited  

Chicago  Mica  Company   43 

Cleveland  Armature  Works 

Conduits  Company,  Limited   9 

Cutter  Company   n 

Daum,  A.  F   55 

Dennison,  H.  J.  S   50 

Detroit  Fuse  and  Manufacturing  Co. 
Devoe  Electric  Switch  Company 

Dessert  &  Company  

Duncan  Electric  Company   57 

Economy  Fuse  and  Mfg.  Co   6 

Elec.  Maintenance  and  Repair  Co.  . .  59 
Electric  Railway  Improvement  Co. 

Electric  Service  Supplies  Company..  5 
Electrical  Development  &  Machine 

Company   jg 

Electrical  Testing  Laboratories  ....  50 

Ewart  &  Jacob  


Ferranti  Electric  Company   15 

Fisher  Electric  Company   45 

Flexible  Conduit  Company  

G.  &  W.  Electric  Specialty  Co.  ...  60 

Gest,  G.  M.,  Limited   15 

Gray,  Charles  F.  . . .    50 

Great  West  Electric  Company   11 

Hatheway  &  Knott   13 

High  Efficiency  Electric  Lamp  Co..  44 

Houston  &  Company   43 

Illinois  Electric  Porcelain  Company  57 

International  Nickel  Company   ....  49 

Jefferson  Glass  Company   13 

Jones  &  Glassco   

Jordan  Brothers   

Joyner,  Ltd.,  A.  H.  Winter   49 

Kelsch,  R.  S   50 

Kent  Brothers  

Kerry  &  Chace,  Limited   50 

Kuhlman  Electric  Company   53 

L'Air  Liquide  Society   59 

Lancashire  Dynamo  and 'Motor  Co. 

Leeds-Northrup  Company   g 

Lightfoot.Stanley   50 

Lincoln  Electric  Company  of  Canada  57 

Lindsley  Brothers  Company   47 

Lowry,  E.  A   44 

Lyman  Tube  and  Supply  Company  5 

Malm  &  Company,  Theo   50 

Masco  Company  

McGill  Manufacturing  Company  ...  53 

Mica  Company  of  Canada,  Ltd   45 

Metropolitan  Electric  Co   55 

Mitchell,  Charles  H.  &  Percival  H.  .  50 

Moloney  Electric  Co.  of  Canada  ....  16 

Myerson,  Joseph   45 

National  Electric  Heating  Company 

National  Metal  Molding  Company  . .  4 

Nerlich  Company  

Northern  Aluminum  Company   43 

Northern  Electric  Company   2-3 

Ohio  Brass  Company  , 

Onward  Mfg.  Company   14 

Orpen  Conduit  Company   4 


Packard  Electric  Company  ...  . 

Petrie,  H.  W  

Phillips  Electrical  Works,  Eugene  Fj 
Philadelphia  Electric  Company  . 
Power  Equipment  Company  ...  . 

Pratt  &  Whitney  

Pringle,  R.  E.  T  

Railway  &  Power  Engineering  Cor- 
poration   

Redmonal  Chemical  Products  Co... 

Ridout  &  Maybee  

Robertson  Limited,  J.  M  

Robbins  &  Myers  Company   

Rose  &  O'Hearn  

Ross  &  Company,  R.  A  

Renfrew  Electric  Company  

Sachsenmaier  &  Co.,  George 

Sammett,  M.  A  

Sangamo  Electric  Mfg.  Co  

Smith  Company,  S.  Morgan  

South  Bend  Current  Control  Co. 

Spaulding  &  Sons  Company,  J  

Spielmann  Agencies  Regd  

Spray  Engineering  Company  ■ 

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   

Standard  ^Viring  

Starr,  Son  &  Co.,  John  

Steel  Company  of  Canada  

Sundh  Electric  Company  

Superior  Electric  Company   

Tallman  Brass  and  Metal  Company 

Thompson,  Clarence  

Thompson,  Fred  &  Co  

Thompson-Levering  Company  ... 
Thordarson  Manufacturing  Companv 
Toronto  and  Hamilton  Electric  Co. 
Tubular  Woven  Fabric  Company 


\"ickers  Limited 


Wagner  Electric  Manufacturing  Co. 

Ward  Leonard  Electric  Co  

White  Electrical  Companj-,  T.  C.  . . 


THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 


Useful  in  the  Shop  and  Laboratory  for  the  Weasurement  of  Resistance 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

"^^^^  ^  .'^       thoroughly  practical  instrument  for  shop  and  field  use  Rei-ncr 

^SiiHir^^--         ii™.  "-.""'of «;  s  k^iditS? 

Katio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer  the  weakesf  eVm^n'; 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  seoarate  eleCnt  UVi     "^^^f^'  element 

tln'-\ZT'°",  °'  ''""r  Th  "batt    y  is'  of"uie"o'dinarr'^-fli:h 

flLb.  Ph^i'5:delptar"boxetfor^^sh^pVe;°tf"'-^'  ''^^^''""^  everywhere^    The  price°u"& 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 

4912  Steaton  Ave 


Electrical  Measuring  instruments 


PHILADELPHIA,  PA 
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General  view  of  Toronto  garbage  incineration  plant. 


A  "GALVADUCT"  Building. 


"GALVADUCT 


LORICATED 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quaUty. 

Always  specify  Galvaduct  or 
Loricated 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


Conduits  Company  Limited 

Toronto 


LORICATED 
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All  "Canadian  Beauty"  Appliances  have  been  approved 
by  the  Hydro-Electric  Power  Commission 


These  are  the  days 
to  plan  Summer  Sales 


8  in.  Toaster  Stove 


These  three  specials  are  go- 
ing  to  be  the  money-makers 
this  summer.  Plan  for  hot 
weather  now. 


We  will  help  yon  make  sales. 
All  winter  our  cards  in  the 
street  cars  of  Toronto,  Mont- 
real, Winnipeg,  Ottawa, 
London,  and  Quebec  have 
carried  the  "Canadian  Beau- 
ty" message  of  the  comfort, 
convenience,  and  handiness 
of  these  electrical  appliances. 
In  addition  to  these  cards, 
which  will  run  all  summer, 

our  smashing  big  advertisements  will  appear  in  the  leadin- 
country,  to  keep  the  goods  moving  and  assure  a  quick  turn- 


On  this  page  we  show  three 
"Canadian  Beauty"  Appli- 
ances, designed  and  perfect- 
ed by  the  Renfrew  Electric 
experts.  The  leading  Elec- 
trical Dealers.  Hardw  ■are 
Stores,  and  Supply  Houses 
— from  coast  to  coast — have 
already  ordered  thousands  of 
these  Toasters.  Grills,  and 
Irons  for  jNIarch,  April,  and 
May  deliver}-,  in  anticipation 
of  the  biggest  summer  trade 
they  have  ever  enjoyed. 


New  Toaster  Grill 


mag 
over 


izine; 


and 


papers    throughout  the 


Our  new  Catalogue—showing  the  complete  "Canadian 
Beauty''  line  —  is  ready.  Write  for  a  copy,  and  our 
prices  on  any  or  all  of  the  appliances. 


New  3  pound 
Iron 


Renfrew  Electric 

Mfg.  Co.,  Limited 

RENFREW         .  CANADA 


1  unary   1.  Idis 


THE    RLECTRTCAL  NEWS 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  mo*^ori.sts  and 
users  of  engines. 
Get  the  "Reflex"  Agency. 
Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


SMITH  HYDRAULIC  TURBINES 


Accompanying 
cut  illustrates 
vertical  shaft 
scroll  case  unit 
furnished  to 
Northwestern 
Consolidated 
Mill,  Minne- 
apolis, Minn., 
developing  400 
H.P.,  450  Rev. 
under  45  ft. 
head. 


Built  in  sizes  and 
types  of  units  to 
meet  any  require- 
ments. Note  the 
design  and  general 
appearance  of  sta- 
bility in  accompany- 
ing illustra- 
tion. 


If  interested  in  Water  Power  Machinery  write 
Department  "N"  for  Bulletin 

S.Morgan  Smith  Co.,York,Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

I-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us  for  them.     Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory  :  Philadelphia,  Pa. 

Vew   York,  50  Church  St.  Cliicago,    Monadiiock  Block. 

Iletroit,  Mich.,  Ford  Bldg.  Pittsburgh,    Park  Building. 

Indianapolis,  Ind.,  Telephone  Bldg.       Minneapolis,  Metropolitan  Life  Bldg. 

F.CCLES  &  SMITH  COMPANY 
Los  Ange:es  San  Francisco  Portland,  Ore. 
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SERVICE 

is  Real  Service 


,  1.  ARMSTRONG. 


JNO.  e.  nussELL, 


ALLOY  STEEL  WORKS.  LIMITED 


Toronto,  Decemoer  20th, IB17. 


Packard  Elactrie  Company,  Lindted, 
St.  Catharines,  Ontario. 
G^ntlemen;- 

Wa  desire  to  express  our  appreciation  of  the 
manner  in  which  you  handled  our  order  for  the  three  100  X.V.A. 
transformers.      This  order  was  placed  on  December  3rd,  and  to 
have  the  transformers  shipped  on  December  ISth,  taking  into 
consideration  that  ail  th^  drawings  and  material  had  to  bo 
arranged  for  after  the  order  was  placed,  is  in  our  estimation, 
simpj-y  marvelous,  and  we  can  not  thank  you  too  much  for  the  way 
in  which  our  order  was  handled  by  you. 

Again  thanking  you  for  your  promptness  in 
delivering  these  transformers  and  wishing  you  the  Compliments 
of  the  Season,  we  beg  to  remain. 

Yours  very  truly, 
ALLOY  ST 


HIA/m. 


OF  DetAT  BeTONO 


The  letter  repro- 
duced is  not  an  ex- 
ceptional case.  It  is 
an  evidence  of  our 
regular  service  that 
you  get  when  you 
order  Transformers 
from  this  Company. 

Packard  Trans- 
formers are  built  for 
Large  Power. 

Special  Furnace 
Transformers. 

Current  and  Po- 
tential Transform- 
ers. Welded  Steel 
Cases. 

Information,  latest 
bulletins,  estimates, 
etc.,  sent  on  request. 


THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  BIdg., 
Toronto 


Donalda  Block, 
Winnipeg 
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BULK  HEAD  FIXTURE 


The  above  cut  shows  one  of  the  many  styles  of  Marine 
Fixtures  we  are  prepared  to  furnish. 

STEEL  CITY  ELECTRIC  CO.,  PitUburgh,  Pa. 


APPROVED  SERVICE  FITTING 


Cat.  No.  FB712 
Replaces  Types  B,  BE,  F,  and  FE. 
TYPE   "FB"   ENTRANCE  FITTINGS 

These  fittings  have  reversible  hubs,  permitting  in- 
stallation either  as  type  "F"  fittings  on  vertical  pipe,  or 
type  "B"  fittings  on  horizontal  pipe. 

The  same  parts  are  used  for  ^  in.,  M  in.,  and  1  in. 
fittings,  excepting  hubs,  there  being  a  separate  hub  for 
each  size.  The  covers  and  porcelain  are  interchange- 
able from  one  size  fitting  to  another,  giving  a  very 
flexible  stock  arrangement. 

Metal  parts  black  japan  or  galvanized  finish.  Black 
japan  furnished  unless  otherwise  specified. 

KILLARK  ELECTRIC  CO.,  St.  Louis,  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


MOONSTONE" 
and  "LUMO" 


Ruby  Ball  Globes— Plain  or  Lettered 

Moonstone"  and  "Lumo" 
Globes 
Give  Satisfaction 


/^UR  street  lighting 
globes,  made  from 
quality  glass,  used  all 
over  the  Dominion.  We 
make  a  specialty  of 
lettering  round  and  flat 
ball  globes. 

Get  particulars  and 
prices  from  our  cata- 
logues. 

Jefferson  Glass  Co. 

Limited 

Factory  and  Head  Office:   TORONTO,  ONT. 

Montreal— Royal  Trust  Bldg..  L.  V.  Webber.  Manager. 
Winnipeg — 692  Notre  Dame  Ave.,  A.  E.  Esling,  Agent. 
Vancouver— 606  Welton  Block,  R.  G.  Moore,  Agent. 


1 1 


THi£  i<:lkc'i^rtcal  news 


Swinging 
Wringer  Type 


YOU 


Stationary 
Wringer  Type 


Can  do  it— with  a  GEYSER 


66 


The  World's  Most  Efficient  Washer'' 


You  can  meet  every  requireinent  for  size  and  style — every  demand  for  care- 
ful, efificient  clothes  washing. 

The  "GEYSER"  Principle  of  Washing  is  Correct. 

A  high-speed  propeller  in  bottom  of  tank  forces  hot  soapy  suds  through  the 
clothes,  which  are  contained  in  a  constantly  revolving  cvlinder.     The '^entire 
tank  and  cylinder  space  is  used.    That's  why  the  "Geyser"  is  simpler,  lighter 
and  more  compact  than  any  other  high-grade  washer.    Noiseless  in  operation 
attractive  in  appearance  and  washes  clothes  absolutely  clean. 


ABSOLUTE   SAFETY— No 

mnving  parts  exposed.  Safe- 
ty release  on  wringer. 

EXTREME  SIMPLICITY— 

A  motor,  a  cylinder  and 
two-blade  propeller  on 
shaft  is  the  only  washer 
mechanism. 

COMPACTNESS— No  waste 
space  whatever — can  be 
used  in  liathroom  or  kit- 
chen. 


Illlllllll' 


Three  Sizes. 

Swinging  or  stationary  elec- 
tric wringers. 

Furnished  in  copper  or  rust- 
proof steel,  enameled  finish 

Secure  the  Agency! 


NO  WEAR  ON  CLOTHES 

— Because  they  are  always 
entirely  under  hot  water, 
and  cylinder  runs  continu- 
oush-  in  one  direction. 

QUIET  IN  OPERATION. 

ABSOLUTE  CLEANLI- 
NESS—Inside  of  tank  and 
metal  cylinder  l)oth  treat- 
ed by  special  plating  pro- 
cess, making  them  ab.so- 
lutely  rust-proof  and  easy 
to  clean. 


Baby  Gey.«er 
for  Use  in  the  Bathrorm 


.\  discerning,  wide-awake 
dealer  wanted  in  your  terri- 
tory.   Why  not  you?  Write 

toda_\- ! 

Secure  the  Agency! 


ONWARD  MANUFACTURING  COMPANY 

KITCHENER,  ONTARIO 


Geyser  Electric  Washers  Are  Simple— Safe—Silent 
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G.  M.  Gesty  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


Feri^anti 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

\\   lie  us  lor  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  i'ower  Meiers,  Am- 
meters, Voltmeters.  Current  and  Totential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


701  Unity  Bldg. 
MONTKKAI, 


592  Notre  Dame 
WINNIPEG 
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For  the  Same  Price 

As  Ordinary  Sockets 


660  watt 

Quick-Make  and  Break 

SOCKETS 


INDICATING  KEY 

A  wonderful  little  help  especially  on 
heating  devices — preventing  accidents. 
Positive  signal,  showing  at  a  glance  or 
feeling  that  current  is  on  or  off. 


1 .  Threaded  nozzle  of  Socket  is  supplied  with 
compressible  flange  which  is  very  desirable 
in  wiring  fixtures,  permitting  the  key  of  socket 
to  be  placed  in  any  desired  position  and  still 
have  socket  tight  on  the  thread. 

2.  Indicating  key  tells  whether  current  is  on  or 
off. 


3.  Capacity  of  socket  permits  the  attachment 
of  an  iron  or  toaster  with  perfect  safely. 


4.  Hydro  Inspection  Department  of  Ontario 
very  shortly  will  not  permit  the  installation 
of  sockets  under  660  watts  rated 
acity. 


cap- 


SPECIFY 


660  WATT  SOCKETS 


Catalogue  No.  44279—1/8''  Key  Socket 
Catalogue  No.  44280—1/8''  Keyless  Socket 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.    Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg.  Calgary,  Edmonton, 

Nelson  and  Vancouver. 
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SPHERE  HORN  GAPS  FOR 
ELECTROLYTIC  ARRESTERS 

The  use  of  sphere  gaps  with  Canadian  General  Electric  aluminum    arresters  is  the  most 
recent  and  one  o^  the  most  important  advances  in  the  art  of  electrolytic  arrester  des.gn. 

are  provided  with  sphere  gaps. 

The  advantage  of  the  sphere  gap  over  the  horn 
gap  is  that  the  former  is  "faster"  for  sudden  mi- 
pulses ;  in  other  words,  has  a  shorter  dielectric  spark 
lag.  A  definite  time  is  required  to  flash  over  or 
rupture  all  insulations,  such  as  air  gaps,  surfaces, 
and  solid  dielectrics.  The  time  interval  varies  with 
the  nature  of  the  insulation,  the  .shape  and  spacing 
of  the  surfaces  or  electrodes,  and  the  frequency  and 
magnitude  of  the  applied  voltage.  Differences  in 
the  dielectric  spark  lag,  although  of  infinitesimal 
time,  are  appreciable  when  the  rate  at  which  ab- 
normal voltages  can  be  applied  in  the  case  of  lightn- 
ing or  similar  disturbances  is  considered. 

Because  of  this  phenomenon  of  dielectric  spark 
lag,  a  voltage  in  the  form  of  a  sudden  impulse  may 
not  break  down  what  is  apparently  the  easiest  path. 
For  example,  the  voltage  may  rise  beyond  the  dis- 
charge (60-cycle)  voltage  of  the  protective  gaps, 
and  arc  over  or  puncture  insulation  having  a  much 
higher  discharge  test  (60-cycle)  voltage.  It  fol- 
lows, therefore,  that  if  protection  against  lightning 
disturbances  of  sudden  impulse  is  to  be  secured, 
protective  gaps  should  be  as  "fast"  as  possible  and 
the  insulation  of  other  apparatus  as  "slow"  as  pos- 
sible. 

The  needle  gap  is  the  slowest  kind  of  air  gap;  the  horn  gap  is  considerably  faster  th.an  the 
needl  glp  but  the  sphere  gap  has  the  greatest  speed  of  discharge.    In  other  words,  the  sphere 

gap  has  the  shortest  dielectric  spark  lag. 

As  shown  in  the  accompanying  illustration  the  upper  spheres  have  horn  extensions.  The 
purpose  of  th  se  is  to  assist  tie  arc  to  rise  and  thus  be  quickly  extinguished.  This  is  not  neces- 
!rry  w!th  t  lower  spheres  because,  when  the  arc  rises  on  them,  it  reaches  the  upper  spheres 
and  is  thus  extinguished. 

CANADIAN  GENERAL  ELECTRIC  CO. 


35,000-volt  Three-phase  Aluminum  Arrester 
with  Sphere  Horn  Gaps 


LIMITED 


Head  Office:  Toronto.  Sale 


.  Offices:  Montreal,  Halifax,  Sydney,  Ottawa.  Cobalt,  South  Po.ct.pine,  London,  Winnipeg,  Calgary,  Edmonton,  ^ 


Nelson  and  V'ancouvcr. 
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FRANKLIN 

Central  Station 

Specialties 
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Doors  for  Bus  and  Switch 
Compartments 
Post  Type  Insulators 
Disconnecting  Switches 
Bushings 


"FRANKLIN"  Cable  Potheads 

For  all  conditions.     Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


WRITE   FOR  BULLETINS 

ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 

SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  .  Philadelphia 


irn:i-v   1,  1  HI  ft 
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Spraco 
Cooling 
Pond 


97 


OR  condensers,  cold  storage,  refrigeration  and  ice  making  plants,  the  Spray 
method  of  cooling  the  water  is  the  most  economical  to  instal  and  maintain. 

The  illustration  shows  a  large  "SPRACO"  cooling  pond  on  the  roof  of  the 
Lake  Simcoe  Ice  Supply  Co.,  Toronto.  This  equipment  has  been  in  operation 
for  some  time,  and  performs  its  work  in  an  efficient  and  economical  manner. 

The  wide  experience  of  our  engineers  is  at  your  service.    Literature  on 


Spray  Engineering  Co.,  93  Federal  Street,  Boston 

Rudel-Belnap  Machinery  Co.,  Limited,  Montreal 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian    Hart  Accumulator 
Company  at  St.  Johns,  Quebec 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  Hghting  Farms, 
Towns,  Country  Mouses  or  for  F^lectric  Trucks. 

May  We  Quote    ?    Our  Prices  to  You 


CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE 
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The 
Design  of 

CROCKER-WHEELER 

Induction  Motors 


includes 


Heavy  Shafts 


Large  Journals 
Ideal  End  Ring  Construction 


High  Power  Factor 


Excellent  Efficiency 


Our 
Starter 
with 
Oil  Immersed 
No  Voltage 
Release 


THE  CANADIAN 

CROCKER-WHEELER  CO 

LIMITED 

MANUFACTURERS  AND  ELECTRICAL  ENGINEERS 


Head  Office  and  Works 
ST.  CATHARINES 


District  Offices 
MONTREAL,  TORONTO 


•ehrimrv   1,  lOls 
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employed  usefully  iu  moving  the  air.  Mighty  httle 
energy  is  wasted  by  the  fan  ■l)lades  in  churning  the 
air  and  making  a  noise. 

Even  this  little  9-inch  fan  will  permit  me  tn 
stand  right  up  close  and  at  the  same  time  keep  well 
within  the  cone  of  moving  air.  And  you'll  have  to 
admit  that  some  area  is  being  covered  when  Em  the 
target. 

li  you  will  demonstrate  this  feature  i)f  the  R  & 
M  Fan  to  your  customers,  you'll  find  it  a  big  sales. 


UST  stand  in  fn.nl  of  a  Robbins  & 
Myers  Ean  this  way  and  you'll  dis- 
cover a  feature  which  has  a  lot  to  do 
with  the  popularity  of  the  R  cK:  M 
l"an.  You'll  find  that  the  air  leaves 
the  fan  at  an  unusually  wide  angle,  and  that  a  large 
volume  of  air  is  moved  at  a  velocity  which  is  just 
right  for  real  comfort. 

And  this  large  volume  of  air  is  moved  by  the 
fan  without  a  lot  of  noise  and  fuss.  The  design  is 
such  that  nearly  all  of  the  power  of  the  motor  is 


Manager  St.  Eouis  Branch. 

The  Robbins  &  Myers  Company 

Springfield,  Ohio 

New  York    Philadelphia    Boston    Cincinnati  Cleveland 
Chicago     Buffalo     St.  Louis     San  Francisco 

CANADIAN  DISTRIBUTORS 
The  Century  Electric  Co.        Costello  &  Crowe.        Dawson  &  Co.,  Ltd. 


Montreal 
La  Cie  Codere  &  Fils,  Inc 
Sherbrooke 
Eastern  Electric  Co. 
St.  John 

Great  West  Electric  Co. 
Winnipeg 


Costello  &  Crowe. 

Ottawa  Montreal 
Mechanics  Supply  Co.,  Ltd. 
Quebec 

John  Starr  &  Sons  Co..  Ltd. 
Halifax 

Rogers  Electric  Co.,  Ltd. 
Toronto 


WIDE    DISTRIBUTION    OF  AIR. 


Til  1'.    I'M.I'.CTRirAL    NJ' WS 
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Handsome,  polished  jet 
black — hard,  wonderfully 
durable  Asbestos  Compo- 
sition. 


Best  —for  Wiring  Speed! 

"Quick,  simple,  easy"— that  is  the  com- 
posite verdict  of  every  man  who  ever 
wired  a  ".^Best"  Easy  Fastener  Socket. 
Because — 

There  are  no  screws  to  adjust.  One-half  turn  opens  or  secure!}' 
fastens  the  threaded  shell  and  cap.  The  interior  is  separate. 
Wired  like  a  brass  socket — but  quicker. 

Interchangeable  throughout  ;  never  any  scrap.  Practically  inde- 
structible— Asbestos  Composition,  proof  against  fire,  water 
oil  and  grease.    Costs  no  more  than  ordinary  porcelain. 

"Best"  for  durability,  speed  and  your  profits 

Write  for  Bulletins  and  Discounts 

Agent  for  Canada: -C.  JACKSON,  22  College  St.  TORONTO,  ONT. 


The  Best  Electric  Company 

Pittsburgh.  Pa 
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There  seems  to  he  no  doubt  that  the  United  States  will 
pass  such  a  bill  at  an  early  date  to  apply  to  the  coming 
summer  months,  and  Samuel  Insull.  president  of  the  Chicago 
l-dison  Company,  estimates  that  the  electrical  consumers  of 
his  country  would  be  saved  seven  and  a-half  million  dollars. 
Mr.  Insull  not  only  strongly  favors  the  summer  saving  idea, 
but  advocates  the-  change  being  effective  the  year  round,  as 
siiown  by  the  following  quotation  from  a  recent  statement^: 

■•We  estimate  that  daylight  saving,  if  effective  for  five 
summer  months,  would  save  the  electricity  industry  in  Chi- 
c-.iuM  ,il  ;.ut  15.000  tons  of  coal  per  annum,  or  for  the  entire 
coumry  :.!:!0,000  tons  of  coal.  It  would  save  the  electric  light 
consumers  of  Chicago  $365,000,  and  of  the  country  about 
$7,500,000  per  annum,  this  being  a  loss  of  income  to  the  light- 
ing companies,  with  coal  the  only  ofTsetting  saving. 

"If  daylight  saving  is  made  effective  throughout  the  year, 
the  day  power  load  and  evening  lighting  load  will  not  over- 
lap to  as  great  an  extent  as  at  present,  thus  avoiding  the 
sharp  peak  in  load  and  thereby  releasing  plant  investment  for 
other  purposes  and  making  a  further  saving  in  coal.  Other- 
wise it  would  l)e  necessary  to  fire  up  additional  boilers  to 
cover  this  peak  for  a  short  time  each  day  in  the  winter 
months. 

"While  I  favor  as  a  war  measure  the  passage  of  the  bill 
covering  the  change  for  summer  months  only,  if  that  is  all 
that  can  be  put  through  at  this  time,  from  my  experience  as 
a  utility  operator  I  very  much  more  strongly  advocate  a 
clianiie  in  time  the  year  round,  as  that  means  more  availaVile 
plant  capacity  throughout  the  country,  which  is  quite  as  im- 
portant as  coal  in  the  present  emergency." 
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The  Country  is  Waiting  for 
•'Daylight  Saving"  Action 


When  the  Dominion  Government  convenes  it  is  greatly 
10  be  hoped  that  one  of  the  first  questions  they  will  turn  their 
attention  to  is  "Day-light  Saving"  for  the  coming  summer. 
I  here  is  no  disputing  the  attitude  of  the  vast  majority  of  the 
l>opulation  towards  this  matter— they  want  the  clocks  set 
aliead  during  five  or  six  months  of  the  summer  and  they  want 
ihr  practice  to  be  univer^al,  for  the  Dominion  at  least,  and 
lor  the  continent  if  possiiile.  They  were  decidedly  disappoint- 
r,\  that  no  action  was  taken  last  year. 

The  arguments  in  favor  of  a  universal  application  of 
I  Ins  principle  are  too  well  known  to  require  repetition,  and 
in  these  "shortage"  days  have  double  force.  The  "day-light 
-aving"  plan  will  materially  relieve  the  power  situation  and 
liave  a  very  direct  effect  in  relieving  the  food  shortage.  An 
.  xtra  hour  devoted  to  food  production  all  over  the  continent 
rvery  afternoon  could  easily  be  made  the  determining  factor 
iK-tweeii  scarcity  and  jdenty,  not  only  al  home,  l)ut  111  Rng- 
land  and  France  as  well. 

But  decision  should  not  be  left  over  until  the  last  minute. 
Individuals  and  organizations  alike  want  to  make  their  plans 
in  advance.  The  change  should  be  in  effect  just  as  early  as  it 
is  possible  to  make  it  produce  any  appreciable  saving,  cer- 
tainly not  later  than  April  1.  By  that  date  most  people  are 
losing  an  hour  of  good  daylight  in  the  mornings  in  bed,  which 
may  well  be  exchanged  for  an  extra  hour  in  the  open  air  in 
the  afternoon,  added  to  an  hour's  saving  of  electric  current 
at  night. 


Power  Controller's  Intentions  Are 
Not  Clearly  Defined 

Power  Controller  Drayton  has  not  exactly  succeeded  in 
clearin.g  up  the  problems  associated  with  the  supply  and 
use  of  electric  energy.  Following  his  first  order,  printed  in 
our  last  issue,  page  21,  and  dated  January  8,  comes  a  sec- 
ond, also  dated  January  8.  but  differing  from  the  first  in  a 
number  of  essential  details.  Two  very  distinct  differences 
are:  (1)  that  the  first  order  applies  to  "commissions,  com- 
panies and  persons,"  whereas  the  second  applies  only  to 
"company  or  companies,"  and  (2)  there  is  no  penalty  clause 
in  the  first  order,  while  there  is  a  very  considerable  one  in 
the  second  order — a  maximum  of  $5,000  or  five  years.  It  is  a 
minor  detail,  perhaps,  that  ornamental  lighting  is  prohibited 
in  both,  which,  strictly  interpreted,  means  that  the  busiest 
streets  of  most  of  our  cities  and  towns  are  to  be  left  in  total 
darkness. 

The  reason  for  attaching  a  penalty  clause  to  the  order 
in  which  "companies"  only  is  mentioned,  and  omitting  it 
in  the  order  which  refers  also  to  "commissions"  is  not  easy 
to  discover.  It  is  entirely  unlikely  there  is  any  attempt  at 
discrimination.  As  the  matter  stands,  however,  everybody 
has  too  vague  an  idea  of  the  Controller's  intentions,  and  it 
is  to  be  hoped  he  will  see  fit  to  interpret  them  more  fully, 
otherwise  thi  object  of  the  order  is  automatically  defeated. 


Steel  Transmission  for  Short 
Lines  is  Economical 

The  savings  which  may  be  effected  by  the  use  of  steel 
in  the  place  of  copper  in  lines  of  moderate  length  and  load 
are  described  in  the  Electrical  World  in  an  article  by  L.  M. 
Klauber.  Figures  of  iiis  comi:)any.  San  Diego  Electric  Cont- 
pany,  are  quoted  as  follows: 

Steel  conductors  not  only  effect  a  savin.i;  due  to  reduced 
cost  pel"  unit  of  Kn;.;th.  but  also,  owing  to  greater  tensile 
strenj;lii  and  n  b.iliiblx-.  |ierniil  w  ider  s|iaciiigs  in  supports. 
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Voles,  cross-arms,  insulators  and  line  hardware  have  all  ad- 
vanced gTeatly  in  price  and  are  often  difficult  to  obtain  at 
any  price,  ami  the  reduction  in  the  cost  of  supporting  struc- 
tures by  the  use  of  steel  is  as  imiiortant  as  the  saving  in  the 
conductor  itself. 

rile  I'acitic  Coast  companies  have  for  some  time  past 
used  comparatively  long  pole  spacings  with  copper  con- 
ductors and  wood-pole  lines.  Standard  spans  of  350  feet 
with  No.  ti  or  No.  4  solid,  or  450  feet  with  No.  2  or  No.  1 
stranded  medium  hard-drawn  bare-copper  conductors,  have 
been  used  extensively  without  the  slightest  difficulty. 

W  ith  the  advent  of  steel  conductors  it  was  seen  at  once 
these  spans  could  be  greatly  exceeded  with  absolute  safety. 

er  several  branches  were  put  in  by  the  San  Diego  Con- 
solidated Gas  &  Electric  Company,  using  14-inch  stranded 
steel  and  550-ft.  spans,  700  ft.  was  selected  as  a  standard, 
and  many  miles  of  line  have  been  built  with  spans  of  this 
length.  Naturally,  large  sags  were  necessary  with  these 
spans.  Although  flat  construction  had  always  been  used 
in  distribution  circuits  employing  copper  conductors,  the  old- 
style  triangular  construction,  with  a  pole-top  pin,  was  adopt- 
ed, with  steel  to  give  greater  clearance  between  conductors. 

The  use  of  steel  conductors  and  long  spans  introduces 
no  difficulties.  With  the  greater  strains  experienced,  guy- 
ing at  corners  must  receive  careful  consideration.  As  a  rule 
stubs  must  be  specially  heavy  and  anchored.  y\nchor  guys 
must  be  used  in  quantity;  at  sharp  corners  four  and  six 
anchors  to  the  pole  are  occasionally  required. 

The  San  Diego  Consolidated  Gas  &  Electric  Company 
has  now  installed  in  main  or  branch  lines  exceeding  a  mile 
in  length  68.6  circuit  miles  of  steel  conductors  of  J^-inch, 
5/16-inch  or  .>^-inch  standard  steel.  In  addition  there  are 
25  miles  (75  wire  miles)  under  construction.  Also  there  are 
52.5  wire  miles  of  ^-inch  ste'el  in  constant-current  series 
circuits.  Most  of  the  constant-potential  circuits  are  11  kv., 
although  a  few  are  3300  volts. 


Synchronous  Motors  at  the  A.I.E.E. 

The  activities  of  the  electrical  engineer  in  common  with 
other  members  of  the  community  are  at  the  present  time  di- 
rected towards  economy.  In  this  connection  the  synchron- 
ous motor  with  its  ability  for  reducing  the  wattless"  current 
on  the  line  is  a  live  topic  and  Mr.  M.  J.  McHenry  is  to  be 
congratulated  on  his  choice  of  a  subject  for  his  talk  on  Fri- 
day evening,  January  18.  before  the  Toronto  Section  of  the 
A.I.E.E.  The  speaker  very  clearly  presented  the  relative 
features  of  synchronous  and  induction  motor  plant  and  show- 
ed that  where  the  consumer's  rates  were  based  on  his  power- 
factor  the  extra  cost  of  the  synchronous  plant  would  fre- 
quently soon  be  absorbed  by  the  reduction  in  power  charges. 
Mr.  P.  H.  Mitchell. -who  presided  at  the  meeting,  in  comment- 
ing upon  the  paper,  suggested  that  the  use  of  synchronous 
plant  might  be  encouraged  by  the  offer  of  a  bonus  to  manu- 
facturers who  were  able  to  maintain  their  power-factor  above 
a  definite  standard.  The  paper  attracted  an  attendance  of 
nearly  sixty,  and  provoked  quite  an  active  discussion. 

At  the  next  meeting,  on  Friday,  February  1,  an  enter- 
taining lecture  is  to  be  anticipated  from  Professor  A.  P.  Cole- 
man, of  the  University  of  Toronto.  Professor  Coleman 
combines  the  activities  of  a  traveller  with  the  observant  in- 
stinct of  a  scientist  and  the  sense  of  humor  of  a  man  of  the 
world;  ■  His  address  is  therefore  distinctly  one  to  be  attended. 

-  Mr.  C.  R.  Dooley.  of  the  Westinghouse  Company,  East 
Pittsburg}),  is  scheduled  to  give  a  paper  on  "Technical  Edu- 
cation in  an  Engineering  Works."  on  February  ]5,  and  two 
weeks  later  Mr.  R.  P.  Jackson,  also  of  Pittsburgh,  will  ad- 
dress the  section  on  the  subject,  "Commercial  and  Industrial 
Research."  .  • 


Power  Controller  Issues  Second  Order 

Following  the  order  noted  in  our  issue  of  January  1st, 
Power  Controller  Drayton  has  issued  a  second  order,  as 
follows : — 

Whereas  the  supply  of  electrical  energy  available  is  in- 
sufficient to  meet  the  requirements  of  users  of  electrical 
energy  in  the  districts  of  Ontario  served  by  power  gener- 
ated by  the  Niagara  River; 

And  whereas  mtmition  plants  in  whose  favor  priorities 
have  been  declared  are  still  unable  to  obtain  sufficient  elec- 
tricity for  the  production  of  munitions  that  is  required; 

And  whereas  it  is  necessary  that  the  use  of  electrical 
energy  by  users  other  than  those  carrying  on  munition  work, 
or  work  for  the  allied  governments,  and  for  municipal  and 
public  utility  requirements,  should  be  restricted — 

It  is  ordered  that  no  company  or  companies  producing, 
distributing,  or  selling  electrical  energy  in  the  districts  of 
Western  Ontario  where  electrical  energy  developed  by  the 
waters  of  the  Niagara  River  is  distributed  or  sold,  shall,  on 
and  after  the  fifteenth  day  of  January,  1918,  and  until  further 
order,  distribute,  sell,  or  supply  electrical  energy  for  the 
use  of  advertising  purposes  or  ornamental  lighting. 

And  it  is  further  ordered  that  no  purchaser  or  consumer 
of  electrical  energy  in  the  aforesaid  districts  shall  use  such 
energy  either  for  advertising  purposes  or  ornamental  light- 
ing on  and  after  the  said  date;  nor  use  such  electrical  energy 
for  lighting  the  interior  of  buildings  during  the  hours  the 
said  buildings  are  not  open  for  business,  except  that  during 
said  hours  such  lighting  may  be  used  as  shall  be  necessary 
to  protect  the  buildings. 

And  it  is  further  ordered  that  every  company,  purchaser 
or  consumer  of  power  violating  or  infringing  any  of  the 
provisions  of  this  order  shall  be  liable  to  a  penalty  not  ex- 
ceeding five  thousand  dollars  ($5,000),  or  imprisonment  for 
a  term  not  exceeding  five  years,  or  to  both  fine  and  imprison- 
ment, for  every  such  offence,  as  provided  by  the  said  Order 
in  Council.  The  said  penalty  may  be  recovered  or  enforced 
by  summary  proceedings  and  conviction  under  the  proceed- 
ings of  Part  XV.  of  The  Criminal  Code. 

Dated  at  Ottawa  this  eighth  day  of  January.  1918. 

(Signed)  H,  L.  Drayton, 

Power  Controller. 


Electro-Technical  Report 

The  report  of  the  Canadian  National  Committee  of  the 
International  Electro-technical  Commission,  presented  at  the 
annual  meeting  of  the  Canadian  Society  of  Civil  Engineers. 
Montreal,  stated: 

The  committee  begs  to  report  that  during  1917,  as  in  the 
two  years  previous,  the  Commission's  activities  have,  of 
course,  been  considerably  curtailed,  though  the  central  office 
in  London  has  done  all  that  was  possible  under  the  circum- 
stances to  keep  the  organization  together  and  to  forward 
the  work. 

To  this  end.  and  l>ecausc  of  the  importance  of  the  sub- 
ject, a  conference  on  the  Rating  of  Electrical  Machinery  was 
held  in  London  in  September,  the  meetings  being  attended 
by  delegates  from  the  British  and  United  States  Committees, 
and  by  Mr.  .-X.  P.  Trotter.  Consulting  Engineer,  of  London, 
who  very  kindly  accepted  our  Chairman's  invitation  to  re- 
present the  Canadian  Committee.  When  the  work  of  this 
conference  is  finished,  and  all  details  settled,  another  great 
step  will  have  been  made  towards  world-wide  electrical  stand- 
ardization, with  all  its  attendant  advantages.  For  instance, 
to  imntion  just  one.  all  tenders,  whether  from  manufac- 
turers of  the  same  or  different  nationalities,  will  then  be 
comparable  on  a  uniform  basis  as  to  performance  claiir.,-. 
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guarantees,  etc.,  a  condition  that  has  not  always  obtained  in 
t"he  past,  though  obviously  most  desirable. 

The  Committee  has  to  acknowledge  with  thanks  the 
continued  financial  support  of  the  Dominion  Government, 
throu-h  the  Department  of  Inland  Revenue,  whose  assist- 
ance is  much  appreciated  by  both  the  Canadian  members 
and  the  central  office  in  London. 

Finally,  we  have  pleasure  in  reporting  that  Prof.  Major 
L  W  Gill  of  Kingston,  our  member  overseas,  continues  to 
command  his  battery  somewhere  on  the  French  front. 
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Montreal  Electrical  Luncheons 

Caotain  R.  T.  MacKeen,  district  vocational  officer,  Mont- 
real   for  the  Military  Hospitals  Commission,  addressed  the 
Montreal  electrical  luncheon  on  January  0  on  vocationa  tram^ 
inc.  work.    He  gave  details  of  the  vocational  train  ng  and 
o^caLnal  re-education  of  returned  soldiers  -  >t  rela  ed  to 
the  Montreal  district,  and  which  is  bemg  carried  on  through 
out  all  military  districts  in   Canada.     The   former  was  to 
upy  the  men's  minds  during  the  period  of  recuperation 
the   work  including  weaving  and  woodworking      The  e 
educational  program  was  framed  wjth  a  view  to  "  f  e  / 
as  possible  the  previous  framing  of  the  men   i.t  ing  then,  to 
occupy  positions  where  they  could  obtain  a  livelihood.  The 
"en  we  e  sent  to  various  industrial  plants,  after  a  short  term 
of  <.eneral  educational  work,  to  learn  trades,  the  government 
paying  them  $15  for  a  single  man  to  $95  per  month  for  a  mar- 
ried man  during  the  period  of  training.    In  this  way  many 
who  had  received  injuries  which  prevented  them  from  foUow- 
ng  their  usual  occupations  were  enabled  to  learn  other  trad 
and  to  secure  satisfactory  wages.    The  department  of  the 
Hospitals  Commission  was  thus  economizing  our  man-power 
and  at  the  same  time  making  the  men  independent  instead  of 
being  a  burden  on  the  community. 

Private  T  C.  Taylor,  a  newspaper  man.  formerly  of  Cal- 
gary and  Regina,  was  the  speaker  at  the  Montreal  electrical 
funcheon  on  January  16.  Prior  to  Private  Tay  or  s  speech  a 
vote  of  sympathy  with  the  family  of  the  late  Mr.  Charles  B 
Ellis  one  of  the  original  committee  of  the  luncheons,  was 
passed.  Private  Taylor,  who  was  wounded  just  prior  to  the 
Vimy  Ridge  battle,  gave  a  very  graphic  description  of  camp 
and  trench  life  and  warfare.  He  referred  in  detail  to  the 
organization  for  raids,  the  methods  of  bombing,  and 
work  done  in  the  trenches.  The  talk  was  lightened  by  the 
recital  of  many  humorous  incidents  l,oth  of  camp  and  trench 
Wounded  Canadian  soldiers,  he  also  stated,  were  splendidly 
treated  both  in  Great  Britain  and  Canada,  and  his  experience 
was  that  nothing  was  loo  good  for  wounded  men. 


ther  contract  for  the  supply  of  certain  chemicals  has  been 
made  with  the  British  Government  by  the  Canadian  Elect  o 
Products  Company,  extensive  additions  have  be^n  made  to 
the  plant  of  the  Canada  Carbide  Company,  while  the  plant 
for  the  manufacture  of  carbon  electrodes  has  also  been  en- 
larged. 

Mr  J  E.  Aldred,  the  president  of  the  company,  in  com- 
menting upon  the  position  of  Shawinigan  in  the  realm  of 
electrical  enterprises,  says; 

"It  is  perhaps  not  too  well  known  in  Canada  that  the 
operations  of  the  Shawinigan  Company  are  of  ^u^^  P^;^" 
mount  importance  in  respect  to  power  resources  that  to-day 
the  company  occupies  the  first  place  in  the  consideration  o 
those  industrial  factors  which  require  for  their  success  ml 
operation  the  command  of  large  units  of  electnc  energy.  We 
have  supplanted  Niagara  in  this  respect,  and  it  is  a  matter 
not  to  be  overlooked  that,  while  in  every  other  part  of  the 
country,  including  the  Niagara  district,  industrial  operations 
have  been  curtailed  through  lack  of  power  resources,  the 
district  served  by  the  Shawinigan  Company  and  its  al  .es  is 
the  only  outstanding  example  of  a  district  wh.ch-dunng 
war  times  and  especially  during  the  year  1917,  when  coal  con- 
ditions were  so  bad^has  had  a  supply  of  power  fully  ade- 
quate for  all  purposes. 

"When  this  is  considered,  together  with  the  fact  that 
this  district  has  had  at  its  command  a  greater  amount  of 
power  per  capita  than  any  district  in  the  world,  and  that  the 
power  has  been  available  at  lower  prices  than  elsewhere 
some  idea  may  be  had  of  the  importance  of  the  Province  of 
Quebec  as  an  industrial  centre,  both  at  present  and  m  the 
future." 

The  credit  for  this  position  was  not,  he  added,  solely  due 
to  the  Shawinigan  and  other  power  companies  as  the  Quebec 
Government  had  adopted  "an  enlightened  policy  m  fostering 
and  making  possible  the  development  of  these  great  power 
plants  wi^h  results  which  are  in  marked  contrast  with  those 
that  have  Veen  obtained  by  other  methods  elsewhere. 


Successful  Shawinigan  Financing 

In  a  circular  issued  by  the  directors  of  the  Shawinigan 
Water  and  Power  Company,  recommending  the  shareholders 
to  subscribe  to  a  new  issue  of  two-year  6  per  cent.  convert- 
Ill  notes,  some    particulars,  of    recent  clevelopments  are 
<nven.    Allusion  is  made  to  the  construction  of  La  Loutic 
dam   built  by  the  company  for  the  provincial  governmen  ; 
IhiT'has  involved  the  expenditure  of  about  $2,000,000,  wl.ch 
will  be  paid  for  in  bonds  by  the  provincial  government.  The 
dam  will  increase  the  capacity  of  the  existmg  water-pow  r 
at  the  low  stage  of  the  river  fully  50  per  cent.    In  order  to 
detnately  supply  the  territory  of  the  company  numerous 
extensions  to  its  transmission  system  have  been  made,  m- 
cluding  the  construction  of  aerial  lines  over  the  St.  Law- 
nce  at  Three  Rivers,  additional  lines  between  the  Lamen- 
Power   Company  at   (^rand^Mere   and   the   .s  awmigan 
Company's  plant  at  Shawinigan  Falls,  and  tlie  ->PPlen.e,itmg 
of  plant  in  sub-stations.    With  regard  to  subsidiaries,  a  fui- 


No  Dividends  in  Last  Three  Years 

The  annual  banquet  of  the  B.  C.  E.  R.  Company's  Van- 
couver office  staf?  was  held  on  Friday   December  29  when 
some  180  members  of  the  stafT  met  in  this  social  even  .  Mr. 
George  Kidd,  the  general  manager  of  the  company,  delivered 
U.e  speech  of  the  evening,  in  which  he  declared  that  there 
were  three  broad  divisions-public,  employees  and  investors- 
which  comprise  the  present-day  public  utility  business.  He 
expressed  the  opinion  that  neither  the  public  nor  the  em- 
ployees had  had  anything  to  complain  of.  but  it  was  only  be- 
cause the  10,000  shareholders  of  the  company  were  so_  tar 
away  that  they  had  not  been  heard  from.    They  had  received 
no  dividends  in  the  last  three  years.    The  company  had  gone 
through  a  most  trying  time,  Mr.  Kidd  declared,  and  had 
done  all  in  their  power  to  serve  both  the  public  and  then 
employees.     He  thanked  the  staff  for  their  support  during 
the  year     The  toast  "The  Company,"  was  proposed  by  Mr. 
\  E  Chamberlain,  who  declared  that  the  company  had  been 
most  courteous  and  generous  with  its  employees. 

Mr  W  G.  Murrin,  assistant  general  manager,  proposed 
the  toast  "The  Staff,"  in  which  he  urged  a  greater  co-opera- 
tion between  staff  and  the  management.  He  declared  that  the 
company  was  going  through  a  most  critical  period,  one  that 
reciuired  most  hearty  co-operation  between  these  two.  Mr. 
T  Munro  proposed  the  toast.  "Our  Boys  at  the  Front,  which 
"arc  some  495  in  number.  Mr.  C.  Woodward  made  the  reply. 
\  musical  programme  was  also  given,  with  selections  from 
Messrs.  W.  McCUllan  Moore.  W.  G.  Murrin,  W.  Mcnzies,  J. 
Pacey  and  H.  Darling. 
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The  Electric  Club  of  Toronto 

riic  I'.lcctrio  i  liili  of  ■roroiilo  got  off  to  a  ,i>ood  start 
on  Friday,  January  ii.  when  Major  Massio  addressed  tlie 
iiK-iul)crs  and  described  liis  experiences  and  the  part  he  had 
taken  in  the  famous  Passchendaele  offensive.  Tlie  nieniber^ 
were  most  enthn.siasiie  in  their  expressions  of  appreciation. 
On  January  is  the  pro.i^raninie  consisted  of  a  discussion  of 
the  new  Constitution  which  the  h'.xccutive  C'ouiniittee  had 
drafted,  and  the  election  of  ofheers  under  the  new  require- 
ments. The  election  resulted  as  follows:  President,  F"rank 
r.  Groouie,  sales  manager  Benjamin  h^lectric  Company;  vice- 
president.  H.  H.  Couzens,  oeneral  manager  Toronto  Hydro- 
electric System:  honorary  secretary,  1-:.  I.  Jenking,  assistant 
to  the  president  Canadian  C.eneral  l^ectric  Company;  hon- 
orary treasurer,  C,  C.  Bothwell,  Canadian  manager  Laco- 
Philips  Company;  committee,  K.  J.  Dunstan,  division  manager 
Bell  Telephone  Company:  George  D.  Perry,  general  manager 
Great  Northwestern  Telegraph  Company;  D.  H.  McDougall, 
manager  Toronto  Electric  Light  Company;  W.  R.  McRae, 
mechanical  superintendent  Toronto  Street  Railway  Com- 
pany; Geo.  D.  Leacock,  sales  manager  Moloney  Electric 
Company  of  Canada;  B.  O.  Salter,  purchasing  agent,  Hydro- 
electric Power  Commission  of  Ontario;  W.  R.  Ostrom,  sales 
manager  Northern  Electric  Company;  Walter  Carr.  Mr.  S. 
L.  B.  Lines,  president  and  managing  director  Chamberlain 
&  Hookham  Meter  Company  of  Canada,  was  elected  chair- 
man for  the  lialance  of  January  and  the  month  of  Febru- 
ary. 

On  Feliruary  1  Col.  G.  G.  Nasmith,  P^h.D.,  C.M.G,,  Di- 
rector of  Laboratories,  Department  of  Public  Health,  To- 
ronto, will  be  the  speaker  and  on  February  8  Professor 
Alfred  Baker,  professor  of  mathematics  University  of  To- 
ronto, has  kindly  consented  to  be  present. 


Electric  Hazards  in  Bathrooms 

The  fatality  reported  recently  in  Toronto  papers  result- 
ing when  a  woman,  sitting  in  a  bath,  reached  out  to  adjust 
a  small  electric  heater,  must  not  be  taken  as  condemning 
the  use  of  that  particular  heater,  or  any  electric  heater,  in 
a  bathroom,  but  rather  as  a  warning  that  special  vigilance 
must  be  exercised  in  the  design  of  heating  appliances  and 
that  some  extra  precaution  is  necessary  when  they  are  used 
in  bathrooms.  Nothing  is  to  be  gained  by  passing  over  the 
matter  lightly.  Indeed  this  is  a  case  where  it  would  appear 
to  have  been  an  actual  gain  if  the  whole  of  the  circumstances 
surrounding  the  incident  had  been  published  widely.  The 
impression  will  have  gone  abroad,  no  douln,  that  heaters 
of  the  same  kind  as  that  which  caused  the  fatality  are  still 
on  the  market.  This,  we  understand,  is  not  the  case.  Though 
heaters  of  this  make  are,  of  course,  being  sold  every  day  we 
are  advised  that  the  heater  in  question  is  an  old  type  not 
now  being  manufactured,  and  that  the  objectionable  points  in 
construction  have  long  since  been  remedied.  The  accompany- 
ing figure  explains  how  the  accident  occurred.  The  name- 
plate  was  held  by  one  screw  only,  which  had  worked  loose, 
allowing  one  end  of  the  plate  to  fall  against  a  terminal,  thus 
making  the  frame  alive. 

The  number  of  accidents  in  bathrooms  can  be  reduced 
very  materially,  if  not  entirely  eliminated,  if  users  will  take 
reasonable  precautions.  The  present  Underwriters'  and  hydm 
rules  cover  the  ground  pretty  thoroughly  as  regards  light- 
ing sockets,  but  it  is  difficult  to  control  the  use  of  a  portable 
equipment.  It  would  be  easily  possible  to  prohibit  the  use 
of  portables  in  bathrooms  and  require  that  heaters  be  fixed 
to  the  walls  or  floor  at  a  suitable  distance  from  the  danger 
zone,  but  there  is  no  means  of  enforcing  such  a  law.  It 
might  be  a  step  in  the  right  direction  to  make  such  a  rule, 
Iir;wever,  as  the  responsibility  would  then  rest  with  the  user. 


It  would  possibly  be  in  the  general  interest  if  the  public 
were  cautioned  through  the  pages  of  the  local  press  or  other- 
wise, which  again  might  frighten  certain  people  away  from 
the  use  of  them  altogether.  There  seems  to  be  no  doubt, 
however,  that  the  bathroom  is  the  greatest  danger  point  in 
the  home  and  at  any  cost  the  pulilic  must  be  protected  m 
far  as  it  may  be  humanly  possible. 

The  electrical  trade  and  the  public  alike  can  take  com- 
fort from  the  recent  announcement  of  the  Ontario  HvdrL-- 


Name  Plate 


'terminals 


electric  Commission  regarding  inspection  of  equipment.  There 
IS  no  law  in  Canada  at  the  present  time  preventing  the  sale 
or  purchase  of  unapproved  appliances,  but  on  April  1.  of 
this  year,  that  will  be  changed.  After  that  date  it  will  be 
dlegal  to  use  or  dispose  of  any  equipment  that  does  not 
bear  the  stamp  of  approval  of  either  the  Underwriters'  Lab- 
oratories or  the  Hydro  Commission,  and  no  doubt  the  law- 
will  be  rigidly  enforced.  Such  a  law  would,  very  possibly, 
have  prevented  the  regrettable  accident  noted  above. 


Women  as  Street  Car  Conductors 

Manager  Fleming,  of  the  Toronto  Railway  Company, 
does  not  like  th-e  idea  of  employing  women  as  con- 
ductors, and  is  quoted  as  saying  that  "the  work  is  too  rough 
for  them."  Probably  under  existing  conditions  in  Toronto 
this  is  true,  but  the  Electric  Railway  Journal  is  emphatic  in 
its  statement  that  in  New  York  women  conductors  are  a 
"proved  success."  In  a  recent  issue  they  say  that  the  New- 
York  Railway  Company  deserves  the  thanks  of  the  industry 
for  demonstrating  the  practicability  of  the  use  of  women 
conductors  on  surface  cars  and  that  some  300  women  are 
now  so  employed.  The  article  also  adds:  "We  see  no  rea- 
son why  women  conductors  should  not  be  employed  on 
many  other  roads  in  this  country  to  the  benefit  of  the  wo- 
men and  in  the  interests  of  good  service." 

Evidence  is  not  lacking  during  the  recent  months  that 
the  Toronto  Railway  Company  is  having  the  greatest  diffi- 
culty in  maintaining  its  former  standard  of  service.  The 
difficulty  lie-;  largely,  no  doubt,  witl\  the  employees,  many  of 
the  younger  men  having  been  taken  for  war  work  and  re- 
placed ].)>-  men  of  lower  standard. 

It  is  tiroliably  now-  driven  home  to  every  street  car 
patron  in  this  city  that  he  made  a  mistake  when  he  raised 
such  strenuous  objection  years  ago  to  the  inauguration  of 
a  pay-as-you-enter  collection  of  fares.  This,  of  course,  is 
chiefly  where  the  element  of  roughness,  which  in  Mr.  Flem- 
ing's opinion  renders  the  work  unfit  for  women,  comes  in, 
and  we  agree  with  him.  In  view  of  the  favorable  experience 
of  New  ^'ork  railways  it  seems  reasonable  to  expect  that 
wherex  er  in  Canada  pay-as-you-enter  systems  have  been  in- 
stalled, women  conductors  will  gradually  make  their  appear- 


.\  newspaper  report  from  Gowganda.  C^nt.,  states  that 
efforts  are  being  made  to  re-finance  the  South  Bay  Pow\-r 
Conip.iny  and  install  a  plant  at  Hanging  Stone  Falls,  tlio. 
initial  develo]iment  of  which  will  be  H.iO  h.p.  The  report 
also  states  that  the  Rceves-Dobie  Mining  Company  are  be- 
hind the  proposal  and  will  use  the  initial  power  in  the  work- 
ing of  their-  properties. 
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Transmission  Line  Practice— Sag  and 

Span  Problems— II. 


By  Lieut.  E.  T.  Driver  and  E.  V.  Pannell,  Assoc.  I.E.E. 


Correct  determination  of  sag  and  tension  in  the  line 
conductors  is  the  most  important  problem  in  connection 
with  the  mechanical  design  of  the  line.  If  the  sags  be  figured 
to  small  excessive  strains  will  come  upon  the  cables  and 
towers,  whilst  if  the  wires  are  strung  with  a  large  sag  in  an 
attempt  to  reduce  the  tension,  not  only  will  the  towers  be 
hi-h  and  costly,  but  the  swinging  together  of  conductors 
must  be  anticipated.  The  following  article  outlines  a  use- 
ful method  of  predetermining  the  sag  and  tension  in  any 
conductor  making  full  allowance  for  span  length,  wind  and 
ice  loads,  temperature  and  other  conditions. 

Under  any  conditions  the  sag  of  a  wire  on  a  span  1  feet 
in  length  is 

S  =  —  

8T 

where  W  =i  total  load  per  foot  run; 

T  =  tension  in  the  wire  at  lowest  point. 
S  =  sag  in  feet  at  the  lowest  point. 

If  W  were  merely  the  weight  of  the  wire  this  law 
would  be  a  very  simple  one  for  calculating  sags;  as  a  mat- 
ter of  fact,  however,  W  is  the  resultant  of  the  weight  of 
the  wire  and  external  loading  due  to  ice  and  wind.  The 
maximum  external  load  will  naturally  vary  according  to 
latitude,  but  it  will  be  taken  in  this  article  as  equal  to  the 
Class  B  loading  of  the  National  Electric  Light  Association 
Joint  Committee  on  overhead  crossings.  This  is  commonly 
regarded  as  good  practice  over  the  greater  part  of  North 
America  and  involves  the  following  factors: 

Ice,  y2  inch  thick  all  round  the  cable. 

Wind,  65  miles  per  hour  or  8  lbs.  per  square  foot  on  the 
projected  surface  of  the  cable. 

Temperature,  0  deg.  Fahr. 

Under  these  conditions  it  is  usually  assumed  that  the 


be  the  worst  average  conditions  under  which  the  line  will 
be  expected  to  operate,  and  all  sag  and  tension  calculations 
are  based  upon  these.  In  Fig.  3  these  loads  are  shown  as 
applied  to  cables  of  copper,  aluminium,  aluminium-steel  and 
copper-clad  steel,  all  of  which  are  equal  in  conductance  to 
No.  4/0  B&S  copper.  It  will  be  interesting  to  follow  through 
a  series  of  calculations  with  these  four  cables  to  ascertain 
their  different  mechanical  properties. 

Equation  (1),  although  it  does  not  give  very  much  in- 
formation, is  the  basis  for  all  sag  calculations.  It  gives  di- 
rectly the  sag  which  will  occur  under  the  most  severe  con- 
ditions of  wind  and  ice  load  (as  shown  in  Fig.  3).  The  ex- 
pression can  be  made  useful  by  a  slight  modification. 

As  already  shown,  W  is  the  total  load,  including  weight 
of  wire,  weight  of  ice-coating  and  wind  pressure  per  foot; 
the  actual  weight  of  the  cable  without  loading  per  foot  may 
be  expressed  by  w;  then  for  W/w  w^  use  the  symbol  q,  or 
loading  factor.    Further,  the  tension  denoted  by  T  is  equal 
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Fig.  3-Ice  and  wind  loading  on  4  0  equivalent-conductors  of 
different  metals. 

wires  will  be  stressed  to  50  per  cent,  of  their  breaking  load. 
Some  specifications  use  the  elastic  limit  instead  of  this  figure, 
but  as  the  elastic  limit  is  a  somewhat  indeterminate  quantity 
it  is  better  to  assume  the  figure  of  50  per  cent,  of  the  ultimate 
stress,  which  is  somewhat  lower.    These  are  assumed  to 


ResvlTtmL' 


Fig.  4— Method  of  assuming  total  loading  on  wires. 

to  the  stress  per  square  inch  multiplied  by  the  area  of  cable. 
Therefore, 

w  1' 

S  =  q  X  —  X  

a  8F 

where  F  is  the  stress  in  lbs.  per  square  inch. 

Now  the  quantity  w/a  is  a  constant  for  the  material; 
for  copper  it  is  3.9  and  F,  the  maximum  stress,  is  also  taken 
as  a  constant,  being  50  per  cent,  of  the  breaking  load,  or 
30,000  lbs.  per  square  inch.    From  this  we  get: 
S  =  ql761500    for  copper, 
S  =  qlV93200    for  aluminium, 
S  =  ql7l55000  for  aluminium-steel  (7  strand), 
S  =  ql7l34000  for  aluminium-steel  (37  strand) 
S  =  qlVl35000  for  aluminium-steel  (61  strand), 
S  =  qlV82500    for  copper-clad  steel  (40  per  cent.) 
The  question  that  now  arises  is  "how  much  will  the 
cable  sag  when  relieved  of  the  ice  and  wind  load?"    It  is 
clear  that  the  wire,  being  elastic,  will  shorten  up  as  the  load 
is  removed,  and  thus  reduce  the  sag,  but  a  graphic  method 
will  be  used  to  show  just  how  much  this  effect  amounts  to. 
Now  when  the  external  load  disappears  the  sag  is 

wP 

8aF 

or  in  other  words,  q,  the  loading  factor,  has  also  disap- 
peared. Now  this  equation  cannot  be  solved  because  there 
are  two  unknowns,  the  sag  and  the  stress  F.  The  other 
quantities  are  constant  for  a  given  span  and  material,  so 
we  have  S  =  K/F  and  SF  =  K;  this  is  the  equation  of  a 
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rectaiiijular  liyporbola  which  can  be  easily  plotted  (Fig.  5). 
It  is  obvious  that  the  sag"  we  are  attempting  to  ascertain 
(.that  of  0  dcg.  Falir.  without  wind  or  ice)  lies  somewhere 
on  this  curve. 

It  is  now  necc-isary  to  consider  another  property  of 
the  wire;  its  strain  or  elastic  stretch.  For  the  present  pur- 
pose this  is  to  be  considered  as  a  contraction,  for,  with  relief 
from  load,  the  wire  will  shorten  up.     With  the  maximum 


Jcbo     40000    i5boo    zoooo   sdoco  sc'coo 
S/f^93   in  pounds  per  stj.  inch 

Fig.  5— Chart  for  calculating  the  sag  on  copper  conductors  when  the  ice 
and  wind  loading  is  relieved.   The  curves  are  based  on  the  follow- 
ing constants  :  E  =  16  x  10".    Maximum  stress  =  30,000  lbs.  per 
sq.  in.;  Ice  coating  =  V,  jn.;  Wind  pressure  =  8  lbs. 
per  sq.  foot;  Span  600  feet. 

Stress  of  30,000  lbs.  per  sq.  in.  the  value  of  this  contraction 
is  zero,  and  its  maximum  corresponds  to  zero  stress  in  the 
wire,  if  that  were  possible.  The  value  of  E,  the  modulus 
of  elasticity  for  copper,  is  16  x  10"  and  the  reciprocal  of  this 
(X)  .062  X  1/10°  gives  the  feet  extension  per  lb.  stress  per  foot 
of  span.  On  a  600-foot  span  with  full  stress  of  30,000  lbs. 
this  amounts  to: 

.063  X  600  x  30,000  x  1/10°  =  1.13  feet 
and  this  extension  or  contraction  curve  is  plotted  at  the  top 
of  Fig.  5.    The  maximum  sags  on  difTerent  sizes  of  cable 
are  easily  calculated  from  the  elementary  formula  (1)  and 
these  all  plotted  on  the  maximum  stress  line  (30,000  lbs.). 

Now  there  is  a  very  elementary  law  connecting  the 
length  of  wire  with  the  sag  and  this  can  be  modified  to  give 
the  change  in  sag  corresponding  to  a  change  in  length: 


U—L-. 


(Sx^ 


(3) 


31 


where 

Li  =  total  length  of  wire, 

L  =  total  length  of  wire  after  load  is  relieved, 

1  =  length  of  span, 

S  =  sag  before  load  is  relieved. 

Si=  sag  after  load  is  relieved. 

CLi  —  L)  is,  of  course,  the  contraction,  and  this  is  given 
by  the  curve  at  the  top  of  Fig.  5,  and,  taking  the  values  from 
this,  it  is  easy  to  solve  equation  (2)  finding  new  values  of  sag 
corresponding  to  those  of  contraction.     Plotting  these  fig- 


ures it  will  be  found  that  the  sag  decreases  rapidlj'  as  the 
wire  contracts  and  ultimately  the  sag  curve  cuts  the  hyper- 
bola. This  intercept  immediately  gives  the  required  value, 
i.e.,  the  actual  sag  of  the  wire  when  ice  and  wind  loads  are 
relieved. 

Of  course,  in  practice  it  is  not  difficult  to  find  a  value 
of  sag  very  close  to  the  hyperbola,  and  thus  obtain  the  inter- ^ 
cept  in  one  operation  without  plotting  a  sag  curve. 

Fig.  5  is  a  very  useful  chart  to  have  and  it  should  be' 
prepared  for  every  span  in  general  use,  and  for  copper,  and 
any  other  materials  which  are  to  be  figured  upon. 

All  the  foregoing  operations  refer  to  constant  tem- 
peratures, the  sags  already  calculated  being  at  0  deg.  F. 
It  is  now  necessary  to  ascertain  the  increase  sag  with  ris- 
ing temperature.  Since  the  wire  has  a  definite  percentage 
increase  in  length  for  every  degree  rise  it  follows  that  the 
sag  will  also  increase.  However,  as  the  wire  lengthens  the 
tension  will  naturally  diminish  and  the  contraction  we  have 
already  studied  comes  into  play.  Just  what  is  the  net  eflfect 
of  these  two  changes  it  is  now  proposed  to  enquire,  for  un- 
less allowance  be  made  for  both  of  them  it  is  impossible 
to  calculate  the  true  sags  at  the  maximum  summer  tempera- 
ture. 

Suppose  that  Li  —  L  again  represents  a  change  in  the 
length  of  the  wire,  but  this  time  due  to  warming  up  of  the 
surrounding  air;  this  change  is  also  equal  to  lat 
where  1  =  length  of  span, 

a  =  per  cent,  increase  in  length  per  1  deg.  F. 
t  =  rise  of  temperature  F.  deg. 
(correctly  L,  the  length  of  the  wire,  should  be  used  in  the 
above  instead  of  1  the  span  length,  but  the  use  of  the  latter 
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Fig.  6— Curves  showing  increase  in  sag  from  0"  to  120°  F.;  copper  cables. 
600  foot  span.  The  sags  at  0«  F.  are  derived  from  Fig.  5. 

quantity  introduces  only  a  negligible  error  and  greatly  sim- 
plifies the  operation). 
Now  from  equation  (2) 


so  that 


(Lj— L)  =  —  (Si 
31 

8  (Sr 


-S=)  =  lat 
-S=) 


(3> 


3  \-a 


This  relation  would  be  quite  true  if  the  material  were  abso- 
lutely non-elastic,  as  we  might  imagine  of  some  extremely 
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soft  metal.  However,  as  this  is  not  the  case,  a  simple  cor- 
rection must  be  made; 

Let  X  =  extension  per  lb.  stress 
a  =  extension  per  1°  F 

a 

and  —  =  ^ 
\ 

now  when  the  sag  changes  as  above  from  S  to  Si  there  is  a 
change  in  stress  from  F  to  F,  and  as  was  shown  by  the 
FS 

curve  in  Fig.  5     Fi  =  

S. 

and  the  temperature  for  any  given  change  in  sag  is 
8(Sr-S=)  Fi-F 
t°  =  h    


(4) 


3  I'd  P 

From  this  it  is  easy  to  plot  out  a  sag-temperature  curve 
which  is  found  to  be  a  straight  line.  Furthermore,  because 
the  product  of  sag  and  stress  is  constant  for  all  temperatures 
a  table  of  tensions  can  be  prepared  from  the  foregoing  which 
will  give  the  necessary  dynamometer  pull  at  the  temperature 
of  erection.  In  Fig.  6  a  temperature-sag  chart  has  been  pre- 
pared for  different  sizes  of  copper  cable  on  a  600-foot  span, 
and  in  Fig.  7  values  of  sag,  stress  and  temperature  are  given 
for  different  materials  of  conductor  all  for  a  600-foot  span. 
It  would  have  been  interesting  to  follow  out  this  study 
so  as  to  include  shorter  and  longer  spans  also,  but  suffi- 
cient information  has  been  given  to  enable  this  to  be  done. 

The  sizes  of  conductor  in  Fig.  7  are  equivalent  ones,  that 


feet)  are  always  operated  with  plow-steel  cables  because  the 
necessity  of  maintaining  clearance  above  a  navigable  water- 
way calls  for  the  minimum  sag.  In  installations  of  this  kind, 
however  it  will  sometimes  be  found  that  a  compound  con- 
ductor, whilst  yielding  a  greater  sag  than  steel,  will  require 
much  lighter  and  cheaper  towers,  due  to  the  lower  tension. 

Before  leaving  the  subject  of  sag  calculation,  attention 
might  be  drawn  to  the  fact  that  the  equations  m  this  article 
are  based  on  the  assumption  that  the  wire  lies  in  a  parabola, 
whereas  the  actual  curve  is  much  nearer  a  catenary.  As  a 
matter  of  fact,  however,  the  small  percentage  error  intro- 
duced is  much  less  than  that  existing  in  the  assumptions  of 
the  physical  properties  of  the  material.  No  authentic  tests 
have  been  published  to  demonstrate  whether  the  value  of 
E  for  copper  cables  is  correctly  assumed  at  16  x  10'  and 
this  figure  is  quite  probably  10  per  cent.,  and  possibly  15 
per  cent,  in  error.  Until  these  properties  have  been  thor- 
oughly established  the  laborious  calculations  involved  in  the 
catenary  method  are  at  least  an  inconsistency. 

[The  third  article  of  this  series  will  appear  in  the  issue  of 
March  1,  and  will  deal  with  "Poles  and  Towers."— Ed.] 
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Fig.  7-Sa«  in  feet  and  stress  in  pounds  per  sq  f^Jl^lc^In'^"''" 
cable  on  a  600  ft.  span.  Maximum  loading  is  h  in.  ice  and 
8  lbs.  wind  at  0"  F. 

is   the  size  of  copper-clad  referred  to  as  4/0  is  not  actually 
that  size,  but  is  the  one  which  is  exactly  equal  to  4/0  copper 
in  resistance.    Thus  all  the  different  metals  are  compared 
on  a  common  basis  of  conductance.    Taking  for  an  example 
the  4/0  size  it  will  be  seen  that  the  maximum  sag  with  alum- 
inium-steel or  copper-clad  cables  is  about  half  that  obtained 
with  copper,  whilst  straight  aluminium  gives  a  sag  50  per 
cent,  more  than  copper.    These  relations  vary  for  different 
sizes  and  spans  and  should,  of  course,  be  worked  out  in  each 
case     Copper-clad  wire  corresponds  very  closely  to  alumin- 
ium-steel  in  its  sags  so  that  they  would  both  require  the 
same  height  of  tower.    The  tension  on  the  copper-clad  cables 
is  very  much  higher,  consequently  the  towers  would  have  o 
be  of  heavier  sections  in  this  case.    It  is  more  than  like  y 
that  in  the  majority  of  cases  aluminium-steel  cables  would 
be  used  for  the  standard  conductor  with  a  copper-clad  con- 
ductor of  smaller  section  for  any  abnormally  long  spans. 
Very  long  spans  (e.g.,  the  Straits  of  Carquinez.  California^ 
4400  feet;  and  the  new  crossing  of  the  St.  Lawrence,  C600 


Reorganization  of  Power  Situation 
in  England 

The  situation  as  regards  fuel  and  power  in  England  is 
such  as  to  demand  greater  economies  in  operation,  and 
some  time  ago  a  coal  conservation  sub-committee  of  the 
University  of  Reconstruction  was  appointed.  Their  report 
has  just  been  tabled  and  the  following  summary  made  pub- 
lic A  main  feature  is  the  organization  of  some  600  smaller 
systems  into  16  districts,  in  each  of  which  the  generation 
and  distribution  shall  be  under  one  head.  These,  after  the 
war,  should  be  gradually  superceded  by  more  efficient  and 
modern  equipment,  so  planned  and  located  as  to  be  capable 
of  extension.  Existing  inefficient  plants  should  not  be  al- 
lowed to  extend  or  enlarge.  The  recommendations,  so  far 
as  published,  are  as  follows: 

Recommendations 
(1)  It  is  essential  that  the  present  inefficient  system  of 
over  600  districts  should  be  superseded  by  a  comprehensive 
system  in  which  Great  Britain  is  divided  into  some_  sixteen 
districts,  in  each  of  which  there  should  be  one  authority  deal- 
ing with  all  the  generation  and  mam  distribution.  _ 

(3)  Centres,  or  sites,  suitable  for  electric  generating  pur- 
poses should  at  once  be  chosen  on  important  waterways,  as 
the  future  main  centres  of  supply  for  each  of  the  districts 
into  which  the  country  is  to  be  divided. 

(3)  The  sites  so  chosen  should  be  as  large  as  possible 
having  in  view  the  land  available  in  suitable  localities,  and 
should  have  ample  water  and  transport  facilities.  Land  is 
required  not  only  for  the  power  stations  themselves— which 
for  the  sake  of  security  and  safety  would  have  to  be  suitably 
sub-divided,  that  is,  they  would  not  be  contained  all  in  one 
building— but  for  the  processes  involved  in  the  extraction 
of  by-products  from  the  coal  before  it  is  used  for  the  pro- 
duction of  power,  where  such  extraction  is  found  to  be  justi- 
fied It  is  also  required  for  the  development  of  electro-chem- 
ical processes,  which  may  be  most  conveniently  carried  on  in 
close  proximity  to  the  power  plant.  This  condition  entails 
the  sites  being  chosen  outside,  not  inside,  towns.  ( i  "e 
health  of  the  great  industrial  centres  and  the  congestion  ot 
the  railway  lines  in  their  neighborhood  would  be  radically 
improved  by  arranging  that  the  conversion  of  coal  into  mo- 
tive power  was  carried  out  away  from  the  densely  populated 

centres).  ,  ,       ,  ^ 

(4)  Plans  should  be  prepared  for  the  construclion  im- 
mediately after  the  war  on  these  sites  of  the  first  insta  ment 
of  large  super-power  plants  capable,  first,  of  supplying, 
through  a  comprehensive  electric  power  distribution  system 
which  must  also  be  arranged  for,  the  existing  demands  of 
the  community;  and.  secondly,  of  supplying  electrical  energy 
at  the  lowest  possible  price  for  new  processes  and  manu- 
factures. ...         ,  , 

(5)  Such  plants  would  lie  designed  so  that,  as  methods 


ao 
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arc  perfected  for  extracting-  by-products  from  the  fuel,  before 
using-  it  for  the  purpose  of  the  production  of  electric  power, 
the  by-product  plant  can  Ik>  combined  -with  the  power  plant! 
Each  site  should  be  laid  out  with  this  in  view,  and  with  a 
view  to  the  unrestricted  extensions  of  the  plant  as  required. 

Power  available  from  surplus  gas  or  waste  heat  should 
be  turned  into  electrical  energy  on  the  spot  in  local  plants 
which  would  feed  into  the  main  distribution  system.  As  re- 
gards waste  coal — i.e.,  coal  which  it  does  not  at  present  pay 
to  bring  to  the  surface— this  could,  where  transport  was  the 
ruling  consideration,  also  be  used  on  the  spot. 

(.7)  Once  these  plants  are  in  existence  it  would  be  pos- 
sible for  existing  authorities,  without  any  risk  of  being  left 
in  the  lurch,  to  stop  extensions  of  their  own  uneconomical 
stations,  situated  as  they  mostly  are  on  cramped  and  un- 
suitable sites,  and  to  arrange  to  take  their  power  from  the 
main  system. 

(S)  With  a  view  to  carrying  out  the  policy  advocated  a 
Board  of  Electricity  Commissioners  should  be  appointed,  with 
full  powers  to  deal  with  the  electricity  supply  situation 
throughout  the  country.  They  should  have  power — inter 
alia: — 

(a)  To  stop  the  extension  or  multiplication  of  un- 
economical stations  for  public  supply. 


(b)  To  arrange  for  the  handing  over,  on  equitable 
terms,  of  the  generation,  transmission  and  main  distri- 
bution system  in  each  of  the  areas  into  which  the  coun- 
try is  to  be  divided,  to  a  new  electricity  body  appointed 
for  the  area. 

(c)  To  standardize  for  each  area  the  frequency  and 
voltage  of  the  main  transmission  and  distribution  system. 

(d)  To  settle  for  each  area  whether  such  body  should 
consist  of  a  Parliamentary  company  working  under  ade-  .4 
quate  control  as  regards  limitation  of  dividends,  etc.,  or 
one  of  the  other  alternatives  given  in  Appendix  C. 

(9)  Alternative  types  of  the  new  electric  power  organiza- 
tions are  described  in  Appendix  C.  In  reference  to  these  al- 
ternative types  the  Sub-committee  are  impressed  with  the 
special  need  for  initiative  and  resource  in  the  management  of 
the  business  of  power  supply,  and  they  are  of  the  opinion  that 
the  freedom  of  range  and  keenness  which  are  distinctive 
of  private  enterprise  will  be  found  to  be  in  a  high  degree  con- 
ducive to  the  fullest  measure  of  success.  The  Sub-committee 
consider  that  if  the  nation  is  to  get  immediately  an  efficient 
power  supply,  and  is  to  take  advantage  of  the  temporary  lull 
in  manufacturing  output  immediately  after  the  -war.  State 
assistance  in  some  form  may  be  necessary. 


Rapid  Growth  of  Southern  Canada  Power 

Organized  in  1913  They  Have  Developed  Rapidly  Until  They  Now  Control 
the  Development  and  Supply  of  Power  Over  a  Wide  Area 


We  have  in  previous  issues  emphasized  the  enormous 
growth  :n  the  demand  for  electric  power  in  the  Province  of 
Quebec,  due  in  a  large  measure  to  activity  in  industrial  cen- 
tres consequent  on  war  conditions.  On  occasions  this  de- 
mand has  threatened  to  exceed  the  supply,  and  has  compelled 
considerable  extensions  to  the  plants.  The  Southern  Canada 
Power  Company,  Ltd.,  serving  a  wide  field  in  the  Eastern 
Townships  of  Quebec  and  just  over  the  border,  has  shared  in 
this  increased  requirement  for  power.  The  company  has 
shown  a  very  rapid  growth  in  the  area  it  covers,  and  conse- 
quently in  its  earning  power.  From  small  beginnings  in  1913 
it  has  become  an  important  factor  in  the  power  situation  in 
the  province,  and,  as  it  possesses  some  important  undeveloped 
water-powers,  it  is  likely  to  occupy  a  much  stronger  position 
in  the  near  future.  It  is  pretty  generally  recognized  that 
Quebec,  with  its  natural  resources,  has  not  yet  attained  any- 
thing like  its  ultimate  standing  in  the  matter  of  industrial 
development,  and  the  possibilities  of  the  Southern  Canada 
Power  Company  must  not  be  overlooked  in  summing  up  the 
general  situation. 

The  area  of  the  company's  operations  is  approximat-ely 
100  miles  east  and  west  by  60  miles  north  and  south.  A 
glance  at  the  accompanying  map  will  indicate  that  the  dis- 
trict is  both  industrial  and  agricultural,  that  it  is  exceptionally 
well  served  by  railways,  and  that  there  are  ample  opportuni- 
ties for  development.  At  present  the  system  is  in  the  mak- 
ing, and  it  will  necessarily  be  some  time  before  the  company 
will  be  able  to  realize  to  the  full  extent  anything  like  the 
possibilities  presented. 

The  company  was  organized  in  1913  to  acquire  six  water- 
powers  on  the  St.  Francis  River,  the  St.  John's  Electric  Light 
Company,  La  Cie  de  Gaz,  Electricite  et  Pouvoir,  St.  Hya- 
cinthe,  and  the  municipal  plant  of  the  town  of  Drummond- 
ville.  The  water-powers  are  above  and  below  Drummond- 
ville,  and  from  Hemmings  Falls,  known  as  Power  Site  No.  1, 
to  a  point  below  the  Moulin  power,  known  as  Power  Site 
No.  6,  the  distance  is  25  miles.  These  powers  have  been 
thoroughly  investigated  and  reported  on  by  Messrs.  Viele, 
Blackwell,  &  Buck,  of  New  York;  the  Stone  &  Webster  Cor- 
poration, of  Boston,  Mass.;  Mr.  J.  B.  Woodyatt,  the  general 


manager  of  the  company;  Mr.  J.  M.  Robertson,  consulting 
engineer,  Montreal;  and  Mr.  W.  I.  Bishop,  consulting  hydrau- 
lic engineer,  Montreal.  The  powers  have  a  total  head  of 
about  300  feet,  and  are  estimated  to  have  a  capacity  of  90,000 
h.p.,  24-hour  power,  with  storage  to  carry  a  peak  of  150,000 
h.p.  Complete  plans  for  the  first  two  developments  have 
been  made,  and  a  large  amount  of  initial  work  done,  so  that 
the  company  is  in  a  position  to  start  at  an  early  date  on  one 
or  more  of  the  powers. 

Besides  this  the  company  has  powers  on  the  Yamaska 
River,  at  St.  Cesaire,  St.  Hyacinthe,  Granby,  and  Foster;  on 
the  Magog,  at  Sherbrooke;  on  the  Coaticook  River,  at  Water- 
ville;  on  the  Massawippi  River,  at  North  Hatley;  on  the 
Tomofobia,  at  Rock  Island;  and  the  Salmon  River,  at  Kings- 
bury. Hydro-electric  plants  are  in  operation  at  Drummond- 
ville,  St.  Hyacinthe,  Sherbrooke,  Richmond,  Foster,  Granbj'. 
and  Cowansville,  with  auxiliary  steam  plants  at  St.  Hya- 
cinthe, St.  Johns,  Iberville,  and  Granb}^  The  company  also 
purchases  power  from  the  Shawinigan  Water  and  Power 
Company,  at  Sherbrooke,  and  from  the  Montreal  Light,  Heat, 
and  Power  Company  at  Richelieu. 

It  will  be  seen  from  the  foregoing  that  since  1913  the 
company  has  considerably  broadened  its  field.  It  now  con- 
trols, in  addition  to  the  original  charters,  the  South  Shore 
Power  and  Paper  Company,  Ltd.,  the  Brome  Lake  Electric 
Power  Company,  Richmond  County  Electric  Compan^^  Sher- 
brooke Railway  and  Power  Company,  Lennoxville  Light  and 
Power  Company,  Eastern  Townships  Electric  Company, 
Stanstead  Electric  Light  Company,  Burroughs  Falls  Power 
Company,  and  th-  International  Electric  Company  of  Ver- 
mont. The  most  important  recent  acquisition  was  the  Sher- 
brooke Railway  and  Power  Company,  which,  in  addition  to 
giving  transportation  facilities  with  ten  miles  of  rails,  sup 
plies  one  of  the  busiest  industrial  districts  in  the  province 
with  power. 

The  following  is  a  list  of  towns  and  cities  served  by  the 
company  and  its  subsidiaries:  St.  Johns,  Iberville,  St.  Ma- 
thias,  Beloeil,  St.  Hilaire,  St.  Madeleine,  St.  Hyacinthe,  Si. 
Hugues,  St.  Joseph,  St.  Antoine.  La  Providence.  St.  Rosalie 
Drummondville,   St.   Germain,   St.   Cyrille.   Richmond.  Mcl 
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bourne,  Kingsbury,  New  Rockland,  Waterloo,  Foster,  Knowl- 
ton,  Cowansville,  Sweetsburg,  Granby,  Bromptonville  Sher- 
bro'oke,  Lennoxville,  Huntingville,  Massawippi,  Way's  Mills, 
Boynton,  Libbytown,  North  Hatiey,  Capelton,  Compton, 
Eustis  Waterville.  Rock  Island,  Stanstead,  Beebe,  Beebe 
Junction,  Ayer's  Clif¥,  Hatiey,  all  in  the  Province  of  Quebec; 
Derby  Line  and  Derby  Centre,  Vermont. 

The  plants,  it  will  be  noticed,  are  located  over  a  wide 
area,  and,  in  order  to  link  up  the  system  and  to  consolidate  it 


1917;  the  profits  have  risen  from  $41,756  to  $211,723;  and  the 
surplus  from  $7,936  to  $47,347. 

The  officers  and  board  of  directors  have  been  strength- 
ened from  time  to  .time  by  the  inclusion  of  technical  and 
business  men.  The  president  is  Mr.  W.  C.  Hawkins,  manag- 
ing director  of  the  Dominion  Power  and  Transmission  Com- 
pany, Hamilton,  Ont.;  the  vice-president  is  Mr.  F.  W.  Teele, 
formerly  general  manager  of  the  Porto  Rico  Railways  Com- 
pany, Trinidad  Electric  Railway,  Demerara  Electric  Com- 
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Showing  territory  served  by  Southern  Canada  Power  Co. 


with  a  view  to  economical  operation,  it  has  been  necessary 
to  construct  200  miles  of  transmission  line,  in  addition  to 
which  100  miles  are  being  built  or  will  have  to  be  built,  the 
lines  are  on  wooden  poles.  The  transmission  is  25,000  and 
50,000  v.,  and  distribution  2,200  v.,  3  phase,  60  cycle,  a.c. 

An  extensive  program  of  improvements  to  >the  electrical 
plants  and  to  the  sub-stations  has  been  carried  out.  New 
sub-stations  have  been  built  and  others  altered  in  order  to 
meet  the  altered  conditions.  Outdoor  sub-stations  are  the 
rule  in  small  places,  and  the  indoor  type  wherever  it  is  neces- 
sary to  employ  a  switchboard  attendant. 

The  company  has  adopted  a  progressive  policy  in  the 
matter  of  inducing  the  public  to  be  liberal  users  of  light  and 
power  It  has  established  14  stores,  at  the  principal  points,  at 
which  it  sells  various  electrical  household  appliances,  motors 
lamps  etc.,  also  undertaking  wiring  work  where  the  local 
facilities  are  limited.  Recently  a  further  step  was  taken  in 
this  direction-sites  at  St.  Hyacinthe  and  Granby  were 
acquired,  and  large  and  attractive  showrooms  constructed,  in 
addition  to  offices  for  the  staff.  At  Granby  a  portion  of  the 
site  was  used  for  the  sub-station.  The  idea,  in  the  establish- 
ment of  these  stores,  is,  of  course,  to  instil  in  the  public  mind 
the  advantages  of  both  light  and  power  for  household  and 
industrial  purposes. 

The  earnings  of  the  company  and  the  subsidiaries  have 
enormously  increased,  from  $104,442  in  1914  to  $432,634  in 


pany,  etc.;  Mr.  J.  B.  Woodyatt,  the  general  manager,  and  Mr. 
L  C.  Haskell,  the  secretary-treasurer  and  purchasing  agent, 
have' been  associated  with  the  company  from  its  inception. 
The  directors  are:  Messrs.  W.  K.  Baldwin,  M.P.,  Baldwin's 
Mills,  P.Q.;  H.  T.  Chalifoux,  St.  Hyacinthe,  P.Q.;  James 
Davidson,  Montreal;  L.  C.  Haskell,  Montreal;  W.  C.  Haw- 
kins, Hamilton,  Ont.;  C.  J.  McCuaig,  Montreal;  W.  H.  Miner, 
Granby,  P.Q.;  Lieut.-Col.  J.  R.  Moodie,  Hamilton,  Ont; 
Messrs' A.  J.  Nesbitt,  Montreal;  George  Parent,  K.C.,  M.P., 
Quebec;  Charles  E.  Read,  Ottawa,  Ont.;  J.  M.  Robertson, 
Montreal;  F.  W.  Teele,  Montreal;  C.  W.  Tooke,  Syracuse, 
N.Y.,  and  J.  B.  Woodyatt,  Montreal. 

The  head  office  is  in  the  Coristine  Building,  Montreal. 


The  first  electric  furnace  of  the  inductive  type  to  be 
erected  in  South  Africa  was  set  up  a  few  months  ago  by  the 
Witwatersrand  Co-Operative  Smelting  Works,  under  the  aus- 
pices of  the  Chamber  of  Mines,  for  making  steel  castings, 
such  as  shoes  and  dies,  for  the  mines  from  scrap  metal.  The 
British  Trade  Commissioner  reports  that  between  70  and 
80  tons  of  shoes  and  dies  are  now  being  turned  out  per 
month  by  this  furnace,  which  is  contributing  very  materially 
to  requirements.  The  lining  of  the  furnace  at  first  presented 
some  difficulties,  but  these  were  solved  by  the  use  of  mag- 
nesite  from  Eastern  Transvaal,  calcined  in  Johannesburg. 
Two  linings  per  month  are  required. 
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How  the  Power  Conservation 
Order  is  Being  Kept  in  Ontario 


\\  nh  very  few  exceptions,  the  light  and  power  users  of 
Ontario  Iiave  loyally  responded  to  the  appeal,  or  order,  of 
the  power  controller  to  conserve  every  possible  watt  of  elec- 
tric energy,  to  the  end  that  it  may  be  utilized  more  exten- 
sively in  the  manufacture  of  munitions  of  war.  That  the 
need  is  urgent  is  fully  realized  by  everyone,  and,  from  opm- 
ions  gathered  here  and  there,  large  power  users  are  more 
than  ready  to  curtail  their  demands,  even  to  the  extent  of 
crippling  their  business  and  industries.  It  must  be  seen  to, 
in  every  town  and  city,  that  all  users  comply  fully  with  the 
order,  for  where  less  patriotic  authorities  ignore  the  rules  laid 
down  and  their  action  is  allowed  to  go  unchecked,  it  will 
have  a  tendency  to  discourage  the  more  considerate  consum- 
ers. In  one  or  two  cases  notice  to  the  effect  that  the  entire- 
service  would  be  cut  of¥  unless  the  rules  were  observed  suf- 
ficed to  bring  certain  offenders  to  a  proper  realization  of  the 
situation. 

As  instances  of  the  extreme  shortage  existing  among 
munition  manufacturers,  the  American  Cyanamid  Company 
of  Niagara  Falls,  which  makes  ammonia  for  use  in  the  manu- 
facture of  high  explosives,  reported  recently  a  15,000  h.p. 
shortage  in  their  usual  power  supply  and  the  consequent  cur- 
tailment of  their  output.  The  Union  Carbide  Company  and 
the  Electro  Metals  Company,  two  Welland  concerns  making 
war  supplies,  each  reported  about  15,000  h.p.  short  also. 

Possibly  the  cutting  off  of  even  a  small  block  of  power 
is  keenly  felt  by  some  of  the  smaller  manufacturers  not 
engaged  on  munition  work,  but  among  those  using  large 
quantities  of  energy  it  has  been  found  that,  by  making  slight 
alterations  in  the  layout  of  shafting  and  machinery,  it  is  often 
possible  to  take  two,  three,  or  four  motors  off  the  load. 

In  the  matter  of  store  lighting  the  majority  of  merchants 
are  co-operating  to  the  fullest  extent.  In  St.  Thomas  the 
local  hydro  commission  threatened  to  discontinue  the  service 
of  a  few  stores  disobeying  the  order.  An  appeal  was  made  to 
all  power  users,  with  the  exception  of  munition  plants,  and 
many  responded  by  shutting  down  their  factories  half  an 
hour  earlier  in  the  evening,  in  addition  to  cutting  off  motors 
wherever  possible.  It  is  estimated  that  the  load  in  this  city 
has  been  reduced  almost  50  per  cent.  Some  typical  examples 
follow: 

In  Welland  the  street  lighting  has  been  reduced  by  50 
per  cent.,  and  all  electric  signs  have  been  cut  off.  An  urgent 
request  has  also  been  made  to  all  power  users  to  cut  down 
their  deman.d  as  much  as  possible. 

In  Gait  a  meeting  of  the  large  power  users  was  held,  and 
promises  readily  obtained  to  either  reduce  their  loads  or  stop 
plants  altogether  on  request.  The  total  load  in  this  city  is 
2,681  h.p.,  and  an  endeavor  is  being  made  to  reduce  it  by  25 
per  cent.  Several  of  the  larger  users  stated  that,  by  rear- 
ranging their  machinery,  many  motors  could  be  taken  off  the 
load.  A  table  is  being  prepared  by  the  local  hydro  commis- 
sioners, so  thart  manufacturers  will  be  in  a  better  position  to 
regulate  the  time  of  their  maximum  demands.  On  streets 
where  there  are  single  light  standards  all  lights  on  one  side  of 
the  street  have  been  cut  off,  and  where  there  are  cluster  lig'Us 
two  lights  on  each  have  been  taken  off. 

The  Hurlbut  Shoe  Company,  of  Preston,  shortened  their 
working  day  to  five  hours  when  requested  to  do  so  by  the 
local  commission.  The  manufacturers  in  this  district  have 
willingly  been  doing  all  in  their  power  to  conserve  electric 
energy. 

The  Stamford  Township  Council  decided  to  cut  off  all 
street  lighting  in  the  township  until  at  least  February  15,  and 


in  Niagara  Falls  all  verandah  and  ornamental  lights  of  all 
kinds  have  been  cut  off.  It  is  proposed  also  to  turn  off  street 
lighting  at  midnight. 

In  addition  to  the  observance  of  other  rules,  the  street 
car  service  in  Guelph  was  discontinued  except  for  an  hour  at 
noon  and  at  nights. 

The  permitted  peak  load  in  Kitchener  is  4,800  h.p.  but  thejj 
local  commission  have  kept  it  under  4,500  h.p.  with  the  co-1 
operation  of  manufacturers.  Street  lights  are  not  turned  onl 
until  6.15,  and  the  rules  regarding  electric  signs  and  display? 
lighting  are  being  enforced.  i 

Chatham  street  lights  are  not  turned  on  until  7  o'clock,] 
and  restrictions  in  store  and  sign  lighting  are  being  enforced.  | 
The  city's  maximum  load  of  1,000  h.p.  has  been  reduced  from  ' 
15  to  25  per  cent,  in  the  peak  load  hours. 

Mayor  Weaver,  of  Hespeler,  stated  it  w^ould  be  impos- 
sible to  further  reduce  their  load,  as  they  already  had  it  down 
to  the  limit. 

The  light  commissioners  of  St.  Catharines  ordered  that 
each  alternate  100  watt  lamp  on  the  street  lighting  system  be 
removed  and  that  all  200  watt  street  lamps  be  replaced  by  100 
watt  lamps. 

The  London  and  Lake  Erie  Railway  Company  cancelled 
their  Sunday  service  and  reduced  the  week-day  schedule,  be- 
speaking the  indulgence  of  their  patrons  on  the  grounds  of 
patriotic  duty. 

The  Ontario  Hydro-Electric  Commission  notified  the 
Brantford  Municipal  Board  of  Street  Railway  Commissioners 
to  reduce  their  load  by  25  per  cent.,  and,  in  accordance  with 
this  order,  the  car  service  was  reduced  from  a  ten  to  fifteen- 
minute  service  on  the  main  line  and  a  twenty-minute  service 
on  the  line  to  Eagle  Place.  The  running  time  is  also  much 
slower.  Other  retrenchments  have  also  been  made  in  street 
and  sign  lighting. 

The  Town  Council  of  Petrolea,  Ont.,  received  notice  from 
Hydro  headquarters  that  from  7  a.m.  to  9  a.m.  only  85  per 
cent,  of  the  maximum  load  of  300  h.p.  was  to  be  used;  from 
9  a.m.  to  4  p.m.,  75  per  cent.;  from  4  p.m.  to  6  p.m.,  85  per 
cent.,  and  from  6  p.ni.  until  7  a.m.,  no  restriction.  Street 
lighting  is  not  turned  on  until  7  p.m.  Local  power  users  were 
waited  upon  and  arrangements  made  to  comply  with  this 
schedule. 

It  is  expected  that  about  3,000  h.p.  will  be  conserved  in 
Hamilton  by  the  various  recommended  means.  On  Januarj" 
15  all  electric  signs,  display  boards,  show  windows,  and  other 
electrical  devices  for  advertising  wares  were  turned  off  and 
each  alternate  cluster  light  in  the  down-town  section  has  been 
taken  off.  Very  few  violations  of  the  new  rules  are  reported, 
and  these  are  generally  due  to  misunderstandings. 

In  Ingersoll  the  order  was  received  to  keep  the  load  under 
860  h.p.,  and  men  were  sent  out  from  the  sub-station  to  re- 
quest the  local  merchants  and  factories  to  shut  off  ever}-  un- 
necessary lamp  and  motor.  As  an  instance  of  the  steps  taken 
in  this  town  to  comply  with  the  order  it  was  necessary  on 
one  occasion  to  shut  off  all  the  small  motors  in  town  about  2 
o'clock  in  the  afternoon.  Between  5  and  6.  in  order  to  still 
further  reduce  the  load,  it  was  found  advisable  to  shut  off  the 
stores  and  residences  as  far  as  possible.  The  Ingersoll  Ma- 
chine Company  use  the  bulk  of  the  power,  and  stores  and 
residences  will  be  shut  off  in  order  to  keep  this  plant  going. 

Street  lighting  in  Brockville  has  been  so  adjusted  that  in 
cases  where  five  and  three  lights  form  a  cluster  only  one  lamp 
is  permitted  to  burn.  On  other  streets  every  alternate  light 
has  been  taken  off.  Recently  the  lights  on  residential  streets 
were  turned  off  on  moonlight  nights,  but  the  experiment  was 
not  entirely  successful. 

Probably  one  of  the  most  strenuous  objections  to  the  new 
order  comes  from  Tillsonburg,  and  a  delegation  was  sent  to 
Toronto  to  register  a  protest.  On  January  21  it  was  reported 
that  the  town  was  facing  a  serious  water  famine  and  probable 
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serious  loss  to  manufacturers  by  reason  of  a  twenty-minute 
lotice  given  to  the  Tillsonburg  Waterworks  Company  to  shut 
3ff  their  electric  pumps.  The  company  have  auxiliary  steam 
power  but,  of  course  .their  coal  supply  is  inadequate. 

On  the  main  thoroughfares  in  Toronto  every  alternate 
cluster  light  is  dark,  and  on  the  residential  streets  every  un- 
necessary light  has  been  turned  of¥.  The  set  rule  m  this 
reo-ard  is  to  turn  out  every  alternate  light,  excepting  in  cer- 
tafn  locations  where  good  illumination  is  essential  to  public 
safety-in  the  vicinity  of  fire  alarm  boxes,  on  dangerous  cor- 
ners etc  No  single  light  standards  on  the  car  hne  streets 
have  been  turned  out,  owing  to  the  possibility  of  traffic  acci- 
dents A  suggestion  to  turn  off  the  lights  in  the  civic  skating 
rinks  and  the  various  parks  will  not  likely  be  earned  out.  It 
has  been  pointed  out  that  the  majority  of  these  hghts  are  not 
turned  on  until  7  o'clock.  The  down-town  merchants  have 
readily  responded  to  the  appeal  to  cut  off  window  lighting  at 
nioht  and  Toronto's  '"White  Way,"  which  has  been,  on  a 
.niall'er  scale,  a  close  rival  to  Broadway,  New  York,  presents 
an  entirely  altered  appearance. 


Power  Plant  Carried  by  Latest 
Type  of  German  Aeroplane 


The  Electrical  Review  prints  an  interesting  article^  trans- 
lated from  La  Nature  of  recent  date,  describing  equipmen 
carried  by  German  aeroplanes  for  signalling  purposes.  It 
is  understood  that  on  account  of  noise  messages  cannot  be 
be  received— only  transmitted.  rVrman 
The  transmitting  station  on  the  latest  type  of  German 
aeroplane  consists  of: — 

1.  A  generator  of  d.c.  and  a.c. 

2.  The  oscillating  circuit. 

3.  The  antenna. 

1  At  first  the  necessary  current  was  provided  by  a  stor- 
,oe  battery  '  Difficulties  arose,  however;  the  batteries  were 
;:ry  heavy,  very  fragile,  and  liable  to  be  discharged  rapully. 
Small  a.c.  and  d.c.  generators  were  then  fitted.  These  gen- 
erators are  driven  by  an  air  screw,  or  are  coupled  to  he 
aero  motor  by  a  coupling  (clutch)  operated  by  the  pilot. 
The  generating  plant,  styled  "J-  A.  Flieg,  1917  "  by  the  Ger- 
mans comprises  two  generators  mounted  on  the  same  shaft. 
One  of  these,  forming  a  simple  dynamo,  supplies  the  d.c, 
and  is  used  for  exciting  the  alternator,  for  the  o^-ll^^or  cir- 
cuit, and  probably  also  for  lighting  the  lamps  and  projectors 

tI:" "regenerator  supplies  the  a.c.  for  the  oscillating 

'"'''The  three  types  of  transmitter  actually  employed  are  the 
"Sender"  type  C,  1916,  the  "Huth  transmitter,"  and  the  lele- 
funken  transmitter."  . 

Underneath  the  alternator  is  a  sort  of  case,  into  which  12 
terminals  lead.  These  terminals  permit  of  inserting  m  the 
exciting  circuit  different  values  of  a  resistance  placed  in 
series,  and  housed  under  the  generator. 

According  to  the  type  of  transmitter  fitted  on  the  ae.o- 
plane.  these  terminals  are  used  with  the  corresponding  types 
of  current.  For  check  purposes  they  are  connected  up  by 
connecting  plates  corresponding  to  the  transmitter  employed, 
the  connectors  being  small  plates  of  insulating  "material. 

In  the  cover  of  the  case  mentioned  above  is  a  small  trans- 
parent window  for  observing  whether  the  generator  ,s  pro- 
perly regulated  in  respect  of  its  oscillating  c.rcmt.  The  gen- 
erators are  constructed  so  as  to  work  rotating  either  ng 
or  left,  according  as  they  are  driven  by  air  screws  or  by  the 
aero  Engine.     The  type  of  generating   set  just  descnhed 


weighs,  with  its  air  screw,  cables,  etc.,  10.3  kilograms  (abou 
23  lbs.).    The  driving  screw  is  designed  to  give  a  speed  of 
4  500  r.p.m.  with  a  wind  speed  of  150  km.  (say  90  miles  per 
hour).     Variations  of  aeroplane  speed  do  not  appreciably 
affect  the  output  of  the  generating  set.    The  set  is  air-cooled. 
Transmitting  Apparatus 
The  "Telefunken"  apparatus  comprises  the  usual  parts, 
the  whole  being  contained  in  a  case  measuring  about  U  in. 
X  10  in  X  6  in.,  and  weighing  some  19  lbs.    These  parts  are: 
a  transformer,  a  condenser,  a  plate-type  spark  gap,  and  a 
variometer.    There  is  a  three-stud  contact  device  for  varying 
the  intensity  of  emission  by  a  rheostat  in  the  excitation  cir- 
cuit, and  at  the  same  time  decreasing  the  resistance  of  the 
spark-gap  by  short-circuiting  part  of  the  plates.  _ 

Another  three-stud  contact  permits  of  employing  three 
different  wave  lengths,  viz.,  150,  200  and  250  metres,  by  using 
one  or  more  turns  of  an  Oudin  coil.  The  variometer  (variable 
self-inductance)  permits  of  tuning  the  aerial  with  the  primary 
circuit  The  observer  knows  that  his  circuit  is  properly 
re-ulated  when  the  ammeter  pointer  attains  a  maximum. 

The  transmitting  aerial  is  formed  by  a  1-mm.  diameter 
copper  cable  about  40  metres  long.  This  wire,  which  hangs 
below  the  aeroplane,  tends  to  assume  a  nearly  horizontal 
position  by  reason  of  its  inertia  and  the  wind  resistance. 

A  special  arrangement  is  provided  for  preventing  the 
antenna  swaying,  and  for  ensuring  that  the  correct  length 
is  unwound.  The  manipulator  and  ammeter  are  of  the  usual 
type.  The  conductors  of  this  system  are  insulated  and  mount- 
ed in  special  flexible  aluminium  tubes. 

The  total  weight  of  the  complete  set  is  as  follows:— 


Oscillatory  circuit  

Generator  system  

Aerial,  etc  

Manipulator,  wiring,  and  ammeter 


kg. 
10.3  kg. 
3.7  kg. 
3.0  kg. 


or,  say,  V2  cwt. 

The  mean  range  of  the  set  seems  to  be  about  35  kilo- 
metres, or  something  over  20  miles. 

Every  squadron  of  the  German  Army  Service  Corps  at- 
tached to  the  air  service  includes  a  tractor  wagon  specially 
fitted  up  for  dealing  with  repairs  to,  and  tests  on.  wireless 
sets. 


The  Future  of  the  Engineer— A 
Winnipeg  Engineer's  Views 

Winnipeg.  January  11th,  1918. 

Editor,  Electrical  News:— 

1  have  read  with  great  interest  in  your  issue  of  December 
1st  the  article  entitled  "The  Future  Place  of  the  Engineer, 
and  I  have  also  read  with  further  interest  in  your  issue  of 
January  1st,  the  classification  of  the  new  members  of  the 
Canadian  Parliament,  and  it  is  particularly  interesting  to  note 
that  the  engineers  as  a  profession  are  not  represented. 

Your  article  in  the  January  1st  issue,  showing  that  no 
engineers  are  in  the  Canadian  Parliament  is  one  that  should 
give  all  engineers  that  are  proud  of  their  profession  and  inter- 
ested in  the  welfare  of  their  country,  food  for  thought.  Much 
has  been  written  and  much  has  been  spoken  on  the  status 
of  the  engineer,  the  engineer's  responsibility  to  society,  and 
the  education  of  the  engineer,  but  how  seldom  do  we  see 
anything  on  the  subject  of  the  engineer's  place  in  the  legis- 
lative halls  of  his  country.  It  has  been  said  by  many  engi- 
neers that  to  feel  that  they  are  producers  and  constructors 
is  sufficient  reward  in  itself.    That  may  be  a  very  laudable 
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thought  from  the  moral  point  of  view,  but  in  these  days  of 
stress  and  strain,  the  engineers  as  a  body  ought  to  realize 
that  the  very  training  that  they  have  been  fortunate  enough 
to  attain  should  put  them  in  the  forefront  of  all  professional 
men.  that  they  should  be  leaders  of  thought,  leaders  of  public 
initiative,  and  help  advance  legislative  conditions  in  the  coun- 
try in  which  they  live. 

Two  of  the  greatest  factors  in  the  advancement  of  civ- 
ilization today  are  light  and  transportation,  both  the  pro- 
duct of  the  engineer,  and  still  the  very  thought  that  engi- 
neers may  not  care  whether  they  get  the  credit  for  the 
above  or  not  is  the  very  fact  that  their  work  has  resulted 
in  better  conditions  for  humanity;  but  they  must  urge  them- 
selves to  still  further  ambition  in  that  they  give  wherever 
possible  their  time  to  the  study  and  solving  of  some  of  the 
great  questions  in  front  of  our  legislative  bodies  today.  What 
class  of  men  are  more  fit  for  public  life  than  engineers?  The 
very  fact  that  they  deal  with  the  stupendous  forces  of  nature 
makes  them  inherently  honest,  one  factor  so  essential  to 
public  life. 

Engineers  are  modest  to  a  degree,  and  unfortunately, 
often  timid,  when  it  comes  to  pushing  themselves  in  the 
limelight,  though  this  timidity  may  be  due  to  a  certain  extent 
tliat  as  a  body  they  cannot  be  accused  of  being  public  speak- 
ers; they  should  endeavor  to  cultivate  this  very  necessary 
adjunct  for  public  service,  when  they  would  undoubtedly  feel 
in  a  better  position  to  take  their  place  on  the  public  platform. 

One  of  the  reasons  that  lawyers  and  physicians  have  a 
certain  status  in  the  community  is  because  they  have  inter- 
ested themselves  in  public  service,  and  to  their  profession 
has  come  a  certain  amount  of  honor  that  successful  and 
honest  public  service  should,  and  does  bring,  to  the  server. 

Engineers  having  been  backward  in  public  service  in  the 
past — and  when  I  say  public  service  I  mean  some  admin- 
istrative position  in  public  life — they  are  often  put  in  a  posi- 
tion where  they  appear  to  the  general  public  as  being  lower 
on  the  professional  ladder  than  the  other  professions. 

For  instance,  a  consulting  engineer  may  be  asked  to  make 
a  report  on  some  engineering  or  financial  question  for  a  cer- 
tain town,  and  he  is  asked  to  appear  before  the  corporate 
body  of  that  town,  present  his  report  and  possibly  discuss 
same.  On  that  corporate  body  may  be  the  local  butcher, 
baker  and  doctor,  and  almost  invariably  the  local  lawyer. 
The  baker  and  the  butcher  defer  more  or  less  to  the  opinion 
of  the  doctor  and  the  lawyer,  and  the  two  latter  are  generally 
looked  on  to  decide  as  to  whether  the  engineer's  report  meets 
with  the  requirements  of  the  community  or  not. 

Time  and  time  again  this  has  happened,  engineers  all 
over  the  country  have  had  the  same  experience,  and  though 
the  engineer  may  think  he  is  doing  the  best  he  can  for  his 
country  by  making  honest  and  correct  reports,  he  would  be 
doing  a  greater  service  for  his  country  were  he  able  occa- 
sionally to  take  his  place  in  the  legislative  bodies  that  control 
civic,  provincial  and  Dominion  af?airs. 

I  understand  that  the  Canadian  Society  of  Civil  Engi- 
neers is  endeavoring  to  stir  up  some  interest  in  these  matters, 
and  the  men  behind  this  movement  deserve  every  encourage- 
ment and  help  from  their  brothers  in  the  profession,  as  un- 
doubtedly by  the  engineer  taking  a  greater  interest  in  public 
afTairs  he  will  not  only  be  doing  something  for  the  better- 
ment of  his  country,  but  also  for  the  betterment  of  his  pro- 
fession, and  therefore  himself. 

True,  sacrifices  have  to  be  made,  and  especially  in  the 
case  of  consulting  engineers,  who  are  in  business  for  them- 
selves, and  have  no  large  organization  to  carry  on  their  work 
in  their  absence,  but  if  ever  the  time  has  arrived  for  engi- 
neers to  start  and  blaze  the  trail  of  placing  their  services  as 
public  servants  before  the  electors,  that  time  is  present.  Some 
engineers  may  say  we  can  make  more  money  by  selling  our 
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services  as  engineers  and  not  as  public  servants,  but  I  submit 
that  the  status  of  the  profession,  and  hence  its  monetary 
value  to  ourselves,  will  be  raised  if  we  take  our  place  with 
other  professions  and  let  the  public  decide  as  to  whether  they 
would  like  us  as  some  of  their  leaders  of  public  thought. 

What  type  of  men  more  fit  for  the  positions  of  Minister 
of  Public  Works,  Minister  of  the  Interior,  Minister  of  Mines 
and  Minister  of  Railways  and  Canals  than  engineers,  and  yet 
almost  invariably  these  positions  are  filled  by  lawyers. 

One  reason  that  lawyers  and  physicians  have  been  able 
to  push  themselves  into  public  life  is  that  they  have  tried  to 
train  themselves  to  be  familiar  with  subjects  outside  of  their 
own  professions,  and  when  they  meet  together  they  do  not 
always  discuss  their  own  profession,  or  rather  technical  prob- 
lems of  their  own  profession,  a  habit  that  engineers  are  very 
prone  to. 

Art,  literature,  music,  geography,  history,  finance  and 
political  economy  deserve  more  than  passing  thought  from 
every  man,  and  to  the  engineer  who  wishes  to  be  broad  in 
his  aspect  these  subjects  are  just  as  important  as  stresses 
and  strains,  reforestration  and  mathematics,  and,  above  all 
things,  a  proper  realization  of  the  personal  equation  of  those 
with  whom  you  deal  is  a  very  essential  factor  to  success,  and 
is  just  as  important  to  the  engineer  as  to  the  doctor  or  the 
lawyer. 

The  engineer,  more  than  all  other  men  has  it  in  his 
power  to  create  a  new  era  of  real  public  service  and  to  guide 
humanity.  On  the  engineer,  and  such  men  who  train  engi- 
neers, rests  a  responsibility  such  as  not  many  professions  have 
been  called  upon  before  to  face,  and  especially  so  as  because 
upon  us  rests  the  responsibility  of  conscious  knowledge  of 
this  fact. 

In  all  matters  pertaining  to  the  war,  engineers  have  done 
Trojan  service.  In  fact  in  no  small  degree  will  it  be  the 
engineer  who  will  be  responsible  ultimately  for  the  destruc- 
tion of  that  terrible  and  tragic  ideal  created  by  the  common 
enemy,  who  the  allies  are  endeavoring  to  crush.  With  the 
conclusion  of  the  war  a  new  world  will  arise,  and  the  engi- 
neer must  wake  up  and  take  his  place  alongside  of  the  men 
of  other  professions  and  help  create  a  better  democracy  at 
home,  and  this  he  can  do  by  taking  his  just  share  in  the 
public  life  of  this  great  and  wonderful  Dominion  of  Canada. 

May  I  take  this  opportunity  of  congratulating  you  on 
the  stand  you  are  taking  in  your  paper  regarding  these 
questions. 

Yours  very  trulj'. 

Charles  F.  Gray. 
Consulting  Electrical  Engineer. 


Government  Takes  Over  Niagara  Power  Plants 

On  December  38  the  United  States  Government  requisi- 
tioned the  electric  power  produced,  imported  and  distributed 
by  the  Niagara  Falls  Power  Company,  the  Hydraulic  Power 
Company  of  Niagara  Falls  and  the  Cliflf  Electrical  Distribut- 
ing Company.  Disposition  of  the  power  and  rules  regarding 
its  use  will  follow  an  investigation  of  the  power  and  fuel 
situation  in  and  around  Buffalo  by  Robert  J.  Bulkeley.  who 
is  connected  with  the  War  Industries  Board,  and  Col.  C. 
Keller,  U.  S.  Army,  of  the  Chief  of  Engineers'  Office  in 
Washington. 


The  Main  Electric  Manufacturing  Company  have  just 
issued  their  catalogue  No.  100,  which  supersedes  all  previous 
issues,  and  is  a  complete  catalogue  of  Main  electric  lighting- 
plants  for  the  farm.  A  copy  will  be  supplied  on  request  to 
the  company. 
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Get  Rid  of  Your  Dead  Stock- It  Does  Not 
Pay  to  Hold  Even  if  Prices  are  Going 
Up— Good  Business  Requires  Up- 
to-the-minute  Supplies 

Thcrt.-  has  never  been  a  time  when  it  was  more  oppor- 
tune to  move  any  dead  stock  that  the  electrical  dealer  and 
,  .^tractor  has  on  hand  than  the  present.  In  many  mstances 
it  has  been  the  practice  of  the  central  stations  to  sell  appli- 
ances at  prices  which  would  not  leave  the  dealer  and  con- 
tractor enough  profit  to  enable  him  to  compete  with  them. 
This  day,  however,  has  passed,  probably  never  to  return 
•  main. 

To-day  the  price  of  coal,  labor  and  everything  else  that 
enters  into  the  cost  of  generating  and  distributing  electricity 
have  all  increased.  At  the  same  time  the  demand  for  cur- 
rent has  increased  to  such  an  extent  that  it  is  straining  the 
capacity  of  the  individual  companies  to  meet  the  demand. 
These  two  facts  remove  the  temptation  to  sell  appliances 
for  less  than  cost  or  at  so  small  a  margin  as  to  monopolize 
the  business  with  the  end  in  view  that  the  introduction  of 
these  appliances  will  increase  the  current  consumption. 

This  condition  of  affairs  is  making  it  possible  for  the 
independent  dealers  and  contractors  to  secure  a  great  deal 
Ml   business  that  otherwise  would   be  beyond  their  reach. 
Most  important  of  all,  however,  it  is  probable  that  never 
j  again  will  it  be  the  general  practice  of  central  stations  to 
i  sdl  appliances  at  a  price  which  does  not  allow  a  fair  mar- 
gin of  profit.    Before  this  war  is  over  there  will  be  a  great 
deal  more  attention  called  to  this  phase  of  the  central  sta- 
tion business  than  it  has  ever  received  before. 
I  New  Opportunities 

With  the  cleaning  up  and  revising  of  central  station 
merchandising  methods  there  will  arise  new  and  wonderful 
opportunities  for  the  dealer  and  the  contractor.  Each  of 
ihem  will  be  able  to  expand  his  business  in  a  way  and  to  an 
rxtent  that  he  has  never  been  able  to  before.  To  prepare 
lor  this  new  era,  however,  it  is  necessary  to  clean  up  all 
the  dead  stock,  the  stock  that  one  might  be  tempted  to 
liold  for  higher  prices.  It  is  necessary  to  clean  this  up 
now,  to  sell  all  of  it  at  once. 

One  of  the  complaints  that  central  stations  have  made 
against  dealers  and  contractors  is  that  they  do  not  go  after 
business  hard  enough.  They  have  claimed  that  if  the  cen- 
tral stations  did  not  sell  appliances  they  would  lose  much 
in  the  way  of  electric  current  sales.  Possibly  one  reason 
why  so  few  appliances  have  been  sold  in  the  past  is  because 
these  dealers  and  contractors  have  not  kept  their  stores  as 
neat  and  attractive  as  have  been  the  stores  of  the  central 
stations. 

You  may  reply  that  no  dealer  or  contractor  can  go  to 
the  expense  that  the  central  station  lias  gone  in  this  respect. 
This  statement  is  true,  but  it  is  not  necessary  to  go  to  great 
expense  to  look  neat  and  attractive.    Few  people  refuse  to 
'  By  J.  E.  Bullard  in  National  Electrical  Contractor. 


wash  their  face  and  hands  because  they  cannot  afford  to 
buy  perfumed  soap.  It's  ncft.  after  all.  the  expense  that  has 
been  incurred  so  much  as  the  thoroughness  with  which  the 
work  is  done. 

I  have  in  mind  the  stores  of  two  dealers.  One  is  filled 
with  old  dirty  stock.  The  whole  establishment  is  far  from 
attractive  though  it  is  housed  in  a  substantial  building  and 
one  which  could  be  made  to  appear  very  attractive  with 
clean,  fresh  stock  and  clean  fixtures.  The  other  store  is 
housed  in  a  smaller  and  a  cheaper  building  but  it  is  kept 
clean  and  the  stock  is  all  fresh  and  new.  None  of  the  stock 
in  this  store  is  allowed  to  die.  It  is  all  sold.  There  is  no- 
thing expensive  about  it  but  everything  is  attractive.  Little 
things  like  fresh  crepe  paper  are  used  to  lend  charm  to 
the  cheap  tables  and  counters,  show  cases,  etc.,  on  which 
the  goods  are  displayed. 

Keep  the  Stock  Moving 
One  of  the  reasons  given  for  the  success  of  large  depart- 
ment stores  and  chain  stores  is  that  they  very  rarely  have 
any  dead  stock.  Some  of  these  stores  place  tags  on  their 
goods  which  indicate  to  the  salesman  just  how  long  it  has 
been  placed  in  stock,  a  blue  tag  may  mean  that  it  has  been 
in  stock  for  a  month,  a  yellow  tag  that  it  has  been  in  stock 
for  two  months,  a  pink  tag  that  it  has  been  in  stock  for 
three  months  and  a  red  tag  that  it  has  been  in  stock  for  four 
months  and  must  be  sold  at  once.  P^ach  time  a  tag  of  a  dif- 
ferent color  is  placed  on  the  goods  the  price  is  reduced  and 
in  all  probability  the  price  on  the  red  tag  is  lower  than  the 
amount  actually  paid  for  the  goods.  However,  it  proves  more 
profitable  to  sell  them  at  a  loss  than  to  have  the  money  tied 
up.  The  money  working  will  soon  earn  the  amount  lost 
but  the  money  idle  will  eventually  lead  to  bankruptcy. 

Let  us  take  a  concrete  example.  Suppose  you  have  an 
article  in  stock  that  cost  you  $9.00  and  tliat  it  is  a  good 
seller  so  you  retail  it  for  $10.00.  Suppose  that,  due  to  the 
constantly  increasing  cost  of  raw  material  and  labor,  the 
retail  price  of  this  article  advances  .'SO  cents  per  month.  In 
a  year  it  will  have  increased  in  price  $0.00.  In  other  words, 
by  simply  allowing  it  to  lie  idle  for  a  year  a  profit  of  $6.00 
has  been  made  on  it.  Surely  it  would  pay  to  let  stock  be- 
come shelf  warmers  if  the  price  was  constantly  increasing 
like  this.  Many  a  small  dealer  has  been  able  to  undersell 
the  city  department  stores  on  certain  commodities  he  had 
in  stock  for  several  months  and  at  the  same  time  make  a  profit 
for  himself  because  of  the  difference  in  the  methods  of  the 
large  and  the  small  retailers  and  due  to  the  fact  that  retail 
prices  have  been  climbing  rapidly  during  the  past  two  years. 
It  would  seem,  then,  that  the  retailer  who  has  saved  his  stock 
has  the  advantage. 

Let  us  go  back  and  examine  the  case  of  the  article  wiiich 
at  the  beginning  of  the  year  cost  $9.00  and  at  the  end  of 
the  year  sold  for  $1C.00,  thus,  by  simply  lying  idle,  showing 
a  profit  to  the  dealer  of  $().00.  Suppose  that,  instead  of  keep- 
ing that  article  in  stock  he  had  sold  one  a  month  at  a  profit 
of  only  $1.00.  it  would  not  re(|uire  any  more  capital  to  do 
so  than  to  ludd  the  original  one  in  stock  for  the  money 
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received  from  the  first  one  would  buy  the  second,  the  money 
for  the  second  one,  the  third,  and  so  on  to  the  end.  The 
:mnual  profit  would  have  Incn  $12.00,  however,  instead  of 
only  $(i.0(),  and  at  tlie  end  of  the  year  the  stock  would  be 
Iresh  and  attractive.  The  profit  would  also  be  in  hand  and 
•lot  on  the  shelf,  as  in  (he  case  of  the  stock  that  had  l)een 
held  for  a  year. 

Dangerous  To  Tie  Up  Money 

It  is  easier  to  sec  that  the  stock  ought  to  be  turned  as 
rai)idly  as  possible  to  avoid  loss  when  the  retail  prices  are  de- 
creasing, but  there  is  a  tendency  to  hold  on  to  stock  when 
the  retail  prices  are  ascending,  in  -the  hope  that  the  longer 
it  is  held  the  greater  will  be  the  profit.  This  feeling  is  pre- 
venting many  a  man  from  realizing  upon  the  present  mar- 
ket. He  is  still  waiting  for  better  prices  rather  than  sell  all 
his  old  stock  now  and  turn  it  into  money.  No  one  knows 
how  long  conditions  will  exist  as  they  are.  All  the  big  estab- 
lishments, doing  a  retail  business,  however,  do  know  that 
this  is  no  time  to  hoard  stock.  They  know  that  it  is  just 
as  dangerous  to  tie  up  a  lot  of  money  in  dead  stock  now  as 
it  is  at  any  other  time,  and  they  are  keeping  their  stocks 
moving. 

No  dealer  can  expect  to  compete  for  the  best  business 
iimil  he  realizes  this  fact.  The  mere  act  of  clearing  out  all 
his  old  stock,  some  of  which  may  have  been  on  hand  for 
years,  and  turning  it  into  money  now  will  help  increase  his 
iiusiness.  He  will  be  able  to  offer  bargains  in  goods  that  are 
in  perfect  operating  condition  that  will  prove  very  attractive 
to  many  people.  If  he  will  follow  up  this  clearing  up  sale 
with  good  fresh  stock  that  is  carefully  purchased  and  is  sold 
to  the  last  article  within  a  few  months,  even  if  it  must  be  sold 
at  a  slight  sacrifice,  he  will  find  that  at  the  end  of  the  year 
his  profits  on  appliance  sales  have  been  greater  than  they 
have  ever  been  before. 

Now  is  the  time  to  develop  this  business.  As  has  already 
been  stated,  the  central  stations  are  not  so  likely  to  take  as 
keen  an  interest  in  the  sale  of  appliances  as  they  would  dur- 
ing normal  times.  On  the  other  hand,  the  difficulty  in  secur- 
ing coal  is  going  to  make  many  people  use  more  electrical 
appliances  than  would  otherwise  have  been  the  case.  There 
will  be  a  tremendous  demand  built  up  for  electric  ranges  and 
other  heating  devices  that  would  not  exist  if  every  household 
could  without  difficulty  secure  all  the  coal  that  it  desired. 


What  Not  to  Do  in  Advertising— Some  Warn- 
ings the  Dealer  Will  Profit  by,  if  He  Heeds 

A  short  time  ago  Mr.  J.  C.  McQuiston,  publicity  man- 
ager Westinghouse  Electric  &  Manufacturing  Company,  was 
asked  by  a  prominent  manufacturers'  association  to  give  them 
some  points  on  advertising.  Mr.  McQuiston  put  his  reply 
in  the  form  of  Don'ts,"  some  of  which  are  very  much  to  the 
point.    Here  is  what  he  said  in  part: 

Don'ts  in  Advertising 

Don't  fail  to  advertise  if  you  have  something  to  advertise. 
Don't  advertise  just  because  someone  else  in  the  same 
line  does. 

Don't  leave  the  copy  to  the  office  boy's  aunt.  She  can 
knit  better  than  she  can  write  advertising  lines. 

Don't  forget  that  advertising  is  a  part  of  selling — and 
selling  is  no  joke. 

Don't  make  statements  that  you  cannot  support  in 
practice. 

Don't  make  invidious  comparisons. 

Don't  try  tf)  i)ut  a  full  page  of  copy  in  a  quarter  page 
space.  Better  put  a  cpiarter  pa.ge  of  copy  in  a  full  page  of 
space. 

Don't  fail  to  give  your  firm  name  in  the  same  way — 
same  type — ^and  your  address  always. 


Don't  print  a  circular  and  then  wonder  what  to  witi 
it.  Study  your  market  and  as  you  do  so,  write  your  appea 
direct  to  the  market.    "From  Kalamazoo  direct  to  you."  ' 

Don't  overlook  the  direct  appeal  to  a  customer.  Don' 
fail  to  talk  to  youf  prospects  in  your  circular  letter,  or  othei 
correspondence,  as  you  would  talk  to  them  face  to  face.  B» 
natural. 

Don't  forget  to  follow  up  your  advertising. 

Don't  use  all  the  type  styles — rather  have  one  dominat- 
ing style  and  stick  to  it. 

Don't  pick  a  thin,  skinny  type — but  one  that  has  a  bold, 
courageous  face — typical  of  strong  and  dependable  business. 

Don't  give  more  than  one  bright  idea  in  an  advertise- 
ment.   To  do  so  may  endanger  your  future  stock. 

Don't  express  in  words  what  a  picture  can  portraj^ — 
use  illustrations. 

Don't  run  the  same  advertisement  all  the  time.  Change 
of  copy  makes  your  .advertisements  of  continuous  interest. 

Don't  buy  space  please  a  solicitor.  If  you  do.  he 
will  be  the  sole  beneficiarj'. 

Don't  overlook  the  trademark.  If  you  do  not  have  one, 
make  one,  and  show  it  in  every  ad.  Also  put  it  on  station- 
ery and  all  apparatus. 

Don't  be  a  spasmodic  advertiser.  It  is  the  constant 
dripping  of  water  that  wears  away  the  stone. 

Don't  advertise  in  one-time  schemes,  special  issues,  etc., 
and  expect  business  in  return. 

Don't  expect  to  be  always  able  to  check  definite  results. 
If  you  have  no  faith  you  had  better  leave  advertising  alone. 

Don't  overlook  good  will  in  your  business,  and  the  fact 
that  you  can  make  your  advertising  create  good  will. 

Don't  make  your  appeals  in  the  negative,  as  "You  don't 
want  this,"  or  "You  don't  want  that."  The  phrasing  should 
be  positive  and  strong,  as  "You  do  need  this,"  and  "You  do 
need  that." 

You  should  also  avoid  interrogation  if  you  would  make 
your  appeals  strong.  For  example,  "Do  you  not  think  that 
it  would  be  well  to  do  this?"  "Will  you  not  stop  to  con- 
sider?" The  appeal  should  be  positive  and  direct.  "Stop 
to  consider."  "Of  course  you  think  it  would  be  well  to  do 
this  or  that."  Imagine  someone  approaching  you  to  sell 
some  tickets  to  a  charity  supper  and  using  such  an  appeal 
as  "You  don't  want  to  buy  a  ticket  for  this  or  that."  Think 
how  easy  it  is  to  say  "No."  Think,  on  the  other  hand,  how 
much  easier  it  is  to  get  the  response  "Yes"  when  you  say, 
"Of  course  you  want  to  help  out  this  or  that  charity  by 
buying  a  ticket  to  this  or  that  supper."  The  "Yes"  is  al- 
most as  sure  to  come  as  the  "No,"  when  the  right  presenta- 
tion is  used. 

Don't  think  because  you  know  your  business  that  you 
can  also  he  a  top-notcher  advertiser.  The  wise  business  men 
call  in  advertising  specialists  to  prepare  their  advertisements, 
just  as  they  retain  attorneys  to  keep  them  out  of  lawsuits, 
and  patent  lawyers  to  protect  their  patent  rights. 

Finally,  don't  forget  that  advertising  should  portray 
the  sort  of  a  business  house  yours  is.  If  your  advertising 
be  ever  so  good — indicating  order,  soundness  of  credit, 
promptness  of  delivery  of  goods,  quality  of  product — and 
then  in  all  or  some  of  these  things  your  practice  falls  short 
of  your  claims,  the  advertising  stands  out  as  a  glittering  lie. 
Therefore  you  should  strive  just  as  earnestly  to  prove  your 
claim  in  business  practice  as  to  announce  them  in  printers' 
type. 


Notice  was  mailed  under  date  January  15.  by  George 

D.  T^eacock.  sales  manager,  that  (he  Moloney  Electric  Com- 
pany of  ("anada.  Limited,  have  opened  a  branch  office  and 
warehouse  at  Halifax,  N.S.,  for  the  Maritime  Provinces. 
Mr.  E.  .\.  Seath  has  been  transferred  (o  Halifax  from  the 
Montreal  office  and  will  have  charge  of  this  territory. 
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Quebec  Province  Will  License  Electrical  Con- 
tractors—Bill to  be  Introduced  at  next  Session 

Electrical  contractors  in  the  Province  of  Quebec  will  be 
interested  in  a  bill  which  is  to  be  introduced  by  the  Hon.  L. 
\  Taschereau,  Provincial  Minister  of  Public  Works  and 
1  abor,  with  a  view  to  greater  protection  of  public  buildings 
irom  lire.  The  bill  will  compel  the  licensing  of  persons,  and 
iirms  installing  wiring,  electric  lighting,  and  heating  sys- 
tems, the  licenses  to-be  issued  by  the  provincial  government, 
i  Such'  a  regulation  will  involve  examinations  to  determine  the 
c-nipetency  of  'those  requiring  licenses.  Apparently  the  idea 
that  lires  are  often  caused  by  defective  work  m  wiring, 
,  tc,  and  that  certificates  of  competency  will  make  for  more 
efficient  sub-contractors  and  workmen,  and  thus  for  the  bet- 
ter protection  from  hre. 

At  present  there  is  no  system  of  licensing,  compulsory 
or  otherwise,  the  inspection  of  wiring,  etc.,  devolving  on  the 
electrical  inspection  department  of  the  Canadian  Fire  Under- 
writers' Association,  with  the  head  office  in  Montreal.  Ihe 
inspection  of  public  buildings  and  residences  is  supervised  by 
the  department,  under  an  arrangement  with  the  fire  insur- 
ance companies  and  with  the  lighting  and  power  companies, 
and  also,  in  two  or  three  instances,  under  municipal  by-laws. 
The  department  covers  all  the  more  important  places  in  the 
province.  By  the  provincial  building  laws,  it  is  provided 
that,  at  the  direction  of  the  government  inspector,  a  certili- 
cate'  of  the  underwriters'  bureau  must  be  pfoduced  in  the 
rase  of  moving  picture  houses  and  theatres. 

It  is  possible,  under  the  present  arrangement,  for  altera- 
tions to  be  made  to  residences  without  the  knowledge  of  the 
insurance  companies,  although  in  the  case  of  public  build- 
ings the  periodical  inspections  constitute  a  safeguard  against 
this  sort  of  thing. 

Many  of  the  substantial  contracting  firms  have  advocated 
the  compulsory  licensing  of  contractors  and  workmen  as  the 
only  method  by  which  competent  men  can  be  trained,  and 
also  by  which  incompetent  men  can  be  barred  from  starting 
m  business.  Any  wireman.  with  only  the  most  elementary 
knowledge,  can  now  set  up  as  an  electrical  contractor,  with 
the  result  of  poor  work  and  of  ruthless  cutting  of  prices. 


■n  advance,  and  that  it  should  govern  the  efforts  of  the  re- 
t  uler  at  the  various  seasons  of  the  year.  Special  attention 
has  been  paid  to  two  general  principles,  (l)-that  there  is 
one  or  more  seasons  in  the  year  in  which  each  individual 
item  is  more  saleable  than  at  any  other  time,  and.  (2)  that 
,x>rv  itnn  of  merchandise  should  receive  its  just  share  of 

^ales  ctfuvt. 

This  schedule  does  not  necessarily  mean  that  these  items 
must  be  advertised  extensively;  that  will  depend  on  the  deal- 
er's own  judgment.  It  does  mean,  however,  that  the  dealer 
knows  in  advance  what  he  is  going  to  concentrate  his  atten- 
tion on  next.  It  means  that  for  the  day  or  week,  as  the  case 
may  be  he  makes  a  special  drive  on  one  particular  line.  At 
least  this  item  will  form  the  basis  of  his  window  display. 
If  he  advertises  in  the  local  papers  it  will  be  the  special 
feature.  In  addition  he  will  display  it  prominently  m  his 
store  and,  possibly,  offer  some  inducement  to  increase  his 
sales  in  that  particular  article.  For  example,  a  customer 
may  come  in  to  buy  an  iron  but,  seeing  a  special  display  of 
toasters,  may  be  attracted  to  purchase  one  of  them  also. 

Even  if  the  plan  does  nothing  more  than  lead  the  dealer 
to  plan  "ahead"  and  carry  on  his  merchandising  systematic- 
ally, the  preparation  of  such  a  schedule  is  well  worth  the 
effort. 


A  Yearly  Sales  Schedule  for  the  Man  Who 
Looks  Ahead  and  Plans  Accordingly 

The  Westinghouse  Company  recently  compiled  the  sam- 
ple yearly  schedule  reproduced  below,  for  the  guidance  of 
retailers  of  electrical  appliances.  The  underlying  idea  is  that 
such  a  schedule  should  be  prepared  for  the  whole  year,  well 


Toronto  Electrical  Contractors  Hold  Success- 
ful January  Meeting 

The  regular -  monthly  meeting  of  the  Toronto  Electrical 
Contractors'  Association  was  held  on  January  10.  About  fifty 
members  attended  the  dinner  and  this  number  was  con- 
siderably augmented  during  the  evening.  As  previously  an- 
nounced, it  was  a  sort  of  "Members'  Night,"  the  main  pro- 
cxram  taking  the  form  of  a  description  of  original  ideas  and 
ways  of  overcoming  difficulties  met  with  by  members  m 
the  ordinary  pursuit  of  their  business.  A  number  of  very 
helpful  ideas  were  broifght  to  light,  from  a  description  by 
Mr.  Rooke  of  his  latest  form  of  switch  box  to  Mr.  Daven- 
port's explanation  of  the  use  of  vinegar  in  loosening  cor- 
roded nuts,  screws,  etc. 

The  February  meeting  will  be  held  on  Thursday,  Febru- 
ary 7,  when  Mr.  Beach  will  explain  to  the  members  a  shnple 
method  of  accounting,  suitable  for  the  needs  of  a  majority 
of  the  meihbers. 

Don't  forget  the  date  of  the  meeting— February  7th; 
or  the  place— the  Carls-Rite;  or  the  hoiir— 7.30  sharp.  A 
proper  system  of  accounting  may  easily  save  any  member  the 
price  of  his  association  expenses  many  times  over. 


YEARLY 


JANUARY 

1  I  ?  I  3  I 
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FAUS 
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WARMING  PADS 
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MILK  WARMERS 


WASHING  MACHINES 
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SEW  MOTORS 


RANGES 
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VARIOUS  TYPES 
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Geyser  Electric  Washing  Machine 

The  ilhistration  hcrcwilh  shows  the  "Geyser"  electric 
household  macliine  manufactured  by  the  Onward  Manufac- 
turing' Company,  of  Kitchener,  Ont,  The  principle  of  this 
machine  is  that,  by  means  of  a  hiifh  speed  propeller  in  the 
bottom  of  the  tank,  hot  suds  are  forced  throu.uli  the  clothes 
which  are  contained  in  a  constantly  revolving  cylinder.  It 


is  claimed  by  the  manufacturers  to  be  very  compact,  simple 
in  construction,  light  weight,  noiseless  in  operation  and 
attractive  in  appearance.  Above  all,  it  is  said  to  wash  the 
clothes  absolutely  clean  without  any  wear  on  the  clothes. 
The  washer  is  made  in  three  sizes,  with  swinging  or  sta- 
tionary wringer. 


Hubbell  Current  Tap 

The  convenience  of  the  current  tap  used  in  connection 
with  socket  ou/tlets  is  becoming  so  fully' recognized  that  Har- 
vey Hubbell,  Inc.,  are  supplementing  their  standard  single 
outlet  current  tap  with  a  new  one  providing  two  plug  outlets 

in  addition  to  the  lamp  outlet.  This  device  is  constructed 
throughout  of  porcelain,  is  fitted  with  shade  holder  groove 
and  slots  so  designed  as  to  accommodate  any  one  of  their 
different  styles  of  interchangeable  plug  caps.  The  new  de- 
vice is  known  as  current  tap  No.  6553. 


A  new  catalogue,  No.  47901.  has  just  been  distributed  by 
the  Canadian  General  Electric  Company,  on  Sprague  panel 
boards  and  cabinets.  This  catalogue  is  70  pages  of  8  in.  by 
10  in.  size,  giving  in  most  complete  form  all  data  and  infor- 
mation necessary  for  panel  boards. 


The  Crouse-Hinds  Company  of  Canada,  Limited,  have 
issued  an  illustrated  folder  entitled  "Condulet  Suggestion 
Xo.  1."    This  will  be  followed  by  others  of  the  same  series. 


Superior  Electrics 

As  recently  announced,  a  new  manufacturing  concerr 
operating  under  the  name  "Superior  Electrics"  has  com- 
menced operations  in  Pembroke,  Ont.  Electric  household 
appliances  of  various  kinds  will  be  placed  on  the  market  to 
\)v  added  to  as  business  conditions  demand.  Already  such 
every-day  devices  as  irons,  toasters,  toaster-stoves  and  heat- 
ers are  on  sale.  Mr.  Charles  E.  Breckenridge.  formerly  of 
the  Renfrew  Electric  Company,  is  managing  director  and 
thus  l)rings  to  bear  a  wide  experience  in  the  management 


of  this  particular  line  of  business.  The  heater  illustrated 
herewith  is  one  of  their  several  lines  that  have  already 
established  themselves. 


Hart  Accumulator  Company  Have  a  Bumper  Year 

The  Canadian  Hart  Accumulator  Company,  Limited,  St. 
Johns,  P.Q.,  report  a  very  successful  year  during  1917.  In 
their  Stationary  Battery  Department  the  works  have  been  on 
overtime  itiost  of  the  year,  carrying  out  orders  for  large  bat- 
teries for  submarines,  transports,  wireless  stations,  telephone 
exchanges  and  town  lighting.  The  Train  Lighting  Depart- 
ment has  also  had  a  most  successful  year,  having  obtained 
orders  from  the  C.  P.  R.  and  G.  T.  R.  for  electric  lighting 
equipments  for  their  dining  cars,  sleepers,  etc.  The  greatest 
advance,  however,  has  been  made  in  the  Automobile  Self- 
Starting  and  Lighting  Battery  Department.  Mr.  Geo.  Arch- 
deacon, A.M.I.E.E..  general  manager  of  the  company,  has 
given  special  attention  to  developing  the  M.  S.  L.  Battery, 
and  has  concentrated  on  its  production.  He  reports  that  his 
labors  in  this  direction  have  resulted  in  a  most  gratifying 
success,  as  during  the  1917  season  over  3.000  batteries  were 
sold  throughout  the  Dominion.  The  company  state  that  their 
strong  card  is  "Deliveries."  as  they  can  make  shipment  within 
30  minutes  of  receipt  of  order. 


Automatic  Electric  Iron 

An  electric  iron  equipped  with  a  switch  which  opens  auto- 
matically when  the  iron  is  not  in  use.  is  announced  by  a 
United  States  manufacturer.  A  switch  button  is  located  in 
the  forward  part  of  the  handle,  just  where  the  thumb  ordin- 
arily rests.  Under  normal  ironing  conditions,  the  thumb 
presses  against  the  switch  button  and  keeps  the  iron  in 
circuit;  removing  the  thumb  cuts  it  out  of  circuit.  By  means 
of  this  switch  button,  the  current  may  be  cut  in  and  cut 
out  at  will  by  the  operator,  merely  by  moving  the  thumb. 
This  will  be  found  convenient  when  ironing  lighter  fabrics, 
the  heat  being  shut  off  when  not  needed  to  prevent  scorching. 


Fans — The  Robbins  &  Myers  Company  arc  distrilniting 
Catalogue  No.  1117.  dated  January  1.  1918,  describing  and 
illustrating  their  line  of  non-oscillating,  oscillating,  ceiling 
and  ventilating  t'ans  and   hat  cleaning  motors. 
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A  High  Voltage  Series  Relay 

The  Canadian  General  Electric  Company  has  recently 
made  several  improvements  in  its  high  voltage  series  relay 
used  for  the  automatic  tripping  of  oil  circuit  breakers.  As 
lUustrated.  the  mechanism  of  the  relay  consists  of  two  mam 
ekments,  joined  by  a  wooden  rod.  The  upper  element— sole- 
noid counterbalancing  weight,  and  a  mechanism  for  trans- 
milting  the  motion  of  the  solenoid  plunger  to  the  operatmg 
rod— is  mounted  on  a  high-tension  insulator  and  isolated  from 
around.  The  lower  element— relay  contacts,  cover  for  con- 
Tacts    calibrating  parts— and  time  limit   arrangement  when 


used— is  mounted  below  the  upper  element.    The  solenoid  is 
connected  in  series  with  the  circuit,  and  one  end  of  the  coil 
is  electrically  connected  to  the  solenoid  frame  to  avoid  static 
stresses.    The  solenoid  coil  and  mechanism  do  not  require 
adjustment  after  installation,  and  thus  are  not  a  source  ot 
danger  to  the  attendants.    When  the  solenoid  or  relay  oper- 
ates" the  motion  of  the  plunger  is  transmitted  through  the 
wooden  operating  rod  to  a  set  of  double-break  switch  con- 
tacts which  close  when  the  solenoid  plunger  rises  because  oi 
overload  or  short  circuit  and  open  again  by  the  weight  of  the 
plunger  when  these  abnormal  conditions  are  removed.  The 
oil  circuit  breaker  tripping  circuits  are  the  same  as  when  the 
more  common  secondary  relays  are  used  with  circuit  closing 
contacts.    The  current  adjustments  and  the  time  delay  set- 
ting are  made  at  the  lower  end  of  the  operating  rod,  and  of 
course  in  safety  to  the  operators.    The  relay  is  calibrated 
from  normal  to  three  times  normal  current.    Current  calibra- 
tion is  made  by  the  sliding  weight.    Time  delay  adjustment 
is  made  by  an  oil  dash  pot  shown.   When  instan.taneous  oper- 
ation of  the  relay  is  desired,  the  time  delay  features  are 
omitted.    Contacts,  mechanism,  solenoids  are  the  same  for  all 
voltages— that  is,  from  15,000  upward— but  the  coils  vary  in 
capacity  according  to  the  normal  ampere  capacity  of  the  line. 
The  insulators  for  mounting  the  solenoid  will  vary  according 
tn  the  line  voltage  and  the  factor  of  safety  required. 


„uim  amount  ol  crane  handling.  One  sulul.un  ot  the  pro- 
blem would,  of  course,  be  to  locate  a  panel  outlet  of  a  suit- 
able type  wherever  it  is  anticipated  that  electric  welding 
might  be  desired.  However,  this  is  rather  an  expensive  pro- 
position, and  many  electrical  engineers  would  prefer  to  ac- 
complish the  same  result  in  a  simpler  manner.  A  recently- 
developed  portable  outlet  panel  manufactured  by  the  W  est- 
inghouse  Electric  and  Manufacturing  Company  takes  care  of 
this  situation  with  a  minimum  of  expense  and  with  all  the 
simplicity  of  the  familiar  distributing  system  for  storage  bat- 
tery charging.  ■  ,    ,    i  . 

Two' types  of  portable  outlet  panels  are  furnished,  both 
being  mounted  on  light  trucks.    They  consist  of  a  control 
panel  mounting  a  handle  trip  railway  type  circuit  breaker 
having  overload  release,  with  magnetic  Ijlovvout,  and  a  i:!- 
point  face  plate  connected  to  a  resister  mounted  in  the  rear 
of  the  panel.    The  face  of  the  panel  is  protected  by  a  metal 
cover,  thorough  which  the  handles  of  the  rheostat  and  circuit- 
breaker  project.    The  resister  is  made  up  of  grids,  and  is  pro- 
tected by  :i  cage  of  expanded  metal.    Type  E  .panel  is  intended 
for  metal  electrode  welding  only,  having  a  capacity  of  from 
80  to  170  amperes.  With  this  outfit  one  metal  electrode  holder 
and  one  shield  are  supplied.    For  a  wider  range  of  work  a 
Type  F  panel  should  1)e  used.    This  will  handle  metal  elec- 
trode work  from  80  to  160  amperes,  and  light  graphite  elec- 
trode work  up  to  300  amperes.    The  outfit  includes  one  metal 
electrode   holder,  one   graphite   electrode   holder,   and  one 
mask. 

In  installing  an  electric  welding  system  using  these  port- 
able panels,  the  best  method  is  to  place  a  Westinghouse  arc 
welding  motor  generator  set  at  some  central  point.  Where 
suitable  low  resistance  ground  connection  can  readily  be 
made  throughout  the  shop,  as,  for  instance,  where  metal  floors 
or  cast-iron  bedplates  are  in  general  use  or  in  a  railway  shop 
where  the  track  system  can  be  used,  only  one  connector  need 
be  extended  to  the  various  receptacles.  The  iron  floor  plates 
may  be  arc-welded  to  each  other  and  isolated  sections  tied 
together  by  an  iron  rod  or  heavy  copper  cable,  while  the  track 
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Portable  Outlet  Panels  for  Electric  Welding  Service 

For  an  electric  welding  outfit  to  be  of  its  maximum  ser- 
vice it  must  be  so  arranged  that  it  can  be  taken  to  the  work, 
no  matter  where  it  may  be  located.  I'or  in.slance,  in  a  rail- 
road shop  there  should  be  outlets  adjacent  to  each  stall^  in 
the  roundhouse,  one  or  more  on  the  washing  tracks  outside, 
and  others  in  places  through  the  shop.  In  a  boiler  shop  there 
should  1)e  an  outlet  on  every  other  column,  and  in  a  large  ma- 
chine shop  ther-j  should  be  an  outlet  adjacent  to  each  of  the 
larger  machines,  in  order  that  work  may  be  done  in  filling  up 
blowholes  and  other  defect?  on  large  castings  with  the  mini- 


rails  may  be  bonded  by  arc-welding  the  lish-plates  to  the 
rails.  Receptacles  should  then  be  provided  at  suitable  points 
throughout  the  shop  of  a  capacity  appropriate  for  the  service 
for  which  they  are  intended.  These  rceptacles  may  readily  be 
mounted  out  of  doors  if  they  are  provided  with  protection 
from  the  weather.  Only  single-pole  receptacles  and  a  single 
wire  cable  to  the  portable  panel  need  be  provided.  This  cable 
should  be  of  sufificient  length  so  that  the  panel  may  be  placed 
as  near  as  possible  to  the  work  in  order  to  save  steps  and 
valuable  time  for  the  welding  operator.  The  flexible  cable 
leading  from  the  panel  to  the  electrode  holder  should  be  as 
short  as  is  consistent  to  the  class  of  work  to  be  done. 

Where  metal  floors  or  tracks  are  not  available,  the  ordin- 
ary two-wire  system  of  distribution,  witii  double-,pole  outlets 
and  two-wire  cables,  should  be  provided. 


Ill 
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To  Patch  Japan-Finished  Surfaces 

\\  lun  the  lihiok  enamel  or  japan  I'misli  on  niolors,  i^en- 
craiors.  or  in  Tact  any  electrical  apparatus,  Iia-,  rliippid  off  or 
has  been  knockeil  off  by  rou!>-h  nsajic.  common  lihu  k  paint  is 
often  used  to  cover  up  the  spots.  Such  pamliti  paUlus  arc 
scratched  easily  and  soon  lose  ihcir  lusur.  A  much  licttcr 
substitute  can  be  secured  1)>-  usiu.L;-  tlie  followin-;  mixture: 
Asphalt,  one  pound:  lamp  l)l,-ick,  one-(piartcr  pound:  resin, 
one-half  pound;  spirits  of  turpentine,  otU'  (piart,  and  enou.sih 
linseed  oil  to  make  the  lamphhick  into  a  paste  l)efore  niix- 
ini;-  it  with  the  other  ingredients.  Mix  thoron.L;hly  and  apply 
with  a  varnish  brush. — Electrical  .Review. 


"Contact" — A  New  Westinghouse  Dealer  Magazine 

To  stimulate  dealer  interest  and  ci:)-oi)eration,  the  West- 
inghouse Electric  and  Mann  fact  urin  t;  Company  lias  begun  the 
issuance  of  a  monthly  publication  this  month.  T^liis  new 
paper  is  to  be  known  as  "tOntact,"  and  is  the  same  size 
as  the  Saturday  Evening  l'M>t,  to  permit  effective  display 
of  its  contents  and  full  scale  reproduction  of  advertisements  in 
nation'al  mediums.  The  new  ma,gazine  will  replace  the  West- 
inghouse company's  monthly  "Merchandising  Calendar,"  and 
also  the  special  puldications  distributed  on  merchandising 
campaigns,  which  are  issued  from  time  to  time  throughout 
the  year.  The  intention  is  to  make  "Contact"  a  clearing  house 
of  ideas  for  Westinghouse  distributors.  Whether  these  ideas 
cover  window  display,  stock  accounting,  stock  arrangement, 
canvassing  or  any  merchandising  problem,  they  will  be  wel- 
come in  its  columns.  New  sales  ideas,  successful  campaigns, 
plans  for  more  business,  for  bigger  profits,  for  better  ser- 
vice from  employees  are  being  solicited  by  Westinghouse 
representatives  throughout  their  trade.  The  first  issue  con- 
tains articles  on  getting  rid  of  after-Christmas  stock;  bigger 
profits  by  better  planning  of  advertising  according  to  a 
definite  schedule;  sales  letters  that  "bring  home  the  bacon;" 
the  value  of  the  proper  spending  of  our  money  in  winning 
the  war. 


Personals 

Mr.  Philip  Pocock  was  recently  elected  chairman  of  the 
London,  (Jnt.,  pul^lic  utilities  board. 

Mr.  H.  S.  Shearer  has  been  appointed  manager  of  the 
Smith's  Falls  Hydro-electric  System. 

Mr.  R.  H,  Long,  formerly  electrical  superintendent  of 
the  Winnipeg  Electric  Railway  Company,  has  been  appointed 
power  sui)erintendent. 

Mr.  James  Wilson,  assistant  secretary-treasurer  of  the 
Three  Rivers  Traction  Company,  Three  Rivers,  Que.,  has 
been  appointed  secretary-treasurer. 

Mr.  E.  G.  Mack,  managing  director  Crouse-Hinds  Com- 
pany of  Canada,  has  been  elected  a  member  of  the  Council 
of  the  Toronto  Board  of  Trade. 

Mr.  Walter  R.  McRae,  chief  mechanical  superintendent 
of  the  Toronto  Railway  Company,  has  recently  been  elected 
a  member  of  the  American  Institute  of  Electrical  Engineers. 

Mr.  W.  R.  Way,  Montreal,  of  McGill  FTniversity,  has 
been  awarded  the  Student's  Prize  of  the  Canadian  Society 
of  Civil  Engineers  for  a  paper  on  "Tii'-iilati  d  Power  Cables." 

Lieut.-Col.  C.  H.  Mitchell  has  been  mentioned  for  the 
fourth  time  in  despatches  and,  simultaneously,  it  is  announced 
that  he  has  been  awarded  the  Croix  de  Guerre  by  King  Al- 
bert of  Belgium  on  the  occasion  of  his  recent  removal  to 
the  Italian  theatre  of  the  war. 

Major  George  C.  Royce  has  lieen  appointed  Commandant 
of  the  Canadian  Hospital  at  Bromley,  Eng.  Major  Royce  re- 
cently relinquished  the  rank  of  Colonel  in  order  to  .get  over- 
seas. For  some  time  previously  he  had  been  in  command 
of  the  intermeivt  camp  at  Kapuskasing,  Out. 


Mr.  Howard  Murray  has  been  made  an  officer  of  the  new 
Order  of  llie  Uritish  Empire.  Mr.  Murray  was  for  many 
year^  eonnected  with  the  Shawinigan  Water  and  Power  Com- 
l>auy,  as  treasurer  and  vice-president.  Several  months  ago 
he  accepted  a  position  with  the  Imperial  Munitions  Board, 
Ottawa. 

Mr.  Guy  E.  Tripp,  of  Xcw  York,  heretofore  chairm.an  of 
the  Westinghouse  Electric  and  Manufacturing  Company,  has 
been  appointed  by  the  War  Department  as  chief  of  the  pro- 
duction division  of  the  Ordnance  Department,  entrusted  with 
tlie  task  of  supervising  and  stimulating  the  production  of  all 
ordnance  supplies.  Mr.  Tripp  has  been  given  a  commission  ' 
as  coloiiel. 

Mr.  Charles  F.  Gray,  M.I. EE..  M.A.I.E.E..  consulting 
electrical  engineer.  Winnipeg.  Man.,  was  again  elected,  at 
the  last  civic  election,  to  the  position  of  Controller,  in  charge 
of  Street  Commissioner's  Department.  Fire  Department. 
Civic  Offices,  Assessment  Department.  Building  Inspection. 
Library  and  Public  Baths.  At  the  organization  meeting  of 
the  Council  Mr.  Gray  was  also  placed  on  the  Police  Com- 
mission. 

Mr.  Frank  D.  Laurie  has  been  appointed  manager  of  the 
Hamilton  branch  of  the  Bell  Telephone  Company,  in  succes- 
sion to  the  late  Mr.  G.  D.  Richmond.  Mr.  Laurie  has  been 
manager  of  the  company's  branch  at  Chatham,  in  wdiose  muni- 
cipal life  he  took  an  active  part,  having  been  chairman  of  the 
Board  of  Education  and  also  alderman.  He  is  succeeded  at 
Chatham  by  Mr.  R.  L.  Stratton.  manager  of  the  company's 
Owen  Sound  exchange. 

Lieut.-Col.  Campbell  Stuart,  of  Montreal,  has  received  the 
title  of  Knight  Commander  of  the  Order  of  the  British  Em- 
pire. He  is  vice-chairman  of  the  London  headquarters  of  the 
British  Mission  to  America.  Prior  to  that  he  was  in  the  em- 
ploy of  the  Bell  Telephone  Company  in  Manitoba,  subse- 
quently becoming  senior  partner  in  the  firm  of  Stuart,  Drink- 
water  &  Hingston,  and  vice-president  and  managing  director 
of  the  A.  B.  See  Electric  Elevator  Company  of  Canada,  Mont- 
real. After  joining  the  Irish-Canadian  Rangers  as  captain  he 
was  promoted  to  lieutenant-colonel  and  sent  to  Washington 
as  an  attache  of  the  British  War  Mission. 


Obituary 

Mr.  George  Kenric  Boright.  formerly  on  the  staff  of  the 
Canadian  A\'estinghonse  Company,  died  on  Januarj^  xo,  at  the 
home  of  his  parents,  Cowansville.  P.Q..  aged  33  j^ears.  He 
graduated  at  McGill  in  1910,  ranking  second  in  the  electrical 
engineering  class  of  that  year.  Mr.  Boright  spent  about  a 
year  and  a  half  at  the  works  of  the  Westinghouse  Company. 
Hamilton,  and  later  was  transferred  to  Montreal,  where  for 
three  and  a  half  years  he  was  on  the  technical  staff.  He  was 
ill  for  several  months,  suffering  from  tuberculosis,  and  in 
September  went  to  the  Laurentian  Mountains. 

Mr.  Charles  B.  Ellis,  superintendent  of  supply  sales  of 
the  Canadian  General  Electric  Company,  Montreal,  died  in 
the  Homeopathic  Hospital,  after  two  weeks'  illness,  aged  41. 
Death  t(d]owcd  an  operation  necessitated  by  an  injury  re- 
ceived in  the  Boer  war.  An  Englishman  bj^  birth,  he  was 
for  m.my  years  connected  with  the  Canadian  electrical  busi- 
ness, holding  a  position  in  the  Northern  Electric  Company 
prior  to  joining  the  Canadian  General  Electric  a  few  months 
ago.  There  was  a  \ery  large  attendance  of  representatives 
of  electrical  interests  at  the  funeral. 


.According  to  ot'ficial  statistics,  during  liUfi  municipalities 
in  tin-  Province  of  Quelicc  increased  their  holdings  in  electric 
plants  from  ^:-?.,sfi7,S0i  to  $4,1 0:), 001.  while  those  in  telephone 
systems  declinid  from  $;>07,230  to  $75,10,5. 
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PHILUPS'  CABLES 

supplied  to  the  Toronto  Hydro  Electric  System 


1^ 


These  illustrations  show  cross  sections  in  the  oH.nal  s.e  ^^^^^.^  ::':^tZZ 
T.H.E.  System  and  reordered  by  them       J-^^^.^ate"  ^^^^^^  dielectric  on  each  conduc- 

Conductors  composed  of  37  strands  each^  .082  in.  ^'^^et^^,  O^^^^H  diameter,  2.61  m., 

tor,  .210  in.    Thickness  in  belt,  .210      /hjckness  of  lead  ^^-th    1«  ^^^^^  ^^^^^ 

250,000  CM.  Three  Conductor,  Paper  Insulated,  and  P^^^ Telephone,  Telegraph,  etc. 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  i^ign  g, 

Write  us  for  detailed  information. 

NOTE.-Specification  of  cable  i"  left-hand  cut :  3  /0  and^  S. 
Three  conductor  Each  <=°"ductor  19  strands  'thickness  of  dielec 
Thickness  of  dielectric  on  each  'jf ^       ;„     Overall  diameter, 

trie  on  belt,  .21  in.    Thickness  of  lead  sheath.  .10  in. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

*  He»d  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


Phillips  Factory 
at  Montreal 
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Current  News  and  Notes 


AUiston,  Ont. 

It  is  i-xpcctcd  tlu'  Hydrn  transmission  line  from  Barrie 
to  Alliston  will  he  eompletcd  as  far  as  Cookstown  shortly 
and  that  it  will  reach  Alliston  early  in  February. 
Bassano,  Alta. 

The  piireliase  of  an  electrically-driven  iniminnu-  unit  is 
uiuler  consideration  1)_\   the  W  ater  WDrks  Department,  Bas- 
sano. .\lta. 
Coleraine,  Que. 

The  I'anadian  (ieneral  Electric  Company  has  obtained 
the  contract  for  the  entire  electrical  equipment  of  the  Ben- 
nett-Martin Asbestos  &  Chrome  Mines,  Limited,  Coleraine, 
P.Q.,  for  which  Mr.  M.  A.  Sammett,  Montreal,  is  the  con- 
sulting engineer.  The  equipment  consists  of  three  300  kv.a. 
self-cooled,  oil-insulated,  43,000  volt  transformers;  one  650 
h.p.;  one  275  h.p.;  one  150  h.p.,  and  one  35  h.p.  induction 
motors;  an  automatic  induction  regulator;  switchboard  pan- 
els for  the  control  of  the  motors,  and  some  miscellaneous 
auxiliary  apparatus.  The  equipment  is  of  30  cycles.  A  trans- 
mission line,  4  miles  long,  will  be  constructed,  the  insulations 
to  be  supplied  by  the  Canadian  Porcelain  Company.  Hamil- 
ton, and  the  wire  by  the  Canadian  Wire  &  Cable  Company, 
Toronto.  A  contract  for  power  has  been  closed  with  the 
Shawinigan  Water  and  Power  Company,  connection  being 
with  a  sub-station  at  Black  Lake,  P.Q. 
Elora,  Ont. 

At  a  recent  meeting  of  the  Elora,  Ont.,  Hydro-electric 
Commission  Mr.  T.  E.  Lipsey  was  elected  chairtnan  for  the 
coming  year.    It  was  reported  that  the  local  system  is  in  a 
splendid  and  paying  condition. 
Eugenia  Falls,  Ont. 

Work  is  progressing  favorably  on  the  extension  to  the 
Hydro  development  at  Eugenia  Falls.  This  work  includes 
the  installation  of  a  4,000  h.p.  unit  and  extension  to  the  power 
house  to  incltide  additional  transformer  capacity  and  switch- 
ing equipment.  It  is  expected  the  new  unit  will  be  in  opera- 
tion within  four  or  five  months. 
Hamilton,  Ont. 

At  a  regular  meeting  of  the  Hamilton  Hydro-electric 
Commission,  held  recently,  Mr.  T.  J.  Stewart  was  elected 
chairman  for  the  year.    The  estimated  annual  revenue  for 
1917  was  .$123,650.  as  compared  with  $74,723  for  1916. 
London,  Ont. 

It  has  been  announced  by  the  London  Public  LTtilitics 
Board  that  plans  have  been  completed  for  a  $60,000  addition 
to  the  Hydro  power  station. 
Montreal,  Que. 

The  Southern  Canada  Power  Company,  Montreal,  are 
contemplating  the  construction  of  about  100  miles  of  high 
tension  transmission  line  and  have  asked  tenders  on  poles, 
cross-arms,  insulators,  cross-arm  braces,  wire  and  other  ma- 
terial. 

Nelson,  B.C. 

The  Waneta  Power  Company,  Limited,  has  been  incor- 
porated with  a  capital  of  $1,500,000;  head  office.  Nelson,  B.C. 
The   new   company   will   take   over   the    development  and 
assets  of  the  Waneta  Development  Company,  Limited. 
Newboro,  Ont. 

The  ratepayers  of  the  village  of  Newboro.  Ont,,  recently 
carried  a  by-law  to  have  their  electric  lighting  brought  in 


from  Bedford  Mills.    A  20-light  incandescent  street  lighting 
system  will  be  installed  in  the  early  spring.     Supplies  re- 
quired by  the  manager  of  the  Newboro  electric  plant. 
Perth,  Ont. 

The  Perth  Hydro  Commission,  recently  organized,  con- 
sists of  Mr.  \Y.  B.  Hart,  as  chairman;  Mr.  J.  H.  Echlin  and 
Mayor  Hands.    Mr.  R.  J.  Smith  is  secretary. 
Petrolia,  Ont. 

The  Hydro-electric  Commission  of  Petrolia.  Ont.,  report 
that  for  the  ten  months  ending  November,  1917,  the  total 
revenue  amounted  to  $15,407,  as  compared  with  $4,739  in  1916. 
Rossland,  B.C. 

The  annual  report  of  the  \\'est  Kootenay  Power  and 
Light  Company  for  the  year  ending  August  31.  1917,  shows 
that  the  net  surplus  amounted  to  $30,930.  as  compared  with 
$70,827  for  1916.  This  was,  however,  after  writing  off  $99.- 
736  for  plant  depreciation  and  providing  $182,666  for  divi- 
dends on  preferred  and  common  shares.  For  the  year  end- 
ing August  31,  1916.  the  revenue  producing  load  was  11.- 
152  h.p.,  and  in  1917,  22.511  h.p.  New  contracts  have  been 
secured  which  promise  to  add  very  substantially  to  the  com- 
pany's earnings. 
Stratford,  Ont. 

The  work  of  building  a  new  26,000  volt  sub-station  at 
Stratford,  Ont.,  and  installing  the  necessary  equipment  is 
practically  completed.  All  municipalities  supplied  from  this 
station  will  receive  their  power  at  26.400  volts  instead  of 
i:i,200  volts  as  at  present. 
Sudbury,  Ont. 

It  is  stated  that  the  impossibility  of  getting  power  at 
less  than  $46  per  h.p.  may  lead  to  the  British-American 
Nickel  Company,  of  Sudlniry,  abandoning  plans  to  erect  a 
nickel  refinery  in  that  district.  The  company,  it  is  further 
reported,  is  looking  to  Ottawa  as  a  possible  site,  where 
the  Hydro  Commission  have  a  surplus  of  power  available  for 
immediate  use, 

Toronto,  Ont. 

Negotiations  are  proceeding  with  a  view  to  the  acquire- 
ment by  the  Hydro-electric  Power  Commission  of  Ontario 
of  the  Essex  County  Light  and  Power  Company's  plant  and 
business  which  is  at  present  owned  by  the  Detroit  Edison 
Company  and  supplies  power  to  Windsor,  Walkerville.  Sand- 
w  icli  and  Esse.x. 

The  Hydro-electric  Power  Commission  of  Ontario  have 
awarded  contracts  for  two  generators  and  turbines  for  the 
extension  of  their  Ontario  Power  Company's  plant  at  Niag- 
ara Falls.  The  generators.  15.000  kv.a.  capacity,  are  being 
supplied  by  the  Canadian  General  Electric  Company.  The 
turliines  have  been  purchased  in  the  United  States  and  will 
be  shipped  immediatel)-. 
Vancouver,  B.C. 

An  electric  lighting  plant  will,  it  is  understood,  be  in- 
stalled at  the  shipbuilding  yards  of  j.  J.  Coughlan  &  Sons. 
\  ancoux  er.  B.C".:  also  twelve  electrically  operated  cranes. 
Winnipeg,  Man. 

(iross  earnings  of  the  Winnipeg  Electric  Railway,  ac- 
cording to  returns  made  to  the  city,  amotmted  to  $1.0S8.- 
756  in  1917,  ])eing  a  decrease  of  $1,322,413.  or  40  per  cent. 
Ihe  municipality  gets  five  per  cent,  on  gross,  or  .$99,437,  be- 
sides $20  on  each  car.    Net  earnings  are  not  yet  available. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
501  Merchants  Bank  Building,  MONTREAL 

591.'  Notre  Dame  Avenue  WINNIPEG 
Noithwestern   Engineering  and   Supply   Co.,   Ltd.,  CALOAKY 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator 
Segments 


THERE  is  a  special  Mica- 
bond  insulation  pre- 
pared for  every  electrical 
condition. 

Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B/P's 
or  samples  and  let 
us  figure  your  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,  Ind. 

Address  Dept.  D. 


?7> 


Make  Stronger  Splices 

Slop  wire  losses  thru  acid  Huxes.  Make  stronger, 
safer  splices  with 


4  forms:  slick,  paste,  salts 
and  liqni 


:;  liiiu-s  stronger  than  acid — 
can't  start  corrosion. 

Sample  for  your  Dealer's  name. 

Houston  &  Co.,  Limited 

Cumberland  Blk.,  WinnipeK 
22  College  St.,  Toronto 
1825   Scarth   St.,  Regina. 

"Tn  the  Soderman's  game  since  '9.'!.' 


BERMICO 

KYANIZED 

CROSS  -  ARMS 
POLES  AND  TIES 


are 


PROTECTED 

FROM  DECAY 

Manufactured  In  Our 
Own  Plant  From  Care- 
fully   Selected  Stock 

Write  for  Samples 
and  Particulars 

BROWN  COMPANY 


FOUNDED  1852 
Formerly  Berlin  Mills  Coirpany 


PORTLAND 


MAINE 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern   Aluminum  Co. 

1305-6  Traders  Bank  Bldg.  ^in^ited 
Toronto,  Ont. 
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ELECTRICIANS 


Sena  $1.50  for  14  Blue  Prints  of  Motor  Wimlings, 
A  C.  single,  two  and  three  phase,  and  U.C. 
Wiodintf  made  easy. 

Elec.  R.  X-  S.  Co.. 

Box  233, 

Sherbrooke,  Que. 


For  Sale  Cheap 


85  K\v.  Westinghouse.  250  Volt,  D.  C.  Generator. 
750  R. P.M.    First  class  condition.   Write  to 

The  KAUFMAN  RUBBER  CO.,  Limited, 

Kitchener,  Ont. 


fROCURED  IN  ALL 
■      ^  COUNTRIES 

LONG  EXPERIENCE 
IN  PATENT  LITIGATION 

I    SEND  FOR  HAND  BOOK 

lATENTS™ 

RIDOUT  &  MAYBEE 


FOR  SALE 
IMMEDIATE  DELIVERY 


NEW  and  USED 


MOTORS 


No.  n.r.  Phase  Cycle 


85 
20 
5 
75 
30 
20 
20 
15 
200 
300 


25 
25 
25 
60 
60 
60 
60 
60 
60 
60 


Volt 
550 
550 
550 
550 
550 
220 
220 
220 
2200 
2200 


Speed  Maker 

500  C.aE. 

710  Wstgh. 

1400  T&H. 

900  C.G.E. 

900  C.G.E. 

1700  Wstgh. 

1200  C.G.E. 

1120  Wstgh. 

514  C.G.E. 

600  Wstgh. 


LAMPS 

NITROGEN  and  TUNGSTEN 

Write  for  Lowest  Cash  Prices 

High  Efficiency  Lamp  Co. 

414  Yonge  Street    -    TORONTO,  ONT. 


(Synchronous). 


GENERATORS 

No.  K.V.A.  Phase  Cycle    Volt  Speed 

2  625       3  60       2200  225 

1  275       3  25       6600  375 

1  150       3  60    2200/550  600 

1  100       3  60        550  900 

1  75      3  60    2200/550  900 

1  50       3  60        550  1200 

1  25  D.C.                125  1100 

2  20  D.C.  125  550 
1  17  D.C.  125  1100 
1  121/2  D.C.  125  1100 
1  5  D.C.               125  1100 


No.  K.V.A. 

2  60 
2  15 
2  10 


TRANSFORMERS 

Phase  Cycle  Volt 

1  60  10,000/2200 

1  60  2200/110/220 

1  60  2200/110/220 


Maker 
C.G.E. 
Wstgh. 
C.G.E. 
C.G.E. 
Wstgh. 
C.G.E. 
Wstgh. 
Wstgh. 
Wstgh. 
Wstgh. 
Wstgh. 


Maker 
C.G.E. 
C.G.E. 
C.G.E. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

for    Immediate  Delivery 


Write  for  Complete  Lists 

If  you  are  in  the  market  to  buy  or  sell 
power  equipment,  write — 


■vo. 

H.P. 

Phase 

Cvcle 

Volts 

Speed 

Maker 

1 

50 

3 

25 

550 

850 

Westg. 

2 

50 

3 

25 

550 

750 

C.  G.  E. 

1 

40 

3 

25 

550 

750 

C.  G.  E. 

1 

25 

3 

25 

2000 

90O 

C.  G.  E. 

1 

20 

3 

25 

550 

1440 

J.  &  M. 

1 

20 

3 

25 

550 

750 

C.  G.  E. 

2 

10 

3 

25 

550 

750 

C.  G.  E. 

1 

7}. 

i  3 

25 

550 

1400 

Westg. 

1 

7J 

■i  3 

25 

550 

720 

Westg. 

7J 

<  3 

25 

550 

750 

C.  G.  E. 

0 

5 

3 

25 

550 

1440 

Excelsior 

4 

3 

25 

550 

1400 

Excelsior 

i 

3 

3 

25 

550 

750 

C.  G.  E. 

1 

2 

3 

25 

550 

1400 

Excelsior 

1 

2 

3 

25 

550 

750 

C.  G.  E. 

1 

1 

3 

25 

550 

1450 

Excelsior 

Write  Us  for  Prices 


59  Yonge  Street  E.  A.  LOWRY  H.  W.  PETRIE,  Limited 

TORONTO        -        ■       -         CANADA     209  King.  St.   -   GUELPH,  ONT.    Front  St.  We.t  -         Toronto.  Ont. 


ATTENTION! 

CANADIAN-MADE  SWITCH  PLATES 


We  are  in  a  position  to  quote  attractive 
prices,  and  deliveries,  on  any  quantity  of 
single  gang  flush  switch  plates. 

In  times  like  the  present,  why  send  your 
money  out  of  Canada?  Besides  getting  goods 
that  are  Canadian-made,  and  keeping  the 
money  in  the  country,  you  can  get  from  us 
products  that  are  equal,  if  not  superior,  to 
those  that  are  imported. 

Write  us  for  samples  and  prices. 


No.  7054 


W.  H.  BANFIELD  &  SONS,  LTD.,  TORONTO,  CAN. 

Largest  Manufacturers  and  Jobbers  of  Electrical  Fixture  Parts  and  Fittings  in  Canada 
City  Sale.  Office:  120  Adelaide  St.  W.  Adel.  104  General  Office  and  Factorie.:  370-386  Pape  Ave 
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MOTORS 

FOR  ALL  CLASSES  OF  CURRENT 
Large  Stock  Carried      Prompt  Shipment 

WRITE  OR  WIRE  US 

We  also  Buy  Used  Equipment.  If  you  have 
any  to  Sell  write  giving  full  particulars  to  — 

i!^  FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 


3  Phase,  25  Cycle,  220  Volt 
MOTORS 

Now  Ready  for  Immediate  Delivery 

No  H.P.  Make  Speed  Type 

1  50  Allis-Chalmers    750 

1  50  General  Electric   500  K 

1  50  General  Electric   750  K 

3  10  General  Electric   750  K 

3         5  General  Electric   1500  KT 

Ready  for  Delivery  in  February 

No.  H.P.  Make  Speed  Type 

1  200       General  Electric   750  K 

1  150       Westinghouse   485  C 

1  100       General  Electric   500  K 

1  100       General  Electric   750  K 

2  60       General  Electric    750  K 

3  35       General  Electric   750  K 

1  35  Westinghouse   1400  CCL 

5  35  General  Electric   750  K 

3  20  General  Electric   750  K 

1  15  General  Electric   750  K 

6  10  General  Electric   750  K 

8        5       General  Electric   1500  KT 

11         3       General  Electric   1500  KT 

6         3       General  Electric   1500  KT 

JOSEPH  MYERSON 

274  Commercial  St.  -  BOSTON,  MASS. 


Mica  Insulation 

We  manufacture  everything,  including:— 
Tubes,     Motor  Rings,  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut)  Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Selections  from  Our  Stock  of 
Motors 


3  PHASE,  60  CYCLE  MOTORS 

Ou.  H.P.  Make        Volts  Type  Speed  1 


2 
1 
1 
1 
2 
V, 
1 
1 
2 
4 
1 
2 
2 
.•5 
4 
2 

30 


'A 
1 
2 
50 
3 
3 
3 
3 
2 
3 
3 
3 
5 


G.E.NEW... 
Fbks.  M.  . 

Wstgh  

G.E  

R&M  NEW 


110  KT 

440  B 
440  CS 
220  M 
220 


Wstgh.  New  2;iO  CS 


Cr.Wh  220 

Fbks.M.  ...  220  B 

G.E   220  KT 

G.E   220  KT 

G.E   220  KT 

G.E   220  KT 

G  E.NEW.  .  220  KT 
Wstgli.  New  220  CS 
G.E.NEW.  .  220  KT 

Wstgh   220  CCL 

G  K  550 
Tt-^-IS  Cr.WhV.  220/440  865/1735 
5     7^  G.E.NEW.  .  220  KT  1800 
G.E.NEW.  .  220  KT 

G.E   550  KT 

G.E.NEW.  .  220  KT 
G.E.NEW  .  220  KT 

Wstgh   220  CCL 

WstRh   220  CS 

Cr.Wh.  .  . .  550  Q 


1800 
1200 
1120 
!)00 
1150 
1130 
1720 
1200 
900 
1800 
900 
1200 
1800 
1130 
1200 
850 
1200 


Qu.  H.P.     Make     Volts  Type  Speed 

1    35     G.E               220  KT  600 

1    35      G.E                  220  KT  720 

1    40  Wagner 

NEW.  220/440  BP  850 

40      Fbks.M.   .    .  220  900 

40      G.E.NEW  .  220  KT  1200 

50     Triumph  .  .  220  720 

50      G.E.NEW.  .  220  KT  900 

50      G.E.NEW  .  440  KT  900 

50     G.E.NEW.  .  220  KT  1200 

75      G.E.NEW  220/440  K  900 

1  125      G.E  2200  L  600 

1  1.50      Wstgh.  New  440  CW  fi95 

1  200     Wstgh.  .  .  2200  CCL  580 
1  263     G.E.  Synch,  with 
direct  connected 

e.xciter            2200  6G0 


7'/2 
7/2 

I'A 

10 
10 
10 
10 
15 
15 
20 
20 
20 
20 


50  20 
29  25 

1  25 

2  30 
1  35 


R&M    220 

Fbks.M.  220/440  KBV 
Cr.Wh..  220/440 
Triumph  220/440 
Wstgh.    .    .  220  CS 
Fbks.M.  .  .  220  B 
Fbks.M.   220/440  KBV 
Wagner.  220/440  BP 

G.E   220  M 

WagnerNEW  220 
Triumph  220/440 


1200 
1800 
900 

I. «00 
1700 

II. 50 
1800 
1150 
1200 
1200 

900 
1160 
1200 
1200 
1120 
900 
850 
900 


3  PHASE,  25  CYCLE  MOTORS 


1 

5 

G.E.    .    .  . 

220 

KT 

750 

1 

12H 

G.E.elev.type 

high  torque 

220 

KTE 

750 

1 

15 

Wstgh.    .  . 

440 

CS 

730 

6 

15 

Allis-Ch.  .. 

220 

750 

1 

15 

Fbks.M.  .  . 

440 

B 

750 

7 

20 

Allis-Ch.    . . 

220 

750 

2 

20 

G.E  

440 

K 

750 

6 

25 

G.E  

440 

K 

750 

1 

50 

Allis-Ch.  in- 

termittent 

duty,  si.  rg. 

drum  control 

ler  

440 

500 

1 

55 

Wstgh. si. rg. 

30  cycles. 

complete. 

440 

860 

1 

-60/4 

5/.30  G.E.  440 

500/375/250 

GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms: 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


We  Offer   For  Sale 

the  following 

SECOND  HAND  60  CYCLE  MOTORS 


2—  5  H.P.,  1120  R.P.M.. 
2—  5  H.P.,  1720  R.P.M., 


2  or  3  phase,  Westinghouse 

3  phase,  Westinghouse  CCL, 


1— .30  H.P.,  8.^,0  R.P.M.,  220  V.,  2  Pliase  C  G.E 
1—20  H.P.,  850  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 
3—10  H.P.,  1120  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 
220  v.,  2  Phase  Westinghouse,  CCL 
220  v.,  2  Phase  Westinghouse,  CCL 
2  H.P.,  1720  R.P.M.,  220  V.,  2  Phase  Westinghouse,  CCL 

1—  2  H.P.,  1720  R.P.M.,  any  volt,  2  or  3  phase,  Crocker  Wheeler 
to  be  wound. 

3—  1  H.P.,  1720  R.P.M.,  any  volt, 
CCL,  to  be  wound. 

2—  10  H.P.,  1120  R.P.M.,  any  volt, 

with  Star  Delta  Switch. 

1—  20  H.P.,    850  R.P.M..  220  V.,  3  Phase  Westinghouse,  CCL 

2—  10  H.P.,  1120  R.P.M.,  220  V.,  3  Phase  Westinghouse,  CCL 
1—  5  H.P.,  1120  R.P.M.,  220  V.,  3  Phase  Westinghouse,  CCL 

1—  5  H.P.,  1720  R.P.M.,  220  V.,  3  Phase  Westinghouse  CCL,  re- 
wound. 

1—  3  H.P.,  1720  R.P.M.,  220  V.,  3  Phase  Westinghouse  C,  rewound. 
1—  5  H.P.,  1720  R.P.M.,  220  V.,  3  Phase  Westinghouse,  C 

25  CYCLE  MOTORS 

1—50  H.P..  750  R.P.M.,  550  V.,  3  Phase,  Can.  Gen,  Elec,  Form  K, 
1_60  H.P.,  750  R.P.M.,  550  V.,  3  Phase,  Crocker  Wheeler. 
l__3i/   K.W.  Motor  Generator,  Westg.,  110  V.,  D.C.,  220  V.,  3 
Phase,  25  Cycles. 


TRANSFORMERS 


2—75  K.W., 
1^0  K.W., 
1^0  K.W., 
I— 2/j  K.W. 


CGE,  H.G.,  60  cycles,  voltage  1040/2080-115/230. 
Packard  R60,  60  cycles,  voltage  2200-220, 
Westg.  C,  60  cycles,  voltage  2200/1100-220/110. 
,  Packard  RIO,  60  cycles,  voltage  1100/2200-110/220. 


Write  for  prices  on  these  or  new  machinery. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  N.,  HAMILTON  Limited 
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OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office. 

THE  LINDSLEY  BROTHERS  CO. 


L 


NELSON,  B.C. 

General  Sales  Office— 72  W.  Adams  St.,  Chicago,  111. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


The  material  of  a  thousand  uses  ' 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 


They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  "^Vest  22nd  Street,  CHICAGO 


cShe  TruFiibull 
Manufacturing 


Tlie  cross  brn 
combination 
tlie  riglit  an 


Trumbull  switch  at  tlie  left  and  the 
4  and  cross  bar  on  the  Switch  at 
lu:  Hard  Fibre. 


Write  for  illustrated  literature 

Not  only  is  Spaulding  Hard  Fibre  a  perfect  and  imi. 
trn.  lible  insulator,  but  it  has  great  mechanical  strengtli 
ind  can  be  machined,  punched,  sawed,  etc.,  which  makes 
it  adaptalile  for  hundreds  of  uses  fully  described  m  our 
illustrated  literature. 

J.  Spaulding  &  Sons  Co. 

Tonawanda,  N.  Y, 

166  Norlh  Clinton  St., 
Chicago,  III. 

Manufacturers  of 
Hard  Fibre  Sheets,   Rods,  Tubes   and  Special 
Shapes  ;    Red,  Black  and  Grey  Colors. 


449  Broome  St. 
New  York  City 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 


Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 
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What  could 
be  more 
simple 


for  starting  a 
motor  than  a 
single  throw 
switch? 
Wagner  type 
BW  (Self-starting)  Polyphase  and  BA  Single- 
phase  motors  require  no  other  apparatus.  Un- 
equalled for  remote  or  automatic  control. 

•J       And  the  Quality  built 
^    into  Wagner  motors 
insures  the  user  again^ 
failure  or  repair  costs 
Ask  for  copies  of  Bulletins  11013  and  11113 

of  Canada  Limited-Montreal 


Power  BIdg.,  Montreal. 


347  Adelaide  St.  W.,  Toronto. 


Tenders 
Wanted 


should  be  advertised  for  in  the 
''Tenders  and  For  Sale  De- 
partment" of  the  Contract 
Record  and  Engineering 
Review.  This  paper  is  the 
"Tender  Ad."  medium  of 
Canada  and  always  brings 
bids  from  the  reliable  con- 
tractors and  supply  houses. 

File  your  plans  for  any 
work  on  which  you  are  invit- 
ing bids,  in  our  offices  at 
Toronto,  Montreal,  Winnipeg 
or  Vancouver. 


Contract  Record 

and  Engineering  Review 
Toronto  Ontario 


NICKEL 


Shot — High  and  low  carbon 
Ingots — Two  sizes,  25  lbs.,  50  lbs. 
ELECTROLYTIC  NICKEL-99.80% 

Prime  Metals  for  the  Manufadure  of  Nickel  Steel, 
German  Silver,  Anodes  and  all  remelting  pur- 
poses.   Our  Nickel  is  produced  as  Rods, 
Sheets,  Strip  Stock,  Wire  and  Tubes 


We  are  SOLE  PRODUCERS  of 
\  this   natural    stronger- than- 

"^Kf£;  T steel,  non-corrodible  alloy. 

Reg.  U.  S.  Pat.  Off. 

Manufadured  forms  are  Rods,  Flats,  Casings, 
Tubes,  Sheets,  Strip  Stock  and  Wire. 

SEND  INQUIRIES  DIRECT  TO  US 

The  International  Nickel  Co. 

43  Exchange  Place,  New  York 


REMEMBER  TO 


9 


.CP 


0- 


A.  H.  WINTER  JOYNER,  LIMITED 

TORONTO  MONTREAL 


r  1 1  i'   1'  r. T'.cr  R  i  r.\  i.  news 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Charles  H.  mUchdl 
Pcrcival  H.  mitcbdl 

Consulting  and  $optrvisin« 
Enginceri 

H\draulic,  Steam  and  Electrical  Power  Plants, 
Industrial  and  Municipal  Engineering. 

Trader*  Bank  Building,  Toronto 


Charles  F.  Gray,  a.i.e.e.,  a.m.i.e.e. 

Consulting  Electrical  Engineer 

Suite  1101  Union  Trust  Bids..  WINNIPEG 

Cable  Address  Telephone 
"Consultation"  Main  9174 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


THEO.    MALM    &  COMPANY 

ENGINEERS 

Electrical  —  Traction  —  Civil 
Structural  —  Mechanical 
Estimates,    Repcrat)s,i    Designs,  Specifica- 
tions, Valuation  of  Railway,  Power,  Light 

and  Industrial  Properties. 
NEW   YORK  TORONTO 
Times  Bldg.  Can.  Pac.  Rly.  Bldg. 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Ga» 

Plans,  Specifications,  Estimates, 
Tests.  Reports  and  Supervision. 
625    Coristine   Bldg.,    MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817        326  W.Craig  St.,  Montreal 


)FiN 

bank.office; 

OOlffiT  HOUSE  a 
"BUG  STOFEflTTINGS 


.H'jrtin&muiit.TU><'<mnL   — TCw 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

COiSfSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  oi  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Kailroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL        STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 


Associates : 


A.  L.  Mudge, 


A.  L.  Mieville 


Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical  ' 

I  ndustrial 

501  Excelsior  Life  Bldg.  TORONTO 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Reeistered  Attorney 

Expert  in  Patents.  Trade  Marks,  Designs, 
Copyrigrhts  and  Infringements.  20  Years'  Ex- 
perience in  Patents  and  Practical  Engineering 
STAR  BLDG.,  18  King  St.  W.,  TORONTO 


STANLEY  LIQHTFOOT 


BEG  D  PATENT  SOL 


AND  ATTORNEY 


LUMSDEN    BLDG.("^V0N0E^)  TORONTO. 


NEW  BOOKLET 


Electrical  Testing 

Laboratories 


'Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Towers  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


Canadian  Inspection  and  Testing 
Laboratories,  Umited 

INSPECTING  ENGINEERS 

Inspection  at  point  of  manufacture  of  Power 

Plant  Equipment,  Wire,  Cable,  etc. 
Head  Office  and  Main  Laboratories  ;  Montreal 

Branch  Offices  and  Laboratories— Toronto. 
Winnipeg,  Edmonton,  Vancouver.  New  Glasgow 


ESTABLISHED  1S40 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  340  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  Rathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  eflfort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  aflfecling  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
througliout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada:  Halifax,  N.S. ;  Hamil- 
ton, Ont. ;  London,  Out. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John.  N.B. ; 
Toronto,  Ont. ;  Vancouver,  B.C.";  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Aha. 

THOS.  C.  IRVING, 
Gen.  Man.   Western  Canada,  Toronto 
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EVERYTHING  IN 


Pole  Line 


Hardware 


and 


Electric  Railway 
Materials 


Acme  Stamping  &  Tool  Works 

Limited 

Hamilton    -  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


POMlNiONlpi^ 

The  Law  of  <he  Hi^Hwaif 


The  diffused  light  through  the 
Dominion  Lenz  makes  night  driving 
safe  and  pleasurable 


All  sizes  carried  in  stock 


Transformer* 


Klein  Tools 


Panel  Boards 
Electric  Heaters 
Meters  PoU  Line  Material  Enclosed 

Motor  Starters     Wires  and  Cables    ""^l  P'"«  F"*'" 
Safety  Service  Boxes 

TRY  US  FOR  SERVICE 


EVERYTHING  ELECTRICAL 


ROSE  &  O^HEARN 


220  King  Street  West 


TORONTO 


THE  BRITISH 
ALUMINIUM 
CO.  LIMITED 

PRODUCERS  OF 
ALUMINIUM 
IN  ALL  COMMER- 
CIAL  FORMS 


CANADIAN   HEAD  OFFICE: 

60  FRONT  ST.  WEST 
TORONTO,  CANADA 


The  increase  in  our 
business  during 
Nineteen  Seven- 
teen proves  con- 
clusively that 

Quality 

is  appreciated  and 
is  the  best  adver- 
tisement. 


Electric  Fixtures 
Beautiful 


Representative — 

Toronto — J.  A.  McKay.  108  Grace  Street. 
Agents — 

Montreal — Armour  Bros. — 122  Board  of  Trade  Building. 
WinnipcR  —  Reynolds  &  Co.— 406  Cnnfcdcr.ition   Life  Building 
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ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Conipany  of  Canada 

ALUMINUM 
British  Akiniinium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered  . 

AMMETERS  &  VOLTMETERS 

Canadian  General  Electric  Company 

Canadian  Westinghou-se  Company 

Ferranti  Electrical  Company  of  Canada 

Hatheway  &  Knott,  Inc. 

Joyner,  Limited,  A.  H.  Winter 

Northern  Electric  Company 

Wagner  Electric  Mfg.  Company  of  Canada 

Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 

Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National   Metal   Molding  Company 

AUTO  STARTERS 

Adams-Eagnall    Electric  Company 

BATTERIES 

Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOILERS 

Waterous  Engine  Works  Company 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 

Canadian  General  Electric  Company 
Electric   Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

Standard  _  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 

Acme  SUmping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.   H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh   Electric  Company 

BUS  BAR  SUPPORTS 

Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Fittings  Company 
National  Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBONS 
Canadian   Westinghouse  Company 


CAR  EQUIPMENT 

Oliio   Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundh   Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

McLennan  &  Company,  K. 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National   Metal   Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 

CONDULETS 

Crouse-Hinds   Company   of  Canada 

CONVERTING  MACHINERY 

Canadian   Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Electric  Fittings  &  Foundry  Company 
Hatheway  &  Knott,  Inc. 
Killark  Electric  Manufacturing  Company 
Northern  Electric  Company 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Spieimann  Agencies,  Registered 

CORDS 

Northern  Electric  Company 

Phillips   Electrical  Works,   Eugene  F. 

CROSS  ARMS 

Berlin  Mills  Company 
Northern  Electric  Company 

CRUDE  OIL  ENGINES 

Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefiferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric    Heating  Company 
Northern   Electric  Company 
Standard  Electric  Stove  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 

Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 
Waterous  Engine  Works  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 

Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hath  ew'ay  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FIXTURE  CHAIN 

McKinnon  Chain  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott.  Inc. 
Tubular  Woven  Fabric  Company 

FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.   &  W.   Fuse  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway       Knott.  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  54) 
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Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,     Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from    Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  COMPANY 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


L 


Lamp 


THE   KEY    TO    THE  PROBLEM 


How  not  to  let  your  lamps 
get  stolen  or  broken  — 
lock  them  on  with  Loxon 
,  Lamp  Guards-  It  will 
pay  you. 

Every  retailer  of  electrical 
requisites  oug'ht  to  have 
our  illustrated  price  lists 
of  electrical  goods  spe- 
cialties that  sell  fast  and 
make  profit  for  the  dealer. 

AVrite 


McGiU  Mfg.  Co. 

Valparaiso       -  Indiana 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by  any  other  type  of  Conduit  made,  whicli 
recoiiimends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  H  '"ch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 


%  inch  Socket  Toints 
Puncture  Test  ."jCOOO  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 


Write  for  literature 


American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Instnllini,;  a    liiiiik  I. 


.M 
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FUSE  BOXES 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical   Company   of  Canada 
Lancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Thomson  Company,  Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 

Teflferson   Glass  Company 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS 

Standard  Underground  Cable  Company  of  Can 
ada,  Limited. 

HEATING  DEVICES 

Canadian  General   Electric  Company 
Canadian  Vickers.  Limited 
Canadian    Westinghouse  Company 
Hatheway  i"t  Knott,  Inc. 
Majestic  Electric  Company 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 

Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 

Jefferson   Glass  Company 

INSPECTION  ENGINEERS 

Allen  Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 

Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 

Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 
Canadian  Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney   Electric   Company   of  Canada 
Mica   Company   of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Majestic  Electric  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMPS 

Canadian   General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

High  Efficiency  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Northern  Electric  Company 

Starr  Son  &  Company,  John 


LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian   General   Electric  Company 
Cope,  T.  J. 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Coihpany 

LIGHTING  STANDARDS 

Adams- Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Sundh    Electric  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros. 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker- Wheeler  Company 

Canadian  General   Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Thomson   Company,   Limited,  Fred 

Toronto  &  Hamilton  Electric  Company 

Wagner  Electric  Mfg.  Company  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio   Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Devoe  Electric  Switch  Company 
Northern   Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &  W.   Electric   Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 


PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Ridout  &  Maybee 

PINS  (Insulator  and  High  VolUge) 

Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Berlin   Mills  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  CONSTRUCTION 

Archbold   Brady  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern    Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.   H.  Winter 
Northern  Electric  Company 

Standard   Underground   Cable   Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 
Boving  Hydraulic  &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin    Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh    Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Companf 
Canadian   General   Electric  Company 
Cutter  Company,  Geo. 
Duncan  Electric  Company 
Monarch  Electric  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Starr  Son  &  Company,  John 

(Continued  on  Page  .S6) 
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Metropolikus  offers  you 
this  booklet  on 


■A  Now  '  / 
74<yfrovolifary^/ 
Product  ^mb 


Did  you 
get  your 
copy? 


lV/|ETROPOLITAN  Enclosed  Fuses  are 
being  intrcxluced  by  one  of  the  largest 
users  of  fuses  in  the  world. 
Our  experience  extends  over  twenty-five 
years,  in  which  time  we  have  used  all  makes 
of  fuses.  We  know  the  requirements  of  a 
good  fuse,  and  now  we  are  making  a  fuse 
based  upon  this  knowledge.  Every  fuse  is 
made  from  the  best  of  material  that  we  can 
procure. 

Every  fuse  is  rigidly  tested.    Every  fuse  is 
made  by  competent  experts. 
Metropolitan    fuses    are    approved  l)y  the 
National    l^oard  of  Underwriters  Labora- 
tories. 

Let  us  submit  prices  and  samples.   You  will 
find  both  right. 

A  Switch  Board  and  Panel  Board  organ- 
ization of  twenty-five  years'  experience  is 
back  of  this  new^  fuse. 

Send  for  the  booklet  now 

METROPOLITAN 

ELECTRIC  MFG.  CO. 

Boulevard  and  Fourteenth  St. 

LONG  ISLAND  CITY    -   NEW  YORK 

R.  E.  T.  Pringle,  95  King  St.  Eatt,  Toronto— Agentt 


J 


-J^)-"  Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER 

Always  were  the  simplest  fuses  in  construction  on  the  market. 
The  new  Type  "B,"  Form  4,  has  been  reduced  to  the  fewest  parts- 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  Caps 
are  removed  by  a  twist  of  the  wrist  and  as  easily  tightened,  holding 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,  l^t..  Pittsburgh,  Pa. 


TOUG H— 

•  that  describes  the  phosphor 
bronze  used  for  bearings  in  all  sizes  of 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTORS 


lllustratimr  .t  2  h.p.  motor 


Machine  cut  oil 
grooves  provide 
uniform  lubrica- 
tion over  their 
entire  length. 

1  10  to  40  H.P. 
25  to  140  Cycles 

They  Keep  a  Running 


Century  Electric  Company 

19th,  Pine  to  Olive  Sts.,  ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  28,) 
loncs  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co.,  Ltd..  Winnipeg 
Rudel-Belnap  Machinery  Co.,  Ltd.,  Can.  Express  nidg.,  Montreal 
Rankin  &  Cherrill,  5B  Ilastings  St.  W.,  Vancouver,  B.C. 
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SOLDERING  FLUXES 
Allen  Company,  L.  15. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 

Weston    Electrical   Instrument  Company 

STORAGE  BATTERIES 
Canadian  General  Electric  Company 
Canadian    Hart    Accnmulator  Company 
Northern  -Electric  Company 

STREET  LIGHTING  FIXTURES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.   H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 

Benjamin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  W'estinghouse  Company 
Chamberlain  &  Plookham  Meter  Company 
Devoe  Electric  Switch  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National   Metal   Molding  Company 
Northern   Electric  Company 
Starr  Son  &  Company,  John 
Sundh   Electric  Company 

SWITCHBOARDS 

Canadian  General   Electric  Company 
Canadian   Westinghouse  Company 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 


SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 


Jordan  Bros.,  Inc. 


TAPS 


TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

National  Electric  Heating  Company 
Northern  Electric  Company 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
Thordarson   Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 
Canadian    Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

Thordarson  Electric   Manufacturing  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 

Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  AUis-Chalmers  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,   G.  M. 
Northern   Electric  Company 

VACUUM  CLEANERS 

Houston  &  Company 
Pringle,  R.   E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

WASHING  MACHINES 

Connor  &  Son,  J.  H. 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company 

Canada  Wire  &  Cable  Company 

D.  &  W.  Fuse  Company 

International   Nickel  Company 

Northern  Electric  Company 

Phillips  Electrical  Works,  Ltd.,  Eugene  F. 

Standard   Underground   Cable   Company  of  Can 

ada,  Limited. 
Starr  Son  &  Company,  John 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Hatheway  S:  Knott,  Inc. 
Northern  Electric  Company 


DIES 

For  all  kinds  of 
Screw  Cutting 


Ours  is  the  "Guaranteed  Line"  of 

Reamers    Drills  -  Cutters  -  Taps 

Made  in  Canada  and  Sold  on  Merit 

Pratt  &  Whitney  Co.  of  Canada,  Ltd. 


Montreal 

723  Drummond  Bldg. 


DUNDAS,  ONTARIO 

Winnipeg 

1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 
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For 

Chemical  Plants 

The  insulation  on  Lincoln 
Motors  protects  the  windings 
against  damage  from  acids, 
alkalies,  and  other  chemical 
solutions. 

In  many  large  installations 
the  motors  are  driving  pul- 
verizers, mixers  and  general 
machinery  under  the  most 
severe  conditions. 

Lincoln    Motors  have  been 
adopted    in    a    number  of 
Chemical   Plants  after  long 
comparative  service  tests  of 
several  different  motors. 

Write  for  Bulletin  on  Motors 
"Link  up  with  Lincoln'' 


Lincoln  Electric  Co. 

of  Canada,  Limited 


Head  Office 
311-312  Kent  Building 

TORONTO 
Ontario 

Branch  Office 
MONTREAL 


THE 

MARK 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 

special  porcelain  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split  knobs,  standard  knobs,  cleats,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U.S.A. 
Toronto,  Canada,  307-308  Tyrrell  Building 


New  "Rigid^^  Shadeholder 


No.  400 

Only  One  Screw  to  Adjust 

Made  for  Brass  and  Porcelain 
Sockets 
In  2%  inch  only. 

Packed  lOO  in  a  box- 
Standard  package  lOOO. 

Manufactured  by 

The  Duncan  Electrical  Co.,  Limited 

1665  St.  James  St.     -     MONTREAL,  QUE. 


TIIF.    RT.KCTRTCAL  NEWS 
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W^stinghouse 


Electric  Irons  with  Attached  Stand 


Practically  indestructible,  few  parts,  no  delicate  pieces, 
efficient,  long  life,  monoplane  heating  element. 

Radiation  from  top  prevented  by  dead  air  space,  all  heat 
given  off  at  ironing  surface. 

A  heat  storage  plate  stores  the  heat  not  being  taken  by 
the  ironing  surface,  making  the  iron  stay  hot  longer. 

The  weight,  6%  lbs.,  makes  heavy  ironing  easy,  but  is 
balanced  so  nicely  that  the  finest  lingerie  is  ironed  with 
ease. 

The  handle  fits  the  hand,  and  is  so  sloped  that  it  takes 
the  strain  off  the  wrist. 

The  attached  stand  enables  you  to  turn  the  iron  upside 
down  and  use  it  as  a  hot  plate. 


Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


'^his  is  the  ^M^ost  SatisfaSlory  Iron  to  Handle 
ylsk.  Our  [\Cearest  Office  for  Full  'Particulars 


Toronto 

Traders  Bank 
Bldg. 


Montreal 

52  Victoria 
Sq. 


Ottawa 

Ahearn  &  Soper 
Ltd. 


Halifax      Ft.  William  Winnipeg 

105  Mollis  Telfer  158  Portage 

St.  Bldg.  Ave.  E. 


Edmonton 

211  McLeod 
Bldg. 


Calgary  Vancouver 

Grain  Exchange   Bank  of  Ottawa 
Bldg.  Bid*. 
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fi\  This  SOLENOID  SWITCH  has  been  adopted 
by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

Xo  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble, 
•['hey  close  magnetically  and  are  opened  by  gravity  assisted  by  tlie  tension 
of  the  laminated  copper  contact.    All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallaiion  by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any  frequency  on  multiple  circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars 

The  Electrical  Maintenance  &  Repairs 

Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


Phone 
Adelaide 
902-903 


Nightt 
Beach 
1723  1930 


This  Steam  Dryer  was  Built 

entirely  by  the 

OXY-ACETYLENE 
WELDING  PROCESS 

tested  at  :i()0  lbs.  pressure,  and  has  proved  satislac- 
tory  in  every  respect  ever  since.  _ 
Firms  all  over  the  world  are  specilyms  Wtl.lJbU 
joints  l^ecause  they  know  from  actual  experience  that 
the  Welded  Joint  is  the  best  in  point  of  Efficiency, 
Economy  and  Dural)ility. 

The  Process  has  now  become  an  indispensalile  factor 
in  the  Metal  Working  Industries— 

REDUCING  MAINTENANCE  COSTS 
INCREASING  PRODUCTION 

The  cost  of  an  "A.L.S."  Oxy-Acetylene  Welding  Outfit  is  Small 
The  applications  for  the  Process  are  unlimited 

,r  ■     f  f  th,.  tot-il  cost  of  a  nlanl,     For  reclaimin.y  broken  machine  parts  and  cast- 

One  or  two  jobs  are  often  sulhc.ent  "  ^^^^^^J,;/,  ^^^^      adding  metal  to  parts  deficient  by  wear  or  breakage: 

ing^,:  i)rcventmg  waste  by  using  "PJ^^^ei lal  otl  eTwise    n  sai^  ^  .  .  ^^^^^  ^^^^  methods, 

making  an  absolutely  trouble-proof  jomt:  Cutting  I  on  '  ^,  cssh^ 
etc.,  an  outfit  is  not  only  a  profitable  investment  Init  an  absolute  nteessit>. 

Write  to-day  for  particulars-free,  without  obligation. 

L'AIR  LIQUIDE  SOCIETY 


MONTREAL 

Cor.  1st  Ave.  and  Krnest 


TORONTO 

16  Boler  St. 


WINNIPEG 

12!)7  Pine 


HALIFAX 

Factory  under  construction 
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ELECTRIC  REPAIRS 


We  can  keep  you  running 
while  we  make  your  repairs 


Fred  Thomson  Co,  Limited 

326-328-330  WEST  CRAIG  STREET 

MONTREAL 


I    G  &  W  DETACHABLE  POTHEADS  1 

Are  a  Direct  Solution  of  Many  Problems 


They 
Simplify 


They 
Eliminate 


Lay  Out 
Construction 
Maintenance 
Operation 

Cutting  and  Splicing 
Temporary  Jumpers 
Duplication  of  Lines 
Spare  Equipment 


They 
Facilitate 


They 
Are 


Sectionalizing 
Testing 
Throw  Overs 
Feeder  Shipping 
Tie  Line  Provision 


Low  in  Cost 
Safe  to  Handle 
Permanently  Reliable 
Conservative! V  Rated 
Widely  Used 


Let  us  show  their  application  to  your  circuits 


G  &  W  Electric  Specialty  Company  | 


7440-52  So.  Chicago  Ave. 


CHICAGO,  U.S.A.  = 


A.  H.  Winter-Joyner,  Ltd. 
■  A.  H.  Winter-Joyner.  Ltd. 
Benz-Richardson  Co.,  Ltd. 
General  Supplies  Ltd. 


100  Wellington  St.  West  Toronto 
New  Birks  Building  Montreal.  Que. 
592  Notre  Dame  Ave.  Winnipeg 
122  11th  Ave.  West        Calgary.  Alta. 


Generation, Transmission  and  Application  of  Electricity 


A  New  Buimm  on 

Industrial  I%M:ing  Reflectors 
and  Holder  -  Sockets 

eady  for  Distribution 


Do  you  install  industrial  light- 
ing equipment? 

Tlien  you  better  have  a  copy  of  the  new 
hiilletin.      It    contains    a    complete  Hsting 
of    Cutter    "Sol-lux"    Industrial  Lighting 
Reflectois  and  Fixtures,  representing  the 
most  modern  practice  in  the  design  of 
industrial  lighting  equipment.  With 
the   new   bulletin   we  will  send  a 
cojiy    of    Cutter    Handy  Wiring 
Tables,  a  valuable  little  hand- 
book    wliich     gives  wiring 
formulas  and  information 
on  industrial  lighting. 


Write  Today 
for  Your 
Copy 


GEORGE  CUTTER  COMPANY 

407  Notre  Dame  Street 

SOUTH  BEND,  INDIANA 

.  Detroit  New  York 

Chicago 

,,,  -    I-V-inriuro  Sentllr 
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No.  300 


No.  32  Box 
with  No.  32  Cover 


T  &  B  Quality 

Wins  Again 


^  Thomas  &  Betts  Galvanized  Outlet 
Boxes,  Covers,  Floor  Elbows  and  Box 
Hangers  will  be  installed  in  the  Parliament 
Buildings  at  Ottawa. 

^  Samples  of  these  devices  passed  success- 
fully the  rigid  test  prescribed  by  the  architects 
proving  conclusively  that  where  quality  counts, 
Thomas  &  Betts  material  is  without  equal. 

^  The  T  &  B  line  is  complete  and  ■  com- 
prises  round,  square  and  octagon  Boxes  and 
Covers,  Gang  Boxes,  Flexible  and  Rigid 
Conduit  Connectors,  Locknutsand  Bushings, 
Couplings,  Conduit  Hangers,  Floor  Boxes 
and  many  other  conduit  fittings. 

^  Large  stocks  are  carried  at  our  distributing 
houses. 

H^rite  today  to  our  nearest  house  for 
your  copy  of  the  T  &  B  catulogue 

Northern  Efectric  Comparty 


No.  9 


Note  the  rounded  shoulder 


They  hold 


Pat.  Apr.  1-13 
Note  the  splendid  finger  grip, 
and  collar  around  base  to 
close  hole  in  box 


LIMITED 

EXCLUSIVE  DISTRIBUTORS  FOR  CANADA 

Montreal  Toronto  Regina 

Halifax  London  Calgary 

Ottawa  Winnipeg  Vancouver 


Fcbniarv  IS,  10 IS 
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PRODUCTS 


Hamilton"  Pig  Iron 
Open  Hearth  Steel  Billets 
Steel  and  Iron  Bars 

Forgings 
Railway  Fastenings 
Pole  Line  Hardware 
Bolts,  Nuts  and  Washers 
Wrought  Pipe 
Screws,  Wire 

and 

Wire  Products 
of  every  description 


THE 

STEEL  COM^NY 


LIMITED 


Emu; 


ST?: 


' L'  1 1  I <:    FA.  R  C  T  R I  C  A  L   N  K  W  S 


Fcbniarj-  l.',  ]' 


Specify  FLEXTUBE  on  your  orders 
to  your  jobber,  and  insist  that  FLEX- 
TUBE  be  shipped.  It  will  save  you 
labor  costs,  material  costs  and  bother  of 
all  kinds. 


Write  for  Bulletin  No.  151  and  sample. 


National  Metal  Molding  S 

^  Ma  n  ufaclure  rs  of  Q— 

Electrical  Conduits   <5r  Fittings 
1118  Fulton  Building,  PITTSBURGH, PA. 


Atlanta  Dallas               Los  Angeles 

Boston  Denver              New  York 

Buffalo  Detroit  Philadelphia 

Chicago  Portland                   St.  Louis 

Buenos  Aires  Havana  Manila 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Montreal 
Halifax 
Ottawa 
Cobalt 


Head  Ofifice, 

District  Sales 
Winnipeg 
Calgary 
London 


TORONTO 
Offices: 


Double  Value 


Salt  Lake  City 
San  Francisco 
Seattle 

Paris 


Edmonton 
Nelson 
Vancouver 
South  Porcupine 
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and  also  send  me  a  1000-foot 
ill  of  that  Roller  Bearing  f  lexl'ble  condi^it 
has  a  dotted  "black  line  on  it* 

Tours  truly > 


He  Means 


North(^rtf  Electric 

DURADUCT 


Ke«  Can.  Patent  Offtt. 


of  course! 


And  he  knows  that  the  "Roller  Bearing 
Wireway"  makes  fishing  easy. 


Northern  Etecfric  Contpatr^ 


Montreal 

Halifax 

Ottawa 


UMITED 

Toronto 
London 
Winnipeg 


THE  BLACK  DOTTED  LINE 


Regina 

Calgary 

Vancouver 


^^^^^^^^^^^^^  -  ISTHEMARKOF 

DURADUCT 
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More  Power 
To  You 


riiat'-^  just  what  it  would  mean  if  the  metal 
wmkins^-  ])lants  in  your  territory  could  be 
_!4ivcn  only  a  glimpse  of  the  possibilities  in 
electric  arc  welding. 

There  isn't  a  ])iece  of  apparatus  made  which 
will  return  you  more  power  sales  for  little 
effort  than 


The  Lincoln 
Arc  Welder 


Every  steel  foundry,  forge  shop  and  stamp- 
ing plant  in  your  territory — every  plant 
where  metals  are  joined  or  breakage  and 
wear  of  metal  repaired — 50  per  cent,  of  the 
shops  where  acetylene  is  used — are  pros- 
pects for  electric  arc  welding. 
You  do  not  have  to' sell  them,  just  interest 
them  and  we  will  send  our  welding  engi- 
neers to  go  over  the  proposition  and  close 
the  sale. 

Write  us  for  literature  and  information 
on  any  welding  job  you  run  across. 

Lincoln  Electric  Co. 

of  Canada,  Limited 


Head  Office 
311-312  Kent  Building 

TORONTO 
Ontario 


SMITH  HYDRAULIC  TURBINES 


Accompanying 
cut  illustrates 
vertical  shaft 
scroll  case  unit 
furnished  to 
Northwestern 
Consolidated 
Mill,  Minne- 
apolis, Minn., 
developing  400 
H.P.,  450  Rev. 
under  45  ft. 
head. 


Built  in  sizes  and 
types  of  units  to 
meet  any  require- 
ments. Note  the 
design  and  general 
appearance  of  sta- 
bility in  accompany- 
ing illustra- 
tion. 


If  interested  in  Water  Power  Machinery  write 
Department  "N"  for  Bulletin 

S.  Morgan  Smith  Co.,  York, Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


New  ^^Rigid^^  Shadeholder 


No.  400 

Only  One  Screw  to  Adjust 

Made  for  Brass  and  Porcelain 
Sockets 
In  2^  inch  only. 

Packed  lOO  in  a  box- 
Standard  package  lOOO. 

Manufactured  by 

The  Duncan  Electrical  Co.,  Limited 

1665  St.  James  St.     -     MONTREAL,  QUE. 
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IT  IS 


LINE 


The  special  C.  &  H.  Poly- 
Phase  Meter  for  use  on  Long- 
Distance  Lines  is  safer  be- 
cause of  the  double  terminal 
block  which  minimizes  the 
risk  of  accident  during  lightning  storms  and 
surge  conditions  on  the  wires.    Designed  with 
plenty  of  space  inside  for  connections.  All 
three  wires  go  direct  through  this  meter. 
Descriptive  Booklets  with  ])rices,  on  recpicst. 
Write  to 


SAFER 


LOAD 


THE  NEW 

POLY-PHASE 

METER 

FOR  LONG  DISTANCE 
TRANSMISSION  LINES 


Chamberlain  &  Hookham  Meter  Co-,  Limited 

243  College  Street,  TORONTO  61  Albert  Street,  WINNIPEG 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire "  machines, 
minimum  incon- 
venience from 
such  breakdowns. 


750  K.V.A.  Alternator  direct  coupled  to  engine. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada,  Ltd. 


Montreal 


107-109  Duke  St.,  Toronto 
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Onward  Mfg.  Company  '.   ...  14 

Orpen  Conduit  Company   42 

Packard  Electric  Company   16 

Petrie,  H.  W   42 

Phillips  Electrical  Works,  Eugene  F.  41 
Philadelphia  Electric  Companj^  .... 

Power  Equipment  Company  

Pratt  &  Whitney  

Pringle,  R.  E.  T   (||| 

Railway  &  Power  Engineering  Cor- 
poration   44 

Redmonal  Chemical  Products  Co...  48 

Ridout  &  Maybee   42 

Robertson  Limited,  T.  M   58 

Robbins  &  Myers  Company   19 

Rose  &  O'Hearn   46 

Ross  &  Company,  R.  A   58 

Renfrew  Electric  Company  

Sachsenmaier  &  Co.,  George   45 

Sammett,  M.  A   58 

Sangamo  Electric  Mfg.  Co  

Smith  Company.  S.  Morgan   6 

South  Bend  Current  Control  Co.  . .  56 

Spaulding  &  Sons  Companj-,  J  

Spielmann  Agencies  Regd   50 

Spray  Engineering  Company   13 

Square  D   Company   55 

Standard  Underground  Cable  Com- 
pany of  Canada.  Limited   51 

Standard  W'iring   10 

Steel  Company  of  Canada   3 

Sundh  Electric  Company  

Superior  Electric  Company    47 

Tallman  Brass  and  Metal  Company  46 

Thompson.  Clarence   o'- 

Thompson,  Fred  &  Co  

Thompson-Levering  Company  ....  49 

Thordarson  Manufacturing  Company  57 

Toronto  and  Hamilton  Electric  Co..  4."' 
Tubular  Woven  Fabric  Companj'  . . 

Vickers  Limited  

W'agner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Co  

White  Electrical  Company,  T.  C.  .  . 


THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measarement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  we.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent.)  insures  accinate  measvuements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  Ave. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA. 


February  15,  1918 


THE   ELECTRICAL  NEWS 


Power  House  at  Whitby  Hospital  for  the  Insane.-A  "GALVADUCT"  Building. 

Conduits  Company  Limited 


Toronto 


GALVADUCT 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
hi.^h  quahty. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED 


A  liigh-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


LORICATED  and 

GALVADUCT 
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THE    NATIONAL  AUTHORITY  FOR  TWENTY-FOUR  YEARS 


POCKET  SIZE 
LEATHER  COVER 


THE  1918  EDITION 

"STANDARD  WIRING" 

TELLS  YOU  HOW 

GENERATORS— How  to  install  them,  care  for  them  and 
operate  them ;  all  their  troubles  and  how  to  prevent  and  cure 
them;  all  diagrams  showing  connections  for  compound, 
series  and  shunt  wound  machines.  How  to  operate  them  in 
parallel  or  in  series.  How  to  protect  them  and  wire  them 
in  accordance  with  the  underwriters'  requirements. 
MOTORS — How  to  install  them,  how  to  protect  and  operate 
them.  The  required  amperes,  volts  or  horse  power  when  any 
two  factors  are  known.  How  to  take  care  of  hot  boxes,  spark- 
ing commutators  and  other  troubles.  How  to  change  the  di- 
rection of  rotation  when  desired.  How  to  start  and  stop  any 
kind  of  motor  in  any  class  of  service.  All  diagrams  of  motor 
wiring.  How  to  find  the  proper  size  of  wire  for  any  motor 
for  direct  current  or  for  A.  C.  single,  two  or  three-phase. 
OUTSIDE  WIRING-Pole  line  construction,  line  wires, 
service  wires,  roof  structures,  poles  and  their  dimensions  and 
weights,  and  how  to  erect  and  protect  them  and  wires  they  carry.  Insulators,  guard  arms,  guy 
anchors.  Tree  wiring,  splicing,  service  and  entrance  wiring.  How  to  install'  Lightning  arrest- 
ers. Transformers  with  diagrams  and  instructions.  " 
INSIDE  WIRING— When  and  where  to  use  rubber  covered,  slow  burning  and  weatherproof 
wire.  How  to  find  the  proper  size  of  wire  to  use  for  lamps,  motors  or  heating  devices  for  any 
current,  voltage  and  drop,  either  by  formula  or  by  the  many  tables  that  are  given  in  this  section 
of  the  book.  How  to  wire  for  two-wire  or  three-wire  systems.  Direct  current,  two-phase  and 
three-phase  with  formulae  and  tables,  with  examples  worked  out  for  each  system  and  in  a 
simple  manner  that  anyone  can  understand  and  use.  How  to  run  wires  on  walls,  ceilino-s,  floors 
through  partitions  and  walls  and  in  concealed  places,  damp  places  and  where  '  dangerous  sur- 
roundings exist.  When  and  where  to  install  Switches,  Cut-outs  and  Circuit  Breakers  and 
just  how  to  do  it.  How  to  wire  for  high  and  low  voltage  systems  and  the  precautions  to  be 
taken.  The  proper  way  to  install  Knife  and  Snap  Switches,  Cabinets  and  Cut-out  Boxes. 
Outlet,  Junction  and  Switch  Boxes,  Panel  Boards,  Wooden  and  Metal  Raceways.  How  to  install 
complete  interior  conduit  jobs  either  for  rigid  metal,  flexible  metal  or  flexible  non-metallic  con- 
duit. Concealed  knob  and  tube  work  or  armored  cable.  How  and  where  to  install  and  wire 
electric  and  combination  lighting  fixtures.  How  and  where  to  use  flexible  cord  and  where  not 
to  use  it.  How  to  install  arc  lamps  and  gas  filled  lamps  and  the  fixtures  and  rules  required 
LIGHT  AND  ILLUMINATION— What  is  meant  by  proper  and  efficient  illumination  the 
latest  data  on  Mazda  and  gas  filled  lamps  of  every  candle  power  and  wattage.  Direct,  indirect 
and  semi-indirect  illumination  and  where  each  should  be  used.  Illumination  required' for  vari- 
ous classes  of  service  from  show  window  lighting  to  public  halls  and  from  factories  to  small 
residences.  " 

TABLES— Fifty-two  tables  giving  every  dimension,  carrying  capacity,  resistance,  weight  and 
strength  of  every  size  of  wire  and  cable  of  copper,  steel  and  iron. 

All  the  necessary  dimensions,  capacities,  weights,  and  other  data  on  conduits,  fuses,  insulators 
lamps,  sockets,  motor  efficiencies,  current  per  horse  power  of  motors.  Electrical  units  and 
their  equivalents.  Proper  size  of  wire  for  all  classes  of  power,  light  and  heating  installations. 
The  proper  symbols  to  use  to  indicate  on  plans  just  what  is  wanted  from  a  motor  to  a  small 
snap  switch  with  all  necessary  diagrams. 

APPARATUS  AND  SUPPLIES— A  classified  list  of  the  leading  manufacturers  of  officially 
approved  wires  and  wiring  devices.  Engines,  generators,  motors,  appliances,  fixtures,  and  all 
supplies  necessary  for  any  complete  installation  from  a  Central  Station  to  a  small  cottage. 

The  most  complete  and  accurate  Book  on  Wiring  and  Construction  published 

350  PAGES  -  LEATHER  COVER  -  POCKET  SIZE,  $1.50 

Sent  Postpaid  to  Any  Address  on  Receipt  of  Price  by 

ELECTRICAL  NEWS,  347  Adelaide  St.  W.,  Toronto 

"IT.  SETTLES   DISPUTES   AND,   IF   REFERRED   TO   BEFORE   WIRING,  PREVENTS  DISPUTES" 
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BULK  HEAD  FIXTURE 


The  above  cut  shows  one  of  the  many  styles  of  Marine 
I-'i-xtures  we  arc  prepared  to  furnish. 

STEEL  CITY  ELECfRlC  CO.,  Pittsburgh,  Pa. 


APPROVED  SERVICE  FITTING 


Cat.  No.  FB712 
Replaces  Types  P.,  BE.  F,  and  FE. 
TYPE   "FB"   ENTRANCE  FITTINGS 

These  littiuKS  have  reversible  hul)S.  permitti 
stallation  either  as  type  "F"  fittings  on  vertical  p 
type  "B"  fittings  on  horizontal  pipe. 

The  same  parts  arc  used  for  Yz  in.,  M  i"-.  an 
fittings,  excepting  hulis,  there  being  a  separate  1 
each  size.  The  covers  and  porcelain  are  interc 
able  from  one  size  fitting  to  another,  giving  ; 
flexible  stock  arrangement. 

Metal  parts  black  japan  or  galvanized  linish. 
ia])an  furnished  unless  otherwise  specilie(f 


ng  m- 
il)e,  or 

d  1  m. 
lub  lor 
hange- 
i  very 

lUack 


KILLARK  ELECTRIC  CO.,  St.  Louis,  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


The  famous  "Drop-Out"  Renewal  Link  can  be  had  only  in 

ECONOMYrenewable  FUSES 

This  link  is  responsible  for  the  saving  of  80%  of 
the  annual  fuse  maintenance  cost. 

We  are  pioneers  in  the  manufacture  of  renewable  fuses.  We  have  bl^^ecl 
the  trail  and  staked  our  claims.  The  vital  features  of  renewable  fuse  effici- 
ency are  protected  by  Economy  basic  patents.  Imitations  are  by  no  means 
duplications. 

Sole  manufacturers  of  "Arkless"-the  Fuse  with  the  lOO  indicat;oi.  For  cir- 
cuits not  subject  to  frequent  overloads  this  is  the  logical  fuse.  This  and  the 
Economy  together  meet  all  fuse  requirements. 

Be  prepared  to  handle  the  business  that  our  extensive 
consumer  advertising  will  bring  to  you.  Write  for 
Catalog  20  and  free  samples. 

Economy   Fuse   &   Manufacturing  Company 

of  Canada,  Limited 

UNITY  BUILDING  ■  "  MONTREAL 
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FRANKLIN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


FRANKLIN"  Cable  Potheads 

~     i       For  all  conditions.      Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


WRITE   FOR  BULLETINS 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO,  PHILADELPHIA,  Pa, 

SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 
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Water  Cooling  Sprays 


The  illustration  shows  part 
of  a  "SPRACO"  installation  in 
the  plant  of  the  Ottawa  Artificial 
Ice  Co.,  Ottawa,  Ont. 

In  any  plant  where  water  is 
to  be  cooled,  and  particularly  in 
localities  where  the  water  must 
be  conserved,  "SPRACO"  equip- 
ment is  most  economical. 


The  experience  of  our  engineers 
is  at  your  service. 


Spray  Engineering  Co.,  93  Federal  St.,  boston 


Rudel-Belnap  Machinery  Co.,  Limited,  Montreal 


IT-E  CIRCUIT  BREAKERS 


TYPli  W 

Not,   closable  on   overload.     Direct   acting,   time   limit  and 
"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

1-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:    Philadelphia,  Pa. 

New  York,  50  Church  St.  C  hicago,  Monadnock  lUock. 

Detroit,  Mich.,  Ford  lildg.  Pittsburgh,  Park  Building. 

Indianapolis,  Iiid.,  Telephone  Bldg.  |Minneapolis,  Metropolitan  Life  HIdg. 

F.CCLES  &  SMITH  COMPANY 

Ids   Angeles  San   Francisco  Portland,  Ore. 
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For  the  Same  Price  | 

As  Ordinary  Sockets 


660  watt 

Quick-Make  and  Break 

SOCKETS 


INDICATING  KEY 

A  wonderful  little  help  especially  on 
heating  devices — preventing  accidents. 
Positive  signal,  showing  at  a  glance  or 
feeling  that  current  is  on  or  off. 


1 .  Tlireaded  nozzle  of  Socket  is  supplied  with 
compressible  flange  which  is  very  desirable 
in  wiring  fixtures,  permitting  the  key  of  socket 
to  be  placed  In  any  desired  position  and  still 
have  socket  tight  on  the  thread. 

2.  Indicating  key  tells  whether  current  is  on  or 
off. 


3.  Capacity  of  socket  permits  the  attachment 
of  an  iron   or  toaster  with  perfect  safety. 

4.  Hydro  Inspection  Department  of  Ontario 
very  shortly  will  not  permit  the  Installation 
of  sockets  under  660  watts  rated  cap- 
acity. 


SPECIFY 


660  WATT  SOCKETS 


Catalogue  No.  44279—118''  Key  Socket 
Catalogue  No.  44280— US'"  Keyless  Socket 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.    Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg.  Calgary,  Edmonton, 

Nelson  and  Vancouver. 
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WHEELER 
REFLECTORS 


IlllllllllllllllllllllllllllllilllllllllllllllllllllllllllllllilllllllllllU^ 


NES 


WER 


PES 


Characteristic  Angle 
Light  Distribution 


Characteristic  Light 
Distribution 


Characteristic 
Intensive 
Light  Listribution 


llllllllllllllllllll 


Designed  and  manufactured  by  Specialists  in  Industrial 
Illumination  with  long  experience  in  the  production  ot 
Reflectors  to  meet  every  condition  of  operation. 


iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii 


Performance 


Reflectors  must  be  selected  for  the 
work  conducted  by  their  light.  The 
Characteristic  Light  Curves  indi- 
cate the  performance.  General  Il- 
lumination with  Group  "W"  (Wide) 
Reflectors  is  best  adapted  to  large 
rooms  and  bays.  Localized  Light- 
ing with  Group  "P"  Reflectors  for 
confined  spaces,  individual  mach- 
ines, work  benches,  etc.,  and  Group 
"N"  (Angle)  Reflectors  mounted  on 
the  side  walls,  serve  areas  inacces- 
sible from  above  because  of  mov- 
ing cranes  or  high  standing  appar- 
atus. 


and 


Suspension  Loop 


Fitting  with  ports  for  wire 
entry 

Locknut 
Iron  vvaslier 
Weather  proof  washer 

Ventilated  Canopy  "S"  per- 
manently attached  to  and 
enameled  in  one  piece  willi 
reflector 


Weatherproof  washer 
Socket  Yoke 
Socket  base 
r,amp  receptacle 


Construction 

Wheeler  Reflectors  are  fitted  with 
holders  for  brass  or  porcelain  sock- 
ets, with  collars  to  fit  standard 
holders,  with  detachable  canopies 
or  canopies  enameled  in  one  piece 
with  the  reflector.  Sockets  are  se- 
cured to  nozzles  with  hexagonal 
shoulders  fitting  hexagonal  holes 
in  canopies  to  prevent  turning.  The 
general  construction  is  substantial 
and  readily  accessible  for  wiring. 


Sllllllll 


CANADIAN  GENERAL  ELECTRIC  CO. 


Head  (llhce:  Toronto.     Sales  Ollices;  Munl.ca 


ilililllllllllllllllllllllllllllllll 


LIMITED 

Halifax,  Sydney,  Ottawa,  Cobalt,  South  I'oi cupine,  London,  Winnipeg,  Calgary,  Edmonton, 
.\eKon  and  Vancouver. 

jlllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllll^^ 
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,M  SERVI 

is  Real 

CE 

Service 

1.  ARMSTRONG.                                              '                                     Jf^O'       nUSSELU                                                                             W.  W.  BARRETT 
STEEL  CASTINGS   400  FRONT  STREET  EJIST 

euECTPc  rvjRNACE             ALLOY  STEEL  WORKS.  LIMITED 

pflocess 

iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii 

TORONTO,  Decemcar  20th, 1817. 

Packard  gl«ctric  Company,  Limited, 
St.  Catharines,  Ontario. 
Centlemen;- 

Wa  desire  to  express  our  appreciation  of  the 
manner  in  which  you  handled  our  order  Tor  the  three  100  K.V.A. 
transformers.      This  order  was  placed  on  December  3rd,  and  to 
have  the  transformers  shipped  on  December  ISth,  taking  into 
consideration  that  ail  the  drawings  and  material  had  to  bo 
arra'^ced  for  after  the  order  was  placed,  is  in  our  estimation. 

The  letter  repro- 
duced is  not  an  ex- 
ceptional case.    It  is 
an  evidence  of  our 
regular  service  that 
you  get   when  you 
order  Transformers 
from  this  Company. 

Packard  Trans- 
formers are  built  for 
I^arp'e  Power 

simpxy  marvelous,  and  we  can  not  thank  you  too  much  for  the  way 
in  which  our  order  was  handled  by  you. 

Special  Furnace 
Transformers. 

Again  thanking  you  for  your  promptness  in 
delivering  these  transformers  and  wishing  you  the  Compliruents 
of  the  Season,  we  beg  to  remain. 

Yours  very  truly, 

AhLOY  SIEEX^WMKS,  LI  Ml  my_^.^___^..^  

HIA/m.                                             ~      '     '  Managing-Dij>^tor, 

Current   and  Po- 
tential Transform- 
ers.    Welded  Steel 
Cases. 

Information,  latest 
bulletins,  estimates, 
etc.,  sent  on  request- 

IlllllllllllillllllllllllllUlllllllllllllllllllllllllllllllllllllllllllllliy^ 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 

ST.  CATHARINES,  ONT. 

Bank  of  Hamilton  BIdg.,                                                   .                                 Donalda  Block, 
Toronto  Winnipeg 

February  15,  1918 


THE    ELECTRICAL  NEWS 


17 


f'ii'.'i'i';':':'; 
'.'I'll  'I'l'i' 

i  i  v  ii  ; 

'l'  '  ■'''■>' 
■  >■"!'■ 


i'i'  '■ 

I  I  It  I. 

I'l'I'l'l'l 


I'l'  'I'i'i'l' 
""  ■" 


•i'i'i'l' 
'I'I'I'  'I'l'l' 

illllijl;!' 


O-B  Extended  Trolley  Ear 
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O-B  Extruded  Ears 


On  Round  Wire, 
generous  amount  of 
metal  in  lips. 


On  Grooved  Wire, 
perfect  wheel  clear- 
ance 


On  Figure  8  Wire, 
perfect  wheel  clear- 


For  Long  Life 


Long  life  is  actually  squeezed  into  Extruded 
Ears  in  their  manufacture. 

Forced  through  a  die  under  great  pressure, 
extruded  metal  is  extremely  dense  and 
absolutely  uniform.  These  qualities  im- 
parted to  a  specially  selected  alloy  make  it 
ideal  for  the  runner  pieces  of  trolley  ears. 

A  malleable  iron  boss  is  fastened  securely. 
It  is  O-B  Sherardized. 

O-B  Extruded  Ears  show  their  superiority 
when  installed  on  the  same  line  with  other 
ears. 


help  solve  your 
They  are  familiar 


O-B  Engineers  will  gladly 
intricate  overhead  problems, 
with  construction  on  nearly  all  the  lines  of  the 
country,  and  are  experienced  in  adapting 
standard  materials  to  special  conditions. 


The  Ohio  Brass  Company 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Handbook  on  the  Steam  Engine,  by  Herman  Haeder.  Pub- 
lished in  1914  by  Crosby,  Lockwood  &  Son.  522  pages, 
illustrated.     Price  $3.00. 

A  Laboratory  Manual  of  Alternating  Currents,  by  John  H. 
Morecroft,  E.C.  Published  in  1912  by  Renouf  Publishing 
Company.     24S  pages,  illustrated.     Price  $2.00. 

Alternating  Currents — Examples  for  Students  and  Engineers, 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  T.  Published 
in  19Ui.     22;!  pages,  illustrated.     Price  $2.40. 

Applied  Electricity  for  Practical  Men,  by  Arthur  T.  Rowland. 
Published  in  191G  by  McGraw-Hill  Book  Company.  375 
pages,  illustrated.     Price  $2.00. 

Baudot  Printing  Telegraph  System,  by  H.  W.  Pendry.  Pub- 
lished in  1913  by  VVhittaker  &  Company.  144  pages,  illus- 
trated.    Price  $1.00. 

Central  Station  Management,  by  H.  C.  Cushing,  Jr.,  and  New- 
ton Harrison.  Published  in  1916  by  D.  Van  Nostrand  Com- 
pany.    397  pages.     Price  $2.00. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
l rated.     Price  $3.00. 

Direct  t  \iiii"nt  .\f .icliinery,  Tlieory  and  ()i>eration  of,  by  Cyril 
.\1.  Jansk>-.  11.."^..  r..A..  1st  edition,  just  published  by  Mc- 
( '.raw  - 1 1  ill  C  o.,  Inc.     2S5  pages,  illustrated.     Price  $2.50. 

Dynamo-Electric  Machinery,  by  Francis  B.  Crocker,  E.  M., 
Ph.D.  Published  in  1908  by  American  School  of  Corres- 
pondence.    236  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
hv  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Electric  Car  Maintenance,  by  Walter  Jackson.     Published  in 

1914  by  McGraw-Hill  Book  Company.  274  pages,  illus- 
trated.   Price  $2.00. 

Electric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancaster. 

Published   in   1914   by   D.    Van   Nostrand   Company.  330 

pages,   illustrated.     Price  $1.50. 
"Electrical  Machinery" — Principles,  Operation  and  Management, 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.     31.S  pages,  illustrated.     Price  $2.00. 
"Electrical  Meters,"  by  Cyril  M.  Jansky,   B.S.,  B.A.  Second 

edition  just  published  by  McGraw-Hill  Book  Company.  416 

pages,  illustrated.    Pi  ice  $3  00. 
Electric   Railway,  by  A.    Morris   Buck,   M.    E.     Published  in 

1915  by  McGraw-Hill  Book  Company,  Inc.  390  pages, 
illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  Harding,  E.  E. 
Second  Edition.  Published  in  1916  by  McGraw-Hill  Book 
Company.     416  pages,  illustrated.     Price  $3.00. 

Electrical  Instruments  in  Theory  and  Practice,  by  Murdoch  and 
Oschwald.  Published  in  1915  by  Whittaker  &  Company, 
366  pages,  illustrated.     Price  $2.50. 

Electrical  Injuries,  by  C.  A.  Laufifer,  M.D.,  published  in  1912 
by  John  Wiley  &  Sons.    77  pages.     Price  50  cents. 

'Electrical  Measurements  in  Practice,"  by  F.  Malcolm  Farmer. 
First  edition.  Just  published  by  McGraw-Hill  Book  Com- 
pany.    359  pages,  illustrated.     Price  $4.00. 

Electrical  Measurements,  by  O.  J.  Bushnell  and  A.  G.  Turn- 
bull.  Published  in  1914  by  American  Technical  Society. 
164  pages,  illustrated.     Price  $1.00. 

Electro-Dynamics,  by  Charles  Ashley  Carus- Wilson,  Published 
in  1898  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and  Artificial  Lighting, 
by  Arthur  Blok,  A.M.I.E.E.  Published  in  1914  by  Scott, 
Greenwood  &  Son.     235  pages,  illustrated.     Price  $1.00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  226  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M.  Jansky, 
B.  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212  pages,   illustrated.     Price  $1.50. 

Engineers'  Manual,  by  Ralph  G.  Hudson.  Just  published  by 
John  Wiley  &  Sons.    315  pages,  illustrated.     Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1),  by  F.  E.  Austin, 
B.S.    Published  in  1915.    223  pages,  illustrated.    Price  $2.00. 

Examples  in  "Battery  Engineering,"  by  Professor  F.  E.  Austin, 
E.E.    Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Physics  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.     Price  50  cents. 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.     Price  $3.00. 

How  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  .Austin.  .'Second  edition,  just  published.  48  pages,  illus- 
tt-ate'I.  price  05c. 

"Hydro  Electric  Power  Stations,"  by  Eric  A.  Lof  and  David 
r..  Rushmore.  First  edition.  Just  published  by  John 
W'ilev  &  Sons.     .S22  pages,  illustrated.     Price  $6.00. 


"fractjcal  Electricity,"  by  Terrell  Croft.  First  edition.  lust 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition 
published  by  the  McGraw-Hill  Book  Co.  225  pages  illus- 
'i-.-i'ed.      Price  $2.00. 

Practical  Mathematics  for  the  Engineer  and  Electrician  by 
Elmer  E.  Burns  and  Joseph  G.  Branch.  Second  edition 
Published  by  the  Joseph  G.  Branch  Publishing  Company 
in  1914.     143  pages,  illustrated.     Price  $1.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.    404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design— D.C.  and  A.C.  Generators,  by 
Alfred  Still.  Published  in  1916  by  McGraw-Hill  Book  Co 
365  pages,  illustrated.     Price  $3.00. 

"Public  Utility  Rates."  A  discussion  of  the  Principles  and 
Practice  underlying  charges  for  Water,  Gas,  Electricity, 
Communication  and  Transportation  Services,  by  Harry 
Barker,  B.S.  First  edition,  just  published  by  the  McGraw- 
Hill  Book  Company.    387  pages.    Price  $4.00. 

Pumps  and  Pumping,  by  M.  Powis  Bale.  Published  in  1912 
by  Crosby,  Lockwood  &  Son.     120  pages.     Price  $1.50. 

Radiodynamics — The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.  Published  in  1916  by  D. 
Van  Nostrand  Company.  206  pages,  112  illustrations. 
Price  $2.00. 

"Radio  Communication,  Theory  and  Methods,  with  an  appendix 
on  Transmission  over  Wires,"  by  John  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.     Price  ,$1.75. 

Radio-Telegraphist's  Guide  and  Log-Book,  by  W.  H.  Marchant. 
Published  in  1912  by  Whittaker  &  Company.  Illustrated. 
Price  75  cents. 

Radiation,  Light  and  Illumination,  by  Steinmetz.  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Railway  Maintenance  Engineering,  by  Wm.  H.  Sellew.  Pub- 
lished in  1915,  by  D.  Van  Nostrand  Co.  360  pages,  194 
illustrations  and  6  folding  plates.     Price  $2.50. 

Standard  Wiring,  1917  Edition,  23rd  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Cushing, 
Jr.     Leather  cover,  pocket  size.     Price  $1.00  postpaid. 

Steam  Power  Plants — Their  Design  and  Construction,  by  Henry 
C.  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.     Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00. 

Telegrapli  Practice,  a  Study  of  Comparative  Method,  by  John 
Lee,  M.A.  Just  publisiied.  bv  Longmans-Green  &  Co  "  102 
pages.     Price  $1.00. 

Telegraphy — A  Detailed  Exposition  of  the  Telegraph  System  of 
the  British  Post  Office,  by  T.  E.  Herbert,  A.M.  Inst.  E.E. 
Third  edition.  Published  in  1916  by  Whittaker  &  Company. 
985  pages,  630  illustrations.    Price  $2.00. 

Telegraphy,  by  Sir  W.  H.  Preece,  K.C.B.,  and  Sir  T.  Sivewright, 
M.A.  Published  in  1905  by  Longmans,  Green  &  Company. 
504  pages.     Price  $1.00. 

Test  Metliods  of  Steam  Power  Plants — A  Reference  Book  for 
the  Use  of  Power  Station  Engineers.  Superintendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  M.E.  Published 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  85 
illustrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 
timating, bv  Louis  W.  Moxey.  Tr.  Published  in  1916  hv 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.     Price  $4.00. 

"The  Lighting  Art."  Its  Practice  and  Possibilities,  by  M. 
Luckiesh.  First  edition,  iust  published  bv  McGraw-Hill 
Book   Co.,   Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Publish- 
ing Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Published 
in  1913  by  Van  Nostrand  Company.    155  pages.    Price  75c. 

Tramway  Track  Construction  and  Maintenance,"  bv  R  Ricker- 
staffe  Holt.  Published  in  1915  by  The  Trannvav  and  Rail- 
way World.     249  pages,  illustrated.     Price  $3.00. 

Transmission  Line  Crossings,  by  Frank  F.  Fowle.  Published 
in  1909  by  D.  V^an  Nostrand  Company.  69  pages  illus- 
trated.    Price  $1.00 

Treatise  on  Therniodvnamics.  bv  Dr.  Max  Planck.  Pulilished 
in  1903.     272  pages.     Price  $1.00. 

Wiay's  Manual  of  Car  Lighting.  Published  in  1915  by  Wray 
Publishing  Company.    ,340  pages,  illustrated.     Price  $1.50. 
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HE  R.  &  M.  Fan  advertisements  in  the  general  magazines, 
are  the  advance  guard  of  the  dealer's  sales  campaign.  The 
local  advertising  of  the  dealer  is  the  reserve  force  which  is 
necessary  to  finish  the  work  and  make  the  campaign  a  complete 
success. 

We  have  provided  a  lot  of  effective  ammunition  for  the  dealer's 
follow-up.  It  includes  window  display  material,  transfer  signs, 
booklets,  lantern  slides,  newspaper  advertising  plates — everything 
you  need  for  a  complete  campaign.  It  will  all  be  furnished  free, 
printed  in  your  name  only,  just  as  though  you  had  prepared  it 
yourself. 

And  it  will  be  backed  up  by  full-page  advertisements  in  lead- 
ing magazines.    It's  sure  to  get  you  the  business. 

Have  you  received  your  copy  of  the  folder  which  descriljcs 
the  advertising  helps?  If  you  haven't,  you  had  better  write  the 
advertising  department  at  Springfield. 


Manager,  Boston  Rranch. 


The  Robbins  &  Myers  Company 

Springfield,  Ohio 

CANADIAN  DISTRIBUTORS 


The  Century  Electric  Co. 

Montreal 
La  Cie  Codere  &  Fils,  Inc. 

Sherbrooke 
Eastern  Electric  Co. 

St.  John 
jreat  West  Electric  Co. 
Winnipeg 


Costello  &  Crowe.        Dawson  &  Co.,  Ltd. 
Ottawa  Montreal 

Mechanics  Supply  Co.,  Ltd. 
Quebec 

John  Starr  &  Sons  Co.,  Ltd. 
Halifax 
Rogers  Electric  Co.,  Ltd. 
Toronto 
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CONDULETS 

Condulets  are  made  in  special  water-proof  types  and  meet  every  marine 
wiring  requirement — from  ordinary  elbows  to  junction  boxes,  lamp 
outlets  and  high  capacity  plugs  and  receptacles. 

The  few  illustrations  here  given  only  suggest  the  lines.     Why  not  write  to-day  for  complete 
literature  ?    We  will  gladly  send  it  to  you,  Free. 


TYPE  VS 
WATER-TIGHT 
HAND  LAMP 


TYPE  VL 
MOISTURE- 

PROOi- 
CONDULET 


VIEW  OF  THE  WARFOX,  WIRED  THROUGHOUT  IN  CONDULETS 


TYPE  BRHD  WATER- 
TIGHT PLUG  RE- 
CEPTACLE EQUIPMENT 


TYPE   PNX  WATER- 
TIGHT JUNCTION  BOX 


TYPE   AD  WATER-TIGHT 
JUNCTION  BOX 


TYPE    LB  OBROUND 
CONDULET  BODY 
WITH    BLANK  METAL 
COVER 


TYPE    LR  OBROUND 
CONDULET  BODY 


lYPE  SOX  PROJECTOR  (1,000-WATT) 


TYPE  SDA  PROJECTOR 
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Can  We  Avoid  a  Recurrence  of  "Heat"  Short- 
age ?— Not  Unless  We  Act  Promptly 

The  people  of  Ontario  and  Quebec  will  now  realize,  as 
many  have  not  done  heretofore,  that  the  fuel  situation  is 
one  of  the  big  problems  calling  for  solution  in  the  immediate 
future.  So  long  as  our  coal  supplies  continued  to  come  in 
regularly  the  tendency  of  the  public  has  been  to  close  their 
eyes  to  the  narrow  margin  of  safety  on  which  we  have  been 
operating  for  some  years.  Now,  however,  after  all  classes  of 
our  citizens  have  felt  the  pinch  and  have  realized  that  we  are 
dependent  for  our  future  comfort  not  entirely  on  the  friend- 
ship of  the  United  States,  but  also  on  the  ability  of  that  coun- 
try to  supply  our  needs  in  the  way  of  coal,  it  is  reasonably  cer- 
tain that  about  the  most  uppermost  thought  in  everybody's 
mind  to-day  is— what  can  we  do?  How  can  we  prevent  a 
repetition  of  our  present  winter  discomfort  and  disorgan- 
ization of  business? 

The  province  of  Ontario  and  the  western  portion  of  the 
province  of  Quebec,  being  farthest  removed  from  the  Can- 
adian coal  fields,  are  naturally  most  vitally  concerned  with 
the  solution  of  the  coal  shortage  problem.  It  is  no  great 
strain  of  the  imagination  to  foresee  heavy  fatalities  in  the 
future  due  to  fuel  shortage.  There  is  comparatively  little 
left  throughout  the  country  in  the  way  of  forests,  and  the 
"cry-out"  that  farmers  arc  hauling  coal  out  of  ' the  city  when 
they  ought  to  be  using  wood  simply  demonstrates  that  wood 
is  not  easily  available.  If  it  were  otherwise,  indeed,  such  ex- 
tortion as  we  read  of  in  the  local  press  in  the  way  of  wood 
prices  could   nnt  exist.     There  is  evidently  a  shortage  of 
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wood,  just  as  there  is  of  coal;  the  shortage  of  labor  in  the 
country  accentuates  the  difficulty. 

To  prevent  real  calamity,  therefore,  there  is  plainly  no 
alternative  course  open  to  us  than  to  utilize  whatever  other 
sources  of  heat  supply  we  can  lay  our  hands  on.  We  have 
a  considerable  quantity  of  peat  in  these  two  provinces.  Years 
ago  it  was  demonstrated  that  this  could  be  worked  up  into 
marketable  form.  No  action  has  ever  been  taken,  how- 
ever, on  account  of  the  cost — it  might  not  pay,  in  competi- 
tion with  coal  at  the  prices  then  prevailing.  Under  the  con- 
ditions of  to-day  these  areas  should  be  exploited  at  once  that 
a  supply  may  be  available  for  next  winter. 

Then,  there  is  the  almost  inexhaustible  lignite  supply  of 
western  Canada.  Some  time  ago  this  situation  was  investi- 
gated by  the  Industrial  Research  Council  and  a  recommenda- 
tion made  to  the  government  that  some  half-million  dollars 
be  expended  on  a  plant  for  briquetting  this  fuel  into  a  form 
suitable  for  shipment.  Cost  of  carriage  may  prohibit  its 
shipment  into  the  central  and  eastern  parts  of  Ontario  under 
normal  conditions,  but,  again,  cost  may  not  always  be  the 
determining  factor,  and  such  a  plant,  as  a  safeguard,  would 
be  a  fine  asset  to  the  people  of  Canada.  Our  government, 
therefore,  in  our  opinion,  should  immediately  proceed  with 
the  construction  of  a  plant,  as  recommended,  to  be  added 
to  as  experience  is  gained. 

Finally,  there  is  our  water  powers.  It  is  a  simple  fact 
that  much  suffering  has  been  avoided  in  the  larger  towns 
and  cities  of  Ontario  and  Quebec  during  the  past  two  months 
by  the  use  of  electric  heat.  An  example  is  a  case  of  pneu- 
monia in  an  apartment  house  which  ran  entirely  out  of 
coal  and  where  a  satisfactory  and  instant  substitute  was  found 
in  a  couple  of  electric  heaters.  And  in  thousands  of  homes 
and  offices  it  has  been  used  as  an  au.xiliary.  Paradoxical  as 
it  may  seem,  electric  heaters,  even  where  operated  by  steam 
plants,  have  been  very  real  fuel  conservers,  for  by  supplying 
localized  heat,  they  have  made  it  possible  to  operate  the 
main  heating  system  of  many  homes  at  a  very  much  lower 
capacity.  It  seems  specially  urgent,  therefore,  that  every 
encouragement  and  assistance  should  be  given  to  develop- 
ment of  our  water  powers  so  that  they  may  be  available  as 
a  substitute  for  coal  at  the  earliest  possible  moment. 

We  have  reached  a  stage  where  "first  cost"  is  not  the 
prime  consideration.  Since  we  cannot  do  without  fuel  we 
must  needs  pay  what  it  costs.  In  view  of  the  experiences  of 
the  present  winter  the  duty  of  our  government  is  to  safe- 
guard us  against  their  recurrence.  Since  this  will  take  time 
a  start  should  be  made  without  further  delay. 


A  Matter  Easily  Adjusted  by  the 
Power  Controller 

Sir  .A.dam  Beck  is  reported  as  having  made  the  state- 
ment that  one  of  the  power  generating  companies  at  Niagara 
Falls  is  deliberately  operating  at  less  than  full  capacity — ap- 
parently having  in  mind  the  Electrical  Development  Com- 
pany.   Either  the  charge  is  true  or  it  is  not  true. 

If  it  is  true,  in  view  of  present  electric  power  shortage, 
such  action  is  nothing  short  of  criminal.  However,  there 
was  recently  appointed,  by  the  Dominion  Government,  a 
Power  Controller,  whose  business  it  is  to  look  into  just 
such  matters.  Without  a  shadow  of  a  doubt  he  has  power 
to  investigate  operating  conditions  in  the  generating  plant 
of  the  Electrical  Development  Company.  If  the  plant  is 
operating  under  capacity  he  has  ample  power  to  apply  a 
remedy.  If  he  does  not  know  or,  knowing,  has  not  applied 
the  remedy,  he  is  criminally  negligent  in  the  performance 
of  his  duty. 

If  what  Sir  Adam  Beck  charged  is  not  true  lie  should 
liave  known  that  it  was  not  true  ami  should  iio(  liave  laid 
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himself  opfii  to  the  iinplication  lliat  he  was  trying  to  ex- 
tricate himself  from  a  most  iliftieult  position  by  laying  the 
blame  on  others. 


Two  New  Supplementary  Orders 

The  Power  Controller  has  thrown  a  little  further  light  on 
his  order  of  January  S  by  the  following  additional  order,  dated 
February  4,  which  reads  as  follows: 

In  the  matter  of  "The  War  Measures  Act  1914." 

In  the  matter  of  the  order-in-council,  dated  November  6, 
1>)17,  numbered  P..  C.  3143,  and  the  order  of  January  8,  1918, 
issued  as  Power  Controller  appointed  under  the  said  order-in- 
council,  and  in  pursuance  of  the  powers  thereby  conferred. 

Whereas  by  the  said  order  of  January  8,  1918,  purchasers 
and  consumers  of  electrical  energy  in  the  districts  of  Western 
Ontario  served  by  power  generated  by  the  Niagara  River 
were,  inter  alia,  prohibited  from  using  such  energy  for  "ad- 
vertising purposes  or  ornamental  lighting." 

And  whereas  a  doubt  has  been  raised  whether  such  pro- 
hibition applies  to  window  arnl  other  display  lighting. 

It  is  therefore  ordered  and  declared  that  the  words  "ad- 
vertising purposes  or  ornamental  lighting"  include  the  light- 
ing of  windows  and  other  display  lighting;  and  the  said  order 
shall  be  read  accordingly. 

Dated  at  Ottawa  this  fourth  day  of  February,  A.D.  1918. 

(Sgd.)  H.  L.  Drayton, 

Power  Controller. 

This  is  supplemented  by  a  similar  order,  signed  by  W.  W. 
Pope,  secretary  of  the  Hydro-Electric  Commission,  as  fol- 
lows : 

In  the  matter  of  the  order  of  the  Power  Controller,  bear- 
ing date  the  8th  day  of  January,  1918,  and  his  declaratory 
order  respecting  the  same  bearing  date  the  4th  day  of  Febru- 
ary, 1918,  copy  of  which  is  hereto  attached,  and  the  comims- 
sion's  order,  bearing  date  January  8,  1918. 

Whereas  by  the  said  order  of  the  Hydro-Electric  Power 
Commision  of  Ontario  of  January  8,  1918,  all  municipalities, 
commissions,  companies,  or  persons  being  supplied  with  elec- 
trical power  and  energy  by  the  commision,  were,  inter  aha, 
on  and  after  the  15th  day  of  January,  1918,  prohibited  from 
using  such  energy  for  advertising  purposes  or  ornamental 
ilghting. 

And  whereas  a  doubt  has  arisen  as  to  whether  such  order 
applies  to  window  lighting,  it  is  therefore  ordered  and  direct- 
ed that  the  words  "advertising  purposes  or  ornamental  light- 
ing" includes  the  lighting  of  windows  and  other  display  light- 
ing; and  the  said  order  shall  be  read  accordingly,  and  shall 
take  efifect  from  and  after  the  5th  day  of  February  and  remain 
in  force  until  further  notice. 

Dated  at  Toronto,  this  4th  day  of  February,  A.D.  1918. 
Hydro-Electric  Power  Commission  of  Ontario, 

W.  W.  Pope,  Secretary. 

This  is  evidently  to  be  interpreted  as  meaning  that  all 
window  lighting  must  be  discontinued. 


real  estate  tax  was  going  up,  and  that,  under  a  recent  judg- 
ment of  the  court,  the  utility  companies  had  to  pay  not  only 
for  the  share  of  the  underground  conduits  that  their  wires 
occupied,  but  also  for  a  proportion  of  the  vacant  space,  the 
conduits  having  been  made  larger  than  necessary  in  order  to 
provide  for  new  coiupanies.  If  the  tax  was  made  unduly 
high,  the  ef¥ect  would  have  to  fall  upon  the  users  of  gas 
chiefly,  and  this  class  of  people  were  poor. 

Leon  Garneau,  K.C.,  spoke  for  the  Bell  Telephone  Com- 
pany. "Don't  you  think  that  the  company  charges  enough 
for  phones?"  asked  Mr.  Mayrand  (Dorion). 

"That  is  a  reason  for  not  forcing  the  company  to  raise 
the  rates  by  making  an  application  to  the  Dominion  Railw-ay 
Commission,"  said  Mr  Garneau.  "Heavy  taxes  will  force  the 
company  to  apply  for  an  increase." 

Alphonse  Decary,  K.C.,  appeared  for  the  Montreal  Water 
and  Power  Company,  and  pointed  out  that  his  clients  were  in 
a  different  position  to  the  other  utility  companies.  The  com- 
pany for  twenty-five  years  had  not  been  able  to  pay  a  single 
cent  of  dividend. 

Alderman  Turcot,  deputy  for  Laurier,  said  the  company 
charged  7^  per  cent,  for  water,  and  Mr.  Decary  said  that, 
notwithstanding  charges,  there  was  no  profit,  and  the  com- 
pany was  unable,  because  of  its  iron-clad  contracts,  to  raise 
the  price  of  water,  and  there  was  no  reason  for  forcing  an- 
other heavy  burden  upon  it.  The  telephone  and  electric 
companies  could  raise  their  rates;  the  Water  and  Power  Com- 
pany could  not  do  so. 

Mr.  David,  of  Terrebonne,  asked  for  a  suggestion  as  to 
what  would  be  reasonable,  and  Mr.  Decary  mentioned  1  per 
cent.  Sir  Lomer  Gouin  closed  the  argument  by  saying  that 
all  the  companies  were  agreed  on  the  principle  of  paying  this 
surtax  to  aid  in  the  city  for  a  period  of  three  years,  and  the 
only  question  was  to  determine  what  rate  should  be  charged. 
He  asked  Mr.  GeofTrion  for  another  quotation,  and  Mr.  Geof- 
frion  said  he  was  willing  to  have  the  rate  2  per  cent.  The 
conimittee  made  it  5  per  cent.,  except  in  the  case  of  the  Mont- 
real Water  and  Power  Company,  this  being  fixed  at  1  per 
cent. 

Sir  Lomer  remarked  that  $300,000  among  the  public  utili- 
ties companies  would  not  be  a  great  thing.  The  sources  of 
revenue  had  to  be  increased.  The  tax  was  not  an  attack  on 
capital,  but  the  deficit  had  to  be  met. 


Tax  on  Public  Utilities 

In  the  Quebec  Legislature  the  matter  of  placing  a  tax  of 
5  per  cent,  on  the  property  in  the  streets  of  public  utility  com- 
panies was  discussed  a  few  days  ago.  The  first  idea  of  charg- 
ing 5  per  cent,  on  the  gross  receipts  of  such  companies  was 
abandoned.  Mr.  Laurendeau  said  the  value  of  such  property 
was  $6,400,000.  Aime  Geofifrion,  K.C.,  appeared  for  the  Mont- 
real Light,  Heat  and  Power  Company,  and  said  that  his  com- 
pany was  willing  to  contribute  to  help  meet  the  deficit,  and 
were  agreed  on  the  principle  of  paying  for  a  period  of  three 
years,  but  believed  5  per  cent,  was  altogether  too  high,  and 
suggested  1  per  cent.  He  pointed  to  the  taxes  that  the  com- 
pany was  paying  Montreal  already;  also  to  the  fact  that  the 


Conservation  of  Canadian  Trade 

An  interesting  booklet,  entitled  "Conservation  of  Cana- 
dian Trade,"  a  discussion  of  trade  conditions  after  the  war. 
the  necessity  for  preparedness,  responsibility  of  the  govern- 
ment, with  some  valuable  suggestions  relating  thereto,  by 
Hon.  Frederic  Nicholls,  president  and  managing  director  of 
the  Canadian  General  Electric  Company,  has  just  been  pub- 
lished. Senator  Nicholls  is  chairman  of  a  special  committee 
of  the  Senate  of  Canada  on  Conservation  of  Canadian  Trade, 
and  the  booklet  is  chiefly  a  reproduction  of  certain  of  his  ad- 
dresses and  letters  that  have  dealt  so  forcefully,  in  the  Senate 
and  elsewhere,  with  the  facts  concerning  this  important  ques- 
tion. In  the  "foreword"  Senator  Nicholls  points  to  the  un- 
certainty of  trade  conditions  after  the  war.  which  is  causing 
grave  anxiety  to  business  men  throughout  Canada,  and  adds; 

"The  balance  of  trade  is  now  greatly  in  our  favor,  and 
Canada  is  prosperous;  in  fact,  so  prosperous  that  little  heed  is 
being  given  to  preparation  for  the  inevitable  'slump'  that  will 
be  experienced  when  the  demand  for  our  output  diminishes 
and  present  high  prices  are  no  longer  current. 

"Undoubtedly  much  could  be  accomplished  by  the  mobil- 
ization of  our  resources,  intelligent  co-operation  in  producing 
and  selling,  and  courageous  effort  on  the  part  of  the  govern- 
ment, which  is  well  advised  as  to  the  problems  to  be  met. 

"In  time  of  war  we  should  prepare  for  peace  and  it  will  be 
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unfitting  to  our  dignity  as  a  patriotic  and  resourceful  Domin- 
ion if  prompt  and  decisive  preparations  are  not  made  to  meet 
the  new  conditions  which  we  will  soon  be  called  upon  to 
face." 

The  booklet  is  timely  and  the  subject  matter  is  presented 
in  such  a  masterly  fashion  that  it  demands  the  earnest  study 
of  all  thinking  Canadians. 


Splendid  Lectures  Before  the  Electric  Club 
of  Toronto 

On  Friday,  February  1,  Col.  G.  G.  Nasmith,  Ph.D.,  C.M.G., 
addressed  the  Electric  Club  of  Toronto,  describing  the  sys- 
tem prevailing  in  France  for  keeping  the  men  fit.  This  in- 
volved, among  other  things,  special  precautionary  measures 
regarding  food  and  water,  especially  the  latter,  and  the  im- 
mediate and  complete  isolation  of  all  cases  of  contagious  dis- 
ease. Among  many  other  gratifying  evidences  of  the  effici- 
ency of  the  organization  of  the  Army  Medical  Department, 
Col.  Nasmith  mentioned  the  incredible  speed  with  which  the 
sick  and  wounded  are  frequently  transported  across  the  chan- 
nel, the  space  of  twenty-four  hours  being  sufficient,  in  many 
cases,  to  make  the  transfer  from  the  front  line  trenches  to  a 
-  comfortable  hospital  ward  in  England.  Col.  Nasmith's  work 
was  more  particularly  associated  with  the  purification  of  the 
supply  of  water,  for  his  notable  achievements  in  which  con- 
nection, it  will  be  remembered,  he  received  his  decoration. 

Professor  Alfred  Baker  was  the  guest  of  the  Club  and 
the  speaker  on  February  15.  He  spoke  on  a  most  interesting 
phase  of  after-the-war  problems— the  probability  that  Canada 
or  England  would  find  the  national  debt  so  burdensome  as  to 
retard  commercial  recuperation.  By  comparing  the  figures 
for  population,  trade,  productivity  and  debt  following  pre- 
vious wars,  with  the  probal)ly  corresponding  figures  when 
the  present  war  is  over,  he  was  able  to  demonstrate  that  the 
British  Empire,  unless  the  war  drags  on  interminably,  will 
emerge  from  it  under  much  more  favorable  conditions  than 
"has  been  the  case  following  previous  wars.  Regarding  the 
probable  shortage  of  money,  which  is  so  generally  deplored, 
it  was  pointed  out  by  Professor  Baker  that,  like  the  small 
bullet,  which  owes  its  destructiveness  to  its  speed,  so  the 
smaller  amount  of  money  can  be  made  tremendously  effective 
by  rapid  turnovers. 

The  speaker  made  an  interesting  allusion,  in  passing,  to 
the  probable  outcome  of  the  so-called  socialistic  movement. 
We  are  all  socialists,  more  or  less,  and  there  are  many  prac- 
tical examples  at  work  in  our  midst  to-day.  Free  schools 
•  is  one  example,  national  railways  another.  It  is  the  extreme 
socialism  that  is  objectionable.  The  problem  will  best  be 
solved  by  utilizing  the  best  elements  in  the  socialistic  pro- 
gramme. Just  as  republicanism  has  been  avoided  and  the 
best  form  of  government  in  the  world— a  limited  monarchy- 
has  been  preserved  to  us  by  a  recognition  of  the  most  rea- 
sonable features  of  democracy,  so  socialism  in  its  objection- 
able form  will  be  disarmed  by  the  absorption  into  our  exist- 
ing constitution  of  such  parts  of  the  socialistic  creed  as  will 
tend  to  bring  closer  together  into  a  mutual  understanding 
those  elements  in  our  citizen  life  which  at  the  moment  seem 
to  be  out  of  tunc. 


ture  was  illustrated  by  a  wonderful  series  of  lantern  slides, 
reproduced  from  photographs  and  from  personal  water-col- 
ored sketches,  for  which  the  professor  is  widely  famed. 

On  Friday,  February  15th,  the  Section  is  to  have  the 
privilege  of  a  paper  by  Mr.  C.  R.  Dooley,  of  the  Westing- 
house  Company,  Pittsburgh,  on  the  subject,  "Training  Men 
for  Industry."  As  a  lecturer,  Mr.  Dooley  has  few  equals,  and 
is  it  anticipated  that  this  meeting  will  be  perhaps  the  most 
successful  of  the  whole  season.  It  is  anticipated  that  several 
gentlemen  of  some  importance  in  the  field  of  vocational 
education  will  be  present  to  discuss  this  many-sided  subject. 
A  well-known  Canadian  engineer  who  is  acquainted  with 
Mr.  Dooley's  work,  says:  "Mr.  Dooley  has  spent  many  years 
studying  the  technical  educational  prot)lem  from  an  aspect 
which  it  is  almost  impossible  for  a  university  educationalist 
to  obtain.  He  has  been  culling  the  wheat  from  the  chaff 
in  the  regular  run  of  college  graduates  from  nearly  all 
.American  and  Canadian  universities.  He  has  also  developed, 
in  connection  with  some  of  the  foremost  electrical  engineers 
of  the  country,  a  system  of  education  to  supply  the  special 
needs  of  the  Westinghouse  Company 

Several  Canadian  engineers  have  recently  been  elected 
to  the  standing  committees  of  the  A.I.E.E.  .-Vmong  these 
may  be  mentioned: 

Mr.  Wills  Maclachlan  (membership). 

Mr.  W.  G.  Gordon  (transportation). 

Mr.  H.  B.  Dwight  (transmission  and  distribution). 

Mr.  W.  L.  Bird  (power  stations). 

A  paper  presented  by  Mr.  Harry  Baker,  of  the  Ontario 
Power  Company,  to  the  Toronto  Section  last  fall,  on  the  sub- 
ject of  testing  current  transformers,  has  been  accepted  for 
publication  in  the  Proceedings  of  the  Institute,  and  will 
shortly  be  availal)le  in  the  form  of  reprints. 


Activities  of  the  American  Institute 

It  is  generally  the  case  with  the  meetings  of  the  A.I.E.E. 
that  a  no"n-technical  subject  for  a  lecture  results  in  a  very 
poorly  attended  meeting.  This,  however,  was  not  the  case 
on  Friday,  February  1st,  when  Prof.  A.  P.  Coleman  addressed 
the  Toronto  section.  Fully  fifty-five  meml)ers  and  their 
friends  were  present,  and  there  is  no  question  that  everybody 
appreciated  to  the  full  the  description  by  Dr.  Coleman  of  his 
recent  trip  across  the  South  American  continent.    The  lec- 


B.  C.  E.  R.  Activities 

At  the  first  annual  meeting  of  the  B.  C.  Electric  Office 
Employees'  Association  of  \'ancouver,  held  January  11th, 
favorable  reports  were  read  of  the  first  year's  work,  and 
the  coming  year  is  expected  to  be  even  more  successful. 
The  following  officers  were  elected  at  the  meeting:  George 
Kidd  (general  manager),  hon.  president;  \V.  G.  Murrin  (as- 
sistant general  manager),  hon.  vice-president;  A.  E.  Chambers, 
president;  E.  E.  Walker,  vice-president;  P.  Lewis,  secretary; 
J.  V.  Armstrong,  treasurer.  The  executive  is;  R.  Carver,  F. 
E.  Reid,  J.  Lightbody,  E.  Fatkin,  C.  Cook,  O.  C.  Mix,  A.  For- 
syth, S.  A.  Horner,  H.  Findlay,  P.  Runcie.  A.  Manfield,  J. 
Munro,  R.  V.  Moss,  W.  G.  Chandler,  J.  G.  Richardson,  F. 
Potts,  E.  W.  Arnott,  F.  Fisher,  John  McNee  and  Jas.  Raid- 
win,  and  Misses  Reid,  Gaerdes,  H.  Langley  and  Chadney, 
with  three  others  to  lie  appointed.  The  social  club  com- 
mittee elected  were,  R.  Lyon,  Potts,  Graham,  Manfield  and 
R.  P.  Fraser. 


Girls  for  Meter  Readers 

The  Binghamton  Light,  Heat  &  Power  Com- 
pany, of  Binghamton,  N.Y.,  has  employed  girls 
to  read  meters  and  deliver  bills.  It  has  been 
found  advisable  to  do  this  on  account  of  the 
general  labor  condition,  and  it  is  in  line  witii 
the  policy  adopted  about  six  months  ago  of  em- 
ploying girls  in  all  branches  of  the  work  where 
it  is  feasible  to  do  so,  therebj'  releasing  as  many 
men  as  possible  for  war  service. 
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Report  on  Inductive  Interference 


The  Joint  Coinuuitee  nn  liuluelive  Interference,  organ- 
ized in  December,  mi:.',  by  the  California  Railroad  Commis- 
sion and  authorized  to  conduct  an  investigation  of  the  prob- 
lem of  inductive  interference  to  communication  circuits  by 
liarallc!  power  circuits  has  completed  its  work,  after  con- 
tinuously investii^ating  this  suliject  for  over  five  years,  at  a 
cost  of  over  $100,000.  borne  jointly  by  the  interested  rail- 
road,  po\\cr,   anil   ccunnumication   companies  and  the  Cal- 
ifornia Railroad  Commission.    The  investigation  has  obtained 
results  of  great  consequence  to  electrical  engineers  in  all 
liranches  of  engineering,  particularly  to  railways,  power,  tele- 
l)hone  and  telegraph   companies,  and  to  manufacturers  of 
electrical  apparatus.    A  knowledge  of  the  work  done  and  the 
results  accomplished  will  prove  indispensable  also  to  such 
pulilic  utility  commissions  and  other  public  authorities  as 
have  jurisdiction  over  the  service  of  railways  and  power 
and  communication  companies.    Some  of  the  general  con- 
clusions have  been  published  by  the  technical  press  at  dif- 
ferent times  during  the  progress  of  the  investigation,  but 
practically  none  of  the  technical  data  have  thus  far  been  made 
generally  available.    From  time  to  -time  during  the  course  of 
this  work  technical  reports  have  been  prepared  which  give 
the  data  obtained  from  the  tests  and  the  results  and  con- 
clusions  derived   from   both   the   tests   and   the  theoretical 
studies.    Thirty  of  these  technical  reports  have  been  selected 
as  being  of  such  general  interest  and  applicability  as  to  war- 
rant publication.     In  addition  to  the  technical  reports  the 
publication  will  contain  final  recommendations  for  rules  for 
the  prevention  and  mitigation  of  inductive  interference  and 
valuable  historical  matter  concerning  the  investigation  with 
general  and  technical  discussions  on  the  subject.    The  book 
will  have  a  complete  index  and  contain  approximately  1,000 
pages,  with  over  400  drawings  and  30  photographs.  The 
publication  is  contingent  upon  obtaining,  in  advance,  a  suffi- 
cient number  of  subscriptions  to  cover  the  actual  cost  of 
printing  and  binding.     Anyone  interested  in   possessing  a 
copy   should   make  application,  -immediately,   to   the  Com- 
mission, at  833  Market  Street,  San  Francisco,  Cal. 

Summary  of  Recommendations 

The  report  gives  the  following  as  the  seven  "basic  phy- 
sical principles  which  underly  the  rules  recommended  and 
which  should  guide  all  efforts  to  prevent  inductive  interfer- 
ence:" 

1,    Avoidance  of  close  proximity. 

3.    Elimination  or  suppression  of  hannonics. 

3.  Limitation  of  residuals. 

4.  Reduction  of  intensity  of  induction  by  favorable  ar- 
rangement of  conductors. 

.5.    Neutralization  of  induction  by  coordinated  transposi- 
tion systems. 

6.  Balancing  of  metallic  communication  circuits. 

7.  High  grade  construction  and  care  in  the  operation 
and  maintenance  of  power  circuits. 

A  brief  summary  of  the  recommended  rules  follows: 
The  first  section,  entitled:  "General  Provisions,"  provides 
for:  (a)  Applicability  of  the  rules.  Rules  on  operation  and 
maintenance  are  to  apply  throughout;  rules  for  specific  par- 
allels, to  cases  hereafter  created;  rules  not  limited  to  lines 
involved  in  a  parallel,  to  new  construction  and  in  the  event 
of  reconstruction;  (b)  Co-operation;  (c)  Method  of  remedy 
involving  the  least  total  cost;  (d)  Existing  parallels  are  to 
be  cared  for  with  due  diligence,  depending  on  the  seriousness 
of  their  effects. 

The  secf)nd  section  consists  wholly  of  definitions. 


The  third  section,  entitled:  "Location  of  Lines,"  requires: 
(a)  Avoidance  of  parallelism  wherever  practicable,  (b)  Ad- 
vance notice  of  intention  to  construct  a  line  which  will  create 
a  parallel,  (c)  The  distance  between  parallel  lines  to  be  made 
as  great  and  as  uniform  as  practicable.  Where  other  reme- 
dies fail,  the  separation  is  to  be  increased,  (d)  and  (e)  Par- 
allels shall  be  as  short,  and  as  free  from  discontinuities  as  • 
practicable.  Unnecessary  crossings  of  highways  are  to  be 
avoided. 

The  fourth  section,  entitled:  "Design  and  Construction 
of  Lines,"  (a)  Requires  attention  to  quality  and  workman- 
ship to  prevent  failures  causing  interference,  (b)  Considera- 
tion of  the  configuration  of  power  circuits  is  required,  also 
the  avoidance  of  excessive  spacing,  long  two-wire  branches 
from  three  phase  lines,  and  single  wire  grounded  circuits, 
(c)  Power  circuits  are  to  be  transposed  throughout  their 
lengths  with  barrels  of  6  to  12  miles,  excepting  lines  under 
13.5  kv.  with  grounded  neutrals,  and  certain  lines  located 
on  private  rights  of  way.  Existing  power  circuits  are  to  be 
transposed  outside  parallels  hereafter  created  when  necessary 
for  capacitance  balance,  with  regard  to  discontinuities,  (d) 
Inside  parallels  an  adequate  transposition  scheme,  consist- 
ing of  co-ordinated  transpositions  in  the  power  and  com- 
munication lines,  if  the  latter  are  metallic,  is  to  be  installed, 
determined  by  co-operative  study.  In  general,  at  least  one 
barrel  shall  be  placed  in  the  power  circuit.  At  highwaj'  sep- 
arations from  telephone  lines,  three  mile  barrels  should  or- 
dinarily be  employed.  For  parallels  with  telegraph  lines  six 
mile  barrels  are  ordinarily  sufficient.  The  most  economical 
scheme  and  utilization  of  existing  transpositions  are  to  be 
considered. 

The  fifth  section  is  entitled:  "Design,  Construction,  and 
Arrangement  of  Apparatus."  It  provides  for:  (a)  Quality 
and  arrangement  of  apparatus  to  minimize  interference,  (b") 
Rotating  machinery  should  have  good  wave  form.  Grounds 
on  generators  are  to  be  avoided,  unless  the  arrangements  are 
such  as  to  avoid  uirbalancing  the  circuit  and  introducin.g 
residuals,  (c)  Transformer  exciting  currents  should  be  as 
low  as  is  consistent  with  good  practice  (for  most  cases  less 
than  10  per  cent,  at  normal  voltage).  Grounded  single  phase, 
grounded  three-wire  two-phase,  and  grounded  open-star  three- 
phase  connections  are  prohibited.  Star  connected  auto  trans- 
formers with  grounded  neutrals  on  three-phase  lines  in  par- 
allels must  also  have  low-impedance,  delta-connected  wind- 
ings, or  other  equivalent  means  of  suppressing  triple  har- 
monic residuals,  (d)  Auxiliary  devices  to  prevent  distortion  of 
the  waves  by  rectifiers,  etc.,  are  to  be  installed  where  neces- 
sary, (e)  One  oil  switch  with  poles  mechanically  intercon- 
nected for  simultaneous  operation  is  required  between  a  par- 
allel and  the  source  of  supply  of  the  power  line  to  operate 
automatically  in  case  of  abnormal  conditions,  except  where 
an  operator  is  on  duty.  Consideration  is  to  be  given  to 
switching  arrangements  to  minimize  transients.  Where  air- 
break  or  single-pole  oil  switches  cause  trouble,  oil-switches 
with  poles  interconnected  are  to  be  used,  (f)  Fuses  are  to 
be  avoided  for  main  lines  in  parallels,  (g)  Electrolytic  lightn- 
ing arresters  are  to  be  equipped  to  minimize  their  disturbing 
ef?ects.  (h)  Indicating  devices  are  to  be  provided  at  supply 
stations  to  give  warning  of  abnormal  conditions,  and  am- 
meters are  to  be  installed  in  important  neutral-ground  con- 
nections, (i)  Apparatus  for  metallic  communication  cir- 
cuits is  to  be  well  balanced. 

The  sixth,  and  last,  section,  is  entitled:  "Operation  and 
Maintenance,"  and  requires:  (a)  .\11  reasonable  care  bj'  power 
and  communication  interests  to  minimize  interferencfe  and. 
in  particular:  (b)  Prevention  of  mechanical  and  electrical 
failures  which  would  cause  or  promote  transient  disturb- 
ances and  unbalanced  loads,  (c)  Daily  record  of  current  in 
(Continued  on  pagre  3D 
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Canadian  Waters  and  Water  Powers 

Report  of  Commission  of  Conservation  on  Progress  of  Last  Twelve  Months' 

Work— B.C.  Data  Soon  Available 


We  have  now  practically  completed  the  preliminary  sur- 
vey of  the  water-powers  of  Canada.  The  results  have  been 
published  with  respect  to  every  province  except  British  Col- 
umbia, and  the  report  for  that  province  is  in  the  printer's 
hands.  During  the  past  year,  special  efforts  were  made  to 
secure  detailed  information  with  regard  to  electric  power 
plants  and  systems  throughout  the  Dominion.  It  is  of  great 
practical  importance  in  a  country  where  advances  are  so 
quickly  made  that  such  information  should  be  accurate  and 
up  to  date.  The  report  which  is  now  in  progress  will  com- 
pletely cover  this  branch  of  the  subject.  The  members  of 
the  staE  who  are  specially  charged  with  the  branches  of 
the  work  will  give  their  reports  to  the  Commission  in  detail, 
and  it  is  not  necessary  for  me  to  anticipate  what  they  will 
say.  I  purpose,  however,  saying  a  few  words  on  the  general 
features  of  the  subject  of  hydro-electric  power. 

Power  Progress  in  Ontario 

The  development  of  hydro-electric  power  in  Canada, 
and  especially  in  the  provinces  of  Ontario  and  Quebec,  dur- 
ing the  last  ten  years  has  been  almost  incredible.  At  the 
beginning  of  the  work  of  the  Ontario  Hydro-electric  Power 
Commission,  the  late  Premier,  Sir  James  Whitney,  stated  that 
the  Commission  would  not  require  so  much  as  10,000  h.p. 
At  this  moment,  the  immediate  requirements  of  the  Hydro- 
electric Power  Commission  in  Ontario  may  be  conservatively 
stated  at  296,000  h.p.,  upon  which  demand  there  is  a  present 
shortage  of  about  70,000  h.p.  A  conservative  estimate  of  the 
amount  of  power  actually  in  use  in  the  city  of  Montreal  and 
its  environs,  is  225,000  h.p.  The  position  with  respect  to 
the  province  of  Ontario,  and  especially  with  regard  to  Niagara 
Falls,  is  one  which  should  be  considered  with  great  care. 
At  the  present  time,  the  Hydro-electric  Power  Commission 
is  about  70,000  h.p.  short,  and  it  is  not  too  much  to  say  that 
this  shortage  will  very  rapidly  increase.  I  understand  that 
Sir  Henry  Drayton  has  reported  to  the  Federal  Government 
that  it  is  not  practicable  to  withdraw  this  70,000  h.p.,  which 
is  presen  tly  in  demand,  from  the  United  States,  to  which  it  is 
now  being  exported,  for  the  reason  that  the  power  is  neces- 
sary for  the  use  of  plants  which  are  producing  essential  war 
material  for  Great  Britain  and  her  allies.  The  position  is, 
therefore,  that  whereas  12  or  15  years  ago,  it  was  not  thought 
that  the  Hydro-electric  Power  Commission  could  make  use 
of  10,000  h.p.,  and,  accordingly,  permits  to  export  were  more 
<ir  less  freely  given,  there  is  now,  in  round  figures,  an  im- 
mediate demand  for  300,000  h.p.,  and  the  demand  cannot  be 
satisfied. 

St.  Lawrence  Power  Situation 

A  situation  analogous  to  that  in  which  Niagara  power 
stood  fifteen  years  ago,  now  exists  on  the  St.  Lawrence  River. 
A  very  large  capacity  for  the  development  of  power  exists 
upon  the  St.  Lawrence.  There  is  a  considerable  development 
in  the  neighbourhood  of  Montreal,  but  the  greater  portion 
of  the  power  still  remains  undeveloped,  .\ttempts  are  con- 
stantly being  made  to  fatally  complicate  the  position  with 
respect  to  St.  Lawrence  power  by  securing  the  privilege  of 
private  development,  which  will  be  followed  by  contracts 
for  the  exportation  of  the  power  developed.  1  understand 
that  the  Cedars  Rapids  company  exports  something  like  00,000 
h  p.  per  annum.  An  attempt  was  made  some  years  ago  to 
secure  the  privilege  of  devehipin.'^  tli<^'  pmver,  the 


purpose  being  to  export  the  greater  portion  of  the  power 
in  the  interest  of  a  manufacturing  corporation  on  the  United 
States  side  of  the  line.  This  project  was  defeated,  largely 
through  our  efforts.  A  similar  project  is  now  being  pro- 
moted, and  we  are  resisting  it  with  all  our  energy  and  we 
trust  with  fair  prospects  of  success.  It  is  almost  incredible 
that  any  responsible  man  should  be  so  short-sighted  as  to 
favor  this  project  in  the  face  of  the  experience  which  we  are 
now  undergoing  at  Niagara. 

International  Development  Proposed 

Within  a  very  few  years,  there  will  be  a  demand  for 
every  horse-power  that  can  be  developed  on  the  St.  Law- 
rence River  to  which  Canada  is  entitled  for  use  upon  the 
Canadian  side.  The  situation  with  regard  to  Niagara  will 
undoubtedly  be  duplicated,  and  if  we  are  foolish  enough  to 
allow  vested  interests  to  be  created  upon  the  other  side  of 
the  line,  we  shall  inevitably  find  ourselves  handicapped  and 
embarrassed  as  we  now  are  with  respect  to  Niagara  power. 
For  myself,  I  have  no  doubt  at  all  what  ought  to  be  done 
with  respect  to  the  great  powers  dormant  in  the  St.  Law- 
rence River.  The  United  States  Government  is  not  inter- 
ested in  the  corporations  that  are  endeavoring  to  get  pos- 
session of  the  St.  Lawrence  powers  from  the  other  side. 
Neither  is  the  Canadian  Government  interested  in  the  for- 
tunes of  the  gentlemen  who  are  promoting  their  projects 
on  the  Canadian  side.  They  are  very  few  in  number,  and 
their  interests  are  confined  entirely  to  themselves.  What  the 
United  States  Government  and  the  Canadian  Government 
alike  are  interested  in  is  that  there  should  be  a  fair  division 
of  this  power,  that  it  should  be  developed  in  such  a  way 
that  the  neighboring  and  tributary  population  should  have 
the  use  of  it  upon  fair  terms.  A  thorough  study  of  the  whole 
question  inevitably  leads  to  the  conclusion  that  there  is  only 
one  sound  and  satisfactory  method  of  developing  these  pow- 
ers, and  that  is  by  an  international  commission,  under  which 
the  greatest  and  the  best  use  of  the  powers  will  be  made,  the 
most  economical  development  will  be  effected,  a  just  and 
equitable  division  of  the  power  will  take  place  and  the  gov- 
ernments concerned  will  be  able  to  administer  the  power 
as  the  Hydro-electric  Power  Commission  administer  the 
power  of  Niagara  for  the  benefit  of  the  people  who  are  di- 
rectly concerned  in  its  use. 

Not  Public  Ownership 

This  bold  and  progressive  policy,  if  adopted  by  the 
government  of  Canada,  will  undoubtedly  command  the  sup- 
port of  our  people.  It  is  not  a  case  of  advocating  what  is 
generally  described  as  public  or  government  ownership.  We 
have  here  a  peculiar  set  of  circumstances  giving  rise  to  a 
problem  that  is  capable  of  being  solved  in  only  one  way. 
and  common  sense  indicates  that  we  should  solve  it  in  that 
manner. 

A  Word  of  Warning 

Let  me  on  this  i)oint  add  a  word  of  warning.  The  insti- 
lulion  of  this  Commission  of  Conservation  arose  as  one  of 
the  consequences  of  a  conference  which  was  called  by  Mr. 
Roosevelt,  then  President  of  the  United  States,  at  Wash- 
ington, some  time  ago.  /\t  or  about  that  time.  Mr.  Roose- 
velt pointed  tnit  in  prophetic  language  lii'w  the  people  of 
the  Unitt'd  States  wire  being  threatened  with  a  waler-power 
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monopoly,  and  to  tlu-  host  i>f  his  ahility  hr  projci-'tcd  luclluids 
of  resisting  the  etiorts  w  hioli  were  bciiii;  made  to  bring  about 
that  monopoly.  Since  thai  liuie.  water-powers  have  been 
monopolized  in  the  I'nited  Stales  to  an  extent  tliat  is  al- 
most incredible.  1  am  nut  at  the  moment  able  to  give  the 
exact  figures,  but  1  think  that  when  the  real  figures  are 
known,  revealing  the  extent  to  which  the  availal)le  and 
easily  developed  water-powers  ol"  the  United  States  have 
been  monopolized  by  a  very  few  corporations,  the  people 
of  that  country  will  suffer  a  shock  such  as  they  have  never 
experienced  before  with  regard  to  the  transaction  of  any 
of  their  public  business.  It  has  become  very  plain  within  the 
last  few  years  that  hydro-electric  power  is  the  greatest,  of 
all  factors  in  modern  industry,  and  where  any  people  en- 
dowed by  nature  with  a  vast  supply  of  this  essential  element 
in  modern  manufacture,  allow  to  be  monopolized  and  con- 
trolled in  private  interests  a  sad  awakening  awaits  them. 

Danger  of  Monopoly 
Fortunately  in  the  Dominion  of  Canada,  we  got  down  to 
serious  business  in  time,  and  there  has  been  no  serious  mon- 
opolization of  great  powers.  While  large  powers  have  been 
developed  by  private  companies,  they  have  served  a  very  use- 
ful purpose,  and,  in  most  cases,  their  rates  have  been  rea- 
sonable. A  serious  danger,  however,  would  arise,  if,  at  that 
stage   of  development  which  we  are   now   entering,  these 


companies  were  allowed  to  combine  their  interests  and,  by 
acquiring  a  "few  great  powers  which  are  easily  accessible, 
to  institute  a  monopoly.  This  would  be  the  most  serious  of 
all  mistakes  and  must  be  prevented  at  any  cost. 

With  respect,  specifically,  to  the  application  which  is 
now  before  the  Minister  of  Public  Works  for  leave  to  dam 
the  St.  Lawrence  River  at  the  Coteau  Rapids,  I  purpose  sug- 
gesting that  our  Committee  on  W^aters  and  W'ater-powers 
should  give  the  matter  attention  and,  if  possible,  wait  upon 
the  Minister  of  Public  Works  and  the  Prime  Minister  to  em- 
phasize the  protest  which  has  already  been  lodged. 

Government  Water  Conservation  Undertakings 

With  respect  to  the  conservation  of  water-powers  gen- 
erally, 1  am  able  to  note  several  enterprises  of  great  practical 
importance  which  show  that  progressive  policies  are  being 
carried  into  effect. 

Ottawa  River  Storage 

Over  half  a  century  ago,  it  was  urged  that  the  construc- 
tion of  dams  on  the  upper  Ottawa  would  be  of  great  benefit 
to  power  users  at  the  Chaudiere  Falls,  Ottawa.  Between 
190-t  and  1908,  detailed  surveys  of  the  proposed  Georgian  Bay 
Ship  Canal  via  the  Ottawa,  Mattawa  and  French  rivers  were 
made.  These  surveys  demonstrated  the  value  of  conserva- 
tion dams  at  several  points,  notably  at  the  outlets  of  Lake 
Timiskaming,  Kipawa  Lake  and  Lac  des  Quinze.    The  con- 
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The  German  Standard  of  Warfare 

THIS  remarkable  illustration  is  the  reproduction  of  an  actual  photograph  taken  "Some- 
where in  France"  by  an  aviator,  who  has  since  been  killed  in  action.  The  Germans  had 
surrendered  and  were  advancing  under  the  white  flag,  when  suddenly  the  front  line  threw 
themselves  on  the  ground  (note  the  white  flag)  and  the  entire  company  opened  fire  on  the 
British.  The  original  photo  was  very  small  in  size  and  the  enlargement  has  resulted  in  sorne 
blurring  of  the  features,  but  nevertheless,  a  close  study,  with  a  magnifying  glass,  if  one  is  avail- 
able, reveals  the  brutal  gloating  with  which  the  Huns  are  contemplating  the  success  of  their 
treachery.  The  photographer  was  just  on  the  point  of  "snapping"  the  surrender,  which  accounts 
for  his  securing  a  picture  that,  under  other  conditions,  would  have  been  impossible.  It  is  a 
vivid  portrayal  of  the  type  of  enemy  our  boys  are  up  against  and  the  unflinching  courage  with 
which  they  are  facing  death.  ' 
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struction  of  the  three  dams  nicntioiied  was  completed  in  1915 
and  the  water-power  interests  have  been  much  benefited  by 
their  operation,  particularly  during  the  winter  of  1916-17,  when 
the  low-water  flow  was  increased  by  letting  out  the  storage 
water. 

These  reservoirs  can  supply  an  additional  flow  of  10,000 
cubic  feet  per  second,  thus  increasing  the  total  power  possi- 
bilities between  Mattawa  and  Carillon  by  some  400,000  h.p., 
while  at  Ottawa  alone,  where  the  water,  is  being  fully 
utilized,  the  increase  is  approximately  30,000  h.p. 

Le  Loutre  Dam,  St.  Maurice  River 

The  most  important  water  conservation  work  thus  far 
undertaken  in  Canada  is  that  undertaken  by  the  Quebec  Gov- 
ernment and  now  nearing  completion  at  La  Loutre  on  the 
St.  Maurice  River.  It  will  store  up  the  waters  of  the  St. 
Maurice  for  the  benefit  of  its  many  water-powers  and  will 
double  the  low-water  flow. 

This  work  had  been  projected  for  many  years,  as  the 
regulation  of  the  river  is  of  the  greatest  value  to  the  import- 
ant developed  water-powers  at  La  Tuque,  Grand'mere,  and 
Shawinigan  Falls,  ln:t  no  construction  work  was  undertaken. 
After  full  investigation  of  the  project,  both  from  the  physical 
and  financial  viewpoint,  the  Quebec  Streams  Commission  let 
the  contract  for  construction  in  the  summer  of  1915. 

The  work  has  since  progressed  steadily  in  spite  of  the 
great  difficulties  in  transportation.  It  is  now  80  per  cent, 
completed  and  will  cost  about  $1,500,000.  When  finished  it 
will  create  a  reservoir  of  160,000  million  cubic  feet,  forming 
the  third  largest  artificial  reservoir  in  the  world,  being  ex- 
ceeded only  by  the  Assuan  reservoir  on  the  Nile  and  the 
Gatun  Lake  on  the  Panama  Canal.  From  the  owners  of  the 
power-sites  already  developed,  the  Commission  will  receive 
a  revenue  of  upwards  of  $130,000  per  annum. 

Between  the  reservoir  and  the  mouth  of  the  St.  Maurice 
there  are  17  power-sites  with  heads  of  from  10  feet  to  150 
feet.  The  aggregate  descent  at  these  sites  totals  800  feet,  but 
the  dams  erected  in  developing  the  various  sites  will  increase 
this  total  head  to  900  feet.  Under  present  conditions,  these 
sites  have  a  total  capacity  of  approximately  350,000  theoretical 
horse-power,  but  it  is  estimated  that  some  900,000  horse-power 
will  be  available  when  the  flow  is  regulated  from  the  reser- 
voir. At  Shawinigan,  Grand'mere  and  La  Tuque  alone,  the 
three  sites  at  present  utilized  on  the  St.  Maurice,  the  poten- 
tiality will  be  raised  from  an  aggregate  of  some  190,000 
theoretical  h.p.  to  over  400,000  h.p. 

St.  Francis  River  Storage 

.\nother  water  storage  undertaking  of  the  Quebec 
Streams  Commission,  now  nearing  completion,  is  the  St. 
Francis  River  dam  at  the  outlet  of  Lake  St.  Francis,  the  lake 
being  used  as  a  reservoir.  Contracts  for  the  construction 
of  the  work  were  awarded  in  September,  1915.  As  the  ma- 
jority of  the  power-sites  on  the  St.  Francis  are  actually  de- 
veloped and,  as  the  power-owners  have  suffered  from  in- 
sufficient water  for  a  number  of  years,  this  work  will  afford 
much-needed  relief.  It  is  estimated  that  revenue  from  the 
use  of  the  conserved  water  will  cover  all  overhead  charges 
and  maintenance  costs. 

By  raising  the  level  of  the  lake  15  feet,  the  reservoir  will 
have  a  capacity  of  12,200  million  cubic  feet,  and  will  increase 
the  flow  at  the  outlet  from  the  natural  minimum  of  100  cubic 
feet  per  second,  to  000  cubic  feet  per  second.  The  corres- 
ponding total  power  increase  on  the  river  will  be  21,810  h  p., 
of  which  6,000  h.p.  will  immediately  be  absorbed  by  the  pre- 
sent users,  while  the  development  of  the  remaining  sites  will 
be  greatly  facilitated. 

Trent  River  Conservation 

\n  extensive  system  of  small  conservation  reservoirs  has 
been  established  in  connection  with  the  canalization  of  the 
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Trent  River.  These  serve  the  double  purpose  of  supplying 
the  canal  system  and  supplementing  the  minimum  flow  in 
the  river  for  power  purposes.  There  are  four  hydro-electric 
plants  on  this  river  supplying  the  Central  Ontario  system 
of  the  Ontario  Hydro-electric  Power  Commission  and  these 
are  benefitted  by  the  regulated  flow  in  the  river.  Some  of 
these  plants  have  a  capacity  as  high  as  8,000  h.p. 

Dams  have  been  built  at  the  outlet  of  many  lakes  on 
tributary  streams  and  the  water  is  stored  until  required  in 
the  dry  summer  and  autumn  for  navigation  and  power  pur- 
poses. The  control  of  the  flow  is  being  constantly  improved 
by  the  further  utilization  to  the  fullest  extent  of  the  natural 
storage  basins  of  the  Trent  Valley. 

Grand  River  Valley 

It  has  for  some  years  been  a  matter  of  public  know- 
ledge that  the  Grand  River  valley  in  the  province  of  Ontario 
is  suffering  more  and  more  from  a  diminished  flow  in  that 
river.  I  am  not  able  to  give  an  expert  opinion  upon  the 
subject  from  an  engineering  standpoint,  but  it  seems  clear  that 
the  time  has  arrived  when  the  Ontario  Government  should 
make  a  thorough  scientific  examination  of  the  subject  with  a 
view  to  asccFtaining  whether  conservation  works  can  be  con- 
structed which  will   remedy   the  evil. 

Directory  of  Natural  Resources 

When  the  Commission  was  organized,  one  of  the  first 
tasks  that  we  set  before  ourselves  was  the  preparation  of  an 
adequate  and  satisfactory  directory  of  natural  resources.  It 
very  soon  became  evident,  however,  that  such  a  directory 
would  have  been  fragmentary  and  unsatisfactory  in  many 
respects  and  that  much  information  which  it  ought  to  contain 
was  not  at  that  time  available.  The  researches  and  investi- 
gations of  the  past  years  have  now  put  us  in  a  position  to 
realize  the  intention  which  has  been  entertained  from  the 
l)eginning  and  which,  indeed,  was  one  of  the  objects  we  had 
in  view  at  the  inception  of  the  Commission's  work.  We 
shall,  therefore,  proceed  now  without  further  delay  and  un- 
dertake the  preparation  of  such  a  directory  and  inventory 
of  the  natural  resources  of  Canada  as  will  satisfy  the  lack 
which  has  so  long  existed. 
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Electricity  for  Clay-Working  Plants 

Special  Power  Requirements  of  Clay  Products  Factories  and 
Application  of  Motors  to  Meet  These— Paper  before  C.N. CP. A. 

 —  By  Kenneth  C.  Berney*  ^ 


Some  years  ago  ii  was  the  general  custom  to  drive  the 
machinery  in  clay-working  phuits  by  means  of  steam  engines. 
Some  of  the  smaller  plants  were  operated  by  horse-power. 
Now  a  large  number  of  the  plants,  both  large  and  small,  in 
localities  where  electricity  is  available,  are  operated  by  elec- 
tric motors. 

In  some  plants  electrical  operation  begins  with  the  dig- 
ging of  the  clay,  and  is  used  in  every  operation,  including 
hauling  the  shale,  dumping  the  cars,  grinding,  conveying, 
mixing,  forming  the  product,  and  conveying  the  linished  pro- 
duct. 

We  will  now  discuss  briefly  the  advantages  of  electric 
motor  drive  over  steam  engine  or  drive  from  a  central  plant. 

In  contemplation  of  the  layout  of  a  brick,  tile,  or  pottery 
plant  the  first  point  of  consideration  is  the  location.  Railroad 
facilities,  water,  coal,  and  location  of  raw  material  are  very 
important  factors.  The  use  of  electricity,  especially  when 
supplied  by  central  stations,  simplifies  the  problem  since  the 
water  and  coal  questions  become  of  secondary  importance. 

Flexibility  of  Electric  Drive 

With  electric  drive  the  various  departments  of  the  plant 
can  be  located  and  arranged  to  the  best  advantage  for  oper- 
ating without  the  limitation  of  arrangements  imposed  by  cen- 
tral engine  drive  with  the  accompanying  belt  connections  to 
the  various  departments. 

With  central  steam  engine  drive  there  must  be  used  long 
line  shafts  and  belts.  If  it  is  desired  to  operate  only  one 
machine  or.  department  in  the  plant,  all  of  this  shafting  and 
belting  must  be  run,  which  means  a  large  friction  load.  In 
such  cases,  this  power  lost  in  friction  may  equal  or  exceed 
that  used  in  doing  useful  work.  Not  only  is  the  cost  of  such 
waste  power  a  big  item,  but  the  wear  on  the  belts,  shafts,  and 
bearings  is  considerable.  Where  there  is  fine  clay  dust  in  the 
air  this  wear  is  very  great.  The  dust  collects  on  the  belts, 
pulleys,  and  works  into  the  hanger  bearings,  causing  belt 
slippage,  which  means  decreased  output,  the  belts  must  be 
run  very  tight.  With  individual  motor  drive  made  economi- 
cally possible  by  using  electric  motors,  energy  is  required 
only  when  useful  work  is  being  done.  The  control  of  any 
one  machine  is  conveniently  at  the  hand  of  the  operator,  and 
the  machine  can  be  started  and  stopped  at  will.  There  is  no 
cost  for  power  after  the  machine  is  shut  down,  as  would 
occur  were  long  lines  of  belting  and  shafting  used. 

In  plants  where  there  is  excessive  clay  dust  in  the  air 
electric  motors  can  be  direct  connected  or  geared  to  the 
driven  machines,  doing  away  with  belt  trouble  entirely. 

Greater  Assurance  of  Continuous  Operation 

When  the  various  machines  or  departments  are  operated 
by  means  of  individual  motors  there  is  a  greater  assurance  of 
continuous  operation  as  compared  with  central  engine  drive, 
in  which  case  engine  trouble  means  the  shut-down  of  the 
whole  plant.  Motors  maintain  a  practically  constant  speed 
throughout  their  operating  range,  which  results  in  increased 
production  over  the  plant  driven  by  a  single  steam  engine 
where  the  speed  varies  not  only  with  the  boiler  pressure  but 
also  with  the  variation  in  load. 

Electric  motors  can  be  placed  wherever  convenient  on 
the  ceiling,  on  a  side  wall,  on  the  floor,  or  right  on  the  ma- 
chine to  be  driven,  and  the  machines  can  he  located  to  best 
::f  Canadian  Westingrhouse  Co.,  Hamilton,  Ont. 


serve  the  logical  sequence  of  operations.  The  flexibility  of  a 
motor  system  is  also  of  the  greatest  advantage,  since  frequent 
changes  in  the  positions  of  the  machines  and  additions  to  the 
equipment  are  often  necessary.  When  motors  are  used  they 
can  be  shifted  with  ease.  All  that  is  necessary  is  to  run  feed- 
ers to  the  new  location.  New  machines  can  be  added  to  any 
part  of  the  plant  without  fear  of  overloading  the  engine,  as  in 
the  case  of  central  engine  drive. 

.Due  to  the  fact  that  motors  can  be  applied  at  the  closest 
position  to  the  driven  machines,  belts,  gears,  etc.,  are  reduced 
to  a  minimum.  The  absence  of  many  shafts,  belts,  and  pul- 
leys means  that  the  plant  will  be  lighter  and  cleaner,  allow- 
ing more  and  better  work  to  be  done. 

Fuses  or  circuit-breakers  are  installed  in  the  motor  circuit 
as  a  protection  against  heavy  overloads  such  as  might  occur 
if  a  machine  became  clogged  with  clay.  In  such  a  case  the 
current  is  cut  ofi  from  the  motor,  and  it  stops  preventing  any 
damage  to  it  or  the  driven  machine.  The  possibility  of  a 
shut-down  due  to  a  machine  breaking  is  thus  reduced  to  a 
minimum. 

Clay-working  machines  may  be  driven  by  either  direct 
current  or  alternating  current  motors.  -If  a  plant  generates 
its  own  power  or  is  right  near  the  central  station,  direct  cur- 
rent may  be  used  for  its  operation.  Due  to  the  fact  that 
direct  current  cannot  be  transmitted  long  distances  economi- 
cally and  alternating  current  can,  practically  the  only  current 
supplied  to-day  by  central  stations  to  power  users  is  alternat- 
ing current. 

Two  Main  Types  of  Motors 

So  we  will  deal  with  the  alternating  current  motor  as  it 
is  used  almost  exclusively  for  industrial  drive.  There  are  two 
main  types  of  polyphase  alternating  current  motors  used  for 
manufacturing  purposes — the  synchronous  motor  and  the  in- 
duction motor.  The  synchronous  motor  is  often  used  to  drive 
machines  requiring,  say,  200  horse-power  or  more  where  the 
starting  conditions  are  light,  wdiere  the  starting  current  is 
not  objectionable,  and  where  only  one  speed  of  operation  is 
desired.  If  overloaded  more  than  about  50  per  cent.,  or  the 
voltage  at  the  motor  terminals  allowed  to  drop  more  than 
about  10  per  cent.,  a  synchronous  motor  will  stop. 

The  induction  motor  is  used  to  drive  such  machines  as 
required  in  clay-working  plants,  so  we  can  confine  our  re- 
marks to  this  type  of  motor. 

The  induction  motor  consists  essentially  of  a  stationary 
part,  at  either  end  of  which  is  a  bracket  supporting  a  bearing. 
The  shaft  which  rotates  in  these  bearings  has  mounted  on  it 
a  rotating  member.  The  clearance  between  the  rotating  and 
stationary  parts  is  small,  being  less  than  l/l6  in.  in  a  50  h.p. 
motor.  There  is  no  electrical  connection  between  rotating 
and  stationary  parts,  and  there  are  few  parts  to  get  out  of 
repair.  The  induction  motor  is  the  most  rugged  type  of  elec- 
tric motor  made. 

There  are  two  main  types  of  polyphase  induction  motors 
— that  having  a  squirrel  cage  rotor  and  that  having  a  wound 
rotor.  They  are  commonly  called  the  s<iuirrel  cage  motor  and 
the  wound  rotor  or  slip-ring  motor.  The  rotor,  as  the  name 
implies,  is  the  revolving  part.  The  stator.  or  stationary  part, 
is  practically  the  same  in  both  types  of  jnotor. 

Squirrel-Cage  Motor  Generally  Preferable 

The  squirrel  cage  rotor  derives  its  name  from  the  fact 
that  its  winding  resembles  in  appearance  the  rotating  wheel 
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found  m  a  squirrel's  cage.  The  winding  consists  of  two  heavy 
copper  or  alloy  rings,  which  are  held  in  place  by  bars,  usually 
made  of  copper,  which  span  the  space  between  the  rings  at 
regular  intervals.  The  ends  of  these  bars  may  be  riveted, 
bohed,  or  welded  to  the  two  rings.  The  rotor  of  a  wound 
rotor  motor  has -on  it  a  winding  similar  to  the  stationary  part, 
consisting  of  many  turns  of  insulated  copper  wire.  The  leads 
from  the  difTerent  phases  of  the  winding  are  brought  out  to 
three  collector  rings,  on  which  slide  the  carbon  brushes  which 
carry  the  rotor  current  to  the  external  resistance  which  is 
used  with  this  type  of  motor.  The  collector  rings  are  often 
called  slip  rings,  from  which  comes  the  name  slip-ring  motor. 
The  squirrel  cage  rotor  is  more  rugged  than  the  wound  rotor, 
and  there  are  less  parts  to  get  out  of  repair.  The  squirrel 
cage  rotor  is  practically  indestructible  on  motors  of  the  latest 
type  where  the  rotor  bars  are  welded  to  the  two  rings,  which 
are  called  resistance  rings.  A  squirrel  cage  motor  is  consider- 
ably cheaper  to  buy  than  a  wound  rotor  motor.  So,  every- 
thing considered,  the  squirrel  cage  motor  should  be  chosen 
rather  than  the  wound  rotor  or  slip  ring  motor,  except  in  a 
few  applications  where  the  latter  is  particularly  suitable. 

Where  it  is  desired  to  have  a  motor  operate  at  a  number 
of  different  speeds  the  wound  rotor  motor  is  used.  It  is  very 
often  used  where  the  torque  required  to  start  a  load  is  very 
great.  This  is  particularly  true  where  the  power  plant  sup- 
plying the  current  is  of  limited  capacity,  as  less  current  will 
be  drawn  from  the  line  at  start  than  were  a  squirrel  cage 
motor  used.  The  wound  rotor  motor  in  a  clay  plant  is  some- 
times used  to  drive  the  dry  pans,  pug  mills,  and  auger  ma- 
chines. When  squirrel  cage  motors  are  used  with  these  ma- 
chines motors  with  large  starting  torque  should  be  applied, 
unless  there  is  a  clutch  between  the  motors  and  the  machines. 
W^ound  rotor  motors  should  not  be  used  where  there  is  stone 
dust  in  the  air  unless  the  collector  rings  are  closed  in,  as  such 
dust,  getting  between  the  brushes  and  rings,  rapidly  wears  the 
collector  rings.  Squirrel  cage  motors  can  be  supplied  suit- 
able for  driving  all  the  machines  used  in  clay-working  plants. 

Characteristics  of  Induction  Motors 

A  few  of  the  characteristics  of  an  induction  motor  which 
may  be  of  interest  are  as  follows: 

1.  It  will  carry  a  load  for  short  periods  of  two  to  two  and 
a  half  times  full  load  without  injuring  the  motor  and  without 
the  motor  stopping. 

2.  The  speed  of  the  motor  will  be  practically  constant 
from  approximately  50  per  cent,  load  to  50  per  cent,  overload. 

3.  The  motor  will  start  a  load  where  the  starting  torque 
required  is  considerably  greater  than  the  running  torque.  The 
motor  can  be  designed  with  a  starting  torque  up  to  two  and 
a  half  times  the  running  tortiue  where  desired  for  heavy  start- 
ing service. 

4.  The  current  taken  by  the  motor  when  starting  will  be 
approximately  two  to  five  times  that  required  when  running. 
It  depends  on  the  load  to  be  started. 

5.  If  the  voltage  at  the  motor  terminals  drops  l)clow  nor- 
mal the  starting  torque  will  decrease  as  the  square  of  the  ter- 
minal voltage  divided  by  the  normal  voltage. 

In  applying  electric  motors  to  clay-working  machinery 
the  following  severe  conditions  must  be  kei)t  in  mmd: 

1  Severe  starting  requirements,  due  to  the  inertia  of  the 
,1,-ivcn  machinery  and  to  material  in  the  machinery  hardening 
when  at  rest. 

2.  Severe  overloads,  due  to  irregular  feed  of  material. 

?,  Dusty  atmosphere  about  plants  and  presence  of  damp- 
ness, causing  collected  dust  on  the  motors  to  become  cement- 
ed to  the  windings  and  interfering  with  ventilation. 

4.  The  use  of  gears  of  large  pitch  and  iiigh  pitch  line 
speeds,  resulting  in  severe  vibrations. 

Good  service  is  obtained  with  these  conditions  only  when 
careful  consideration  is  given  to  the  application  to  each  in<l.- 


vidual  machine.  The  motors  in  clay  plants  should  have  gen- 
erous starting  and  running  characteristics,  the  bearings  made 
dust-proof,  and  the  windings  impregnated  to  withstand 
moisture.  The"  motors  should  be  carefully  aligned  with  the 
driven  machines.  The  feeders  to  the  motors  should  be  of 
ample  size  to  carry  the  current,  bearing  in  mind  that  motors 
which  drive  machines  hard  to  start  will  draw  much  heavier 
currents  than  those  driving  machines  easy  to  start.  If  the 
feeders  are  too  small  the  terminal  voltage  will  be  lowered, 
with  consequent  decrease  in  starting  torque. 

To  provide  for  the  severe  starting  and  running  condi- 
tions there  has  been  a  tendency  to  select  motors  larger  than 
necessary.  The  result  of  the  low  load  factor  caused  thereby 
is  low  power  factor  and  low  efficiency  of  the  individual 
motors.  On  account  of  low  efficiency  the  cost  of  electric 
power  will  be  greater.  This  cost  will  still  be  increased  if 
there  is  a  penalty  for  low  power  factor.  The  best  plan  is  to 
consult  the  manufacturer  who  can  supply  a  motor  just  large 
enough  to  do  the  required  work,  and  with  large  starting 
torque  where  such  is  required.  In  case  of  machines  hard  to 
start,  a  standard  squirrel  motor  can  be  used  in  combination 
with  a  friction  cluth  and  the  motor  started  without  load. 
Friction  clutches,  however,  are  subject  to  wear,  and  should  be 
avoided  wherever  possible. 

Consideration  must  be  given  as  to  whether  group  or  indi- 
vidual drive  of  machinery  would  be  better.  For  plants  with 
storage  facilities  between  the  various  departments  and  the 
machinery  scattered  individual  drive  will  usually  be  better, 
while  for  plants  with  all  machinery  inter-dependent  and 
grouped  group  drive  will  be  better. 

The  following  are  usual  drives  employed  for  the  more 
common  machinery  found  in  clay  plants: 

1.  The  conveyor  from  the  storage  bin  is  usually  belted 
from  the  motor  driving  the  crusher  or  dry  pan. 

3.  Crushers  are  usually  belted  to  the  motors.  Motors 
with  good  starting  and  pull-out  torques  are  required  with  all 
kinds  of  crushing  machinery. 

3.  Dry  pans  are  usually  driven  by  motors  geared  to  the 
dry  pan  shafts.  The  vibrations  of  these  machines  are  severe, 
and  the  motor  shafts  should  be  supported  by  outboard  bear- 
ings. An  improved  arrangement  is  to  have  flexible  couplings 
between  the  gearing  and  the  motors,  as  this  prevents  the 
transmission  of  vilirations  to  the  motors  to  a  large  extent. 

4.  The  pug  mill  and  auger  machines  may  be  driven  by 
motors,  either  lielted  or  geared  to  them.  Because  of  the 
large  pitch  of  the  gears  of  these  machines  considerable  vibra- 
tion results,  and  flexible  couplings  should  be' used  if  the  mot- 
ors are  geared.  These  machines  are  sometimes  stopped  full 
of  material,  which  hardens  if  the  shut-down  is  of  an  appre- 
ciable length,  and,  if  clutches  are  not  provided,  the  starting 
requirements  of  the  motors  are  severe.  For  such  installa- 
tions wound  rotor  motors  are  advisable. 

5.  The  cutters,  represses,  elevators,  and  conveyors  be- 
tween the  various  machines  require  little  power,  and  may  be 
driven  from  the  motors  driving  the  machines  upon  whose 
operation  they  arc  dependent,  or  individually  by  small 
motors. 

We  will  now  briefly  outline  the  motor  drive  in  various 
kinds  of  modern  clay-working  plants,  h'irst.  we  will  touch 
on  the  most  common  of  all — the  l)rick  plant. 

Brick  Plants 

There  are  three  common  forms  of  iirick  plants,  depend- 
iim-  on  what  kind  of  machinery  is  used  to  form  the  l)rick. 
There  are  the  "stiff  mud,"  the  "soft  mud,"  and  the  "dry  mud" 
machines. 

In  case  the  raw  material  used  is  sh.ilc  or  rock,  crushers 
or  dry  pans  are  usually  used,  while  for  soft  and  stiff  mud, 
refinin.g  rolls  or  various  kinds  of  i)ulvcrizers  are  used. 

h'irst.  we  will  take  a  iilant  with  a  capacity  of  approxi- 
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luatcl)-  iiO,t)00  luiiUliiij;  bricks  an  oi.ubl-hinir  dax'.  I'xitb  com- 
mon and  face  brick  arc  inailc  I'loiu  hard  sbalc.  Tliis  planl  is 
the  type  where  "stiff  iiuul"  inachiiios  arc  uscil,  forcini;  the 
clay  through  dyes  by  an  aui^cr  machine  into  a  continuous 
bar,  which  is  cut  into  bricks  \iy  parallel  wires  or  I)y  au  auto- 
matic cutter.  In  this  plant  the  air  is  drawn  from  the  kilns 
containing-  the  burned  brick  durinj;-  the  cooling  period  and 
passed  through  drying  tunnels  containing  the  green  brick, 
drying  the  same.  When  it  is  desired  to  move  the  dried  brick 
the  hot  air  is  shut  oft  and  the  air  in  the  tunnels  is  cooled  by 
an  exhaust  fan.  Squirrel-cage  motors,  two-phase,  230  volts, 
GO  cycle,  are  employed  for  the  entire  operation  of  the  plant. 
The  total  motor  capacity  is  215  h.p.  and  the  maximum  de- 
mand is  130  h.p.: — 

One  40  h.p.,;  8oO  r.p.m.  Drive — Geared  to  and  Ijelted. 
.Application — 9  ft.  dry  pan.  From  extension  shaft  of  dry  pan 
to  40  ft.  bucket  conveyor. 

One  40  h.p.;  850  r.p.m.  Drive — Geared  to  and  belted. 
Application — 9  ft.  dry  pan.  P'rom  extension  shaft  of  dry  pa.n 
to  40  ft.  bucket  conxeyor  and  a  50  ft.  x  24  in.  belt  conveyor. 

One  40  h.p.;  850  r.p.m.  Drive — Geared.  Application — 
To  an  American  No.  51  pug  mill. 

One  75  h.p.;  690  r.p.m.  Drive — Geared  and  belted.  Ap- 
plication— To  No.  1  giant  brick  auger.  From  countershaft  of 
brick  augur  to  30  ft.  shaft,  whch  drives  an  18-brick  automatic 
cutter,  three  belt  conveyors,  a  bucket  conveyor,  and  a  repress. 

One  15  h.p.;  1,120  r.p.m.  Drive — Belted.  Application — 
Through  countershaft  to  140  in.  blower;  speed,  216  r.p.m., 
supplj'ing  draught  for  ovens. 

Typical  Drive  in  Common  Brick  Plant 
Next  we  will  take  the  motor  drive  used  in  a  plant  making- 
common  brick  from  soft  clay  which  requires  no  screening  or 
grinding.  The  daily  output  is  40,000  bricks.  Soft  mud  ma- 
chines, consisting  of  an  upright  receptacle  with  curved  arms 
at  the  bottom  to  force  the  clay  into  press  box  moulds,  are 
used.  The  moulds  are  fed  automatically  under  a  press,  after 
being  filled,  and  are  moved  forward"  to  delivery  tables. 

Here  one  60  h.p.,  690  r.p.m.,  induction  motor  is  used.  It 
is  belted  by  means  of  main  shaft  and  countershaft  to  one 
combination  pug  mill  and  br;ck  press,  capacity  130  bricks  per 
minute;  one  mould  sander  and  one  waste  clay  elevator  to  lift 
waste  clay  from  brick  machine  to  pug  mill.  The  brick  are 
air-dried,  a'nd  cordwood  is  used  to  fire  the  kilns. 

Lastly,  we  will  consider  the  motor  drive  in  a  plant  manu- 
facturing pressed  brick  from  a  hard  shale  where  the  "dry 
machine"  process  is  used.  In  this  plant  there  are  two  separ- 
ate and  distinct  units,  each  unit  being  driven  by  a  50  h.p. 
squirrel-cage  motor.  Each  50  h.p.  motor  is  belted  to  a  9  ft 
dry  pan  and  a  brick  press,  as  well  as  the  necessary  conveyors, 
cup  elevators,  etc.  The  moisture  is  added  to  the  material  in 
the  dry  pan,  and  the  material  is  fairly  dry  when  pressed.  The 
kilns  of  this  plant  are  fired  with  cordwood.  Each  unit  is 
capable  of  turning  out  approximately  23,000  bricks  an  eight- 
hour  day.  When  a  large  output  is  required  both  units  can  be 
run,  giving  an  output  of  46,000  bricks  a  day.  Under  this 
arrangement  the  plant  is  always  run  at  high  efficiency,  and 
one  unit  is  in  reserve  in  case  of  any  breakdown  in  the  other 
unit. 

A  plant  manufacturing  ordinary  drainage  tile  will  have 
the  same  motor  equipment  as  a  brick  plant.  In  fact,  tile  is 
often  made  in  a  brick  plant  by  simply  changing  the  dies  on 
the  auger  machine  so  that  the  clay  will  be  forced  out  in  the 
form  of  a  tube,  whch  is  cut  into  the  required  lengths. 

Se-wer  Pipe  Plants 

In  a  certain  sewer  pipe  plant  there  is  in  use,  or  will  be 
shortly,  a  total  of  approximately  235  h.p.  in  squirrel-cage  in- 
duction motors.  The  raw  material  used  is  a  weathered  shale, 
which  is  brought  to  the  plant  by  railroad.    The  shale  is  con- 


veyed froi-ii  the  receiving  platform  and  elevated  to  the  stor- 
age room  by  means  of  two  5  h.p.  motors,  one  operating  the- 
conveyor  and  one  the  elevator.  The  shale  is  first  fed  into  a 
dry  pan,  which,  along  with  the  conveying  belt  and  elevating 
cups,  is  driven  by  a  75  h.p.  motor,  belted  to  the  load.  From 
the  dry  pan  the  material  is  carried  to  the  wet  pans,  three  in 
number,  where  it  is  uniformly  mixed.  It  is  then  conveyed  by 
belts  and  elevators  to  the  presses,  where  it  is  pressed  into 
moulds,  making  the  different  size  of  sewer  pipe,  one  length 
at  a  time.  Special  shapes  of  pipe  are  hand-moulded.  The 
three  wet  pans  and  the  conveyor  belts  are  belt-driven  by  a 
150  h.p.  motor.  The  moulded  pipe,  after  drj-ing,  is  put  in 
permanent  kilns,  which  are  fired  by  coal.  The  glazing  of  the 
pipe  is  done  during  the  latter  part  of  the  firing. 

Pottery  and  Ornamental  Tile  Plants 

Here  the  nature  of  the  work  is  such  that  individual  motor 
drive  offers  many  advantages.  The  use  of  belts,  and  line  shaft- 
ing in  factories  of  this  type  is  especially  disadvantageous  on 
account  of  the  fine  clay  powder  which  fills  the  air  and  col- 
lects on  belts  and  pulleys,  producing  excessive  belt  slippage 
and  large  friction  losses.  The  output  of  the  plant  is,  in 
many  cases,  limited  on  account  of  the  belt  slippages.  The 
use  of  individual  motor  drive  will,  in  such  cases,  increase  the 
output  of  the  factory  without  any  other  increase  in  factor}^ 
equipment,  extra  floor  space,  or  labor. 

In  pottery  and  tile  plants  the  charge,  consisting  of  flint, 
feldspar  and  clay,  is  thoroughly  mixed  with  water  in  a  "blun- 
ger"  mill.  The  "slip"  is  then  sifted  to  remove  lumps  into  an  "agi- 
tator." Then  the  slip  is  pumped  into  a  slip  press,  where  the 
greater  part  of  the  water  is  pressed  out.  The  wet  clay,  which 
is  uniform  in  composition  and  free  from  lumps,  is  taken  from 
the  slip  press.  Up  to  this  point  the  method  of  manufacturing- 
pottery  and  ornamental  tile  is  the  same.  For  pottery  the  wet 
clay  is  pressed  through  a  pug  mill  to  distribute  the  moisture 
evenly  and  is  then  moulded  into  finished  shape  on  "jigger" 
machines.  For  tile  the  wet  clay  is  dried  in  racks  and  then 
passed  through  a  crusher.  After  this  it  is  ground  into  a  fine 
powder  in  the  dust  mills.  The  fine,  dry  powder  is  then 
moulded  into  forms  bj'  presses,  after  which  it  is  ready  for  the 
initial  firing.  The  firing  of  the  ware  is  practicalh-  the  same  in 
both  cases.  After  initial  firing  the  ware  is  decorated,  refired. 
and  glazed.  Pottery  is  dipped  entirely  into  the  glaze  and  the 
tile  is  glazed  on  one  side  only.  The  ware  is  again  fired,  which 
completes  its  manufacture. 

Some  of  the  motor  drives  used  in  an  ornamental  tile  and 
pottery  plant  are  as  follows.  Sixty  cycle  squirrel-cage  motors 
are  used: 

10  h.p.;  1,120  r.p.m.  Drive — Geared.  Application — Two 
double  blungers. 

3  h.p.;  1,120  r.p.m.    Dri\e — Geared.    Application — Sifters. 

3  h.p.;  850  r.p.m.  Drive — Geared,  .\pplication — Agitat- 
ors. 

5  h.p.;  1,130  r.p.m.  Drive — Geared.  Application — Slip 
pumps. 

20  h.p.;  1,120  r.p.m.  Drive — Direct  connected.  Applica- 
tion— Dust  mill. 

7^  h.p.;  850  r.p.m.     Drive — Geared.    Application— Pug 

mill. 

15  h.p.;  690  r.p.m.  Drive — Belted.  .Application — To  sev- 
eral glaze  machines. 

An  electric  motor  is  also  geared  to  a  "grogg"  pan.  whicii 
crushes  the  broken  sagars. 

Porcelain  Insulator  Plants 

Porcelain  insulators  which  are  made  from  "Kaolin,"  clay, 
and  quartz,  are  manufactured  much  the  same  as  pottery.  The 
wet  clay  may  be  moulded  in  metal  dies  or  on  "giggers"  for 
"petticoat"  insulators,  or  forced  throu.gh  a  tube  niachine  in 
the  shape  of  tubes  or  cylinders  for  tubes  and  bushings.  The 
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niuulded  pieces  are  tliuroughly  dried,  then  dipped  in  a  glaze, 
wliich  has  been  made  the  desired  color,  and  again  dried.  This 
glaze  has  the  same  coefficient  of  expansion  as  the  porcelain, 
and  has  no  constituents  to  deteriorate.  The  insulators  are 
fired  in  kilns,  which  are  raised  to  a  very  high  temperature  for 
a  few  hours  and  then  allowed  to  cool  down  slowly.  Porce- 
lain insulators  must  not  only  stand  high  voltages  in  many 
cases,  but  at  times  heavy  mechanical  strains. 

In  a  certain  electrical  porcelain  insulator  works  located 
in  this  part  of  the  country  there  is  a  good  example  of  indi- 
vidual motor  drive.  The  principal  machines  are  driven  by  19 
sc^uirrel-cage  motors,  with  a  total  capacity  of  84  h.p.  The 
motors  are  belted  to  the  driven  machines. 


Blunger  and  agitators   1 — 10  ii. p.  motor 

Pug  mill    1—10 

Large  centre  machine    1 — 15 

Small  centre  machine    1 —  7^ 

Clay  lathes   1—2 

Giggers    2—1 

Finishing  machines    6 —  Yz 

Grinding  machines    1 —  2  " 

Glaze  mill    1 —  7  " 

Grogg  pan    1—  75^ 

Air  compressor    1 —  8 

Water  pump    1 —  5  " 

Machine  shop  line  shafting....  1 —  5 


19    84  h.p. 

The  kilns  in  this  plant  are  lired  with  coal. 

One  of  the  points  of  consideration  in  changing  o\'er  from 
steam  to  electric  drive  is  the  method  of  drying  the  product. 
In  those  plants  where  heat  exhausted  from  the  kilns  is  used 
for  drying  or  where  drying  tunnels  are  heated  directly  by 
coal  or  gas  no  change  is  necessary. 


Scientific  and  Industrial  Research  Council 
Holds  Meeting 

The  Scientilic  and  Industrial  Research  Council  held  a 
meeting  at  Ottawa  at  the  close  of  last  week,  at  which  a  num- 
ber of  important  questions  connected  with  Canadian  indus- 
tries were  considered.  A  memorandum  was  forwarded  to  the 
government  urging  immediate  action  to  make  available  the 
varied  fuel  resources  within  the  boundaries  of  the  Dominion 
for  the  use  of  the  people  of  Canada  in  the  coming  year  and 
placing  the  services  of  the  Research  Council  at  the  disposal 
of  the  government  to  that  end. 

A  grant  was  made  for  the  puri)ose  of  carrying  out  an  in- 
vestigation on  the  utilization  of  tiie  immense  quantity  of  sul- 
l)hite  li(|uor  which  is  now  thrown  away  as  a  waste  product  by 
the  pulp  mills  of  Canada  with  a  view  to  the  establishment  of 
certain  new  industries  with  this  material  as  a  raw  product. 
The  utilization  of  the  waste  amiaioniacal  liquor  from  Canadian 
gas  works  was  also  considered,  this  product  containing  large 
quantities  of  ammonia,  which  is  of  great  value  as  a  fertilizer. 

Standardization  of  Engineering  Products 

The  council,  at  the  request  of  the  Institute  of  Civil  Engi- 
neers of  Great  I'.ritain,  also  took  stejjs  to  Ijring  before  the 
government  and  certain  manufacturers  of  Canada  the  imi)ort- 
ance  of  Canada  associating  itself  with  the  movement  which  has 
recently  been  organized  in  Great  Britain,  the  United  States,  and 
France  for  combined  action  in  connection  witli  the  standard- 
ization of  various  engineering  products  used  and  exported  from 
these  countries.  This  is  a  matter  of  great  importance  in  con- 
nection with  the  building  up  of  an  export  trade  in  tliis  class 
of  products  by  Canada  at  the  close  of  the  war.  Connected 
with  this  the  council  is  investigating  a  number  of  other  ques- 
tions which  have  been  submitted  to  it  dealing  with  post-war 
conditions  with  which  our  Canadian  industries  will  be  brought 
face  to  face  ij'pon  tlie  declaration  of  peace. 


It  was  decided  also  to  approach  the  Canadian  Manufac- 
turers' Association  on  the  question  of  the  development  of 
trade  organizations  for  the  promotion  of  research,  etc,  in 
connection  with  groups  of  industries,  such  organizations  hav- 
ing been  developed  with  most  beneficial  results  in  Great  Bri- 
tain and  in  the  United  States.  Co-operation  along  these  lines 
is  of  the  highest  importance  if  Canada  is  to  be  able  to  hold 
her  own  in  the  keen  competition  which  will  develop  in  foreign 
markets  with  the  cessation  of  hostilities. 

The  council  decided  to  issue  to  the  public  a  series  of  short 
bulletins  dealing  with  some  of  the  more  important  questions 
regarding  the  raw  materials  and  certain  manufacturing  pro- 
blems concerning  which  enquiries  are  being  made  at  the 
present  time. 

Conservation  of  Fishery  Resources 

The  council,  in  conjunction  with  the  Biological  Board  of 
Canada,  at  a  previous  meeting,  considered  carefully  the  repre- 
sentations which  had  been  made  to  it  by  the  British  Columbia 
canners'  organizations  and  by  private  parties  in  that  province 
on  the  subject  of  the  preservation  of  the  sockeye  salmon  of 
the  Eraser  River,  the  most  important  of  the  food  fishes  in 
British  Columbia  waters,  and  came  to  the  conclusion  that 
unless  measures  are  taken  very  speedily  the  sockeye  will  soon 
be  exterminated.  The  chief  factors  in  this  are  the  over-fish- 
ing of  the  sockeye  and  the  obstructions  that  are  ofYered  to  its 
ascent  of  the  Eraser  River  to  its  spawning  grounds  in  the 
upper  reaches  of  that  river.  The  first-named  factor  is  by  far 
the  most  important  in  this  process  of  extermination,  and  it 
concerns  international  waters,  through  which  the  fish  proceed 
from  the  entrance  of  the  Strait  of  St.  Juan  de  Fuca  to  the 
mouth  of  the  Eraser  River.  Through  the  extremely  large 
number  of  nets  of  all  descriptions  employed  in  these  waters 
during-  the  fishing  season  it  is  impossible  for  all  but  a  minute 
percentage  of  these  fish  to  reach  their  spawning  grounds. 

Resolution 

On  this  subject  the  council  passed  the  following  resolu- 
tion, which  was  communicated  to  the  Minister  of  Marine  and 
I-'isheries : 

"The  Research  Council  and  the  Biological  Board  of  (.'an- 
ada  unite  in  recommending  that  the  Dominion  Government 
take  steps  to  arrange  a  convention  with  the  Government  of 
the  United  States  looking  towards  the  appointment  of  an  in- 
ternational commission  which  shall  have  the  control  of  the 
salmon  fisheries  of  the  Eraser  River  and  of  all  those  waters 
through  which  the  fish  pass  to  reacli  the  Eraser  River,  this 
commission  to  have  full  power  to  make  and  enforce  regula- 
tions for  the  efTective  conservation  and  the  restoration  of 
these  fisheries." 

The  international  commission,  as  suggested,  would  have 
powers  similar  to  those  of  the  International  Waterways  Com- 
mission, appointed  by  the  governments  of  Canada  and  the 
United  States.  This,  in  the  opinion  of  both  the  Research 
Council  and  the  Biological  Board,  is  the  only  way  in  which 
the  sockeye  salmon  can  be  preserved  and  the  canning  intlustry 
of  British  Columbia  continued. 


Report  on  Inductive  Interference 

(Continued  from  page  24) 
grounded  neutrals  of  important  stations,  (d)  Transformers 
are  not  to  be  operated  at  more  than  specified  percentages 
above  normal  voltage,  (e)  Care  shall  be  exercised  to  avoid 
switching  disturbances,  (f)  Where  lightning  arrester  charg- 
ing disturbs,  it  should  be  done  in  the  early  morning.  (g) 
A  definite  procedure  shall  be  provided  for  station  operators 
during  times  of  abnormal  unbalance  on  power  lines  involved 
in  i)arallels.  In  general,  the  section  of  a  faulty  line  passing 
a  parallel  should  be  disconnected  until  cleared,  and  not  en- 
ergized more  than  once  in  locating  the  fault.  To  facilitate 
the  study  of  such  eases,  accurate  ■  records  are  to  be  kept  of 
occurrences  under  abnormal  conditions. 
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Electricity  as  Fuel  Saver  in  Iron  and  Steel  Trades 


By  A.  H.  Marshall,  before  I.  E.  E. 


1  iuuiH.,-.c  to  take  a^  a  MiLjcct  ,.f  .general  interest,  the  use 
of  clcctricitv  au.l  its  hearins  on  fuel  saviug  in  the  iron  and 
steel  trades'  W  ith  these  trades  the  electrical  industry  will 
he  associated  f,u-  its  greatest  development  in  the  immediate 
future.  The  war  lias  given  a  .great  impetus  to  steel  produc- 
tion, and  m  the  period  immediately  after  the  war  there  seems 
to  he  every  prohahility  that  the  steel  trade  will  contmue  to 
flourish.  Up  to  quite  recent  times  the  mining  of  coal  and 
ore.  coking,  smelting,  steel  making  and  rolling  have  all  been 
nuue  or  less  separate  undertakings.  There  is  every  indica- 
tion that  the  next  few  years  will  see  a  greater  combination 
of  interests,  better  application  of  capital  and  the  utilization 
of  every  means  to  economy. 

W  ith  erticient  plant  and  means  for  the  recovery  of  sur- 
plus heat,  it  is  commercially  possible  to  meet  all  the  heat 
and  power  requirements  of  a  works  that  is  laid  out  com- 
plete with  coke  ovens,  blast  furnaces,  steel  furnaces,  and 
mills  from  the  combustion  of  the  coal  fed  into  the  coke 
ovens,  without  burning  any  coal  in  producers  for  the  steel 
furnaces  or  in  boilers  for  any  portion  of  the  power  plant. 
This  is  an  ideal  arrangement.  It  has  not  been  attained,  be- 
cause even  the  largest  undertakings,  although  they  can  be 
made  self  complete  under  normal  operating  conditions,  have 
not  been  able  either  to  safely  dispense  with  their  coal-fired 
heating  plant,  or  to  justify  the  capital  expenditure  necessary 
to  make  full  use  of  their  waste  energy.  Yet  that  such  an 
economical  arrangement  is  attainable  is  evident  if  one  applies 
the  advantages  of  linking  up  to  the  electrical  end. 

Distribution  of  Coal  Energy 
I  propose  to  put  a  few  figures  before  you  to  show  you 
how  the  energy  of  the  coal,  as  fed  to  the  coke  ovens,  is  dis- 
tributed in  the  process  of  coking,  smelting,  and  steel  making. 

In  the  following  data  in  Table  I.,  the  heat  available  at 
each  stage  is  expressed  in  terms  of  one  ton  of  coal  carbon- 
ized, and  the  products  are  those  which  correspond  therewith. 
The  energy  values  are  given  in  kilowatt  hours  or  kelvins.  the 
latter  being  the  better  term,  seeing  that  both  heat  and  elec- 
tricity are  being  measured. 

I  am  dealing  with  the  conditions  of  iron  and  steel  manu- 
facture on  the  North-East  Coast,  and  have  taken  as  a  basis, 
one  ton  of  ordinary  Durham  coking  coal  having  a  value  of 
12,500  B.Th.U.  . 

One  ton  of  coal  produces  0.7  tons  of  coke,  together  with 
the  other  items  shown,  the  heat  values  of  which  are  given  in 
the  f^rst  set  of  figures.  Now  0.7  ton  of  coke  will  smelt  0.64 
ton  of  pig  iron,  and  the  6.000  units  of  heat  energy  in  the  coke 
is  distributed  as  shown  in  the  second  set  of  figures.  Of  the 
surplus  t^as  viz..  630  units  at  the  coke  ovens,  and  2.160  at  the 
blast  furnaces  or  2,790  in  all.  about  1,200  can  be  made  use  of 
on  the  open  hearth  converters,  and  390  in  reheating  the  steel 
ingots. 

The  heat  available  for  conversion  to  electrical  energy  or 
mechanical  power  consists  of  350  units  from  the  tar,  650 
from  the  slag.  300  which  can  be  recovered  as  waste  heat 
from  the  steel  furnaces,  and  surplus  gas  to  the  value  of  1.200 
or  2  500  in  all.  These  units  of  heat  energy  converted  at  a 
thermal  efficiency  of  15  per  cent,  yield  380  units,  and  this  on 
a  coal  consumption  of  50  tons  per  hour,  corresponds  to  an 
output  of  14,000  kw. 

Let  us  take  the  case  of  a  group  of  works  equipped  with 
lour  -0-oven  batteries  consuming  8,700  tons  of  coal  per  week, 
five  blast  furnaces,  each  making  1.100  tons  of  pig  per  week, 
and  sufficient  ooen  hearth -steel  furnace  capacity  and  rolling 


mill  plant  to  convert  the  whole  of  the  pig  iron  make  into 
finished  steel  sections.  Eight  thousand  seven  hundred  tons 
of  coal  per  week  at  a  steady  rate  of  consumption  is  approxi- 
mately 50  tons  per  hour. 

Table  I. — Distribution  of  Energy  in  1  ton  of  Coal  (12,500 
B.Th.U.  per  lb.)   Containing  8,200  kw.-hours 

Quantity  of  Kw.-hours 
product  available  for 

conversion  to 

Carbonizing  1  ton  of  Coal  B.Th.U.  power. 

5,500  cu.  ft. , .  .  Gas  used  on  ovens  . .  .  690 

5.000  cu.  ft         Gas  surplus   .  .  630 

0.7  ton   Coke    6.000 

0.05  ton   Coke  breeze   300 

100  lb   Tar    470  350 

3^  gallons...  Benzol   HO 

8,200 

Smelting  0.64  ton  of  Pig  Iron: 

31.700  cu.  ft. .  .  Gas  used  on  stoves  ..  930 

73.800  cu.  ft. . .  Gas  surplus   3.160 

1  ton                 Slag  (sensible  heat)..  650 

0.64  ton             Pig  iron  (sensible  heat)  250 

Furnace   reaction  and 

loss   3.010 


6.000 

Utilization  of  Surplus  Gas  from  Coke 
Ovens  and  Blast  Furnaces: 

Making  steel  (0.68  ton)    1.300 

Re-heating  ingots  (0.68  ton)    390 

Balance   1-200 

3,790 


650 


300 
1,200 
2,500 


Conversion  to  Electrical  or  Mechanical  Power: 

Total  available  energy   3.500 

Less  slag  value  


1.850 


Thermal  efficiency  15  per  cent. 

1.850  X  0.15  =  280  kw.-hours  per  ton  of  coal. 


On  the  other  side  of  the  account  the  power  consumed 
at  the  works  would  be  as  shown  in  Table  11.  The  blowing 
plant  requirements  are  based  on  -iyi  tons  of  air  per  ton  of 
coke,  equivalent  to  138.000  cubic  feet  per  ton  of  pig  iron;  the- 
oretically it  needs  1  kw.  to  deliver  1,600  cubic  feet  of  free 
air  per  hour  under  the  usual  conditions  of  temperature  and 
pressure  which,  at  a  blower  efficiency  of  73  per  cent.,  comes 
out  to  120  units  per  ton  of  pig  iron.  For  the  rolling  mills 
I  have  taken  110  units  per  ton  of  steel. 

Table  II. 

Kilowatts  (3utput: 

Coal  consumed  per  hour   >^0  tons 

Electrical  energy  per  ton  of  coal   3S0  kw.-lir. 

Nominal  output.  380  x  50   14.000  kw. 

Minimum  output.  14.000  x  0.6    8.400  kw. 

Average  output.  14.000  x  0.85    n.\WO  kw. 

Kilowatts  Load:                   ^"■'tJnTf'cfal""  'Lw."  kttor  "kw.- 
Coke  oven  auxiliaries  ..^ 
Blast  furnace               •  ■  i 

Steel  furnace           "    .J  ,  ,  . 

Blowing  plant  (120X0.64)       77X50       3.800  at    0.9  4.200 

Rolling  mills  (110X0.68)        75X50       3,700  at    0.6  '>->00 


40X50       3.000  at  0.6 


3,300 


9.500 


14.000 


Average  output  units  per  week  11.900X168  


9.500X168   1.600.000 


400.000 


Consumption 

Surplus   

The  sum  of  the  demands  on  this  showing  would  be  (he 
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same  as  the  iioniitial  kilowatt  tmtput.  One  should,  however, 
allow  for  a  stand  by  supply  of  40  per  cent.,  or,  say,  5,600  kw. 
An  allowance  of  15  per  cent,  would  probably  be  sufTficient  to 
cover  the  average  deficiency  of  the  generating  plant  making 
the  average  output  11,900  kw.,  and  the  units  per  week  3,000,000, 
while  the  total  consumption  9,900  X  168  =  1,600,000,  leaving 
a  surplus  of  400,000  per  week. 

The  figures  given  in  Table  I.  are  based  on  the  following 
values,  which,  I  think,  are  fairly  representative: — 

Gas  per  ton  of  coal  coked   10,500  cu.  ft. 

Gas  burnt  on  the  ovens    5,500  cu.  ft. 

Calorific  value  of  coke  oven  gas    430  B.Th.U.  net. 

Tar  per  ton  of  coal  coked   100  lb. 

Coke  per  ton  of  pig  iron    22  cwt. 

Gas  from  blast  furnaces  per  ton  of  pig  165,000  cu.  ft. 

iron  100  B.Th.U. 

Calorific  value  of  blast  furnace  gas  

Slag  per  ton  of  pig  iron   TiO  cwt. 

Heat  required  at  steel  furnaces  per  ton  of 

ingots   6,000,000  B.Th.U. 

Heat  required  for  reheating   2.000,000  B.Th.U. 

.\11  the  gas  values  being  at  normal  temperature  and  pressure. 

The  coke  oven  results  are  those  obtained  with  any  well- 
known  make  of  by-product  regenerative  oven,  operated  under 
ordinary  commercial  conditions.  About  one-half  of  the  gas 
produced  goes  to  heat  the  ovens,  and  the  other  half  becomes 
available  for  outside  use.  Coke  oven  gas  can  be  used  for 
the  production  of  power  by  either  gas  engines  or  boilers.  It 
is  not  as  suitable  as  producer  or  blast  furnace  gas  for  gas 
engines,  because  of  sulphur  and  preignition  troubles;  for 
jjoiler  use  it  gives  a  greater  output  for  the  same  heating  sur- 
face than  coal.  It  is  being  largely  used  as  fuel  for  steel  fur- 
naces. 

The  consumption  of  coke  in  the  blast  furnace  may  be 
taken  at  about  23  cwts.  per  ton  of  pig  iron.  The  air  or  blast 
required  to  provide  sufficient  oxygen  to  convert  the  carbon 
(less  what  takes  part  in  other  reactions)  into  the  reducing 
agent  carbon  monoxide,  is  about  4^^  tons  per  ton  of  coke. 
Apart  from  its  principal  function  of  smelting  iron,  the  blast 
furnace  may  be  looked  upon  as  being  a  large  gas  producer. 
The  air  for  the  blast  is  usually  heated  by  means  of  brickwork 
stoves  of  the  regenerative  type,  which  makes  the  first  call- on 
the  gas  from  the  furnace.  The  stove  efficiency  may  reach 
about  70  per  cent.  The  kw.  hours  of  heat  corresponding 
thereto  are  930,  and  these,  added  to  the  3.010  units  for  "fur- 
nace reaction  and  loss,"  represent  the  quantity  of  heat  ab- 
sorbed in  the  smelting  process. 

The  heating  of  the  basic  open  hearth  steel  furnaces  and 
mixer  is  commonly  done  by  means  of  a  sini])lc  form  of  gas 
producer,  consuming  about  6  cwt.  of  coal  per  ton  of  steel 
ingots,  and  giving  off  a  gas  having  a  calorific  value  of  130 
B.Th.U.  Both  coke  oven  gas  and  blast  furnace  gas  can  be 
and  are  used  for  this  purpose,  the  former  for  preference. 
.\bout  6,000,000  B.Th.U,  of  1,700  kw.  hours  per  ton  of  steel 
will  be  required. 

Waste  Heat  Can  be  Recovered 

The  burnt  gases  from  the  open  hearth  furnace  leave  at  a 
temperature  of  about  1,100  degs.  F.  There  is  consequently  a 
great  deal  of  waste  heat,  which  it  is  found  can  be  recovered 
by  fitting  boilers  in  the  flues  leading  to  the  chimney  stack. 
About  one-fourth  of  the  heat  supplied  to  the  furnaces  is 
available  for  the  raising  of  steam. 

The  heat  required  at  the  soaking  and  reheating  pits  may 
be  taken  at  2,000,000  B.Th.U.  per  ton  or  580  kw.  hours. 

Looking  at  the  figures  given  in  the  table  from  the  point 
of  view  of  power  production,  the  first  available  source  of 
energy  is  the  tar  from  the  coke  oven  gas  in  the  by-product 
plant.  An  average  yield  is  about  100  ll)s.  per  ton  of  coal  car- 
bonized, having  a  heat  value  of  500  kw.  hours.  Practically 
all  metallurgical  coke  is  now  made  in  l)y-products  ovens. 

The  650  units  available  from  the  slag  represent  the  sen- 


sible heat  in  the  slag  as  it  comes  from  the  furnaces.  So  far 
as  I  know  this  heat  has  not  been  put  to  any  commercial  use 
hitherto,  mainly  because  the  gases  and  other  sources  of  waste 
heat  which  are  in  a  more  usable  form  have  not  been  fully 
exploited.    It  is,  however,  a  possible  source  of  energy. 

The  blast  furnace  gas  forms  by  far  the  largest  item  of 
available  heat,  and  its  use,  therefore,  calls  for  special  con- 
sideration. After  the  requirements  of  the  steel  plant  are 
satisfied,  there  may  remain  2,160  units  available  for  power 
purposes.  Gas  engines  of  sizes  ranging  from  1,000  to  5,000 
h.p.  have  been  built  for  driving  both  blowers  and  generators, 
and  a  considerable  number  are  now  in  use. 

The  whole  of  the  blast  furnace  gas  should  l)e  cleaned  of 
the  dust  which  it  contains.  l)oth  for  heating  and  power  pur- 
poses. Beside  the  frequent  boiler  cleanings  which  are  neces- 
sary, the  whole  of  the  furnace  plant  has  to  stand  for  a  day 
or  two  about  every  three  months  to  permit  of  the  flues  and 
stoves  being  cleared  of  the  great  quantity  of  dust  which 
accumulates.  There  are  two  systems  of  cleaning  in  vogue, 
one  necessitating  the  use  of  a  large  quantity  of  water  atom- 
ized and  intimately  mixed  with  the  gas  in  suitable  centrifugal 
apparatus  from  which  the  dust  comes  away  as  a  sludge,  and 
the  other  a  filtering  or  dry  method.  Both  systems  rob  the 
gas  of  the  greater  part  of  its  sensible  heat.  Recently,  and 
more  particularly  because  of  the  demand  for  potash,  consider- 
ation is  now  being  given  to  an  electrostatic  method  of  dust  ex- 
traction develope:d  by  Dr.  Cottrell  in  America  and  used  with 
great  success. 

In  old-established  Cleveland  practice  the  surplus  heat 
from  the  blast  furnaces  is  converted  into  power  by  means  of 
shell-type  boilers  in  open  settings  and  non-condensing  steam 
engines  at  a  thermal  efficiency  of  about  5  per  cent.,  and  as  a 
consequence  there  is  usually  little  gas  to  spare.  The  advent 
of  the  exhaust  steam  turbine  has  been  taken  advantage  of  in 
a  good  many  cases,  improving  the  thermal  economy  by  an- 
other 5  per  cent.  In  the  Middlesbrough  district  alone  the 
boiler  feed  recovered  at  the  power  company's  stations  in  this 
way  exceeds  300,000,000  gallons  per  annum.  From  my  own 
experience  steam  plant  at  the  present  time  best  fulfils  the 
principal  conditions  of  cost,  thermal  efficiency  and  reliability 
and  possesses  advantages  over  gas  plant  in  being  able  to 
use  up  heat  in  other  form  than  that  of  gas. 

A  15  per  cent,  thermal  efficiency  for  modern  steam  jilant 
falls  a  great  deal  short  of  what  it  is  possible  to  obtain  vyith 
turbines  of  large  size,  high  steam  temperatures  and  other 
aids  to  economy,  but,  on  the  other  hand,  it  is  an  advance 
on  present  practice  in  comparatively  small  stations.  It  is 
based  on  a  boiler  efficiency  of  70  per  cent.,  a  steam  consump- 
tion of  14  lbs.  per  shaft  kilowatt-hour  for  the  blowers  and 
13  lbs.  for  the  10,000  kw.  sets,  under  ordinary  commercial 
conditions  of  pressure  superheat  and  vacuum. 

Estimated  Saving  in  Coal 

There  arc  no  statistics  available  of  the  quantities  of  coal 
at  present  used  in  the  several  processes  of  iron  and  steeh 
manufacture,  and  I  can,  therefore,  only  make  a  rough  esti- 
mate of  the  amount  which  would  be  saved  with  a  complete 
system  of  heat  recovery  such  as  1  have  described,  .\ssum- 
ing  that  on  the  average  the  coke  oven  ^nd  blast  furnace  gases 
now  supi)ly  the  blowing  plant,'  the  auxiliaries  and  one-fourth 
of  the  requirements  of  the  rolling  mills,  then  more  coal  would 
come  into  the  scheme  to  the  extent  of  that  needed  for  three- 
c|uarters  of  the  rolling  mills  and  for  the  steel  furnaces — an 
additional  quantity  wiiicii  I  would  not  like  to  put  at  a  less 
figure  than  1  I  cwt,  per  ton  of  steel,  and  which  on  last  year's 
output  would  amount  to  alxnit  5,500,000  tons  per  annum. 
This  coal  would  be  saved  and  there  would  -till  hi-  left  a  sur- 
plus of  energy  above  the  works  reciuirenuiit s. 

The  advantages  claimed  for  the  electrical  reversing  mill 
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have  been  well  substantiated  in  practice,  as  is  l)onic  out  by 
the  fact  that  there  are  ai  the  present  time  under  construction 
at  least  seven  reversing-  mill  eciuipments  rauKini;  Irom  10,000 
to  20,000  h.p.  in  size,  capable  of  doing-  the  heaviest  class  of 
work,  both  roughing  and  linishing,  with  outputs  of  over 
50  tons  iier  hour.  These  new  mills  will,  together,  have  a  capa- 
city of  well  over  1.000.000  tons  of  steel  per  annum.  In  addi- 
tion there  are  numerous  alternating-current  motor  continu- 
ous mill  drives  being-  installed  in  sizes  of  from  ;.!.000  to  10.- 
000  h  p. 

Tlic  most  recent  electrical  development  and  steel  works 
practice,  and  one  which  has  received  a  great  impetus  from 
the  war.  is  that  of  the  electric  furnace.  It  may  be  that  the 
quality  of  steel  rails,  for  example,  produced  or  partly  pro- 
duced electrically,  will  be  such  as  to  command  a  price  high 


enough  to  bear  the  additional  cost  of  production.  An  aver- 
age figure  for  melting  and  refining  is  750  electrical  units 
per  ton,  which  may  be  compared  with  the  heat  absorbed  by 
an  ordinary  gas-fired  furnace,  as  show-n  in  Table  I.  At 
this  figure  the  mean  demand  would  not  be  less  than  2,600 
kw.,  and  the  maximum  about  3,500  kw.  This  addition  to 
the  mean  load  brings  it  up  to  13,100,  or  nearly  the  same 
figure  as  that  taken  for  the  average  output  of  the  generating 
plant. 

As  an  illustration  of  the  scope  of  future  electrical  de- 
velopment, the  total  electrical  energy  to  be  dealt  with,  as- 
suming the  figures  given  to  apply  to  a  make  of  steel  of  14,- 
000,000  tons,  and  not  counting  the  power  taken  by  the  blow- 
ing plant,  works  out  at  3,300,000,000  units  per  annum,  with  a 
maximum  load  of  over  600,000  kw. 


Light- Weight  Safety  Cars  the  Best  for  All 

Gives  the  Public  Better  Service,  the  Investor  a  Fair  Return  and  the  Employee 

Safer  and  Easier  Working  Conditions 


The  advent  of  the  light-weight,  quick-service  safety  car 
handled  by  a  single  operator  marks  a  most  important  epoch 
in  the  development  of  the  street  railway  industry.  In  the 
operation  of  electric  railways  we  must  recognize  three  fac- 
tors, as  follows: 

1.  The  Public— It  is  the  community  that  gives  the  street 
railway  its  excuse  for  existence.  It  is  their  patronage  that 
pays  our'  bills. 

2.  The  Investor. — It  is  the  financier  on  whom  we  de- 
pend to  furnish  the  capital  to  run  our  road. 

3.  The  Employee.— It  is  the  officers  of  the  company— 
the  clerks,  the  shopmen  and  the  platform  men—  on  whom 
the  investor  and  the  public  alike  depend  to  properly  handle 
their  investment  and  to  sell  their  service. 

To  prove  the  success  of  the  safety  car  we  must  show 
that  the  three  parties  referred  to  are  benefited  thereby.  Like- 
wise, the  corollary  is  true.  The  benefits  derived  from  the 
operation  of  safety  cars  must  be  divided  equitably  among 
these  three  parties  or  its  success  will  not  be  assured. 

To  the  public  the  safety  car  offers  more  frequent  and 
faster  service  and  more  comfortable  and  safer  riding.  Three 
safety  cars  will  displace  two  ordinary  cars  and  cut  the 
weight  in  two,  yet  provide  seats  for  10  per  cent,  more  pas- 
sengers. Equipped  with  modern  motors  and  ball  bearings  on 
the  axles,  the  safety  car  accelerates  at  2>4  to  3  m.p.h.p.s..  or 
faster  than  the  average  jitneys  can  get  started.  Therefore, 
in  actual  competition  with  jitneys,  the  safety  car  gets  away 
ahead  of  them,  picks  up  the  passengers  at  the  next  corner  and 
is  off  again  before  the  jitney  can  pass  the  car.  As  has  been 
proved  in  jitney  infested  centers,  the  safety  car  has  driven 
them  off  the  street. 

The  fact  that  the  safety  car  carries  fewer  passengers 
than  the  ordinary  car  simply  means  a  reduction  in  the  num- 
ber of  stops,  thereby  contributing  to  an  increased  schedule 
speed.  For  instance,  i&  the  schedule  speed  of  the  ordinary 
car  were  S'^  m.p.h.,  the  safety  car  under  the  same  condi- 
tions would  make  approximately  10^  m.p.h.— an  increase  of 
25  per  cent.  The  car  is  mounted  on  24-inch  wheels  on  an 
8-foot  wheelbase.  Lost  motion  between  car  body  and  truck 
has  been  eliminated,  thereby  doing  away  with  the  undesir- 
able pendulum  motion  of  car  body  under  rapid  acceleration 
and  braking.  Furthermore,  the  car  body  is  so  suspended 
on  the  trucks  as  to  provide  for  a  natural  swing  or  lateral 
movement  when  it  takes  curves  or  sidings.  In  addition 
to  this  there  are  a  low  step  and  cross  seats,  all  of  which 


contribute  to  the  comfort  of  the  riding  public. 

The  safety  of  the  passengers  is  cared  for  by  automatic 
devices  interlocked  with  the  control  of  the  car.  Although  the 
car  is  operated  by  one  man,  it  is  safer  than  a  two-man  car 
not  equipped  with  these  automatic  devices.  The  standard 
safety  car  has  straight  air  brakes  with  emergency  feature. 
Any  collision  or  other  accident  that  breaks  the  air  pipes  will 
stop  the  car  in  emergency.  Furthermore,  the  operator  can- 
not leave  his  post  unless  the  brakes  are  applied,  and  if  he 
becomes  incapacitated  the  brakes  go  into  emergency.  An 
emergency  application  may  be  obtained  by  the  operator: 
first,  by  removing  liis  hand  4'rom  the  controller  handle  (if 
the  brakes  are  not  already  applied  in  service);  second,  by 
removing  his  foot  from  a  foot  valve  (used  for  cutting  out 
the  emergency  feature  in  the  controller  when  the  operator 
wants  his  left  hand  free  to  make  change  or  issue  transfers 
without  getting  an  emergency  application")  and,  third,  in  the 
usual  manner  by  the  brake  valve. 

An  emergency  application  not  only  applies  the  brake  with 
full  force  -as  quickly  as  air  can  be  passed  direct  to  the  brake 
cylinder,  but  it  first  shuts  off  the  pow-er  and  applies  sand 
to  the  rail.  The  use  of  sand  on  a  bad  rail  will  shorten  the 
stop  by  20  per  cent.  At  the  same  time  the  front  and  rear 
doors  are  unlatched,  so  that  they  may  be  opened  by  pas- 
sengers pressing  against  them.  This  is  made  possible  by  the 
fact  that  the  doors  are  operated  by  air,  and  is  one  of  the 
most  important  safety  features  of  the  car.  Otherwise  imagine 
the  panic  that  would  arise  in  case  of  an  accident  if  the  pas- 
sengers found  themselves  locked  in  the  car,  as  ihey  would 
be  if  the  operation  of  the  doors  w'ere  not  interlocked  with 
the  control  of  the  car. 

In  none  of  the  many  cities  operating  safety  cars  has 
the  public  objected  to  their  use.  On  the  contrary,  in  many 
ways  they  have  evinced  their  approval.  Whereas  on  a 
two-man  car  fifty  per  cent,  of  the  passengers  ask  the  con- 
ductor for  change,  on  safety  cars  only  10  or  15  per  cent, 
call  for  change.  There  is  an  explanation  for  this.  Safety 
cars  have  no  "riding"  platform  or  reservoir  capacity.  As 
a  result  passengers  unconsciously  get  their  exact  fare  ready 
as  they  board  the  car. 

On  a  two-man  car  passengers  feel  that  the  conductor  is 
there  for  the  sole  purpose  of  collecting  fares,  and  they  are 
inclined  to  take  their  time  about  it.  On  the  other  hand, 
as  passengers  board  a  safety  car  they  realize  that  the  oper- 
ator's primary  duty  is  to  run  the  car  rather  than  collect 
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fares,  so  they  feel  that  it  is  their  duty  not  to  take  up  any 
more  of  his  time  than  necessary  so  that  the  car  can  set 
under  way  without  delay.  Transfers  are  on  a  rack  at  the 
side  of  the  fare  box.  They  are  punched  at  the  end  of  the 
run,  so  that  no  time  is  lost  in  issuing  them. 

The  operator  sits  far  over  on  the  left  side  of  the  plat- 
form, thereby  allowing  for  as  much  space  as  possible  for 
passengers  entering  and  leaving  the  car.  The  fact  that  the 
passengers  board  the  car  at  the  forward  end,  right  at  the 
side  of  the  operator,  enables  him  to  "spot"  his  car  when  stop- 
ping to  pick  up  passengers.  This  saves  the  passengers  a 
few  steps,  a  particularly  desirable  accommodation  at  muddy 
crossings.    It  also  cuts  a  little  time  of¥  the  length  of  stop. 

Why  the  Car  Appeals  to  the  Investor 

To  the  investor,  representing  the  capital  invested  in  street 
railways,  the  safety  car  ofYers  unusual  opportunities.  A  65 
l)er  cent,  reduction  in  weight  on  rails  means  a  material  re- 
duction in  maintenance  of  track  and  roadway,  estimated  by 
some  engineers  as  directly  in  proportion  to  the  reduction  in 
weight.  It  also  means  a  proportionate  saving  in  power.  The 
saving  in  platform  expense  is  more  than  50  per  cent.,  even 
if  the  operator  is  paid  10  per  cent,  more  in  wages  than  he 
received  as  a  motorman.  This  is  due  to  the  25  per  cent, 
additional  mileage  made  by  the  safety  car.  The  maintenance 
of  car  and  equipment  is  less — due  to  the  reduct:on  in  num- 
ber of  wheels,  motors,  square  feet  of  car  surface  to  be 
cleaned  and  painted,  etc. 

Shorter  headways  and  faster  schedules  encourage  rid- 
ing, as  for  instance,  a  40  per  cent,  increase  in  service  has 
occasioned  a  60  per  eent.  increase  in  number  of  passengers. 
The  safety  car  operating  on  a  shorter  headway  -caters  to 
the  short-haul  passenger,  the  one  that  it  costs  the  least  to 
handle.  The  elimination  of  jitneys  brought  about  by  higher 
acceleration  and  schedule  speed  and  more  frequent  service 
contributes  largely  to  the  increase  in  passenger  traffic,  as 
does  also  the  diminution  in  the  use  of  privately-owned  auto- 
mobiles, enhanced  to  some  extent  by  war  conditions.  To 
summarize  it  niay  be  said  that  when  the  cost  per  car-mile 
for  operating  the  ordinary  car  is  15  cents,  the  cost  per  car- 
mile  for  the  safety  car  is  8  cents — a  saving  of  7  cents.  Three 
cents  of  this  represents  the  saving  in  platform  expense  and 
the  balance  in  the  economies  resulting  from  the  operation 
of  a  lighter  car  on^a  faster  schedule. 

To  the  employee,  particularly  the  platform  man,  the 
safety  car  also  offers  unusual  opportunities.  A  greater  exer- 
cise of  mentality  encouraged  liy  additional  responsibility  is 
usually  rewarded  by  a  10  per  cent,  increase  in  wages.  Fur- 
thermore, the  former  platform  man  is  advanced  in  title  from 
a  motorman  or  a  conductor  to  an  operator. 

No  man  need  lose  his  job  on  account  of  the  introduc- 
tion of  safety  cars.  The  change  cannot  be  brought  about 
rapidly  enough  for  that.  For  a  time,  it  might  cause  a  falling 
(iff  in  the  number  of  "turnovers,"  but  during  the  war  there  is 
such  a  demand  for  nun  tm  oijjectinn  has  been  raised  against 
the  safety  car  on  account  of  its  saving  labor.  On  the  con- 
trary, employees  like  the  safety  car.  In  cities  where  they 
are  being  introduced  there  is  always  a  long  list  o{  applica- 
tions from  motornien  and  conductors  waiting  to  be  assigned 
111  safety-car  runs. 

The  car  is  easy  to  operate.  It  is  controlled  by  two 
handles,  that  of  the  controller  and  the  brake  valve.  Sand 
may  be  applied  in  any  positiim  by  pressure  on  the  brake- 
valve  handle.  The  control  of  the  doors  is  also  incorporated 
in  the  brake  valve  so  that  after  the  brake  is  applied  the 
operator  may  open  the  front  door  l)y  simply  moving  the 
hrake-valve  handle  to  the  door-opening  position.  The  oper- 
ator is  seated  in  a  comfortable  swivel  chair  and  handles  the 
safety  car  in  much  the  same  way  as  a  cliauffeur  runs  an 
automi iliile.     The  elimination  of  physical  strains  makes  the 


operator  more  alert  by  increasing  his  mental  efficiency.  This 
is  reflected  in  the  reduction  of  accidents. 

Furthermore,  the  ease  of  operation  makes  the  safety 
car  adaptable  to  the  use  of  women  operators.  At  this  time 
this  point  is  particularly  worthy  of  consideration.  As  more 
men  are  called  into  the  service,  women  will  take  their  places, 
and  it  will  be  a  long  time  after  the  war  is  over  before  they 
leave  the  various  lines  of  endeavor  that  they  are  now  enter- 
ing. The  economic  and  social  fabric  that  is  being  woven  by 
this  war  will  not  lie  unravelled  over  night. 

The  Car  is  Not  an  Experiment 

Safety-car  service  is  not  an  experiment — it  is  an  estab- 
lished institution.  It  was  on  November  1,  1916,  that  the 
Summit  Avenue  line  in  Fort  Worth,  Tex.,  was  changed  over 
to  safety-car  operation.  Since  then  1,000  safety  cars  have 
been  placed  in  service  or  contracted  for  by  sixty  different 
cities  of  this  country.  Furthermore,  98  per  cent,  of  the  one- 
man  cars  built  in  this  country  during  the  last  two  years 
have  been  the  standard  safety  car.  This  fact  alone  should 
have  an  important  bearing  on  the  financing  of  new  safety  cars, 
as  the  question  as  to  whether  or  not  the  proposed  new 
cars  are  of  a  standard  type  is  one  of  the  first  questions  asked 
by  the  banker.  Furthermore,  it  is  just  what  the  industry  has 
been  longing  for — a  standard  car  and  equipment  for  electric 
street  railway  service. 

What  Can  be  Done  Now? 

What  has  been  said  so  far  may  be  good  food  for  thought, 
Init  it  does  not  offer  immediate  relief.  Old  equipment  can- 
not be  scrapped  and  replaced  at  once  by  safety  cars.  Fur- 
therfore,  with  the  government  competing  with  private  enter- 
prises for  the  use  of  capital,  there  is  not  much  of  it  available 
for  the  purchase  of  new  cars  and  equipment.  We  must  con- 
serve what  we  have  and  operate  it  as  efficiently  as  possible. 

Undoubtedly  many  existing  cars  should  be  converted 
into  safety  cars  and  operated  advantageously  by  one  man. 
If  the  cars  are  too  large  for  one  man  to  handle  during  rush 
hours  a  conductor  could  lie  employed  at  that  time.  The 
question  then  arises  as  to  what  to  do  with  him  the  balance 
of  the  day.  Why  not  employ  him  in  the  shop  or  office? 
Select  the  work  he  is  best  fitted  for  and  teach  him  how  to 
do  it  and  so  schedule  the  shop  and  office  routine  as  to  allot 
certain  work  to  these  extra  men.  This  would  certainly  be 
conserving  man  power  to  the  greatest  extent  and  would  be 
a  niaterial  benefit  to  the  men  themselves. 

On  the  other  hand,  why  not  consider  women  as  conduc- 
tors during  rush  hours?  There  are  many  of  them  who  have 
the  time  and  who  are  willing  to  w<irk  on  a  part-time  job. 

The  handling  of  factory  crowds  by  large  cars  operated  by 
one  man  could  readily  be  taken  care  of  iiy  the  prepayment 
method.  -\rrange  to  have  the  factory  employees  pay  their 
fare  before  they  enter  the  car.  The  operator  could  handle 
the  additional  passengers  picked  up  en  route.  .\  car  seating 
thirty-two  to  thirty-si.K  passengers  is  as  large  a  car  as  can  be 
handled  properly  i)y  one  man  when  loaded  to  capacity. 

The  safety  car  also  readily  adapts  itself  to  the  zone  sys- 
tem of  fares;  in  fact,  it  is  the  exponent  of  economy  and  effi- 
ciency in  operation — the  agent  that  will  restore  confidence  in 
the  electric  railway  industry. 


Women  Conductors  for  St.  Louis 

The  I'nited  Railways,  St.  Louis,  Mo.,  has  its  first  women 
conductors  in  training,  special  quarters  having  been  fitted  up 
for  them,  ahmg  with  a  rear  platform  and  trailer  entrance  and 
\estil)ule  in  the  schoolroom.  .V  majority  of  the  twenty-odd 
students  are  wives  or  relatives  of  employees.  Tlie  training 
course  will  cover  sixteen  days.  It  is  made  clear  tliat  their 
eniployment  was  distinctly  a  war  measure.  The_\  will  be 
calleil  "conductors"  and  receive  the  same  pay  as  the  men. 
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Agreement  Reached  Between  City  and  Montreal 
Tramways  Company 

\uor  iniK-h  delay  aiul  the  I'nnmilation  of  many  schemes, 
an  asireement  lias  lieen  reached  respecting  the  conditions 
upon  which  the  Iranchise  of  the  Montreal  Tramways  Com- 
pany has  lieen  extended.  The  provincial  government  several 
months  ago  appointed  a  commission  to  enquire  into  the  whole 
position.  Their  report  has  been  issued,  and  a  contract  signed 
by  the  commission  and  the  company,  which,  however,  is  sub- 
ject,to  the  sanction  of  the  local  legislature. 

Tlie  contract  extends  the  franchise  I!,")  years,  and  sets  up 
a  permanent  tramways  commission,  wliich  is  to  have  jurisdic- 
tion over  all  the  company's  lines  or  any  of  its  sulisidiaries,  so 
far  as  finances,  operation,  extension,  and  disputes  are  con- 
cerned. The  three  members  of  the  commision  are  to  be 
nanted  by  the  Lieutenant-Governor-in-Council,  and  will  re- 
main in  office  ten  years,  but  can  be  removed  for  cause  by  the 
government.  The  city  and  the  company  have  also  the  right 
to  appeal  to  the  Superior  Court  for  the  removal  of  a  member 
for  a  number  of  capses,  including  fraud,  corruption,  and  the 
refusal  to  fulfil  in  good  faith  the  duties,  etc.  No  member 
can  be  connected  with  the  city  or  any  municipal  corporation 
interested,  nor  shareholders  in  the  tramways  company,  nor 
have  an  interest  in  a  contract  with  one  of  the  parties  or  in- 
terested municipalities.  Appeals  from  the  decision  of  the 
commission  can  be  made  to  the  Public  Utilities  Commission. 
The  commission  is  vested  with  very  full  powers  as  to  exam- 
ining the  books,  files,  and  property  of  the  company,  and  must 
report  yearly  to  the  city  on  the  condition  of  the  capital  ac- 
count and  other  accounts  referring  to  maintenance  and  re- 
newals, reserve  funds,  and  the  lowering  of  tarififs.  The  rights, 
privileges,  and  franchises  possessed  already  by  the  company 
in  the  city  are  annulled,  and  any  that  it  possesses  in  other 
municipalities  or  will  possess  will  be  annulled  by  the  mere 
fact  of  these  territories  being  annexed  to  the  city.  In  such 
cases  the  annexed  territories  would  fall  under  the  new  con- 
tract. 

Conditions  of  the  Franchise 

The  company  is  forbidden  to  sell,  cede,  transport,  or  lend, 
in  whole  or  in  part,  directly  or  indirectly,  the  system  or  any 
of  the  rights  obtained  by  the  contract.  The  company  guaran- 
tees the  city  against  all  claims  which  could  be  pronounced  by 
reason  of  the  construction,  existence,  maintenance,  repairs, 
or  exploiting  of  the  tramway  system.  The  company  also 
undertakes  not  to  attempt,  inside  or  beyond  the  city,  any 
enterprise,  industrial  or  commercial,  other  than  those  shown 
in  the  contract  and  relative  to  it.  Except  for  the  arrange- 
ment of  the  Tramway  Company  with  the  Montreal  and  South- 
ern Counties  Railway  Company,  the  company  is  not  permit- 
ted, without  the  consent  of  the  commission,  to  allow  cars  of 
any  other  company  to  go  over  the  lines. 

Several  new  lines,  totalling  l3  miles,  are  to  be  constructed 
by  November  1,  1918,  but  the  commission  can  extend  this 
time,  and  the  schedules  have  also  been  rearranged.  The  com- 
mission has  power  to  order  the  construction  of  further  lines 
from  time-  to  time  and  also  power  to  order  the  rearrange- 
ment of  the  lines,  poles,  cables,  etc.  Every  pole  in  the  city, 
when  renewed,  must  be  of  iron,  and  iron  poles  must  be  used 
on  the  construction  of  new  lines.  The  commission  will  de- 
termine the  speed  of  cars,  location  of  transfer  points,  fre- 
quency of  service,  and  so  on;  also  the  number  of  passengers 
each  car  may  contain,  the  company  to  indicate  this  number 
on  the  outside  of  the  car  in  large  figures. 

The  city  can  compel  the  company  to  flush,  sprinkle,  and 
sweep  the  streets  in  which  it  has  tracks,  and  to  haul  garbage, 
etc.,  at  a  price  not  to  exceed  10  per  cent,  profit  on  the  cost, 
providing  that  the  work  does  not  interfere  with  the  traffic. 
Any  contract  entailing  an  expenditure  exceeding  $50,000  must 
be  submitted  to  the  commission  within  a  week  for  its  ap- 
proval or  disapproval. 


'I'lie  commission  has  authority  to  modify  fares.  The  lat- 
ter will  l)e  made  uniform  for  the  city  and  certain  outlying 
districts  named,  to  be  known  as  the  "uniform  rate  territory"; 
outside  of  this  the  company  may  fix  different  rates  for  local 
traffic  and  for  passengers  going  into  the  uniform  rate  terri- 
tory. The  commission  may  vary  the  rates  for  certain  hours, 
and  fix  a  tariff  for  children  and  apprentices.  Transfer  points 
are  to  l)e  punched  on  the  transfers. 

May  Transport  Freight 

The  company  has  the  right  to  transport  freight,  but  this 
is  not  to  impede  passenger  traffic.  The  company  is  expressly 
prohibited  from  interfering  with  the  formation  of  union 
among  its  employees.  The  fine  for  failing  to  comply  with 
the  contract  or  to  refuse  to  comply  with  any  order  of  the 
commission  is  .i;40  per  day. 

The  capital  value  of  the  company  is  placed  at  $36,286,295 
(Dr.  L.  A.  Herdt  was  one  of  the  valuers  of  the  plant  and 
assets),  and  the  company  cannot  pay  more  than  10  per  cent, 
per  annum  on  this  fixed  capital.  Six  per  cent,  on  the  latter  is 
virtually  guaranteed.  The  amoimt  per  revenue  car-mile  it  can 
spend  on  operation  expenses  will  be  fixed  by  the  commission, 
and  the  establishment  of  various  funds  is  ordained  as  follows: 
A  fund  of  $500,000,  to  be  created  by  $100,000  instalments  in 
five  years  to  pay  of?  old  debts  and  excesses  in  the  operation 
fund  beyond  the  amount  set  each  year  by  the  commission;  a 
maintenance  and  renewal  fund;  a  tolls  reduction  fund;  and  a 
reserve  contingency  fund.  An  annual  sum  of  $500,000  is  to 
be  given  to  the  city,  and  when  everything  else  is  provided  for, 
including  dividends  of  the  company,  the  surplus  is  to  be  divid- 
ed as  follows:  30  per  cent,  to  the  city,  20  per  cent,  to  the  com- 
pany, and  50  per  cent,  for  the  reduction  of  fares.  Whenever 
the  latter  fund  reaches  $2,000,000  it  must  be  applied  to  the 
reduction  of  fares. 

The  city  has  the  right  to  expropriate  the  property  at  the 
end  of  the  term  of  the  franchise  by  paying  for  the  value  of 
the  property  as  fixed  by  arbitration,  with  an  addition  of  10 
per  cent. 


Fare  Checks  and  Lottery  of  Lima  Street 
Railway 

No  cash  registers  are  used  on  the  street  cars  of  Lima. 
Peru,  the  company  preferring  to  rely  for  its  records  upon 
serially  numbered,  printed  paper  slips  Somewhat  similar  to 
the  transfers  used  in  the  United  States.  One  of  these  is 
given  to  each  passenger  when  his  fare  is  paid,  and  he  is  re- 
quired to  show  it  to  the  inspector  who  boards  the  cars  at 
frequent  intervals  to  check  up  the  conductor.  Two  kinds  of 
slips  are  used — one  for  a  straight  ride  and  another  for  a 
"connection,"  or  transfer  to  another  line.  When  the  latter 
is  presented  to  the  conductor  of  the  connecting  line,  one  end 
is  torn  to  show  that  it  has  been  cancelled,  but  the  ticket  is 
retained  by  the  passenger,  as  in  the  case  of  the  straight- 
ride  ticket,  so  that  he  may  participate  in  the  monthly  or 
semi-monthly  drawings  of  the  company.  Different  colored 
tickets  are  used  on  each  line,  and  these  are  changed  from 
day  to  day  to  avoid  fraudulent  use  of  the  tickets.  The  lines 
about  the  city  are  divided  into  four  sections.  A  prize  of 
£30  is  given  to  each  of  the  three  principal  sections  and  £lO 
is  given  to  the  fourth.  From  among  the  numbers  appearing 
on  the  tickets  sold,  as  verified  by  the  company's  books,  one  is 
drawn  for  each  line  and  the  prize  is  awarded  to  the  holder 
of  that  ticket.  In  case  the  prize  is  not  claimed  within  four 
days  after  the  drawing,  all  tickets  sold  on  the  day  of  the 
drawing  on  the  line  issuing  the  ticket  that  was  not  presented, 
whose  last  three  numbers  are  the  same  as  the  last  three  of  the 
winning  ticket,  are  entitled  to  a  prize  of  £l  each.  This 
scheme  is  thought  to  encourage  riding  on  the  cars.  In  1916 
the  total  number  of  passengers  carried  was  28.500.000. — 
Commerce  Reports. 
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Improved  Electrical  Conditions  in  Province  of 
Quebec 

A  new  bill  providing  for  the  licensing  of  electrical  con- 
tractors in  the  Province  of  Quebec,  noted  in  the  last  issue  of 
tlie  Electrical  News,  has  made  possible  l)etter  provision  for 
the  protection  of  public  buildings  against  lire,  as  shown  by 
amendments  introduced  in  another  l)ill  now  l)efore  the 
house. 

One  of  the  sub-sections  inserted  states  that  "no  electric 
installation  in  a  pul)lic  building  in  the  province  for  the  trans- 
mission of  light,  motive  power,  or  heat  shall  be  put  in  or 
altered  except  by  a  person  or  under  the  immediate  super- 
vision of  a  person  duly  authorized  and  holding  a  license  to 
that  ef¥ect." 

Another  clause  reads:  "Every  heating  apparatus  already 
installed  in  a  building,  or  to  ne  so  in  future,  must  be  approved 
l)y  one  of  the  inspectors  of  pul)lic  buildings,  who  shall  give 
the  proprietor  of  the  building  a  certificate  to  that  effect.  This 
certificate  must  be  always  posted  up  at  the  place  indicated  by 
the  inspector." 

Still  another  clause  states  that  "the  chief  inspector  of 
public  buildings  may,  with  the  approval  of  the  Minister  of 
Public  Works  and  Labor,  declare  any  electric  installation  or 
heating  apparatus  now  in  any  public  liuilding,  defective,  and 
may  order  the  necessary  alterations  to  lie  made,  and,  if  the 
proprietor  does  not  comply  with  the  said  inspector's  orders  to 
that  effect,  he  shall  be  liable  to  the  penalties  provided  for 
elsewhere." 


National  Association  of  Contractors  and  Dealers 

The  National  Association  of  Electrical  Contractors  and 
Dealers  became  a  reality  on  January  33,  and  at  the  same  time 
the  official  life  of  the  National  Electrical  Contractors'  Asso- 
ciation, of  which  it  is  the  logical  successor,  came  to  an  end. 
The  new  association  has  been  formed  along  the  lines  recently 
outlined  by  W.  L.  Goodwin  and  generally  referred  to  as  the 
Goodwin  plan  of  reorganization,  which  was  outlined  in  the 
issues  of  December  1  and  December  1.')  of  the  Electrical 
News.  One  of  the  most  important  changes  is  the  provision 
for  extending  the  meml)ership  of  the  association  so  that  it 
includes  all  retailers  of  electrical  goods,  whether  they  l)e 
department  stores,  hardware  stores,  central  stations,  contrac- 
tor-dealers, or  dealers  exclusively  in  electrical  supplies.  The 
effect  of  supplies  lieing  handled  by  these  various  organiza- 
tions on  a  different  scale  of  prices  is  well  known,  and  the  re- 
sults which  are  possible  from  a  getting  together  of  the  vari- 
ous elements  in  the  trade  should  be  l)enelicial. 


Opening  Montreal  Ofifice 


The  Railway  and  Tower  Engineering  Corporation,  Ltd., 
Toronto,  have  opened  an  office  in  Montreal  in  the  Power 
Building.  Mr.  J.  G.  liryson,  formerly  of  the  Northern  Elec- 
tric Comiiany.  has  been  ai)iic)inte(l  Eastern  manager  for  tliis 
cnrporatiiin. 


Building  Up  Export  Business 

it  is  always  a  pleasure  to  record  in  these  columns  in- 
stances of  initiative  and  push  on  the  part  of  Canadian  manu- 
facturers in  reaching  out  for  a  share  of  the  export  field.  In 
this  instance  reference  is  made  to  the  Duncan  Electrical  Com- 
l>any,  Ltd.,  of  1665  St.  James  Street,  Montreal,  who  have,  by 
the  application  of  steady  persistence,  coupled  with  experience 
and  expert  knowledge  of  conditions  in,  and,  requirements  of, 
different  foreign  countries,  built  up  a  satisfactory  trade  in 
most,  parts  of  the  world  in  their  manufactures. 

One  line,  originally  manufactured  specially  for  the  South 
American  market,  where  they  have  sold  very  large  quantities, 
has  since  been  shipped  largely  to  allied  and  neutral  Contin- 
ental Europe.  To  meet  the  demands  from  many  parts  of  the 
world  for  a  former  German  product  the  company  are  now 
making  what  are  known  as  "Tower"  bolts,  which  they  now 
export  in  large  quantities. 

The  company  recognized  that,  to  seriously  interest  a  for- 
eign buyer,  one  essential  was  to  talk  to  him  in  his  own  lan- 
guage, and  their  lists  and  pam,phlets  are,  therefore,  printed 
in  English,  French,  Spanish,  and  Portuguese,  and  in  some 
instances  where  the  article  is  particularly  interesting  to  that 
country,  in  Russian  also. 

In  the  beginning  some  doubts  were  expressed  as  to  the 
possibility  of  competing  successfully  with  the  large  American 
factories,  but  increased  production,  improved  methods,  and  a 
little  extra  "ginger"  disposed  of  these  doubts  in  short  order 
by  that  best  of  proof,  "results." 

The  export  department  was  suggested,  organized,  and 
developed  by  Mr.  H.  N.  Hewlett,  and  remains  under  his  con- 
trol.— Industrial  Canada. 


Electric  Sign  that  Uses  Fewer  Lamps 

An  electric  sign  construction  has  been  perfected  by  a 
I'nited  States  firm  which  uses  circular  disc-shaped  reflectors 
mounted  within  the  stroke  of  the  letter  in  the  same  position 
in  which  receptacles  would  ordinarily  be  placed.  These  re- 
flectors are  detachably  mounted,  and  are  adjustable  to  any 
position  which  leaves  the  sign  in  the  sliape  of  a  regular  paint- 
ed sign,  with  the  exception  that  the  characters  are  studded 
or  outlined  with  the  adjustable  circular  disc  reflectors.  In 
the  case  of  the  letter  "S"  the  receptacles  are  mounted  in  tlic 
upper  and  lower  loops  of  the  letter,  one  receptacle  within  each 
loop,  making  two  in  all.  Electric  bulbs  are  mounted  in  these 
receptacles,  each  electric  bulb  having  a  small  cap  placed  over 
the  exposed  end  or  tip  to  oi)scure  the  view  of  the  lamp  from 
liie  line  of  vision.  The  circular  disc  reflectors  are  tlicn  ad- 
justed so  that  they  are  focused  to  the  lamp  in  their  respective 
vicinity.  The  light  rays  from  each  lamp  arc  projected  out- 
ward in  a  straight  line  at  right  angles  to  the  plane  of  the 
sign  by  the  reflectors.  The  result  of  this  arrangement  is  a 
l)rilliantly  illuminated  sign,  giving  an  effect  equal  to  the  or- 
dinary or  old  style  exposed  bulb  sign.  Operation  of  tlie  sign 
is,  alsi>,  more  economical,  (hio  to  fewer  hunps  than  in  tiie  cx- 
pusod  l)id!)  type. 
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Mr.  Merz  on  Inventions  Board 

111  the  recent  railical  changes  in  the  British  Achniralty,  by 
which  a  complete  scheme  for  the  or.ganization  of  a  naval 
general  statT  has  been  carried  into  effect,  the  government  has 
obtained  the  services  of  Mr.  Charles  H.  Merz,  M.I.C.E.,  the 
well-known  electrical  consulting-  engineer.  He  has  been  a])- 
pointed  director  of  exi)eriments  and  research  (unpaid).  Ihis 
involves  the  reorganization  of  the  Admiralty  lioard  of  Inven- 
tion and  Research,  and  has  the  object  at  once  of  securing 
greater  concentration  of  effort  in  connection  with  scientific 
research  and  experiment  and  ensuring  that  the  distinguished 
scientists  who  are  giving  their  assistance  to  the  Admiralty 
are  more  constantly  in  and  amongst  the  problems  upon  which 
they  are  advising.  Mr.  Merz,  who  has  been  associated  with 
the  B.T.R.  since  its  inception,  will  direct  and  supervise  all  the 
e.xecutive  arrangements  in  connection  with  the  organization 
of  scientific  research  and  experiments.  Mr.  Merz  will  also  be 
a  member  of  the  Central  Committee  of  the  B.I.R.,  under  the 
presidency  of  Admiral  of  the  Fleet  Lord  Fisher. 


New  Automatic  Air  Pressure  Outfit 

.\  new  outfit  has  been  developed  by  the  M.  L.  Bastian 
Auto  Engineering  Works,  Olney,  Philadelphia,  Pa.,  for  ser- 
vice in  garages  and  other  places  where  air  is  required.  The 
outfit  contains  a  pump,  motor,  storage  tank,  pressure  gauge 
and  the  necessary  air  and  electrical  connectors.  The  steel 
tank  is  12  inches  in  diameter  by  48  inches  long,  and  is  tested 
to  a  pressure  of  300  pounds  per  square  inch.  The  pump  is  a 
two-cylinder,  air  cooled  design  with  a  l^-inch  bore  and  3- 
inch  stroke.  The  cast  iron  pistons  are  each  equipped  with 
eight  perfection  piston  rings.    The  piston  rods  are  bronze 


Reducing  Fire  Hazards 

1- urther  -particulars  of  the  bill  for  licensing  electrical  con- 
tractors, introduced  by  the  Hon.  L.  A.  Taschereau  into  the 
Quebec  Legislature,  are  now  available.  Mr.  Taschereau  bases 
the  legislation  on  the  need  for  greater  protection  from  fire, 
the  bill  applying  to  public  buildings  and  including  churches, 
schools,  hotels,  boarding  houses  with  accommodation  for  15 
boarders,  office  buildings,  and  others.  It  is  provided  that  no 
electric  installation  in  the  province  for  the  transmission  of 
light,  motive  power,  or  heat  shall  be  put  in  or  altered  except 
by  a  person  or  under  the  immediate  supervision  of  a  person 
duly  authorized  and  holding  a  license  to  that  effect.  The 
Lieutenant-Governor-in-Council  may  prescribe  the  conditions 
on  which  the  license  shall  be  granted,  the  fee  chargeable 
thereon,  and  the  conditions  of  installation. 


with  split  bearings  on  the  crank  end  for  adjustment.  The 
crank  shaft  is  steel,  one  inch  in  diameter  and  micrometer 
gauged  to  size.  Oiling  is  by  the  splash  system  and  a  sight 
gauge  for  determining  the  oil  level  is  provided  at  the  side 
of  the  pump.  The  outfit  is  equipped  with  a  one-way  valve 
between  the  tank  and  pump  and  when  the  pump  is  stopped 
the  air  is  not  held  by  check  in  the  pump  and  the  pump  does 
not  start  against  pressure.  The  pump  is  gear  connected  to 
a  one-half  horse-power  Robbins  &  Myers  motor,  which  is 
equipped  with  cord  and  plug  for  connection  to  a  lamp  socket. 
A  rawhide  pinion  is  provided  on  the  motor  shaft  to  eliminate 
unnecessary  gear  noise. 


Automatic  Controller  for  Heating  Appliances 

For  use  with  electric  heating  appliances,  such  as  electric 
pads,  scalp  treatment  pads,  blankets,  a  Seattle  manufacturer 
is  offering  the  trade  an  automatic  temperature  controller 
which,  it  is  said,  will  maintain  any  given  temperature  from  90 
degrees  F.  to  160  degrees  F.,  with  a  variation  of  about  one 
degree.  The  controller  can  also  be  used,  the  maker  points 
out,  to  control  the  temperature  of  electric  irons,  toasters,  per- 
colators, chafing  dishes,  etc.,  rated  up  to  and  including  660 
watts  and  maintain  temperatures  of  250  to  800  degrees  F. 
For  use  with  this  controller,  a  special  pad  is  made  for  sick 
room  service,  which  is  13  inches  wide  by  34  inches  long,  and 
can  be  rolled  up  or  folded,  and  can  be  used  with  wet  packs. 
The  temperature  controller,  when  employed  with  this  pad. 
makes  it  possible  to  hold  the  temperature  of  the  pad  when 
rolled  or  folded  at  a  constant  or  variable  temperature. 


Attractive  Kitchener  Booklet 

The  Kitchener  Manufacturers'  Association  have  just  pub- 
lished a  very  attractive  booklet,  for  distribution,  describing 
the  manufacturing  activities  of  their  city.  The  illustrative 
work  is  wonderfully  good  and  the  booklet  as  a  whole  is  a 
credit  to  the  wide-awake  organization  that  produced  it.  An 
advertisement  of  interest  to  electrical  men  is  that  of  the 
Onward  Manufacturing  Company. 


An  electrical  engineering  office  and  storage  battery  sta- 
tion is  being  opened  in  Fredericton,  N.B.,  by  Mr.  H.  C. 
Moore,  B.Sc.  A  line  of  electrical  appliances  and  supplies  will 
also  be  carried. 


Lyre-Top  Fixtures 

Lyre-top  fixtures  designed  for  use  in  railroad  yards  and 
similar  places  have  been  designed  by  the  Wheeler  Reflector 
Company.  The  fixture  on  the  right  has  a  canopy  wnth  ports 
cast  in  the  side,  into  which  the  arms  are  screwed  for  forming 
the  frame  of  the  bracket.    This  canopy  has  a  copper  screw 


ring  rolled  inside,  which  engages  the  threaded  collar  on  the 
reflector,  making  a  rigid  support.  The  lyre  top  shown  on  the 
left  is  used  with  a  high-tension  series  porcelain  receptacle 
head  and  the  same  reflector  shown  on  the  right. 


The  Maritime  Telephone  &  Telegraph  Company,  operat- 
ing in  Halifax,  reports  that  since  the  explosion  there  they 
have  had  to  handle  583  order-outs.  408  of  these  were  con- 
tained in  a  blanket  order  covering  telephones  that  were  in 
the  heart  of  the  devastated  area;  174  were  ordered  out  by 
subscribers. 
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Westinghouse  Fans  for  1918 

Concentration  on  those  models  whose  serviceability  and 
popularity  have  been  amply  tested  has  been  the  aim  of  the 
1918  changes  in  the  line  of  fans  made  by  the  Westinghouse 
Electric  and  Manufacturing  Company.  The  six-blade  fans 
have  been  eliminated  and  some  of  the  less  popular  ceiling 
fans  have  been  withdrawn.  All  portable  fans  are  provided 
with  a  hinge  joint,  to  adapt  them  to  mounting  on  either  desk 
or  wall.  The  oscillating  mechanism  can  be  adjusted  for  a 
"swing"  of  from  45  to  90  degrees  at  the  rate  of  eight  per 
minute,  or  can  be  locked  out  of  service  entirely.  A  tilt  of  30 
degrees  from  horizontal  can  also  be  had.  The  Whirlwind,  an 
8-inch  fan,  at  a  popular  price,  has  the  drawn  steel  construc- 
tion. P'rom  it  have  been  omitted,  however,  such  refmements 
as  speed,  control,  highly  polished  blades,  and  others  not  neces- 
sary for  durability.  Current  can  be  cut  off  by  separating  the 
attachment  plug.  The  remainder  of  the  portable  line  includes 
both  oscillating  and  non-oscillating  fans  of  10,  13,  and  IG- 


Industrial  Lighting  Reflectors 

The  efticient  illumination  of  industrial  plants  has  been 
made  the  subject  of  serious  study  for  the  last  few  years,  not 
only  from  the  point  of  view  of  initial  economy,  but  having  in 
mind  also  the  increased  value  of  the  finished  product,  the 
lessened  percentage  of  defective  pieces,  and  the  greater  con- 
tentment of  workmen  relieved  of  nervous  tension  produced  by 
eye-strain.  The  Wheeler  Reflector  Company  has  provided 
reflectors  which  not  only  show  a  maximum  of  illuminating- 
value,  but,  in  addition,  offer  designs  specially  adapted  to  the 
character  of  operation  conducted  under  their  light.  Thus  for 
general  illumination  of  large  areas  'group  W  reflectors  (Fig. 
1)  are  recommended.  These  can  be  used  in  lighting  confined 
spaces  also,  but  frequently  a  workman  at  a  bench  or  loom  or 
an  individual  machine  may  need  a  greater  intensity  of  illum- 
ination than  is  essential  in  other  parts  of  the  plant.    So  a 


Fig.  1 


Fig.  2 


Fig.  3 


Fig.  4 


inch  diameters.  Ten-inch  fans  have  zinc-plated,  polished,  and 
lacquered  blades;  12  and  lO-inch  models  have  polished  and 
lacquered  brass  blades,  l-inish  of  all  other  parts  is  dull  black. 
All  models  are  packed  in  substantial  boxes,  and  include  at- 
tachment plug  and  eight  feet  of  cord. 

Gyrating  fans  are  furnished  for  either  floor  or  ceiling 
mounting.  The  fans  themselves  are  six-l)lade,  J2-inch  mod- 
els, attached  to  a  rotating  body,  which  turns  on  a  hall-bear- 
ing. One  of  the  fan  motors  is  geared  to  a  mechanical  drive 
operating  on  a  central  stationary  pulley.  Thus  the  rate  of 
revolution  does  not  vary  with  the  air-reaction.  Breeze  at  any 
angle  from  horizontal  to  :!5  degrees  below  can  be  secured. 
Finish  is  dull  black  throughout,  save  for  the  blades,  which  are 
polished  brass.  No  guards  are  furnished.  Ceiling  fans  are 
furnished  in  four-blade  models,  of  :!3  and  .V.  inclies  diameter. 


Fig  5 

difTerent  type  of  reflector  (I'"ig.  2  )  is  suggested,  with  a  smaller 
lamp,  hung  nearer  the  working  plane,  which  has  the  efl^ect  of 
localizing  the  light.  Again,  the  operation  may  be  of  such  a 
character  that  light  thrown  from  the  side  may  be  required  to 
give  the  proper  service,  and  group  N  (Fig.  3)  reflectors  can 
be  used  to  better  advantage. 

Or  a  unit  may  be  needed  with  an  opaque  glass  gh)be  to 
dif¥use  light  from  its  larger  surface  (I'^ig.  4).  Or  offices, 
drafting  rooms,  and  exhibition  rooms  may  suggest  a  semi- 
indirect  type  of  fixture  (Fig.  5),  which  can  be  employed 
where  the  dirt  and  dust  of  a  workroom  is  absent.  A  selection 
of  the  proper  lighting  unit,  under  advice  from  a  competeiU 
engineer,  may,  therefore,  be  expected  to  ensure  better  ser- 
vice. The  Canadiaji  General  Electric  Company,  Ltd..  arc  act- 
ing as  Canadian  a.gents  for  tiu-  Wheeler  iveflecttu-  Company. 
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Personals 

Mr.  George  B.  Frost,  who  for  six  years  has  been  iiian- 
agir  ot  llic  Smith's  Falls  J'.lcctric  Power  Company,  TJmited, 
Smith's  Falls.  Ont.,  was  eleeted  to  the  local  hydro-electric 
commission  at  the  municipal  elections  on  January  T.  At  the 
first  meeting-  of  the  commission.  Mr.  j,  F,  Montgomery,  ex- 
mayor,  was  elecled  chairman  and  Mr.  Frost,  secretary. 

Mr.  J.  S.  Gould,  who  lor  twenty-five  years  was  proprietor 
of  the  Citizens'  Electric  Company,  Smith's  Falls,  Ont.,  since 
the  purchase  of  that  company  by  the  Hydro  has  established  an 
electrical  contracting  business,  under  the  name  of  Alex.  Baker 
&  Company. 

Mr.  William  Gore,  of  Toronto,  who  has  been  elected  a 
member  of  the  Canadian  Society  of  Civil  Engineers,  was  at 
one  time  with  the  Fowler  Waring  Cable  Company,  London, 
Eng..  engaged  on  the  design  of  telegraph,  submarine  and  tele- 
phone cables  and  the  machinery  for  their  manufacture.  He 
is  now  consulting  engineer  to  the  John  verMehr  Engineer- 
ing Company,  Toronto. 

Mr.  E.  A.  Seath,  formerly  with  the  Montreal  office  of  the 
Canada  Wire  and  Cable  Company.  Ltd.,  and  the  Moloney 
Electric  Company  of  Canada,  Ltd.,  has  been  appointed  mana- 
ger for  the  Maritime  Provinces  of  these  companies,  and  has 
opened  an  office  at  674  Harrington  Street,  Halifax.  He  is 
succeeded  in  Montreal  by  Mr.  Harry  Riley,  formerly  of  the 
Toronto  office  of  the  Canada  Wire  and  Cable  Company. 


Electricity  to  Help  Farm  Production 

The  electrical  engineering  department  of  the  Iowa  State 
College  recently  planned  an  extensive  exhibit  of  electric  ap- 
pliances and  farm  lighting  sets  for  the  farm  and  home  short- 
course  week  at  the  college,  which  wa.s  held  from  January  28 
to  February  2.  The  farmer  must  help  in  speeding-up  produc- 
tion. Electric  lighting,  electric  motor-driven  machines,  and 
other  electrical  appliances  will  serve  as  important  factors  in 
this  increased  production.  With  these  conveniences  the  farm- 
er can  do  faster  work  with  fewer  mistakes.  This  is  the  belief 
of  the  electrical  department,  which  concentrated  every  effort 
to  make  the  exhibit  a  success. 


Power  Farm  Machinery  at  O.A.C. 

A  short  course  at  the  Ontario  Agricultural  College, 
Guelph.  concluded  on  Fel^ruary  2,  and  was  designed  to  teach 
young  men  on  farms  how  to  operate  power  machinery  and 
electrical  equipment.  About  150  enrolled  in  the  class,  under 
the  guidance  of  Prof.  W.  H.  Day  and  a  number  of  experts 
from  various  machinery  companies.  Many  farmers  attended 
a  demonstration  on  the  closing  day  and  learned  what  had 
been  accomplished  and  also  the  benefits  of  electrical  labor- 
saving  devices. 

Electrical  Men  on  Engineering  Institute  Council 

Electrical  engineers  are  well  represented  among  the  new 
officers  and  council  of  The  Engineering  Institute  of  Canada, 
lately  known  as  the  Canadian  Society  of  Civil  Engineers.  At 
the  annual  meeting,  held  last  week,  Mr.  R.  F.  Hayward,  chief 
engineer  and  general  manager  of  the  Western  Canada  Power 
Co.,  Vancouver,  was  elected  vice-president,  while  Mr.  J.  M. 
Robertson,  consulting  engineer,  Montreal,  and  Mr.  John 
Murphy,  electrical  engineer,  of  the  Department  of  Railways 
&  Canals,  Ottawa,  were  elected  members  of  the  Council. 


Trade  Publications 

Condulets— Condulet  Suggestion  No.  5,  by  the  Crouse- 
Hinds  Company  of  Canada.  This  particular  folder  deals 
with  dust-tight  fittings  specially  designed  for  wiring  in  textile 
mills.  These  type  Z  G  C  condulets  house  the  motor  fuses  and 
provide  places  and  means  for  mounting  the  protected  snap 
switches  in  convenient  position. 


Current  News  and  Notes 


Brandon,  Man. 

The  Canada  Gas  and  Electric  Corporation,  of  Brandon. 
Man.,  which  has  been  supplying  power  to  the  Brandon  Aluni- 
cipal  Railway  at  2  cents  per  kw.  h.,  raised  the  rate  on  Febru- 
ary 1  to  5  cents  per  kw.  h.  As  the  railway  was  not,  under 
the  old  rate,  a  paying  utility,  the  increase,  which  will  amount 
to  $15,000  annually,  will,  it  is  hinted,  necessitate  a  complete 
tie-up. 

Calgary,  Alta. 

The  Alberta  Federation  of  Labor  recently  passed  reso- 
lutions condemning  the  ''one-man"  street  car.  This  should 
constitute  a  deciding  factor  in  favor  of  this  type  of  car,  being 
an  admission  that  they  conserve  labor  and  expenditure — an 
all-important  factor  in  these  present  days.  With  the  existing 
shortage  of  man-power  surely  the  Federation  of  Labor  need 
have  no  fear  of  unemployment. 

Guelph,  Ont. 

A  movement  is  on  foot  in  Guelph,  Ont..  to  develop  the 
unused  power  on  the  Speed  River.  The  Hydro-Electric 
Power  Commission  will  make  an  investigation. 

Kingston,  Ont. 

The  Public  Utilities  Commission  of  Kingston,  Ont.,  have 
granted  a  rate  of  1  cent  per  kw.  h.  where  current  is  used  in 
heaters  of  600  watts  capacity  or  over. 

Montreal,  Que. 

The  annual  statement  of  the  Abitibi  Power  and  Paper 
Company,  submitted  on  February  11.  showed  that  the  com- 
pany's earnings  for  the  year  1917,  before  providing  for  depre- 
ciation, exhaustion  of  timber  areas,  interest,  etc..  were 
$1,323,001.  After  deducting  fixed  and  other  charges  there  re- 
mained a  surplus  of  $341,123.  which,  added  to  the  surplus  of 
$360,925  in  1916,  made  a  total  of  $702,047,  out  of  which  were 
paid  dividends  on  preferred  stock  amounting  to  $70,000. 

Smith's  Falls,  Ont. 

Both  the  Citizens'  Electric  Company  and  the  Smith's 
Falls  Electric  Power  Company  were  taken  over  by  the  muni- 
cipality on  January  1.  1918.  and  are  now  operated  by  the 
Smith's  Falls  Hydro-Electric  Commision. 

Toronto,  Ont. 

It  is  stated  that  plans  and  specifications  have  been 
ordered  prepared  for  a  modern  car  factory  to  be  used  by  the 
city  of  Toronto  when  the  street  railway  is  taken  over  in  1921, 
It  was  also  decided  by  the  Transportation  Commission  to 
order  250  cars  for  delivery  in  September.  1921. 

A  Toronto  electrical  contractor,  charged  with  undertak- 
ing new  electrical  installation  in  a  residence  without  having 
secured  a  permit  from  the  electrical  inspection  department  of 
the  Hydro-Electric  Power  Commision  of  Ontario,  was  re- 
cently fined  $50  and  costs,  or  .thirty  days  in  jail. 

Winnipeg,  Man. 

The  report  of  the  Manitoba  Government  telephones  for 
the  year  just  ended  shows  a  deficit  of  $30,349.96.  The  re- 
venue for  the  year  is  stated  to  have  been  $1,847,704.52.  while 
the  operating  expenses  totalled  $1,406,940.17.  showing  the  net 
telephone  earnings  as  $440,764.35.  Against  this  were  items  of 
$45,450.40  for  salaries  to  men  of  the  department  in  military 
service  and  $425,663.91  interest  charges. 

For  the  first  time  in  its  history  the  Winnipeg  Street  Rail- 
way Company  has  failed  to  meet  its  financial  obligations  to 
the  city  on  the  date  fixed  by  charter.  Five  per  cent,  of  earn- 
ings, amounting  to  $99,000.  was  due  on  February  1.  but  re- 
mains unpaid,  as  the  company,  according  to  its  solicitor.  i> 
financially  unable  to  meet  the  o1)ligation. 
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PHILUPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows.— 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE.— Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  ii..  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto  Winnipeg  Regina  Calgary  Vancouver 


Phillips  Factory 
at  Montreal 


42 

ELECTRICIANS 


Send  $1.50  lor  l-l  Blue  Prints  of  Motor  Wimlings, 
A  C.  single,  two  anil  three  phase,  and  D.C. 
Windinjr  made  easy. 

Elec.  K.  \-  S.  Co.. 

Box  233, 

3-.I  ,  Sherbrooke,  Que. 


For  Sale  Cheap 


S.S  K\v.  WestiuKhouse,  250  Volt.  D.  C.  Generator, 
750  K. P.M.    First  class  condition.   Write  to 

The  KAUFMAN  RUBBER  CO..  Limited, 
3-6  Kitchener,  Ont. 


Wanted— Shift  Operator 

for  large  hydro-electric  plant,  one  who  has  had 
previous  experience  in  large  plants.  Apply,  giving 
full  particulars  to  H.  B.  P.,  P.O.  Box  1710,  Montreal. 
4 
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FOR  SALE 
IMMEDIATE  DELIVERY 

NEW  and  USED 


MOTORS 


No. 

II. P. 

Phase 

Cycle 
25 

Volt 

Speed 

Make 

1 

35 

3 

550 

500 

C.G.E. 

1 

20 

3 

25 

550 

710 

Wstgh. 

1 

5 

3 

25 

550 

140O 

T&H. 

75 

60 

■  550 

900 

C.G.E. 

1 

30 

3 

60 

550 

900 

C.G.E. 

1 

20 

60 

220 

1700 

Wstgh. 

1 

20 

2 

60 

220 

1200 

C.G.E. 

15 

2 

60 

220 

1120 

Wstgh. 

1 

200 

3 

60 

2200 

514 

C.G.E. 

1 

30O 

3 

60 

2200 

600 

Wstgh. 

(Synchronous). 


GENERATORS 


No. 

K.V.A.  Phase 

Cycle  Volt 

Speed 

Maker 

2 

625 

3 

60 

2200 

225 

C.G.E. 

1 

275 

3 

25 

6600 

375 

Wstgh. 

1 

150 

3 

60 

2200/550 

600 

C.G.E. 

1 

100 

3 

60 

550 

900 

C.G.E. 

1 

75 

3 

60 

2200/550 

900 

Wstgh. 

1 

50 

3 

60 

550 

1200 

C.G.E. 

1 

25 

D.C. 

125 

1100 

Wstgh. 

2 

20 

D.C. 

125 

550 

Wstgh. 

1 

17 

D.C. 

125 

1100 

Wstgh. 

1 

12  J4 

D.C. 

125 

1100 

Wstgh. 

1 

5 

D.C. 

125 

1100 

Wstgh. 

TRANSFORMERS 

No.  K.V.A.  Phase  Cycle        Volt  Maker 

2       60        1         60      10,000/2200  C.G.E. 

2       15         1         60    2200/110/220  C.G.E. 

2       10        1        60    2200/110/220  C.G.E. 


Write  for  Complete  Li.sts 

If  you  are  in  the  market  to  buy  or  sell 
power  equipment,  write — 

E.  A.  LOWRY 
209  King.  St.  -  GUELPH,  ONT. 
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LAMPS 

NITROGEN  and  TUNGSTEN 

Write  for  Lowest  Cash  Prices 

High  Efficiency  Lamp  Co. 

414  Yonge  Street    -    TORONTO,  ONT. 


PETRIE'S  LIST 

of  New  and  Uced 


MOTORS 

for    Immediate  Delivery 


No. 

H.P.  Phase 

Cvcle 

Volts 

Speed 

Maker 

1 

50 

3 

25 

5S0 

850 

Westg. 

I 

40 

3 

25 

550 

750 

C.  G.  E. 

1 

40 

3 

25 

550 

710 

Westg. 

1 

25 

3 

25 

2000 

90O 

C.  G.  E. 

1 

20 

3 

25 

550 

1440 

J.  &  M. 

1 

20 

3 

25 

550 

750 

C.  G.  E. 

1 

7^ 

3 

25 

550 

1400 

Westg. 

1 

754 

3 

25 

550 

720 

Westg. 

2 

3 

25 

550 

750 

C.  G.  E. 

2 

5 

3 

25 

550 

1440 

Excelsior 

2 

4 

3 

25 

550 

140fl 

Excelsior 

25 

550 

]4('H") 

Excelsior 

i 

3 

3 

25 

550 

750 

C.  G.  E. 

1 

2 

3 

25 

550 

1400 

Excelsior 

1 

2 

3 

25 

550 

750 

C.  G.  E. 

1 

1 

3 

25 

550 

1450 

Excelsior 

Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Ont. 


XCELADUCT 

Galvanized  Conduit 

is 

MADE  IN  CANADA 

and  sold  by 

CANADIAN  JOBBERS  for  CANADIAN  TRADE 

Labelled  by  Underwriters*  Laboratories,  Inc, 

and  the 

Orpen  Conduit  Co.,  Limited 

Toronto 
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To  Relieve  the  Shortage  of 
Power  in  the  Land 


Hydraulic  Turbo-Generator  Units 


450    K.W.  generator,  2300  volts,  60  300 
cycle,  3  phase,  360  R.P.M.,  com- 
plete with  1000  h.p.  Jenckes  water 
wheel  45'  head  300  R.P.M. 

750  K.V.A.  generator,  2200  volts,  60  600 
cycle,  3  phase,  300  R.P.M.  and  1780 
H.P.  Morgan  Smith  water  wheel 
50'  head  300  R.P.M. 


K.W.  generator,  1200  volts,  60 
cycle,  2  phase,  500  R.P.M.,  com- 
plete with  600  H.P.  Samson  water 
wheel,  33'  head  200  R.P.M. 

K.W.  generator,  1200  volts,  60 
cycle,  2  phase,  200  R.P.M.  com- 
plete with  1200  H.P.  Samson  water 
wheel  33'  head  200  R.P.M. 


Engine  Generator  Units 


62^  K.W.  generator,  D.C.  no  v.,  545 
amp.,  275  R.P.M.,  belted  to  125  H.P. 
Robb  Armstrong  13"  x  14"  engine 

100  K.W.  generator  D.C.  250  v.,  400 
amp.,  and  200  H.P.  Watertown 
4  valve  16"  X  14  '  engine 

150  K.W.  generator  2300  volts,  60 
cycle,  3  phase,  450  R.P.M.,  belted 
to  300  H.P.  Bellis  and  Morcom 
vertical  compound  engine  276 
R.P.M. 

350  K.W.  generator,  2300  v.,  60  cycle, 
3  phase,  450  R.P.M.,  belted  to  700 
H.P.  Robb  Armstrong  compound 
engine,  180  R.P.M. 


500  K.W.  generator  D.C.  550  v.,  910 
amp.,  no  R.P.M.,  1000  H.P.  Allis 
Chalmers  cross  compound  engine 
no  R.P.M. 

600  K.W.  generator,  2200  volts,  60 
cycle,  3  phase,  150  R.P.M.,  1200 
H.P.,  Goldie  &  McCulloch  cross 
compound  engine,  150  R.P.M. 

600  K.W.  generator,  2200  volts,  60 
cycle,  3  phase,  150  R.P.M.,  1200 
H.P.,  Rice  &  Sargent  cross  com- 
pound engine,  150  R.P.M. 


Immediate  delivery,  subject  to  prior  sale 
Write  or  wire  for  prices 

Dominion  Iron  &  Wrecking  Co.,  Ltd. 

Transportation  BIdg.,  MONTREAL 
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Railway  &  Power  Engineering  Corporation 

Limited 

Canadian  Pacific  Railway  Building,  TORONTO 

Long  Distance  Telephone  Adelaide  2675 

Equipment  and  Supplies  for  Railway,  Power,  Mine  and 

Industrial  Plants. 

Let  us  quote  you  on  the  following  Equipment  and  Supplies 
WE  REPRESENT 

The  Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 


CAR  EQUIPMENT 

Armature  and  axle  bearings 
Armature  and  field  coils 
Bearings  (bronze  and  iron) 
Brush-holders  and  brush- 
holder  springs 
Brake,  door  and  other  handles 
Brake  forgings,  riggings,  etc. 
Car  trimmings 
Commutators 
Controller  handles 
Forgings  of  all  kinds 


Babbitting  molds 
Banding  and  heading  mach- 
ines 
Car  hoists 
Car  replacers 

Coil  taping  machines  for  ar- 
mature leads 
Coil  winding  machines 
Pinion  pullers 
Pit  jacks 

Signal  or  target  switches 
Tension  stands 


Gear  cases  (steel  or  malle- 
able iron) 
Grid  resistors 

Third-rail  shoe  beams  and  ac- 
cessories 
Trolley  poles  (steel)  and 
wheels 

TOOLS 

Armature  and  axle  straight- 
eners 

\      Armature  shaft  straighteners 
Armature  buggies  and  stands 

Special  Shop  Working  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

•Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes     "Electroheat"  Annealed  side  rods,  mam 
rods  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgmgs,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supphes. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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Electrical  Machinery  and  Repairs 


Armatures  Complete,    Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 

Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


Immediate  Delivery 

400— KVA.  3  phase,  60  cycle,  480  volt,  400  RPM,  re- 
volving field  Westinghouse  belted  generator. 
7.5_KW.  3  phase,  60  cycle,  440  volt,  900  RPM,  revolv- 
ing field  Westinghouse  generator. 
2 — 100  HP.  110  volt,  Holtzef-Cabot,  D.C.  motors,  550 
RPM,  full  commutators. 
,50 — KW.  135  volt,  G.E.  generator,  direct  connected  to 
a  13  X  13  Ideal  engine,  380  RPM,  full  commutator. 
10 — KW.  135  volt,  G.E.  generator,  555  RPM,  full  com- 
mutator, direct  connected  to  a  18  HP.  Mietz  & 
Weiss  3  cylinder  kerosene  engine, 
.soo— KW.  500  voU,  D.C.  G.E.  generator.  400  RPM. 
.5 — 150  HP.  Bigelow-Manning  Boilers. 
1_200  KW.  G.E.  3  phase,  00  cycle.  3300  volt  gener- 
ator, Type  ATE,  Form  D,  speed  000,  complete 
with  switchl)oard 
2 — too  KW.  G.E.  3  phase,  liO  cycle,  3300  volt  gener- 
ators, Type  ATE,  Form  D,  complete  with  switch- 
boards. 

25  cycle,  220  volt  motors,  delivery  in  February,  2  to  200 
HP.   Write  for  details. 


Engines 


1 — is.\30  .\  16  Westinghouse  Engine 
1 — 14.\13  .\rniington  &  Sims  Engine. 
1 — i,-)xl4i/_.  .\rmington  &  Sims  Engine. 
1 — 15x30  Automatic  Fitcliburg  Engine. 
1 — 13x18  Harrisburg  Engine. 

JOSEPH  MYERSON 

274  Commercial  St.  -  BOSTON,  MASS. 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint! 

DOSSERT  &  CO.r'^'^r^'oit- 

H.  H.  LOOAN,  PRKSinF.NT 
IRVING  SMITH,  Canadian  Rep.,  Unity  Bids-.  MONTREAL 


Selections  from  Our  Stock  of 
Motors 


3  PHASE,  60  CYCLE  MOTORS 

Oil.  II. P.  Make        Volts  Type  Speed 

1800 
1200 
1120 

1150 
U.«i 
1720 
1200 
000 
ISOO 
900 
1200 
1800 

1200 
850 
1200 

1  7;4-15  Cr.Wh..  220/440  S65/17.S5 


2 

'A 

G.E.NEW. .. 

110 

KT 

1 

1 

Fbks.  M.  .  . 

440 

B 

1 

2 

Wstgh  

440 

CS 

1 

."lO 

221) 

M 

'> 

3 

R&M  NEW. 

220 

0 

Wstfjli.  New 

2211 

CS 

1 

3 

Cr.Wh  

220 

1 

3 

Fbks.M.  ... 

220 

15 

2 

2 

G.E  

220 

KT 

4 

3 

G.E  

220 

KT 

1 

3 

G.E  

220 

KT 

2 

3 

G.E  

220 

KT 

2 

5 

G.E.NEW.  . 

220 

KT 

r. 

Wstgh.  New 

221 1 

CS 

4 

5 

G.E.NEW.  . 

220 

KT 

2 

5 

Wstgh  

220 

CCL 

30 

7 

G.E  

550 

Qu.  H.P.     Make     Volts  Type 

1    35     G.E   220  KT 

1    :',r,      C.  E  22(1  KT 

1    40  Wagner 

NEW.   220/440  BP 
1    40      Fbks.M.    .    .  220 
1    4(1      C  K.NEW  .  220  KT 
1    50      Triumph  .   .  220 

1  50      G.E.NEW.  .  220  KT 

2  .".(I      C.  K  VFW  .  44(1  KT 

1  50      G.E.NEW..  220  KT 

2  75  G.E.NEW  220/440  K 
1  125      G.E  2200  L 

1  mo      Wstgh.  New  440  CW 
1  200      Wstgh.  .   .  2200  CCh 
1  2G3      G.E.  -Synch,  with 
direct  connected 
CNciler   2200 


7 'A 
IVz 
IV2 
IV2 

10 

10 

Ki 

10 

15 

15 

20 

20 

20 

20 

20 


G.E.NEW 
G.E.NEW. 

G  E 

G.E.NEW. 
G.E.NEW 
Wstgh.  .  . , 
Wsteh.  .  . 
Cr.Wh.  . 

MSiU   

Fbks.M 
Cr.Wh. 


220  KT 
220  KT 
550  KT 
220  KT 
220  KT 
. .  .  220  CCL 
.  .  .  220  CS 

. .  550  Q 
...  220 
220/440  KBV 
220/440 


Triumph  220/440 


Wstgh. 
Fbks.M. 
FIiks.M. 
Wagner. 
G.E.    .  . 


220  CS 
.   .  220  B 
220  '440  KBV 
220/440  BP 
220  M 


WagnerNKW  220 
Triunipli  220/440  - 


1800 
1200 
1800 
900 

I. SOO 
1700 

II. 50 
1800 
1 1 50 
1200 
1200 

900 
1160 
1200 
1200 
1120 
9fi0 
■■5(1 
900 


Speed 
000 
720 

850 
000 

l-'OO 
720 
900 
0(1(1 

1200 
900 
000 

580 


GOO 


3  PHASE,  25  CYCLE  MOTORS 


1 

5 

G.E.  . 

220 

KT 

750 

1 

l2;/j 

G.E.elev 

type 

high  torque 

220 

KTE 

7.50 

1 

15 

Wstgh. 

440 

CS 

7.30 

6 

15 

Allis-Ch 

220 

750 

1 

15 

Fbks.M. 

440 

B 

750 

7 

20 

Allis-Ch. 

220 

7.50 

2 

20 

G.E.  . 

440 

K 

7.50 

6 

25 

G.F 

440 

K 

750 

1 

50 

Allis-Ch 

in- 

termittent 
duty,  si.  rg. 
drutn  control- 
ler  440 

Wstgh. si. rg. 
.30  cycles, 
complete.     .  440 
1     (;((  AT,  .'lo  (;.F..  440  ."iO(i 


1  55 


500 


son 

L'.ln 


GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms: 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Thifd  Street, 


PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N..  HAMILTON  Limited 


THE   ELECTRICAL  NEWS 


February  15,  1918 


The  increase  in  our 
business  during 
Nineteen  Seven- 
teen proves  con- 
clusively that 

Quality 

is  appreciated  and 
is  the  best  adver- 
tisement. 


Electric  Fixtures 
Beautiful 


Representative — 

Toronto— J.  A.  McKay,  108  Grace  Street. 
Agents — 

Montreal— Armour  Bros— 122  Board  of  Trade  Building. 
Winnipeg— Reynolds  &  Co. — 406  Confederation  Life  Building. 


DominionIenz 

The  Law  of  ihe  Hi^Hwaif 


The  diffused  light  through  the 
Dominion  Lenz  makes  night  driving 
safe  and  pleasurable 

All  sizes  carried  in  stock 


Transformers 


Klein  Tools 


Panel  Boards 
Electric  Heaters 
Meters  PoU  Line  Material  Enclosed 

Motor  Starters     Wires  and  Cables  P>"« 
Safety  Service  Boxes 

EVERYTHING  ELECTRICAL         TRY  US  FOR  SERVICE 

ROSE  &  O'HEARN 

220  King  Street  West  •  -  TORONTO 


Bastian 

Electric 

Glowing 

Quartz 

Fires 


ELECTRIC  HEAT 

FOR  EVERY  PURPOSE 

Majestic  Electric  Heaters,  Wall  and  Flush  Types. 
Despatch  Electric  Ovens  for  Bakers,  Millers, 
Enamellers  and  Laboratory  Purposes 

The  Masco  Company,  Ltd. 

91-93  Queen  St.  E.  TORONTO 

"  JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES." 


Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER 

Always  were  the  simplest  fuses  in  construction  on  the  market. 
The  new  Type  "B."  Form  4,  has  been  reduced  to  the  fewest  parts — 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  Caps 
are  removed  by  a  twist  of  the  wrist  and  as  easily  tightened,  holding 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,  ^fl:  Pittsburgh,  Pa. 
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Let  us  quote  you  on — 

"Premier"  Electric 
Heating  Appliances 

for  your  1918  requirements. 

Our  high  class  goods  will  appeal 
to  your  best  customers  and  will 
increase  your  profit  in  larger  sales. 

Write  for  Circulars  and 
Trade  Discounts. 

"Premier"  appliances  are  manufac- 
tured exclusively  by 

Superior  Electrics 

Limited 

PEMBROKE,  CANADA 

Chas.  E.  Breckenridge,  Managing  Director 


No.  S22 


No.  P52 


rERF^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

W'rile  us  for  I'rices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, X'oltmeters,  Current  and  Potential 
'i'rausformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


701  Unity  BUtg. 
MONTRE.'M, 


:'i92  Notre  Danic 
WINNIPEG 


 ^  S;/- 


Fekkanti 
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Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,     Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  COMPANY 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


Transformers 

Built  to  order 

^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


Redmanol 

^^^^^^        "The  material  of  a  thousand  uses 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liqixids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


The   Jordan   Commutator   Truing  Device 


Operates  without  removing 
armature.  No  shut  down  of 
motor  or  generator. 

No  large  cuts  from  commutat- 
or and  no  unnecessary  waste  of 
copper. 

No  dragging  of  copper  caus- 
ng  short  circuits. 

No  portable  slide-rest  with  the 
danger  of  the  tool  digging  into 
the  commutator  and  numerous 
other  chances  of  damage  to  the 
commutator  or  armature  which 
are  all  overcome  with  this  ma- 
chine. 


TTK  J  OEVlCt  ATTACHtO  TO  . 


JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  York 

Represented  by :  Frank  E.  Filer,  Winnipeg,  Can. 
Toronto  Repreientative: 
Canada  Salei  Company ,  16S  Church  Street,  Toronto,  Canada 


The  Jordan  Tapon  for   Moulding  Work 

A  real  time  saver  which 
means  a  Money  Saver, 
making  the  best  class  of 
work. 

It  is  not  necessary  to  have 
the  ends  of  the  capping 
straight  as  the  cover  of 
the  Tapon  overlaps  the 
capping,  thereby  covering 
any  bad  ends  of  capping. 

JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  York 

Jordan  Tapons  may  be  secured  from  your  nearest  Electrical 
Supply  House. 
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Safeguarding  the  Lamp 


From  Theft 
or  Breakage 


L 


One  turn  of  the  key  and  the  lamp  ean't 
come  out.    Loxon,  the  lamp  guard,  is 
popular  all  over  America.    It  sells  at  ; 
single  price  at  a  single  glance. 


N  Does  It ! 


j\lany  f>ther  electrical  specialties  which 
will  make  money  for  you.  (iet  in  touch 
with  us.    Illustrated  price  lists  free. 


McGILL  MANUFACTURING  COMPANY,  Valparaiso,  Ind. 


A  NICKEL 

Shot — High  and  low  carbon 
Ingots — Two  sizes,  25  lbs.,  50  lbs. 
ELECTROLYTIC  NICKEL"99.80% 

Prime  Metals  for  the  Manufadure  of  Nickel  Steel, 
German  Silver,  Anodes  and  all  remelting  pur- 
poses.  Our  Nickel  is  produced  as  Rods, 
Sheets,  Strip  Stock,  Wire  and  Tubes 

We  are  SOLE  PRODUCERS  of 
i  this   natural  stroDger-than- 

*-Ci  TA-*-^      steel,  non-corrodible  alloy. 

Res.  U.  S.  Pat.  Off. 

Manufadured  forms  are  Rods,  Flats,  Casings, 
Tubes,  Sheets,  Strip  Stock  and  Wire. 

SEND  INQUIRIES  DIRECT   TO  US 

The  International  Nickel  Co. 

43  Exchange  Place,  New  York 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British   Columbia  Cedar  Poles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
bolineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obligation 
from  our  nearest  office. 

The  Lindsley  Brothers  Company 

NELSON,  B.C. 

Gjnar.l  Sale!  Office-72  W.  Adamt  St.,  Chicago.  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


^  The  modern  means 
of  supporting  over- 
head wires. 


Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 
Structural  Steel  of  all  Kinds 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelpbia,  Pa.,  U.S.A. 


I 
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DEVOE 

Switches,  Switchboards, 
Panels  and  Steel  Boxes 

MADE'IN-CANADA 

Knockouts  are  eas- 
ily removed  —  no 
hammering  the  box 
out  of  shape — and 
painted  with  a 
special  compound 
and  air  dried.  The 
covers  lap  over  on 
all  four  sides,  mak- 
ing these  boxes 
absolutely  rust 
proof. 

Hundreds  of  Con- 
tractors are  using 
them.  You'll  nev- 
er know  how  good  they  are  until  you  try  them, 
and  now's  the  time  to  do  it. 

We  are  equipped  to  build  special  switches  to  any 
specification.  As  specialists  in  this  line  we  are 
able  to  produce  all  kinds  of  switches  at  reasonable 
prices. 


MONTREAL  I 


^  

IP  t\ 

THE   DEVOE    ELECTRIC    SWITCH  CO. 

Send  us  your  specifications  and  we  will  quote 
you  price. 

WRITE  FOR  OUR  NEW  CATALOG  NO.  7 

The  Devoe  Electric 
Switch  Company 

Office  and  Factory: 

414  Notre  Dame  St.  West 
MONTREAL 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  mo'-orists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Friends  of  the  Electrician 


''ANTI-SULPHURIC  ENAMEL 

The  oi>ly  reliable  protection  against  the  action  of  acid  and 
chemical  fimies. 

''FERRODOR'' 

Rustproof  elastic  paint.  Superior  to  Grapliite  or  Red  Lead.  De- 
ties  all  climatic  conditions. 

''DRIOROU' 

Oil-proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

''ARMOUW 

Fire-resisting  paint,  or  colorless  solution. 

''ARMACELL'' 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 

*'OHMALINE'* 

Rlack.  quick  air-drying  insulating  composition.  Also  supplied 
tor  stovin»,  and  as  a  solid  insulating  compound. 

''SHAYDOLITE'' 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.    Dries  rapidly. 

''ARMABRON'' 

liitumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  H.  M.  Imperial  and  Overseas  Governments) 
STOCKED  BY 

SPIELMANN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 
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Portable  Welder 

The  Portable  Welder  is  a  new  device  for  in- 
stalling the  time  tested 

ERICO  WELDED  BONDS 

It  can  be  easily  lifted  from  the  track  by  two 
men.  There  are  no  rotating  parts  and  no  flame 
or  arc  strikes  bond  or  rail. 

Write  for  particulars 

The  Electric  Railway  Improvement 

Company 

CLEVELAND 


POLE  LINE 
HARDWARE 


For  efficient  and  satisfactory  service  in 
brackets  and  all  classes  of  pole  line  hard- 
ware 

Peirce  Brackets  are  the 
Acme  of  Perfection 

Our  Electric  Construction  specialties  are 
made  by  experts — men  who  have  gained 
their  knowledge  through  years  of  practical 
experience  in  the  electrical  field. 

Canadian  edition  of  the  Hubbard 
Catalogue  for  the  asking. 

Acme  Stamping  &  Tool  Works 

Limited 

Hamilton    -  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


WHEN  you  buy 
STANDARD 
Wires  and 
Cables  you  get  sup- 
erior quality  at  a  fair 
price  and  the  benefit 
uf  over  '.'>')  years'  ex- 
perience in  the  man- 
ufacture and  instal- 
lation of  such  pro- 
ducts. 


Standard  Underground  Cable  Co.  of  Canada 

Hamilton,  Ontario  Limited 

Montreal       Hamilton  Toronto  Seattle 


The  difficulty  of  successfully  starting  small  aj)- 
paratus  is  easily  overcome  by  installing  the  frac- 
tional sizes  of  ■ 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTORS 


'which  possess  a  starting  torque  in 
excess  of  three  times  full  load 
tor(|ue.     They  therefore  are  de- 
sirable for  operating  such  a]>ijar- 
atus  as  requires  considera1)ly  more 
torque  to  start  it  than 
to  keep  it  in  motion  and 
es])ecially  for  sucii  as  is 
located  in  cold  places 
and  is  controlled  auto- 
matically or  from  a  dis- 
tance. 


THEY  —  KEEP  — 
RUNNING 


;4  n.P.  motor  geared  to  a 
air  compressor  for  garage 


portable 
service. 


Century  Electric  Company 

19th,  Pine  to  Olive  Sts.,  ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  244 
.Tones  &  Moore  Electi  ic  Co..  Ltd.,  I'M  Adelaide  St.  W,,  Toronto 

Great  West  Electric  Co..  Ltd..  Winnipe" 
Rudel  nelnap  Machineiy  Co..  Ltd.,  Can.  Express  I?ldg  .  Montreil 
Kankin  &  Clierrill.  .15  Hastings  St.   W.,  Vancouver,  B.C. 


MICA 


KENT  BROTHERS 

King-ston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canad  lan  Amber  Mica. 

Thumb    Trimmed,     Cut    to  Size, 

Splittings,    Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 
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ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  oi  Canada 
Hathevvay  &  Knott,  Inc. 
Toyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.   Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 

Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian   General   Electric  Company 
Canadian   Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hathewav  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 


Jordan  Bros.  Inc. 

BOLTS 

McGill  Manufacturing  Company 
BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway'&  Knott,  Inc. 
National  Metal  Molding  Company 

ft1nd'a%^Un^erI;ound  Cable  Company  of  Can- 
ada.  Limited. 

BRACKETS 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Toyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D    &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  i. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Northern  Electric  Company 

Standard  Undergrouml  Cable  Company  of  Can- 
ada. T,imited. 
Steel  City  Electric  Company 

CARBONS 
Canj.dian   Westinghouse  Company 
CAR  EQUIPMENT 
Ohio  Brass  Company 


CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian   Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian   General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Roving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric   Company  ■ 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hathaway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONTROLLERS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,   Eugene  F. 


CROSS  ARMS 

iSrnun    (   iMiiy 

Nortliciii   l-'lcfliic  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.-  Electric  Specialty  Company 

.  DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

,  Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric   Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hathewav  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 

Benjamin   Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hathewav  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum.  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.   &  W.   Fuse  Company 

Economv  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hathewav  X-  Knott.  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  54) 
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THIS  TRADE  MARK 


Water 

Turbines 


Hydraulic 
Governors 


High 

Efficiency 
Pumps 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Vertical 
Turbines 


shown  in  the  accompanying 
illustration  were  designed 
and  manufactured  by  us  for 
the  Hydro-Electric  Power 
Commission  of  Ontario. 
They  are  among  the  largest 
water  turbines  installed  in 
Canada  and  are  character- 
istic of  the  high  efficiency 
of  our  engineering  depart- 
ment. 

The  services  of  these  ex- 
perts are  at  your  disposal  to 
consult  on  any  of  your  en- 
gineering troubles. 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 

LINDSAY  -  ONTARIO 


LOSING  MEN 

It  is  easy  to  lose  track  of  a  man  in  a  plant  of  more  than  two  de- 
partments. Just  when  you  want  him  you  cannot  find  him.  Some- 
times important  matters  are  delayed  while  you  are  looking  for  the 
man  that  knows  the  details. 

FINDING  MEN 

in  a  plant  is  also  easy  after  you  have  installed  a  Presto-Call  System. 
The  Presto-Call  is  a  Signal  Service  that  we  make  in  three  sizes  to 
call  5  men,  lo  men  or  20  men.  It  is  easy  to  operate,  and  moderate 
in  price  ;  works  with  either  vibrating  or  single  stroke  bells,  or 
horns.    The  Presto-Call  pays  for  itself  in  a  few  months. 

Write  for  Booklet. 

Canadian  Independent  Telephone  Company 

263  Adelaide  St.  West        -       -  TORONTO 
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FUSE  BOXES 
•).  &  W.   Fuse  Company 
Northern  Electric  Company 

GENERATORS 
Canadian  Crocker  WIieelei  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical   Company   of  Canada 
Lancashire   Dynamo   &   Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  riant  Equipment  Company 
Kailwav  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 

JefTerson  Glass  Company 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
National    Electric    Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson  Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hathewav  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 
INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian  Westinghouse  Company 
Electrical  Development    Machine  Company 
Hathewav  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney  Electric   Company  of  Canada 
Mica  Company   of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 

Jefferson   Glass  Company 

LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &  Repairs  Company 

Hatheway  &  Knott 

High  Efficiency  •  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Northern  Electric  Company 


LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   Urass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Sundh   Electric  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson- Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West   Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti   Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Mycrson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Railway  and   Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson  Company,    Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio  Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian   General  Electric  Company 
Devoe  Electric  Switch  Company 
Northern   Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 


PAINTS  &  COMPOUNDS 

G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin  Electric   Manufacturing  Company 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern   Electric  Company 
Steel   Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric  Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  AUis-Chalraers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 
Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian   Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 

Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin    Electric   Manufacturing  Company 
Canadian   General   Electric  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 

(Continued  on  Page 
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TO-DAY'S  industry  will  influence  the  nature  of 
our  future  peace.    Maximum  production  is  a 
vital  necessity.    Conditions  demand  the  best  in 
mechanical  equipment.    Machinery  must  be  kept 
busy —shut-downs  be  avoided. 

The  Square  D  trade  mark  identifies  the  original 
Safety  Switch,  Square  D  Motor  Starting  Switches, 
because  of  superior  mechanical  design  and  substan- 
tial construction,  not  only  make  your  machines  safe- 
starting  but  also  help  you  to  avoid  costly  interrup- 
tions to  service. 

Don't  trifle  with  imitations. 


Square  D  Company 

Walkerville,  Ont. 


Main  Office  and  Factory  — Detroit,  Mich. 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS-CONTINUED 


SOLDERING  FLUXES 
Allen  Company,  L.  1!. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 
Weston   Electrical   Insmnnent  Company 

STORAGE  BATTERIES 

Canadian  General  Electric  Company 
Canadian   Hart   Accumulator  Company 
Northern   Electric  Company 

STREET  LIGHTING  FIXTURES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
loyner.  Limited,  A.   H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Pevoe  Electric  Switch  Company 
Klectrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Sundh   Electric  Company 

SWITCHBOARDS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 

Ferranti  Electrical  Company  of  Canada 


TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Nortliern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &  O'Hearn 

Thordarson  Electric  Manufacturing  Company 
Wagner  Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 

Northern   Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 

VACUUM  CLEANERS 

Houston  &  Company 
Onward  Manufacturing  Company 
Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Greater  Convenience  in 

R.C.O.C.  SWITCHES 

New  designing  has  still  further  extended  the  scope  of  R-C-O-C 
Control.  R-C-O-C  switches  now  can  be  cut  of¥  by  hand  whenever 
expedient— and  can  be  installed  in  pairs  under  a  single  cover  to  con- 
serve space. 

The  New  Combination 
Lever  Attachment 

facilitates  closing  switches  by  hand  in  daylight  or  night  hours  to  locate 
burned  out  lamps  or  avoid  outages  while  clearing  series  c.rcuit  rouble 
Where  White  Way  Systems  are  on  only  at  certain  times,  the  switches  can 
be  cut  out  of  serivce. 

Watchmen  patrolmen,  time  switches  and  irregular  lamp  hours  are  things  of 
tl^^TpasTwhe^n  R-C-O-C  switches  are  installed.    For  tl-  con  ro  o   pole  type 
or  subway  Constant  Current  Transformers,  the  R-C-O-C  '^a^,.P'^°\^,f/  'f, 
satisfactory  power  house  control  in  installations  in  every  pait  of  the  United 

Sates  and'canada.  No  matter  how  -/-Pl'-'^Ed.  J^^c^O?  puiru'whSfe 
R-C-O-C  will  control  it  from  the  power  house.  The  R-C-O-C  puts  the  w  Hole 
service  right  under  your  thumb. 

Write  today  for  Bulletin— Engineering  Counsel  Free. 

SOUTH  BEND  CURRENT  CONTROL  CO. 

Ill  W.  Colfax  SOUTH  BEND,  IND.,  U.S.A. 


The  New  2'in-l  Case 

is  a  notable  convenience  where  man- 
hole space  is  limited.  It  holds  two 
switches  and  takes  up  little  more  room 
than  a  single  switch  case.  More  room 
to  work  in — less  weight  on  pole  line 
installation. 

R-C-O-C  Switches  give  the  Central 
Station  operator  immediate  and  abso- 
lute control  over  all  loads  for  all  dis- 
tances and  for  all  purposes. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
501  Merchants  Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Notthwestern   Engineering  and   Supply   Co.,   Ltd.,  CALGARY 

Prompt  •hipments  from  Factory  or  nearest  Warehouse 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec  make  and  supply  Electric  Batteries  of  all  kinds. 
Batteries  for  Ughting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 


Stop  F.MTNfl  WIRE 


Why  feed  good  wire  to  an  acid  flux?  Use  a  safe  flux,  the 
kind  that's  equal  to  "50-50"  sodor  and  pure  copper  wire. 
That's 

4  forms  :  Slick, 
Iiaste,  sails  and 
lii|iiid. 


.Sample  for  your 
Dealer's  Name. 
The  only  flux  passed  by  Underwrilcrs. 

Houston  &  Co.,  Ltd.,  ^""^Jj!^^^"' g 

1825  Scarth  Street.  Regina. 
22  College  Street,  Toronto.  _  . 

"In  Hie  .Soiloniian's  game  since  '0?>." 


ALUMINUM  COMPANY  OF  AMERICA 

PITTSBURGH,  PA. 

Manufacturers  of 

Aluminum  Ingot,  Sheet,  Tubing,  Wire, 

Rod,  Rivets,  Moulding 
Extruded  Shapes,  Electrical  Conductors 


General   Sales  Office.  2400  Oliver  Buildm 
Branch  Offices: 
Boston,  l.'il  Slate  Street      New  York, 

Cliicago,  l.jOO  Westminster  Bldg. 
Cleveland,  0.50  Leader-News  I?dg. 
Detroit,  1.512  Ford  Building 
Kansas  C'ilv, 

,"{08  R.  A.  Long  Bldg. 
CANAD.V 
Nortliern  Alinniniim  Co.,  T,td., 
Toronto.  Ont. 


Pittsburgh,  Pa. 


120  Broadway 

Philadelphia, 

1210121S  Widener  Bldg. 
Rochester,  1112  Granite  Bldg. 
San  Francisco.  T.'il  Rialto  Bldg. 
Washington, 

.500  Metropolitan  Bank  Bldg. 
LATIN  AMERICA 
,\lnmiiuim  Co.  of  South  America 
Pittsburgh,  Pa. 
K\OL.\ND--Nortliei  n  .Miuuininm  Co.,  Ltd.,  London. 
Send  inquiries  regarding  aluminum  in  any  form  to  nearest  Branch 
Office,  or  to  General  Sales  Office. 
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Directory  of  Engineers 


Special 
Interests 


Cbarlcs  H.  muchell 
Pcrcival  H.  mucbcll 

ConsultiRS  and  SaptrvisloA 
Englnetrt 

M>JraiiIic.  Steam  and  liiei-lrical  Power  Plants 
ln^^u^lliftl  an  J  Miuucipal  Kiigineerlng. 

Trader*  Bank  Building,  TorontO 


Charles  F.  Gray,  a.i.e.e..  a.m  i.e.e. 

Consulting  Electrical  Engineer 

Suite  1101  Union  Trust  BIdg..  WINNIPEG 

Cable  Address  Telephone 
"Consultation"  Main  9174 


R.  S.  KELSCH, 
CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


THEO.    MALM    &  COMPANY 
ENGINEERS 

Electrical  —  Traction  —  Civil 
Structural  —  Mechanical 
Estimates,    Reportis,,    Designs,  Spedfica- 
tions,  Valuation  of  Railway,  Power,  LiglU 

and  Industrial  Properties. 
NEW   YORK  TORONTO 
Times  Bldg.  Can.  Pac.  Rly.  Bldg. 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical.  Hydraulic.  Steam.  Gb» 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Test<,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  505  McGiU  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817        326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONfSULTING  ENGINEER 

To  Provincial  vJovernment,  Municipalities,  Etc. 

Estimates.  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers 

Arbitr.Ttions,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL        STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :        A.  L.  Mudge,        A.  L.  Mieville 

Steam  and  Hydro-electric  DevelopmenU.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs. 
Copyrights  and  Infringements.  20  Years'  Ex- 
perience  in  Patents  and  Practical  Engineering 
STAR  BLDG..  18  King  St.  W  .  TORONTO 


STANLEY  L1GHTF007 

REG  O  PATENT  SOLId'OS  «N0  ATTORNEY 
LUMSDEN    BL.DG.n^'Slt'i'i'- )  TORONTO. 

New  BOOK 


ATENTS 


PROMPTLY  secured; 

Klectrical,   Mechanical  and   ChemicTl   Patent ■= 
obtained  in  all  cnmitrics. 
Invcniors'  ailvi-cr  sent   frir  on  re(|nesl. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C..  U.S.A.  


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture,  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus.  Wires,  Cables, 
Insulators,  Transmission  Towers  and 
Hardware.  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


Canadian  Inspection  and  Testing 
Laboratories,  Limited 

INSPECTING  ENGINEERS 

Inspection  at  point  of  manufacture  of  Power 

Plant  Equipment,  Wire,  Cable,  etc. 
Head  Office  and  Main  Laboratories  :  Montreal 

Branch  Offices  and  Laboratories— Toronto. 
Winnipeg.  Edmonton,  Vjuicouver,  New  Glasgow 


ESTABLISHED  lS-19 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
.\o5.  34G  and  348  Broadway.  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
infoiniation  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi 
ness  may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  etTort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  atTecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
througtioul   the   civilized  world. 

Subscriptions  are  based  on  the  se:vice  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specilic  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada;  Halifax.  N.S. ;  Ilamil 
ton,  (..)nt.  ;  London,  Ont.  ;  Montreal,  Que.: 
Ottawa,  Ont.;  Quebec,  Que.;  St.  .Tohn.  N.B. 
Toronto,  Ont.;  Vancouver,  B.C.;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  .Mta  ;  Ed 
monton,  Alta. 

Tnt)S.  C  IRVING. 
Gen.  Man.   Western  Canada.  Toronto 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  repair  the 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker? 


How  much  have  YOU  lost  in  prestige 

through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOU  lost  in  Profit  on 
this  business? 

Get  the  habit  of  liandlin<^  tliese  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  Tlie  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  .Sa^'  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 
You  have  the  work  of  taking  out  and  re-installing  tlu 
machine  (Profit).  Send  us  tlie  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  tlie  Trade  Discount  (More  Profit). 


Others  are  doing  it.    Why  not  you?    Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phonet; 
Adelaide  902 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Nights  and  Holiday! 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager.  Beach  1723 


OXY-ACETYLENE  WELDING 

A  Maximum  of  Efficiency  at  a  Minimum  of  Cost 

The  fact  that  products  made  by  the  (3.\y-Acctylenc  Process  are  incontestal)ly 
of  greater  strength  and  durability,  and  neater  in  appearance  than  those  pro- 
duced by  other  methods,  is  sufficient  to  prove  its  value  to  you.  When  it  is 
realized  that  it  also  reduces  the  cost  of  production,  it  is  then  that  you  will 
appreciate  the  fact  that 

Sooner  or  later  you  will  profit  by  these  advantages — 
WHY  NOT  NOW? 

There  are  innumeral)le  wa^  s  by  w  hich  an  ( )xy-.\cetylcne  I'lant  can  he  made 
a  profitable  investment.  If  yon  arc  not  sure  of  this,  ask  us  for  furtlier  informa- 
tion; it  will  be  gladly  supplied. 

"A.  L.  S."  Equipment  is  Backed  by  "A.  L.  S."  Service 

Manufacturing  in  Canada.  Oxygen  and  Dissolved  .\cetylene  and  all  requisites 
for  the  successful  aijplicalion  of  the  process  to  your  industry,  and  with  a  staff 
of  experts  at  each  of  our  Factories  to  advise  and  instruct  your  rei)resentatives. 
enal)les  us  to  assure  you  that 

Your  Investment  Cannot  Be  Otherwise  Than  Profitable 

Our  experience  is  yours  for  the  asking.  Attach  this  ad.  to  your  letterhead  and  mail  to  us. 
Particulars  of  interest  and  benefit  to  you  will    be  sent  by  return. 


Double  Spirals  of  steel  tubing  assembled  by 
Oxy-Acetylene  Welding 


L'AIR  LIQUIDE  SOCIETY 


THE  PIONEERS  OF  THE 
PROCESS 

TORONTO 


Manufacturers  of  Oxygen,  Dissolved  Acetylene, 
and  all  requisites  for  the  Process 


FACTORIES  THE  WORLD 
OVER 


MONTREAL 


Canadian  Factories 

WINNIPEG 


HALIFAX- 


-Under  construction 
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Self-Starting  Induction  Motors 


95  King  St.  East 

TORONTO 


Continuous  Service.     Single  Phase. 
25  Cycles. 


H.P. 

1/50 

1  /30 

1/15 

1/10 

1/6 

1/3 

1/2 


Speed 
Synch. 
R.  P.  M. 

1500 

1300 
1500 
1500 
1500 
1500 
1500 


Frame 

No. 

A-00 

A-0 

A-1 

A-2 

A-3 

A-4 

A-4 


Code 

Sar 
Sen 
Sul 
Tic 
Tup 

Cure 


Shipping 
Weight 

25 
26 
26 
38 
45 
62 


For  220  volt  add  "LY"  to  code. 


Prices  for  any  voltage 
upon  request. 


R.  E.  T.  PRINGLE,  LIMITED 


302  Donalda  Block 

WINNIPEG 


3402  Osier  Ave  ,  Shaughnessy  Hts. 
VANCOUVER 


809  Unity  Bldg. 

MONTREAL 


Central  Stations 


Heat  your  buildings  on  your 
off  peak  load  by  electricity. 

Conserve  more  coal. 


10  K.  W.  Type  .LW  Heater. 


JwioTi^  Heaters 

are  built  in  many  sizes  suitable  for  all  requirements 
Write  us  for  further  information 

The  National  Electric  Heating  Co.,  Ltd.,  Toronto 


qectrical  New 

^    Generation, Transmission  and  Application  of  Electricity  ' 


SANGAMO 

DIRECT-CURRENT 

METERS 

are  used  almost  exclusively  on 
Battleships  and  Submarines  of 
the  United  States  and  other 
Navies,  because  the  mercury 
flotation  feature  of  these  meters 
insures  a  maintenance  of  their 
accuracy  even  with  the  tre- 
mendous concussion  attending 
heavy  gun  fire. 

Let  us  tell  you  why 

SANGAMO  METERS 

will  meet  your  requirements. 

Sangamo  Electric  Company 

of  Cnida,  Limited 


Montreal 


Toronto 


^uperdreadnoughts^assing  under  the  Brookl: 
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Northern  Electric 

DUMORE  UTILITY  MOTORS 


TYPE 


1  25  H  P. 


lUiilt  to  meet  the  demand  for  a 
liyht.  compact  power  unit.  Fin- 
ished in  1)lack  enamel.  Equipped 
with  :;  It.  of  cord  and  attachment 
plug,  wheel  arbor  and  emery  wheel. 
Wheel  arbor  nickel  plated.  Speed 
to  9000  R.P.M. 


TYPE  "B"  1  25  H.P. 

The  Type  B  Motor  is  the  same  as 
the  Type  .\  illustrated  above,  excepting 
that  it  is  finished  in  all  nickel  plate. 
Equipped  with  3  ft.  of  cord  and  attach- 
ment plug.  Makes  a  very  attractive 
looking  motor  for  any  use. 


Practical- Efficient- Economical 

For  Jeweler.'^,  Dentists,  Hotels  and  Restaurants  the 
"DU^rORE"  Utility  Motor  will  be  found  indispens- 
al)le  in  a  great  many  ways.  Furnished  in  three  sizes 
—"A"— 1/25  H.P. ;  "C"— 1/16  11. P.,  and  "D"— 1<<  FLP. 
For  the  benefit  of  the  trade  we  have  undertaken  to  ad- 
vertise these  famous  "DUMORE"  siuall  luotors  to  the 
public  through  the  Daily  Papers  from  coast  to  coast, 
and  it  will  be  to  your  distinct  advantage  to  carry  this 
line  in  stock  for  demonstration  when  called  upon  to 
do  so. 

For  full  particulars,  prices  and  attractive 
literature,  write  our  nearest  house. 


 are  a  boon  to  Housewives,  and  go  a  long  way  towards  helping- 
solve  the  servant  problem  by  furnishing  sufficient  power  to  do  light 
chores.  "DUM(-)RE"  Utility  ^^lotors  are  small  in  size  but  capable  of 
long,  hard  service  in  driving  many  domestic  appliances,  or  with  at- 
tachiuents  for  polishing  silverware,  cleaning  cutlery,  sharpening 
knives,  etc.,  etc. 


Type  *'C"  1  16  H.P. 

Light  and  powerful.    Always  ready 
for  use.  and  is  as  near  trouble  proof 
as  it  is  possible  to  make  a  motor. 
Equipped  regularly  with  3-step  pul- 
ley on  one  end  of  the  motor  shaft 
and  a  wheel  arbor  on  the  other, 
together  with  emery  wheel.  The 
Type  "C"  can  be  equipped  the  same 
as  the  Type  "D"  motor  if  so  ordered. 
Just  the  motor  for  light  polishing  and 
butfing  work.     Equipped  with  S  ft.  of 
cord  and  attachment  plug,  Cutler-Ham- 
mer   3-speed    Rheostat.     Speeds  2000- 
(iOOO-SOOO  R.P.AI. 


TYPE  "D"  1  8  H.P. 


The  Type  "D"  Motor  is  one  of  the  most  popular 
of  stock  sizes.  Is  especially  adapted  fcfl^  jewelers' 
and  dentists'  work.  Equipped  with  S  ft.  cord  and 
attachment  plug.  Cutler-Hammer  3-speed  Rheo- 
stat in  the  base.  Shaft  ends  are  tapered.  Ritter 
chucks  and  wheel  arbors  can  be  used  on  this 
motor.    Speeds  3000-()000-8000  R.P.M. 


North^rtt  Electric  Co/npofry 


LIMITED 


Montreal 

Halifax 

Ottawa 


Toronto 
London 
Winnipeg 


Regina 

Calgary 

Vancouver 
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Handle  Lock 


New  EUREKA  Locking  Handle 
— very  durable  and  efficient, 
(patent  applied  for). 


Convenient    button    switch  and 
cord  protecting  knob,  (patent 
applied  for). 


Mr.  Dealer — 

Prepare  for  the 
House-Cleaning  Season 

EUREHA  Electric 
Vacuum  Cleaner 


was  awarded  the  ("rrand  Prize  by  a  Jury 
of  Electrical  Expert.s  at  the  Panama  Pa- 
cific International  Exposition,  San  Fran- 
cisco. EUREKA,  the  one  best  in  com- 
petition with  eighteen  other  makes. 

THE  EUREKA  ELECTRIC  VAC- 
UUM CLEANER  excels  in  all  require- 
ments of  high  grade  suction  and  great  air 
displacement.  Removes  the  maximum  of 
dirt  from  the  surface  in  the  fabric,  under- 
neath carpets  and  rugs,  without  rubbing. 


THE  EUREKA  ELECTRIC  VACUUM  CLEAN- 
ER possesses  exclusive  and  convenient  features,  such 
as  the  "Eureka"  Handle  Lock,  "Eureka"  Button 
Switch  and  "luircka"  hose  attachment,  that  are  not 
to  be  found  in  any  other  similar  make  of  Vacuum 
cleaner. 

The  nozzle,  motor  and  blower  frames  are  made  in 
aluminum  alloy  of  high  grade  finish.  The  compact- 
ness and  lightness  of  the  Eureka  makes  it  most  con- 
venient to  use. 

THE  EUREKA  ELECTRIC  VACUUM  CLEAN- 
l^R  comes  complete  with  a  handy  set  of  attachments 
for  cleaning  portieres,  upholstery,  etc. 

Writel^our  nearest  house  for  attractive 
literature  and  prices. 


EUREKA    cleans  mattresses 
perfectly. 


Cleaning  portieres 


Cleaning  under  beds. 


North(^rfi  Electric  Cotnpafiy 


HALIFAX 

MONTREAL 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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1  )^^™eRARbUcT.: 


f(atioiial 

Outlet  Boxes  and  Covers 

Sherardized  or  Enameled 


A  complete  line — A  box  for  every  purpose — A  purpose  for  every  box.  Stamped  from 
the  highest  grade  steel.  Designed  and  manufactured  under  the  direct  supervision  of 
the  foremost  expert  in  the  country.  Easy  knockouts,  riveted  cover  lugs  and  other 
distinctive  features. 

W nte  fir  complete  descriptive  catalogue. 

National  Metal  Molding  6. 

Ma  n  u  To  c  tu  re  rs  of  C^' 

ElectricaJ  Conduits  &•  Fittings 
1118  Fulton  Building. PITTSBURGH, PA. 

BOSTON  ATLANTA  BUFFALO 

NEW  YORK  DENVER  PORTLAND 

CHICAGO  DETROIT  SEATTLE 

SAN  FRANCISCO  LOS  ANGELES  J-1 


"')'Sr:,('^S  H  ER  AR  ouct" 


Canadian  Distributors-CANADIAN  GENERAL  ELECTRIC  COMPANY,  LIMITED 


XCELADUCT 

Galvanized  Conduit 


IS 


MADE  IN  CANADA 

and  sold  by 

CANADIAN  JOBBERS  for  CANADIAN  TRADE 

Labelled  by  Underwriters'  Laboratories,  Inc. 

and  the 

Orpen  Conduit  Co.,  Limited 

Toronto 
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Showing  "Protected"  Rail  Bonds  being  installed  by  the  Union  Traction  Company  of  Indiana. 

Doing  the  job  right— with  "Protected" 
Rail  Bonds  and  Compressors 

Done  right— because  with  "Protected"  Rail  Bonds  the  soft  copper 
strands  and  terminals  make  fitting  easy  and  permit  great  compression 
to  assure  maximum  conductivity. 


Done  right— because  the  "Shot- 
Over"  Sleeves  permanently  pro- 
tect the  strands  from  the  effects  of 
vibration  at  the  point  where  they 
emerge  from  the  terminal. 


Do  it  right  in  the  first  place— use  "Protected"  Rail  Bonds  and  Com- 
pressors just  as  they  are  doing  at  Anderson,  Ind. 
Rebonding  is  expensive. 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17lh  and  Cambria  Sts.         50  Church  St.      Monadnock  Bldg. 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Didributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  Bldg.        302  Donalda  Block  33MeIindaSt. 
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REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 

I and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  mo'^orists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Stability  and  Efficiency 

are  pri^ie  factors  in  development  of  Water 
Power  in  these  days  of  intense  activity. 
That's  why 

SMITH  HYDRAULIC  TURBINES 

are  being  installed  in  the  "PLANTS  THAT  COUNT" 


The  accompanying  cut  illus- 
trates single  vertical  shaft 
type  of  unit  for  Low  and 
Medium  Heads. 


Three  units  like  this 
developing  900  H.  P. 
each,  'JO  R.  P.  M., 
ft.  0  in.  head,  also 
two  units  of  2,000  H. 
P.  each,  lOO  R.  P.  M.. 
2(>  ft.  0  in.  head,  in 
successful  operation. 


Write  Department  "N"  for  Bulletin  of  Designs 
and    Useful    Data   for    Hydraulic  Development. 

S.  Morgan  Smith  Co.,  York,Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

I-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us  for  them.     Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 


Type  W 


New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone  Bldg 

ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore 


Chicago,    Monadnock  Block. 
Pittsburgh,    Park  Building. 
^Iinneapolis,  Metropolitan  Life  Bldg. 
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ui  On.  OnG  Of 

These  Switches  Before 
Del iveri no  Mij  Iron- 

TRYING  Mrs.  Jones'  iron  with  one  of  these  C-H 
Switches  on,  is  what  induced  me  to  get  an  electric 


iron. 

*Pullingout  the  connector  plug  and  seeing  the  flash  at  the  terminal  has 
always  frightened  me.  And  my  laundress,  now  that  she  has  done  Mrs.  Jones' 
ironing  is  strong  for  electric  irons." 


The 


WOT@ln) 


removes  any  last  lingering  doubt  about  the  use  of  electrical  appliances.  It 
shows  when  the  current  is  "on"  or  "off." 
It  makes  and  breaks  the  circuit  with  no 
display  of  fireworks.    It  saves  the  socket. 

The  Benjamin  Electric  Mfg.  Co. 
of  Canada,  Limited 

11-17  Charlotte  Street 
TORONTO   -  ONTARIO 


Manufacturers 
of  the 


Benjamin  92" 
Two-  Way  Plug 
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THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  "S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  sucli  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.2.5  net. 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  Ave. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA. 
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Residence  at  Oshawa,  Ont„  a  "GALVADUCT"  Building. 

GALVADUCT 

and  LORICATED 


GALVADUCT'' 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quaHty. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 


Progress  view  of  Mercury  Mills  Factory,  Hamilton. 
A  "  GALVADUCT  "  Building. 
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All  "Canadian  Beauty''  Appliances  have  been  approved 
by  the  Hydro-Electric  Power  Commission 

Six  Summer  Specials 

that  are  going  to  be  the  big  sellers,  just  as  soon  as  warmer  weather 
sets  in.    The  designs  are  right— the  workmanship  and  ma- 
terials are  guaranteed— and  you  can  sell  them  at 
a  handsome  profit  over  cost. 


"Canadian  Beauty"  New  Grill 


"Canadian  Beauty"  Percolator 

Catalogue  No.  325.  Capacity  6  cups,  450  Watts 


"Canadian  Beauty  " 
Upright  Toaster 

Catalogue  No.  200.  450  Watts. 


"Canadian  Beauty"  Model  "A"  Iron 

Catalogue  No.  100.  550  Watts. 


Order  NOW— so  we  can  make  prompt  shipments. 

RENFREW  ELECTRIC  MFG.  CO.,  LIMITED 

RENFREW,  CANADA 
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 MANUFACTURING 

COMPANY 

KITCHENER,  ONTARIO 


electric; 

WASHING  ^ 

WRINGING^ 
MACHINE 


THE 
WORLD'S 

MOST 
EFFICIENT 
WASHER. 

WASHES 

AND 
WRINGS 
AT THE SAME 
TIME  OR 
INDEPEND- 
ENTLY. 


Eureka  Cleaners  and  Geyser  Washers  are  Machines  of  Merit 

Ask  us  for  particulars 


iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii 


iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii   iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 

by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 


Strong 

Rugged 

Durable 


Steel  Cases 
Light  in  Weight 


Easy  to  Handle 


Will   Not  Leak 

Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  Bldg. 
Toronto 


Donalda  Block, 
Winnipeg 
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BULK  HEAD  FIXTURE    |   APPROVED  SERVICE  FITTING 


The  above  cut  shows  one  of  the  many  styles  of  Marine 
Fixtures  we  are  prepared  to  furnish. 

STEEL  CITY  ELECFRIC  CO.,  Pittsburgh,  Pa. 


Cat.  No.  FB712 
Replaces  Types  B,  BE,  F,  and  FE. 
TYPE   "FB"   ENTRANCE  FITTINGS 

These  fittings  have  reversible  hubs,  permitting  in- 
stallation either  as  type  "F"  fittings  on  vertical  pipe,  or 
type  "B"  fittings  on  horizontal  pipe. 

The  same  parts  are  used  for  ^  in.,  Ya  i"--  and  1  in. 
fittings,  excepting  hubs,  there  being  a  separate  hub  tor 
each  size.  The  covers  and  porcelain  are  interchange- 
able from  one  size  fitting  to  another,  giving  a  very 
flexible  stock  arrangement. 

Metal  parts  black  japan  or  galvanized  finish.  Black 
japan  furnished  unless  otherwise  specified. 

KILLARK  ELECTRIC  CO.,  St.  Louis,  Mo 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


SUNDH    SOLENOID   MOTOR  STARTERS 

Compact  and  reliable  starter  for  Direct  Current.      No  sliding  contacts. 


The  advantages  of  this  type 
of  construction  are  not  only 
simplicity  and  easy  replace- 
ment of  wearing  parts,  but  al- 
so the  elimination  of  sliding 
contacts  which  cause  trotible 
due  to  arcing  and  consequent 
sticking  of  the  moving  member. 

The  construction  of  the 
Sundh  Automatic  Starter  is 
compact  and  simple,  consisting 
of  a  solenoid,  a  plunger  with 
retarding  dash-pot,  and  two  or 
more  levers  hinged  to  the  lower 
pole-piece  of  the  solenoid. 

Send  for  illustrated  Catalogue  on 
Electrical  Controlling  Devices 


Sundh  Electric  Company 


The  upper  ends  of  tlie  levers 
carry  the  contacts.  The  levers 
are  controlled  by  their  lower 
ends  passing  through  a  frame 
which  is  attached  to  the  bot- 
tom of  the  plunger.  The  con- 
tacts are  of  copper  and  carbon, 
and  all  wearing  parts  are  acces- 
sible and  easily  replaced.  For 
heavy  duty  the  final  contact  is 
made  by  a  laminated  copper 
brush.  This  copper  brush, 
however,  does  not  cut  out  any 
resistance,  btit  merely  short- 
circuits  the  carbon  contacts 
which  do  cut  out  the  resist- 
ance. 


New  York,  U.S.A. 
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LITTLE  WORDS  WITH  BIG  MEANING 


According  to  "Webster,"  Webster's    definition  of 

Quality  is  "an  excellence  "Service"  is;   "The  per- 

of    character;     natural  formance  of  labor  for  the 

superiority."  benefit  of  another." 

We  use  these  words  advisedly — fully  understanding  their 
definitions — and  realizing  the  obligation  m  pla@e  upon  our- 
selves by  their  oontinued  use  in  connection  with  our  products 
of  iron  and  Steel,  and  our  attitude  to  the  people  we  serve. 

THE 

STEEL  COMPANY 

OF 

CANADA 

LIMITED 


MONTREAL 


HAMILTON 
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G.  M.  Gestf  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


Ferranti 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  befcjre 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 

592  Notre  Dame 
WINNIPEG 


7\ 


I? 

R 
A 
N 
T 
I 


90  Sherbourne  St. 

TORONTO 


704  Unity  Bldg. 
MONTREAL 


Perkanti 


A 


THE    ELECTRICAL   NEWS  March  i.  i9ift 

yillilinilliiillllll  I  lllliiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiM   iiiiiiiiiiiiiiiiiiiiiiiiiiiillilllilillllllllllllll  IIIIIIIIIIIIIIIIIIII  iiiiiiilllllllllllilllllllillliilillilillillllllllllllll 

I 

I  COVERED   CUTOUTS  I 


I  The  Use  of  ®  Covered  Cutouts  I 

I  Means  No  Exposed  Contacts  | 

I  In  general  use  by  all  leading  heating  | 

I  goods  manufacturers  I 

I  And  under  certain  conditions  may  be  used  without  | 

I  enclosing  in  Steel  Boxes,  for  distributing  | 

I  circuits  | 

I  CANADIAN  GENERAL  ELECTRIC  CO.  1 

i  LIMITED  I 

1  Head  Office:  Toronto.    Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg.  Calgary,  Edmonton,  | 

g  Nelson  and  Vancouver.  p 
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Type 
1-14 
Watthour 
Meter 


The  mere  mention  of  the  word  "Swiss"  in  connection  with 
watches  recalls  something  delicate  yet  durable,  accurate 
though  minute.  Those  world-famed  watchmakers  have  grown 
up  with  the  trade ;  they  are  masters  of  their  art.  Each  article 
that  leaves  their  hands  for  sale,  they  know  not  where,  is  a  liv- 
ing replica  of  their  workmanship,  is  a  vibrating  proof  of  their 
skill. 

A  meter  is  in  many  ways  a  mechanism  as  perfect  as  a  Swiss 
watch.  The  men  who  make  C-G-E  meters  also  are  masters  of 
their  craft. 

The  jewel  of  the  1-14  Meter  is  selected  and  minutely  scru- 
tinized for  bad  spots.  The  little  sapphire  must  be  perfect  if  it 
is  to  be  used  in  C-G-E,  Meters.  In  the  manufacturing  of  the 
pivot  l)earing,  the  coils,  and  the  registering  apparatus,  the 
same  care  is  exercised.  The  result  is  the  highly  favorable  light 
in  which  C-G-E  Meters  are  viewed  by  the  discriminating  men 
of  the  Edectrical  profession. 


CANADIAN  GENERAL  ELECTRIC  CO.  | 

LIMITED  I 

Head  Office:  Toronto.    Sales  Offices Monti  eal,  Halifax,  Sydney,  Ottawa.  Cobalt.  South  I-o.cnpine,  London,  Winnipeg.  Calgary,  Edmonton.  | 

Nelson  and  Vancouver.  = 
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FRANKLIN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


'  FRANKLIN"  Cable  Potheads 

For  all  conditions.      Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


WRITE   FOR  BULLETINS 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 

SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 
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Spray  Cooling  Equipment 

The  illustration  shows 
"SPRACO"  cooling  pond  in 
the  plant  of  the  Canadian 
Government  Railways  at  Monc- 
ton,  N.B. 

For  the  cooling  of  water  for 
any  purpose,  the  Spray  method 
is  the  most  economical  to  install 
and  operate. 

Plants  operating  condensers, 
cold  storage,  refrigeration  and  ice 
making  plants  f^nd  "SPRACO" 
cooling  ponds  the  most  efficient 
method  of  cooling  the  water 

OUR   ENGINEERS    ARE    AT   YOUR  SERVICE 

Spray  Engineering  Co.,  93  Federal  St.,  boston 

Rudel-Belnap  Machinery  Co.,  Limited,  Montreal 

NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

•are  those  made  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Flectric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO ,  LIMITED  ST.  JOHNS,  QUE. 
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The 
Design  of 


CROCKER-WHEELER 


Induction  Motors 


includes 


Heavy  Shafts 


Large  Journals 
Ideal  End  Ring  Construction 


High  Power  Factor 


Excellent  Efficiency 


Our 
Starter 
with 
Oil  Immersed 
No  Voltage 
Release 


THE  CANADIAN 

CROCKER-WHEELER  CO 

LIMITED 

MANUFACTURERS  AND  ELECTRICAL  ENGINEERS 


Head  Office  and  Works 
ST.  CATHARINES 


District  Offices 
MONTREAL,  TORONTO 
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F  you  would  take  this  fan  apart  and  examine  the  work- 
manship of  each  detail  you  would  understand  why 
the  R  &  M  Fan  has  earned  such  an  excellent  reputa- 
tion for  reliability  and  long  life. 

Accurate  workmanship  and  high  grade  materials  have  reduced 
friction  and  wear  to  a  minimum.  Note  the  careful  adjustment  of 
the  oscillating  mechanism,  the  accurate  fit  of  the  bearings,  and  the 
■perfect  balance  of  the  blades  and  rotor.  Everything  which  the  most 
highly  skilled  workmanship  can  contribute  to  efficiency,  reliability, 
and  long  life  is  seen  at  its  best  in  the  R  &  M  Fan. 

When  you  sell  a  customer  an  R  &  M  Fan  you  sell  h,ni  real  fan 
service  and  win  his  permanent  good-wdl 


A  C  C   U   R  A  T 


u 


„f  ,t  t„  EI 


Manager,  New  Ycjrk  Hranch. 


The  Robbins  &  Myers  Company 

Springfield,  Ohio 

CANADIAN  DISTRIBUTORS 

The  Century  Electric  Co.  Costello  &  Crowe.        Dawson  &  Co.,  Ltd. 

Montreal  Ottawa  Montreal 

La  Cie  Codere  &  Fils.  Inc.  Mechanics  Supply  Co.,  Ltd. 

Sherbrooke  Quebec 

Eastern  Electric  Co.  John  Starr  &  Sons  Co.,  Ltd. 

St.  John  Halifax 

3reat  West  Electric  Co.  Rogers  Electric  Co.,  Ltd. 

Winnipeg  Toronto 

ORKMANSH    1  P 


,„T  T  ?.,  .'f 
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Steam -Tight  Condulets 

Electric  Light  Fittings 

whose  design,  material  and  work- 
manship insure  long  and  satisfac- 
tory service. 

Furnished  in  either  iron  or  brass 
for       %  and  1-inch  conduit. 

Made  in  two  sizes,  to  take  40  and 
100-watt  lamps  respectively. 


Condulet  broken  away 
to  show  parte. 


Condalet  broken  away 
to  show  parts. 


OIL  TANKER  "REGINOLITE"  WIRED  THROUGHOUT  IN  CONDULETS 


Catalogs  giving  complete  informa- 
tion on  all  Condulets  mailed  Free 
upon  request. 


Crouse-Hinds  Company 

OF  CANADA,  LIMITED 

TORONTO,  ONT.,  CAN. 
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Power  Situation  in  London 
Opportunity  for  Controller  Drayton 

An  acute  power  situation  is  foreshadowed  111  London, 
Ont.,  by  the  announcement  of  the  London  Electric  Company 
that  they  will  shut  down  on  April  1.  This  comes  at  an  unfor- 
tunate time,  when  the  Hydro  Commission  is  urging  the  muni- 
cipalities to  greater  economy,  and  when,  therefore,  it  is  a 
practical  impossibility  for  the  London  Hydro  to  take  on  more 
customers  without  causing  additional  distress  to  the  other 
Ontario  municipalities.  It  is  not  to  be  wondered  at  that, 
with  the  increasing  price  of  everything  that  contributes  to  the 
operation  of  a  steam  plant  and  the  difficulty  of  getting  coal  at 
any  price,  the  London  Electric  has  found  it  impossible  to 
compete  with  Niagara  Falls  power.  In  the  present  power 
shortage,  however,  the  shut-down  of  this  plant  should  be 
avoided  in  some  way.  Doubtless  the  Dominion  power  con- 
troller will  find  a  ready  solution  of  the  difficulty,  either  by 
taking  over  the  operation  of  the  plant  in  the  meantime  or  by 
instructing  the  company  to  continue  operations  under  a  guar- 
antee that  deficits  will  be  reimbursed.  As  soon  as  the  summer 
opens  up  the  Hydro  power  situation  should  automatically 
adjust  itself;  in  that  case  the  London  Hydro  system  could 
absorb,  during  four  or  five  months,  the  entire  business  that 
must  inevitably  fall  to  them.  Dismantling  the  plant,  how- 
ever, is  courting  trouble  again  next  winter,  and  at  the  moment 
it  looks  as  if  the  wisest  course  would  lie  to  continue  tiie  steam 
plant  in  operation  until  power  shortage  on  the  Hydro  lines, 
winter  or  smumer,  is  amply  pro\i(!e(l  for. 


Canada  Leads  the  World 
In  Fire  Loss  Per  Capita 

"Fire  Prevention"  was  the  subject  of  a  talk  by  Chief 
Tremblay  of  the  Montreal  Fire  Brigade,  at  the  Montreal  Elec- 
trical luncheon  on  February  20.  He  pointed  out  that,  while 
liractically  no  progress  had  been  made  in  preventing  fires,  the 
development  of  electricity  had  had  the  effect  of  reducing  fire 
losses  and  electrical  men  had  done  more  in  this  direction  than 
any  others.  This  was  not  done  with  the  set  purpose  of  reduc- 
ing losses,  but  the  progress  in  their  industry  had  had  that 
result.  Many  fires  were  attributed  to  electrical  causes,  but 
whether  the  allegations  were  true  he  was  not  in  a  position  to 
say.  He  declared  that  many  of  the  fires  could  be  avoided.  In 
Europe,  before  the  war,  the  loss  was  25c  per  head;  in  Canada, 
$.S.;29;  and  in  the  United  States,  $2.88.  Even  making  allow- 
ances for  climatic  and  other  conditions,  the  loss  was  far  too 
large.  Last  year  the  fire  loss  in  Canada  was  $24,000,000,  a 
very  high  rate.  Insurance  companies  were  partly  to  blame 
for  this,  as  they  accepted  bad  risks,  secured  through  agents 
who  did  not  look  beyond  securing  their  commissions.  This 
observation  did  not  apply  to  all  agents,  but  only  to  a  section 
of  them.  Mr.  Tremblay  advocated  the  penalizing  of  insurers 
where  fires  were  caused  by  neglecting  civic  by-laws;  he 
would  fine  the  parties  for  calling  out  the  brigade,  and  also 
prohibit  the  payment  of  the  insurance  money.  While  we  were 
taking  measures  to  prevent  waste  no  one  had  given  a  thouglit 
to  the  waste  caused  by  fires  and  how  to  prevent  them. 

He  had  commenced  a  campaign  to  educate  people  along 
the  lines  of  fire  prevention,  and  in  the  business  section  of 
Montreal  the  results  were  very  satisfactory.  This  education 
should  be  taken  up  by  the  federal  and  provincial  governments, 
municipalities,  schools,  and  factories.  It  would  result  in  the 
saving  of  life  and  the  reduction  of  premiums.  The  speaker 
also  advocated  the  formation  of  an  association  in  Montreal  to 
take  means  to  prevent  fires. 

Referring  again  to  the  electrical  side  of  the  subject,  the 
chief  remarked  that  quite  a  number  of  fires  were  due  to  elec- 
trical causes,  and  in  this  connection  recalled  a  recent  fire  in 
Montreal  in  which  five  lives  were  lost,  due  to  work  being 
done  by  a  man  who  had  no  experience  in  this  line  and  was 
told  to  do  the  work  with  old  scrap.  A  considerable  amount 
of  work  of  this  kind  was  done  by  men  who  had  no  practical 
knowledge,  and  if  this  class  of  work  was  refused  insurance  by 
the  coniipanies,  the  people  who  were  responsible  for  getting 
llie  vt-ork  done  would  be  connpelled  to  spend  money  in  getting 
repairs,  etc.,  properly  executed.  Mr.  Tremblay  further  ex- 
pressed approval  of  the  act  just  passed  by  the  Quebec  Legis- 
lature by  which  lighting,  power  and  heating  systems  can  be 
installed  only  by  persons  holding  licenses. 

Mr.  W.  H.  Winter,  the  chairman,  ipromised  the  co-opera- 
tion of  members  of  the  luncheon  in  forming  a  committee  to 
educate  the  public  on  the  question  of  fire  prevention. 


Half-Cent  Rate  for  Ontario 

Should  Make  Electric  Cooking  Universal 

.A  joint  meeting  of  the  Ontario  Municipal  Electric  .Asso- 
ciation and  the  Hydro-Electric  Radial  Association  was  held  in 
Toronto  on  P'el)ruary  12.  .A  number  of  resolutions  were  car- 
ried, including  the  recommendation  that  Mr.  J.  W.  Lyon, 
chairman  of  the  Hydro-Radial  .Association,  be  appointed  to 
one  of  the  vacancies  in  tlie  Senate,  so  that  the  interests  he 
represents  may  be  given  fair  consideration. 

Another  resolution  favored,  the  taking  over  l)y  the  Do- 
minion Government  of  the  Grand  Trunk  and  Grand  Trunk 
Pacific.  The  C.P.R.  was  not  includetl.  In  passing  tiiis  latter 
resolution  the  hydro  representatives  apparently  had  in  mind 
the  electrification  of  many  of  the  branches  operating  in  Can- 
ada, wiiicli.  as  Sir  .Atfam  Beck  stated,  would  remove  the  neces- 
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sity  to  embark  upon  such  ;m  o\lonsi\o  sclicnio  of  radial  lines 
as  hail  been  contemplated. 

Sir  Adam  Beck  also  took  occasion  to  announce  the  in- 
auguration of  a  new  domestic  rate,  designed  tn  encourage 
cooking  and,  to  some  extent,  heating.  The  present  scheme 
calls  for  the  payment  of  a  certain  rale.  say.  :2  cents  per  kw.  h. 
up  to  a  certain  consumption  per  month,  say.  :iO  kw.  h..  and 
half  that  rate  (in  this  case  1  cent  per  kw.  li.)  for  all  excess.  It 
is  now  ^proposed  to  make  the  secondar>  rate  (1  cent  in  above 
case")  applicable  to  only  an  additional  consumption  of  a  fixed 
amount  (say,  30  kw.  h.,  as  above),  and  the  charge  for  all  in 
excess  (i.e.  above  60  kw.  h.  in  the  case  in  question)  at  half  the 
secondary  rate,  i.e.,  at  Vz  cent  per  kw.  h.  It  was  stated  that 
this  rate  is  already  being  tried  out  in  Ottawa,  and  that  other 
municipalities  will  be  allowed  to  use  it  as  soon  as  they  show 
suthcient  financial  strength. 


Prison  Reform  and  Capital  Punishment 

Mr.  Robert  Bickerdike,  president  of  the  National  Prison 
Reform  Association,  addressed  the  Montreal  electrical  lunch- 
eon on  February  V^  on  "Prison  Reform  and  Capital  Punish- 
ment." a  subject  on  which,  remarked  Mr.  Drew,  the  chairman, 
in  introducing  Mr.  Bickerdike,  members  of  the  electrical 
luncheon  had  no  inside  information.  The  speaker  referred 
with  satisfaction  to  the  progress  made  by  the  prison  reform 
movement,  particularly  in  Ontario,  where  the  result  had  been 
gratifying.  He  pointed  to  the  large  number  of  men  now  at 
work  on  the  land,  practically  without  restriction,  and  said  thai 
there  were  probably  only  10  per  cent,  of  the  total  number  of 
prisoners  at  Guelph  who  could  not  be  trusted  without  guards. 
In  the  Provinces  of  Ontario  and  Quebec  a  start  had  also  been 
made  in  this  reform  work. 

Touching  on  capital  punishment,  Mr.  Bickerdike  outlined 
many  of  the  well-known  arguments  in  favor  of  the  abolition 
of  hanging.  He  remarked  that  in  this  country  we  punished 
for  the  sake  of  revenge,  which  was  contrary  to  the  spirit  of 
Christianity.  The  object  of  punishment  was  to  reform  the 
prisoners  and  not  to  take  revenge.  He  was  opposed  to  capi- 
tal punishment  because  it  was  a  relic  of  barbarism.  He  stated 
that  he  had  received  letters  from  the  governors  of  thirteen 
states  in  America  to  the  ef¥ect  that  since  the  abolition  of  capi- 
tal punishment  crimes  had  not  increased  and  that  in  some 
states  it  had  decreased. 


Training  Men  for  Industry 

The  old  methods,  such  as  leading  a  man  to  a  lathe,  giving 
him  some  material,  and  telling  him  to  follow  his  blue  prints, 
and,  if  he  makes  good,  patting  him  on  the  1)ack,  but  if  he 
does  not  make  good,  firing  him,  and  that  of  trying  to  tell  a 
man  everything  there  is  to  be  known  about  a  lathe  and  ma- 
terial, are  now  things  of  the  past  in  the  more  up-to-date  estab- 
lishments, according  to  Mr.  C.  R.  Dooley,  manager  of  the 
education  department  of  the  Westinghouse  Electric  and 
Manufacturing  Company,  of  Pittsburg,  Pa.  In  Mr.  Dooley's 
talk  before  the  Toronto  section  of  the  American  Institute  of 
Electrical  Engineers  on  February  15  he  outlined  the  admir- 
able work  that  is  being  done  by  the  Westinghouse  Electric 
and  Manufacturing  Company  in  East  Pittsburg  in  training 
the  trades  apprentices  and  engineering  apprentices  in  the 
manufacturing  side  of  electrical  engineering.  Any  educational 
method  should  have  as  its  goal  leadership,  workmanship,  and 
spirit.  The  speaker  claimed  that  in  training  men  for  leader- 
ship they  could  obtain  workmanship  and  spirit  as  by-products. 

In  supplying  technical  assistants  to  the  various  execu- 
tives of  the  Westinghouse  Company,  Mr.  Dooley  found  that 
these  executives  required  their  subordinates  to  have,  first,  the 
human  characteristics,  such  as  good  judgment,  initiative,  ana- 
lytical ability,  courage,  etc.,  and,  as  a  less  important  part. 


technical  knowledge  of  the  fundamentals  of  their  profession. 
The  choosing  of  men  was  outlined,  various  methods  being 
employed,  among  which  are  Blackburn's  phrenology,  mechan- 
ical tests  of  Munsterberg,  and  tests  of  Warfield  Scott  of  the 
Northwestern  University  and  Thorndike  of  Columbia.  After 
the  men  are  selected,  the  method  of  training  is  to  place  the 
men  in  the  shops  and  to  carry  on  their  training  by  presentmg 
to  them  in  a  systematic  way  a  series  of  questions  that  apply 
to  their  daily  work.  These  men  can  obtain  the  answers  to 
their  questions  by  asking  their  foremen,  studying  the  litera- 
ture of  the  company,  or  by  any  other  means  they  wish.  Mr. 
Dooley  emphasized  the  value  of  personal  discovery,  and  he 
said  that  the  best  type  of  teacher  was  the  trained  fellow-em- 
ployee. The  situation  more  or  less  summed  up  would  be 
that  people  are  slightly  interested  in  things  they  are  told,  but 
vitally  interested  in  things  they  take  part  in. 

After  the  paper  a  most  interesting  and  heated  discussion 
was  entered  into,  some  of  those  taking  part  being  Professors 
Baker  and  Henderson  of  Queen's  University  and  Professor 
Price  of  Toronto  University.  Those  who  heard  Mr.  Dooley 
will  long  remember  his  most  excellent  presentation  of  a  sub- 
ject that  in  the  past  has  been  sadly  neglected  by  engineers 
and  employers  in  general,  but  one  that  is  coming  more  and 
more  to  be  realized  as  one  of  the  fundamental  activities  that 
any  live  organization  should  carry  on. 


March  Program  Toronto  Section  A.I.E.E. 

Friday,  March  1 — Engineers'  Club.  8  p.m.,  a  paper  by  Mr. 
R.  P.  Jackson,  of  the  research  division,  Westinghouse  Elec- 
tric and  Manufacturing  Company,  Pittsburg,  on  the  subject. 
"Commercial  and  Industrial  Research." 

P>iday,  March  8,  is  the  date  of  the  institute  meeting  at 
Cleveland,  in  which  the  Toronto  section  is  participating  as  a 
host.  An  interesting  program  of  papers  relating  to  under- 
ground distribution  and  the  use  of  electric  drive  in  steel  mills 
has  been  arranged;  also  a  joint  meting  with  the  Association 
of  Iron  and  Steel  Electrical  Engineers  and  an  informal  din- 
ner. 

Friday  March  15,  Engineers'  Club,  8  p.m.,  Mr.  J.  J.  Frank 
will  come  up  from  the  General  Electric  Company,  Pittsfield. 
Mass.,  to  give  a  paper  on  "Recent  Developments  in  Tratis- 
former  Practice." 


More  Storage  Dams  for  Quebec 

The  Quebec  Government,  in  pursuance  of  its  policy  of 
developing  the  water-powers  of  the  province,  has  passed  sev- 
eral bills  authorizing  the  Quebec  Streams  Commission  to  con- 
struct further  storage  dams,  this  authority,  however,  being 
subject  to  the  consent  of  tlie  Lieutenant-Governor-in-Council. 
Thus  dams  may  ])e  built  on  Lake  Kenogami,  a  branch  of  Lake 
St.  Jean;  on  the  Chicoutimi  and  Sable  Rivers;  the  St.  Anne 
and  Sauvanne  Rivers;  the  Jacques  Cartier  River,  and  else- 
where. The  expenditure  authorized  is  $4,000,000,  but  it  does 
not  follow  that  these  works  will  be  carried  out  immediately. 
The  commision  has  made  studies  and  plans  of  the  possibilities 
of  water  storage  on  numerous  rivers.  L'nder  another  bill 
power  is  given  to  purchase  railways,  camps,  a  power  plant, 
shops,  machinery,  etc..  constructed  by  the  St.  Maurice  Con- 
struction Company,  in  carrying  out  the  contract  for  the  build- 
ing of  La  Loutre  dam.  on  the  St.  Maurice  River.  The  price 
is  not  to  exceed  $500,000.  The  purchase  is  subject  to  the 
Shawinigan  Water  and  Power  Company.  Brown  Corporation, 
and  Laurentide  Company.  Ltd.,  agreeing  to  reimburse  the 
commission  $1,000,000  over  the  price  payable  under  a  previous 
contract  for  supplying  water  by  the  damming  of  the  St. 
Maurice.  The  payment  of  the  $1,000,000  is  to  be  spread  over 
40  years.  The  St.  Maurice  Construction  Company  also  agrees 
to  renounce  all  claims  for  extra  work  incurred  in  the  con- 
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slruction  of  La  Loutre  dam.  a  sum  of  .frJDS.HOT  being  men- 
tiiined  particularly  in  the  bill.  The  amount  of  $1,. '500,000  for 
the  La  Loutre  work,  previously  authorized,  is  to  be  raised  to 
.•i;-',. ■,00.000. 


The  Electric  Club  of  Toronto 

The  last  two  February  meetings  of  the  Electric  Club  of 
Toronto  were  of  unusual  interest.  On  l*>iday,  the  l.)th,  the 
club  was  addressed  by  Col.  Gordon  Morrison,  formerly  of  the 
10th,  but  latterly  in  command  of  the  18th  Overseas  Battalion 
in  France.'  Col.  Morrison  described  his  experiences  from  the 
time  he  left  Toronto  until  his  return  on  leave,  interjecting 
-ome  tine  bits  of  humor,  all  going  to  show  that  elticient  and 
iliorough  as  the  training  of  our  officers  may  he  ])eforehand, 
the  "Tommy"  still  has  it  on  him  in  many  points  as  the  hrmg 
line  is  approached. 

The  guest  of  the  club  on  the  22nd  was  Mr.  .Arthur  V. 
W  hite,  consulting  engineer  to  the  Commission  of  Conserva- 
tion. Mr.  White  descrilied  the  negotiations  that  have  taken 
place  from  time  to  time  during  past  years  between  the  L^nited 
■States  and  Canadian  Governments  regarding  international 
water-powers,  and  briefly  outlined  the  treaties  and  the  admin- 
istrative bodies  appointed  to  adjudicate  the  matters  at  issue, 
in  closing,  he  touched  upon  the  present  fuel  situation  and  the 
possiliility  of  water-power  in  the  form  of  electricity  taking  its 
place.  Mr.  White's  remarks  will  be  reviewed  at  some  length 
in  a  later  issue. 

The  speaker  for  March  1  is  Professor  G.  M.  Wrong,  of 
Toronto  University,  and  for  March  8,  Professor  J.  C.  Fields. 
The  chairman  for  the  month  of  March  is  Mr.  Frank  Kennedy. 


that  of  ordinary  tap  water  to  206  degrees-  F.,  the  consumption 
l)eing  recorded  on  -a  standardized  watt-hour  meter. 

The  following  utensils  were  used:  A  small  bluish-gray 
granite  kettle,  diameter  6  inches;  a  small  aluminium  kettle,  6 
inches  diameter,  perfectly  flat  bottom,  called  "new"  in  this 

TABLE  I— CO.MPARISOX  OF  .SURFACE  I'XIT  EFFICIENCIES 


Second  Acetic  Acid  Plant  for  Shawinigan 

Announcement  has  been  made  by  Mr.  J.  ]{.  .Vldred,  presi- 
dent of  the  Shawinigan  Water  and  Power  Comijany,  that  the 
company  would  shortly  erect  and  operate  a  plant  for  the 
manufacture  of  acetic  acid  for  the  United  States  Government, 
the  whole  enterprise  to  be  financed  by  that  government.  The 
plant  will  be  practically  a  duiplicate  of  the  one  at  present 
owned  and  o.perated  by  the  Shawinigan  company  through  its 
subsidiary,  the  Canadian   Electro    F^roduct-   (  nniMany.  The 
capital  expenditure  on  the  Canadian  FlectrM  I'lMiUicts  plant  is 
given  as  in  the  neighborhood  of  .$2,000,000,  and  tlic  new  con- 
struction will  involve  approximately  as  nuic'i.    The  financial 
statement  of  the  Shawinigan  W:iler  and  I'l.wer  (  .miiiany,  just 
submitted,  shows  gross  earnings  of  ^;2, 902, 210,  an  .expansion 
of  $576,338,  or  25  per  cent.,  while  net  revenue,  after  charges 
and  depreciation  reserve,  amounted  to  . $1,3.50, 864^- an  increase 
of  $97,128,  or  slightly  less, than  8  per  cent.   The  fower  patio  of 
gain  in  net  as  compared  with  gtoss  is  explained  chiefly  in  a 
rise  of  over  $200,000  in  expenditure.'under  the  head  of  "power 
purchased,"  and  upwards  of  $150,000  in  interest  charges.  The 
former  increase  refers  to  an  increased  amount  of  power  taken 
from  Laurentide,  a  purchase  which  went  to  swell  gross  re- 
venues, and  the  latter  increase  is  due  to  enlargement  of  sub- 
sidiary plants  the  full  benefit  of  which  has  not  been  reflected 
in  tlie  company's  revenues. 


Heat  Efficiency  of  Containing  Vessels 

Some  interesting  data  on  the  efficiency  of  various  types  of 
containing  vessels  when  heated  over  electrical  elements  is 
contained  in  an  article  by  R.  G.  KloefTler  in  a  recent  issue  of 
the  Electrical  World.  Experiments  were  made  with  iioth 
open  and  enclosed  units  and  kettles  of  both  granite  and  alu- 
minium of  various  sizes  were  used.  Tiie  readings  were  taken 
'  :t  the  amount  of  heat  recpiircd  to  raise  the  tetiiperaiure  from 
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article  because  it  had  a  bright,  new  surface;  a  small  alumin- 
ium kettle,  same  as  above,  exce])t  that  it  was  discolored  and 
dented  on  the  bottom  (called  "old");  an  aluminium  fireless 
cooker  pan,  with  perfectly  flat  s-inch  liottom;  an  agate  granite 
pan  and  a  white  granite  pan,  each  S  inches  diameter.  All  the 
utensils  were  lifted  with  covers. 

The  efficiency  of  the  equipment  is  shown  in  Tables  I,  2, 
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ami  3.  Table  1  gives  the  ti^mires  tor  open  ami  enclosed  units 
with  granite  and  new  ahuniniuni  utensils.  I'roni  the  average 
percentages  it  may  be  noted  that  the  open  type  has  approxi- 
mately 5  per  cent,  greater  efficiency  when  used  with  granite 
than  with  aluminium.  With  the  enclosed  type  of  heating 
unit,  however,  the  rc\crse  is  the  case.  The  average  showing 
of  the  new  aluminium  vessel  is  S  per  cent,  higher  in  abso- 
lute efficiency  than  the  granite.  In  terms  of  relative  efficiency 
these  figures  become  13.7  per  cent,  and  20.7  per  cent,  in  the 
two  cases.  In  explanation  of  these  findings  the  author  offers 
the  following: 

"The  open-type  units  give  up  their  heat  principally  by 
radiation,  though  some  convection  and  conduction  will  take 
place.  On  the  one  hand,  the  granite  dishes  will  readily  absorb 
the  radiated  heat,  while  the  aluminium,  if  bright,  will  have  a 
tendency  to  reflect  the  heat  downward  again.  On  the  other 
hand,  the  enclosed  unit  gives  out  most  of  its  heat  by  conduc- 
tion, with  smaller  amounts  emitted  by  radiation  and  convec- 
tion. Here  the  granite  dish,  because  the  coating  of  enamel  is 
a  poor  conductor  of  heat,  does  not  receive  the  heat  readily, 
while  the  aluminium  dish,  since  aluminium  is  an  excellent  con- 
ductor of  heat,  acts  more  efficiently." 

Tables  2  and  3  give  the  results  of  further  tests.  These 
show  that  the  new  aluminium  utensil  is  approximately  8  per 
cent,  more  "efficient  than  the  old  one  with  open  units,  and 
about  48  per  cent,  more  efficient  with  closed  units.  These 
tables  also  give  figures  using  utensils  with  and  without  lids. 
Columns  5  and  6  are  computed  efficiencies  when,  after  being 
heated  for  30  minutes,  the  utensils  remained  on  the  unit  until 
the  boiling  of  the  wated  ceased. 

The  figures  in  Table  3  indicate  that  the  color  of  the 
enamel  afifects  the  amount  of  heat  absorbed,  though  the  differ- 
ence is  small.  'The  second  section  in  this  table  compares  the 
efficiency  with  the  time  required  for  a  given  rise  in  tempera- 
ture, using  two  dif?erent  heating  units  of  1,100  and  1,500  watts 
respectively.  The  results  show  that  the  extra  time  is  gained 
at  an  increase  in  total  cost.  The  last  section  of  Table  3  indi- 
cates that  the  units  show  a  decrease  in  efiiciency  after  being 
in  service  for  a  time. 


Electrical  Hazards  in  Bathrooms 


Editor  Electrical  News: 

I  have  read  with  much  interest  your  timely  article  on  the 
above,  and  agree  with  you  that  accidents  such  as  the  one 
alluded  to  should  not  be  lightly  passed  over. 

In  our  practice  in  Winnipeg  we  have  largely  prevented 
the  use  of  portable  devices  in  bathrooms  by  insisting  for  some 
years  upon  lamp  sockets  or  receptacles  being  placed  out  of 
reach;  but,  where  radiators  are  required,  we  either  see  that 
the  receptacle  is  placed  well  away  from  the  plumbing  fixtures 
or  call  for  the  grounding  of  the  radiator  frame. 

A  close  study  of  this  problem  will,  I  think,  lead  to  the 
conclusion  that  ultimately  we  may  find  it  advisable  to  follow 
the  British  practice  and  call  for  the  grounding  of  the  frames 
of  portable  devices.  Such  a  rule  has  applied  for  work  com- 
ing within  the  scope  of  the  British  Factory  and  Workshops 
Acts  since  1908.  This  protection  is  also  recommended  by  the 
United  States  Bureau  of  Standards  in  their  "National  Safety 
Code,"  November,  1916,  in  which  it  is  stated  that  "the  perman- 
ent grounding  of  frames  of  portable  devices,  etc.,  when  the 
devices  are  used  within  eight  feet  of  the  floor  in  locations 
such  as  bathrooms,  laundries,  etc.,  where  persons  may  easily 
touch  grounded  surfaces  at  the  satne  time  as  the  device,  is 
recommended  as  a  safety  measure.  Such  grounding  may  be 
obtained  by  the  use  of  a  three-wire  portable  cord  with  the 


portable  device,  one  wire  being  used  for  the  ground  conduc- 
tor and  the  connections  being  properly  designed  so  that 
wrong  connections  cannot  be  made  by  the  user." 

It  might  be  profitable  to  have  a  discussion  of  these  pro- 
l)lems  and  any  safeguards  proposed,  and  I  would  be  delighted 
if  some  of  your  readers  would  let  us  have  their  views,  aspe- 
cially  as  to  whether  the  new  rule  of  the  National  Code  (1918 
edition)  calling  for  the  continuous  identification  of  the  neu- 
tral wire  would  afford  a  solution  of  the  difficulty  by  using  the 
same  as  a  "ground."  Of  course,  certain  obvious  fundamentals 
would  be  necessary  in  such  a  case — for  instance,  no  grounding 
of  secondaries  by  means  of  driven  rods  would,  I  venture  to 
say,  be  considered  an  adequate  form  of  grounding  in  such  a 
case.  Yours  truly, 

(Signed)  F.  A.  Cambridge, 

City  Electrician, 

Winnipeg,  Man. 


A  Travelling  Anti-Waste  Exhibit 

In  a  large  manufacturing  plant  where  thousands  are  em- 
ployed it  is  surprising  to  learn  of  the  food  products  and  man- 
ufacturing material  wasted  each  day.  To  give  the  employees 
of  the  Westinghouse  Electric  and  Manufacturing  Compan}' 
some  idea  of  the  waste  the  management  devised  the  novel 
scheme  of  fitting  up  a  storage  battery  truck  as  a  travelling 
exhibit,  upon  it  a  collection  of  foods  wasted,  including  bread, 
butter,  meat,  cakes,  crackers,  pickles,  cheese,  fruits,  etc.,  as 
well  as  a  quantity  of  manufacturing  materials,  such  as  copper, 
zinc,  lead,  mica,  rubber,  felt,  gum,  and  similar  materials,  much 
of  which  could  be  used  to  advantage.  It  is  estimated  that  the 
foodstuffs  wasted  per  day  amounts  to  between  $35  and  $50, 
the  cost  of  which,  of  course,  comes  out  of  the  employees' 


Striking  exhibits  of  waste  products. 

pockets,  the  waste  of  material  amounting  to  hundreds  of  dol- 
lars per  day,  which  would  be  a  loss  to  the  company  if  it  were 
not  that  a  force  of  men  are  continually  assorting  the  seem- 
ingly scrap  material  and  turning  it  back  for  use  or  so  that  the 
highest  price  may  be  obtained  for  scrap  produce,  all  due 
largely  to  the  thoughtlessness  and  carelessness  of  the  em- 
ployees. Above  the  material  was  constructed  a  sign  reading, 
in  large  letters,  "Wasted,"  and  underneath  the  words,  "Food 
brought  from  your  homes,"  and  on  the  other  side,  "Materials 
belonging  to  the  company."  This  truck  was  driven  up  and 
down  the  shop  aisles  so  that  the  employees  could  look  upon 
it  and  form  in  their  minds  some  idea  of  the  waste.  Such  an 
object  lesson  is  valuable  at  this  time,  when  everyone  should 
take  all  precautions  necessary  to  effect  as  little  waste  as  pos- 
sible. 
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Transmission  Line  Practice— Poles  and 

Towers— Article  III. 


The  properties  of  conductors  have  occupied  the  first  two 
articles  in  this  series;  it  is  next  necessary  to  consider  the  line 
supports.  First  and  foremost  among  these  is  the  wood  pole. 
It  has  been  pointed  out  by  Mr.  R.  D.  Coombs*  that  the  wood 
pole  is  very  nearly  ideal  as  a  line  support  because  the  stresses 
it  has  to  carry  are  almost  identical  with  those  which  Nature 
designed  the  tree  to  withstand.  The  difference  is,  however, 
that  the  tree  is  permeated  with  living  sap,  whereas  the  pole 
is  not,  hence  the  elasticity  of  the  latter  will  probably  be  lower 
and  unless  its  cells  are  impregnated  it  will  be  subject  to 
decay.  Since  the  primitive  days  of  power  transmission,  when 
poles  were  felled  and  trimmed  right  along  the  site  of  the 
line,  the  selection  of  poles  has  been  more  carefully  studied, 
with  the  result  that  certain  materials,  e.g.,  white  cedar,  red 
cedar,  and  chestnut,  have  been  found,  from  their  natural  im- 
pregnation, to  be  most  resistant  to  decay,  and  have  practically 
become  standardized  wherever  they  are  readily  obtainable. 
In  view  of  the  extended  use  of  wood  poles  in  Europe  for 
telegraph  and  power  lines,  the  practice  of  impregnating  the 
whole  pole  as  followed  in  the  old  world  is  of  interest.'  The 
specification  of  the  British  Board  of  Trade  states:  "Poles 
shall  be  sound  winter-felled  red  fir,  free  from  long  knots  or 
other  defects,  and  with  the  natural  butt,  and  shall  be  well  in- 
jected with  creosote."  The  standard  quality  of  creosote  or 
wood  tar  injected  amounts  to  10  lbs.  per  cubic  foot  of  pole. 
In  addition,  the  butt  and  gains  are  frequently  painted  with  a 
coating  of  hot  Stockholm  tar.  Poles  treated  in  this  manner 
have  been  found  to  yield  a  life  of  thirty  years  or  more. 

In  America  it  is  now  universal  practice  to  treat  the 
butts  and  crossarm  gains  with  carbolineum,  and  in  view  of 
the  increased  demand  for  reliability  and  the  growing  cost 
of  renewals,  it  is  probable  that  all  poles  will  sooner  or  later 
be  completely  impregnated  in  a  tank,  as  is  done  in  England. 
Not  the  least  advantage  of  a  thorough  treating  process  is 
that  it  places  a  cheap  pole  lumber,  such  as  pine  or  Douglas 
fir,  almost  on  a  par  with  cedar,  in  respect  of  durability. 

Wood  poles  offer  much  less  diversity  than  specially  de- 
signed steel  transmission  structures,  as  they  are  purchased 
in  a  limited  number  of  stock  sizes,  against  specifications 
covering  size,  straightness  and  general  freedom  from  de- 
fects. Most  of  the  cedar  poles  in  use  for  modern  transmis- 
sion lines  fall  within  the  Classification  A  of  the  National 
Electric  Light  Association,  (see  Fig.  8).  Such  poles  as  are 
covered  by  this  specification  will  readily  sustain  the  stresses 
arising  from  a  three-phase  circuit  of  No.  4/0  copper  on 
spans  of  200  feet.  Heavier  conductors  will  be  taken  care 
of  by  the  use  of  the  same  pole  on  a  shorter  span  length. 
With  the  high  transmission  pressures  now  in  use  a  double 
circuit  cannot  be  satisfactorily  mounted  on  a  single  pole; 
even  with  a  single  circuit  the  limit  of  a  pole  is  reached  at 
around  50,000  volts,  beyond  which  the  crossarms  become  too 
lung.  This  problem  is  met  by  bracing  two  poles  together 
in  the  form  of  an  H  with  one  horizontal  crossarm  across  the 
tnp.  This  type  of  construction  is  being  used  by  the  Appala- 
chian Power  Company  (80,000  volts).  Central  Colorado  Power 
(  (impany  (100,000  volts),  and  the  Montana  Power  Company 
(  100,000  volts).  This  construction  provides  a  reserve  of 
stability  so  that  the  span  length  can  be  rcasonaljly  increased. 
For  corner  and  dead  end  stresses  the  construction  is  still 
further  modified  l)y  the  use  of  a  four-pole  structure  mounted 
fin  a  square  base  and  guyed. 

'■  ("  Pole  and  Tower  Lines,"  McGraw,  New  York). 


By  Lieut.  E.  T.  Driver  and  E.  V.  Pannell 

However,  notwithstanding  the  simplicity  and  economy  of 
wood  pole  lines,  steel  towers  are  now  standard  practice  for 
modern  high  tension  lines.  A  span  of  eight  hundred  feet 
can  easily  be  handled  by  one  steel  tower  carrying  two  cir- 
cuits, whereas  H  poles  mounted  every  two  hundred  feet 
would  be  necessary  to  carry  one  of  these  circuits  only.  The 
total  number  of  poles  replaced  by  one  tower  would,  therefore, 
be  sixteen.  Further,  the  tower  line  would  require  six  in- 
sulators per  eight  hundred  feet,  whilst  the  pole  line  would 
necessitate  twenty-four.  The  difficulty  of  obtaining  reason- 
ably good  deliveries  on  steel  shapes  has  recently  been  the 
reason  for  the  installation  of  several  important  transmission 
lines  with  wood  poles,  but  this  condition  is  only  a  temporary 
one. 

The  first  steel  tower  line  to  be  erected  for  power  trans- 
mission was  that  of  the  Guanajuato  Power  Company,  in 
Mexico,  in  190,3,  and  the  number  of  towers  erected  in  the 
succeeding  fifteen  years  is  estimated  at  half  a  million.  Dur- 
ing this  period  the  design  of  the  transmission  structure  has 
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Fig.  8 — Proportions  of  Cedar  Poles 
(Class  A,   N.E.L.A.  Specification) 

been  carefully  studied,  until  its  stresses  and  their  distribu- 
tion are  fairly  well  understood.  The  principal  loads  sus- 
tained hy  any  transmission  line  support  are  of  two  kilns,  (a) 
transverse,  and  (b)  longitudinal.  The  first  is  the  total  hori- 
zontal load  due  to  the  summated  wind  pressure  on  all  the 
ice-covered  wires  of  a  span  plus  tlic  wind  pressure  on  the 
structure  itself.  As  already  shown,  the  wind  load  on  the 
wires  is  commonly  accepted  at  eight  pounds  per  square  foot 
of  the  projected  area;  this  including  a  correction  factor  for 
cylindrical  surfaces  of  sixty  per  cent.  On  the  tower  mem- 
bers themselves  the  surface  being  flat  the  wind  pressure  will 
be  8/.6  —  13  lbs.  per  square  foot,  and  will  be  figured  upon 
twice  the  area  of  one  side.  Except  in  the  case  of  a  dead 
end  or  corner  tower  the  longitudinal  load  (b)  is  very  small, 
with  a  well  constructed  line,  but  it  is  necessary  to  allow  for 
abnormal  conditions.  Along  the  line  normally  the  pull  on 
the  tower  from  one  side  is  exactly  balanced  by  an  identical 
pull  on  the  other  side.  Should  two  cables  swing  together 
and  burn  off  there  will  be  an  unbalanced  pull  on  the  tower 
crossarm  amounting  to  the  tension  in  these  two  conductors 
just  before  parting.  However,  several  features  come  in  to 
reduce  this  uni)alance(l   pull,   and   it   will   be   found   tiiat  it 
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can  never  be  quite  as  great  as  calculated  on  the  above  basis, 
and  in  most  instances  is  probably  very  much  less.  As  each 
wire  breaks  the  suspension  insulator  swings  up  into  line 
with  the  next  span.  This  very  short  additional  length  con- 
siderably relieves  the  stress.  Even  in  the  case  of  pin  type 
insulators  where  there  is  no  such  flexible  element,  it  will 
be  found  that  the  cabk  slips  through  the  tie  wire  before 
the  tower  can  yield.  Furthermore,  from  the  properties  of  a 
suspended  wire  it  is  obvious  that  every  fraction  of  an  inch 
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cables  at  the  maximum  stress.  This  stress  amounts  to  oO  - 
000  lbs  per  square  inch  with  copper  and  as  a  No.  4/0  cable 
has  an  area  of  .160  square  inches  the  tension  amounts  to 
.5.000  lbs.  per  cable.    When  three  cables  fail  the  total  load  is 

(b)  =  15,000  lbs. 
or  three  times  the  maximum  transverse  load. 

It  is  common  practice  to  specify  a  test  load  applied  di- 
agonally being  the  resultant  of  loads  (a)  and  (b).  How- 
ever, load  (b)  if  figured  upon  three  conductors  failing-  would 
seem  to  provide  ample  margin  of  safety. 

These  foregoing  observations  apply  to  suspension  towers. 
Where  a  corner  has  to  be  turned  in  the  line  or  the  cables 
have  to  be  dead-ended,  the  structure  must  have  consider- 
ably more  stability,  and  it  is  usual  to  test  such  a  tower  with 
a  horizontal  load  equal  to  the  failure  of  all  the  cables  on 
one  side,  or,  in  other  words,  with  double  the  load  of  a  stand- 
ard structure.  Such  towers  will  be  spaced  from  one  every 
tenth  to  every  sixth  span,  and  still  more  frequently  in  un- 
certain ground,  or  where  the  alignment  changes.  From 
70  to  90  per  cent,  of  the  line  towers  will,  however,  be  of 
the  standard  type.  The  function  of  the  tower  is  to  transmit 
the  horizontal  load  (which  usually  is  assumed  to  centre  on 
the  middle  crossarm)  down  to  the  footings.  Fig.  10  shows 
diagrammatically  how  a  single  concentrated  load  (such  as 
a  test  loading)  is  distributed  in  the  fundamental  types  of 
tower.  The  designs  have  been  simplified  as  far  as  possible 
in  order  that  the  principles  may  be  made  plain.  Most  actual 
towers  are  a  combination  of  two  of  these  types,  being  gen- 
erally similar  to  I.  or  11.  across  the  line  and  to  II.  or  111. 
in  the  line  direction.    Since  as  already  seen  the  stresses  in 


Fig.  10— Structure  and  stress  diagrams  for  three  elementary  types  of 
transmission  line  towers  under  concentrated  test  load  of  15,000  pounds 
horizontal.  The  dotted  ties  carry  no  stress  with  the  load  on  the  side 
as  shown.     No  allowance  for  weight. 

which  is  added  to  the  length  of  the  catenary  will  cause  a 
considerable  reduction  in  the  tension.  Now  every  transmis- 
sion tower  will  yield  a  few  inches  without  failing,  and  so 
automatically  relieve  the  horizontal  load. 

However,  it  is  considered  good  practice  to  assume  work- 
ing conditions  a  little  more  severe  than  they  actually  are,  and 
the  average  test  requires  of  a  suspension  tower  that  it  shall 
not  fail  until  a  pull  amounting  to  the  tension  in  half  of  the 
conductors  on  one  side  is  applied.  Except  in  the  case  of 
very  small  conductors,  this  stress  is  considerably  greater  than 
the  transverse  wind  load,  and  forms  the  basis  of  the  design 
for  the  towers.  It  is  obviously  unsatisfactory  to  design  a 
tower  with  light  bracing  in  one  direction  and  heavier  members 
on  the  other  sides,  just  because  one  set  of  loads  is  less  than 
the  other;  the  whole  structure  is  figured  on  the  basis  of 
the  greater  load.  Consider  a  double  circuit  line  of  No.  4/0 
copper  with  two  3/8  in.  ground  wires  of  galvanized  steel 
strung  upon  a  span  of  600  feet.  The  lateral  wind  pressure 
per  foot  on  this  size  of  wire  with  inch  ice  will  be  1.01  lbs. 
and  the  total  span  will  amount  to: 

6  X  1.01  X  liOd  =    :5()40  lbs. 

The  load  per  foot  on  the  3/8  in.  ground  wire  is  .91  11)S. 

and  the  total 

2  x    .91  X  600  =    1090  1I)S. 


cttb 


Tola!  Load  (a)         =    -1^30  Il)s. 
Now  consider  the  pull  generated  by  the  failure  <>!  three 


Fig  11— Structure  and  stress  diagrams  for  three  elementary  types  of  trans- 
mission line  tower  under  a  distributed  (wind)  and  concentrated  (cable 
load  Type  I  requires  the  strut  LE  to  carry  the  horizontal  load,  but 
this  member  becomes  less  necessary  and  is  seldom  used  with  sloping  legs. 
The  tension  members,  shown  dotted,  of  course  come  into  action  when 
the  load  is  on  the  other  side. 

this  latter  direction  form  the  basis  of  the  design,  types  II. 
and  III.  will  naturally  be  of  the  most  interest;  however,  the 
main  point  to  observe  in  reference  to  Fig.  10  is  the  man- 
ner in  which  the  stresses  are  accumulated  upon  the  lower 
section  of  the  tower  legs.  Fig.  11  brings  the  matter  a 
stage  nearer  to  actual  operating  conditions,  as,  instead  of 
one  horizontal  test  load  near  the  apex  of  the  tower,  a  slightly 
-malkr  load  is  applied  at  the  same  place,  together  wilh  a  dis- 
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trihuted  load  due  to  wind  on  the  sUnu-ture.  This  leads  to  a 
different  distribution  of  stresses  in  the  hracing.  hut  the  main 
compression  load  is  carrieii  by  the  lower  part  of  the  corner 
members  as  before.  The  bottom  horizontal  member  KL  in 
type  1.  is  dispensed  with  as  being  less  necessary  in  the  other 
designs  where  the  sides  are  battered.  However,  the  lowest 
diagonal  has  to  carry  the  same  horizontal  stress  in  any  case 
and  a  danger  exists  of  making  the  bottom  panel  between 
ground  and  the  lowest  strut  too  king  for  safety.  Ten  miles 
of  an  important  transmission  line  was  wrecked  in  one  night 
owing  to  too  long  an  unsupported  panel  causing  the  tower 
legs  to  shut  up  like  a  pair  of  scissors.  It  is  best  for  the  joint 
between  the  bottom  diagonal  and  the  tower  leg  to  be  made 
about  a  foot  below  the  ground  surface.  This  enables  the 
horizontal  component  of  the  load  to  be  transmitted  to  the 
tower  leg  without  any  appreciable  shear  and  the  practice 
has  been  adopted  by  the  Alabama  Power  Company  on  their 
recently  erected  lines. 

Apart  from  this  somewhat  troublesome  horizontal  load, 
the  principal  stress  in  the  structure  is  the  compression  in 
the  legs,  and  where  other  things  are  equal  and  the  foot- 
ings are  good,  the  tower  will  not  fail  until  the  main  com- 
pression angle  buckles.  To  ensure  the  maximum  strength 
against  buckling  the  legs  are  frequently  cross  braced  to  re- 
duce to  a  minimum  the  unsupported  length  and  the  ratio 
of  this  length  to  the  minimum  radius  of  gyration  of  the 
section  is  kept  at  the  lowest  practicable  proportion.  A  ratio 
of  100  represents  good  design,  and  120  is  the  maximum  de- 
sirable. Since  r  for  an  equal  sided  angle  is  approximately 
b/5  (where  b  is  the  breadth  of  the  angle)  then  to  secure  a 
maximum  1/r  ratio  of  100  the  unsupported  length  must  not 
exceed  twenty  times  the  width  of  the  angle.  A  common 
size  of  corner  angle  for  a  heavy  tower  is  4  in.  x  4  in.  x  ^  in., 


in  which  case  it  will  be  seen  that  the  ma.ximum  length  between 
cross  struts  should  not  exceed  80  ins. 

Several  formulas  exist  for  calculating  the  buckling  stress 
on  a  strut  and  four  of  those  in  use  for  tower  work  are  given 
below.  These  are  supposed  to  give  the  safe  load  based  on 
a  safety  factor  between  two  and  three: 

National  Elec.  Light  Assn.  p  =  24000  —  60  X  1/r  =  18,000  lb. 
Rankine  p  =  21500/(1  +  lV36000r"-)  =  16,800  lb. 

.\!abama  Power  Co.  p  =  25000/(1  +  lVl8000r=)  =  16,100  lb. 
European  (Tetmajer)  Formula  p  =  22000  —  81  1/r  =  15.900  lb. 

The  last  column  gives  the  actual  stresses  obtained  by 
using  the  formula  for  a  ratio  1/r  of  100  and  it  will  be  seen 
that  there  is  quite  a  disparity,  which  is  a  good  reason  for 
adopting  a  liberal  factor  of  safety  in  figuring  this  stress. 

Some  idea  of  the  diversity  of  tower  designs  is  afforded 
by  Fig.  9;  however,  it  will  be  found  on  analysis  that  their 
design  is  in  every  case  based  upon  the  principles  outlined 
above.  The  figure  for  horizontal  load  given  in  this  diagram 
refers  to  the  tension  in  three  conductors  for  a  double  circuit 
tower,  and  in  two  conductors  for  a  one  circuit  structure, 
except  where  it  is  defined  as  the  actual  test  load. 

Flexible  towers  or  A  frames,  have  not  been  treated  in 
this  article;  their,  design  is  based  on  the  distribution  of 
transverse  loads  only  except  for  the  anchor  towers,  which 
are  figured  like  any  other  four-leg  structure.  The  A  frame 
is  based  upon  the  presumptions  already  mentioned,  that  in 
the  case  of  two  or  more  cables  failing  the  load  on  the  sup- 
port is  less  than  that  calculated,  because  (a)  the  insulators 
and  tie  wires  will  yield,  and  (b)  the  tower  will  yield  suffi- 
ciently to  equalize  the  stress,  and  (c)  the  remaining  con- 
ductors and  the  ground  wires  will  afford  stability. 

The  fourth  article  in  this  series  will  appear  in  the  April 
1  issue,  and  will  be  entitled  "High  Voltage  Considerations." 


What  Does  Electric  Illumination  Cost? 

Fuel  Saving  by  Curtailment  of  Light  is  Very  Little  in  Comparison  with  the 

Possible  Economies  in  Other  Directions 

 By  Preston  S.  Millar*  

The  cost  of  artificial  illumination  of  all  kinds  is  one-half  tral  station  power   13.000,000 

to  two  per  cent,  of  the  total  expenditure  of  the  people.  It  Estimated  saving  in  coal  by  maintaining  tempera- 
compares  with  certain  other  expenditures  as  follows:              ■         ture  of  building  interiors  at  67  degs.  F.  in- 

Illumination  $500,000,000  stead  of  70  degs.  F   10.000.000 

Liquors                                                                   665,000,000  it  is  evident,  therefore,  that  the  total  consumption  of 

Tobacco                                                                  490,000,000  coal  in  the  production  of  all  electric  light  is  relatively  not  a 

Coal  Consumed  in  Electric  Lighting  very  large  item  in  the  coal  consumption  of  the  country.  If 

The  significant  figures  to  have  in  mind  when  discussing  the  entire  electric  lighting  of  the  country  were  cut  off  the 

this  subject  are  as  follows,  all  being  rough  approximations:  saving  in  coal  would  be  only  twenty-four  per  cent,  of  the 

Approximate  Coal  Consumption  for  1917  required  saving,  and  no  more  than  would  be  accomplished  by 

Tons  ^  reduction  of  readily  practicable  extent  in  the  heatmg  of 

Total  coal  output  of  the  country  (United  States).  640,000,000  buildings.    In  considering  lighting  curtailment,  therefore,  it 

Total  employed  in  production  of  electric  light  and  is  important  to  bear  in  mmd  that  even  .f  every  candlepower 

power  (traction  excluded)                                   36,000,000  of  electric  lighting  were  wasted  the  loss  ot  coal  involved 

Total  employed  for  production  of  light  by  elec-  would  not  be  the  great  outstandmg  coal  waste  of  which  this 

^j-l^^^y                                                                12  000  000  country  is  guilty.    As  relatively  little  light  is  wasted,  it  is 

According  to'  these  '  estimates,  about  2  per '  cent. '  of  'the  evident  that  the  amount  of  coal  which  can  be  saved  by  cur- 
coal  consumption  of  the  country  goes  into  electric  light.  tailment  of  electric  lighting  is  small.  Our  discussion  has  to 
Some  comparisons  may  assist  to  provide  a  proper  perspective  do  with  the  saving  which  it  may  be  possible  to  effect  in  the 
for  the  consideration  of  these  data.  2  per  cent,  of  the  country  s  coal  which  is  consumed  in  electric 

Tons  bghtmg. 

^,u.                   -liri    i  Present  Status  of  Artificial  Lighting 

Coal  shortage  the  equivalent  of  which  must  be  " 

saved                                                                    50,000,000  Before  the  present  period  of  fuel  stringency,  the  employ- 
Estimated  saving  in  coal  during  1914  if  all  private  ment  of  artificial  light  had  increased  rapidly.    In  some  classes 
plant  power  could  have  been  replaced  ])y  cen-  of  service  it  had  attained  a  stage  which  in  the  present  state 

  ~  of  the  art  was  considered  bv  experts  to  be  reasonably  satis- 
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factory  with  respect  to  intensity,  though  not  so  in  respect  to 
the  manner  in  which  the  light  was  used.  Such  a  condition, 
however,  was  exceptional.  Upon  the  whole  artificial  lighting 
has  been  inadequate,  considering  the  best  advantages  to  the 
public.  Safety,  conservation  of  vision,  economy  in  produc- 
tion, commercial  success,  and  aesthetics,  singly  and  in  various 
combinations,  require  improved  utilization  of  artificial  light 
which  in  many,  if  not  in  most  cases,  involves  the  production 
of  more  light. 

Within  the  past  two  weeks  the  author  has  requested  a 
number  of  members  of  the  Society  to  express  their  views 
as  to  the  adequacy  of  standard  lighting  practice.  The  con- 
census of  the  opinions  secured  is  presented  in  the  fol- 
lowing table: 

Present  Day  Ideas  of 
Desirable  Practice  as 
Classes  of  Compared  with 

Lighting  Service  ^   Practice  Just 

*  Before    the  War 

Street  (civic,  not  white  way)    +  '^0% 

Public  Buildings    (schools,   colleges,  insti- 

tions,  etc.)   +100 

Industrial   +1^5 

Protective  (outside  and  inside)    +400 

Commercial   (ofifices,   stores,   etc.)    +40 

Residence   (including  hotels,  clubs,  etc.)..  +  30 

Recreational    (churches,    theatres,  saloons, 

etc.)    ■••  0 

Advertising  (signs,  white  way.  show  win- 
dows, etc.)    0 

Miscellaneous   +100 

Assuming  a  distribution  of  illumination  among  the  sev- 
eral classes  of  lighting  service  named  it  develops  that  accord- 
ing to  the  consensus  of  opinion  of  these  10  men,  electric 
lighting  as  a  whole  ought  to  be  increase  by  about  73  per 
cent,  in  order  to  conform  to  the  concensus  of  their  opinions 
as  to  desirable  intensities. 

In  relatively  few  instances  has  more  artificial  light  been 
employed  than  the  circumstances  warrant.  There  is  occa- 
sionally encountered  a  popular  opinion  that  artificial  light 
is  used  more  largely  than  is  necessary.  The  phrase  "over 
illumination"  appears  to  have  found  some  place  in  popular 
parlance.  The  origin  of  this  impression  is  to  be  found  not 
in  the  use  of  too  much  artificial  light,  but  rather  in  the  glare 
of  exposed  light  sources  which  are  excessively  bright  and 
which  create  the  impression  of  high  illumination.  Good  illum- 
ination involves  correct  practice  in  respect  to  intensity, 
diffusion  and  color  of  light.  When  the  artificial  illumination 
is  correctly  designed  as  to  diffusion  and  direction,  there  is 
no  suggestion  of  over  illumination.  To  talk  of  over  illum- 
ination by  artificial  light  is  unreasonable,  in  view  of  the  fact 
that  intensities  range  from,  say,  a  minimum  of  0.01  foot- 
candle  outdoors  to  a  maximum  of  5  foot-candles  indoors, 
while  sunlight  as  we  employ  it  ranges  frotTi,  say,  10  foot- 
candles  indoors  to  a  number  of  thousands  of  foot-candles 
outdoors.  How  then  is  it  possible  to  speak  of  over  illumina- 
tion by  artificial  light,  when  the  brightest  artificial  illumina- 
tion is  only,  say,  one-quarter  of  the  least  bright  sunlight 
which  is  used  for  the  same  purpose  within  buildings? 

Let  us  base  our  consideration  firmly  upon  the  fact  that 
indiscriminate  curtailment  would  involve  reduction  from  light- 
ing standards  which  are  less  than  adequate. 

Estimate  of  Practicable  Curtailment 

The  author  has  prepared  the  following  rough  estimates 
of  the  manner  in  which  artificial  light  is  distributed  among 
the  several  classes  of  service  adopted  as  a  classification  for 
this  purpose.  There  are  no  general  statistics  on  this  sub- 
ject. Some  fragmentary  data  and  the  opinions  of  several  nun 
engaged  in  the  lighting  business  have  been  obtained.  It  is 
to  be  emphasized,  however,  that  these  figures  should  not  be 


•sjBuiixojddE  XmSnoj  XaaA  UBqi  3jolu  SuiqiXuE  se  p3;d30DE 
Beside  these  figures  showing  approximate  distribution 
of  lighting  among  several  classes  of  service  are  figures  re- 
presenting the  concensus  of  opinion  of  ten  qualified  ob- 
servers as  to  the  extent  to  which  lighting  in  each  class 
of  service  ought  to  be  curtailed  or  increased  in  the  present 
emergency.  The  values  are  probably  reasonably  indicative 
of  expert  opinion  on  this  subject  at  the  present  time. 

Adjustment  of  Illumination  Intensities  which  According  to 
Expert  Opinion  Ought  to  be  Made  from  Standards 
Existing  Before  the  War  in  View  of  the  War 
and  the  Fuel  Shortage 

Class  of  P"^''  Cent.  Desirable 

Lighting  Service  Distribution  Adjustments 

in  Intensity 

Street                                    ...  15  —  5% 

Public  Building   3  —  10 

Industrial    18  +50 

Protective   1  +200 

Commercial   30  —  30 

Residence   36          —  30 

Recreational   40 

Advertising   5  —  80 

Miscellaneous    5  —  10 

100%  Net  —  7% 
The  final  adjustment  of  artificial  light  which  ought  to  be 
made  at  the  present  time  depends  on  the  one  hand  upon 
the  need  for  obviating  extravagant  lighting  and  eliminating 
waste,  and  on  the  other  hand  upon  the  importance  of  pro- 
moting industry  and  safeguarding  lives  and  property.  The 
net  adjustment  based  upon  the  estimates  and  opinions  sum- 
marized in  this  table,  appears  at  the  foot  of  the  table  and  is 
of  the  order  of  — 7  per  cent.  Adjustments  in  particular 
classes  of  service  range  from  a  maximum  curtailment  of 
—80  per  cent,  in  advertising  lighting  to  a  maximum  increase 
of  +  300  per  cent,  in  protective  lighting. 

One  may  ask  why  this  net  saving  should  be  adopted  as 
the  conclusion  from  this  survey  instead  of  175.4  per  cent., 
which  is  the  gross  saving  from  which  no  deduction  is  made 
to  cover  the  desirable  increases.  The  author  would  consider 
himself  unworthy  to  discuss  this  important  subject  before 
the  Illuminating  Engineering  Society,  if  he  failed  to  insist 
that  exrept  in  the  presence  of  an  actual  coal  shortage  which 
could  not  be  compensated  by  saving  elsewhere,  the  increases 
in  intensities  which  are  recommended  for  certain  classes  of 
service  are  more  important  to  the  public  welfare  than  is  the 
coal  saving  which  it  is  desirable  to  effect  in  other  classes  of 
lighting  service.  The  net  saving,  therefore,  is  the  value 
which  should  enter  into  our  calculations. 

It  will  be  recognized  that  both  the  extent  of  lighting  and 
the  level  of  illumination  intensity  in  each  class  of  lighting  are 
involved  in  this  survey.  In  protective  lighting,  for  example, 
it  is  a  more  extensive  application  rather  than  higher  intensity 
which  is  required.  In  industrial  lighting,  on  the  other  hand, 
higher  intensities  are  deemed  advisable. 

Desirable  readjustment  of  artificial  lighting  to  meet  war 
conditions  and  to  assist  in  meeting  the  coal  shortage,  con- 
sists, therefore,  in  eliminating  extravagant  and  unnecessary 
light,  in  reducing  the  intensity  in  a  few  places,  in  increasing 
the  intensity  in  a  few  classes  of  lighting  and  in  extending 
lighting  in  other  classes  of  service. 

Methods  of  Lighting  Curtailment 

\  arious  methods  of  reducing  artificial  lighting  as  a  war 
measure  have  been  proposed  as  follows: 
1.  Remove  unnecessary  lamps. 

:i.  Extinguish  all  lamps  when  they  are  not  needed, 
."i.  Extinguish  some  of  tiie  lamps  when  possible. 
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-i.  M'.bsuiuU'  >inallcr  m/Cs  ol  lamps. 
5.  Replace  inefficient  hy  efficient  lamias. 

Other  Means  of  Saving  Fuel 

To  arrive  at  suggestions  for  saving  fuel  used  fur  light- 
ing purposes  without  deleterious  effect,  one  should  consider 
the  elements  of  inefficiency  in  lighting,  and  ihr  ].( i>silMlity 
of  eliminating  them.  Such  a  line  of  consideration  brings  the 
following  to  the  fore. 

Good  Utilization  of  Light.— Selection  .d'  suitable  reflec- 
tors or  other  lighting  accessories  may  in  siunc  cases  make  it 
possihle  to  provide  cijually  good  illumination  while  using 
smaller  or  fewer  lamps. 

Good  Maintenance.— Dirt  cuts  down  lighting  efficiency 
markedly.  Statistics  are  available  to  show  that  cleaning  of 
lamps  and  lighting  accessories  has  increased  the  useful  illum- 
ination by  as  much  as  one-third.  It  is  reasonable  to  state  that 
the  difference  between  good  and  poor  maintenance  of  a  light- 
ing system  will  account  for  30  per  cent,  of  the  total  light. 

Use  of  Good  Reflecting  Surfaces.— Good  white  paint  or 
other  good  light  reflecting  surfaces  conserve  light  materially. 
Sometimes  a  wall  or  side  of  a  building  may  be  whitewashed 
with  the  result  that  more  daylight  is  reflected  into  an  in- 
terior, thus  reducing  the  use  of  artificial  light. 

Other  measures  which  are  attracting  favorable  consider- 
ation hut  which  are  not  within  the  scope  of  illuminating  en- 
gineering, include  the  following: 

Daylight  Saving.— The  adoption  of  summer  daylight  sav- 
ing as  now  proposed  is  estimated  to  be  capable  of  reducing 
the  coal  consumption  of  electric  central  station  steam  plants 
l)y  230,000  tons  per  annum  for  the  entire  country.  A 
suggestion  to  advance  the  period  of  activity  by  one  hour  the 
entire  year  round,  which  is  now  attracting  considerable  at- 
tention, is  estimated  to  afford  about  the  same  saving  to  the 
public  in  lighting  bills,  but  to  result  in  a  somewhat  greater 
saving  of  coal  on  account  of  the  more  favorable  load  factor 
for  power  plants  which  would  result  in  the  winter  months. 

Utilization  of  Water  Power.— It  is  estimated  that  only 
about  one-tenth  of  the  available  water  power  of  this  country 
is  developed.  Most  of  the  remainder  is  in  the  western  states. 
Much  .of  it  is  remote  from  centers  of  population.  All  wiW 
require  time  for  development  after  legislative  impediments 
shall  be  removed.  It  is  clear,  however,  that  tremendous  re- 
ductions in  coal  consumption  may  be  effected  in  the  future 
through  further  utilization  of  our  water  resources. 

Elimination  of  Small  Power  Plants.— The  inherently 
lower  efficiency  of  small  plants,  together  with  the  less  ex- 
pert operation  which  in  general  they  receive,  is  estimated 
to  be  responsible  for  the  use  of  one-third  more  coal  than 
necessary.  This  element  of  waste  is  even  more  serious  in 
England  than  in  this  country,  as  is  evidenced  by  a  recent 
report  (April  16,  1917)  of  the  Coal  Conservation  Sub-Com- 
mittee of  the  Reconstruction  Committee,  in  which,  after 
pointing  out  that  the  average  capacity  of  English  generating 
plants  is  5,000  h.p.,  it  is  stated  that  "The  present  coal  con- 
surhption  if  used  economically  would  produce  at  least  three 
times  the  present  amount  of  power." 

Coal  Saving  Through  Curtailment  of  Electric  Light 

It  has  been  shown  that  the  net  reduction  in  the 
use  of  electric  light  which  in  the  view  of  lighting  experts  it 
is  desirable  to  make  in  the  present  circumstances  of  war  and 
coal  shortage  is  of  the  order  of  7  per  cent,  of  the -total  electric 
light  produced.  If  a  proportional  amount  of  coal  saving  be 
assumed,  this  would  mean  a  reduction  in  coal  consumption  of 
8-!0.000  tons  per  annum.  This  is  the  maximum  extent  to 
which  it  is  saved  through  electric  lighti.ng  curtailment.  Such 


a  saving  compares  with  other  possible  annual  savings  as 
follows: 

Tons 

Total  saving  which  must  be  accomplished  ...    ■'■  50,000.000 
Net  saving  thought  desirable  through  curtailment 

of  electric  lighting   840.000 

Saving  if  one  degree  lower  temperature  is  adopt- 
ed for  building  interiors,  i.e.,  69  degs.  instead 

•      of  70  degs.  F   3.000,000 

Saving  if  each  family  decreased  by  one  shovelful 

its  daily  use  of  coal   ..  15,000,000 

The  saving  which  is  possible  in  the  heating  of  buildings 
looms  large.  Our  practice  in  this  respect  is  to  heat  build- 
ings to  a  considerably  higher  temperature  than  is  done  in 
Europe.  The  coal  which  might  be  saved  by  operating  build- 
ings at  the  temperatures  which  prevail  in  Europe  instead  of 
at  the  temperatures  which  we  effect,  would  be  more  than 
the  equivalent  of  the  entire  consumption  of  coal  in  electric 
lighting.  Even  the  saving  of  one  shovelful  of  coal  per  day 
makes  any  practicable  saving  through  electric  lighting  cur- 
tailment seem  very  small. 

This  relatively  small  quantity  of  coal  may  be  saved 
through  curtailment  of  electric  lighting  at  the  expense  of  a 
certain  amount  of  damage  to  business.  The  business  of  those 
who  depend  upon  this  form  of  advertising  will  suffer  and  the 
revenues  of  the  lighting  companies  and  of  manufacturers  of 
lighting  appliances  will  be  reduced.  If  it  shall  be  decided  that 
the  best  interests  of  the  country  demand  that  this  relatively 
small  amount  of  coal  be  saved  at  the  expense  of  damage  to 
business  there  is  every  reason  to  anticipate  ready  and  un- 
questioning compliance  on  the  part  of  those  affected.  In 
view,  however,  of  the  much  larger  savings  of  coal  which  may 
be  affected  in  other  ways  it  is  to  be  hoped  that  the  relative 
disadvantages  of  saving  these  840,000  tons  through  lighting 
curtailment  and  through  other  means  will  be  weighed  most 
carefully. 

As  to  accomplishing  greater  savings  of  coal  through 
even  more  extensive  curtailment  of  lighting  it  nmst  be  re- 
membered that  general  reduction  beyond  the  amount  ap- 
proximated in  the  cencensus  given  above  would  be  at  the  ex- 
pense of  diminished  safety,  reduced  production  and  impair- 
ment of  vision.  It  would  put  in  jeopardy  the  results  of  the 
work  of  this  Society  in  bringing  standards  of  artificial  illum- 
ination up  toward  the  place  where  the  best  interests  of  the 
public  will  lie  served.  In  the  author's  judgment  such  cur- 
tailment would  be  wise  only  if  the  coal  shortage  should  be- 
come so  acute  that  distinct  impairment  of  the  human  energy 
of  the  country  would  be  preferable  to  the  use  of  the  amount 
of  coal  involved. 

Conclusions 

The  Fuel' Adininistration  in  the  performance  of  its  tre- 
mendously difficult  and  delicate  task  has  evidenced  a  desire  to 
avoid  damage  to  business  wherever  possible.  At  the  same 
time  it  has  rightly  insisted  upon  economy  in  the  use  of  fuel 
and  upon  the  elimination  of  waste.  While  it  appears  that 
rather  more  attention  has  been  devoted  to  the  reduction  of 
fuel  consumption  through  the  curtailment  of  light  than  the 
importance  of  this  among  the  other  means  of  saving  coal 
would  warrant,  yet  the  lighting  industry,  like  other  business 
interests,  has  manifested  a  desire  to  do  its  bit  cheerfully,  and 
has  sought  to  carry  out  the  letter  and  the  spirit  of  all  regu- 
lations. The  author's  point  of  view,  as  stated  in  the  intro- 
duction to  this  paper,  is  predicated  upon  the  superlative  im- 
portance of  winning  the  war  and  upon  the  importance  of 
economy  as  a  means  to  that  end.  Accordingly  this  discus- 
sion has  sought  to  emphasize  all  methods  of  curtailing  the 
use  of  light  which  are  believed  to  be  promotive  of  ultimate 
economy  and  to  be  free  from  consequences  which  are  of 
Concluded  on  page  40) 
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Steam  Railways  Use  25  Per  Gent,  of  Total  Fuel 
Mined— If  Electrified  This  Gould  be  Reduced 
by  Two-Thirds — Great  Economies  Possi- 
ble in  This  Direction 

Mr.  E.  W.  Rice,  president  ot  the  General  Electric  Com- 
pany, and  also  of  the  American  Institute  of  Electrical  Engi- 
neers, speaking  of  the  coal  shortage  of  the  last  two  months 
and  its  relation  to  the  development  of  our  water-powers  and 
the  electrification  of  our  railway  systems,  pointed  not  only  to 
the  saving  that  might  be  effected  in  coal  consumption,  but 
dwelt  also  on  the  greater  capacity  of  our  railways  as  at  pres- 
ent equipped  with  rolling  stock  if  they  were  operated  by  elec- 
tric power  instead  of  by  steam.  Much  has  been  said  about 
the  saving  to  he  made  through  cutting  down  our  use  of 
li.ghts,  which  is  responsible  for  somethin.g  less  than  :l  per  cent, 
of  our  total  coal  consumption,  l)Ut  Mr.  Rice  pointed  out  that 
our  railways  are  consuming  aliout  25  per  cent,  of  the  total 
coal  mined,  and  that  this  is  operating  under  such  inefficient 
conditions  that  it  recjuires  0  pounds  of  coal  to  produce  1 
horse-power  hour.  It  follows  that  if  this  equipment  were 
replaced  by  electric  traction  with  three  times  as  high  an  effi- 
-  ciency,  a  saving  of  16  2/3  per  cent,  of  the  total  consumption 
of  coal  would  be  effected  in  one  item — many  times  the  pos- 
sible saving  if  all  our  lighting  systems  were  eliminated  alto- 
gether. Some  interesting  extracts  from  Mr.  Rice's  address 
are  given  herewith: 

We  are  now  in  the  midst  of  an  extraordinary  coal  famine, 
due  to  causes  which  it  is  unnecessary  and  perhaps  undesir- 
able for  us  to  attempt  to  outline.  However,  I  would  like  to 
point  out  in  the  first  place  liow  much  worse  the  situation 
might  have  been  were  it  not  for  the  contributions  of  the 
electrical  engineer  and  manufacturer;  and,  second,  how  much 
better  our  condition  might  have  been  if  our  contributions  had 
been  more  extensively  utilized. 

Electricity  in  Coal  Mines 

Suppose  we  assume  that  tlie  present  serious  situation  is 
I'ue  to  a  lack  of  production  of  coal.  It  is  comforting  to  con- 
sider to  what  extent  conditions  surrounding  such  production 
iiave  been  improved  and  how  the  amount  of  coal  mined  has 
lieen  already  increased  by  the  use  of  electrical  devices  in  con- 
nection with  coal  mining — such,  for  example,  as  the  electric 
light,  electric  coal  cutters,  electric  drills,  and  electric  mining 
and  hauling  locomotives.  I  have  no  figures  before  me,  but  1 
think  it  is  a  fairly  safe  assumption  that  the  amount  of  coal 
mined  has  been  increased  at  least  25  per  cent,  on  the  average 
by  the  employment  of  such  electrical  devices.  If  this  esti- 
mate were  cut  down  to  10  per  cent.,  it  would  still  leave  an 
increase  in  the  tonnage  of  coal  produced  of  something  like 
50,000,000  tons  during  the  past  year. 

If,  on  the  other  hand,  the  difficulty  is  not  due  to  a  short- 
age in  the  production  of  coal,  but  rather  to  the  failure  of  tlie 
distributive  agencies  of  the  country,  it  is  interestin.g  to  see 
how  this  difficulty  would  have  been  largely  remoxcd  if  tlie 
railroads  of  the  country  were  operated  by  electricity  instead 
of  steam.  Where  electricity  has  been  substituted  for  steam  in 


the  operation  of  railroads,  10  to  50  per  cent,  increase  in  actual 
capacity  of  existing  tracks  and  other  facilities  has  been  de- 
monstrated. This  increased  capacity  has  been  due  to  a  var- 
iety of  causes,  but  largely  to  the  increased  relial)ility  and 
capacity,  under  all  conditions  of  service,  of  electrical  locomo- 
tives. This  has  enabled  a  speeding  up  of  the  train  schedules 
by  some  25  per  cent.,  under  average  conditions.  Of  course, 
under  the  conditions  which  prevail  in  extreme  cold  weather, 
when  the  steam  locomotives  practically  go  out  of  Inisiness, 
the  electric  locomotives  make  an  even  better  showing.  It  is, 
therefore,  not  too  much  to  say  that  if  the  roads  of  the  country 
were  now  electrilied  no  breakdown  of  our  coal  supi)ly,  due  at 
least  to  failure  of  distribution,  would  exist. 

The  terrors  of  these  "heatless  days"  will  not  ha\e  licen 
without  benefit  if  thej-  direct  the  attention  of  the  people  and 
of  our  lawmakers  to  tlie  frightful  waste  of  two  of  our  coun- 
try's most  valuai)le  assets — our  potential  water-power  and  our 
coal  reser\-es.  The  first,  potential  water-power,  is  lost  be- 
cause it  is  allowed  to  run  to  waste,  undeveloped,  unused.  The 
second  asset,  coal,  is  wasted  for  exactly  the  opposite  reason. 
It  is  being  used,  Init  in  a  frightfully  ineffective  and  inefficient 
manner. 

The  waterfalls  constitute  potential  wealth  which  can 
only  be  truly  conserved  by  development  and  use — millions  of 
horse-power  are  running  to  waste  every  day,  which  once  har- 
nessed for  the  benefit  of  mankind  become  a  perpetual  source 
of  wealth  and  pro'sperity. 

A  Tremendous  Coal  Waste 

It  is  really  terrifying  to  realize  that  25  per  cent,  of  the 
enormous  amount  of  coal  which  we  are  digging  from  the 
earth  each  year  is  burned  to  operate  our  railroads  under  such 
inefficient  conditions  that  the  average  of  six  pounds  of  coal 
is  required  per  horse-power  hour.  The  same  amount  of  coal 
burned  in  a  modern  central  power  station  would  produce 
equivalent  to  tliree  times  that  amount  of  power  in  the  motors 
of  an  electric  locomotive,  even  includin.g  all  the  losses  of  gen- 
erarion  and  transn;ission  from  the  source  of  power  to  the 
loco.notive. 

Where  water-power  may  be  utilized,  as  in  our  mountain- 
ous districts  in  the  West,  all  of  the  coal  used  for  steam  loco- 
motives can  be  saved.  In  the  Middle  Atlantic  States,  how- 
ever, water  powers  are  not  sufficient,  and  it  will  be  necessary 
in  a  scheme  of  electrification  that  ihe  locomotives  be  oper- 
ated from  steam-turbine  stations. 

We  should  not  be  justified  in  being  so  confident  of  the 
benefits  of  electrification  of  railroads  if  every  clement  in  the 
problem  had  not  been  solved  in  a  thoroughly  practical  man- 
ner. The  electric  generating  power  stations,  operated  either 
l)y  water  or  by  steam  turbine,  have  reached  the  highest  de- 
gree of  perfection,  efficiency,  and  reliability,  while  the  Irans- 
mission  of  electricity  over  long  distances  with  reliability  has 
l)ecome  a  commonplace. 

It  may  l>e  said  that  the  i)resent  is  not  a  pro|)itious  time  in 
wiiich  to  deflect  any  of  the  country's  ca|)ilal  into  railroad 
electrification.  I  think  that,  in  spite  of  the  enormous  advan- 
tages of  which  I  have  spoken,  we  should  be  inclined  to  agree 
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with  such  a  poimt  of  view  if  it  were  not  for  the  recent  un- 
pleasant demonstration  of  the  apparent  failure  of  our  railroad 
transportation  systems  to  \iieet  the  demands  which  have  been 
placed  upon  them  by  the  industries,  aggravated,  it  is  true,  by 
the  war  conditions  and  also  by  the  unkindness  of  the  weather. 

What  assurance  have  we  that  the  present  conditions  are 
temporary,  and,  even  if  they  imiirove.  as  they  surely  shall 
with  the  coming  of  warm  weather,  what  are  we  going  to  do 
next  winter? 


The  Autobus  as  a  Feeder  for  Electric  Railways 

While  not  in  all  cases  satisfactory  from  a  financial  point 
of  view,  auto  buses  have  proved  very  useful  at  many  points  m 
the  United  States  where  the  transportation  problem  is  urgent 
for  consideration  but  where  traffic  does  not  yet  warrant  the 
extension  of  existing  electric  railways.  In  other  words,  as  a 
choice  between  two  alternatives  the  auto  bus  is  the  lesser  evil. 
The  Municipal  Railway  Company  of  San  Francisco,  on  Janu- 
ary 15,  this  year,  put  in  service  a  bus  system  to  serve  as  a 
feeder  to  one  of  its  car  lines  from  an  outlying  residential  sec- 
tion. This  is  described  by  Mr.  N.  Eckart,  railway  engineer, 
San  Francisco  Board  of  Public  Works,  in  the  Electric  Rail- 
way Journal.  For  the  present  the  buses  operate  over  two 
routes— one  and  two  miles  in  length  respectively.  On  both 
lines  the  route  is  paved,  except  for  a  half-mile  of  oiled  mac- 
s,dam.   Two  buses  maintain  a  ten-minute  headway  on  the  two- 


Auto  Bus  used  by  Municipality  of  San  Francisco 

mile  line,  and  a  single  bus  runs  on  a  fifteen-minute  schedule 
on  the  other.  The  average  speed  is  twelve  miles  per  hour. 
Two  buses  are  kept  in  reserve  in  case  of  breakdown  among 
the  other  three. 

The  buses,  which  are  arranged  to  seat  18  passengers  and 
will  carry  as  many  more  standing,  are  of  the  p.a.y.e.  type,  de- 
signed for  one-man  operation.  They  are  mounted  on  White 
one-ton  chassis,  and  are  equipped  with  37  x  5  in.  pneumatic 
tires,  single  on  the  front  and  double  on  the  rear.  The  buses 
are  15  ft.  long,  7  ft.  wide,  and  have  a  wheel  base  of  13  ft.  8  in. 
The  weight,  light,  is  7,830  pounds.  They  are  fully  enclosed, 
with  drop  sash,  and  finished  in  harmony  with  the  municipal 
electric  cars.    The  cost  was  $5,624  each,  fully  equipped. 

In  the  final  acceptance  test  the  performance  was  as  fol- 
lows on  a  run  of  103.7  miles:  Fuel  consumption  (gasoline  at  9 
cents  per  gallon,  wine  measure),  15  gallons,  or  6.9  miles  per 
gallon  (the  bid  guarantee  was  6  miles  per  gallon);  total 
elapsed  time,  including  361  full  stops  of  ten  seconds  each,  eight 
hours  and  twenty-five  minutes,  or  an  average  speed  of  12.33 
m.p.h.  (the  specifications  called  for  12  m.p.h.).   The  conditions 


of  the  aljove  test  were  that  the  bus  be  loaded  4,000  pounds 
above  standard  equipment,  and  that  the  speed  could,  at  no 
time  exceed  20  m.p.h.  The  test  course  was  so  selected  as  to 
represent  average  city  conditions  and  included  grades  up  to 
10  per  cent. 


Quebec  Railway  Plans  Campaign 

At  a  meeting  of  the  directors  of  the  Quebec  Railway. 
Light,  Heat,  and  Power  Company,  held  recently,  plans  were 
discussed  for  increasing  the  company's  sources  of  revenue. 
Mr.  W.  J.  Lynch,  general  manager  of  the  company,  ^ojiitlined 
the  plans,  which  consist  of  an  extensive  propaganda  to  adver- 
tise the  company's  power  facilities  with  a  view  to  enticing 
Western  capital  into  the  Province  of  Quebec,  particularly  on 
the  company's  lands  in  and  around  the  city  of  Quebec,  the 
idea  in  view  being  the  furnishing  of  power  to  the  industries 
backed  by  the  capital  so  attracted. 

The  company  has  water-powers  at  Montmorency  Falls, 
the  Natural  Steps  just  above  the  falls,  at  Chaudiere  Falls,  and 
on  the  Jacques  Cartier  and  Ste.  Anne  Rivers.  The  total 
amount  developed  is  48,000  h.p.,  and  there  is  stated  to  be 
further  power  available  to  the  amount  of  25,000  h.p.,  with  an 
additional  3,000  h.p.  when  the  proposed  dam  on  the  Jacques 
Cartier  River  is  completed.  At  the  present  time  the  company 
has  a  surplus  of  15,000  h.p.  "With  coal  at  prices  ranging  from 
$8  a  ton  up,"  said  Mr.  Lynch,  "the  cost  per  24  hour  h.p.  is  now 
about  $76,  as  compared  with  $35  to  $45  for  electric  power, 
according  to  the  amount  taken.  The  ever-increasing  diffi- 
culties in  the  matter  of  coal  supply  also  tend  to  throw  a  very 
favorable  light  on  hydro-electric  power,  inasmuch  as  the 
manufacturer  may  contract  from  three  to  ten  years  ahead  for 
his  power  and  know  exactly  what  it  is  going  to  cost  him." 

Mr.  Lynch  further  stated  that  the  company  were  going  to 
conduct  a  vigorous  electric  heating  campaign  in  the  city  of 
Quebec,  from  which  a  revenue  of  $700,000,  at  least,  could  be 
anticipated.  Sir  Rodolphe  Forget,  president  of  the  company, 
is  placing  before  the  Dominion  Government  a  proposal  that 
the  company  electrify  the  new  Quebec  Bridge  and  take  all 
trains  across  by  means  of  electric  locomotives.  This  would 
relieve  materially  the  damage  to  the^  structure  caused  by 
smoke  and  steam  from  the  coal  locomotives.  It  was  pointed 
out  that  it  would  cost  the  government  more  for  painting  the 
bridge  under  present  conditions  than  would  be  paid  to  the 
Quebec  Railway,  Light,  Heat,  and  Power  Company  for  elec- 
tric service. 


The  Winnipeg  Railway  Situation 

At  a  recent  meeting  of  the  Winnipeg  City  Council,  called 
to  discuss  the  transportation  question.  Mr.  Edward  Ander- 
son, K.C..  solicitor  for  the  Winnipeg  Electric  Railway  Com- 
pany, stated  that  the  company  is  losing  approximately  $400,000 
yearly  owing  to  jitney  competition,  increase  in  operating 
costs,  and  so  on.  Expenses  have  grown  from  $1,369,000  in 
1913  to  $1,762,000  in  1917.  In  discussing  the  jitney  question. 
Mr.  Anderson  pointed  out  that  the  city's  contract  with  the 
company  gave  his  clients  exclusive  right  of  transportation  on 
the  streets  of  Winnipeg,  with  tlie  exception  of  that  provided 
by  animal-drawn  vehicles.  The  contract  called  on  the  com- 
pany to  build  and  maintain  a  large  proportion  of  the  width  of 
the  streets.  Further,  the  company  had  to  keep  this  clear  of 
snow.  He  pointed  out  that  after  a  snowstorm  it  could  be 
noticed  that  the  only  part  of  the  road  used  by  the  jitneys  was 
that  cleared  by  the  company's  sweepers,  and  it  was  obviously 
unfair  that  they  should  have  to  clear  the  pavement  to  allow 
their  opponents  to  operate.  A  serious  financial  crisis  was 
averted  in  January  only  by  personal  guarantees  of  some  of 
the  directors.  Mr.  .\nderson  stated  he  understood  there  was 
not  another  large  city  on  the  American  Continent  where  the 
jitneys  have  not  been  abolished  or  will  be  very  shortly. 
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Essence  of  Address  Before  the  Toronto  Electrical 
Contractors'  Association,  at  Their  Dinner,  Thurs- 
day, Feb.  7,  by  H.  A.  Beach,  credit  manager. 
Northern  Electric  Company,  Toronto 

The  rough  pencil  sketches  used  by  Mr.  Beach  are  reproduced  here- 
with to  facilitate  the  discussion  which  is  to  be  continued  on  March  7. 

The  imiportance  of  an  adequate  and  efficient  accounting 
scheme,  especially  adaptable  to  the  smaller  contractor,  has 
been,  I  believe,  the  subject  of  discussion  in  your  association 
for  quite  some  little  time.  On  November  1  last,  when  I  had 
the  [pleasure  of  addressing  some  of  the  members  of  this 
assemblage  on  a  subject  w^hich  I  chose,  as  "The  Relationship 
Between  the  Contractor  and  Credit  Man,"  I  felt  somewhat 
flattered  being  asked  at  that  meeting  to  lead  a  discussion  on 
the  matter  of  an  accounting  system  for  the  smaller  contractor. 
Since  then  an  important  court  case  has  resulted  in  an  amend- 
ment of  the  statutes,  dealing  with  the  "proper  books  of  ac- 
counts," and,  through  the  courtesy  of  the  mailing  department 
of  your  association,  we  have  given  you  a  copy,  on  a  postcard, 
of  this  amendment.  I  am  sure,  in  reading  this  over,  you  will 
realize  now  more  than  ever  the  absolute  necessity  and  the  im- 
portance of  maintaining  a  proper  set  of  books. 

It  was  not  anticipated,  I  am  sure,  by  any  one  of  the  mem- 
bers that  the  proposal  of  a  subject  for  discussion  would  have 
developed  into  one  of  such  apparent  interest,  for  the  simple 


reason  that  to  go  into  the  matter  as  thoroughly  as  it  necessi- 
tates would  require  quite  some  length  of  time.  However,  for 
the  puiipose  of  this  meeting  and  considering  the  comparatively 
short  time  at  our  disposal,  we  have  deemed  it  a  matter  of  ex- 
pediency to  present  this  subject  to  you  in  the  shape  of  dia- 
grams, that  you  can  all  see,  and  which  are  facsimiles  of  the 
forms  suggested. 

I  want  to  emphasize  the  expression  of  "suggested,"  as  it 
was  not  my  intention  to  present  this  as  a  matter  of  authority 
in  any  way,  because  we  have  undoubtedly  with  us  to-night 
representatives  of  larger  business,  those  especially  who  have 
outgrown  the  smaller  system,  and  we  expect  they  have  pro- 
fited by  their  experience  in  the  kindergarten,  so  to  speak,  of 
electrical  bookkeeping.  Therefore,  we  ask  for  your  honest 
criticism,  and  solicit  your  help  in  our  demonstration. 

Success  Depends  on  the  Operator 

P'irst  of  all  we  must  attach  importance  to  the  fact  that 
System  means  order,  carefulness,  and  accuracy,  or,  in  one 
phrase,  a  complete  understanding  of  one's  business  and  a  de- 
finite knowledge  of  one's  affairs  at  any  time.  In  preparing 
these  forms  I  have  endeavored  to  keep  foremost  in  my  mind, 
as  the  principal  features,  the  simplest  competent  method 
which  is  economical  both  in  cost  and  labor  saving.  Of  course, 
it  is  conceded  that  any  system,  no  matter  where  it  is  em- 
ployed, is  to  a  great  degree  successful  only  by  the  operator. 
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KiR-   1 — Diagram  illustrating  the  inter-relation  of  the  various  elements  in  the  business  to  the  annual  statement. 
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Fig.  2— Daily  Cash  Sheet,  showing  st; 

It  is  bound  to  be  affected  and  modified  by  local  conditions, 
and  must  be  adaipted  to  suit  the  volume  of  work  required  and 
the  time  afforded.  Inasmuch  as  these  forms  are  all  practical 
and  self-explanatory,  we  will  not  spend  too  much  time  on  the 
explanation  of  them,  and  will  accordingly  leave  a  more  com- 
plete understanding  of  them  to  be  gained  in  the  different  dis- 
cussions. 

However,  some  of  the  principal  forms  that  we  have  used 
other  than  those  of  an  ordinary  accounting  system  are  the 
••job  and  cost  record"  and  "voucher  form"  (see  forms  here- 
with). In  connection  with  the  "job  and  cost  record,"  you  will 
note  that  we  have  prepared  this  form  to  suit  general  opera- 
tions as  we  find  them  among  local  contractors.  Its  purpose 
is  to  give  a  complete  detailed  record  and  cost  of  each  indi- 
vidual job.  The  intention  is  that  the  ruling  will  appear  on 
both  sides  of  the  sheets,  thereby  enabling  more  than  one  form 
to  be  used,  if  necessary,  on  any  particular  job.  The  informa- 
tion shown  on  the  right-hand  lower  corner  are  the  particulars 


or  "factor"  as  it  is  often  referred  to  by  manufacturing  con- 
cerns, is  generally  added  separately  on  both  material  and 
labor.    We  will  leave  this  one  form  for  another  discussion. 

I  would  next,  just  briefly,  touch  upon  the  operations  cov- 
ered by  the  voucher  form.  One  of  the  principal  duties  of  this 
form  in  connection  with  "accounts  payable"  is  to  eliminate  the 
use  of  the  journal  and  have  this  feature  of  the  work  performed 
by  a  voucher  form.  It  is  the  intention,  for  simplicity's  sake, 
to  file  all  invoices  in  chronological  order  for  each  individual 
suipplier,  and,  at  the  time  of  payment  period,  to  summarize 
these  invoices  after  they  have  borne  their  respective  approvals 
and  are  in  line  for  payment,  on  the  voucher  form,  making  a 
total  of  the  recapitulation,  which,  of  course,  would  be  the 
amount  of  the  cheque.  This  voucher  form  is  forwarded  with 
the  cheque  to  the  supplier,  who  receipts  it  in  the  space  pro- 
vided below  and  returns  it  to  you  for  filing  with  invoices. 
This  affords  a  complete  transaction,  accessible  for  ready  refer- 
ence  and  posting  can  be  made  direct  to  the  ledger,  thereby 
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Fig.  3 — Workman's  Daily  Time  Card 


of  a  rubber  stamp,  that  can  be  purchased  at  a  very  nominal 
cost.  The  impression  to  be  made  on  the  last  sheet  for  this  in- 
formation will  give  postings  to  the  controlling  accounts  m  the 
ledger.  The  line  for  profits  is  a  matter  open  for  discussion  as 
to  whether  or  not  overhead  expense,  which,  by  the  way,  car- 
ries the  overhead,  other  than  the  job  expense.    The  •'loading," 


saving  duplication  in  posting  to  the  journal.  This  is  merely 
a  simplified  extraction  of  the  voucher  cheque  method,  with 
which  you  are  undoubtedly  all  familiar  with,  but  enables  the 
use  of  cheques  supplied  by  the  various  banks. 

In  order  to  devote  for  discussion  the  remainder  of  the 
time  allotted  to  me,  1  think  perhaps  it  is  advisable  to  bring 
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Fig.  4 — Job  and  Cost  Record — Note  Summary  at  lower  right-hand  corner 
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these  generiil  remarks  to  a  ooiu-lusion.  hut  lielore  doing  so  I 
would  like  to  iprapose  one  subject  for  discussion — the  question 
of  overhead  expense  and  gross  prolUs  This,  it  seems  to  me, 
is  one  of  the  most  vital  ipoints  ui  >  our  business  to-day.  It  is 
surprising  what  little  thought  is  given  to  it,  for  the  simple 
reason,  1  believe,  that  a  great  many  of  us  do  not  (luite  realize 
the  proper  basis  for  determining  it.  One  authority  goes  so  far 
as  to  say  that  nine-tenths  of  the  retailers  are  making  less  than 
they  think  they  are,  ami  are  always  surprised  when  they  hnd 
it  out.  If  we  can  possibly  devote  a  few  moments  to  this  ques- 
tion, which,  you  see,  occupies  a  prominent  role  in  this  scheme, 
I  am  sure  it  -will  be  well  worth  while  for  any  information  that 
may  help  even  only  one  in  our  company  here  to-night.  Just 
permit  me  to  say,  as  we  go  over  each  feature  individually,  that 
we  take  it  for  granted  that  each  one  of  you  has  an  accounting 
method  of  his  own,  and  this  is  not  an  attempt  to  enforce 
something  on  anyone  present,  but  rather  the  idea  is  to  offer  a 
few  helpful  suggestions  for  your  approval  If  one  of  you 
derives  any  benefit  by  its  adoption,  either  in  part  or  whole,  we 
will  indeed  feel  well  repaid  for  any  time  that  has  been  spent  in 
its  preparation. 

Following  Mr.  Beach's  explanation  of  the  various  forms, 
the  members  entered  heartily  into  the  discussion.  It  was 
found,  however,  that  it  would  be  quite  impossible  to  co-relate 
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RECEIVED  FROM  THE 
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1  FULL  SETrTLEMENT  OF  THE  ABOVE 
 DOI-l_ARS  . 


Charge,  in  addition  to  what  you  pay  for  hired  help,  an 
amount  equal  to  what  your  services  would  be  worth  to  others; 
also  treat  in  like  manner  the  services  of  any  member  of  your 
family  employed  in  the  business  not  on  the  regular  pay  roll. 

4.  Charge  depreciation  on  all  goods  carried  over  on  which 
you  may  have  to  make  a  less  price  because  of  change  in  style, 
damage,  or  any  other  cause. 

5.  Charge  depreciation  on  buildings,  tools,  fixtures,  or 
anything  else  suffering  from  age  or  wear  and  tear. 

6.  Charge  amounts  donated  or  subscriptions  paid. 

7.  Charge  all  fixed  expenses,  such  as  taxes,  insurance, 
water,  light,  fuel,  etc. 

8.  Charge  all  incidental  expenses,  such  as  draj'age.  post- 
age, office  su(pplies,  livery,  or  expenses  of  horses  and  w'agons. 
telegrams  and  telephones,  advertising,  canvassing,  etc. 

9.  Charge  losses  of  every  character,  including  goods 
stolen  or  sent  out  and  not  charged,  allowance  made  custom- 
ers, bad  debts,  etc. 

10.  Charge  collection  expense. 

11.  Charge  any  other  expense  not  enumerated  above. 

12.  When  you  have  ascertained  what  the  sum  of  all  the 
foregoing  items  amounts  to,  prove  it  by  your  books,  and  you 
will  have  your  total  expense  for  the  year;  then  divide  this 
figure  by  the  total  of  your  sales  and  it  will  show  you  the  per 
cent,  which  it  has  cost  you  to  do  business. 

13.  Take  this  per  cent,  and  deduct  it  froin  the  price  of  any 
article  you  have  sold,  then  subtract  from  the  remainder  what 
it  cost  you  (invoice  price  and  freight),  and  the  result  will 
show  your  net  profit  or  loss  on  the  article. 

14.  Go  over  the  selling  ,prices  of  the  various  articles  you 
handle  and  see  where  you  stand  as  to  profits  then  get  busy  in 
putting  your  selling  figures  on  a  profitable  basis  and  talk  it 
over  with  your  competitor  as  well. 

[Note.— "The  Electrical  News"  has  been  advised  since  the 
date  of  this  meeting  that  already  quite  a  number  of  contrac- 
tors are  making  modifications  along  these  lines.    One  contrac- 
tor states  he  is  adopting  this  scheme,  and  will  report  on  its 
.  practicability  to  the  association.] 


Fig.  6 — Payment  Voucher 

the  experiences -of  all  the  members  at  this  one  meeting,  and 
it  was  decided  that  the  program  for  the  next  meeting,  on 
March  7,  should  be  a  continuation  of  the  discussion.  It  is  for 
this  reason  and  in  the  hope  that  it  will  assist  in  a  proper 
understanding  of  the  scheme  that  we  are  reproducing  here- 
with the  six  forms  recommended  by  Mr.  Beach.  It  should 
be  distinctly  understood  that  the  experience  and  suggestions 
of  every  member  of  the  association  are  urgently  solicited  to 
make  the  final  forms  as  nearly  perfect  as  is  possible.  It  may 
be  that  further  simplifications  can  be  made. 

The  importance  of  some  such  system  as  outlined  by  Mr. 
Beach  cannot  be  overestimated.  In  the  interests  of  the  elec- 
trical contracting  business  it  is  urged  that  every  member  of 
the  association  will  give  the  matter  as  much  thought  m  the 
meantime  as  possible,  and  come  prepared,  without  fail,  to 
enter  into  the  discussion  at  the  March  meeting. 

At  the  conclusion  of  the  discussion  Mr.  Beach  took  occa- 
sion to  bring  to  the  attention  of  the  members  the  following 
set  of  rules  for  figuring  costs  and  profits,  as  recently  recom- 
mended by  the  National  Association  of  Credit  Men.  The 
suggestions  are  so  good  that  they  are  well  worth  studying. 

1  Charge  interest  on  the  net  amount  of  your  total  invest- 
ment at  the  beginning  of  your  business  year,  exclusive  of  real 

^^^^2^  Charge  rental  on  all  real  estate  or  buildings  owned  by 
you  and  used  in  your  business  at  a  rate  equal  to  that  which 
you  would  receive  if  renting  or  lending  it  to  others. 


Public  Being  Badly  Educated 

Manufacturers  and  dealers  are  doubtless  bearing  in  mmd 
the  recent  announcement  of  the  Ontario  Hydro  Commission 
referring  to  the  approval  of  material  which  will  be  required 
after  the  first  of  April.  It  is  evident  that  there  is  to  be  a 
strong  campaign  launched  by  the  commission  with  a  view  to 
eliminating  the  present  hazards,  which  will  undoubtedly  be 
aggravated  in  the  near  future  by  the  increased  use  of  electric 
heaters  and  other  thermo-electric  devices.  The  commission 
considers  that  the  general  public  has  been  badly  educated 
along  these  lines  in  the  past  by  certain  indiscriminate  adver- 
tising that  heaters  may  be  used  on  any  key  socket.  Some  of  the 
best  heater  manufacturers,  however,  have  assured  the  inspec- 
tion department  of  the  commission  that  they  disapprove  of  this 
method  of  advertising,  and  will  welcome  a  proper  adjustment 
of  the  matter.  We  understand  that  the  commision  will  not,  in 
future,  approve  the  apparatus  of  any  makers  who  advertise 
that  their  products  may  be  used  in  this  way,  and  that  a  rule  is 
being  adopted  making  such  practice  an  oflfence.  This  course 
is  only  fair  to  those  manufacturers  and  dealers  who  have 
observed  the  spirit  of  the  law  in  the  past.  It  might  be  a  good 
idea  for  manufacturers  of  heaters  to  get  together  and  adopt  a 
standard  form  of  advertisement,  so  that  the  users  of  apparatus 
of  this  kind  will  readily  understand  the  nature  of  the  device 
they  are  using  and  how  it  should  be  used.  Safeguarding  the 
pulilic  is  the  wisest  course  in  the  long  run.  and  for  this  reason 
the  commision's  move  is  to  be  commended.  The  best  results 
will  follow  to  all  concerned  if  manufacturers,  dealers,  and 
contractors  assist  by  a  hearty  co-operation. 
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C.G.E.  1918,  Fans 

A  novel  feature  of  Canadian'  General  Electric  Company's 
fans  for  1918  is  in  the  finish,  as  all  metal  parts  are  now 
enameled  a  dark  green,  and  the  Ijlades  are  lacquered  brass. 
All  of  these  fans  are  readily  adjustable  for  either  desk  or 
bracket  use.  They  are  furnished  with  standard  cords  and 
plugs.  The  complete  line  of  C.  G.  E.  fans  for  this  season 
will  include  9-inch,  12-inch  and  16-inch  oscillating  and  non- 
oscillating  four-blade  fans  in  l^oth  direct  and  alternating 
current.  Six-blade  oscillating  fans  in  12-inch  and  16-inch 
sizes  are  made  for  alternating  current  only.  Ventilating  fans 
for  1918  will  be  handled  in  13-inch  and  16-inch  sizes,  six 
blades,  in  both  alternating  current  and  direct  current.  These 
fans,  finished  in  green  enamel,  with  lacquered  brass  blades 
and  trimmings,  can  also  be  furnished  with  special  bearings 
to  operate  in  a  vertical  position.  In  standardizing  to  three 
sizes  of  desk  and  ceiling  fans  the  company's  engineers  feel 
that  they  have  provided  a  fan  suitable  for  every  use. 

The  Hamilton-Beach  cyclone  universal  fan  for  1918, 
sold  by  the  Canadian  General  Electric  Company,  is  equipped 
with  the  H-B  universal  air-cooled  motor,  wound  to  operate 
on  both  direct  and  alternating  current  at  a  voltage  of  from 
105  to  120,  60  cycles.  This  fan  is  equipped  with  a  rheostat 
speed  control,  giving  five  different  speeds  and  shutoff.  It  has 
an  extra  heavy  base,  which  effectually  prevents  its  creeping, 
and  its  design  readily  permits  of  its  use  either  as  a  desk 
or  wall-bracket  type. 


Foot- Warmer  for  Outdoor  Service 

To  minimize  the  discomfort  of  long  standing  outdoors  in 
severe  weather  an  electrically  heated  foot-warmer  has  just 
been  placed  on  the  market  by  the  Westinghouse  Electric  and 
Manufacturing  Company.  While  designed  primarily  for  look- 
outs stationed  in  the  l)ow  and  crow's  nest  of  vessels,  the  de- 
vice is  applicable  to  the  use  of  watchmen,  sentries,  doormen, 
traffic  policemen,  and  others  whose  work  requires  them  to  be 
out  of  doors  continuously  with  little  chance  for  exercise.  It 
has  been  found  that  if  the  rest  of  the  body  is  adequately 
clothed,  a  foot-warmer  will  ensure  comfort  at  any  tempera- 
!  ture.  As  will  be  seen  from  the  illustration,  the  device  con- 
sists of  a  casting  14  in.  by  20  in.  by  25  in.,  with  diamond-tread 
top.  This  is  of  cast-iron,  or  of  aluminum  where  non-magnetic 
qualities  are  desired,  as  in  ship  service.  Against  the  under 
surface  of  this  the  heater  element  is  clamped.    Tlie  heater  is 


Branston  Company  to  Launch  National  Campaign 
The  Charles  A.  Branston  Company,  Toronto,  are  putting 
on  a  national  campaign  in  the  electrical  trade  to  make  the 
period  between  April  8  and  April  20  two  "Violet  Ray"  weeks. 
Previous  to  and  during  this  period  they  will  launch  a  big 
advertising  campaign  and  supply  dealers  with  special  window 
display  and  demonstration  equipment.    They  have  added  sev- 


eral new  sets  to  their  line  and  claim  that  the  Branston  line 
of  high  frequency  generators  is  now  the  most  complete  in 
Canada.  The  Branston  Company  have  recently  moved  into 
their  new  factory  and  are  now  well  prepared  to  take  care 
of  the  increased  business. 


Square  D  Company  Holds  Annual  Sales  Convention 

The  lirst  annual  sales  convention  of  the  Square  D  Com- 
pany, Detroit,  Mich.,  was  held  at  the  Hotel  Statler,  of  that 
city,  January  10,  11,  and  12,  and  was  attended  by  all  of  their 
sales  representatives  from  coast  to  coast,  several  advertising 
men  prominent  in  the  field,  and  members  of  the  company's 
advertising  and  sales  departments.  Bryson  D.  Horton,  presi- 
dent of  the  company,  gave  the  opening  address,  which  was 
followed  by  a  talk  on  "The  Industrial  Plant,"  l)y  .\.  Mac- 
Lachlan,  sales  manager.  L.  D.  Calhoun,  advertising  mana- 
ger, spQl<e  on  "Industrial  Advertising."  Manufacturing  and 
service  problems  were  discussed  at  the  l-riday  sessions,  fol- 
lowed by  a  dinner,  at  the  Detroit  .\thlct:c  Club  in  the  evening, 
tendered  by  Mr.  Horton.  A  trip  of  inspection  through  the 
factory  on  Saturday  and  a  further  discussion  of  safety 
switches,  their  manufacture,  and  features,  concluded  the 
program. 


a  slotted  ribbon,  clamped  between  two  plates  of  built-up 
mica,  so  arranged  as  to  give  uniform  distribution  of  heat.  A 
sheet-steel  plate  fastened  by  screws  and  sealed  with  high- 
melting  gum  renders  the  entire  unit  waterproof.  The  resist- 
ance is  divided  into  two  parts,  which  may  l)e  connected  to 
draw  200,  100,  or  50  watts  at  125  volts.  A  three-conductor 
cable  seven  feet  long  is  provided.  15y  using  the  lower  heats 
in  mild  weather  there  is  no  danger  of  causing  chilblains.  It 
is  felt  that  this  heater  will  add  greatly  to  the  comfort,  and 
hence  to  the  efficiency,  of  men  in  exposed  places,  enabling 
them  to  do  their  highly  important  work  of  watching  and 
guarding  without  the  distraction  of  pliysical  discomfort. 


The  A.  C.  Gilbert-Menzies  Company 
The  A.  C.  Gilbert-Menzies  Company  has  I)een  formed  for 
the  purpose  of  manufacturing  certain  parts  and  assembling 
the  A.  C.  Gilbert  lines  in  Canada.  The  president  of  the  new 
company  is  Mr.  A.  C.  Gilbert  with  Mr.  T.  C.  Menzies  as  man- 
ager. The  new  company  will  maintain  the  present  G.  A.  Men- 
zies sales  and  sample  room  at  4:i9  King  Street  West,  Toronto, 
and  will,  in  addition,  operate  a  factory  for  the  manufacture 
and  assembly  of  toys,  "Polar  Cub"  fans,  household  motors, 
etc.  The  Canadian  business  of  the  A.  C.  Gilbert  Company  has 
grown  rapidly  in  Jjie  past  few  years,  and  the  present  arrange- 
ment will  allow  greater  scope  for  development. 
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Charles  H.  Keehng  Goes  With  Square  D  Company 
Alter  years  of  experieiu-o  in  iho  cloci rical  lieUl.  L'iiarles  II. 
Keelin;;-  lias  joined  the  selliu-  forces  of  the  Sciuarc  D  (.  oiu- 
paiiy.  lie  will  work  this  company's  (.  anadian  territmy,  with 
hoatUpiarters  at  Toronto.  Mr.  Keeling  Inst  went  mlo  busi- 
ness in  Ottawa,  in  ISIOT.  For  six. years  he  was  in  (lie  contract- 
ins<-  business,  and  durins.;-  this  time  he  cdnipleted  some  ol  tlie 


Mr.  C.  H.  Keeling 

largest  electrical  installations  in  that  city.  Prior  to  accepting 
his  present  position  with  the  Square  D  Company,  Mr.  Keel- 
ino-  was  connected  with  the  Renfrew  Electric  Manufacturing 
Company,  Ltd.,  at  Renfrew,  Canada.  He  was  their  hrst  sales 
representative,  and  in  191G  was  appointed  sales  and  advertis- 
ing manager  of  that  company.  After  spending  several  days 
at  the  Square  D  Company's  factory  in  Detroit  to  familiarize 
himself  with  their  safety  switch  hne,  Mr.  Keeling  has  re- 
turned to  Ontario  to  assume  his  new  duties. 

Canadian  Beauties  for  Coming  Season 

The  Renfrew  Electric  Manufacturing  Company  are  show- 
in-  a  very  attractive  line  of  household  appHances  which 
should  prove  to  be  good  sellers  during  the  approaching  sum- 
mer season.  The  company  state  that  prompt  shipment  can 
be  made  of  "Canadian  Beauty"  grills,  toaster  stoves,  irons. 


Trade  Publications 
Condulet  Suggestion— No.  f.,  by  the  Crouse-Hinds  Com- 
pany of  Canada.  This  illustrates  a  system  of  lighting  a  textile 
mill  using  "Obround"  condulets.  The  conduit  system  in  this 
installation  is  supported  by  uprights  fastened  to  the  machines, 
which  brings  the  system  so  low  that  it  can  be  easily  kept  clean 
and  lamps  can  be  replaced  without  trouble. 

Lighting  Publications— The  George  Cutter  Company,  of 
South  Bend,  Ind.,  have  issued  an  interesting  bulletin.  No.  3337, 
describing  "Sol  Lux"  lighting  reflectors  and  fixtures,  schedule 
■•H,"  effective  January  21,  1918.  The  bulletin  is  well  illus- 
trated, and  not  only  includes  some  splendid  arguments  on  the 
value  of  good  industrial  lighting,  but  points  out  how  this  may 
be  accomplished  under  greatly  varying  conditions.  The  same 
company  are  distributing  bulletin  No.  3338,  describing  Cutter 
"Universal"  and  "Standard"  flood  lighting  projectors;  also 
well  illustrated  and  containing  a  quantity  of  engineering  data 
on  flood  lighting  projectors. 

Spraco  System— Bulletin  No.  202.  by  the  Spray  Engineer- 
ing Company,  Boston,  Mass.  (Rudel-Belnap  Machinery  Com- 
paliy,  Montreal,  Canadian  representatives),  describing  the 
Spraco  system  for  cooling  condensing  water.  In  addition  to 
a  quantity  of  interesting  illustrations  of  actual  installations, 
with  descriptions,  the  bulletin  contains  a  number  of  tables 
showing  results  obtained  with  this  cooling  system  on  a  typical 
winter  day,  a  typical  spring  day,  a  hot  summer  day.  and  so  on. 
all  of  which  bear  evidence  to  the  splendid  efficiency  of  the 
apparatus.  An  appendix  also  contains  a  partial  list  of  Spraco 
cooling  pond  installations,  which  indicates  the  wide  range  of 
industries  and  territory  covered  by  this  company. 


percolators,  upright  toasters,  and  so  on.  The  "Canadian 
Beauty"  8-inch  toaster  stove  is  illustrated  herewith. 

The  Eastern  Electric  Company 

Messrs.  Giddings  &  Sweetnam, -'Montreal  have  dissohed 
partnership,  and  Mr.  C.  D.  Sweetnam  has  started  business  on 
his  own  account  as  the  Eastern  Electric  Company,  1.1  St. 
•  Alexander  Street,    Montreal,    wiring,    poles,    power  plants, 
switchboard  supplies,  etc. 

Malm,  Gordon  &  Company 
The  firm  name  of  Theo.  Malm  &  Company  has  been 
changed  to  Malm,  Gordon  &  Co.  This  is  necessitated  by  he 
inclusion  of  Mr.  W.  G.  Gordon  in  the  firm.  Mr.  Gordon  has 
been  wrth  the  Canadian  General  Electric  Cmupany  for  a  num- 
ber of  years  in  charge  of  their  electric  railway  department. 


What  Does  Electric  Illumination  Cost? 

(Concluded  from  page  32) 
greater  disadvantage  than  the  advantage  in  coal  saving  which 
is  ef¥ected. 

If  the  least  disadvantage  to  the  prosecutten  of  the  war 
and  to  public  welfare  per  ton  of  coal  saved  is  accepted  as 
the  test  governing  coal  saving  regulation  it  is  the  author's 
opinion  that  other  means  of  saving  will  be  pressed  more  vig- 
orously before  lighting  will  be  curtailed  beyond  the  elimina- 
tion of  extravagance  and  waste. 

Such  coal  as  may  be  saved  by  the  elimination  of  extrava- 
o-ance  and  waste  should,  of  course,  be  saved,  and  our  greatest 
eflorts  should  be  applied  toward  that  end.  It  would  seem, 
however,  that  the  best  way  in  which  the  public  can  assist 
in  saving  coal  is  to  devote  its  attention  to  coal  saving  through 
improved  heating,  slightly  reduced  building  temperatures, 
etc  With  a  given  amount  of  ef¥ort  and  much  less  disad- 
vantage, many  times  more  coal  saving  can  thus  be  effected 
than  through  curtailment  of  lighting. 

General  curtailment  of  lighting  would  be  a  menace.  For 
the  last  eleven  years  the  Illuminating  Engineering  Society  . 
has  devoted  a  large  part  of  its  effort  to  promoting  good  illum- 
ination. The  research  and  investigation  of  its  members  on 
the  effect  of  light  upon  the  eye;  the  influence  of  its  technical 
discussions  upon  design  and  installation  of  lighting  appli- 
ances; its  popular  educational  campaign  in  the  fundamentals 
of  good  lighting  have  resulted  in  improvement  of  lighting 
practice  especially  in  the  more  recent  installations. 

After  careful  consideration  of  this  subject,  including  study 
of  the  statistics  presented  in  this  paper,  the  author  has 
reached  the  personal  conclusion  that  to  curtail  lighting  gen- 
erally would  result  in  damaging  the  eyesight  and  impairing 
the  efl^ciency  of  our  people.  He  believes  that  the  country 
'  cannot  afford  to  incur  such  a  risk  for  the  sake  of  the  small 
coal  saving  which  may  result— a  saving  which  may  be  ac- 
complished otherwise  with  much  less  disadvantage. 

•  Business  as  usual"  is  not  our  aim.    War  makes  read- 
justment of  business  imperative.    Economies  mus^  be  effected. 
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PHILUPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supphed  to  the 
THE  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  ^ollows.- 
Conduc'tors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor. .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  '".  Overall  ^^^^^''^'  l^'^l- 
250  000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13  200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power.  Lighting,  Telephone.  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE  —Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  094  in  diarn. 
Thickness  of  dielectric  on  each  conductor.  .21  in.  Thickness  of  dielec- 
tric o^bllt  .81  ir..    Thickness  of  lead  sheath.  .15  in.    Overall  diameter. 

'^^^   Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


Phillips  Factory 
at  Montreal 
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Current  News  and  Notes 


Bassano,  Alta. 

The  'rown  Council  of  Rassano,  Alta..  have  placed  an 
order  for  an  electricall)'  drixcn  punipinL;  unit,  to  he  installed 
in  the  town  waterworks. 

Brockville,  Ont. 

An  electrical  contractin.u  business  is  heins'  estahlished  hy 
Mr.  A.  P.  l.ouch,  of  I'u-nckville,  Ont. 

Chatham,  Ont. 

An  equalizing  scheme  adopted  in  Chatham,  Ont.,  for  solv- 
ing the  power  shortage  con.sists  in  shutting  off  domestic  cir- 
cuits in  the  morning  and  afternoon,  and  factories,  by  agree- 
ment, operate  only  at  certain  periods  of  the  day.  Some  of 
the  factories  operate  at  night  only  in  order  to  still  further 
relieve  the  situation. 

The  annual  report  of  the  Chatham  T'ublic  Utilities  Com- 
mission shows  net  earnings  for  the  light  department  of 
$53,710,  as  compared  with  $34,914  in  191(5.  The  net  surplus  is 
$119. 

Halifax,  N.S. 

The  Maritime  Telephone  Company,  Halifax,  N.S.,  con- 
template the  erection  of  a  new  telephone  building. 

The  City  Council  of  Halifax,  N.S.,  have  ordered  plans 
prepared  for  a  modern  street  lighting  system.    Tenders  will 
be  called  shortly. 
Melfort,  Sask. 

The  Town  Council  of  Melfort,  Sask..  have  under  consid- 
eration the  installation  of  a  modern  switchboard  in  the  elec- 
tric plant  and  the  construction  of  power  line  extensions. 

Montreal,  Que. 

The  Western  Canada  Power  Company  reports  for  De- 
cember operating  revenues  $38,410,  an  increase  of  1.8  per 
cent.;  net  earnings  of  $30,770,  an  increase  of  32.1  per  cent. 
Twelve  months"  operating  revenues,  $450,161,  an  increase  of 
30  per  cent.;  net  earnings  of  $332,194,  represent  an  increase  of 
28.1  per  cent. 

The  Davies-Clayton  Company,  electrical  contractors, 
Montreal,  have  registered. 

Gross  earnings  of  the  Dominion  Power  and  Transmission 
Company  for  the  year  ending  1917  amounted  to  $3,967,27:'., 
while  operating  expenses  totalled  $1,733,759.  Net  profits  were 
$726,219,  which  added  to  the  previous  balance  of  $536,065  made 
the  total  surplus  at  the  end  of  the  past  year  $1,362,384.- 

Newmarket,  Ont. 

The  Fire  and  Light  Committee  of  Newmarket,  Ont.,  have 
announced  an  approximate  10  per  cent,  reduction  in  light  and 
power  rates.  The  town  secures  power  from  the  plant  of  the 
Toronto  and  York  Radial  Railway  Company  and  the  new 
rate  will  be  l^/^  cent  per  kw.  h.  on  all  current  consumption 
over  25  kw.  h. 

Port  Dover,  Ont. 

The  Town  Council  of  Port  Dover,  Ont..  are  negotiating 
with  the  Hydro-Electric  Power  Commission  of  Ontario  in 
connection  with  securing  a  supply  of  Hydro  power. 

Pembroke,  Ont. 

The  Pembroke  Electric  Light  Company,  Ltd.,  which  will 
very  shortly  have  sufficient  power  for  all  purposes,  is  under- 
taking a  publicity  campaign.  Literature  is  being  prepared 
setting  forth  the  advantages  the  town  offers  for  manufactur- 


ing purposes;  local  business  men  will  be  asked  to  circulate  this 
matter  by  enclosing  copies  in  their  out-of  town  letters. 
Regina,  Sask. 

A  straight  5-cent  fare  has  been  adopted  by  the  Regina 
municipal  railway  system.  Tickets  maj-  be  purchased,  but 
there  will  only  be  five  for  a  quarter.  The  price  of  labor 
tickets  remains  unchanged,  although  their  use  in  the  evening 
hours  is  prohibited.  Children's  tickets  remain  at  the  old  price. 
10  for  25  cents. 
St.  Catharines,  Ont. 

The  annual  statement  of  the  St.  Catharines  Hj-dro-Elec- 
tric  Commission  shows  total  earnings  of  $117,100,  as  compared 
with  $78,814  in  1916.    The  net  surplus  for  the  year  was  $22,980. 
as  compared  with  $10,423  in  1916. 
Toronto,  Ont. 

The  first  prosecution  in  Toronto  for  failure  to  obej'  "the 
power  controller's  order  regarding  window  lighting  was  made 
a  few  days  ago,  the  defendant  being  fined  $50. 


Personals 

Mr.  C.  Barthe  has  been  appointed  superintendent  of  sup- 
ply sales  of  the  Canadian  General  Electric  Company,  Mont- 
real, in  succession  to  the  late  Mr.  C.  B.  Ellis. 

Mr.  E.  L.  Milliken,  manager  of  the  Cape  Breton  Electric 
Company,  of  Sydney,  N.S.,  since  1912.  has  accepted  a  similar 
position  with  the  Houghton  County  Traction  Company,  in 
Northern  Michigan.  He  went  with  the  Cape  Breton  Electric 
Company  in  1908  and  served  in  various  capacities  until  his  ap- 
pointment to  the  managership  in  1912. 

Mr.  W.  G.  Gordon  has  resigned  from  the  Canadian  Gen- 
eral Electric  Companj'.  with  whom  he  has  held  the  posi- 
tion of  Transportation  Engineer  for  over  four  years,  and  is 
entering  into  partnership  with  Mr.  Theo.  Malm  in  the  Rail- 
way and  Power  Engineering  Corporation,  and  in  Malm,  Gor- 
don &  Company,  engineers.  Mr.  Gordon  has  had  wide  ex- 
perience in  connection  with  not  only  city  and  interurban 
electric  traction,  but  also  with  trunk  line  electrification. 
After  graduating  from  Cornell  in  electrical  engineering  in 
1899,  he  entered  the  testing  department  of  the  General  Elec- 
tric Company  at  Schenectady.  W'hile  in  the  railway  con- 
struction department  of  this  company  he  had  charge  of  the 
installation  of  the  first  electrically  operated  train  on  the 
Manhattan  Elevated,  New  York,  and,  later,  of  the  installa- 
tion of  the  first  multiple  unit  equipments  for  the  Northwest- 
ern Elevated,  Chicago,  Aurora,  Elgin  and  Chicago  Railway, 
Lake  Shore  Electric  Railway,  etc.  Following  this,  while  in 
the  railway  engineering  department  at  Schenectady,  he  was 
closely  associated  with  the  further  development  of  multiple 
unit  operation  for  the  New  York  Central  lines  and  the  Inter- 
boro  Rapid  Transit  Company.  For  a  number  of  years  Mr. 
Gordon  was  in  Australia  in  the  General  Electric  Company's 
interests,  where  he  w'as  manager  and  engineer  of  the  North 
Melbourne  Tramways  and  Lighting  Company,  Limited;  later 
engineer  for  the  National  Electrical  and  Engineering  Com- 
pany, Limited,  handling  the  New  Zealand  business  for  the 
General  Electric  Company,  and  finally  engineer  for  the  Bris- 
bane Tramways  Company,  Limited,  until  his  return  to  Can- 
ada. He  is  a  son  of  the  late  principal  of  Queen's  LTniversity, 
Ivingston,  Ont..  Rev.  Dr.  D.  M.  Gordon.  He  is  a  Fellow 
of  the  A.I.E.E.  and  is  on  the  Traction  and  Transportation 
Committee  of  the  Institute. 
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Railway  &  Power  Engineering  Corporation 


MONTREAL 

Power  Bldg. 

Tel.  Main  5667 


Limited 


TORONTO 

Can.  Pac.  Ry.  Bldg. 

Adelaide  2675 


Railway^  Light  and  Power  Equipment 

Let  us  quote  you  on  the  following  Equipment  and  Supplies 
WE  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 


BROOKLYN,  N.Y. 


CAR  EQUIPMENT 


TOOLS 


Armature  and  axle  bearings 

Armature  and  field  coils 

Bearings  (bronze  and  iron) 

Brush-holders  and  brush  holder  springs 

Brake,  door  and  other  handles 

Brake  forgings,  riggings,  etc. 

Car  trimmings 

Commutators 

Controller  handles 

Forgings  of  all  kinds 

Gear  cases  (steel  or  malleable  iron) 

Grid  resistors 

Third-rail  shoe  beams  and  accessories 
Trolley  poles  (steel)  and  wheels 


Armature  and  axle  straighteners 

Armature  shaft  straighteners 

Armature  buggies  and  stands 

Babbitting  molds 

Banding  and  heading  machines 

Car  hoists 

Car  replacers 

Coil  taping  machines  for  armature  leads 
Coil  winding  machines 
Pinion  pullers 
Pit  jacks 

Signal  or  target  switches 
Tension  stands 


Special  Shop  Working  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

'Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods,  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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CITY  OF  CALGARY 

Scaleil  lemlers,  marked  "  Tcinlcr  for  One  Moloi 
llcneratov  Kxciler  Set."  adilrcsso.l  to  Uic  t  ity 
(.'ommissiouers,  will  be  received  by  the  undersigned 
up  to  twelve  o'clock  noon  of  Tuesday,  Marcli  IJtb, 

Specil'ications   can   be   received  Iroui 
1    M\  M  1  l.l.lsK. 

(  iiv  ru  i-k. 
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W^iuted  :fr.  to  no  K.W.  125/250  volt  a  wire 
DC  Conenitor,  direct  connected  to  High  Speed 
ICnuiiu-.     Wiile  The  Kaufman  Rubbc 


Co., 


Kil 


( )ntario. 


Ltd.. 
5-8 


NOTICE 


IMMEDIATE  DELIVERY 


CITY  OF  CALGARY 

Sealed  tenders,  marked  ""Tender  for  One  75(1 
Kilowatt  Direct  Current  Street  Railway  Generator. 
Direct  Connection  to  a  Three  Phase  A.t.  Syn- 
chronous Motor,"  addressed  to  the  City  Commis- 
sioners, will  be  received  at  the  office  of  the  under- 
signed up  to  twelve  o'clock  noon  on  Tuesday, 
March  12th,  lOlS.  .     ,  ^ 

Specifications    can    be    received  from 

T.  M.  MIT.LER, 

Citv  Clerk. 


For  Sale  Cheap 


8.S  K.\v.  Westinghouse,  250  Volt,  D.  C.  Generator. 
750  R. P.M.    First  class  condition.   Write  to 

The  KAUFMAN  RUBBER  CO.,  Limited, 
3.^  Kitchener,  Ont. 


Generator  and  Motors  For  Sale 

FOR  SALE  One  230  KW.  D.C.  Generator,  and 
six  Dl  .Motors,  all  250  volt.  Motors  ranging 
fn.ni  !.">  1..  Kill  11. P.  All  in  good  condition.  Will 
sell  iluav      r.ox  OSS,  Electrical  News,  Toronto. 
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PETRIE'S  LIST 

of  New  and  Used 

MOTORS 


FOLLOWING 

FIRST  CLASS  EQUIPMENT 
TO  BE  SOLD 
IMMEDIATELY 
AT  VERY  LOW  PRICES 

GENERATORS 


for    Immediate  Delivery 


FINE 

BANK.OFFICE 

OOUflT  HOUSE  & 
DBUfi  STORE  FITTINGS. 


,  OFFICE.  SCHOOL. 
:HUnCH8.lOD5EFUflNlTUF 


PRESTON 
i  ONT. 


TT.P.  Phase 

Cycl 

e  Volts 

Speed 

Maker 

50 

3 

25 

550 

850 

Westg. 

40 

3 

25 

550 

750 

C.  G.  E. 

40 

3 

25 

550 

710 

Westg. 

25 

3 

25 

2000 

900 

C.  G.  E. 

20 

3 

25 

550 

1440 

J.  &  M. 

3 

25 

550 

1400 

Westg. 

3 

25 

550 

720 

Westg. 

7/. 

3 

25 

550 

750 

C.  G.  E. 

5 

3 

25 

550 

1440 

Excelsior 

5 

3 

25 

550 

1400 

Westg. 

4 

3 

25 

550 

1400 

Excelsior 

3 

25 

550 

1400 

Excelsior 

2 

3 

25 

550 

750 

C.  G.  E. 

3 

25 

550 

1400 

Excelsior 

2 

3 

25 

550 

750 

C.  G.  E. 

1 

3 

25 

550 

1450 

Excelsior 

Write 

Us  for 

Prices 

H.  W.  PETRIE,  Li 

mited 

No. 
1 
1 
1 
1 
1 
1 
1 
1 
1 
1 
1 
1 


K  W.  Cycle  Phase  Volt 

100  60      3  550 

75  60       3  2200 

50  60       3  550 

300  60       3  2200 

250  Dir.  Current  2o0 

100  Dir.  Current  250 

S5  Dir.  Current  250 

35  Dir.  Current  250 

17  Dir.  Current  250 

20  Dir.  Current  125 

17  Dir.  Current  125 
121^  Dir.  Current  125 


Speed 

900  ($1-500.00) 

900  ($1500.00) 
1200  ($1000.00) 

600 

425 

600 

800 

400 
1100 

550 
1100 

S50 


Front  St.  We»t 


Toronto,  Ont. 


MOTORS 

5  to  100  H.P..  135  and  250  A'olt.  Direc 
Current.  ^  u 

5  to  300  H.P.,  60  and  23  Cycle,  All  \  olt 
ages. 

Transformers  of  all  types. 

Write  or  Wire  if  you  are  in  the  mar- 
ket to  buy  or  sell  equipment. 

E.  A.  LOWRY 
209  King  St.   -  GUELPH,  ONT 


VIOLET  RAY 

Campaign  Weeks  April  8th  to  20th 


Have  a  Violet  Ray  Campaign  in  your  store  during  the  two  weeks  of  special  selling 

W  8th  o  April  20th.    Our  tremendous  advertisnig  campaign  will  create  a  bigger 

demiid  than  eier  for  Branston  Violet  Ray  Generators  all  over  the  Dominion.  Thou  - 

nds  of  Generators  are  now  being  sold  and  every  one  is  an  -  ^^'^f -"^/^J^f 
ciiiu.-'  wi    J   o  Q  o-i-pnt  deal  nt  inteiCbt — l^e. 


GjEMERArOB-N 


\\'e  realize  this 
Lead  to  manv  sales — 


of  Generators  are  now  ueiug  suiu         ^.^^j  —  ---  -  r-„.„,.^,^ 

fact,  and  have  proven  that  special  demonstrations  arouse  a  great  deal  of  inteie.st- 
:\Iake  satisfied  customers— Increase  your  profits. 

us  today  and  get  m  on  this. 

Reap  the  full  benefit  of  the  Campaign.  Co-operate  with  us  during  this  campaign.  Put  m  a  good  win- 
do'?of  Branston  Violet  Ray  Generators.    Use  the  window  trim  we  supply  vou. 

SPECIAL  REDUCED  PRICES  ON  OUR  MODEL  7  GENERATOR  FOR  THIS  DEMONSTRATION 

Remember  the  Datesl   Branston  Violet  Ray  Weeks-April  8th  to  April  20th 

WRITE  TODAY  FOR  COMPLETE  INFORMATION 

ChaS,  A.  Branston  Co.,  SSSYongeSUToronto 
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MOTORS 

FOR  ALL  CLASSES  OF  CURRENT 
Large  Stock  Carried       Prompt  Shipment 

vWRITE   OR  WIRE  US 

We  also  Buy  Used  Equipment.  If  you  have 
any  to  Sell  write  giving  full  particulars  to — 

2^  FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 


3  Phase,  25  Cycle,  220  volt  Motors 

Immediate  Delivery 


No. 

H.P. 

Make 

Speed 

Type  F 

orm 

100 

General  Electric 

500 

1 

50 

Allis-Chalmers 

750 

-  2 

50 

General  Electric 

720 

1 

50 

General  Electric 

500 

I 

K 

1 

35 

General  Electric 

750 

I 

K 

1 

35 

General  Electric 

1500 

3 

25 

General  Electric 

750 

I 

K 

1 

20 

General  Electric 

750 

I 

K 

1 

15 

General  Electric 

750 

I 

K 

« 

10 

General  Electric 

750 

I 

K 

7 

5 

General  Electric 

1500 

KT 

C 

3  Phase,  25  Cycle,  220  volt  Motors 

Ready  for  Delivery  in  March 


No. 

H.P. 

Make 

Speed 

Type 

For 

1 

200 

General  Electric 

500 

I 

K 

1 

150 

Westinghouse 

485 

C 

1 

100 

General  Electric 

750 

I 

K 

2 

00 

General  Electric 

750 

I 

K 

11 

3 

General  Electric 

1500 

KT 

(i 

2 

General  Electric 

1  500 

KT 

JOSEPH  MYERSON 

274  Commercial  Si.  •  BOSTON,  MASS. 


Mica  Insulation 

We  manufacture  everything,   including: — 
Tubes,     Motor  Rings,  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 


Raw  Mica  (cut  or  uncut) 


iroun 


d  Mi 


ica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Selections  from  Our  Stock  of 
Motors 


3 

Ou. 


PHASE,  60  CYCLE  MOTORS 


H.P.  iMake 
'A  G.E.NEW. 


Volts  Type  Speed 


110  KT 


1 

1 

Fbks.  M.  .  . 

440 

B 

1 

2 

Wstgh  

440 

CS 

1 

.")!) 

2211 

M 

3 

R&M  NEW. 

220 

c 

Wslah.  Xew 

2211 

CS 

1 

O 

Cr.VVh  

220 

1 

3 

Fbks.M.    .  .  . 

220 

B 

•> 

2 

G.E  

220 

KT 

4 

3 

G.E  

220 

KT 

1 

3 

G.E  

220 

KT 

2 

3 

G.E  

220 

KT 

•> 

5 

G.E.NEW.  . 

220 

KT 

5 

W-ifgh.  New 

2211 

CS 

4 

5 

G.E.NEW.  . 

220 

KT 

2 

r> 

Wstgh  

220 

CCL 

.30 

1 

G.E  

550 

1  75^-15  Cr.Wh..  220/440 


7H 

7/2 


111 
10 
10 
10 
15 
15 
20 
20 
2  20 
1  20 
50  20 
29  2.T 

1  25 

2  30 
1  35 


G.E.NEW, 
G.E.NEW 
G.E.    .  . 
G.E.NEW 
C.E..\'EW 
Wstgh.  .  . 
Wstgh.  .. 
Cr.Wh.  . 
R&M  .... 
Fbks.M 
Cr.Wh. 


220  KT 
220  KT 
550  KT 
220  KT 
220  KT 
.  .  .  220  CCL 
.  .  .  220  CS 
. .  550  Q 
. . .  220 

220/440  KBV- 
220/440 


1800 
1200 
1120 
!)li0 
1150 
1130 
1720 
1200 
900 
1800 
900 
12U0 
1800 
1130 
1200 
850 
1200 
865/1735 


Triumpli  220/440 
Wstgh.    .    .  220  CS 
Fbks.M.  .   .  220  B 
Fbks.M.   220'440  KP,V 
Wagner.  220 '440  BP 

G.E   220  M 

WagnerNEW  220 
Triumpli  220/440 


1800 
1200 
1800 
900 
1,^00 
1700 
1150 
1800 
1150 
1200 
1200 
900 
1160 
1200 
1200 
1120 
900 
s.^o 
90O 


Qu.  H.P.     Make     Volts  Type  Speed 

1 

35 

G.r.  z2U  Jv  t 

600 

■J 

3.^ 

V  T .  r.  ^—\f  jx  1 

720 

1 

40 

Wagner 

NEW.   220/440  BP 

850 

1 

40 

Fbks.M.   .    .  220 

900 

1 

40 

G.E.NEW  .  220  KT 

1200 

1 

50 

Triumph  .   .  220 

720 

1 

50 

G.E.NEW.  .  220  KT 

900 

2 

50 

G.E.NEW  .  440  KT 

900 

1 

50 

G.E.NEW..  220  KT 

1200 

2 

75 

G.E.NEW  220/440  K 

900 

1 

125 

G.E  2200  L 

600 

1 

l.'iO 

Wstgh.  New  440  CW 

1 

20O 

Wstgh.  .  .  2200  CCL 

580 

1 

263 

G.E.  Synch,  with 

direct  connected 

exciter   2200 

OCO 

3  PHASE,  85  CYCLE  MOTORS 


5 

G.E.    .    .  . 

220 

KT 

750 

12 

G.E.elev.type 

high  torque 

220 

KTE 

750 

15 

Wstgh.    .  . 

440 

CS 

730 

15 

AlHs-Ch.    . . 

220 

750 

15 

Fbks.M.  .  . 

440 

B 

750 

20 

Allis-Ch.  .. 

220 

750 

20 

G.E  

440 

K 

750 

25 

G.E  

440 

K 

750 

50 

Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control 

ler    .  .    .  .  . 

440 

500 

55 

Wstgli.sl.rg. 
30  cycles, 

complete. 

440 

86fl 

-00  '4 

-)  30  G.E.  440 

500  '37 

"i  2.jn 

GEORGE  SACHSENMAIER  &  CO. 

Office  and  Salesrooms:  141-43-45  N.  Third  Street. 
Warehouses:  928-30-32  N.  Third  Street, 

PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 
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REMEMBER  TO 


.A 


0* 


A.  H.  WINTER  JOYNER,  LIMITED 

TORONTO  MONTREAL 


New  and  Used 

Electrical  Machinery 

Rewinding  and  Repairs  Our  Specialty 

Maker  Volt  Cycle  Phase  H.P. 

C.  G.  E   220  60  3  35 

C.  G.  E   550  60  3  35 

W.  W   550  25  3  15 

J.  &  M   550  25  3  15 

J.  &  M.  .  .  .    550  25  3  20 

Lancashire   550  25  3  10 

MarelH   550  25  3  5 

Westinghouse    550  25  3  5 

B.  G.  E   550  25  3  25 

Air  Cooled  Transformers 
Built  to  Order 

Electrical  Engineering  Co. 

of  Toronto 
122  Wellington  St.  West 

TORONTO 


The  famous  ''Drop-Out''  Renewal  Link  can  be  had  only  in 

ECONOMYrenewable  FUSES 

This  link  is  responsible  for  the  saving  of  80%  of 
the  annual  fuse  maintenance  cost. 

We  are  pioneers  in  the  manufacture  of  renewable  fuses.  We  have  blazed 
the  trail  and  staked  our  claims.  The  vital  features  of  renewable  fuse  effici- 
ency are  protected  by  Economy  basic  patents.  Imitations  are  by  no  means 
duplications. 

Sole  manufacturers  of  "Arkless"— the  Fuse  with  the  lOO:,  indicator.  For  cir- 
cuits not  subject  to  frequent  overloads  this  is  the  logical  fuse.  This  and  the 
Economy  together  meet  all  fuse  requirements. 

Be  prepared  to  handle  the  business  that  our  extensive 
consumer  advertising  will  bring  to  you.  Write  for 
Catalog  20  and  free  samples. 

Economy   Fuse   &  Manufacturing  Company 

of  Canada,  Limited 

UNITY  BUILDING  -  ■  MONTREAL 
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GET  THE  GENUINE 

Look  for  the  Name 


WHITE'S  PORCELAIN  STRAIN  INSULATORS 


You  want  strain  insulators  that  are  strong  physically,  that 
stand  up  under  the  exceptional  conditions  of  the  heavy  storm ; 
that  hold  up  under  a  load  of  sleet ;  that  don't  crack  when  the 
thunder  rolls,  the  lightning  flashes,  and  the  wind  whistles. 

This  is  the  kind  of  strains  T.  C.  White  Company  is  mak- 
ing of  porcelain  in  a  variety  of  sizes  for  different  loads,  and 
several  designs  for  varying  conditions. 

It  will  pay  you  to  write  for  bulletin  which  shows  designs 
and  gives  the  complete  data  on  strain  and  electrical  tests. 

Write  today. 


Type  No.  600 


T.  C.  White  Electrical  Supply  Co, 


1122  Pine  Street, 
ST.  LOUIS,  Mo. 


4S 
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Illuminating  Glassware 

MADE  IN  CANADA 

Our  line  of  lighting  glassware  has  been  further  greatly  enlarged 
and  now  comprises 

Over  1500 

different  pieces  in  Electric  Shades,  Globes, 
Semi-indirect  Bowls,  Street  Lighting  Globes. 

Etc.,  Etc. 

New  shapes  and  designs  are  being  constantly  added  to  our  line  and  we  are 
now  in  a  position  to  supply  practically  anything  required  by  the  Canadian 
Central  Station  and  Electrical  Contracting  trade. 


602 

A  new  Semi-indirect  Bowl  made  in  ''Lumo"  glass. 


391 

A  new  Lantern  Shape  made  in 
"Moonstone"  glass. 


There  is  no  longer  any  necessity  to  go  outside  of  Canada  for  anything  in  light- 
ing glassware.    We  can  take  care  of  your  requirements. 

Jefferson  Glass  Company,  Limited 

Factory  and  Head  Office-TORONTO 

Montreal-Royal  Trust  Bldg.,  L.  V.  Webber,  Manager.  Winnipeg-592  Notre  Dame  Ave.,  A.  E.  EsHng.  Agent. 

Vancouver— 606  Welton  Block,  R.  G.  Moore,  Agent. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 


Sales  Offices  and   Branch  Warehouiei: 
BOl  Merchant*  Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Noithwestern  Engineering  and  Supply  Co.,   Ltd.,  CALGARV 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator 
Segments 


THERE  is  a  special  Mica- 
bond    insulation  pre- 
pared   for    every  electrical 
condition. 

Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B/P's 
or  samples  and  let 
us  figureyour  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,  Ind. 

Address  Dept.  D, 


H 


^^^^ 


BERMICO 

KYANIZED 

CROSS  -  ARMS 
POLES  AND  TIES 


are 


PROTECTED 

FROM  DECAY 


Manufactured  In  Our 
Own  Plant  Prom  Care- 
fully   Selected  Stock 

Write  for  Samples 
and  Particulars 

BROWN  COMPANY 

FOUNDED  1852 
Formerly  Berlin  Mills  Company 

PORTLAND       »       -       -  MAINE 


300% 

STRONGER  THAN 

ACID  FLUX 


4  forms:  Stick,  paste, 
salts,  and  liquid. 


and  cleans  the  wire  or  metal 
without  biting'  the  surface.  Can't 
start  corrosion  nor  reduce  capa- 
city of  the  wire.  That's 


Sample  for  your 
Dealer's  Name. 


riic  only   flux  passed  by  Underwriters. 

Houston  &  Co.,  Ltd.,^"•^^'^,'N7p''EG°''' 

22    College    Street,  Toronto. 
1825  Scarth  Street,  Regina. 
"In  the  Soderman's  game  since  '93." 


ALUMINUM  COMPANY  OF  AMERICA 

PITTSBURGH.  PA. 

Manufacturers  of 

Aluminum  Ingot,  Sheet,  Tubing,  Wire, 

Rod,  Rivets,  Moulding 
Extruded  Shapes,  Electrical  Conductors 

General   Sales  Oflice,  2400  Oliver  Building,   Pittsburgh.  Pa. 
Branch  Offices: 


Boston,  1.31  State  Street 

Chicago,  1500  Westminster  BIdg. 
C  leveland,  950  I,eader-Ne\vs  Bdg. 
Detroit,  1512  Ford  Building 
Kansas  City, 

.308  R.  A.  Long  Bldg. 
CANADA 
Northern  Aluminum  Co.,  Ltd., 
Toronto.  Ont. 


New  York,  120  Broadway 

Philadelphia, 

121G-121S  Widener  Bldg. 
Rochester,  1112  Granite  Bldg. 
San  Francisco,  731  Rialto  Bldg. 
Washington, 

509  Metropolitan  Bank  Bldg. 
I.ATTN  AMERICA 
Aluminum  Co.  of  South  America 
Pittsburgh.  Pa. 
lCXC'il..\NI) — Northern  .Aluminium  Co.,  Ltd.,  London. 
Send  inquiries  regarding  aluminum  in  any  form  to  nearest  Branch 
OfTicc.  or  to  General  Sales  Otlice. 
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THE  1918  EDITION 

"STANDARD  WIRING" 

TELLS  YOU  HOW 

GENERATORS— How  to  install  them,  care  for  them  and 
operate  them;  all  their  troubles  and  how  to  prevent  and  cure 
them;  all  diagrams  showing  connections  for  compound, 
series  and  shunt  wound  machines.  How  to  operate  them  in 
parallel  or  in  series.  How  to  protect  them  and  wire  them 
in  accordance  with  the  underwriters'  requirements. 
MOTORS — How  to  install  them,  how  to  protect  and  operate 
them.  The  required  amperes,  volts  or  horse  power  when  any 
two  factors  are  known.  How  to  take  care  of  hot  boxes,  spark- 
ing commutators  and  other  troubles.  How  to  change  the  di- 
rection of  rotation  when  desired.  How  to  start  and  stop  any 
kind  of  motor  in  any  class  of  service.  All  diagrams  of  motor 
wiring.  How  to  find  the  proper  size  of  wire  for  any  motor 
for  direct  current  or  for  A.  C.  single,  two  or  three-phase. 
LEATHER  COVER  OUTSIDE  WIRING — Pole  line   construction,  line  wires, 

service  wires,  roof  structures,  poles  and  their  dimensions  and 
weights,  and  how  to  erect  and  protect  them  and  wires  they  carry.  Insulators,  guard  arms,  guy 
anchors.  Tree  wiring,  splicing,  service  and  entrance  wiring.  How  to  install  Lightning  arrest- 
ers. Transformers  with  diagrams  and  instructions. 

INSIDE  WIRING — When  and  where  to  use  rubber  covered,  slow  burning  and  weatherproof 
wire.  How  to  find  the  proper  size  of  wire  to  use  for  lamps,  motors  or  heating  devices  for  any 
current,  voltage  and  drop,  either  by  formula  or  by  the  many  tables  that  are  given  in  this  section 
of  the  book.  How  to  wire  for  two-wire  or  three-wire  systems.  Direct  current,  two-phase  and 
three-phase  with  formulae  and  tables,  with  examples  worked  out  for  each  system  and  in  a 
simple  manner  that  anyone  can  understand  and  use.  How  to  run  wires  on  walls,  ceilings,  floors, 
through  partitions  and  walls  and  in  concealed  places,  damp  places  and  where  dangerous  sur- 
roundings exist.  When  and  where  to  install  Switches,  Cut-outs  and  Circuit  Breakers  and 
just  how  to  do  it.  How  to  wire  for  high  and  low  voltage  systems  and  the  precautions  to  be 
taken.  The  proper  way  to  install  Knife  and  Snap  Switches,  Cabinets  and  Cut-out  Boxes, 
Outlet,  Junction  and  Switch  Boxes,  Panel  Boards,  Wooden  and  Metal  Raceways.  How  to  install 
complete  interior  conduit  jobs  either  for  rigid  metal,  flexible  metal  or  flexible  non-metallic  con- 
duit. Concealed  knob  and  tube  work  or  armored  cable.  How  and  where  to  install  and  wire 
electric  and  combination  lighting  fixtures.  How  and  where  to  use  flexible  cord  and  where  not 
to  use  it.  How  to  install  arc  lamps  and  gas  filled  lamps  and  the  fixtures  and  rules  required. 
LIGHT  AND  ILLUMINATION — What  is  meant  by  proper  and  efficient  illumination,  the 
latest  data  on  Mazda  and  gas  filled  lamps  of  every  candle  power  and  wattage.  Direct,  indirect 
and  semi-indirect  illumination  and  where  each  should  be  used.  Illumination  required  for  vari- 
ous classes  of  service  from  show  window  lighting  to  public  halls  and  from  factories  to  small 
residences. 

TABLES — Fifty-two  tables  giving  every  dimension,  carrying  capacity,  resistance,  weight  and 
strength  of  every  size  of  wire  and  cable  of  copper,  steel  and  iron. 

All  the  necessary  dimensions,  capacities,  weights,  and  other  data  on  conduits,  fuses,  insulators, 
lamps,  sockets,  motor  efficiencies,  current  per  horse  power  of  motors.  Electrical  units  and 
their  equivalents.  Proper  size  of  wire  for  all  classes  of  power,  light  and  heating  installations. 
The  proper  symbols  to  use  to  indicate  on  plans  just  what  is  wanted  from  a  motor  to  a  small 
snap  switch  with  all  necessary  diagrams. 

APPARATUS  AND  SUPPLIES — A  classified  list  of  the  leading  manufacturers  of  officially 
approved  wires  and  wiring  devices.  Engines,  generators,  motors,  appliances,  fixtures,  and  all 
supplies  necessary  for  any  complete  installation  from  a  Central  Station  to  a  small  cottage. 

The  most  complete  and  accurate  Book  on  Wiring  and  Construction  published 

350  PAGES  -  LEATHER  COVER  -  POCKET  SIZE,  $1.50 

Sent  Postpaid  to  Any  Address  on  Receipt  of  Frice  by 

ELECTRICAL  NEWS,  347  Adelaide  St.  W.,  Toronto 


"IT   SETTLES   DISPUTES   AND,   IF   REFERRED   TO   BEFORE   WIRING,  PREVENTS  DISPUTES 
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OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nakusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  without  obh'gation 
of  any    sort    from    our   nearest  office. 

The  Lindsley  Brothers  Co. 

NELSON,  B.C. 

Ginsral  Sales  OFfice— 72  W.  Adams  St.,  Chicago,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


The  Ford 

Motor  • 
Company 
^  Uses- 


The  Ford  Company  uses  Spaulding  Hard  Fibre  for  the 
purposes  illustrated  above  because  of  its  great  mechanical 
strength  ;  its  electro  rupture  of  200  to  400  volts  per 
1 -1000th  of  an  inch  of  thickness  (an  insulator  that  will 
nrjt  lireak  nor  crack),  and  because  of  its  adaptability^  as 
it  can   be  machined,  sawed,  punched,  etc. 

WRITE  FOR  ILLUSTRATED  LITERATURE 
explaining  how  you  can  save  money  and  get  better  results 
l>y  using  Spaulding  Hard   Fibre  in   your  product, 

J.  Spaulding  &  Sons  Co.,  Tonawanda,  N.Y. 

449  BrooineSt.,New  York       166  N.  Clinton  St..  Chicago 

Manufacturers  of   Hard  Fibre  Sheets,   Rods,  Tubes  and 
Special  Shapes;   Red,  Black  and  Grey  colors. 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


"The  material  of  a  thousand  uses" 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 


Power 
Telephone 

and 


Trolley 
Lines 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Haiiabook  on  the  Steam  Engine,  by  Herman  Haeder.  Pub- 
lished in  1914  by  Crosby,  Lockwood  &  Son.    522  pages, 
iUustrated.     Price  $3.00. 
A    Laboratory   Manual   of   Alternating   Currents,   by   John  H. 
Morecroft,  E.C.     Published  in  1012  by  Renouf  Publishing 
Company.    24S  pages,  illustrated.     Price  $2.00. 
Mternating   Currents— Examples    for    Students   and  Engineers, 
by  Prof.  F.  E.  Austin.     Second  edition.  Vol.  I.  Published 
in  I'.nti.     22;!  pagc.-i,  illustralcd.     Price  $2.40. 
Applied  Electricity  for  Practical  Men,  by  Arthur  J.  Rowland 
Published  in  191G  by  McGraw-Hill  Book  Company.  3(5 
pages,  illustrated.     Price  $2.00. 
Baudot  Printing  Telegraph  System,  by  H.  W.  Pendry.  Pub- 
lished in  1913  by  Whittaker  &  Company.    144  pages,  illus- 
trated.    Price  $1.00. 
Central  Station  Management,  by  H.  C.  Cushing,  Jr.,  and  New- 
ton Harrison.    Published  in  191G  by  D.  Van  Nostrand  Com- 
pany.    397  pages.     Price  $2.00. 
Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.    258  pages,  illus- 
trated.    Price  $3.00.  .        c   v.  n 
Direct  Current  Machinery,  Tlieory  and  pperation  of,  by  CyiU 
M.  Tansky,  B.S.,  B.A.,  1st  edition,  just  published  by  Mc- 
Graw-Hill Co.,  Inc.     2.«5  pages,  illustrated     Pnce  $2.o0. 
Dynamo-Electric   Machinery,   by    Francis    B.    C™cker    t.  JM., 
Ph  D      Published  in  1008  by  American  School  of  Corres- 
pondence.    236  pages,  illustrated.     Price  $100  _ 
Electric  Arcs,  by  Clement  D.  Child,  Ph.D      Published  in  1913 
by    D.    Van    Nostrand    Company.     194    pages,  illustrated. 

Electiic"clr'°Maintenance,  by   Walter  Jackson      Published  in 

1914  by  McGraw-Hill  Book  Company.     2,4  pages,  illus- 

Elecln\?''cooki''ng!  Heating  and  Cleaning,  by  Maud  Lancaster 
Published  in  1914  by  D.  Van  Nostrand  Company.  330 
pages,   illustrated.     Price  $1.50. 

"FlprtHral  Machinery"— Principles,  Operation  and  Management, 
by  Terrell  Croft  Just  published  by  the  McGraw-Hill  Book 
Co      31.'<  pages,  illustrated.     Price  $2.00       „  .       0  . 

Elec^AfpIlS'by  i::M|:^'-Buck,  M.   E.  PubHshed^in 

1915  by  McGraw-Hill  Book  Company,  Inc.  390  pages, 
illustrated.    Price  $3.00.       ,      „    „       .     tt.,,.j:„„    f  F 

Electric  Railway  Engineering,  by  C.   Francis   Haiding,  K. 

Second  Edition.     Published  in  1916  by  McGraw-Hill  Book 

Comnanv     416  pages,  illustrated.     Price  *.S.UU 
Elect^icaf  Instruments  in  Theory  and  Practice,  by  Murdoch  and 

Oschwald.     Published  in  1915  by  Whittaker  &  Company, 

366  pages,  illustrated.     Price  .$2.50  1010 
Electrical  Injuries,  by  C.  A.  Lauffer,  M.D,,  P"blisl;^^f  ^^^^ 

by  John  Wiley  &  Sons.    77  pages.     Price  50  cents 
'Electrical  Measurements  in  Practice,"  by  F.  Malcolm  FaiMTie, . 

First  edition.     Tnst  published  by  McGraw-Hill  Book  Com- 

oanv     359  pages,  illustrated.     Pnce  $4.00.    ,    ,     „  _ 
Elec^rTcai  MeLirements.  by  O.  J-  ^^^^'-^^p^"*^  1, J^^™' 

bull      Published  in   1914  by   Ameaican    Technical  Society. 

164  pages,  illustrated.     Price  $1.00.  c  ui-  1  a 

Electi^-Dynamics,  by  Charles  Ashley  Carus- Wilson.  Published 

in   1898  by   Longmans,   Green   &   Company.     298  pages. 

FVm^ntarv'^Principles  of  Illumination  and  Artificial  Ligbtin?. 
^'Ty  AruJr  Blok    A.M.I.E.E.     Published  in  1914  by  Scott, 

Greenwood  &  Son.    235  pages,  illustrated.    PlJ^f  .^l  O"- 
Elementary  Graphic  Statics,  by  John  T.  Wight.     Puhhshed  in 

1913  by  Whittaker  &  Company.       226  pages,  illustrated. 

Elem^e'iltary '^Magnetism  and  Electricity,  by  Cyril  M  Jansky, 
B  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212   pages,   illustrated.     Price   $1.50.  ui-  t   j  u 

Engineers'  Manual,  by  Ralph  G.  Hudson.  Just  published  by 
John  Wiley  &  Sons.    315  pages,  illustrated.    Price  $2.00 

Examples  in  Alternating-Currents,  (Vol.  1)  by  F.  E._  Austin, 
B  S.    Published  in  1015.    223  pages,  illustrated.    Price  $2  00. 

Examples  in  "Battery  Engineering,"  by  Professor  F._  E.  Austin, 
EE.    Just  published.    90  pages,  illustrated.    Price  $1.25.  _ 

Examples  in  Magnetism  for  Students  of  Pbysjcs  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1  00 

First  Aid  in' Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison,  Company. 
Illustrated.     Price  50  cents.  ,     ^        ^,       ,1     t,  u 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
.  illustrated.     Price  $3,00.  ,      r>    f  f 

How  to  Make  High-Pressure  .Transformers,  by  Professoy  t. 
E.  Austin.    Srcond  edition,  just  published.    48  pages,  illus- 

"Hydro'^ElertHc  Power  Stations,"  by  Eric  A  Lof  and  David 
B  Rushmore.  First  edition.  Just  pubhshed  by  John 
Wiley  &  Sons.     822  pages,  illustrated.     Price  $6.00. 


"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50.  ,  ^. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.    225  pages,  illus- 
ii.a'ed.      Price  $2.00. 
Practical    Mathematics   for   the   Engineer   and  -Electrician,  _  by 
Elmer  E.   Burns  and  Joseph  G.   Branch.     Second  edition. 
Published  by  the  Joseph  G.   Branch  Publishing  Company 
in  1914.     143  pages,  illustrated.     Price  $1.00. 
Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.     Published  in  1915  by  McGraw-Hill  Book 
Company.     404  pages,  illustrated.     Price  $3.00. 
Principles    of    Alternating    Current    Machinery,    by    Ralph  R. 
Lawrence.    Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Pnce  $4.50. 
Principles  of  Electrical  Design— D.C.  and  A.C.  Generators,  by 
Alfred  Still.     Published  in  1916  by  McGraw-Hill  Book  Co. 
365  pages,  illustrated.    Price  $3.00.  .    -  ,  , 

"PubHc  Utility  Rates."  A  discussion  of  the  Pnnciples  and 
Practice  underlying  charges  for  Water,  Gas,  Electricity, 
Communication  and  Transportation  Services,  by  Harry 
Barker,  B.S.  First  edition,  just  published  by  the  McGraw- 
Hill  Book  Company.  387  pages.  Price  $4.00.  _ 
Pumps  and  Pumping,  by  M.   Powis  Bale.     Published  in  191^ 

by  Crosby,  Lockwood  &  Son.    120  pages.     Pnce  $l-50. 
Radiodynamics— The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.    Published  in  191b  by  U. 
Van    Nostrand    Company.      206   pages,    112  illustrations. 
Price  $2.00.  ,         ,    ,        ■  ,  a- 

"Radio  Communication,  Theory  and  Methods,  with  an  appendix 
on  Transmission  over  Wires,"  by  John  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.     Price  $1.75.  „  1 

Radio-Telegraphisfs  Guide  and  Log-Book,  by  W.  H.  Marchant. 
Published  in  1912  by  Whittaker  &  Company.  Illustrated. 
Price  75  cents.  „    .  r.  vi-  1    j  • 

Radiation,  Light  and  Illumination,  by  Steinmetz.     Published  in 
1909  by  McGraw-Hill  Book  Company.     304  pages,  illus- 
trated.    Price  $2.50.  .  xi    c  11  pi. 
Railway  Maintenance  Engineenng,  by  Wm.  H.  bellew.  Pub- 
lished in  1915,  by  D.  Van  Nostrand  Co     360  pages,  194 
illustrations  and  6  folding  plates.     Pnce  $2.50  _ 
Standard    Wiring,    1917    Edition,    23rd    Year.     The  National 
Authority  on  Wiring  and  Construction.    By  H.  C.  Cushing, 
Jr     Leather  cover,  pocket  size.     Pnce  $1.00  postpaid. 
Steam  Power  Plants— Their  Design  and  Construction,  by  Henry 
C    Meyer.     Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.     Price  50c.  , 
Steam  Turbines,  by  Robert  M.  Neilson.     Published  in  1908  by 
Longmans,    Green    &    Company.      294    pages,  illustrated. 

Steam  TurW*^s,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00 

Telegraph  Practice,  a  Studv  of  Comparative  Method  by  John 
Lee  M  A  Just  published,  bv  Longmans-Green  &  Co.  10- 
pages.     Price  $1.00.  _  ,         ,    ^    ,  - 

Telegraphy— A  Detailed  Exposition  of  the  Telegraph  Systei^  of 
the  British  Post  Office,  by  T.  E.  Herbert,  A.M  Inst.  E.E. 
Tliird  edition.  Published  in  1916  by  Whittaker  &  Company. 
985  pages,  630  illustrations.     Price  $2.00. 

Teleeraphy,  bv  Sir  W.  H.  Preece,  K.C.B..  and  Sir  J.  Sivewnght. 
M.A.  Published  in  1905  by  Longmans,  Green  &  Company. 
504  pages.     Price  $1.00.  t,    ,  r 

Test  Methods  of  Steam  Power  Plants— A  Reference  Book  for 
the  Use  of  Power  Station  Engineers.  Supenntendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  M.E  Published 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  85 
illustrations.     Price  $2.50.  ,  ^      -rr      ■  j  -c. 

The  Electrical  Contractor ;  Principles  of  Cost-Keeping  and  Es- 
timating, bv  Louis  W.  Moxey.  Tr.  Publi.shed  in  1916  by 
'    McGraw-Hill  Book  Company.    86  pages,  illustrated.  Pnce 

The^Dynamo  (2  volumes'),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.     Price  $4.0fl.  _ 

"The  Lighting  Art,"  Its  Practice  and  Possibilities  by  M 
T  uckiesh.  First  edition,  just  published  by_  McGraw-Hill 
Book   Co..   Inc.     229  pages,  illustrated.  _  Price  $2.50.  _ 

The  School  of  Practical  Electricity  (Electncian  s  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Publish- 
ing Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4  50 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Published 
in  1913  by  Van  Nostrand  Company.    155  pages.    Pnce  .Sc. 

Tramway  Track  Construction  and  Maintenance,  by  R.  Bicker- 
staffe  Holt  Published  in  1915  bv  The  Tramway  and  Rail- 
way  World.     249  pages,   illustrated.     Price  $3.00. 

Transmission  Line  Crossings,  by  Frank  F.  Fowde.  Published 
in  1909  bv  D.  Van  Nostrand  Company.  69  pages,  illus- 
trated.    Price  $1.00.  t,  vi-  i  j 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Pubhshed 
in  1903.     272  pages.     Price  $1.00.  _ 

Wrav's  Manual  of  Car  tighting.  Published  '"1915  .by  Wray 
"Publishing  Company.    340  pages,  illustrated.    Pnce  51.50. 
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Teaching 
Your 

Customers 


T^HE  logical  place  and 
time  to  talk  to  your 
customers  is  in  the  Elec- 
trical News  when  they 
are  thinking  of  things 
electrical. 

If  your  product  is 
bought  by  electrical  men, 
advertising  in  the  Elec- 
trical News  will  carry 
your  message  to  them. 

You  and  your  wares 
may  be  favorably  and 
nationally  known  to-day 
but  if  you  don't  advertise 
you  will  soon  be  forgot- 
ten. 


Electrical  News 

347  Adelaide  Street  West 

Toronto 


Illustration  a  2  H.P.  Motor 
with  a  Belt  Tightening  Base 


Repulsion  Start 
Induction 

SINGLE 
PHASE 
MOTORS 


HIGH  STARTING  TORQUE— 

— greater  than  3  times  full  load  torque — 

LOW  STARTING  CURRENT— 

— less  than  3  times  full  load  current — 

QUICK  ACCELERATION— 

— 2  to  15  seconds  under  load — 

THE  BRUSHES  DO  NOT  TOUCH 

the  commutator  after  full  speed  is  reached. 
Four  points  to  consider  when  you  are  selecting 
a  standard. 

All  sizes — 1-10  to  40  horse  ])ower 

Century  Electric  Company 

19th,  Pine  to  Olive  Sts.,  ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  253 
lones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co..  Ltd..  Winnipeg 
Rudel  Belnap  IVIachinery  Co.,  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W..  Vancouver,  B.C. 


The  increase  in  our 
business  during 
Nineteen  Seven- 
teen proves  con- 
clusively that 

Quality 

is  appreciated  and 
is  the  best  adver- 
tisement. 


Electric  Fixtures 
Beautiful 


Representative — 

Toronto — J.  A.  McKay,  108  Grace  Street. 
Agents — 

Montreal — Armour  Bros. — 122  Board  of  Trade  Building. 
Winnipeg— Reynolds  &  Co. — 406  Confederation  Life  Buildin  = 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarks  H.  IDitcbcll 
Pcrcival  H.  IDitcbeli 

Consulting  and  Saptrvisin^ 
Engioeeri 

H>Jraiilic.  Steam  arui  Electrical  Power  Plants 
Industrial  and  Municipal  Engineering. 

Traders  Bank  Building,  TorontO 


Charles  F.  Gray,  a.i.e.e..  a.m.i.e.e. 

Consulting  Electrical  Engineer 

Suite  1101  Union  Trust  Bldg..  WINNIPEG 

Cable  Address  Telephone 
"Consultation"  Main  9174 


R.  S.  KELSCH, 
CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM,  GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Ga» 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine"  Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Te>t«,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  PlanU 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal.  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817        326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     :  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL       STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :  A.  L.  Mudge,  A.  L.  MieviUe 
Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  EnRineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs, 
Copyrights  and  Infringements.  20  Years'  Ex- 
perience in  Patents  and  Practical  Engrineermg 
STAR  BLDG.,  18  King  St.  W..  TORONTO 


TMfiWK.  COPYRIGHTS  *nr,5ICN"l 

N 

STANLEY  LIGHTF007 

REG  D  PATENT  SOLICITOR  AND  ATTOBNEV 

LUMSDEN    BUDG.n  /o"  CE  '  )  TORONTO. 

New  BOOKLET  OF  COMPLETE  INFORMATION  FREE 


ATENTS^ 


PROMPTLY  SECUREDi 

Electrical,   Mechanical  and   Chemical  Patents 
obtained  in  nil  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C..  U.S.A.  


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wire»,  Cables, 
Insulators,  Transmission  Toweis  end 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


Canadian  Inspection  and  Testing 
Laboratories,  Limited 

INSPECTING  ENGINEERS 

Inspection  at  point  of  manufacture  of  Power 

Plant  Equipment,  Wire,  Cable,  etc. 
Head  Office  and  Main  Laboratories  ;  Montreal 

Branch  Offices  and  Laboratories— Toronto, 
Winnipeg,  Edmonton,  Vancouver,  New  Glasgow 


ESTABLISHED  1S49 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  Rathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchaiits.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  iner- 
cantile  credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada:  Halifax.  N.S. :  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec.  Que.;  St.  John  N.B. ; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.  Man.  Western  Canada,  Toronto. 
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"Peirce" 
Means 


Quality 


In  all  kinds  of'  Electric    Pole  Line 
Hardware,  Fixtures  and  Brackets. 

This  well  known  line  is  in  use  all  over 
the  Dominion — a  sufficient  guarantee 
of  its  reliability. 

We  invite  inquiries  and  are  always 
pleated  to  quote  prices. 

SEND  US  YOUR  SPECIFICATIONS 

Acme  Stamping  &  Tool  Works 

Limited 

Hamilton    •  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


Safety  Panels 

and 

Switchboards 

For 

Office, 
Theatre 

and 
Factory 
Buildings 

Write   us  for  in- 
formation and 
prices 

Transformers,  Meters,  Enclosed  and 
Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes, 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 


220  King  Street  Weat 


TORONTO 


"*3^S)" "  Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER 

Always  were  the  simplest  fuses  in  construction  on  the  market. 
The  new  Type  "B,"  Form  4,  has  been  reduced  to  the  fewest  parts — 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  Caps 
are  removed  by  a  twist  of  the  wrist  and  as  easily  tightened,  holding 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,       Pittsburgh,  Pa. 


You 

Specify 

the 

Service 

ami  \vc  will  speci- 
fy the  motor. 
W'agncT,  Quality 
Mdtors  are  built 
for  ,sin).ilc  or  poly- 
phase currents 
and  for  every  pos- 
sible service.  Tell 
us  what  you  want 
the  motor  for  and 
we  will  tell  you 
the  type  of  motor 
that  will  exactly 
meet  your  re- 
(piirements. 


Wagner   Type   BW  (Self-starting) 
Polyphase  Motor,  Popularly  named 
■'The  Public  Servant." 


Wagner    Singlc-pliase    Motor  with 
Hack  Gear 


Let  us  send  you  Bulletin  11013  and  11113. 

l^li^SiieiEkcfhic  ManufacfhirtcJCbmpaiiy 

of  Canada  L  inn  ted  -  Montreal 


Power  BIdg.,  Montreal. 


347  Adelaide  St.  W.,  Toronto. 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 


following  regulations  apply  to  all  advertisers:— Eighth  page,  every  issue,  three  head- 
ings; quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings. 


The 


ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mlg.  Company  of  Canada 

ALUMINUM 

British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Hatheway  &  Knott,  Inc. 

Jovner,  Limited,-  A.  H.  Winter 

Northern  Electric  Company 

Wagner  Electric  Mfg.  Company  of  Canada 

Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian   Westinghouse  Company 
Duncan  Electrical  Company 
Hubbel!   Company,  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 

Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill  Manufacturing  Company 
BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse   Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

Standard  _  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 

Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard   Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBONS 
Canadian    Westinghouse  Company 
CAR  EQUIPMENT 
Ohio  Brass  Company 


CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  AUis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

-  CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSETiS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company. 

Northern  Electric  Company 

CONTROLLERS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh  Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago  Fuse  Manufacturing  Company 
D.  &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson  Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric    Heating  Company 
Northern  Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 

Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.   &  W.   Fuse  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  VV.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  58) 
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Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  COMPANY 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


LAMPS  Locked  On 
Can't  Get  Stolen 

They  can't  get  knocked  out  or  broken. 


guards  give  your  lamps 
just  such  protection. 
Sold  at  a  popular  price. 
Our  Loxon  Lamp  Guards 
and  other  Specialties  de- 
mand   the    attention  of 


every  handler  of  Electrical  Goods. 

Let  us  send  our  list. 

McGill  Mfg.  Co. 

Valparaiso       -  Indiana 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by  any  otlier  type  of  Conduit  made,  which 
recommends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  H  inch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 


5^  inch  Socket  Toints 
Puncture  Test  .TO.OOO  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 

Write  for  literature 

American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Installing  a  'IruTik   I.inc  Sul 
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FUSE  BOXES 
&  W.   I'lise  Company 
Noilliern  Electiic  Company 

GENERATORS 
Canailian  Ci  ockei-Wlieeler  Company 
Canadian  General  Electiic  Company 
Canadian  Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Lancashire   Dynamo   &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  Fred 
Toronto   &   Hamilton   Electric  Company 

GLASSWARE 

Jefferson  Glass  Company 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian  General  Electric  Company 
Canadian   V'ickers,  Limited 
Canadian   Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Roving  Hydraulic   &   Engineering  Cofnpany 

HYDRO  EXTRACTORS 
Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  Allis-Clialmcrs  Company 

ILLUMINATING  GLASSWARE 
Jefferson  Glass  Company 

INSPECTION  ENGINEERS 

Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 

Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

INSULATION  (Hard  Fibre) 

Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 

Canadian   Westinghouse  Company 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc. 

Illinois    Electric    Porcelain  Company 

Moloney   Electric   Company  of  Canada 

Mica  Company  of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 

Jefferson    Glass  Company 

LAMPS 

Canadian   General  Electric  Company 

Electrical   Maintenance   &  Repairs  Company 

Hatheway  &  Knott 

High  Efficiency  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Northern  Electric  Company 


LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Sundh  Electric  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

IJncoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,    Limited,  Fred 
Toronto  &  Hamilton   Electric  Company 
Wagner  Electric  Mfg.   Company  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Ofiice  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio  Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Devoe  Electr/c  Switch  Company 
Northern   Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 


PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill    Manufacturing  Company 
Spielmann  Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric  Manufacturing  Company 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  cS:  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  Winter 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Comptny 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundli  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian   Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International   Nickel  Company 

ROSETTES 

Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Company 
Canadian   General   Electric  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 

(Continued  on  Page  60) 
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Have  You 
Experienced 
A  Loss  of  This  Kind  ? 

If  you  haye,  now  is  the  time  to  prevent 
its  recurrence  by  putting  your  electric  wires 
underground.    If  you  have  not,  why  not  insure 
against  such  loss? 

Write  our  nearest  oSce  about  underground  installations. 

Standard  Underground  Cable  Co.  of  Canada,  Limited 
Hamilton,  Ont. 

Montreal,  Que.       Toronto.  Ont.         Hamilton,  Ont.  Seattle,  Wash. 


Oxy-Acetylene  Welding 


Speeds  up  Production 


Conserves  Material 


Automobile  Crank  Shaft  successfully  reclaimed  by  Welding-  ^ 

Whenever  a  prol)leni  arises  involving  the  joining  of  metals  (whether  for  manufacturing- 
purposes  or  repairing  liroken  equipment)  Oxy-Acetylene  Welding  is  almost  invariably 
the  solution. 

No  plant,  however  well  equipped  otherwise,  is  complete  without  an  O.^y-Acetylene 
Welding  Outfit  to  take  care  of  the  everyday  repair  jobs  that  a  speeding  up  of  produc- 
tion entails;  and  is  absolutely  imperative  in  order  to  completely  avoid  the  disastrous 
consequences  that  must  iuevital)ly  follow  a  serious  breakdown,  and  the  inability  to 
obtain  replacements. 

We  shall  be  pleased  to  give  you  all  particulars  as  to  the  lienetits  to  be  derived  from  the 
Process  in  your  Industry,  without  obligation,  and  ynur  interest  will  1)6  appreciated. 

L  AIR  LIQUIDE  SOCIETY 

The  Pioneers  of  the  Process  throughout  the  world 


TORONTO 


  Canadian  Factories   

MONTREAL  WINNIPEG 


HALIFAX 
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SOLDERING  FLUXES 
Allen  Company,  1..  B. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 

National  Electric  Heating  Company 

STANDARD  CELLS 
Weston   Electrical   Instrument  Company 

STORAGE  BATTERIES 

Canadian  General  Electric  Company 
Canadian    Hart    Accumulator  Company 
Northern   Electric  Company 

STREET  LIGHTING  FIXTURES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Joyner,   Limited,  A.   H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Devoe  Electric  Switcli  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Sundh   Electric  Company 

SWITCHBOARDS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Pevoe  Electric  Switch  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 

Ferranti  Electrical  Company  of  Canada 


TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
Thordarson   Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Paokard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose  &  O'Hearn 

Thordarson  Electric  Manufacturing  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 
Ohio  Brass  Company 

TUBING 

Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 

VACUUM  CLEANERS 

Houston  &  Compariy 

Onward  Manufacturing  Company 

Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 
Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 
Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 
Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 
Lincoln  Electric  Company  of  Canada 
WIRE 

Boston  Insulated  Wire  &  Cable  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Ele«trical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

WIRING  DEVICES 
Canadian  General  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Made  in  Canada 

Reamers 
Drills 


TAPS 

Sold  on  Merit 

Cutters 
Dies 


Ask  for  our  new  catalogue  No.  8, 


Pratt  &  Whitney  Co.  of  Canada,  Limited 


Montreal 

723  Drummond  Bldg. 


DUNDAS,  ONTARIO 

Winnipeg 
1205  McArthur  BIdg. 


Vancouver 

609  Bank  of  Ottawa  BIdg. 


J 
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A  Book  on 
Motor  Drive 

With  this  book  you  can 
show  any  prospective  user 
what  a  simple,  reliable 
machine  the  electric 
motor  is. 

It  gives  a  clear  idea  of 
principles  and  construc- 
tion of  the  motor,  yet  there 
is  not  a  word  that  the  non- 
technical reader  cannot 
understand. 

Illustrated  with  over  100 
special  photographs  of 
motor  drive. 

Write  us  or  phone  the 
nearest  branch  office  for 
bulletin  101-E. 

**Link  up  with  Lincoln*' 

Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
311-312  Kent  Building 

TORONTO 
Ontario 


THE 

MARK 


A 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 

Special  porcelain  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split  knobs,  standard  knobs,  cleats,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U.S.A. 
Toronto,  Canada,  307-308  Tyrrell  Building 


New  "Rigid'^  Shadeholder 


No.  400 

Only  One  Screw  to  Adjust 

Made  for  Brass  and  Porcelain 
Sockets 
In  2%  inch  only. 

Packed  100  in  a  box — 

Standard  package  1000. 

Manufactured  by 

The  Duncan  Electrical  Co.,  Limited 

1665  St.  James  St.     -     MONTREAL,  QUE. 
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W^stinghouse 

Electric  Irons  with  Attached  Stand 


Practically  indestructible,  few   parts,  no   delicate  pieces, 
efficient,  long  life,  monoplane  heating  element. 
Radiation  from  top  prevented  by  dead  air  space,  all  heat 
given  off  at  ironing  surface. 

A  heat  storage  plate  stores  the  heat  not  being  taken  by 
the  ironing  surface  making  the  iron  stay  hot  longer. 

The  weight,  6%  lbs.,  makes  heavy  ironing  easy,  but  is 
balanced  so  nicely  that  the  finest  lingerie  is  ironed  with 
ease. 

The  handle  fits  the  hand,  and  is  so  sloped  that  it  takes 
the  strain  off  the  wrist. 

The  attached  stand  enables  you  to  turn  the  iron  upside 
down  and  use  it  as  a  hot  plate. 

^A/s  is  the  ^ost  SatisfaSlory  Iron  to  Handle. 
Jisk  Our  V^earest  Office  for  Full  ^Particulars. 

Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


Toronto 

Montreal  Ottawa 

Traders  Bank      52  Victoria  Ahearn  &  Soper 

Bldg.                  Sq.  Ltd. 


Halifax      Ft.  William  Winnipeg 


105  HoUis 
St. 


Cuthbertson 
Block 


158  Portage 
Ave.  E. 


Edmonton  Calgary  Vancouver 

211  McLeod      Grain  Exchange  Bank  of  Ottawa 
Bldg.  Bldg.  Bldg. 


March  1,  1918 


THE    ELECTRICAL  NEWS 


SOLENOID  SWITCHES 

Essential  for  Modern  Street  Lighting  Methods 

This  cut  sliovvs  our  Type  17  H.ET'.  Solenoid  switch  whicli 

was 

ADOPTED  BY  HYDRO  ELECTRIC  COMMISSION 

of  the  Province  of  Ontario  and  used  by  them  in  a  large  num- 
ber of  Ontario  towns. 

Orders  are  received  from  all  the  Provinces. 

This  switch  is  no  experiment.  The  fact  that  it  has  been 
adopted  by  the  Hydro-Electric  is  proof  of  its  success. 

No  springs,  switch  or  other  complicated  mechanisms  tc 
give  trouble.  They  close  magnetically  and  are  opened  by 
gravity  assisted  by  the  tension  of  the  laminated  copper  con- 
tact.   AH  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the 
cost  of  installation  by  using  our  Type  17  H.E.P.  Solenoid 
.Switches,  which  are  suitable  for  any  frequency  on  multiple 
circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars. 

The  Electrical  Maintenance  &  Repairs 


Phone 
Adelaide 
902-903 


Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


Nicht* 
Beach 
1723  1930 


JONES  &  GLASSCO 

(REG'D) 

ENGINEERS 
MONTREAL  AND  TORONTO 

Specialists  in 

POWER   TRANSMISSION  CHAINS 


CANADIAN   AGENTS  FOR 


"RENOLD" 

Patent  Silent  and  Bush  Roller  Chains 


"MORSE'* 

Rocker  Joint  Silent  Chains 


CHAIN  DRIVES  FROM  1  4  H.P.  TO  5000  H.P.  IN 
SUCCESSFUL  OPERATION 


Write  for  particulars  to 


Head  Office 


Branch  Office: 


ST.  NICHOLAS  BUILDING 

MONTREAL 


1201  TRADERS  BANK  BUILDING 

TORONTO 


Till-:  i-:lkctrical  news 


March  1,  1916 


ELECTRIC  REPAIRS 


We  can  keep  you  running 
while  we  make  your  repairs 


Fred  Thomson  Co.,  Limited 

326-328-330  WEST  CRAIG  STREET 

MONTREAL 


G  &  W  POTHEADS  FOR  INSIDE  USE 

Are  made  in  all  Sizes,  Shapes  and  Voltages 

Five  styles  of  construction  in  twelve  shapes  give  an  almost  unlimited  range  of  selection.  Any 
size  of  cable  or  conduit  can  be  fitted.    Terminals  either  detachable  or  non-detachable. 


Type  "Q" 
Porcelain 
Pothead 


Supplement  "B*'  illustrates  various  shapes  clearly.  Mailed 

upon  request. 


G  &  W  ELECTRIC  SPECIALTY  CO. 


7440-52  So.  Chicago  Ave. 


CHICAGO,  U.S.A 


A    H.  Winter  Joyner,  Ltd.,  100  Wellington  St.  W.,  Toronto. 
A    H    Winter  joyner.  Ltd..  17  St.  John  Street,  Montreal. 
Bentz-Richardson    Co.,    Ltd.,    592    Notre    Dame    Ave.,  Winnipeg 
General   Supplies,   Limited,   Calgary   and  Edmonton. 


For  tho  Ends  of  Cablos 


/ol.  XXVII    No.  6 


Toronto,  March  15,  1918 
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Northern  I'^lcctnc  paper 
insulated  lead  covered 
Tower  cables  are  de- 
signed, manufactured  and 
tested  to  maintain  the 
highest  possible  factor  of 
safety. 

In  every  phase  of  their 
production,  engineering- 
skill  of  the  highest  order 
directs  their  manufacture. 

To  those  interested  we 
will  be  glad  to  send  a  list 
of  the  largest  users  of  this 
class  of  cable  who  will 
verify  our  claims  for 
Northern  Electric  Power 
Cables. 

Among  all  rubber  cov- 
ered wire  "Adanac"  en- 
joys the  largest  sale  in 
Canada.  The  carefulness 
and  skill  with  which  this 
wire  is  insulated  secures 
a  degree  of  safety  in  ex- 
cess of  underwriters'  re- 
quirements. 

Enquiries  as  to  specifi- 
cations and  prices  are 
welcomed  at  any  of  our 
branch  houses. 


Armoured  Cables 
Annunciator  Wire 
Armature  Wire 
Asbestos  Covered  Wire 
Automobile  Wire 
Bare  Copper  Wire 
Brewery  Cord 
I'ridle  Wire 
Brass  Wire 
Bell  Cord 
Canvassite  Cord 
Copper  Clad  Wire 
Car  Wire 

Counterweight  Cord 

Cambric  Insulated  Cables 

Deck  Cable 

Prop  Wire 

Electric  Heater  Cord 

Elevator  Cable 

Fixture  Wire 

Flameproof  Wire  and  Cable 

Lamp  Cord 

Lead  Covered  Cables 

Magnet  Wire 

Marine  Wire 

Motor  Boat  Wire 

Office  Wire 

Packing  House  Cord 

Pothead  Wire 

Paper  Insulated  Power  Cable 

Paper  Insulated  Telephone  Cable 

Portable  Lamp  Cord 

Rubber  Covered  Wire 

Rubber  Covered  Cable 

Show   Window  Cord 

Signal  Wire 

Slow  Burning  Wire 

Slow   Burning  Weatherproof 

Wire 
Switchboard  Cable 
Switchboard  Cords 
Switchboard  Wire 
Telegraph  Cable 
Telephone  Cords 
Theatre  Cable 
Trolley  Wire 

Weatherproof  Copper  Wire 
Weatherproof   Iron  Wire 
Weatherproof  Aluminum  Wire 
Cable  Sphcing  Compound 
Pothead  Compound 
Paper  Tape 
Cable  Terminals 
Etc.,  Etc..  Etc. 


WIRES  GCABLEST^ 


NorthQf/i  Eke  trie  Com  patty 


LIMITED 


Montreal       Halifax      Ottawa  /%j 


Toronto   London  Winnipeg  /^i 
Regtna       Calgary  /^a 


M:ircli  ir>.  I!) IS 
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"Flextube' 

 1"^^  t«^.  .  .>.«fmt(...... 


Specify  FLEXTUBE  on  your  orders 
to  your  jobber,  and  insist  that  FLEX- 
TUBE  be  shipped.  It  will  save  you 
labor  costs,  material  costs  and  bother  of 
all  kinds. 

Write  for  Bulletin  No.  151  and  sample. 


National  Melal  Molding  6. 

Ma n ufacturers  of 

Electrical  Conduits   Sc  Fittings 
1118  Fulton  Building,  PITTSBURGH,  PA. 

Atlanta  Dallas  Los  Angeles  Salt  Lake  City 

Boston  Denver  New  York  San  Francisco 

Buffalo  Detroit  Philadelphia  Seattle 

Chicago  Portland  St.  Louis 

Buenos  Aires  Havana  Manila  Paris 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Head  Office, 


TORONTO 


Montreal 
Halifax 
Ottawa 
Cobalt 


District  Sales  Offices: 
Winnipeg 
Calgary 
London 


Edmonton 
Nelson 
Vancouver 
South  Porcupine 


Double  Compounding 
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Saving  the  "Overhead 


On  the  Line 

A  "wild"  pole  can  do  a  great  deal  of  dam- 
age to  overhead  construction.  This  danger  is 
minimized,  however,  if  the  cars  are  equipped 
with  O-B  Catchers  or  O-B  Retrievers. 

The  Catcher  is  for  city  service.  It  catches 
the  pole  when  it  leaves  the  wire  and  holds  it 
safely.  It  keeps  the  rope  reeled  in  and  pre- 
vents it  from  dangling  dangerously. 

The  Retriever  is  for  high-speed  service.  It 
catches  the  pole  when  it  jumps  and  then  pulls 
it  clear  down  out  of  harm's  way— even  though 
the  car  coasts  under  several  spans. 


In  the  Shop 


O-B  Catchers  and  Retrievers  are  unfamiliar 
visitors  in  the  repair  shop.  Maintenance 
charges  against  them  are  practically  nil. 

Every  part  has  been  made  strong  and  rug- 
ged. The  mechanism  is  very  simple.  This 
combination  of  ruggedness  and  simplicity 
keeps  them  on  the  cars,  doing  their  duty  day 
after  day. 

Plenty  of  rope-room  is  provided,  so  the 
trolley  rope  cannot  foul  in  wet  or  snowy 
weather. 

Send  for  a  detailed  description  of  their  de- 
sign and  operation. 


Ask  about  a  trial  on  your  own  cars 


lit, 

III: 
III 


The  Ohio  Brass  Company 


'.'.'I'll 


I  1  I  ri 
'I'll. '.I 


rri'i'i 
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1 1 1 1 1 
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Arc  Welding  is  More 
than  a  "Patching" 
Process 

Welding  has  been  so  widely  featured 
for  repair  and  patching  work  that 
many  people  never  think  of  it  as  a 
manufacturing  process. 

As  a  matter  of  fact  Lincoln  Arc 
A\'elders  used  in  manufacture  of 
metal  jiroducts  are  frecjuently  mak- 
ing even  greater  savings  than  in  re- 
pair work. 

Lincoln  Arc  Welders 

are  especially  adapted  to  fabricating  iron, 
steel,  and  other  metals — welding  seams, 
fastening  on  attachments  —  joining  of 
parts — in  fact,  any  work  of  this  nature  on 
which  speed  and  economy  count.  The 
heat  from  the  Lincoln  Arc  can  be  con- 
centrated on  a  small  surface,  giving  a 
clean  looking  job  and  preventing  the 
warping  or  buckling  usually  encountered 
in  gas  welding. 

The  operation  of  the  Lincoln  Welder  can 
be  learned  by  any  intelligent  workman  in 
two  or  three  days.  Once  broken  in  he 
can  do  welding  jobs  at  lower  cost  than 
with  any  other  equipment  or  process. 
This  we  prove  in  any  shop. 

Our  Welding  Engineer  will  gladly  in- 
spect a  plant  and  product  for  welding- 
possibilities — at  no  cost  to  the  owner. 

Write  for  Welding  Bulletin  , 

Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
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Stability  and  Efficiency 

are  prime  factors  in  development  of  Water 
Power  in  these  days  of  intense  activity. 
That's  why 

SMITH  HYDRAULIC  TURBINES 

are  being  installed  in  the  "PLANTS  THAT  COUXT" 


Write  Department  "N"  for  Bulletin  of  Designs 
and    Useful    Data    for    Hydraulic  Development. 

S.Morgan  Smith  Co.,  York, Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


PUSH  BUTTON 
FLUSH  SWITCH 

Shallow  Type— Superb  Action 

Single  Pole  Three  Way 

No.  200  No.  203 


Only  One  Inch  Deep — 

Easy  to  Install — 

Price  is  Right 

Manufacturers 

The  Duncan  Electrical  Co.,  Limited 

1665  St.  James  St.     -     MONTREAL,  QUE. 
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Greater  Protection 

in  the  Special  C  &  H  Poly-Phase  Meter 

For  Installation  on  Long  Distance  Transmission  Lines 

Up-to-date  in  every  respect  the  great  outstanding  feature  of  this 
new  meter  is  safety.  This  is  secured  by  the  use  of  a  new  double 
terminal  block  which  obviates  accident  caused  by  surge  condi- 
tions during  lightning  storms.  The  Poly-Phase  Meter  has  also 
more  interior  space  for  making  connections,  and  the  three  line 
wires  are  carried  direct  through  the  meter. 

Get  full  particulars  and  prices 

Chamberlain  &  Hookham  Meter  Co. 


Limited 


243  College  St. 
TORONTO 


61  Albert  Street 
WINNIPEG 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire "  machines, 
minimum  incon- 
venience from 
such  breakdowns. 


1000  H.P.  Variable  Speed  Motor  for  Direct  Coupling  to 
Tyre  Rolling  Mill. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada^  Ltd. 

Montreal  107-109  Duke  St.,  Toronto 


s 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  Siainpiny  and  Tool  W  orks  ..  4;! 

Allen  Conipanj',  L.  B   49 

Allen  Inspection  Compan)'   50 

American  Conduit  Company   

Kcaubien,  De  Gaspe   50 

Benjamin  Electric  Company  

Branston  Company,  Chas.  A   18 

Boston  Insulated  Wire  and  Cable  Co.  38 

Boving-  Hydraulic  &  Engineering  Co.  45 

Bradstrects                                  ...  50 

Brandeis,  Charles   50 

British  Aluminium  Company  

Brown  Company  

Canada  Wire  and  Cable  Company  . .  .  49 

Canadian  Bridge  Company   41 

Canadian  Crocker  Wheeler  Co  

Canadian  Hart  Accumulator  Co.  ...  49 

Canadian  General  Electric  Co  14-15 

Canadian  Independent  Telephone  Co.  45 
Canadian    Inspection    and  Testing 

Laboratories    50 

Canadian  Office  and  School  Furniture 

Company   38 

Canadian  Porcelain  Company  

Canadian  Westinghouse  Company  . . 

Century  Electric  Company    43 

Chamberlain  &  Hookham  Meter  Co., 

Limited   7 

Chicago  Mica  Company  

Cleveland  Armature  Works   35 

Conduits  Company,  Limited   9 

Crouse-Hinds  Company  

Cutter  Company   16 

Daum,  A.  F   16 

Dennison,  H.  J.  S   50 

Devoe  Electric  Switch  Company  ...  42 

Dossert  &  Company   35 

Duncan  Electrical  Company   6 

Economy  Fuse  and  Mfg.  Co   11 

Elec.  Maintenance  and  Repair  Co.  . .  51 

Electric  Railway  Improvement  Co.  . .  43 
Electric  Service  Supplies  Company.. 
Electrical  Development  &  Machine 

Company   12 


Electrical  Engineering  Company  ...  41 

Electrical  Testing  Laboratories  ....  50 

Ewart  &  Jacob   50 

Ferranti  Electric  Company   10 

Fisher  Electric  Company  

Flexible  Conduits  Company  

G.  &  W.  Electric  Specialty  Co  

Gest,  G.  M.,  Limited  

Gray,  Charles  F   50 

Great  West  Electric  Company   42 

Hatheway  &  Knott   11 

Houston  &  Company   49 

Illinois  Electric  Porcelain  Company 

Jef¥erson  Glass  Company  

Jones  &  Glassco  

Jordan  Brothers   37 

Joyner,  Ltd.,  A.  H.  Winter  

Kelsch,  R.  S   50 

Kent  Brothers   43 

Kerry  &  Chace,  Limited   50 

Kuhlman  Electric  Company   40 

L'Air  Liquide  Society   51 

Lancashire  Dynamo  and  Motor  Co.  7 

Leeds-Northrup  Company   8 

Lightfoot,  Stanley   50 

Lincoln  Electric  Company  of  Canada  61 

Lindsley  Brothers  Company   41 

'  Lowry,  E.  A   38 

Lyman  Tube  and  Supply  Company. 

Malm,  Gordon  &  Company   50 

Masco  Company   13 

Marion  &  Marion   50 

McGill  Manufacturing  Company  ...  41 

Mica  Company  of  Canada,  Ltd  

Mitchell,  Charles  H.  &  Percival  H.  . .  50 

Moloney  Electric  Co.  of  Canada  ....  12 

Myerson,  Joseph   39 

National  Electric  Heating  Company  52 

National  Metal  Molding  Company  . .  4 

Nerlich  Company  

Northern  Aluminum  Company   49 

Northern  Electric  Company   3 


Ohio  Brass  Company   5 

Onward  Mfg.  Company  

Orpen  Conduit  Company   40 

Packard  Electric  Company  

Petrie,  H.  W   38 

Phillips  Electrical  Works,  Eugene  F.  37 

Philadelphia  Electric  Company  ....  12 

Power  Equipment  Company   39 

Pratt  &  Whitney  

Pringle,  R.  E.  T   52 

Railway  &  Power  Engineering  Cor- 
poration   

Redmonal  Chemical  Products  Co..  i9% 

Ridout  &  Maybee   3'^ 

Robertson  Limited,  J.  M   5' 

Robbins  &  Myers  Companj^   1: 

Rose  &  O'Hearn   10 

Ross  &  Company,  R.  A   50 

Renfrew  Electric  Company  

Sachsenmaier  &  Co.,  George  

Sammett,  M.  A   50 

Sangamo  Electric  Mfg.  Co  

Smith  Company,  S.  Morgan   r, 

South  Bend  Current  Control  Co.  ...  4S 

Spaulding  &  Sons  Company,  J  

Spielmann  Agencies  Regd   42 

Spray  Engineering  Company   13 

Square  D  Compan}^   47 

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited    43 

Standard  Wiring  

Steel  Company  of  Canada   3 

Sundh  Electric  Company  

Superior  Electric  Company   10 

Tallman  Brass  and  Metal  Company  13 

Thompson,  Clarence   50 

Thompson,  Fred  &  Co  

Thompson-Levering  Company  ....  41 

Thordason  Manufacturing  Company  49 

Toronto  and  Hamilton  Electric  Co.  39 

Tubular  Woven  Fabric  Company  ...  1 

^*ickers  Limited  

Wagner  Electric  Manufacturing  Co. 

Ward  Leonard  Electric  Co  

White  Electrical  Companj-,  T.  C.  .  . 


THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  IVIeasnrement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  B30  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  At*. 


Electrical  Meacuring  Instrument* 


PHILADELPHIA,  PA. 
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Plant  of  Laurentide  Power  Company,  Limited.     "GALVADUCT"  Buildings. 

GALVADUCT 

and  LORICATED 


**GALVADUCT'* 

The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quahty. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED  " 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 


corrosive  agents. 


If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 
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Let  us  quote  you  on — 

"Premier"  Electric 
Heating  Appliances 

for  your  1918  requirements. 

Our  high  class  goods  will  appeal 
to  your  best  customers  and  will 
increase  your  profit  in  larger  sales. 

Write  for  Circulars  and 
Trade  Discounts. 

"Premier '  appliances  are  manufac- 
tured exclusively  by 

Superior  Electrics 

Limited 

PEMBROKE,  CANADA 


Chas.  E.  Breckenridge,  Managing  Director 


No.  S22 


No.  P52 


rERF^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering"  elsewhere. 

House  Ser\ice  and  Power  Meters,  Am- 
meters, \'oltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 
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Universal  Insulator  Supports 

SAVE 

Time,  Labor  and  Material 


UNIVERSAL  INSULATOR  SUPPORTS  are  specially  designed  mal- 
leable iron  clamps  made  in  four  sizes  for  securing  Insulators  to  open 
steel  framework  for  wiring  mills,  foundries,  shops,  bridges,  piers,  elevated 
railways,  subways,  train  sheds — and  similar  structures.  They  are  easily 
attached,  and  by  their  use,  electric  wiring  for  lights,  motors,  generators, 
cranes,  etc.,  can  be  installed  with  a  great  saving  of  labor  and  material. 

Writ*  for  Bulletin  No.  22  which  gives  full  description, 
prices,  discounts,  etc. 


"Killark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave..  PITTSBURGH.  Pa. 

Canadian  Sales  Agents 


The  right  fuse  for  every  make  of  car 
and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo. 


HATHEWAY  &  KNOTT,  Inc. 


Electrical  Merchandise  1 
New  York  Headquarters  for  the 


20  Liberty  Street,  NEW  YORK 
Canadian  Electrical  Trade 


ECONOMY 

renewable 

FUSES 

80% 


cut  annual  fuse 
maintenance  costs 


Economy  "Drop  Out"  Renewal  Links  are  responsible  for  this  sav- 
ing. 

A  "Drop  Out"  Renewal  Link  restores  a  blown  Economy  Fuse  to 

its  original  efficiency. 

A  sustained  arc  is  impossible. 

It's  the  work  of  a  moment  for  even  a  novice  to  replace  the  link 

and  renew  the  fuse. 

First  in  its  field — first  in  efficiency. 

Order  from  your  dealer 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  -  MONTREAL 

Sole  Manufacturers  of  "ARKLESS"— The  Non-Renewable  Fuse  with  the 
"100  per  cent.  Guaranteed  Indicator." 
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FRANKLIN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


"FRANKLIN"  Cable  Potheads 

For  all  conditions.     Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


WRITE   FOR  BULLETINS 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 

SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  ■  Philadelphia 


March  ir>,  19.18 
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Ford  uses  "Spraco"  equipment 

Ford  Motor  Co.  efficiency  experts  install  additional  Spray 

Cooling  Ponds 


As  a  result  of  the  exceptionally 
good  results  obtained  from  their 
first  installation  of  Spraco  equip- 
ment the  Ford  Motor  Co.  of  De- 
troit have  put  in  additional  Spray 
Cooling  Systems  to  take  care  of 
their  increasing  demands. 

"Spraco"  is  the  most  efficient 
method  for  cooling  water  for  any 
purpose.  It  is  economical  to  in- 
stall and  maintain. 

Our  engineers  are  at  your  service. 

Rudel-Belnap  Machinery  Co. 
Ltd.,  Montreal 


Spray  Engineering  Co.,  93  Federal  St.,  Boston 


Kimble  Motors 


"A  Touch  of  the  Toe  to  go  Fast  or  Slow." 

That  is  why  printers  insist  on  Kiml)lc 
Motor.s — and  why  your  customer  will  buy  them. 

Kimble  Single  Phase  Variable  Speed  Motors 

are  made  f(jr  all  standard  voltages  and  fre- 
quencies. Wherever  wide  speed  variation  and 
smooth  running-  is  desirable  they  will  fill  the 
hill. 

Distributors 

The  Masco  Company,  Ltd. 

TORONTO 


91-93  Queen  St.  E. 


"JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES." 


The  increase  in  our 
business  during 
Nineteen  Seven- 
teen proves  con- 
clusively that 

Quality 

is  appreciated  and 
is  the  best  adver- 
tisement. 


Electric  Fixtures 
Beautiful 


Representative — 

Toronto — J.  A.  McKay,  108  Grace  Street. 
.^Rents — 

Montreal — Armour  Bros. — 122  Board  of  Trade  Building. 
Winnipeg — Reynolds  &  Co, — 406  Confederation  Life  Building. 
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A  DEPENDABLE  PULL 
CHAIN  SOCKET 
No.  5400 


Quick,  Positive  Break 

Equipped  with  Arc  Eliminator 

A  Quality  Device  at  a  reasonable  price 

The  Socket  with  the  Switch  Mechanism 


1038  MOTOR  STARTING  SWITCH 


The  CR-1038  Switch  is  used  for  connecting  small  A-C.  motors  directly  to 
the  line,  and  is  suitable  for  use  with  motors  up  to  and  including  3  h.p.,  110 
volts ;  5  h.p.,  220  volts ;  3  h.p.  440  volts,  and  3  h.p..  550  volts. 


You  Can  Replace  the  Fusible 
Link  in  a  Minute  on  this  New 
A-G.  Motor  Starting  Switch 

A  new  type  of  protective  plug 
guards  the  motor  against  contin- 
ued overloads,  but  does  not  open 
the  circuit  under  ordinary  start- 
ing or  momentary  overload  con- 
ditions. The  protective  element 
in  the  plug  is  easily  renewed 
without  tools  and  at  a  remarkably 
low  cost.  A  sensitive  protection 
is  thus  provided  for  the  motor  at 
a  negligible  cost. 


I     CANADIAN  GENERAL  ELECTRIC  CO. 

i  LIMITED 

I  Head  Office:  Toronto.  Sales  Offices :  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg,  Calgary,  F.dmonton, 
=  Nelson  and  Vancouver. 
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1918  ELECTRIC  FANS  1918 


12  and   16  inch  Oscillating 
Type,  A.C.  and  D.C. 


9  inch  Oscillating  Type, 
A.C.  and  D.C. 


12  and  IG  incn  Exhaust  Type 
A.C.  and  D.C. 


8  inch   Nickel  Plated  Universal  Fan 

Our  8  inch  nickel  plated  Fan 
Motor  is  Universal.  110 
volts  A.  G.  or  D.  G.  It  has 
five  speeds,  giving  a  large 
volume  of  air  with  silent 
operation.  The  nickel  plated 
finish  makes  it  ideal  for  home 
use.  Furnished  also  unplat- 
ed  with  cord  and  plug. 


50  inch  CeiUng  Type  A.C.  and  D.C. 


The  full  line  comprises  9  inch,  standard  and 
oscillating;  12  and  16  inch  standard,  and  oscil- 
lating ;  ceiling  fans  ;  and  exhaust  fans.  Write 
our  nearest  office  for  prices. 

IMPORTANT— Order  early  to  insure  prompt  delivery. 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.    Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt.  South  Porcupine,  London,  Winnipeg,  Calgary.  Edmonton, 

Nelson  and  Vancouver. 
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Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 
in  the 

I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  us  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  circuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Office 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  in  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
or  the  wonderful  equip- 
ment of  the  Ford  Motor 
Company. 

The  Cutter  Company 

Bank  of  Hamilton  Building 
Toronto,  Ont. 

Main  Office  and  Factory : 
Philadelphia,  Pa. 


New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone 

lUdg. 

Chicago,   Monadnock  Block. 
Pittsburgh,  Park  Building. 
Minneapolis,  Metropolitan 
Life  Bldg. 
ECCLES  &  SMITH  CO. 
Los  Angeles     San  Francisco 
Portland,  Ore. 


Safety  Panels 

and 

Switchboards 

For 
Office, 
Theatre 

and 
Factory 
Buildings 

Write   us  for  in- 
formation and 
prices 

Transformers,  Meters,  Enclosed  and 
Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes, 
Lamps  of  all  kinds 


Everything  Electrical 


Try  us  for  Service 


Rose  &  O'Hearn 


220  King  Street  West 


TORONTO 


""IS)" "  Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER 

Always  were  the  simplest  fuses  in  construction  on  the  market. 
The  new  Type  "B,"  Form  4,  has  been  reduced  to  the  fewest  parts — 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  Caps 
are  removed  by  a  twist  of  the  wrist  and  as  easily  tightened,  holding 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,       Pittsburgh,  Pa. 
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THE   perfect   balance  of  the  Robbins  lV 
Myers  Fan  is  a  feature  which  contributes 
greatly   to   its  smooth,  quiet  operation 
and  long  life. 

You  can  operate  an  R  &  M  Fan  in  any 
position  you  wish,  and  it  will  run  smoothly, 
noiselessly  and  without  vibration. 

Every  fan  is  balanced  carefully  by  an  expert 
before  it  leaves  the  factory,  to  make  sure  that 
it  will  operate  in  all  running  positions  without 
vibration.  It  is  this  attention  to  every  detail 
which  makes  R  &  M  Fans  so  well  liked  by  users 
and  so  profitable  for  the  dealer  who  sells  them. 


Manager,  Cincinnati  Branch 


The  Robbins  &  Myers  Company 


SPRINGFIELD,  OHIO 

CANADIAN  DISTRIBUTORS 
The  Century  Electric  Co.  Costcllo  &  Crowe. 


Dawson  &  Co.,  Ltd. 
Montreal 


Montreal  Ottawa 

La  Cie  Codere  &  Fils,  Inc.  Eastern  Electric  Co.      Mechanics  Supply  Co..  Ltd 

Sherbrooke  St.  John  Quebec 

John  Starr  &  Sons  Co.,  Ltd.  Rogers  Electric  Co.,  Ltd.areat  West^  Electric  Co 
Halifax 


Toronto 


Winnipeg 
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Demonstrate  the 

Branston  Violet  Ray  Generator 

in  your  store 


Durino-  the  two  weeks  of  special  selling  - — ■ 
-Ai'RIL  8th  to  APRIL  20th— our  tremendous  ad- 
\  ertising-  campaign  will  create  a  bigger  demand 
than  ever  for  Branston  Violet  Ray  Generators  all 
over  the  Dominion.  Thousands  of  Generators 
are  now  being  sold,  and  every  one  is  an  adver- 
tisement in  itself.  We  realize  this  fact,  and  have 
proven  that  special  demonstrations  arouse  a  great 
deal  of  interest — lead  to  many  sales — make  satis- 
fied customers — increase  your  profits. 

In  Alarch  and  April,  with  the  breaking  up  of 

Violet 

If  you  are  not  a  Branston 
Violet  Ray  dealer  write  us 
to-day  and  get  in  on  this. 

We  are  running  full-page  advertisements  in 
the  leading  magazines,  calling  attention  to  the 
Branston  Violet  Ray  demonstration  in  your  store. 
We  are  preparing  attractive  complete  window 
trims,  display  cards  and  streamers,  lantern  slides 
for  the  movies,  catalogues  and  special  folders, 
advertising  electi'otypes  for  your  local  newspaper. 
Every  medium  that  will  assure  profitable  results 
to  dealers  is  being  utilized. 

Reap  the  full  benefit  and  co-operate  with  us 
during  this  campaign.  Put  in  a  good  window  of 
Branston  Violet  Ray  Generators.  Use  the  win- 
dow trims  we  supply  you. 

Special  Reduced  Prices 
for  this  demonstration. 

Remember   the   dates — Branston  Violet 
Ray  Weeks,  April  8th  to  April  20th. 

Write  to-day  for  complete  information. 

Chas.  A.  Branston  Co. 

Manufacturers 

355  Yonge  Street,  TORONTO 


winter,  come  slushy  streets  and  muddy  roads, 
cold,  raw  winds.  It's  the  time  of  colds,  coughs, 
neuralgia,  rheumatism,  neuritis,  headache,  ear- 
ache, and  backache — the  time  when  every  ache 
and  pain  in  your  town  means  a  prospective  pur- 
chaser of  a  Branston  Violet  Ray  Generator,  the 
most  wonderful  scientific  discovery  of  modern 
times  for  the  relief  of  pain  and  the  cure  of  dis- 
eases. Used,  endorsed,  and  recommended  by  the 
most  prominent  Physicians,  Hospitals,  and  Sani- 
tariums throughout  the  country. 

CAMPAIGN  WEEKS 
April  8th  to  April  20th 

SPECIAL  REDUCTION 

This  $40.00  Generator 
special  retail  price  $34.50 

The  Model  7  Branston  \'iolet  Raj-  High  Frequency 
Generator  regularly  sells  for  $40.00.    But  during  this  in- 
troductory campaign  only  the  retail  price  has  been 
-reduced  to  $34.50. 


This  machine  is  designed  for  general  all-round  family 
use,  for  which  it  will  be  found  eminently  practical.  It 
is  put  up  in  an  attractive  and  durable  leather-covered, 
velvet-lined  case,  12  x  9  x  Qyi  inches,  complete  with  con- 
necting cords,  one  No.  1  surface  electrode,  No.  2  metal 
electrode  and  No.  4  Comb  electrode. 
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$10,0()(),ono.  Of  cnursc,  before  this  power  can  he  utilized  on 
the  railways  there  nnist  he  an  expenditure  of  many  millions 
in  equipment.  The  fact  remains,  however,  that,  cheap  or  ex- 
pensive, water  power  is.  up  to  a  certain  point,  a  substitute 
for  coal,  and  since  our  coal  supply  is  threatened  it  vi^ould 
be  unwise  to  neglect  to  develop  the  water  falls.  The  same 
argument  applies  to  the  St.  Lawrence  and  numerous  other 
powers.  When  people  are  freezing  to  death  they  are  not 
apt  to  haggle  over  the  price  of  heat. 
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Hydro-Electric  Development 
Should  Be  Pushed  Forward 

Whatever  expenditures  may  or  may  not  be  justified  at 
the  present  time  there  seems  to  be  no  question  either  in  the 
minds  of  the  electors  or  of  the  members  of  the  local  legis- 
lature that  the  Hydro  water-power  development  work  must 
Ko  forward.  This  is  evidenced  by  the  amount  of  something 
,,ver  nine  million  dollars  which  appears  in  the  Ontario  esti- 
mates for  the  coming  year. 

Though  this,  at  first  thought,  may  seem  a  too  heavy 
expense  under  present  conditions,  it  is  well  to  consider  that, 
in  view  of  the  fuel  situation,  it  is  an  emergency  necessity. 
Nor  is  it  entirely  impossible  to  figure  it  out  as  a  good  invest- 
ment. Let  us  suppose  that  every  two  hundred  dollars  ex- 
pended by  the  Commission  in  construction  work  delivers  one 
continuous  horsepower  for  one  year;  the  total  sum  is  equiva- 
lent of  45,000  h.p.  years,  the  value  of  which  varies  depending 
upon  the  use  to  which  it  is  put.  On  the  basis  of  B.t.u's  it  is 
the  equivalent  of  about  37,000  tons  of  anthracite  coal,  which, 
at  ten  dollars  a  ton.  is  worth  $370,000,  and  represents  a  return 
of  slightly  over  four  per  cent.  If  the  developed  water-power 
were  used  for  heating  purposes  this  would  pro])ably  represent 
somewhere  near  its  value. 

Going  to  the  other  extreme,  however,  it  is  frequently 
stated  that  at  the  efficiency  of  the  steam  railway  engine  it 
requires  seven  pounds  of  coal  to  produce  one  kilowatt  hour. 
On  this  basis  the  45,000  h.p.  years  is  the  equivalent  of  ap- 
proximately one  million  tons  of  coal  with  a  value  of,  say. 


Needless  Waste  of  Fuel 
Hinders  Conservation 

Following  a  paper  hy  Mr.  John  Blizzard,  B.S.Sc,  on  the 
subject,  "Availability  of  Energy  for. Heat  and  Power,"  pre- 
sented before  rlie  Ottawa  branch  of  the  Canadian  Society  of 
Civil  Engineers,  Mr.  Edgar  Stansfield,  M.Sc,  chief  engineer- 
ing chemist  of  the  Mines  Branch  of  the  Department  of  Mines, 
submitted  a  number  of  recommendations.  Mr.  Blizzard's  re- 
marks and  recommendations  have  particular  reference  to  the 
'unnecessary  waste  of  fuel  due  to  waste  of  by-products  and  the 
inefficient  operation  of  steam  railways  and  power-generating 
plants.  These  recommendations  are  as  follows: 
Fuel  Recommendations 

That  a  Doininion  board  of  energy  commissioners  be 
established,  somewhat  on  the  lines  of  the  Board  of  Railway 
Commissioners,  and  that  this  board  be  given  wide  powers. 

That  the  board  consist  of  mechanical  engineers,  electrical 
engineers,  and  chemists,  the  best  men  available  in  their  re- 
spective spheres,  having  not  only  high  scientific  and  technical 
ability  but  imaginatoin. 

That  the  board  be  .given  investigative,  advisory,  and  re- 
strictive powers: 

Investigative  power  to  carry  out  such  laboratory  and 
large  scale  investigations  as  are  necessary  for  the  efficient 
utilization  of  our  resources;  the  scope  of  the  investigations  to 
include  the  winning  and  marketing  of  fuels  and  their  by-pro- 
ducts, as  well  as  the  development  and  employment  of  power 
and  heat. 

Advisory  power  to  furnish  the  best  advice  and  most  up- 
to-date  information,  including  recommendations  as  to  new 
developments,  improvements  of  old  plants,  consolidation  of 
power  plants,  and  the  co-operative  establishment  of  allied  in- 
dustries. ' 

Restrictive ,  power  to  prohiltit  the  incepti(Mi  of  needlessly 
wasteful  schemes,  and  to  compel  the  improvement  within  ,1 
term  of  years,  where  such  improvement  can  he  shown  to  be 
commercially  practicable,  of  all  established,  needlessly  waste- 
ful, processes. 

Extracts  from  Mr.  Blizzard's  paper  are  also  reproduced 
elsewhere  in  this  issue.  The  recommendations  are  being  sub- 
mitted to  the  council  of  the  C.  S.  £.  E.  at  Montreal. 


Interesting  Talks  Before 
Montreal  Electric  Glub 

One  of  the  brightest  talks  of  the  season  was  given  hy  Mr. 
M.  P.  Fennell,  secretary-treasurer  of  the  Montreal  Harbour 
Commissioners,  at  the  Montreal  Electrical  luncheon  011 
March  0.  The  subject,  "Canadian  Ports  and  their  Relation 
to  Transportation,"  does  not  sound  particularly  lively,  but 
Mr.  Fennell  made  it  of  more  than  usual  interest,  and  nar- 
rated many  facts  in  a  manner  that  compelled  attention.  The 
speaker  has  visited  all  the  great  ports  of  the  world,  and  was 
thus  al)le  to  speak  with  first  hand  knowledge  of  his  subject. 
He  first  alluded  to  the  fact  that  it  was  intended  in  the  near 
future  to  entirely  electrify  the  harbour  of  Montreal.  After 
defining  a  port  and  a  harbour,  he  pointed  out  that  three 
factors  largely  determined  a  harbour — the  potentiality  of  the 
'ributary  commerce,  size  and  accessi!)ility.  and  the  develop- 
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meat  ol  the  docks.  In  Canada  the  interior  tributary  trade 
was  from  the  northwest,  and  Mr.  Fennel  briefly  reviewed 
the  process  of  the  transportation  of  grain  from  those  dis- 
tricts to  the  seaports.  There  were  three  main  routes,  Hud- 
son Bay,  now  being  developed  liy  the  govornuunt;  the  (ireal 
Lakes,  connected  with  (nilf  and  River  St.  Lawrenci  :  and 
the  Panama  Canal.  To  show  the  immense  growth  i^l  ihe 
facilities  for  handling  this  traffic,  Mr.  Fennell  mentiom d  that 
the  elevators  had  grown  from  500,  with  a  capacity  of  1  n,()iio,oo() 
l)ushels,  in  l;)00,  to  over  :!.50(),  with  a  capacity  of  200,000,000 
bushels  in  1017. 

The  speaker  alluded  to  the  competition  with  United 
Stales  ports  for  this  trade,  and  remarked  that  the  St.  Law- 
rence route  had  decided  advanta.ges  over  the  Erie  Canal 
route,  in  the  way  of  shorter  canal  xi.ya-i and  iK  iiili  of  water. 
Still,  the  United  States  liad  been  aide  to  la  i,nn  a  large  share 
of  the  trade,  owing  to  the  use  of  laim  i  \  i  ssels  and  by 
improving  the  railways  between  BufTalo  and  New  York.  He 
asserted  that  Canada  had  the  most  eflicicnt  and  most  econ- 
omical waterway  on  the  north  American  continent,  and 
stated  that  65  per  cent,  of  the  water-borne  commerce  of  Can-, 
ada  came  by  way  of  Montreal. 

Mr.  Fennell  briefly  described  the  natural  dithculties  which 
had  been  overcome  in  building  u]i  the  ports  of  Glasgow,  New- 
castle, and  Manchester,  at  a  very  lieavy  cost,  and  yet,  he  said, 
Montreal  did  as  large  a  trade,  on  a  monthly  basis,  as  these 
ports,  at  a  total  outlay  of  .1527,000,000.  The  system  in  Montreal 
was  on  a  pure  business  basis,  without  any  political  con- 
siderations, and  without  any  of  the  disadvantages,  from  the 
point  of  view  of  grailting  monopolies  to  big  corporations, 
wliich  ol)tained  at  so 'many  of  the  United  States  ports.  The 
American  ports  were  now  copying  many  of  the  features  of  the 
Montreal  system.  Montreal  was  being  systematically  de- 
veloped with  a  view  to  obtaining  the  supremacy  in  the  con- 
test in  which  the  United  States  and  Canadian  ports  were  en- 
.gaged  for  the  trade  of  the  northwest. 

Brig.  Gen.  A.  E.  Labelle,  one  of  the  Harbour  Commis- 
sioners, made  a  short  speech. 


Electro-culture  at  Chester,  England 

An  interesting  report  on  electroculture  experiments,  car- 
ried out  during  the  past  summer,  l\as  just  been  presented  to 
his  corporation  by  Mr.  S.  E.  Britton,  city  electrical  engineer 
of  Chester.  Eng.,  and  is  published  in  various  British  maga- 
zines. The  land,  comprising  1.4  acres  of  pasture,  was  plowed 
and  trenched  shortly  after  Easter  and  arranged  in  three  plots 
of  approximately:  A,  970  square  yards;  B,  4,000  square  yards; 
C.  1,800  sciuare  yards.  The  largest  plot  was  equipped  for  elet- 
troculture,  and  lies  between  the  two  smaller  plots. 

For  comparison  three  varieties  of  potatoes  were  planted, 
and  the  following  result  was  obtained: 

Plot  A,  natural  control — Ximiber  of  roots:  Great  Scot, 
413;  King  Edward,  315;  Summit,  :::>'.>.  .Vverage  yield  per  root: 
Great  Scot,  1.363  lb.;  King  Edward,  .485  lb.:  Summit.  l.:!44  lb.' 

Plot  C,  natural  control— Number  of  roots:  Kin,g  Edward. 
238;  Summit,  398.  Average  yield  per  root:  Kin.g  Edward,  .507 
lb.;  Summit,  1.497  lb. 

Plot  B,  electroculture — Number  of  roots:  Great  Scot, 
2.294;  King  Edward,  480;  Summit,  7,294.  Average  >ield  per 
root:  Great  Scot,  1.684  lb.  (23.5  per  cent,  increase);  King  Ed- 
ward, 1.231  lb.  (153  and  117  per  cent,  increase);  Summit,  1.451 
lb.  (7.5  increase;  3.1  per  cent,  decrease). 

With  regard  to  the  Summits  grown  on  Plot  C.  it  should 
be  noted  that  the  supply  wire  from  the  shed  to  the  discharge 
wire  was  passed  over  this  ground,  at  a  height  of  8  ft. 

Other  vegetables  were  grown,  but,  owing  to  late  planting, 

ttempt  was  made  to  obtain  comparative  result.  Peas, 
.eans,  white  turnips,  swedes,  and  beet  did  well;  carrots  and 
onions  were  very  poor,  both  in  quality  and  quantity.  Greens 


did  v\'ell,  and  it  was  noticeable  that  those  under  electroculture 
were  not  attacked  by  caterpillar  to  the  same  extent  as  those 
under  natural  control.    No  manure  or  fertilizer  was  used. 

The  electrical  equi])ment  consisted  of  a  10  in.  coil,  with 
niercur>'  lireak-current  interrupter  and  Lodge  valves,  housed 
in  a  wooden  shed,  25  yards  from  the  plot,  and  an  earth  plate 
close  to  the  plot.  Xo.  :!0  s.w.g.  galvanized  steel  wires  were 
used  for  the  discharge,  placed  15  ft.  apart  and  hooked  to  7/lG 


F^g.  1 — Plan  of  Ground  Used 

m.  s.w.g.  span  wire  attached  to  insulators,  and  the  whole  sup- 
ported by  six  poles.  To  each  of  the  poles  was  fixed  a  wrought- 
iron  bar,  which  enabled  the  discharge  wire  to  be  placed  at  any 
distance  from  the  ground  between  2  ft.  6  in  and  6  ft.  6  in. 
The  apparatus  was  supplied  with  5  amperes  at  210  volts  d.c, 
which  would  maintain  a  spark  %  in.  long,  when  an  earth  wire 
was  placed  that  distance  from  any  part  of  the  discharge  net- 
work. 

At  the  commencement  the  discharge  wire  was  placed  as 
near  as  possible  to  the  ground,  and.  as  the  crop  grew,  raiseu 

Hours 
71 


Fig.  2 — Diagram  showing  hours  per  day  discharge  used 

to  about  6  in.  above  the  foliage.  When  climate  and  other  con- 
ditions allowed,  the  discharge  was  used  from  6  a.m.  to  8  a.ni. 
and  '6  p.ni,  to  s  p.;-.:.  daily,  and  during  dull  days  between  mid- 
day and  2  p.ui.  In  all  the  discharge  was  used  for  122  hours, 
during  which  time  128  units  were  used.  The  direction  ot  the 
wind  was  from  the  south  16  per  cent.,  southeast  2.1  per  cent., 
southwest  42  per  cent.,  and  west  19  per  cent. 

This  experiment  indicates  that  it  is  not  detrimental  to 
place  the  discharge  'ire  near  to  the  plant,  and  that  for  ex- 
perimental purposes  and  to  obtain  comparative  results  it  - 
not  necessary  to  have  the  control  plot  several  hundred  \-ar;  - 
distant  from  the  plot  un^  cr  electrical  treatment,  as  is  the 
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when  the  discharge  wire  is  placed  10  to  15  ft.  above  the  crop. 

Mr.  Britton  concludes  that  although  the  subject  is  a  com- 
plex one,  and  at  the  present  rate  of  progress  will  take  years 
to  develop,  the  possibilities  appear  to  be  tremendous,  and 
when  it  is  better  understood  astounding  results  may  be  ex- 
pected. It  should,  however,  be  made  perfectly  clear  that  its 
present  state  of  development  does  not  w^arrant  its  general 
application,  and  that  there  is  yet  to  be  evolved  a  more  settled 
conception  of  the  botanical  effects  and  electrical  requirements 
on  which  to  base  the  practical  work;  therefore,  at  the  present 
time  results  should  be  treated  as  experimental.  Probably  the 
most  useful  progress  would  be  made  by  encouraging  electric 
supply  undertakings  in  conjunction  with  plant  physiologists 
to  systematically  experiment  on  small  plots. 


Develop  Our  Water  Powers  and  Be  Independent 
of  Goal 

But  the  world  must  be  very  largely  rebuilt,  and  develop- 
ment must  be  along  scientific  lines,  which  have  not  been  fol- 
lowed heretofore.    That  brings  we  down  to  what  I  really 
want  to  impress  upon  the  gentlemen  present— not  that  I  ex- 
pect to  give  you  a  speech  on  this  subject,  for  I  realize  that  I 
do  not  know  nearly  as  much  about  it  as  you  do — and  to  im- 
press upon  every  man  and  woman  in  this  country,  and  that 
is  the  need  of  building  up  of  this  and  every  other  civilized 
country  when  this  great  struggle  is  over.    There  are  so  many 
things  around  us  waiting  to  be  done,  and  they  can  only  be 
done  on  proper  lines,  and  that  means  on  proper  engineering 
lines.   As  far  back  as  I  can  rememl.fr.  the  idea  seems  to. have 
been  that  when  a  young  man  went  ua>>  the  engineering  pro- 
fession about  the  only  work  for  him  to  do  was  on  the  railway 
survey.    You  see,  that  is  all  tliat  we  realized  the  engineej-  was 
for.    And  when  he  got  through  with  one  job  he  looked  for 
another.    I  presume  that' is  the  experience  of  many  men— and 
I  see  here  to-day  gentlemen  of  my  acquaintance  whose  heads 
are  getting  as  bald  as  my  own,  who  have  had  great  experi- 
ence in  the  railway  service,  and  T  think  they  realize  that, 
especially  in  the  rural  parts  of  our  section  of  the  country,  that 
has  been  the  idea  of  the  field  of  usefulness  for  the  engineer. 
But  when  the  war  is  over  we  shall  find  that  too  narrow  an 
application  of  engineering  skill.    Of  course,  we  must  have 
railways.    1  do  not  want  to  discuss  the  railway  situation  of 
Canada  to-day,  but  I  may  go  so  far  as  to  say  that  we  are 
pretty  well  supplied  with  railways— at  least,  the  Government 
of  Canada  is.    Without  discussing  the  construction  of  more 
railway,  I  realize  that  the  government  railways  must  be  re- 
constructed.   They  must  be  safe  for  the  trains  that  run  over 
them.    And  this  work  of  rebuilding  is  going  to  call  for  engi- 
neering ability  and  service.    But  when  we  have  considered 
the  railway  needs  we  have  only  commenced  to  discuss  the 
real  engineering  problems   which    Canada   has    to   face.  I 
should  say  that  the  first  problem  we  have  to  face  is  the 
development  of  our  water-powers.    I  may  be  considered  a 
crank  on  this  subject,  but  it  seems  to  me  that  the  experience 
of  this  country  in  the  past  three  or  four  months  liecause  of 
the  lack  of  coal  must  set  every  man  thinking,  even  though  he 
be  the  most  ordinary  layman  in  these  matters,  on  the  neces- 
sity of  developing  our  water-powers  so  as  to  make  ourselves 
independent  of  coal  as  far  as  possible,  at  least  for  power.  T 
do  not  say  the  same  applies  to  heat.    We  were  having  a  very 
interesting  discussion  at  this  table  during  luncheon  on  this 
point.    I  do  not  believe  that  we  have  yet  readied  the  stage  of 
development  where  we  can  economically  lieat  our  buildings 
'  with  electricity.    But  if  all  the  power  we  use  were  developed 
electrically  we  could  save  an  enormous  amount  of  coal,  suffi- 
cient to  heat  all  our  buildings.    But  there  are  applications  of 
heat  in  which  electricity  can  be  used,  especially  in  cooking. 

»  Extract  of  an  address  by  Hon.  F.  B.  Carvell.  before  Ottawc  Branch 
C.  S.  C.  E. 


[  was  surprised  to  have  your  president  tell  me  that  under  thj 
ruling  prices  of  to-day  the  cost  of  cooking  for  an  ordinary 
family  is  $2  a  month.  That  is  away  below  the  cost  of  cook- 
ing with  coal.  This  illustrates  how  water-power  can  be  used, 
not  only  for  power  but  for  heat,  and  in  a  hundred  and  one 
things  necessary  in  the  world  to-day.  When  I  look  around 
the  city  of  Ottawa,  which  really  exists  on  account  of  the  de- 
velopment of  your  water-power,  and  realize  that  probably 
not  one-quarter  of  the  available  water-power  within  twenty 
miles  of  the  city  is  yet  developed,.!  sometimes  wonder  what 
could  be  accomplished  if  we  had  sufficient  money  and  energy 
to  have  all  these  water-powers  developed.  I  never  drive  up 
the  Gatineau  without  thinking  of  the  great  water-powers' 
there  that  are  going  to  waste.  .\nd  up  the  Ottawa  there  is 
the  same  condition.  And  when  you  come  to  the  St.  Law- 
rence River  you  have  power  going  to  waste  by  the  milhon 
horse-power.  1  am  not  advocating  any  policy — I  do  not  think 
it  would  be  wise  to  do  so,  occupying  the  position  I  do — but 
if  I  might  be  permitted  an  expression  of  personal  preference, 
to  me  there  is  a  great  deal  more  beauty  in  water-power  de- 
veloped and  working  than  in  water-power  going  over  a  rapid. 
I  quite  admit  that  I  have  not  been  trained  along  the  aesthetic 
lines  on  which  some  of  my  neighbors  have  been  led,  and  so 
may  not  sufficiently  appreciate  the  beauties  of  nature.  But  I 
do  appreciate  the  beauty  of  water  going  through  a  water- 
wheel.  And  I  quite  understand,  also,  that  this  desire  cannot 
be  brought  about  except  by  co-ordination  of  the, training  c; 
the  engineer  and  the  capital  of  the  man  who  is  willing  to  r:sk 
money  to  make  more  money.  I  am  not  talking  questions  of 
policy,  Init  I  hope  that  I  shall  live  to  see  the  time  when  there 
will  not  be  one  rapid  on  the  St.  Lawrence,  but  all  will  be  con- 
verted into  water-power  and  making  money.  And  what  T  say 
of  the  rapids  of  the  St.  Lawrence  I  say  with  regards  to  every 
waterfall  on  every  river  in  the  Dominion. 


Hydro  Expenditures 

Some  nine  million  dollars  have  been  placed  in  the  esti- 
mates to  he  expended  by  the  Hydro-electric  Power  Commis- 
sion of  Ontario  in  developments  and  extensions.    This  work 


is  to  be  apportioned  as  follows: — 

Chippewa  Power  Development   .$4,17,5,000 

Niagara  System  Extensions   2,8.)6,368 

Central  Ontario  System  Ex^tensions   .")8S,1S5 

Nipissing  System  Extensions   ()0,000 

Severn  System  Extensions   40."), 212 

Eugenia  System  Epctensions   2:!:s,.541 

Wasdell's*  System  Extensions   1.000 

Port  Arthur  System  Extensions   I50.fl00 

St.  Lawrence  System  Extensions   251,000 

Muskoka  System  Extensions   0,800 

Rideau   System   Extensions    1 17,945 

Service  Building  and  Miscellaneous   100,000  - 

Expenditure  on  Account  of  Province   110,000 


The  Edmonton  Electric  Light  and  Power  Department 
made  a  surplus  for  the  month  of  January,  1918,  after  paying 
all  charges,  of  .$19, .176.18.  The  revenue  for  January  consti- 
tutes a  record  for  any  month  in  the  history  of  the  department, 
as  did  also  tlie  nuinljer  of  consumers  connected.  The  Cana- 
dian N'ortliern  Railway  Company's  shops  have  installed  an 
additional  120  kv.a.  synchronous  motor  on  city  service,  to  be 
used  for  driving  an  air  compressor,  and  the  Western  Canada 
Mour  Mills  have  installed  a  75  h.p.,  2,,'jOO  volt  motor  at  their 
local  mill. 


The  Department  of  Trade  and  Commerce  ol  C  aiiada  re- 
ports tliat  there  is  a  large  demand  for  electrical  equipment 
and  accessories  in  Australia.  A  range  of  samples  and  a!!  par- 
ticulars are  on  file  at  Ottawa. 
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Electric  Drive  in  a  Canadian  Cement  Mill 

A  Severe  Test  for  Motors  Owing  to  Dust  Conditions— Only  Few  Minutes  Rest 
Once  a  Week -A  14,000  H.  P.  Installation 


ricotrio  motor  drive  in  a  cement  mill  constitutes  one 
of  tlie  most  severe  forms  of  service,  owing  largely  to  the 
unavoidable  prevalence  of  dust,  and  requires  careful  and  con- 
tinual inspection.  The  plant  of  the  Canada  Cement  Com- 
pany at  Longue  Pointe,  near  Montreal,  operates  34  hours 
a  day,  and  7  days  a  week.  When  running  to  its  full  capacity, 
the  motors  driving  the  grinding  mills  will  probably  be  shut 
down  for  a  few  minutes  only  once  a  week  and  for  longer 
periods  for  repair  to  the  mill  probably  once  in  six  months, 
which  means  that  the  motors  are  practically  running  con- 
tinuously for  six  months.  In  the  case  of  elevators  and  con- 
veyors, these  are  seldom  shut  down  except  to  change  motor 
bearings  or  to  replace  conveyor  belts  or  screws.  It  is  very 
important  that  these  conveyors  and  elevators  be  kept  running 
continuously,  as  generally  a  shut  down,  of  one  of  these  means 
a  shut  down  of  a  whole  department,  whereas  the  shut  down 
of  an  individual  grinding  mill  is  not  of  such  importance.  But 
the  service  is  entirely  satisfactory,  owing  chiefly  to  the  effi- 
cient inspection  maintained  by  the  electrical  engineer,  Mr. 
F.  C.  E.  Burnett. 

The  equipment  at  this  plant  includes  roughly  14,000  h.p. 
of  Canadian  General  Electric  motors,  ranging  in  size  from  10 
h.p.  at  1200  r.p.m.  up  to  2.50  h.p.  at  600  r.p.m.  The  motors 
are.  almost  without  exception,  of  the  squirrel  cage  type,  and 
are  belted  to  their  drives.  The  only  exceptions  to  this  rule 
are  motors  operating  winches  in  the  quarry,  motors  direct 
coupled  to  pumps  for  water  supply,  and  the  motors  operat- 
ing a  coal  handling  bridge,  these  being  d.c.  motors,  running 
on  600  volts.  Power  is  received  at  10,000  volts,  three  phase, 
and  transformed  to  000  volts  in  the  sub-station.    The  sub- 


Fig.   1 — Part  of  installation  of  16  100-h.p.   motors  driving  pulverizers 


Station  equipment  consists  of  six  2000  kv.a.,  60  cycle,  3  phase 
water  cooled  C.  G.  E.  transformers.  The  maximum  load  on 
the  sub-station  has  so  far  been  about  10,000  kw.  A  purely 
induction  motor  load  of  this  character  would  result  in  a 
low  power  factor,  and,  therefore,  to  supply  the  necessary 
magnetizing  current  to  correct  this  there  are  installed  two 
2,000  kv.a.  C.  G.  E.  synchronous  condensers  operating  at  600 
volts.  The  station  contains  the  usual  equipment  of  lightning 
arresters  on  high  and  low  tension  sides,  and  high  tension 
switches   controlling  the  incoming  lines  with   low  tension 


switch  gear  controlling  some  18  feeders  on  the  low  tension 
side. 

In  line  with  modern  practice  all  drives  are  by  indi- 
vidual motors,  and  this  results  in  a  remarkably  good  load 
factor  being  obtained.  The  load  factor  each  month  runs  over 
SO  per  cent.,  a  condition  which  is  hardly  possible  unless  indi- 
vidual drives  are  employed.  The  motors  are  all  controlled  by 
N.R.  compensators  and  all  those  of  3.5  h.p.  and  over  are 


Fig.  2 — Group  of  35-h.p..  600  r.p.m.  motors  driving  kilns 


equipped  with  over-load  trip  coils  operating  through  the  no- 
voltage  release  on  the  compensator. 

While  there  is  nothing  specially  worthy  of  note  in  the 
actual  drives,  the  conditions  under  which  the  motors  oper- 
ate are  well  worthy  of  attention.  A  cement  mill  is  one  of 
the  hardest  of  all  plants  on  its  motive  power,  owing  to  large 
quantities  of  a  dust  that  is  very  hard,  fine  and  penetrating. 
,\s  will  be  seen  from  the  photographs,  the  bearings  have  all 
special  provision  for  keeping  out  the  dust,  but  in  spite  of  all 
precautions  that  can  be  taken  the  dust  certainly  does  find 
its  way  into  the  bearings  and  causes  heavj^  wear.  Notwith- 
standing this  the  larger  motors  are  often  run  for  twelve 
months  without  having  the  bearings  rebabitted,  but  the 
smaller  motors  require  it  more  frequently.  To  aggravate  the 
efTect  of  the  dust  on  the  bearings  tight  belts  have  to  be 
employed  throughout  as  the  dust  causes  a  considera-ble 
amount  of  slipping  between  the  belt  and  the  pulley  unless 
run  much  tighter  than  would  be  considered  necessarj'  under 
ordinary  conditions.  It  is  interesting  to  note  here  that  most 
of  the  pulleys  are  cast  iron  pulleys,  it  having  been  found 
impossible  to  make  use  of  the  good  qualities  of  paper  pul- 
leys owing  to  the  dust  cutting  them  so  quicklj'. 

Although  the  motors  are  all  squirrel  cage,  they  have, 
without  exception,  to  start  up  against  a  heavj'  torque.  In 
the  case  of  tulie  mills  and  ball  mills  the  starting  torque  actu- 
ally exceeds  the  full  load  running  torque  by  as  much  as  25 
per  cent.  In  spite  of  this  fact  no  trouble  has  been  experi- 
enced in  starting  up  this  load  with  the  squirrel  cage  motor. 
An  installation  of  motors  working  under  such  conditions 
can  give  satisfaction  only  if  a  rigid  system  of  inspection  is 
adopted.  When  the  inspection  system  is  faithfully  carried 
out  such  an  installation  operates  with  remarkably  little 
trouble.  The  Inspection  Department's  duties,  while  cover- 
ing the  entire  electrical  equipment  of  lighting  and  power, 
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is  more  particularly  concerned  with  the  air  gaps  of  the 
motors.  These  are  checked  regularly  by  means  of  the  gauges 
supplied  with  the  motors,  and  a  bearing  is  never  allowed  to 
go  so  far  that  the  rotor  rubs  on  the  stator.  Before  the  bear- 
ings reach  the  danger  point  they  are  changed.  Another  minor 
matter  which  might  be  of  interest  to  those  operating  motors 
under  similar  conditions,  is  the  question  of  dust  collecting 
around  the  l)earings  themselves.  If  left  undisturbed,  the 
dust  by  capillary  attraction  soon  removes  the  oil  from  the 
oil  wells,  therefore,  the  inspection  department  is  charged 
with  the  duty  of  cleaning  the  bearing  housings  at  regular 
intervals. 

Figure  1  shows  part  of  an  installation  of  100  h.p.  motors 
at  600  r.p.m.,  driving  pulverizers,  which  are  used  to  grind 
the  raw  mi.xture  to  a  fine  powder  before  it  is  burned  in  the 
kilns.  There  are  16  of  these  pulverizers  with  16  motors 
mounted  in  two  banks  of  eight  each.  In  this  case  it  will 
be  seen  that  the  motors  kave  protecting  hoods  mounted  over 
them  to  prevent  dust  accumulating. 

Figure  2  gives  a  view  of  one  of  the  drives  in  the  kiln 
room.  There  are  17  kilns  in  all,  four  of  which  are  driven 
by  one  100  h.p.  motor  from  a  line  shaft,  the  others  hav- 
ing individual  35  h.p.  motors  at  600  r.p.m.,  as  shown  in 
the  photo. 

Figure  3  shows  the  motors  driving  the  kominuters,  these 
being  preliminary  grinding  machines  for  grinding  the  clinker. 
There  are  15  such  machines  in  this  building  set  in  one  row. 
each  having  one  100  h.p.  motor  running  at  600  r.p.m. 

Figure  4  gives  a  view  of  the  motor  drives  for  the  tube 
mills  in  the  same  building.    There  are  19  tut)e  mills  in  this 


Fig.   3  — 15   lOO-li.p.   rnotoii   dtivmg  Korniiuncis 


bank,  each  being  driven  by  a  175  h.p.  motor  at  600  r.p.m.  It 
-  will  be  noted  in  these  two  latter  views  that  the  motors  are 
separately  housed  from  the  grinding  machinery.  This  has 
resulted  in  much  better  operating  conditions  for  the  motors, 
and  it  will  be  noted  that  the  protective  shields  arc  not  found 
necessary  in  these  cases. 

A  conference  of  the  managers  of  the  Eastern  division, 
plant  section,  of  Ihc  Ik-11  Telephone  (,'ompany,  was  held  in 
Montreal  on   March  6. 


Fig.  4 — 19   175-h.p.   motors  driving  tube  mills 


Canadian  Society  of  Civil  Engineers  Will 
Discuss  Fuel  and  Power  Situation 


The  Canadian  Society  of  Civil  Engineers  are  holding  a 
general,  professional  meeting  in  the  city  of  Toronto  on 
March  36  and  37  to  discuss  the  present  fuel  and  power  situa- 
tion. The  meetings  will  be  held  in  the  theatre  lecture  room 
of  the  Physics  Building,  University  of  Toronto.  On  Tues- 
day morning  the  delegates  will  visit  the  plant  of  Canadian 
.Aeroplanes.  Limited,  and  the  plant  of  British  Forgings,  Lim- 
ited. The  remainder  of  the  day  and  Wednesday  wil'  be 
taken  up  with  addresses  by  such  well-known  authorities  as 
Dr.  B.  F.  Haanel,  Chief  of  Fuel  Division,  Department  of 
.Mines.  (3ttawa;  Mr.  \V.  N.  Neal,  General  Secretary  of  the 
(  anadian  Railway  Association  for  National  Defence;  Mr.  W. 
.1.  Dick.  .K.M.C.S.C.E..  Mining  Engineer  of  the  Commission 
of  Conservation.  Ottawa:  Mr.  John  Blizzard,  .•\.M.C.S.C.E.. 
'I'echnical  Engineer,  Divisitjn  of  Fuels  and  Fuel  Testing. 
Mines  Branch,  Department  of  Mines.  Ottawa;  Mr.  E.  Stan- 
field,  Division  of  Fuels  and  Fuel  Testing.  Department  of 
Mines,  Ottawa;  Mr.  George  F.  Porter.  M.C.S.C.E.,  Engineer 
of  Construction,  St.  Lawrence  Brid,ge  Company,  Montreal; 
Mr.  C.  .\.  Magrath.  Fuel  Controller  of  Canada:  Mr.  Albert 
Grigg,  Deputy  Minister,  Department  of  Lands  and  Forests, 
Ontario,  Toronto:  Mr.  E.  J.  Zavitz.  Provincial  Forester. 
Ontario;  Mr.  Arthur  Hewitt,  General  Manager,  Consumers' 
Gas  Company,  Toronto;  Mr.  F.  G.  Clark,  M.C.S.C.E.,  Chief 
Engineer.  Toronto  Electric  Li.ght  Company,  Toronto;  Mr. 
R.  W.  Caldwell.  Chief  Mechanical  Engineer,  Imperial  Oil, 
Limited.  Sarnia;  Mr.  J.  B.  Challies.  M.C.S.C.E.,  Superin- 
tendent Dominion  Water  Power  Branch.  Department  of  the 
Interior,  Ottawa:  Mr.  John  Murphy.  M.C.S.C.E..  Chief  Elec- 
trical Engineer,  Department  of  Railways  and  Canals.  Otta- 
wa; Mr.  J.  M.  Robertson.  M.C.S.C.E..  Director  Southern 
Canada  Power  Company,  Montreal,  and  Mr.  P.  H.  Mitchell. 
.V.M.C. S.C.I'"...  Consulling  Engineer,  Toronto. 
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Electric  Power  Used  to  Drive  Field  Machinery 

For  House  and  Barn  the  Application  of  Electricity  is  an  Accomplished 
Fact    Sowing  and  Reaping  Come  Next 


'  Some  practical  experiments  on  the  use  of  eleririr  iu>v\er 
in  lieUl  work  on  the  farm  are  described  in  the  (icncr.il  l.lcclru 
Review  by  J.  H.  Davidson  and  F.  E.  Boyd..  The  aiiplu  ;iumii 
of  electricity  to  the  farm  has  become  an  accomplished  iact 
around  the  buildings  for  both  light  and  power  iiurp^'M-^,  but 
so  far  the  difficulty  of  transmitting  ehi  iric  p^'wii  tn  ilio  more 
remote  points  on  the  farm  has  con-  i  ii  uioil  .in  m  .npr,-,i  !,U'  dil- 
liculty  to  its  use  in  ordinary  cultn  1 1 1^  n  .  ipi  i  .i i  n  n i 1  lie  pi  es- 
ent  paper  describes  how  these  obslacks  were  .succt\->stully 
overcome,  and  gives  a  number  of  very  interesting-  results  on 
the  probable  cost  and  consuniiiiion  of  the  apparatus.  The 
following  is  extracted  from  Ihc  ]iapor  in  question: 

In  order  to  secure  some  ileimiio  d.iia  concerning  the  pos- 
sibilities of  electric  power  for  lield  work  the  authors  conduct- 
ed an  exi)eri«ient  which  in\ol\ed  the  following  distinct  fea- 
tures: 

Design  and  construction  of  an  experimental  electric'  trac- 
tor.   

Practical  tield  test  of  tractor. 

Tests  to  determine  power  consumption. 

Analj'sis  of  results  and  conclusions. 

The  experiment  was  confined  to  the  use  of  power  ob- 
tained direct  from  a  commercial  transmission  line,  and  stor- 
age batteries  were  not  considered. 

The  tractor  was  designed  for  truck  crop  work.  Two 
drivers  were  used  with  a  cultivator  as  an  integral  part.  Tt 
was  designed  to  travel  140  feet  per  minute,  and  was  driven  by 
a  3  h.p.,  220-volt.  3-phase  motor.  The  machine  was  made  by 
utilizing  parts  of  other  machines  as  far  as  possible.  The 
drivers  were  32  in.  in  diameter,  with  a  4  in.  face.  Three  speed 
reductions  were  required,  which  were  effectd  by  a  belt,  a  bevel 
gear  set,  and  a  spur  gear  set.  The  machine  carried  a  cable  reel, 
and  through  the  operation  of  a  friction  clutch  the  cable  could 
be  played  out  or  wound  up  as  desir.ed.  In  operation  the  cable 
was  dropped  at  the  side  of  the  tractor  when  travelling  away 
from  the  main  power  line  and  picked  up  on  the  return.  It 
was  necessary  to  shift  the  cable  connection  at  the  end  of  tlie 
field  occasionally  by  moving  the  plug  connector  to  a  new- 
receptacle.  The  experimental  machine,  ctmiplete  with  ISO 
feet  of  cable  and  cultivating  attrTl  '  i- ;.  weighs  7:'..j  pounds. 

Conservative  estimates  m;  illaboration  with  the 

power  company ,  engineers  ind  ;'  'es  and  line 

material  necessarj-  for  the  insi  the  present 

high  prices,  will  not  exceed  $110.  The  estnnated  price  of  tlie 
machine  is  $500;  thus,  for  $610  the  equipment  could  be  put 
on  a  farm  ready  to  operate.  T]ie?e  ligurcs  make  libeiMl  al- 
lov/ances  for  manufacturing  and  merchandising,  and  for  the 
electrical  man  on  the  installation. 

Although  it  is  a  fact  that  the  e(iui!)ment  '  '  ■  is  on  ils 
radius  of  operation  as  compared  with  a  ii  cb,  to- 

gether with  harness,  would  cost  in  the  c  il 

should  not  be  overlooked  that  the  m  of 
doing  rtiany  things  that  a  horse  cannot  r,  (.mce.  it 

constitutes  a  portable  motor  which  can  i  '         v  l^c 

moved  about  the  farm  by  one  person  to  1)e  I  <od- 
saw,  churn,  pump,  feed  grinder,  cider  mill,  gnndhUme,  spray- 
ing machine,  etc. 

An  important  feature  of  an  equipni'  '        '  cter 

:5  the  fact  that  it  is  capable  of  working  iiere 
a  horse  can  work  only  intermittently. 

Better  Success  Than  Anticipated 

.\fter  construction  the  experimental  tractor  was  given  a 
field  trial.     \o  difficulty  was  experienced  in  handling  the 


machine,  although  it  was  not  to  be  expected  that  the  fii^si 
niacliine  w-ould  be  free  frorii  many  impractical  features.  How- 
e\er,  the  machine  worked  better  than  the  authors  antici- 
pated. The  cable  was  easily  managed,  and  the  fact  that  the 
machine  was  tethered  was  not  so  much  an  inconvenience  as 
might  be  expected.  It  was  unusual  to  find  a  machine  work- 
ing so  cj^uietly  and  with  so  much  reserve  power.  The  tractor 
in  hard  ground,  where  the  cultivator  was  set  deep,  would 
slip  its  drivers  while  the  motor  developed  an  overload  of  250 
per  ceiit.  » 

Records  were  made  of  current  consumption,  and  the  fol- 
lowing data  were  secured: 

Normal  cultivation,  current  consumption.  1,867  watts. 

Deep  cultivation,  current  consumption,  2,500  watts. 

Drivers  slipping,  current  consumption.  3.200  watts. 

Recultivation  on  soft  ground,  current  consumr)tion,  2.400 
watts. 

Cultivator  on  soft  ground,  current  consumption.  2.200 
watts. 

A  draw-bar  horse-power  test  was  made  by  detaching  the 
cultivator  and  substituting  a  stone-boat  for  a  load. 

Draw  bar  pull.  3.285  pounds. 

Time  required  to  travel  100  feet.  46.8  seconds. 
Draw  l)ar  horse-power.  0.88. 
Input-electrical  horse-power.  2.94. 
(_)ver  all  efficienc>".  :3'.i.s  jier  cent. 
Estimated  output  of  motor,  2.48  h.p. 
Efticienc}'  of  tractor,  :;,')..'>  per  cent. 

The  efficiency  of  tlic  .outlit  was  very  low.  This  can  be 
attributed  to  the  crude  bearings,  which  were  not  in  the  best 
of  condition. 

It  was  noted  during  the  tests  that  the  slippage  of  the 
drivers  while  doing  normal  work  was  2.9  per  cent,;  also  that 
while  reeling  the  cable  the  power  consumption  was  less  than 
when  placing  it  out.  This  was  due  to  the  fact  that  the  pull  of 
the  cal)le  assisted  in  mox'ing  the  tractor,  while  when  unwind- 
ing there  was  a  drag  due  to  friction  in  the  reel. 

The  following  conclusions  vi  ere  deduced  after  the  com- 
])!etion  of  the  tests: 

(a)  It  was  demonstrated  by  a  crude  experimental  ma- 
chine that  the  soil  could  actuall)-  be  cultivated  by  electric 
power,  and  that  at  least  there  were  no  fundamental  obstacles. 

,  (b)  For  garden  work  a  light  machine  is  desirable,  keep- 
ing the  power  consumption  low  and  making  the  ^machine  easy 
,  to  ban  lie. 

(c)  The  o\erload  capacity  of  an  electric  motor  is  an  im- 
.portant  feature  in  its  favor. 

Comparison  With  the  Horse 

An  elTort  lups  lieen  made  to  compare  the  cost  of  cultivat- 
,  ing-  am]  idow  ing  h\  ,i  lien-se  and  with  this  machine.  It  is 
\er_\  dihiculi  to  draw  an\-  accurate  conclusions  because  there 
;ii'c  Si  I  man\  \  ar_\  ing  and  intangible  factors  entering  into  the 
mainienance  of  a  horse  eqtiipment.  The  following  approxi- 
mations, although  not  suitable  from  which  to  draw  any  defin- 
ite conclusions,  may,  nevertheless,  be  of  some  general  inter- 
est: 

First.  Due  to  the  greater  rate  at  which  work  can  be  done 
and  the  continuous  period  over  which  it  can  be  performed,  it 
is  Iic'icxcd  that  where  it  would  take  a  horse  about  11  hours 
to  c  '  e  s  acres  (the  work,  of  course,  not  being  done  in  11 
CO'  hours  I.  the  machine  could  do  the  same  acreage 

in  po.s-ihly  N  liours  (there  being  no  question  about  the  fact 
that  it  could  be  done  in  .'^  consecutive  hours').  Tliis  means 
efficiency  in  the  use  of  labor  incident  to  operation. 
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Second.  Although,  as  stated  above,  the  cost  incident  to 
the  maintenance  and  operation  of  a  horse  equipment  is  very 
uncertain,  estimates  indicate  that  in  the  cultivation  of  a  24- 
acre  tract,  as  ilkistrated,  there  would  be  at  least  a  saving  of 
.$7.50  for  each  cultivation  in  favor  of  electricity,  plus  at  least 
a  day  and  a  half  in  time  saved  by  the  person  operating  the 
equipment.  Opinion  differs  as  to  the  number  of  cultivations 
necessary  for  different  crops,  but,  of  course,  the  more  culti- 
vations the  greater  the  saving. 

Third.  It  is  interesting  to  consider  what  the  use  of  this 
outfit  will  mean  to  the  farmer  with  property  under  40  acres, 
taking  into  account  the  question  of  how  -much  acreage  is 
necessary  to  provide  pasturage  and  feed  for  horses.  Any 
saving  in  this  direction-  means  a  transference  from  the  ex- 
llL•ll^e  account  to  the  income  account. 

I'.iurth.  Expend-.tures  for  feed  for  the  horse  should  not 
1m.  (iverlooked  in  cons-dering  the  cost  of  operation. 

ill.  conclusion,  it  is  apparent  from  the  fact  that  200,000 
h.p.  in  electric  motors  is  now  actually  being  used  on  the  farm 
tliat  the  phrase  "electricity  on  the  farm"  does  not  constitute 
an  idle  dream  any  longer.  Although  160,000  h.p.,  of  this  is 
used  for  irrigation  and  reclamation  purposes  (a  peculiari-fy 
In  semi-arid  sections),  the  remainder,  or  40,000  h.p.,  is  actu- 
.'!ly  being  used  for  miscellaneous  farm  purposes,  such  as 
'.v.:re  enumerated  in  connection  with  the  varied  uses  to  which 
the  machine  in  question  could  be  put  on  the  farm.  The  only 
tiling  that  we  are  not  doing  with  electricity  on  any  scale  is 
ulowing  and  cultivating,  a;id  this  now  bids  fair  to  be  a  com- 
.i.'.Tcial  reality  in  the  very  near  future. 


The  Fallacy  of  Price-Cutting 

.  -By  J.  E.  Bullard*  

The  cold  weather  or  something  else  has  affected  luy 
watch.  Sometimes  it  would  be  fast  enough  so  that  I  would 
have  to  wait  several  minutes  before  the  train  pulled  out.  At 
nther  times  I  would  have  barely  time  to  reach  the  steps  of 
the  rear  car  before  the  train  started.  Therefore,  when  1 
lieard  a  friend  of  mine  say  that  the  man  up  where  he  pur- 
chased his  watch. was  not  satisfied  if  there  was  a  variation  of 
more  than  ten  seconds  a  month  from  absolutely  correct  time 
1  decided  that  I  would  buy  my  next  watch  where  he  had  pur- 
chased his.  T  was  aware  of  the  fact  that  the  establishment 
from  which  his  watch  had  come  was  rather  high  in  price,  but 
what  was  a  few  dollars  on  the  purchase  of  an  article  that 
would  last  me  for  years,  especially  if  the  few  extra  dollars 
carried  with  it  service  that  would  save  me  many  hours— m 
fact,  enough  time  to  more  than  make  up  any  increase  in  the 
purchase  price? 

Last  April  a  neighbor  of  mine  ordered  his  year's  sivpply 
of  coal.  A  few  months  later  another  neighbor  ordered  his 
winter's  supply,  but  ordered  it  from  another  dealer.  The  first 
family  expected  to  get  their  coal  a  little  cheaper  than  the 
dealer  the  second  family  ordered  from  would  sell  it.  The 
lirst  family  has  never  had  enou.gh  coal  in  the  cellar  to  dare  to 
build  a  big  enough  fire  in  the  furnace  to  keep  the  whole  house 
warm.  The  second  family  received  their  full  order  of  coal 
within  'a  few  weeks,  and  have  been  comfortable  all  winter. 
What  was  a  matter  of  50  cents  a  ton  compared  to  the  worry 
and  care  of  getting  along  from  hand  to  mouth  with  the  con- 
stant danger  of  actually  sufTering  from  the  cold? 

A  certain  church  hired  a  cer;;ain  electrical  contractor  to 
wire  the  building  for  a  new  lighting  system.  This  contractor 
was  hired  Ijecause  he  would  do  the  wr)rk  for  a  low  price. 
When  the  installation  was  completed  the  appearance  (.f  the 
church  was  greatly  improved.  There  were  special  lights  over 
the  baptistry,  for  this  was  a  Baptist  church,  the  purpose  of 
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which  was  to  light  up  this  pool  of  water,  make  it  safer,  and 
make  it  easier  for  the  minister  to  read  the  service.  Inciden- 
tally, it  also  made  it  much  easier  for  the  congregation  to  sec 
what  was  taking  place,  and,  on  the  whole,  made  the  baptismal 
services  much  more  impressive.  The  first  time  the  lights  were 
used  they  worked  perfectly.  The  next  time  they  failed,  and 
it  was  some  time  before  the  defect  in  the  wiring  that  caused 
the  failure  could  be  discovered.  These  lights  for  several  ser- 
vices were  entirely  out  of  commission,  and  the  few  dollars 
saved  in  the  original  installation  were  paid  for  at  a  very  high 
rate. 

It  is- not  low  prices  that  most  people  want.  What  they 
really  want  is  the  most  for  their  money.  Everybody  wants 
service.  Everyone  wants  real  service,.and  every  person  whom 
it  is  really  worth  while  to  have  as  a  regular  customer  is  will- 
ing to  pay'  for  service.  That  concern  that  builds  up  the 
greatest  reputation  for  good  work  and  'good  service  is  going 
to  get  the  most  business  and  make  the  most  profit.  It  is  only 
the  unprofitable  business,  as  a  rule,  that  goes  to  the  price-cut- 
ter. 

There  was  a  time  when  the  department  stores  appeared 
to  thrive  on  price-cutting.  Times,  however,  have  changed. 
Many  of  the  price-cutters  have  already  gone  out  of  the  busi- 
ness. Others  are  changing  their  ways.  Department  stores 
are  coming  more  and  more  to  use  something  besides  low 
prices  to  attract  custom.  Some  have  gone  so  far  as  never  to 
feature  comparative  prices  in  their  advertising.  They  do  not 
attempt  to  show  the'public  that  they  are  selling  at  low  prices. 
They  rather  attempt  to  show  that  they  are  giving  goqd  values 
in  goods  and  in  service  for  the  prices  charged. 

.-\.  young  man  started  a  flooring  business.  His  partner 
believed  that  they  should  meet  their  competitors  pn  price.  He. 
on  the  other  hand,  held  fast  to  the  idea  that  they  should  build 
a  reputation  for  laying  the  very  best  floors  that  could  be  laid, 
and  see  to  it  that  all  their  work  lived  up  to  this  reputation. 
In  order  that  he  would  not  be  handicapped  in  this  policy  he 
bought  out  his  partner  and  ran  the  business  himself.  To-day 
he  has  the  best  business  in  his  line  in  the  city  where  he  is 
located.  He  is  busy  when  some  of  his  competitors  are  idle, 
and  he  secures  a  goodly  percentage  of  the  really  profitable 
business  in  his  district.  That  is  not  all.  however.  He  has 
been  called  upon  to  do  work  several  hundreds  of  miles  awaj' 
from  his  place  of  liusiness.  He  has  been  paid  a  bonus  to 
supervise  work  near  larger  cities  tlian  tliat  in  which  his  busi- 
ness is  located.  It  is  the  service  that  he  rc-nders  that  has 
brought  this  business  to  him.  He  has  often  made  this  state- 
ment: "If  1  relied  upon  price  alone  to  get  business  I  would 
not  be  able  to  drive  my  own  automobile.  I  don't  get  any 
work  on  price  alone.  In  fact,  1  never  take  the  trouble  to  bid 
on  any  work  where  I  know  that  the  price  is  .going  to  be  the 
deciding  factor.  Most  of  my  l)usiness  comes  to  me  from 
people  who  want  really  good  work  and  arc  willing  to  pay  for 
really  good  work." 

Price-cutting  never  Iniilt  good-will.  Thci'e  arc  a  lot  of 
price-cutters  who  are  to-day  bemoaning  the  fact  that  they 
have  always  secured  their  business  by  cutting  prices.  To-day 
it  is  not  easy  to  cut  |jrices.  The  cost  of  everything  is  increas- 
ing in  price  so  rapidly  that  no  business  man  can  tell  you  to- 
day just  what  it  is  going  to  cost  to  do  a  certain  pieci;  of  work 
to-morrow.  Those  men  who  have  built  up  their  buusiness 
throu.gh  service  have  also  built  good-will,  which  is- prox  ing  its 
worth  to  them  in  these  days.  The  price-cutter  of  yesterday 
is.  in  fact,  more  than  likely  to  l)e  the  profiteer  of  to-day.  He 
is  rarely,  if  e\cr.  a  far-sighted  man.  If  he  were  he  would 
never  be  either  a  price-cutter  pr  a  profiteer. 

The  church  did  not  save  very  much  money  on  its  wiring 
i(d).  but  it  lost  a  good  deal  when 'the  lights  refused  to  l)urn. 
It  is  not  by  any  means  beyond  the  bounds  of  possibility  that 
the  difference  between  'what  the  collections  actually  were  at 
the  services  when  the  l)aptisnial  lights  did  not  work  and  what 
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A  typical  show  and  sales  room  of  the  Southern  Canada  Power  Company — This  one  is  in  St.  Hyacinthe 


tliey  would  have  been  had  the  Hghts  been  in  operating  condi- 
tion would  have  more  than  have  paid  the  difference  between 
a  good  job  and  a  cut-price  joh.  In  other  words,  from  a  purely 
financial  point  of  view,  there  is  reason  to  believe  that  this 
church  lost  by  having  a  cheap  job  done. 

Was  Getting  Better  Value 

it  may  interest  the  reader  to  know  that  the  main  reason 
win-  the  merchant  who  had  his  electric  current  bill  boosted 
from  $5  to  $13  per  month  was  so  enthusiastic  over  this  in- 
crease in  cost  was  due  to  a  very  great  extent  to  the  fact  that 
in  the  first  instance  he  was  getting  only  about  $3  worth  of 
service  for  his  money,  while  in  the  second  the  service  was 
saving  him  practically  the  full  amount  of  the  bill.  He  dis- 
covered that  what  he  saved  through  increased  production  and 
in  labor  turnover  when  he  used  electric  drive  for  his  sewing- 
machines  amounted  to  as  much  as  or  more  than  every  month 
the  total  cost  of  all  the  electricity  he  consunied  for  power 
purposes.  Naturally,  he  was  pleased  and  appreciated  the  ser- 
vice which  the  salesman  had  rendered  him. 

It  is  never  very  difficult  to  show  a  man  of  average  intelli- 
gence that  good  service  and  good  workmanship  is  worth  more 
than  a  low  price.  Usually  the  difficulty  lies  in  persuading  him 
that  you  are  able  to  give  him  the  service  and  workmanship. 
Of  course,  there  are  some  people  who  will  always  be  influ- 
enced by  price  alone.  Usually,  however,  these  people  have  a 
very  poor  opinion  of  their  own  judgment.  Often  they  do  not 
have  an  average  amount  of  intelligence.  These  people  it  is 
best  for  the  ambitious  contractor  and  dealer  to  leave  to  the 
mercies  of  his  competitors  who  believe  that  the  alpha  and 
omega  of  salesmanship  is  beating-  everyone  else  on  price.  If 
this  is  done  it  will  be  only  a  matter  of  time  until  they  destroy 
each  other  and  business  as  a  whole  will  be  better  for  their 
elimination.  Feature  good  workmanship,  good  material,  and 
good  service  and  you  are  l:)ound  to  succeed  in  the  end.  Fea- 
ture cut  prices  and  the  sheriff  will  get  you  if  you  don't  watch 
out. 


Code  of  Lighting  School  Buildings 

The  Illuminating  Engineering  Society  of  Xew  York  an- 
nounces that  the  revised  edition  of  its  Code  of  Lighting 
School  Buildings  is  now  being  placed  in  type.  It  will  be  re- 
membered that  the  first  edition  of  this  code  was  circulated 
several  months  ago  for  the  purpose  of  obtaining  discussions 
and  criticisms.  As  a  result,  some  one  hundred  communica- 
tions have  been  received  from  lighting  experts,  architects, 
educators,  and  school  superintendents.  These  have  been  care- 
fully considered  by  the  Committee  on  Lighting. Legislation  in 
its  revision  of  the  technical  data  and  principles  of  school  light- 
ing, which  are  embodied  in  the  code. 

Some  20,000,000  school  children  in  the  United  States  daily 
perform  work  trying  to  the  eyes.  Proper  illumination  is 
essential.  Available  statistics  show  that  nearly  10  per  cent  of 
the  school  children  who  have  been  examined  have  defective 
vision.  The  exactment  of  rules  and  regulations  and  the  dis- 
semination of  knowledge  relating  to  correct  lighting  condi- 
tions is  one  of  the  most  important  needs  of  our  educational 
institutions  and  legislative  bodies. 

While  the  code  is  intended  primarilj'  as  an  aid  in  formu- 
lating legislation  relating  to  the  lighting  of  school  buildings, 
it  is  also  intended  for  school  authorities  as  a  guide  in  individ- 
ual efforts  to  improve  lighting-  conditions. 

The  revised  edition  of  the  Code  of  Lighting  School  Build- 
ings is  being  printed,  and  the  society  .will  be  glad  to  sell 
them  at  cost  to  interested  parties. 


The  death  is  reported  of  Lieut.  C.  R.  Hillis,  of  Hamilton, 
■who  was  wounded  recently  in  France.  Before  enlisting  in 
1915,  Lieut.  Hillis  was  connected  witli  the  Canadian  Westing- 
house  Company,  Hamilton,  as  mechanical  and  electrical  engi- 
neer.   He  was  a  graduate  of  Toronto  University. 


Companies  Object  to  Using  Same  Poles 

The  question  of  the  regulation  of  poles  and  wires  of  pub- 
lic utility  companies  in  Montreal  recentlj-  came  before  the 
Quel)ec  Legislature.  The  city  asked  that  the  subject  be  re- 
ferred to  the  Electrical  Commission  for  study  and  the  draw- 
ing up  of  regulations,  the  latter  to  be  submitted  to  the  Quebec 
Public  Utilities  CiimmissicTn  for  approval  and  then,  in  turn, 
submitted  to  the  legislature  at  the  next  session.  It  was  sug- 
gested that  two  or  three  companies  might  use  the  same  poles. 
The  companies  objected  to  the  form  of  procedure,  which  also 
did  not  meet  with  the  sanction  of  the  legislative  committee. 
The  result  of  discussion  on  three  days  was  that  no  final  deci- 
sion was  reached. 
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Availability  of  Energy  for  Heat  and  Power 

  By  John  Blizzard,  B.  Sc.*  " 


It  is  proposed  here  to  outline  the  sources  whence  we  in 
Canada  receive  our  supplies  of  energy  and  the  requirements 
they  meet. 

Coal 

Coal  is  of  first  importance.  In  the  course  of  a  year  we 
burn  30,000,000  tons,  of  which  60  per  cent,  comes  from  the 
United  States.    The  remainder  is  mined  in  Canada. 

Practically  no  coal  supplies  exist  between  the  Provinces 
of  New  Brunswick  and  Saskatchewan,  and  the  combined  out- 
put of  these  two  provinces  amounts  to  only  4  per  cent,  of  the 
country's  production.  One-half  of  the  remaining  96  per  cent, 
is  mined  in  Nova  Scotia  and  the  other  half  is  mined  in  the 
Provinces  of  Alberta  and  British  Columbia.  The  coal  re- 
serves of  Canada  are  enormous,  and  we  may  rely  on  a  con- 
tinuance of  native  supply  for  a  very  long  period  of  years. 
Whether  we  may  place  equal  reliance  on  our  supply  from 
the  United  States  or  not  is  uncertain.  The  present  shortage 
seems  to  be  due  to  abnormal  difficulties  of  transportation 
rather  than  those  of  production.  It  is  certain,  however,  that 
the  supply  of  anthracite  from  that  country  will  decrease,  and 
that  the  time  is  not  far  distant  when  they  will  come  to  us  for 
their  supply  of  coke  or  coking  coals. 

A  part  of  the  annual  coal  consumption  is  accounted  for 
as  follows: 

Tons. 

Manufacture  of  coke   2,000,000 

Railway  locomotives   ,   9,000.000 

Collieries   1,000,000 

Bunkering  ships   1,000,000 

The  remaining  17,000,000  tons  are  used  for  domestic  and 
general  manufacturing  purposes.  An  approximate  estimate 
of  its  subdivision  is:  Five  million  tons  for  domestic  heating, 
six  million  for  industrial  heating,  and  six  million  for  industrial 
power. 

Assuming  that  the  .colliesy  consumption  is  for  power  pur- 
poses only,  and  that  7  pounds  of  coal  generates  a  horse-power 
hour,  the  total  mean  continuous  applied  horse-power  in  Can- 
ada derived  from  coal  is  500,000,  of  which  locomotives  develop 
:500,000. 

Water-Power 

Water-power  is  used  for  the  most  part  to  supply  me- 
chanical and  electrical  energy.  About  3,000,000  horse-power 
has,  so  far,  been  developed  The  total  available  horse-power 
is  estimated  at  about  18,000.000,  of  which  8,000,000  is  estimated 
to  be  available  within  the  present  range  of  markets.  An  addi- 
tional development  of  6,000,000  horse-power,  assuming  an 
efficiency  of  conversion  of  60  per  cent,  and  a  plant  factor  of 
40  per  cent,  would  supply  about  1,500,000  horse-power  con- 
tinuously. This  is  much  more  than  sufficient  to  supply  that 
generated  yearly  by  our  16,000,000  tons  of  coal. 

Wood 

Wood  is  a  very  important  Canadian  fuel.  The  estimated 
value  of  firewood  used  during  1916  was  $62,000,000,  or  more 
than  the  value  of  our  coal  imports.  Although  to  some  extent, 
its  use  may  be  for  power  generation,  principally  in  log-pro- 
duct factories,  it  is  probable  that  most  of  it  is  used  for  domes- 
tic purposes.  It  is.  not  likely  that  it  will,  to  any  extent,  be 
able  to  take  the  place  of  other  forms  of  energy,  except  spas- 
modically, as  in  times  of  an  acute  scarcity;  nor  is  it  likely  that 
other  forms  of  energy  will  take  its  place. 

Oil  and  natural  gas  occupy  an  inconspicuous  position  com- 
pared with  wood,  coal,  and  water-power.    The  annual  oil 

'Extracts  from  paper  before  Ottawa  Branch,  C.S.C.E. 


consumption  is  about  250,000,000  gallons,  and  practically  all  of 
it  is  imported.  It  is  in  a  more  available  form  for  the  genera- 
tion of  power  and  heat  than  any  other  fuel.  While  not  im- 
possible to  replace  it  with  other  forms  of  energy  for  small 
gasoline  and  kerosene  engines,  such  a  change  could  be  effect- 
ed only  with  great  inconvenience.  In  addition  to  its  use  for 
these  purposes,  Crude  oil  in  large  quantities  is  used,  particu- 
larly in  the  West,  for  railways,  ships,  and  industries.  Alto- 
gether, at  least  100,000,000  gallons  are  burned  under  steam 
boilers. 

Mr.  Van  H.  Manning,  director  of  the  United  States  Bu- 
reau of  Mines,  in  reviewing  the  oil  situation  of  that  country, 
estimates  that  its  supply  at  the  present  rate  of  usage  will  last 
only  25  years.  He  further  remarks  that  petroleum  should  be 
used  neither  for  gas ' manufacture  nor  for  fuel  under  boilers, 
nor  in  any  way  to  compete  with  coal.  It  would  appear,  then, 
that  we  must  soon  find  another  source  of  supply.  This  may 
come  from  the  known  shale  deposits  of  Canada  or  the  United 
States  or,  possibly,  from  the  vast  unexplored  areas  in  the 
west  of  Canada.  The  distillation  of  oil  shales  would  not  be  a 
new  venture,  since,  in  Scotland,  3,000,000  tons  are  produced 
annually,  giving  about  20  gallons  of  oil  to  the  ton.  Another 
source  f  oil  is  tar  obtained  from  the  distillation  of  coal  and 
lignite.  Benzol,  another  coal-distillation  product,  is  an  ex- 
cellent motor  spirit,  though  to  counteract  its  tendency  to 
freeze  at  only  fairly  low  temperatures  it  is  necessary  to  mix 
it  with  alcohol  or  gasoline.  Still  another  coal  by-product, 
napthalene,  may  be  used  for  explosion  motors. 

There  is  no  doubt  that  alcohol  is  destined  eventually  to 
become  prominent  as  a  motor  spirit.  It  is  of  particular  im- 
portance, since  it  may  be  obtained  from  vegetation,  and  is 
thus  independent  of  the  stored  sources  of  energy. 

Natural  gas  is  used  in  particular  districts  adjacent  to  the 
gas  fields.  Its  high  caloric  value — nearly  twice  that  of  coal 
gas— renders  its  distribution  over  a  large  area  economically 
possible.  The  annual  consumption  in  Canada  is  about 
twenty  million  thousand  cubic  feet.  It  is  used  for  industrial 
and  domestic  purposes.  Since  it  is  in  a  form  more  available 
for  the  generation  of  power  than  any  solid  fuel,  it  is  advan- 
tageous to  use  it  for  this  purpose  whenever  possible  instead 
of  coal. 

Peat 

Peat  contributes  practically  nothing  to  our  energy  re- 
quirement. Yet  it  exists  in  large  quantities  throughout  the 
Dominion;  and,  in  view  of  its  success  as  a  fuel  in  other 
countries  and  the  information  obtained  from  its  manufacture 
and  use  here,  its  availability  for  the  generation  of  power 'and 
heat  is  known.  It  is  impossible  to  believe  that  there  is  no 
field  for  its  exploitation,  and  it  must  be  expected  soon  to  find 
a  position  as  a  source  of  heat  and  power. 

This  faint  outline  of  our  requirements  and  sources  of 
energy  does  not  afford  information  sufficient  for  proceeding 
with  an  enquiry  which  will  lead  to  the  connection  of  the  user 
of  power  and  heat  with  the  most  available  form  of  energy. 
Here  the  possibilities  of  increasing  the  availability  of  our 
supplies  of  energy  will  be  considered  with  reference  to  special 
methods.  They  will  refer  only  to  the  establishment  of  central 
stations  for  the  use  of  the  solid  fuels  and  to  the  possibility  of 
using  hydro-electric  energy  for  house  heating. 

Central  Station  Supply 

The  central  station  may  he  designed  to  supply  electrical 
energy,  gas,  steam,  li(|uid  fuel,  solid  fuel,  and  various  by-pro- 
ducts, many  of  which  have  no  connection  with  the  generation 
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of  energy.  The  economy  of  operation  depciuls  upon  many 
factors  one  of  the  most  important  of  wliich  is  a  large  system 
in  which  there  is  more  complete  utilization  of  the  full  capa- 
city of  the  plant.  This  is  due  to  non-coincidence  of  the  maxi 
mum  loads  of  the  various  consumers,  better  thermal  efficicnc> 
of  conversion  due  to  the  use  of  larger  units,  more  complete 
and  intelligent  supervision  and  design,  and  to  the  possil)ility 
of  operating  for  longer  periods  at  the  more  economical  rn(ecl 
load.  The  limit  of  the  central  station's  sphere  is  reached 
when  it  is  cheaper  to  haul  the  fuel  to  the  consumer  than  to 
deliver  energy  through  pipes  or  along  a  wire.  It  varies  with 
local  conditions  an,d  the  type  and  price  of  the  fuel.  It  will  be 
greater  for  low-grade  than  high-grade  raw  fuel  since  costs  of 
transportation  vary  with  quantity  and  are  independent  of 
energy  content. 

The  largest  lield  for  the  central  station  will  be  in  the  gen- 
eration and  distribution  of  electrical  energy.  The  rough  esti- 
mate of  the  mean  present  power  load  now  met  by  coal  showed 
the  very  large  requirement  of  locomotives.  To  replace  the 
uneconomical  steam  locomotive  with  the  electric  locomotive 
seems  at  first  sight  a  rational  project.  Where  the  substitu- 
tion has  taken  place  the  coal  consumption  in  the  central 
steam  electric  stations  is  one-half  of  the  former  consumption 
on  the  locomotive.  There  could  be  no  objection  to  its  sub- 
stitution for  oil  in  forest  areas  and  the  present  damage  from 
locomotive  soot  and  sparks  would  cease.  An  examination  of 
the  roads  electrified  shows  that  they  are  confined  for  the 
most  part  to  suburban  and  mountain  traffic.  But  the  electri- 
cally equipped  mileage  is  increasing,  and  the  continuous  in- 
crease in  the  price  of  coal  brings  the  day  of  general  electrifi- 
cation nearer. 

The  remaining  power,  which  is  used  for  general  industrial 
purposes,  is  in  itself  of  magnitude  sufficient  to  warrant  the 
consideration  of  central  station  supply.  Whenever  external 
electric  supply  takes  the  place  of  energy  generated  at  the 
plant  itself  economy  results.  In  many  districts  this  change 
has  resulted  in  reducing  the  coal  consumption  to  one-quarter 
of  its  previous  magnitude. 

Central  stations  distributing  gas  have  not  so  promising  a 
field  as  those  distributing  electrical  energy.  The  costs  of 
transmission  and  the  relatively  high  efficiency  of  conversion 
of  coal  into  heat  energy  in  the  plant  itself  reduces  the  pos- 
sible" gain  to  the  buyer.  Nor  is  it  likely  that  the  substitution 
of  this  type  of  plant  would  save  fuel.  Nevertheless,  the 
cleanliness  and  improved  availability  of  gas  as  compared  with 
coal  would  frequently  lead  to  its  preference  by  consumers. 

Types  of  Central  Stations 

They  may  be  of  the  following  four  types: 

a.  Those  in  which  the  fuel  is  completely  gasified  by  par- 
tial combustion  and  the  energy  distributed  either  as  gas  or 
electrical  power. 

b.  Those  in  which  the  fuel  is  carbonized  and  energy  dis- 
tributed in  the  form  of  solid  fuel,  and  gas  or  electricity. 

c.  Those  in  which  the  fuel  is  completely  burned  and  elec- 
trical energy  and  steam  distributed. 

d.  Those  in  which  fuel  is  completely  burned  and  electri- 
cal energy  only  distributed. 

A  consideration  of  these  stations  follows: 
a.  The  by-product  recovery  producer  plant  is  the  most 
promising  means  of  totally  converting  solid  fuel  into  gas.  Its 
economic  importance  lies  largely  in  the  high  returns  possible 
by  the  recovery  of  from  60  to  70  per  cent,  of  the  nitrogen  in 
the  fuel  in  the  form  of  sulphate  of  ammonia.  It  is  of  great 
value  for  the  exploitation  of  low-grade  fuels,  particularly 
peat,  whose  nitrogen  content  is  high  compared  with  its  calor- 
ific value.  The  gas  produced  has  a  heat- content  of  about  one- 
fourth  that  of  coal  gas.  Tt  may  be  distributed  to  consumers 
or  partially  converted  into  electrical  energy  by  use  of  gas 
engines  or  boilers  and  steam  turbines. 


In  South  Staffordshire  a  plant  has  been  in  operation  for 
some  years,  and  supplies  gas  over  an  area  of  133  square  miles. 
The  price  paid  for  the  gas  varies  from  3  to  5^  cents  per 

ilii>ii   11^(1  cnliic  feet.    The  fuel  used  is  slack  coal  of  a  fairly 
1    luriiu-  This  is  the  only  plant  which  distributes 

pi-M(liu  cr  gas  on  a  lar-c  -c  ne.  and  it  is  noteworthy  as  a  pos- 
sible reason  for  its  un.'jue  p  -tion  that  no  dividends  have 
been  paid  for  some  years. 

In  Italy  two  by-product  plants,  using  peat,  are  m  opera- 
tion.   The  energy  is  distributed  electrically. 

b.  The  two  outstanding  objects  of  carbonizing  coal  are  to 
obtain  a  maximum  yield  of  either  coke  suitable  for  metallurgi- 
cal purposes  or  of  gas  suitable  for  domestic  purposes. 

The  first  method  of  carbonizing  is  carried  out  in  coke 
ovens,  wherein  the  long  time  of  carbonization,  large  size  of 
charge  and  compression  give  a  coke  of  the  requisite  great 
density  and  hardness.  It  is  possible  with  modern  coke  ovens" 
to  obtain  a  yield  of  gas  more  than  sufficient  for  heating  the 
charge,  about  30  per  cent,  of  the  nitrogen  in  the  coal  as  am- 
monia, in  addition  to  light  oils  and  tar.  The  surplus  gas  is 
usually  of  only  slightly  lower  calorific  value  than  town  gas, 
and  is  eminently  suited  for  distribution  for_  general  use,  or 
may  be  used  as  a  fuel  at  the  plant  for  the  generation  of  elec- 
trical energ}-. 

The  second  method  of  carbonization  differs  from  the  first, 
in  that  smaller  charges  are  used  in  order  to  obtain  the  neces- 
sary quality  and  quantity  of  gas,  none  of  which  is  used  for 
heating  the  retorts.  As  with  coke  'Ovens,  coke,  ammonia, 
benzol,  and  tar  are  recovered  as  by-products  from  retorting 
coal.  The  yield  of  coke,  however.' is  less,  and  some  of  it  is 
used  for  heating  the  retorts,  while  the  ammonia  yield  is 
greater,  due  to  the  smaller  contact  with  the  smaller  charge. 

The  coke  obtained  from  retorting  the  gas  is  soft  and  loose 
in  structure,  and  may  be  used  in  domestic  furnaces.  Its  dis- 
advantages for  this  purpose  are  its  bulk — which  necessitates 
more  frequent  firing  than  with  coal  and  larger  storage  space — 
and  its  tendency  to  clinker. 

The  choice  of  installing  coke  ovens  or  gas-making  re- 
torts, both  of  which-  require  much  the  same  class  of  coal, 
obviously  depends  upon  the  possible  market  for  the  products. 
The  development  of  a  domestic  fuel  trade  in  the  soft  coke  is 
possible  if  a  suitable  market  can  be  found  for  the  gas.  Met- 
allurgical coke,  on  the  other  hand,  is  not  so  suitable  for 
domestic  purposes,  since  it  is  very  hard,  difficult  to  ignite,  and 
requires  a  strong  draft  to  burn  it.  Nevertheless,  it  may  prove 
a  valuable  and  economical  substitute  for  anthracite  coal,  if 
sold  at  a  reasonable  price. 

c.  The  third  type  of  station  represents  the  most  econ- 
omical means  of  generating  power  where  coal  is  reasonably 
cheap  and  all  the  exhaust  steam  may  be  used  for  heating. 
The  prime  mover  may  be  either  a  steam  engine  or  steam  tur- 
bine of  a  comparatively  cheap  type,  and  no  condenser  is 
required,  since  the  power  may  be  looked  upon  as  the  by- 
product and  the  steam  as  the  most  valuable  product.  It  is 
not  possible  frequently,  however,  to  find  useful  employment 
within  a  small  area  for  the  exhaust  steam,  and  heat  losses 

I  prevent  the  transmission  of  thermal  energy  in  the  form  of 
steam  or  hot  water  over  a  large  area.  On  the  other  hand,  it 
may  prove  feasible  to  generate  power  in  plants  where  a  heat- 
ing load  exists  and  transmit  electrical  energy  to  customers  in 
the  neighborhood. 

d.  This  is  the  most  popular  type  of  power  plant  and  in 
large  sizes  consists  of  boilers,  turbo-generators,  and  condens- 
ers. It  is  too  well  known  to  need  description,  but  it  is  inter- 
esting to  note  that  steam  turbines  are  made  of  70.000  kilowatt 
capacity,  and  operate  with  steam  pressures  and  temperatures 
as  high  as  350  pounds  per  square  inch  and  690  degrees  F. 
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Street  Railway  Passenger-Fare  Charts 

By  C.  A.  Cornwall 

In  all  cities  and  districts  served,  by  a  street  railway  sys- 
tem, there  is  a  relation  connecting  the  number  of  passengers 
carried  per  day  and  the  fare  charged.  This  relation  is  some- 
what difficult  to  determine  as  there  are  at  least  three  im- 
l)ortant  factors  which  have  to  be  considered,  the  first  and 
most  difficult  factor  being  that  which  might  be  called  the 
human  factor,"  that  is,  a  factor  covering  the  inconsistency 
of  human  nature.  Second  is  a  factor  which  might  be  called 
the  "prosperity  factor";  this  factor  would  be  dependent  upon 
the  prosperous  condition  or  otherwise,  of  the  place  in  ques- 
tion. The  third  factor  is  the  "relation";  that  is,  the  feeling, 
either  good  or  bad,  existing  between  the  railway  company 
and  the  general  public. 

These  three  factors  may,  within  certain  limits,  be  ob- 
iained  in  a  combined  form  if  the  .railway  company  has  tried 
several  different  fares  at  various  times,  and  kept  a  record  of 
the  variation  in  the  number  of  passengers  carried,  corres- 
|ionding  to  changes  in  the  fare  charged. 

In  a  certain  city  with  a  population  of  approximately  forty 
thousand  there  has  been  in  the  last  three  years,  three  changes 
in  fares,  and  the  corresponding  numbers  of  passengers  car- 
ried per  day  are  shown  in  the  "Fare-Passe?ngers  Carried" 
chart.  During  the  three-year  period  covered  by  these  fare 
changes  the  "prosperity"  and  "relation"  factors  would  be 
practically  unchanged,  thus  leaving  only  the  "human"  factor 
to  determine. 

It  will  be  noticed  that  a  line  drawn  through  the  three 
ilctermincd  points, representirig  the  number  of  passengers 
carried  per  day  at  the  different  fares,  passes  through  the 
forty"  thousand  mark  on  the  passenger  carried  scale  when  the 
Tare  charged  has  been  reduced  to  zero.  This  result  appears 
lo  be  quite  consistent  as  this  number  of  passengers  carried 
is  the  approximate  population  of  the  district  served.  On  pro- 
'hicing  this  line  in  the  opposite  direction  it  is  seen  that  it 
uts  zero  point  of  passengers  carried  when  the  fare  charged 
reaches  twelve  and  one-half  cents.  This  also  appears  rea- 
■-onable  when  it  is  considered  that  there  are  eleven  routes  of 
arying  length  in  the  system  operated. 

Referring  again  to  the  "Fare-passengers  carried"  chart  it 
\  ill  be  seen  that: 

40,000  —  N  40,000  —  N 

tan  0    or  F  =   

2,000  F  2,000  tan  </> 

When: 

N  —  Number  of  passengers  carried  per  daj'. 
F  =  Fare  charged  in  cents. 

<A  =  Angle  which  the  "Fare-Passenger"  line  makes  with 

the  "Fare"  line. 
The  factor  2,000  represents  the  relation  between  the  pas- 
senger and  fare  scales. 

In  the  case  in  question  the  angle  </>  is  .58",  making: 
40,000  —  N 

F  =   from  whicti  N       Ic.dO  C.ir,  —  '.'.V) 

,3.200 


Having  now  obtained  a  value  for  N  in  terms  of  F  it 
remains  to  determine  the  profit  (positive  or  negative)  per 
day  for  various  values  of  F. 
Let: 

P  =  Profit  per  day  in  cents. 


3| 
8 


■ 

■CURVE  NO.  1 

^FAf 
1 

?t  PAbSENGER  LINE  \ 
V  =  I600[Z5-2F]  \ 

 1 

■CURVE  N0.2.  \ 

I 

0  2  4-0  a  10  12  14- 

FARE  IN  CENT5 
Fare-Passengers  Carried  Chart 

E  =  Earnings  per  day  in  cents  =  NF    -  1600  (25 — 2F)F. 

C  =  Total  operating  cost  per  car  per  day. 

N=::  Total  number  passengers  per  day  —  1600  (25  —  3F). 

N 

X      NumJ)er  of  cars  running  per  day  =    = 

AT 

1000(25  —  2F) 


AT 

A  =r:  Carrying  capacity  for  each  car. 
F=Fare  charged  in  cents. 

T  =  Average  number  of  half  trips  each  car  makes  per  day. 
Now  Profits  —  Earnings  —  Costs. 
Or  P  =  E  —  ex. 

1600  (35  —  3F) 
=  IGOO  (25  —  2F)F  —  C   


Differentiating  for  P 


AT 

ma.ximum  gives: 
C 


F 


6.25 


3AT 

In  the  al)ove  ccpialion  it  is  assumed  llial  the  passengers 
are  cciiially  (listril)uted  at  the  oi)posile  ends  of  a  line  and  re- 
(luire  t<.  be  carried  lo  the  other  end  at  any  lime  convenient  to 
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the  railway  company.  It  also  presumes  that  each  car  is 
tilled  to  its  capacity.  These  would  he  ideal  conditions  from 
the  railway  company's  point  of  view,  but  are  not  to  be  found 
in  practice. 

Curve  No.  1  is  plotted  from  this  general  equation.  The 
value  of  C/AT  being-  taken  as  1.15.  P  becomes  a  maxinuim 
when  F  =  6.S2  cents  and  zero  when  F  is  either  zero  or  twelve 
and  one-half  cents. 

In  practice  it  is  generally  necessary  to  run  cars  accord- 
ing to  a  certain  schedule,  and  this  schedule  determines  the 
number  of  cars  used.  When  this  is  the  case  the  cost  ex- 
pression in  the  equation  becomes  a  constant.  If  this  con- 
stant be  taken  as  137,000.  we  get  the  curve  marked  3,  which 
shows  the  system  is  operated  at  a  loss  for  all  values  of  F, 
the  minimum  loss  being  when  F  =  6.35  cents. 

The  writer  would  point  out  that  great  care  would  have 
to  be  exercised  in  making  out  and  using  these  curves,  but 
considers  that  in  the  case  under  consideration  they  are  ap- 
proximately correct  between  fare  values  of  3  and  7  cents. 


Winnipeg  Citizens'  League  Condemns  the 
Jitneys 

Tin-  matter  of  jitneys  vs.  electric  railway  service  has 
been  taken  up  in  Winnipeg  by  the  Citizens'  Research  League. 
Conditions  in  Winnipeg  are  such  that  the  railway  company, 
formerly  a  most  prosperous  organization,  now  finds  it  diffi- 
cult to  do  much  better  than  meet  base  operating  expenses. 
As  a  natural  result  they  will  be  unable  to  maintain  the  stand- 
ard of  service  to  which  Winnipeg  citizens  have  been  ac- 
customed and  the  Research  League,  realizing  the  facts,  urges 
the  suppression  of  the  jitneys.  Their  recommendations  in 
this  respect  were  set  forth  as  follows: 

1.  Service  is  limited,  the  jitneys  plying  only  in  the  cen- 
tral, crowded,  and  therefore  profitable  parts  of  the  city,  but 
neglecting  the  suburbs  and  outlying  residential  districts. 
Moreover,  there  is  no  cross-town  service  and  the  service  on 
Sundays  and  at  nights  is  irregular,  even  on  routes  usually 
covered. 

2.  There  is  no  routing  of  cars  by  the  city. 

3.  No  time  schedule  is  observed. 

4.  The  jitneys  are  not  required,  as  is  the  Street  Railway 
Company: 

(  a)  To  give  free  transfers,  cheap  tickets  for  workmen  and 
children,  free  transportation  for  members  of  the  police  and 
fire  departments  of  the  city  when  in  uniform,  policemen  and 
detectives  wearing  a  badge,  and  postal  letter  carriers; 

(b)  To  contribute  towards  the  upkeep  of  the  city  pave- 
ments; 

(c)  To  hand  over  a  definite  percentage  of  their  earnings 
to  the  municipality. 

5.  There  is  no  financial  responsibility  for  damage' done, 
aside  from  a  bond  of  $200  for  property  damage,  $1,000  for 
personal  injuries  to  an  individual,  with  a  maximum  of  $5,000 
for  any  one  accident. 

It  may  be  added  that  under  present  conditions  the  jitney 
involves  wasteful  employment  of  labor  which  could  be  much 
more  effectively  used  elsewhere.  The  jitney  hampers  the 
financing  of  the  Street  Railway  Company  and  prevents  the 
raising  of  capital  for  additional  lines  or  improvement  of  the 
service.  In  Professor  Shortt's  words,  "instead  of  the  electric 
street  car  being  sacrificed  for  the  preservation  and  extension 
of  the  jitney,  the  jitney  should  be  sacrificed  for  the  preserva- 
tion of  an  electric  service  in  the  best  interests  of  the  public." 

Apart  altogether  from  the  question  of  the  rights  of  the 
Street  Railway  Company  to  an  exclusive  franchise  for  street 
transportation,  the  League  holds  that,  unless  the  group  of 
jitney  owners  can  so  organize  themselves  as  to  be  held  to 


a  satisfactory  agreement  regarding  the  operation  of  their  cars 
under  terms  corresponding  to  those  governing  the  street  rail- 
way, it  is  desirable  to  prohibit  their  general  operation. 


A  Portable  Compressor  for  Electric  Railway 

It  has  been  said — and  probably  with  entire  truth — that 
there  is  not  a  sufficient  number  of  men  on  any  construction 
work  in  progress  to-day.  Hence,  machines  that  can  save  a 
considerable  amount  of  labor  have  become  more  imporant 
than  ever  in  our  industrial  life.  A  machine  of  this  kind,  de- 
signed specially  for  the  use  of  electric  railways,  is  a  motor- 


driven  compressor,  inounted  on  a  standard  gauge  truck  and 
operated  from  the  trolley  circuit.  The  range  of  usefulness  of 
this  machine  for  track  and  road  work  is  very  wide,  since  it 
will  operate  tie  tampers,  track  drills,  chipping  hammers  for 
toothing  out  bricks,  air  blasts  for  cleaning  rust  from  struc- 
tural steel  work,  and  many  other  pneumatic  tools.  The  out- 
fit consists  of  an  8  x  6  inch  Ingersoll-Rand  compressor,  driven 
by  a  15  h.p.  550  volt  W'estinghouse  direct  current  motor,  with 
starting  rheostat,  knife  switch,  and  fuses.  It  is  hauled  to  the 
job  by  a  trolley  car,  and  when  connection  is  made  to  the  trol- 
ley wire  it  is  ready  for  use.  Two  tie  tampers,  chipping  ham- 
mers, or  other  instruments  can  be  used  at  the  same  time. 
Four  small  wheels,  mounted  at  right  angles  to  the  main 
wheels,  permit  the  outfit  to  be  run  off  the  tracks  on  hea\> 
timbers.    In  a  test  made  under  continuous  traffic  conditions 


it  was  found  that  the  cost  of  tie  tamping  with  this  machine 
was  one-half  that  of  hand  tamping,  and  better  results  were 
obtained,  as  no  second  tamping  was  necessarj-,  due  to  settle- 
ments under  traffic.  Further,  it  was  found  that  two  men  with 
the  pneumatic  tampers  could  do  the  work  of  ten  laborers 
Equally  satisfactory  and  rapid  results  were  obtained  in  tear- 
ing up  concrete,  clearing  rust  from  bridge  rollers  and  seats, 
drilling  bolt  r.nd  tie  rod  holes,  pocketing  and  cleaning  bricks 
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Remedy  for  the  Ills  of  the  Electric  Merchandis- 
ing Industry  from  a  Contractor-Dealer's 
Standpoint— More  Co-operation  and  a 
Closer  Acquaintance  Among  the 
Members  of  the  Trade* 

We  are  all  united  in  feeling  that  there  are  great  chances 
fur  improvement  in  the  electrical  merchandising  game.  We, 
■  IS  contractors,  .are  finding  that  we  cannot  solve  these  pro- 
blems alone — we  have  invited  you  in  to  help  solve  these  ever- 
changing  problems.  We  are  anxious  to  be  shown.  We  come 
to  you. 

We  ask  you  to  show  us  what  we  can  do  to  improve  con- 
ditions among  ourselves  and  in  our  relations  -to  customers, 
j'lhljers,  or  central  stations. 

This  isn't  our  fight  any  more  than  it  is  yours.  We 
shouldn't  be  begging  you  to  join  this  association.  Our  money 
and  time  is  just  as  dear  to  us  as  yours  is  to  you. 

We  have  suffered  from  lack  of  co-operation,  but  we  have 
profited  from  the  sacrifice  and  good  work  of  others.  What 
do  we  propose  to  do?  What  do  you  propose  to  do?  You 
say  you  will  wait;  you're  not  going  to  be  the  goat  This  is 
the  fairest  plan  of  assessment  of  which  I  know — to  pay  in 
proportion  to  the  business  you  do.  If  you  can't  afford  to  do 
this,  you  better  do  less  business  and  make  more  profits. 

Merchandising 

We  must  become  merchants,  carry  a  representative  stock 
nf  appliances,  and  be  prepared  to  put  out  new  appliances  on 
trial.  Putting  out  sample  lighting  installation,  installing 
lieating  devices,  vacuum  cleaners  and  washing  machines  are 
the  up-to-date  ways  of  merchandising.  If  we  don't  do  this, 
tlie  hardware  or  jewelry  store  will  beat  us  to  it.  The  hard- 
ware store  will  carry  some  of  these  appliances,  but  they  are 
handicapped  in  not  having  practical  electrical  men  to  advise 
atid  repair.  The  mail  order  house  may  undersell  you.  but  if 
you  are  in  a  position  to  demonstrate,  try-out,  and  repair  and 
exchange  for  different  sizes  you  will  get  the  business. 

No  Kicks  Afterwards 

We  need  men  oj  vision  who  can  suggest  what  will  be 
needed  on  these  jobs  in  years  to  come.  Do  you  know  that 
we  have  lost  several  jobs  which  we  would  prol^ably  have 
done  by  suggesting  some  of  these  extra  openings  The  arclii- 
tect  takes  offence  at  these  suggestions.  The  owner  may 
think  you  a  grafter.  He  wiill  not  after  the  job  is  done.  I 
never  yet  had  a  customer  kick  on  too  many  switches  or  open- 
ings after  the  job  is  completed.  Get  the  job  first,  make  your 
suggestions  after.  Most  complaints  are  as  to  place,  never 
because  there  are  too  many  openings.  Sometimes  there  are 
complaints  of  not  enough  openings. 

Ills  of  the  Industry 

It  is  my  intcnti'in  to  touch  upon  a  few  of  the  ills  of  the 
industry  from  the  contractor's  standpoint  in  his  relation  to 


ation. 


By  W.  R.  Johnson  before  Wisconsin  Dealers'  and  Contractors'  Associ- 


liis  fellow-contractors,  the  lighting  company,  the  jobber, 
manufacturers,  and  incidentally  the  electrical  engineer  and 
architect. 

One  of  the  most  serious  problems  the  contractor-dealer, 
has  is  in  relation  to  his  fellow-contractors  and  dealers.  He 
wants  the  business.  He  will  have  to  lay  oft>his  men  and 
even  go  out  of  business  if  he  does  not  get  work.  A  job  is  to 
be  figured  on.  He  has  no  intention  of  taking  this  job  at  a 
low  figure,  at  cost,  or  even  less,  but  as  he  begins  to  figure 
this  he  will  incidentally  think  of  the  other  contractor,  and, 
instead  of  adding  the  amount  for  incidentals,  the  amount  for 
overhead,  and  the  amount  for  profit,  all  of  which  are  right- 
fully his,  he 'cuts  off  here  and  omits  there.  The  result  is  he 
submits  a  figure  which  is  away  below  what  it  should  be.  If 
he  gets  the  job  he  is  obliged  to  work  practically  for  nothing, 
and  his  v\hole  mind  is  centered  on  cheapening  the  job.  He 
does  not  enjoy  doing  work  under  these  conditions,  and  his 
feeling  towards  the  other  fellow  leads  him  to  dislike  the  other 
fellow  as  well,  as  his  own  work.  If  the  other  fellow  gets  the 
job  he  may  rejoice  to  think  he  was  a  lucky  man,  when,  m 
reality,  he  would  have  done  better  if  he  had  let  it  alone.  Get 
a  good  price  for  your  work. 

Be  a  good  loser.  Many  of  us  have  shown  our  lack  of 
generalship  and  our  lack  of  business  tactics  by  being  sore  be- 
cause we  didn't  do  the  work  by  saying  we  had  better  stuff 
figured  on,  while,  in  reality,  why  not  say:  "I  think  you  are 
going  to  get  a  good  job;  he  does  good  work.  Sorry  we  lost 
the  jol)  this  time,  but  hope  we  can  do  business  with  you  some 
other  time." 

Begin  "At  Home" 

Our  first  remedy,  therefore,  is  to  begin  at  home,  to  so 
organize  and  pull  together  that  no  one  man  will  feel  that  he 
is  entitled  to  the  cream.  This  means  meeting  on  a  common 
level  at  frequent  intervals,  both  large  and  small  contractors, 
looking  the  other  fellow  square  in  the  face,  admitting  the 
wrongs  and  mistakes,  and  with  a  wdiole-heartedness  agree  to 
start  in  again  with  a  clean  slate,  forgiving  and  forgetting.  If 
you  can't  forget,  forgive. 

.^fter  all,  our  biggest  enemies  are  often  ourselves.  Our 
imagination  causes  us  to  distrust  and  eventually  to  despise 
the  other  fellow.  The  habit  of  meeting  frequently,  of  even 
calling  our  competitor  over  the  phone,  will  head  of?  much  of 
the  mistrust  and  misunderstandings  that  are  so  liable  to  exist. 

The  Central  Stations 

it  has  come  to  our  notice  from  several  parts  of  the  stale 
that  tiiere  is  a  lack  of  harmony  between  lighting  companies 
an<l  contractors.  This  condition  is  unfortunate.  .\  new  fac- 
tory is  to  be  started;  motors  are  needed.  The  lighting  com- 
pany is  consulted  as  to  the  kind  of  current  available.  No 
sooner  has  the  contractor  asked  for  this  niformation  than  a 
solicitor  from  the  lighting  company  is  there  trying  to  sell  mo- 
tors, and  even  talking  of  installing  them  with  the  suggested 
argument  that  they  are  doing  or  can  afford  to  do  work  cheaper 
than  the  contractor.  Ihuler  conditions  of  this  kind  you  can 
readily  understand  how  anxious  the  contractor  is  to  consult 
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with  the  ligliting  company  when  the  next  }oh  is  in  sight.  How 
unfortunate!  Tlie  contractors  are  the  best  asset  tlic  hghtiiig 
coniiuinies.  have.  Contractors  are  the  unpaid  sulieitors  ol  ihc 
central  stations.  W'e  wonldn't  he  in  hnsincss  if  it  wasn't  for 
the  lighting  cotnpany.  The  lighting  company  slionld  he  con- 
stantly in  touch  with  every  contemplated  move  affecting 
their  load,  and  should  do  only  those  things  which  will  encour- 
age and  stimulate  conlidence  and  trust  between  tlic  central 
station  and  contractor.  The  contractor  should  try  to  please 
the  lighting  company  and  the  lighting  com.pany  should  give' 
the  contractor  all  reasonai)le  help,  and  I  am  glad  to  say  in 
many  localities  this  condition  of  co-operation  exists.  It 
results  in  better  installations.  When  Jmiks  is  dissatisfied 
with  his  light  bill  and  comes  to  the  contraoitM,  ilie  contractor 
does  all  in  his  power  to  straighten  out  the  trouble.  If  the 
contractor  has  done  some  work  and  the  bill  runs  a  little  higher 
than  the  customer  expected,  he  consults  the  central  station, 
and  how  easy  it  is  for  the  central  station  to  assure  him  that 
the  bill  is  correct,  that  the  contractor  always  does  good 
work — which  generally  settles  the  matter.  We  believe  that 
as  a  result  of  the  getting  together  ol  tlic  local  electrical  in- 
terests as  outlined  in  the  Goodwin  plan,  these  difterences  and 
misunderstandings  between  contractors  and  central  stations 
will  largely  be  done  away  with. 

Now  for  the  "Jobber" 

The  biggest  contention  against  the  jobber  is  that  he  will 
sell  the  consumer  isolated  plant,  or  factory  at  the  same  price 
or  often  for  less  money  than  we  can  buy  it  for.  If  we  order 
a  bill  of  lumber  we  have  to  pay  the  regular  retail  price  for  it. 
•and  if  some  carpenter  contractor  is  called  in  to  do  the  work 
he  is  entitled  to  his  courtesy  discount  on  that  bill  of  lumber. 
This  we  believe  is  true  in  almost  any  other  line  of  business. 
We  see  no  objection  against  the  jobber  selling  direct  as  long 
as  the  price  is  maintained.  We  are  glad  to  say,  however, 
that  we  have  noted  an  improvement  in  this  condidtion,  and 
we  believe  this  association  will  soon  be  in  a  position  to  show 
up  any  concerns  who  will  not  conform  to  the  Goodwin  sales 
plan  and  show  them  up  so  forcibly  that  they  will  be  mighty 
glad  to  co-operate.  If  it  is  a  question  of  credit  and  the  dealer 
is  entitled  to  a  profit,  goods  may  be  shipped  direct  to  the  con- 
sumer and  the  dealer  could  be  allowed  his  profit  just  the 
same.  Further,  if  there  seems  to  be  no  one  to  ship  the  goods 
through,  the  retail  prices  should  be  maintained. 

A  factory  wants  a  signal  horn  system.  They  write  to  the 
jobber  and  to  the  manufacturer  for  prices,  and  they  ask  the 
local  contractor  what  he  can  furnish  these  horns  for.  All 
these  prices  should  be  the  same,  and  the  suggestion  should  be 
given  from  the  manufacturer  that  these  goods  may  be  pur- 
chased through  the  local  jobber  or  the  local  contractor  at  the 
same  price.  As  far  as  our  experience  goes,  there  is  less  com- 
plaint against  the  manufacturer,  except  possibly  in  the  line 
of  electric  appliances,  and  yet  we  have  every  reason  to  be- 
lieve that  the  manufacturer  is  going  to  stand  with  us  abso- 
lutely on  the  Wheatstone  Bridge  sales  policy. 

The  Architect  and  Engineer 

There  is  a  chance  for  improvement  in  the  relation  of  the 
contractor  to  the  architect  or  electrical  engineer.  The  plans 
and  specifications  are  not  always  clear  or  complete,  and  yet 
the  writer  never  saw  a  set  of  plans  which  do  not  fortify  the 
architect  and  owner  and  make  reservations  that  are  unfair  to 
the  contractor  if  the  architect  sees  fit  to  enforce  them.  But 
we  believe  this  new  association  is  going  to  be  so  united  and 
so  broad  in  its  scope  that  the  architects  will  be  glad  to  follow 
the  "pull  together'"  policy. 

The  Calf  Analogy 

The  calf  analogy  is  not  quite  true  to  the  facts.  It  is  only 
allegorical.  There  are  big  calves  and  little  calves  and  some 
bully  calves.    If  the  bully  is  here  with  a  pious  look  seeking 


whom  he  may  devour,  he  should  see  the  error  of  his  ways 
before  it  is  too  late,  if  he  is  not  here,  it  is  the  duty  of  thi^ 
association,  tlirougli  its  directors  and  field  secretary,  to  show 
him  up.  When  the  calves  woke  up  they  were  tired,  hungry, 
their  necks  were  sore,  and  I  can  imagine  them  saying  as  they 
got  together:  "W'e  have  done  lots  of  work,  b^^t  what  have  we 
accomiilished  We  have  spilled  the  beans.  We  have  kicked 
over  and  wasted  each  other's  profits.  We  have  knocked  each 
other's  work  and  goods.  We  have  looked  with  envy  and 
liated  each  other.  I'll  scratch  your  back  and  you  lick  my  ear. 
Let's  go  fifty-fifty  on  this  one  and  when  that  one  is  ready 
we'll  not  scrap  about  it. 

All  Stand  Together 
In  conclusion,  I  want  to  suggest  that  these  are  trying 
times,  and  that  one  of  the  biggest  problems  before  this  asso- 
ciation to-da}%  whether  it  be  manufacturer,  jobber,  central 
station,  or  contractor,  v.  ill  be  not  only  to  pull  together,  but  to 
continue  our  business  with  as  few  interruptions  as  possible. 
With  the  scarcity  of  labor  and  material  and  the  transporta- 
tion facilities  so  badly  blocked:  with  the  fuel  situation  starin- 
us  in  the  face,  it  behooves  us  to  stand  together,  borrow  ar.  i 
lend  both  men  and  materials,  practice  economy,  thrift,  an  i 
efficiency  more  than  ever.  Good  wages  to  the  right  work- 
man and  a  good  price  for  the  jol)  must  result  in  an  honest^jol- 
with  the  best  materials  of  suHicient  capacity  which  will  h\n-r^ 
satisfaction  to  all  concerned. 


Jim  Hare's  Big  Idea— The  Story  of  an  Electrical 
Dealer  Who  Seized  an  Opportunity' 

There  was  really  nothing  wrong  with  Jim  Hare,  t; 
begin  with.  He  was  just  a  normally  ambitious  chap,  mech- 
anically inclined  and  well  knuwn  as  the  popular  fix-it-up  man 
of  his  neighborhood.  Jim  could  work  wonders  With  a  screw- 
driver and  a  pair  of  pliers,  which  may  or  may  not  account 
for  his  drifting  into  the  electrical  business. 

First  it  was  bell  hanging,  then  electric  gas  lighting,  and 
finally  the  modern  "Dirtless  Workman"  role  of  wiring  resi- 
dences. Jim's ,  natural  pride  in  his  work,  coupled  with  his 
ambition  to  lead  in  his  line,  kept  him  in  the  select  class  o: 
electrical  contractors  who  could  be  counted  upon  to  wire 
an  old  house  without  marring  the  hardwood  or  tearing  out 
the  plaster.  Jim  was  an  artist  in  his  business — and  as  jealous 
of  his  reputation  as  any  artist  that  ever  painted  a  picture. 

Jim  prospered.  One  job  led  to  another,  and  before  lon^ 
|im  was  renting  a  building  with  a  store  front.  For  a  while 
this  store  front  struck  him  as  rather  useless  in  his  business, 
but  then  Mrs.  Jim  took  a  hand  in  things  and  the  window 
liecame  a  bit  of  display  advertising.  She  made  a  neat  display 
of  batteries,  bells.  Avire.  tape  and  tubes;  had  a  sign  made 
calling  attention  to  the  work  that  Jim  did;  had  him  mount 
an  electric  bell  so  that  the  hammer  of  the  bell  beat  a  tattoo 
on  the  window  pane— and  presto!  Jim  became  an  advertiser. 

Naturally,  as  clever  a  workman  as  Jim  was  looked  up  to. 
the  people  he  worked  for  asked  his  advice  on  everything 
electrical— and  usually  followed  the  course  he  suggested. 
Mrs.  Customer  asked  him  what  he  considered  the  best  vac- 
cum  cleaner,  or  what  was  the  best  weight  electric  iron  to 
buy,  or  how  much  good  was  an  electric  washing  machine— 
and  so  the  questions  arid  answers  ran  on  until  Jim's  fertile 
brain  picked  out  the  next  good  idea. 

lim  became  a  regular  mcrcliant.  He  and  Mrs.  Jim 
talked  things  over  and  evolved  a  plan  something  like  this: 
Instead  of  iust  handing  out  advice  on  the  subject  of  electrical 
appliances,  he  would  secure  a  line  of  them  for  his  own  shop, 
and  then  when  the  question  came  up  he  could  answer  it  in 
such  a  way  as  to  do  him  most  good.  Further  than  that,  he 
would  open  up  the  subject  by  suggesting  the  various  ap- 
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jjliaiiccs  and  Mrs.  Jim  would  l5ack  it  up  by  acting  as  de- 
monstrator and  actually  making  the  sale  in  the  customer's 
residence. 

Studied  His  Prospects 

Jim  was  now  as  keen  a  business  man  as  you  would 
want  to  find.  The  helpful  literature  that  he  got  from  the 
various  houses  he  dealt  with  taught  him  many  things  about 
the  art  of  selling  and  advertising.  His  trade  magazines  kept 
him  in  touch  with  the  doings  of  his  trade  and  many  valuable 
ideas  came  to  him  in  this  manner.  Jim  had  learned  to  study 
his  prospects  as  closely  as  any  good  salesman  should — and 
many  a  sale  developed  months  after  Jim's  wiring  had  been 
finished,  because  of  his  keen  analysis. 

It  was  no  longer  a  case  of  wiring  a  house  for  lighting. 
Jim  felt  it  a  blemish  on  his  reputation  to  let  that  sort  of  a 
jiib  go  through.  He  went  at  it  from  the  housewife's  side 
I  if  the  question.  He  showed  her  the  hours  of  hard  work 
saved  by  a  vacuum  cleaner,  the  money  saved  by  buying  a 
washing  machine;  the  convenience  of  a  toaster  and  per- 
rolator,  and  there  was  always  an  electric  iron  to  be  sold — ■ 
iliat  was  easier  to  sell  than  any  of  the  others. 

Jim  took-  these  things  into  consideration  when  he  was 
laying  out  a  job,  too.  He  pointed  out  the  need  of  a  base- 
lioard  receptacle  in  the  hall  so  that  the  vacuum  cleaner 
could  be  used  conveniently;  he  talked  up  the  e.xtra  washing 
machine  connection  in  the  laundry  and  the  special  dining- 
room  socket  that  would  be  convenient  to  the  table  so  that 
ppliances  could  be  used  there.  Jim  played  his  game  thor- 
ughly.  He  did  not  get  drawn  i.nto  a  conversation  on  the 
((rices  of  these  various  appliances.  He  concentrated  on  first 
getting  the  extra  sockets  installed.  He  told  stories  of  past 
jobs,  how  the  people  had  thanked  him  over  and  over  again 
for  his  assistance  upon  the  extra  sockets,  how  others  had 
opposed  him  and  told  him  later  of  their  regrets.  Jim  had  a 
good  argument,  backed  up  with  stories  right  out  of  his  day's 
work — and  usually  he  had  his  way.  Then  started  the  work- 
ings of  Jim's  big  idea.  ^ 

The  Mailing  List 

Jim  prepared  a  mailing  list  of  every  person  for  whom 
he  had  ever  done  any  work.  He  jotted  down  on  the  cards 
the  sort  of  a  job  he  had  done,  the  type  of  house  it  was  and 
what  he  thought  they  should  have  in  the  way  of  electrical 
jppliances.  He  also  made  a  note  of  the  number  of  special 
-iickets  he  had  installed,  their  location,  and  a  word  or  two 
descriptive  of  the  house  and  its  occupants.  Jim's  cards  looked 
--omething  like  this — 


Name  W.  J.  Hardie 

.\ddress  9768  West  Boulevard 

Date  work  completed         July  15th,  1916 

If)  Lighting  Sockets,  5  extras  for  Vacuum 
Cleaner,  Iron,  Dining  Room. 

Mrs.  H.  does  own  work.    Children,  rugs 
and  draperies;  have  laundry. 


This  information  on  a  .i  by  5  inch  card  gave  him  all  the 
necessary  information  for  the  next  step  in  the  Big  Idea. 

Step  number  two  took  the  form  of  a  neat  letter  to  his 
mailing  list.  Me  might  pick  out  all  those  he  considered 
"iron"  prospects  and  write  a  letter  on  that  appliance,  or  he 
might  pick  a  vacuum  cleaner,  or  a  washing  machine.  His 
letters  would  be  something  on  this  order — 

Dear  Mrs.  Hardie: — 

One  thing  that  struck  me  about  your  home  while 
I  was  working  there  last  summer  was  the  wonderful 


help  that  a  Westinghouse  \'acuum  Cleaner  would 
be  to  you  in  your  daily  work.  Your  rugs  and  car- 
pets can  be  cleaned  in  about  half  the  time  by  its  use 
and  the  job  will  not  be  so  tiresome  or  wearing  upon 
you  as  sweeping.  In  addition  to  cleaning  the  rugs 
a  vacuum  cleaner  will  keep  your  draperies  clean, 
renovate  pillows,  and  bedding,  and  do  away  entirely 
with  the  need  of  dusting. 

You  have  noticed  that  with  sweeping  it  is  mere- 
ly a  matter  of  raising  dust  that  settles  almost  as  soon 
as  you  finish  and  makes  your  work  all  the  harder. 
With  a  vacuum  cleaner  this  is  all'stopped.  You  really 
take  up  the  dirt  and  when  you  are  finished  the  mat- 
ted dust  in  the  bag  tells  you  a  story  of  perfect  clean- 
ing. 

I  am  writing  you  this  letter  today  because  Mrs. 
Hare  will  be  in  your  neighborhood  next  Thursday 
and  I  should  like  to  have  her  show  you  just  exactly 
what^sort  of  a  help  a  Westinghouse  Cleaner  is. 

I  hope  that  you  will  be  at  home  when  Mrs.  Hare 
calls.  You  will  not  be  obligated  in  the  slightest  by 
listening  to  her  story  and  there  is  every  possibility 
that  what  you  hear  will  do  you  a  real  service. 

Yours  for  lessening  housework. 

Jim  Hare. 

Jim  kept  hammering  away  at  his  lists  in  this  manner. 
If  tke  house  had  just  been  wired  he  told  about  those  extra 
sockets  and  the  message  they  had  for  the  housewife.  He 
played  her  up  strong.  Electricity  was  not  just  light — it  was 
lightened  house  work.  He  pointed  out  the  value  of  a  wo- 
man's time,  the  endless  hours  spent  in  doing  things  that 
electrical  appliances  could  do  better — and  the  beauty  of  i; 
all  was  the  fact  that  the  women  were  all  for  him! 

Regular  Reminders 

Jim's  letters  are  now  regular  callers  at  the  homes  of  his 
prospects.  Regularly  once  a  month — sometimes  oftener — 
they  get  a  reminder  of  the  services  that  electrical  appliances 
stand  ready  to  offer.  During  holiday  seasons.  Christmas, 
Thanksgiving,  Easter.  July  1,  Jim  has  some  new  way  of 
tying  his  store  and  its  wares  into  the  spirit  of  the  occasion. 
His  strongest  point  is  reminding  the  man  of  the  excellence 
of  things  electrical  as  gifts — and  the  men  appreciate  and  take 
advantage  of  the  tip. 

As  we  said  at  the  beginning  of  this  story  (which,  by  the 
way,  has  a  good  broad  strain  of  fact  through  it)  Jim  was  just 
a  normally  ambitious  chap,  and  that's  the  secret  of  his  suc- 
cess. He  was  normal,  he  saw  things  as  others  see  them,  he 
saw  the  vast  benefits  others  were  reaping  by  the  use  of  the 
mails  and  decided  that  what  was  good  for  others  was  equally 
good  for  him. 

Jim  was  right.  His  demonstratin.g  is  now  done  by  young- 
ladies  who  know  the  business — Mrs.  Jim  saw  to  that.  His 
n-iailing  list  includes  those  whose  homes  he  wired — and  lots 
that  have  been  wired  by  other  fellows.  He  also  goes  out 
after  wiring  business,  telling  the  prospect  what  others  say 
about  electricity,  how  easily  the  wiring  can  be  done  without 
excessive  damage  and  enclosing  a  reply  card  which  gives  the 
Ijrospect  an  opportunity  to  find  out  just  what  the  whole 
thing  will  cost. 

They  call  Jim  a  successful  man  in  his  home  town — and 
he  is.  The  beauty  of  it  all  though  is  the  way  Jim  tells 
his  story  antl  points  out  the  moral.  With  a  badly  bent  stogie 
rolling  fron-i  one  side  o.f  his  mouth  to  the  other,  Jim  leans 
back  in  his  chair,  half  closes  one  eye  and  says,  "So  you  want 
the  secret  of  it,  do  you?  Well,  secrets  cost  a  lot  sometimes 
^this  one  of  mine  in  particular.  The  prescription  is  some 
postage  stamps,  some  letter-heads,  some  plain  ordinary  com- 
mon-sense letters  written  on  those  letter-heads,  and  then 
a  real  live  list  of  people  to  send  those  letters  to." 

Did  you  ever  hear  of  a  inedicine  easier  and  more  pleasant 
to  take? 
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Electric  Driven  Combination  Air  Compressor  and  Buffing 
and  Grinding  Head 

The  rnitcil  States  Air  (.'onijirossnr  i  Dinpaii  \ ,  (.'lc'\ elaiul, 
Ohio,  have  recoml>-  announccil  a  new  ciHnl)ination  air  coin- 
jiressor  and  grinder  initlit  which  is  especially  suital)lc  ior 
service  in  jjarages  and  similar  places  where  cmnpressed  air  is 
reiiuired.  The  outlit  consists  nf  a  self-nilini;  air  compressor 
witii  tillering  trap,  check  \  al\c  aiul  safety  \  ah  e.  Imfting  head, 
:!0-!iallon  tank,  air  pressure  gauge,  iiccdlc-iioint  \alve,  pipe 
and  littings.  armored  hose,  automatic  air  chiicl<,  six  feet  of 
armored  cahle  with  ping,  all  mounted  on  a  metal  base  to  form 
a  compact  unit,  which  requires  l)ut  48  x  20  inches  floor  space. 
The  height  over  all  is  40  inches.  The  air  cmnpressor  is  the 
air-cooled,  two-stage  type.  The  low  ijressure  c\linder  is  3  x 
:>  inches  in  size  and  the  high  pressure  cylinder  is  ]>4  x  .'i 
inches.  The  working  pressure  is  :iOO  iiounds  per  square  inch, 
and  the  capacity  of  the  compressor  is  4  cubic  feet  per  minute. 
The  compressor  operates  at  to  liOO  r.p.ni.  It  is  provided 
with  an  intake  silencer,  which  mnlfles  the  intake  noise  and 
tenils  to  force  air  into  the  intake  valve.  When  the  air  in  the 
main  tank  is  raised  to  the  proper  pressure  the  automatic 
switch  stops  the  motor  and  operates  the  automatic  pressure 
release,  which  opens  starting-  tank  to  the  atmosphere.  When 
the  automatic  switch  again  starts  the  motor  it  also  closes  the 
pressure  release,  and  the  compressor  begins  pumping  against 
no  pressure.  It  always  starts  without  strain.  When  the  air 
in  the  starting  tank  attains  a  pressure  slightly  in  excess  of 


that  in  the  main  tank  (requiring  about  10  seconds)  it  opens 
the  check  valve  and  charges  this  tank  until  the  proper  pres- 
sure is  reached,  when  the  operations  are  repeated.  A  trap  is 
provided  in  the  starting  tank,  which  extracts  any  moisture  or 
oil  that  may  be  discharged  from  the  compressor,  assuring 
pure,  dry  air,  free  from  oil.  The  buffing  and  grinding  head  is 
suitable  for  wheels  of  8-inch  diameter.  The  outfit  is  equipped 
with  a  one  horse-power  Robbins  &  Myers  motor,  which  per- 
mits the  compressor  and  buffing  head  to  operate  at  the  same 
time.  Outfits  without  this  buffing  head  are  equipped  with  a 
one-half  horse-power  R  &  M  motor. 


New  Flood-Lighting  Projector  for  Standard  Mazda  C  Lamps 

A  new  flood-lighting  projector,  designed  for  use  of  300 
to  1,000-watt  standard  Mazda  "C"  lamps,  has  been  placed 
on  the  market  by  the  George  Cutter  Company,  South  Bend, 
[nd.  It  is  called  the  "Standard"  Flood-Lighting  Projector. 
The  new  unit  has  the  same  general  construction  features  as 
the  Cutter  "Universal"  projector  for  flood-lighting  lamps. 
These  features  include  weather  and  fume-proof  body  or  hous- 
ing cast  of  aluminum  or  grey  iron  and  forming  absolute 
protection  for  the  lamp  and  reflector;  method  of  mounting- 
permits  of  the  projection  of  light  in  any  direction  in  any 
plane;  construction  of  the  housing  permits  of  the  interchange 
cf   narrow   or   wide-angle-beam   reflectors;    sectional  wire- 


ghiss  doors  minimize  breakage.  In  the  new  "Standard" 
projector  the  socket  is  adjustable  both  horizontally  and  ver- 
tically for  focusinL;  the  lamp  or  changing  the  width  of  the 
beam;  when  the  adjustment  is  made  the  socket  is  locked  in 
position.     Reflectors   are   made   of   copper,   heavily  silver- 


plated  and  finished  with  a  coat  of  water  and  fume-proof 
lacquer.  The  narrow-beam  reflector  has  a  divergence  of 
10  degrees  and  the  wide-angle-beam  reflector  a  divergence  of 
30  degrees.  They  are  designed  to  redirect  the  maximum 
amount  of  light  from  the  lamp.  This  projector  is  listed  in 
Bulletin  3338,  recently  issued  by  the  companj-. 


Last  Word  in  Small  Motor  S-witches 

Herewith  are  shown  illustrations  of  two  sw"itch  condu- 
lets  of  the  ZY  series — the  latest  additions  to  the  large  family 
of  conduit  fittir.gs  manufactured  by  the  Crouse-Hinds  Com- 
pany of  Canada,  Ltd.,  with  headquarters  in  Toronto.  One  of 
the  country's  leading  mill  engineers  described  these  condu- 
lets  as  the  "last  word  in  small  motor  switches."  W^hether  his 
verdict  is  true  or  not,  the  fittings  certainly  have  very  much 
to  commend  them  in  design  and  material  as  well  as  in  work- 
manship. As  safety  first  fitt^igs,  ZY  condulets  seeminglj- 
leave  little  to  be  desired.  It  is  claimed  for  them  that  they 
protect  the  switch  operator  and  the  person  renewing  fuses 
from  shock;  they  cannot  be  operated  by  accident;  they  with- 
stand the  roughest  usage;  water  will  not  drain  into  them, 
and  it  is  irnpossible  for  lint  or  other  inflammable  particle's  to 
lodge  upon  the  current-carrying  .parts  and  thus  create  a  fire 
hazard.  Both  the  body  of  the  condulet  and  its  cover  are  cast 
'iron.  Inside  is  a  combined  20-ampere  snap  switch  and  fuse 
block.  The  switch  is  externally  operated,  and  its  handle  in- 
terlocks with  the  latch  of  the  door  in  such  a  way  that  the 
latter  cannot  be  opened  when  the  switch  is  in  the  "on"  posi- 
tion. As  a  result  of  this  arrangement,  the  circuit  is  dead 
when  the  door  is  open,  and  fuses  can  be  replaced  without 
danger  of  shock  or  short-circuit.  As  the  machine  operator 
or  any  other  person  rot  skilled  in  electricitj-  can  change 


fuses  witli  perfect  safety  in  ZY  condulets,  their  use  saves  all 
the  loss  in  productive  time,  which  is  unavoidable  where  an 
electrician  must  be  sent  for  to  replace  fuses.  This,  in  the 
course  of  a  year,  means  a  considerable  saving  in  the  operat- 
ing time  of  the  average  mill.  The  manufacturers  list  ZY 
conciulets  in  om  and  two-gang  forms  and  in  sizes  and  ar- 
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rangements  of  threaded  conduit  hubs  to  meet  various  conduit 
wiring  arrangements.  They  have  also  issued  a  folder  on  ZY 
condulets  which  they  will  mail  free  to  any  address  upon  re- 
quest. 


Hubbell  Shade  Holders 

Harvey  Hubbell,  Inc.,  have  placed  on  the  market  a  line 
of  brass  shade  holders  of  the  three-screw  type,  for  use  with 
medium  and  mogul  base  weatherproof  and  porcelain  sockets. 


The  attachment  to  the  socket  is  accomplished  by  means  of  a 
clamp  and  screw  arrangement,  which  guarantees  a  firm  grip. 
The  holders  are  given  a  bright  dip  and  lacquered  finish,  mak- 
ing an  attractive  as  well  as  useful  device. 


New  Duncan  Switch 

The  Duncan  Electrical  Company,  Limited,  of  Montreal, 
manufacturers,  are  now  ofYering  a  new  push  button  flush 
switch  in  single  pole  and  three  way,  called  the  Diamond  D. 
These  switches,  as  will  be  noted  from  the  illustration,  are  so 
constructed  as  to  have  superb  action,  although  only  one 
inch  deep.    This  shallowness  is  a  splendid  feature,  as  it  al- 


"1 


lows  ample  room  in  box  for  wiring,  which  means  easy  in- 
stallation. The  Diamond  D  switches  have  been  listed  and 
approved  by  the  Underwriters  Laboratories  of  Chicago. 


that  the  business  has  now  reached  a  state  where  the  safety 
of  the  public  demands  that  irresponsible  and  unreliable  men 
should  be  eliminated  from  this  trade.  Having  this  end  in 
view,  the  executive  were  empowered  to  take  such  action  as 
they  thought  fit. 


Toronto  Electrical  Contractors'  Dinner 

Following  the  regular  monthly  dinner  of  the  Toronto 
Electrical  Contractors'  Association,  held  in  the  Walker 
House,  Thursday  evening,  March  7.  the  members  indulged  in 
a  lively  discussion  regarding  the  inauguration  of  a  central 
bureau  of  reference  and  information.  The  need  of  such 
bureau  was  stated  to  be  seen  in  the  frequent  practice  of  in- 
\iting  tenders  from  a  number  of  contractors  merely  to  get  a 
line  on  the  probable  cost  of  the  work.  Much  valuable  time 
was  thus  lost  by  the  contractor  without  any  chance  of  a  cor- 
resiponding  advantage.  It  sometimes  happens  in  such  a  case 
tliat  one  tender  may  be  unusually  low,  due,  not  infrequently, 
to  errors  or  omissions  in  figuring,  and  naturally  such  a  tender 
is  likely  to  be  accepted,  with  disastrous  results  to  the  con- 
tractor. The  idea  of  a  central  information  bureau  would  be 
In  enable  the  contractors  to  avoid  these  pitfalls.  The  details 
are  being  worked  out  by  the  executive,  and  a  report  will  l)e 
presented  at  the  next  meeting. 

Another  (luestion  that  received  considerable  attention 
was  the  licensing  of  contractors  and  journeymen.    It  is  felt 


The  annual  report  of  the  St.  Thomas  Hydro-Electric 
Commission  shows  a  total  revenue  of  $98,393  for  the  year  1917. 
Of  this  amount  $22,620  was  derived  from  residence  lighting, 
$14,843  from  commercial  lighting,  $14,633  from  street  lighting, 
and  the  balance  from  sales  of  power,  charging  batteries,  mer- 
chandise, and  so  on.  A  net  surplus  of  over  $5,000  was  real- 
ized. 


The  Bell  Telephone  Company  has  cut  in  a  new  exchange 
at  Lindsay,  Ont.    This  replaces  an  old  building. 


Personal 

Captain  Richard  P.  Henry,  late  of  the  United  States 
Army,  has  joined  the  selling  forces  of  the  Square  D  Com- 
pany, Detroit,  manufacturers  of  steel-enclosed  safety 
switces,  and  has  been  appointed  to  the  Indiana  Territory, 
with  headquarters  at  Indianapolis.  Captain  Henry  spent 
three  years  at  Purdue  University,  since  which  time  he  has 
been  engaged  in  various  branches  of  engineering  work.  His 
first  position  was  that  of  assistant  engineer  for  the  T.  H.  I. 
and  E.  Traction  Company,  Terre  Haute  division.  In  1912  he 
went  with  the  Santa  Susana  Syndicate,  Los  Angeles,  in  the 
capacity  of  engineer  and  assistant  geologist,  and,  later,  en- 
tered the  contracting  business  for  himself,  with  offices  at 
Chicago.  He  finally  enlisted  in  the  Engineering  Corps  of  the 
United  States  Army,  from  which  he  was  recently  given  an 
indefinite  leave  of  absence  on  account  of  physical  disability. 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint! 


DOSSERT  &  CO.; 


242  West  4l8t  St. 
NEW  YORK 

H.  B.  LOGAN,  President 
IRVING  SMITH,    Canadian  Rep.,  Unity  Bldg.,  MONTREAL 


Electrical  Machinery  and  Repairs 


Armatures  Complete,     Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 
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Current  News  and  Notes 


Armagh,  Que. 

W  ork  will  proceed  in  April  on  a  power  development  plant 
for  the  Armagh  Electric  Company,  at  Armagh,  Que.  A  con- 
crete dam  will  be  efected,  62  feet  high;  reinforced  concrete 
V>ower-house;  wooden  penstock,  450  feet  long,  30  inches  diam- 
eter, and  equipment  will  include  :.'  turbines  and  2  generators 
of  -200  li.p.  each,  2.200  volts. 

Brantford,  Ont. 

A  contract  has  been  awarded  to  the  Canadian  Westing- 
house  Company.  Hamilton,  Ont..  for  a  motor  for  the  sewage 
pumping  station  at  llrantford,  Ont. 

Chatham,  Ont. 

Tlie  Dominion  Sugar  Company,  operating  a  large  plant  at 
Chatham.  Out.,  have  requested  the  Hydro-Electric  Power 
Commission  for  a  supply  of  3,900  h.p. 

Grand'Mere,  Que. 

It  is  reported  that  a  number  of  business  men  of  Grand'- 
Mere and  Shawinigan  Falls,  Que.,  are  organizing  a  company 
which  will  next  month  secure  a  federal  charter  and  proceed 
with  the  construction  of  an  electric  railroad  from  Grand'- 
Mere to  Shawinigan  Falls.  The  distance  is  9  miles,  and  the 
cost  will  be  approximately  $100,000. 

Hamilton,  Ont. 

A  Hamilton  contractor  was  fined  $10  recently  for  neglect- 
ing to  take  out  a  permit  when  installing  some  house  wiring. 

Kingston,  Ont. 

The   Kingston   electric   railway   was    changed    over  to 
Hydro  power  on  February  28. 
London,  Ont. 

.\  20-foot  hole  has  been  washed  in  the  dam  at  Spring- 
bank,  used  by  the  London  Public  Utilities  Commission  to 
develop  power  during  "peak"  hours.  .Repairs  will  be  impos- 
sible until  more  moderate  weather  sets  in.  The  plant  was 
capable  of  developing  500  h.p. 

The  London  and  Lake  Erie  Traction  Company,  operating 
an  electric  radial  line  between  London  and  Port  Stanley,  have 
opened  negotiations  with  a  view  to  selling  out  to  the  city. 

Montreal,  Que. 

The  Bell  Telephone  Conrpany's  financial  statement  for 
the  year  1917  shows  gross  earnings  of  $1 1,507,192,  while  net 
earnings  amount  to  $2,5:;4,()71.  Dividends,  totalling  $1,440,000 
were  paid  during  the  year  and  the  surplus  amounts  to  $53.3,- 
070.  In  his  address  the  president,  Mr.  L.  B.  McFarlane,  spoke 
of  the  difficulty  of  obtaining  material  during  the  year.  Six 


thousand,  six  hundrd  and  ninety-one  miles  of  wire  were  added 
to  the  long-distance  system,  increasing  the  total  wire  mileage 
to  82,716  on  poles  and  6.314  miles  underground.  The  com- 
pany have  subscribed  nearly  a  million  dollars  to  the  various 
war  loans. 
Ottawa,  Ont. 

The  Ottawa  Hydro-Electric  Commission  have  announced 
a  rate  reduction  of  approximately         per    cent.  Electric 
heating,  it  is  stated,  will  now  be  available  at  a  price  equal  to 
coal  at  $18  per  ton. 
Pterboro,  Ont. 

The  Peterboro  LUilities  Commission  announce  an  in- 
crease of  $19,969  in  the  earnings  of  the  Hydro-Electric  De- 
partment in  1917,  the  total  being  $127,248.  The  net  surplus 
amounted  to  $3,743. 

St.  Catharines,  Ont. 

.Vt  a  recent  meeting  of  the  Xiagara  District  Hydro-Radial 
Union,  held  in  St.  Catharines  recently,  the  following  officers 
were  elected  for  the  ensuing  year:  Honorary  president.  Sir 
Adam  Beck;  president,  W.  B.  Burgoyne,  St.  Catharines;  hon- 
orary vice-presidents.  Dr.  E.  Jessop,  M.P.P.,  Thomas  Mar- 
shall, M.P.P.,  Dr.  Jacques,  M.P.P.,  Dr.  Musgrove,  M.P.P.. 
Colonel  Sharpe,  M.P.P.,  J.  T.  Petrie.  John  Goodwin;  first 
vice-president,  W.  G.  Athoe,  Ridgeway;  second  vice-ipresident, 
L.  B.  Duff,  Welland;  treasurer.  D.  B.  Crombie,  St.  Cathar- 
ines; secretary,  W.  Charles  Bush,  St.  Catharines. 

Toronto,  Ont. 

In  spite  of  the  fact  that  the  Toronto  civic  car  lines  ar? 
piling  up  a  deficit  each  j-ear.  the  Board  of  Control  steadfastly 
refuse  to  increase  the  fares  from  two  cents  to  three  cents. 
The  total  deficit  to  the  end  of  1917  is  said  to  be  $590,688. 

Earnings  for  the  Toronto  Street  Railway  Company  dur- 
ing the  month  of  February  amounted  to  $509,650,  as  against 
$473,185  for  the  same  month  last  year. 

The  Hydro-Electric  Power  Commission  of  Ontario  are 
now  receiving  20,000  h.p.  from  the  Canadian  Niagara  Power 
Company,  which  .they  were  deprived  of  for  some  time  owing 
to  the  breaking  down  of  two  generators  at  the  Canadian 
Niagara  plant. 

"Vancouver,  B.C. 

The  British  Columbia  Telephone  Company  have  an- 
nounced the  number  of  telephones  in  use  in  Vancouver  on 
I-'ebruary  1.  1918.  to  be  27.025.  In  October.  1915,  there  were 
22.891  instruments  installed. 


The   Jordan   Commutator  Truing  Device 


TYPt  J  MVICt  ATTACntO  TO 
15  HP.  CROCKER  WHtlLtR  nOTW 
B*C«  VltW  OF  TRUING  OCVICE  . 


Operates  without  removing 
armature.  No  shut  down  of 
motor  or  generator. 

Xo  large  cuts  from  commutat- 
or and  no  unnecessary  waste  of 
copper. 

No  dragging  of  copper  caus- 
ing short  circuits. 

No  portable  slide-rest  with  the 
danger  of  the  tool  digging  into 
the  commutator  and  numerous 
other  chances  of  damage  to  the 
commutator  or  armature  which 
are  all  overcome  with  this  ma- 
chine. 

JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  York 

Represented  by  :  Frank  E.  Filer,  Winnipeg,  Can. 
Toronto  Representative: 
Canada  Salet  Company,  165  Church  Street,  Toronto,  Canada 


The  Jordan  Tapon   for   Moulding  Work 


A  real  time  saver  which 
means  a  Money  Saver, 
making  the  best  class  of 
work. 

It  is  not  necessary  to  have 
the  ends  of  the  capping 
straight  as  the  cover  of 
the  Tapon  overlaps  the 
capping,  thereby  covering 
any  bad  ends  of  capping. 


JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  York 

Jordan  Tapons  may  be  secured  troiu  your  nearest  Electrical 
Supply  House. 
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PHILLIPS'  CABLES 


as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows.— 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wares  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  ir..  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd, 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto         Winnipeg         Regina         Calgary  Vancouver 


Phillips  Factory 
at  Montreal 
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PARLIAMENT  BUILDINGS,  OTTAWA 


Tenders  Wanted  for 
Switchboards,  Panel  Boards 
and  Transformers 


Sealed  tenders  will  be  received  liy  the  under- 
signed until  noon.  March  25,  1918.  for  tlu-  Switch- 
hoards,  Tanel  Boards  and  Transformci  s  ri  i|uiri  <l 
in  the  reconstruction  of   the  above  buihling. 

All  -tenders  to  be  based  on  the  execution,  com- 
pletion and  delivery  on  the  site,  together  witli 
the  furnishing  of  all  material,  tools,  appliances, 
labor,  etc..  for  the  work  as  required  and  des- 
cribed by  the  plans  and  specifications  for  switch- 
boards, panel  boards  and  transformers. 

The  work  of  this  contract  shall  be  proceeded 
with  immediately  upon  the  signing  of  the  same 
and  continued  as  directed,  in  such  a  manner  as 
to  insure  the  completion  thereof  by  August  31, 
191S. 

Plans  and  specifications,  and  any  other  in- 
formation required  can  be  obtained  at  the  office 
of  the  General  Contractors,  P.  Lyall  &  Sons 
Construction  Company^  Limited,  Ottawa. 

Each  tender  must  be  accompanied  by  an  ac- 
cepted cheque  on  a  chartered  bank,  payable  to 
the  order  of  the  Minister  of  Public  Works,  for 
a  sum  not  less  than  five  per  cent.  (5  p.c.)  of 
the  amount  of  the  tender,  which  will  be  forfeited 
if  the  parties  tendering  dechne  to  enter  into  a 
contract  wlien  called  upon  to  do  so.  If  the  ten- 
der is  not  accepted  the  clieque  will  be  returned. 
If  the  tender  is  accepted  an  additional  cheque 
for  a  sum  equivalent  to  five  per  cent.  (5  p.c.)  of 
the  amount  of  the  tender  must  be  deposited  be- 
fore the  contract  is  signed.  The  total  security 
will  be  forfeited  if  the  contractor  fails  to  com- 
plete the  work  contracted  for. 

Certificates  of  payment  shall  be  issued  month- 
ly as  the  work  progresses  and  shall  not  exceed 
in  the  aggregrate  ninety  per  cent.  (90  p.c.)  of 
the  value  of  the  labor  and  material  furnished  and 
set  out  in  the  work. 

The  lowest  or  any  tender  not  necessarily 
accepted. 

Envelopes  containing  tenders  to  be  marked. 
"Tender  for  Switchboards,  Panel  Boards  and 
Transformers,  and  addressed  to  the  undersigned. 

JOHN  A.  PEARSON,  Architect. 
.T.  O.  MARCHAND,  Associate. 
Parliament  Buildings,  Ottawa. 


oaussTORE FITTINGS. ^..^gsmSEND  FOR 


THE    ELECTRICAL  NEWS 
Generator  Set  Wanted 

Wanted— 35  to  50  K.W.  125/250  volt  3  wire 
D.C,  Generator,  direct  connected  to  High  Speed 
Engine.  Write  The  Kaufman  Rubber  Co.,  Ltd.. 
Kitchener,  Ontario.  5-8 


For  Sale  Cheap 


85  Kw.  Westinghouse,  250  Volt,  D.  C.  Generator, 
750  R.P.M.    First  class  condition.   Write  to 

The  KAUFMAN  RUBBER  CO.,  Limited, 
3-6  Kitchener,  Ont. 


Here's  How  One  Dealer  Drew  Crowds 
to  His  Store 

Acting  on  the  theory  that  human  curi- 
osity can  be  aroused  to  good  advantage 
by  injecting  an  element  of  mystery  into 
the  window  display,  a  dealer  applied  a 
variation  of  the  ever-flowing  bottle  prin- 
ciple to  a  Westinghouse  5-cup  percolator 
in  his  window.  It  took  two  people  to 
keep  the  crowd  back  long  enough  to  take 
a  picture,  after  the  feature  had  been  in 
operation  four  days.  The  liquid  is 
pumped  up  a  glass  tube  bent  to  the  shape 
of  a  stream  flowing  out,  and  runs  down 
the  outside  of  the  tube. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

for    Immediate  Delivery 
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No. 

H.P.  Phase 

Cycle 

Volts 

Speed 

Maker 

1 

50 

3 

25 

550 

850 

Westg. 

1 

40 

3 

25 

550 

750 

C.  G.  E. 

1 

40 

3 

25 

550 

710 

Westg. 

1 

25 

3 

25 

2000 

900 

C.  G.  E. 

1 

7^ 

3 

25 

550 

1400 

Westg. 

1 

3 

25 

550 

720 

Westg. 

2 

7^< 

3 

25 

550 

750 

C.  G.  E. 

1 

5 

3 

25 

550 

1440 

Excelsior 

1 

5 

3 

25 

550 

1400 

Westg. 

2 

4 

3 

25 

550 

1400 

Excelsior 

2 

3 

3 

25 

550 

1400 

Excelsior 

2 

3 

3 

25 

550 

750 

C.  G.  E. 

2 

2 

3 

25 

550 

1400 

Excelsior 

1 

2 

3 

25 

550 

750 

C.  G.  E. 

1 

1 

3 

25 

550 

1450 

Excelsior 

1 

Va 

1 

60 

110 

3400 

Diehl 

Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  We»t  -  Toronto,  Ont. 


NOTICE 


IMMEDIATE  DELIVERY 


FOLLOWING 

FIRST  CLASS  EQUIPMENT 
TO  BE  SOLD 
IMMEDIATELY 
AT  VERY  LOW  PRICES 

GENERATORS 


No. 

K.W. 

Cycle  Phase 

Volt 

Speed 

1 

100 

60  3 

550 

900 

1 

75 

60  3 

2200 

900 

1 

50 

60  3 

550 

1200 

1 

300 

60  3 

2200 

600 

1 

250 

Dir.  Current 

250 

425 

1 

100 

Dir.  Current 

250 

600 

1 

85 

Dir.  Current 

250 

800 

1 

35 

Dir.  Current 

250 

400 

1 

17 

Dir.  Current 

250 

1100 

1 

20 

Dir.  Current 

125 

550 

1 

17 

Dir.  Current 

125 

1100 

1 

12  J4  Dir.  Current 

125 

850 

MOTORS 

5  to  100  H.P.,  125  and  250  Volt,  Direct 
Current. 

5  to  300  H.P.,  60  and  25  Cycle,  All  Volt- 
ages. 

Transformers  of  all  t3^pes. 

Write  or  Wire  if  you  are  in  the  mar 
ket  to  buy  or  sell  equipment. 

E.  A.  LOWRY 
209  King  St.   -  GUELPH,  ON 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATEN!  LITIGATION 

SEND  FOR  HAND  BOOK 


ATE NTS 


PHONI 

MAIN 
2SS2 


RIDOUT  &  MAYBE! 

59  Yonge  Street 


TORONTO 


CANADA 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from    Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT- 
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3  Phase,  25  Cycle,  220  volt  Motors 

Immediate  Delivery 

No.  H.P. 

Make 

Speed 

1  100 

General  Electric 

500 

1  50 

A  1  1  1  i>      1^  M  O  1                f  C 

/\liis-v..^nciiniei  s 

750 

3  50 

General  Electric 

730 

1  50 

General  Electric 

500 

I  K 

1  35 

General  Electric 

750 

I  K 

1  35 

General  Electric 

1500 

3  35 

General  Electric 

750 

I  K 

1  30 

General  Electric 

750 

I  K 

1  15 

General  Electric 

750 

I  K 

6  10 

General  Electric 

750 

I  K 

7  5 

General  Electric 

1500 

KT  C 

3  Phase,  25  Cycle,  220  volt  Motors 

Ready  for  Delivery  in  March 

No.  H.P. 

Make 

Speed 

Type  Form 

1  200 

General  Electric 

500 

I  K 

1  150 

Weslinghouse 

485 

C 

1  100 

General  Electric 

750 

I  K 

3  60 

General  Electric 

750 

I  K 

11  3 

General  Electric 

1500 

KT 

C  2 

General  Electric 

1500 

KT 

JOSEPH  MYERSON 

274  Commercial  St.  - 

BOSTON,  MASS. 

Generator 
For  Sale 


We  have  for  sale,  one  60 
Cycle,  2300  Volt,  60  K.W. 
3  phase  Generator,  Belt 
Drive,  1200  r.p.m.  Direct 
Connected  Exciter. 

Ready  for  immediate  delivery 


Power  Plant  Equipment  Co, 

Dominion  Bank  Building 

Toronto 


Selections  from  Our  Stock  of 
Motors 


yi  G.E.NEW...  110  KT 


Fbks.  M.  .  .  440  B 
R&M  NEW.  220 

Wstgh.  New  220  CS 


3  PHASE,  60  CYCLE  MOTORS 
Ou.  H.P.  Make        Volts  Type  Speed] 

1800 
1200 
1150 
1130 
900 
1800 
900 
1200 
1800 
1130 
1200 
1700 
1720 
1700 
1735 
1800 
1200 


G.E 
G.E.  .. 
G.E.  .. 

G  E 

g!e!new. 

Wst 
G.E 


220  KT 
220  KT 
220  KT 

220  KT 
220  KT 

h.  New  220  CS 
220  KT 


5 
5 

n 

5 

7 'A 


Wstgh. 
Cr.Wh. 
Wstgh. 
Wstgh. 

g;E.  .. 

c.g. 


....  220  CCL 
...  220  Q 
....  220  CCL 
New  220  CS 
...  220 

_      .       _  ^        ...  550 

1  7!^-15  Cr.Wh..  220/440  865/1735 
4  IVz  G.E.NEW.  .  220  KT  1800 
4  7^  G.E.NEW.  .  220  KT  1200 
6     754  G.E               550  KT  1800 

2  I'A  G.E.NEW.  .  220  KT  900 

2  K)      G.E.NEW  .  220  KT  1800 

1    10     Wstgh            220  CCL  1700 

1    10      Wsteh             220  rS  1150 

1    10     Cr.Wh.  .  . .  550  Q  1800 

3  15      R,tM               220  1150 

4  15      Fbks.M.  220/440  KBV  1200 

1  15      Wagner  sl.rg.  no 
controller   .  . .   220/440  TBR  1200 

2  20  Wstgh.  .  .  220  CS  1160 
1  20  Fbks.M.  .  .  220  B  1200 
.50  20  Fhks.M.  220/440  KRV  1200 
20  25     Wagner  220/440  BP  1120 

1  25      G.E.  si.  rg. 

no  controller  .  .    .  220  M  90(1 

2  .30  Was*nerNEW  220  .'^.^0 
1    35     Triumph  220/440  900 


Qu.  H.P.  Make 

Volts  Type  Speed 

1 

35 

G.E  

.  220  KT 

fiOO 

1 

35 

G.E  

.  220  KT 

720 

1 

40 

Wagner 

NEW.  220/440  BP 

850 

1 

40 

Fbks.M.  . 

.  220 

900 

1 

40 

G.E.NEW 

220  KT 

1200 

1 

50 

Triumph  . 

.  220 

720 

1 

50 

G.E.NEW. 

.  220  KT 

900 

2 

50 

G.E.NEW 

440  KT 

900 

1 

50 

G.E.NEW. 

.  220  KT 

1200 

1 

50 

G.E.  si.  rg 

.  220  M 

900 

1 

75 

G.E.NEW. 

.  220  K 

90O 

1 

125 

G.E  

.2200  L 

600 

1 

150 

Wstgh.  New  440  CW 

(195 

1 

263 

G.E.  Synch 

.  with 

direct  connected 

exciter  

2200 

GGO 

3  PHASE,  25  CYCLE  MOTORS 


5     G.E.    ...  220  KT 
12'A  G.E.elev.type- 

high  torque  220  KTE 


1  55 


AllisCh 
Allis-Ch. 
G.E.  .  . 
Wstgh.   .  . 
Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control 

ler  

Wstgh. sl.rg. 
30  cycles, 
complete. 
00/45/30  G.E,  440 


220 
, .  220 
..  440  K 

.  220  MW 


440 


440 


750 

750 
750 
750 
750 

G95 


500 


868 


500/375/250 


GEORGE  SACHSENMAIER  &  CO. 

Office  and  Salesrooms:  141-43-45  N.  Third  Street. 
Warehouses:  928-30-32  N.  Third  Street, 


PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 


i 


•U) 
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Redmanol 

^^^^^^        "The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


XCELADUCT 

Galvanized  Conduit 

is 

MADE  IN  CANADA 

and  sold  by 

CANADIAN  JOBBERS  for  CANADIAN  TRADE 

Labelled  by  Underwriters'  Laboratories^  Inc. 

and  the 

Orpen  Conduit  Co.,  Limited 

Toronto 


Transformers 

Built  to  order 

^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


Maicli  15,  10J.8 


THE    ELECTRICAL  NEWS 


41 


Are  Your  Lamps  Imprisoned? 

THE  LnMnM  INVENTION 


prevents  loss  by 
theft  or  breakage. 


Get  our  list  describing  the  Loxon  Lamp 
Guards,  and  giving  prices  and  particulars  of 
this  and  manv  other  Electrical  Specialties. 


McGILL  MANUFACTURING  COMPANY 

VALPARAISO,  INDIANA. 


New  and  Used 

Electrical  Machinery 

Rewinding  and  Repairs  Our  Specialty 

Maker  Volt  Cycle  Phase  H.P. 

C.  G.  E   220  60  3  35 

C.  G.  E   550  60  3  35 

W.  W   550  25  3  15 

J.  &  M   550  25  3  15 

J.  &  M   550  25  3  20 

Lancashire   550  25  3  10 

Marelli   550  25  S  5 

Westinghouse    550  25  3  5 

B.  G.  E   550  25  3  25 

Air  Cooled  Transformers 
Built  to  Order 

Electrical  Engineering  Co. 

of  Toronto 
122  Wellington  St.  West 

TORONTO 


OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office. 

THE  LINDSLEY  BROTHERS  CO. 

NELSON,  B.C. 

General  Salei  Office  -72  W.  Adamt  St.,  Chicago,  111. 

Ffank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


r 


n  The  modern  means 
of  supporting  over- 
head wires. 


Power 

Telephone 

and 

Trolley 

Lines 

We  shall  be  pleased 

to    furnish  designs 
and  estimates  upon 

request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 
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DEVOE 

Switches,  Switchboards, 
Panels  and  Steel  Boxes 

MA  DE-IN-CA  NA  DA 


Knockouts  are  eas- 
ily removed  —  no 
hammering  the  box 
out  of  shape — and 
painted  with  a 
special  compound 
and  air  dried.  The 
covers  lap  over  on 
all  four  sides,  mak- 
ing these  boxes 
absolutely  rust 
proof. 

Hundreds  of  Con- 
tractors are  using 
them.  You'll  nev- 
er know  how  good  they  are  until  you  try  them, 
and  now's  the  time  to  do  it. 

We  are  equipped  to  build  special  switches  to  any 
specification.  As  specialists  in  this  line  we  are 
able  to  produce  all  kinds  of  switches  at  reasonable 
prices. 


*■  MONTREAL 


i 


Send  us  your  specifications  and  we  will  quote 
you  price. 

WRITE  FOR  OUR  NEW  CATALOG  NO.  7 

The  Devoe  Electric 
Switch  Company 

Office  and  Factory; 

414  Notre  Dame  St.  West 
MONTREAL 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  motorists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Friends  of  the  Electrician 

"ANTI-SVLPHVRIC"  ENAMEL 

The  only  reliable  protection  against  the  action  of  acid  and 
chemical  fumes. 

**FERRODOW 

Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
fies all  climatic  conditions. 

*'DRIOROL*' 

Oil-proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

''ARMOUW 

Fire-resisting  paint,  or  colorless  solution. 

''ARMACELV 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 

*'OHMALINE'' 

Black,  quick  air-drying  insulating  composition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 

*'SHAYDOUTE'* 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.   Dries  rapidly. 

**ARMABRON** 

Bitumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  H.  M.  Imperial  and  Overseas  Governments^ 
STOCKED  BY 

SPIELMANN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


i 
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Portable  Welder 

The  Portable  Welder  is  a  new  device  for  in- 
stalling the  time  tested 

ERICO  WELDED  BONDS 

It  can  be  easily  lifted  from  the  track  by  two 
men.  There  are  no  rotating  parts  and  no  flame 
or  arc  strikes  bond  or  rail. 

Write  for  particulars 

The  Electric  Railway  Improvement 

Company 

CLEVELAND 


Teirce" 


Means 
Quality 

in  all  kinds   of   Electric    Pole  Line 
Hardware,  Fixtures  and  Brackets. 

This  well  known  line  is  in  use  all  over 
the  Dominion — a  sufficient  guarantee 
of  its  reliability. 

We  invite  inquiries  and  are  always 
pleated  to  quote  prices. 

SEND  US  YOUR  SPECIFICATIONS 

Acme  Stamping  &  Tool  Works 

Limited 

Hamilton    -  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


—Standard — 

Copper,  Brass  and  Bronze  Wires 
Colonial  Copper  Clad  Steel  Wire 
Magnet  and  Weatherproof  Wire 
Rubber  Insulated  Wire 
Lead  Covered  and  Armored  Cable 
Cable  Accessories  of  all  kinds. 

We  can  meet  your  requirements,  liowever  large, 
promptly. 

Standard  Underground  Cable  Co. 

of  Canada,  Limited 
Hamilton,  Ont. 

Montreal  Toronto  Hamilton  .Seattle 


Full  load  to  full  speed  in  3  to  10  seconds— this  quick 
acceleration  minimizes  the  drag  on  the  circuit  and  to- 
gether with  the  low  starting  current  permits  of  the 
1/10  to  J4  horse  power  sizes  of 


REPULSION 


START 


INDUCTION 


SINGLE  PHASE  MOTORS 


l)eing  installed  on 

A    fuse  which 
will  protect  un- 
der full  load  is 
usually  of  am- 
ple capacity  for 
successfully 
starting 
the  ordinary 
full  load. 

Other  sizes  up 
to  40  Horse 
Power,  25  to 
UO  Cycles. 


rhtini 


;ircuits 


Illustrating   a   l/(i   H.'P.    Motor   Direct  Con- 
necteil  to  a  small  Centrifugal  Pump. 


Century  Electric  Company 

19th,  Pine  to  Olive  Sts.,  ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  216 
Tones  &  Moore  Electric  Co..  Ltd..  294  Adelaide  St.  W..  Toronto 

Great  West  Electric  Co.,  Ltd.,  Winnipeg 
Rndel  Relnap  Macliinery  Co.,  Ltd.,  Can.  Express  BIdg.,  Montre«l 
Kankin  &  Cherrill,  55  Hastings  St.  W.,  Vancouver,  B.C. 


MICA 


KENT  BROTHERS 

Kingrston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,    Cut    to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 
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ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Wcstingliouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 

British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 

Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatheway  &  Knott,  Inc. 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.   Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 

Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 
Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian   Hart   Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 

Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh   Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 

Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  _  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBONS 
Canidian    Westinghouse  Company 


CAR  EQUIPMENT 

Ohio  Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti  Electrical  Company  of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSE15S 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexiljle  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann  Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago  Fuse  Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc.  - 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

JefTerson  Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric   Heating  Company 
Northern  Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 


Spaulding 


FIBRE  (Hard) 
&  Sons  Company,  J. 


FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin  Electric  Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
JefTerson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hind.s  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.  &  W.   Fuse  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  >S:  Knott.  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  46) 
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THIS  TRADE  MARK 


Water 

Turbines 


Hydraulic 
Governors 


High 

Efficiency 
Pumps 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Vertical 
Turbines 

shown  in  the  accompanying 
illustration  were  designed 
and  manufactured  by  us  for 
the  Hydro-Electric  Power 
Commission  of  Ontario. 
They  are  among  the  largest 
water  turbines  installed  in 
Canada  and  are  character- 
istic of  the  high  efficiency 
of  our  engineering  depart- 
ment. 

The  services  of  these  ex- 
perts are  at  your  disposal  to 
consult  on  any  of  your  en- 
gineering troubles. 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 

LINDSAY  -  ONTARIO 


LOSING  MEN 

It  is  easy  to  lose  track  of  a  man  in  a  plant  of  more  than  two  de- 
partments. Just  when  you  want  him  you  cannot  find  him.  Some- 
times important  matters  are  delayed  while  you  are  looking  for  the 
man  that  knows  the  details. 


FINDING  MEN 

in  a  plant  is  also  easy  after  you  have  installed  a  Presto-Call  System. 
The  Presto-Call  is  a  Signal  Service  that  we  make  in  three  sizes  to 
call  5  men,  lo  men  or  20  men.  It  is  easy  to  operate,  and  moderate 
in  price  ;  works  with  either  vibrating  or  single  stroke  bells,  or 
horns.    The  Presto-Call  pays  for  itself  in  a  few  months. 

Write  for  Booklet. 

Canadian  Independent  Telephone  Company 

263  Adelaide  St.  West        -       ^  TORONTO 
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FUSE  BOXES 
t.  I ousc-1  liiuls  Coniinmy  of  <.';in;Kla,  l.iuulcil, 
it.  &  W.  Fuse  Company 
.Noitliern  Electric  Company 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Klectric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical   Company   of  Canada 
Lancashire   l")ynamo   &   Motor  Company 
Lincoln  Electric  Company  of  Canada 
I'ower  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Coinpany 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  iCondulets) 
Crouse-Hinds  Coiii|.:iin    ..i   I  iuiada,  l.innted. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian   General  Electric  Company 
Canadian  Vickers,  Limited 
Canadian    Westinghouse  Company 
Hathewav  &  Knott,  Inc. 
National    Electric    Heating  Company 
Northern   Electric  Company 
Spielniann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Poving   Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 

Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 

Jefferson  Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co, 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd, 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc, 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 

Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION  . 

Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 

Canadian   Westinghouse  Company 

Crouse-Himls   Company  of  Canada,  Limited, 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc, 

Illinois    Electric    Porcelain  Company 

Moloney   Electric   Company   of  Canada 

Mica  Company  of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd, 

LAMP  BULBS  (Electrical) 
Jefferson    Glass  Company 

LAMP  GLOBES 

Crouse-IJinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance    &   Repairs  Company 

Hatheway  &  Knott 

High   Efficiency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric,  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  (Hity  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Sundh   Electric  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti   Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Rohbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson  Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney   Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio  Brass  Company 


PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds   Company  of   Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern   Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered, 
Standard  Underground  Cable  Co,   of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limiteil. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  Winter 
Northern  Electric  Company 

Standard   Underground   Cable   Company  of  Ca 
ada.  Limited, 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic  &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

RECEPTACLES 

Canadian   General  Electric  Company 
Benjamin    Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International   Nickel  Company 

ROSETTES 

Benjamin   Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Company 
Canadian    Creneral    Electric  Company 
(."rouse-Hinils  Company  of  Canada,  Limited, 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 

(Continued  on  Page  48) 
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TO-DAY'S  industry  will  influence  the  nature  of 
our  future  peace.    Maximum  production  is  a 
vital  necessity.    Conditions  demand  the  best  in 
mechanical  equipment.    Machinery  must  be  kept 
busy— shut-downs  be  avoided. 

The  Square  D  trade  mark  identifies  THE 
ORIGINAL  Safety  Switch.  Square  D  Motor  Start- 
ing Switches,  because  of  superior  mechanical  design 
and  substantial  construction,  not  only  make  your 
machines  safe-starting  but  also  help  you  to  avoid 
costly  interruptions  of  service. 

Don't  trifle  with  imitations. 

Square  D  Company 
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SOLDERING  FLUXES 
Allen  Company,  L.  15. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 
Weston    Electrical    Instrument  Company 

STORAGE  BATTERIES 
Canadian  General  Electric  Company  ' 
Canadian    Hart   Accumulator  Company 
Northern   Electric  Company 

STREET  LIGHTING  FIXTURES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-llinds  Company  of  Canada,  Limited, 
.loyner.  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Devoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Sitndh  Electric  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse-Hinds_  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


•  TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

.Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose  &  O'Hearn 

Thordarson  Electric  Manufacturing  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  AUis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Nortliern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  Lti 

VACUUM  CLEANERS 

Houston  &  Company 
Onward  Manufacturing  Company 
Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian  Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
PhilHps  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of  Ca« 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


R.  C.  O.  C.  CONTROL  SX^  .1'; 

IMPORTANT  NEW  FEATURES  ADDED 


A  COMBINATION  LEVER  ATTACHMENT  permits  closing 
switches  by  hand  to  locate  burnt-out  lamps,  avoid  outages,  etc. 
The  load  may  be  put  out  of  service  where  White  Way  Systems  are 
used  only  on  certain  nights.  Where  switches  are  put  out  of  step 
they  can  immediately  be  stepped  ahead.  Just  move  a  lever — that's 
all  there  is  to  do.    Complete  control  is  in  your  hands,  at  the  power 

house  and  at  each 
switch  if  required. 


A  NEW  2-IN-l  CASE  is  now  provided  for  the 
Pole  Type  and  Subway  R.C.O.C.  Switches. 
Where  manhole  space  is  limited  this  feature  is 
of  no  small  importance,  for  two  switches  in  this 
new  case  take  up  little  more  room  than  the 
single  switch  case,  conserving  space  and  weight 
on  pole  line  installation. 


HERE  IS  WHAT  R.C.O.C.  CONTROL  ACCOMPLISHES:  At  the  Power 
House,  using  the  regular  series  street  circuit  for  the  control  wire,  the  oper- 
ator controls  series  White  Way  systems  having  combinations  of  all-night 
and  short-hour  lamps  on  the  same  circuit;  or  multiple  White  Way  Systems 
having  all-night  or  combination  all-night  and  short-hour  lamps  on  the  same 
circuit;  or  bridge,  alley,  sign,  pump-motor  circuits;  or  (a  most  important 
point)  pole  type  or  subway  Constant  Current  Transformers  controlling  loops 
of  series-circuits. .  Watchmen,  patrolmen,  time  switches  and  irregular  lamp 
hours  are  things  of  the  past  in  R.C.O.C.  installations. 


Write  us  to-day  regarding  your  control  problems 

SOUTH  BEND  CURRENT  CONTROL  CO. 

1 1 1  W.  Colfax  Ave.  SOUTH  BEND,  Ind. 
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Canada  Wire  &  Cable  Co.,  Limitea 

Head  Office  and  Work.,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Salei  Offices  and  Branch  Warehouiei: 
601  Merchanti  Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Northwestern  Engineering  and  Supply  Co.,  Ltd.,  CALGARY 

Prompt  shipment*  from  Factory  or  nearest  Warehouse 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec  make  and  supply  Electric  Batteries  of  all  kinds. 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 


Use  a  flux  that  is  equal  to  "50-50 
soder  and  pure  copper  wire— the  kind 
that  holds  without  starling  corrosion. 
That's 


4  forms  :  Stick, 
paste,  salts  and 
liquid. 


Sample  for  your 
Dealer's  Name. 


—the  quality  flux.  Makes  perfect 
unions  without  biting  the  metal. 

HOUSTON  &  CO.,  Limited 

Cumberland  Block,  WINNIPEG 
22  College  Street,  TORONTO 
1826  Scarth   Street,  REGINA 

"In  Soderman's  game  since  '93" 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 
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Marcli  1.-..  T.i]^ 


Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarks  H.  mitcbcll 
Pcrdval  H.mitcbell 

Consulting  and  $apervisln«i 
engineers 

tlvjrauiic.  Steam  and  lilectrical  Power  Plants, 
Industrial  and  Municipal  Engineering. 

Traderi  Bank  Building,  Toronto 


Charles  F.  Gray,  a  i.e  e..  a.m.i.e.e. 

Consulting  Electrical  Engineer 

Suite  1101  Union  Trust  Bldg.,  WINNIPEG 

Cable  Address  Telephone 
"Consultation"  Main  9174 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM,  GORDON  &  CO. 

engineers 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  HydfBulic,  Steam,  Ga» 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  605  McGill  Bldg. 

Montreal.  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C,  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  8817       326  W. Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
I  ndustrial 

501  Excel.ior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C. E. 

CONSULTING  ENGINEER 

To  Pr0vinci.1l  viovernment.  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Kailroad 
Plants,  Waterworks  and  Sewers 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL       STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry       W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates :       A.  L.  Mudge,        A.  L.  Mieville 

Steam  and  Hydro-electric  DevelopmenU.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Ensineer  and 
Reuistered  Attorney 

Expert  in  Patents,  Trade  Marks,  Desigrns, 
Copyrights  and  Infringements.  20  Years' Ex- 
perience in  Patents  and  Practical  Engineering 
STAR  BLDG.,  18  King  St.  W,.  TORONTO 


STANLEY  LIOHTFOOT 


HEG  D  Pa  »e^ 


ATTORN  eV 


LUMSDEN    BLDG.("JVONG£")  TORONTO, 


AT EN T a 


PROMPTLY  SECUREDi 

Electrical,   Mechanical   and   Cliemical  Patents 
obtained  in  all  countries. 
Inventors'  advi-ser  sent  free  on  rei|iiest. 
MARION  &  MARION, 
384  University  Street,  Montreal. 
Washington,  D.C..  U.S.A. 


Electrical  Testing 

Laboratories 


"Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A, 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture.  Tests  and 

Reports  before  shipping-  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transtnif sion  Towets  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


Canadian  Inspection  and  Testing 
Laboratories,  Limited 

INSPECTING  ENGINEERS 

Inspection  at  point  of  manufacture  of  Power 

Plant  Equipment,  Wire,  Cable,  etc. 
Head  Office  and  Main  Laboratories  :  Montreal 

Branch  Offices  and  Laboratories— Toronto. 
Winnipeg,  Edmonton,  Vancouver,  New  Glasgow 


ESTABLISHED  1849 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  34S  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  eflort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  atTairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  refiutable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address- 
ing the  compatiy  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 

Offices  in  Canada:  Halifax.  K.S. ;  Hamil 
ton,  Ont. ;  London,  Ont. ;  Montreal,  Que.  ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  X.B. ; 
Toronto,  Ont.;  Vancouver,  B.C.;  Victoria. 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed 
)nonton,  Alta. 

THOS.  C  IRVING. 
Gen.   Man.  Western  Canada,  Toronto 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  repair  the 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker? 


How  much  have  YOV  lost  in  prestige 

through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOV  lost  in  Profit  on 
this  business  F 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 

You  have  the  work  of  taking  out  and  re-installing  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  the  Trade  Discount  (More  Profit). 


Others  are  doing  it.    Why  not  you?    Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phone*: 
Adelaide  002 
Adelaid*  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Night*  and  Holiday* 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


Oxy-Acetylene  Welding 


Speeds  up  Production 


Conserves  Material 


Automobile  Crank  Shaft  successfully  reclaimed  by  Welding 

Whenever  a  problem  arises  involving  the  joining  of  metals  (whether  for  manufacturmg 
purposes  or  repairing  broken  equipment)  Oxy-Acetylene  Welding  is  almost  mvanably 
the  solution. 

No  plant,  however  well  equipped  otherwise,  is  conqjletc  without  an  Oxy-Acetylene 
Welding  Outfit  to  take  care  of  the  everyday  repair  jobs  that  a  speeding  up  of  produc- 
tion entails;  and  is  absolutely  imperative  in  order  to  completely  avoid  the  disastrous 
consequences  that  must  inevitably  follow  a  serious  breakdown,  and  the  inalMlity  to 
obtain  replacements. 

We  shall  be  pleased  to  give  you  all  particulars  as  to  the  benefits  to  be  derived  from  the 
Process  in  your  Industry,  without  obligation,  and  your  interest  will  be  appreciated. 

L  AIR  LIQUIDE  SOCIETY 

The  Pioneers  of  the  Process  throughout  the  world 


TORONTO 


Canadian  Factories 

MONTREAL  WINNIPEG 


HALIFAX 
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Self-Starting  Induction  Motors 


95  King  St.  East 

TORONTO 


Continuous  Service.     Single  Phase. 
25  Cycles. 


H.P. 

1/50 

1/30 

1/15 

1/10 

1/6 

1/3 

1/2 


Speed 
Synch. 
R.  P.  M. 

1500 
1500 
1500 
1500 
1500 
1500 
1500 


Frame 
No. 

A-00 

A-0 

A-1 

A.2 

A-3 

A-4 

A-4 


Code 

Sar 

Sen 

Sul 

Tic 

Tup 

Cure 


Shipping 
Weight 

25 
26 
26 
38 
45 
62 


For  220  volt  add  "LY"  to  code. 


Prices  for  any  voltage 
upon  request. 


R.  E.  T.  PRINGLE,  LIMITED 


302  Donalda  Block 

WINNIPEG 


3402  Osier  Ave  ,  Shaughnessy  Hts. 

VANCOUVER 


809  Unity  Bldg. 

MONTREAL 


Central  Stations 


Heat  your  buildings  on  your 
off  peak  load  by  electricity. 

Conserve  more  coal. 


Heaters 


10  K.  W.  Type  LW  Heater. 


are  built  in  many  sizes  suitable  for  all  requirements 
Write  us  for  further  information 

The  National  Electric  Heating  Co.,  Ltd.,  Toronto 


Vol.  XXVII    No.  7 


Toronto,  April  1,  1918 


If  n 


The  Man 
who  has 
made  it 
possible 


MR.  GEORGE  A.  HUGHES 
President  Hughes  Electric  Heating  Co.,  Toronto 

THE  AMERICAN  FUEL  ADMINISTRATOR  SAYS  WE  MUST  SAVE 

50,000,000  TONS  OF  COAL  IN  1918 


u 


Coal  Tonnage  Coal  Car  Congestions,  Coal  Wagon  Blockades  Relieved 
by  Use  of  Electric  Cooking  Ranges  and  other  Electric  Household  Devices. 

SE  of  coal  in  kitchen  rant^es  has  hecn  one  cause  of  tliis  winter's  coal  shortage  and  traffic  congestion.  It 
mated  that  where  the  average  family  consumes  800  pounds  of  coal  monthly  for  cooking,  the  central 
reciuircs  only  262  r,  pounds  of  coal  monthly  in  order  to  supply  this  family  with  ample  cooking  current. 


IS  esti- 
station 


Moreover,  coal  cartage  to  homes,  entailing  car  switching  to  numerous  retail  coal 
yards,  and  with  the  unavoidable  stalling  of  coal  wagons  in  congested  streets,  results 
in  delays  in  loading  and  unloading  cars  of  merchandise  of  all  classes. 

Electric  cooking  in  liomes  helps  solve  these  two  problems.  Where  central  stations 
operate  from  water-power,  the  entire  coal  consumption  and  coal  transportation 
problems  are  eliminated.  Where  they  operate  from  coal,  they  save  the  country  over 
three  tons  of  coal  per  family  annually,  they  cut  down  car  switchin.g,  and  do  away 
with  the  bulky,  slow  wagons. 

Also,  there  is  less  shrinkage  of  food  with  electric  cooking  than  with  any  other  cook- 
ing process. 

There  is  every  domestic  reason  in  favor  of  electric  cookin.g— better  food,  greater 
cleanliness,  less  work,  and  more  comfort— no  ashes,  no  smoke,  no  dust. 
The  use  at  this  time  of  electric  ranges  and  household  devices  will  help  to  meet  the 
present  national  needs  in  the  saving  of  fuel,  labor,  time,  and  transi.ortation. 
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FIGURE  I— FRONT 


FIGURE  2— REAR 


THE  "S.J.B."  BOX 


FOR  SERIES  ORNAMENTAL 
STREET  LIGHTING  SYSTEMS 

^  To  provide  a  means  of  disconnecting 
lamps  from  circuits  supplied  with  current  by 
two-conductor  cable,  The  Northern  Electric 
Company  have  recently  designed  the 
"  S.J.B."  Box  for  use  on  series  circuits 
operating  at  potentials  of  7,000  volts  or  less. 

^  Figs.  1  and  2  show  front  and  rear  views  of 
the  box,  and  Fig.  3  shows  how  the  box  is  in- 
stalled in  the  pedestal  of  a  lamp  standard. 
This  view  was  taken  in  Montreal  where  all  of 
the  standards  used  in  connection  with  the  new 
lighting  system  are  eq  uipped  with  these  boxes. 

^  There  are  many  interesting  features  in 
connection  with  this  box,  but  the  limited 
space  at  our  disposal  does  not  permit  of  a 
detailed  explanation.    To  those  interested, 
however,  we  will  be  glad  to  send  photo- 
graphs and  full  descriptive  matter 
on  application  to  our  nearest 
branch  house. 

Northern  Electric  Comparry 

LIMITED 


FIGURE  3 


MONTREAL     HALIFAX    TORONTO  WINNIPEG 
REGINA     CALGARY  VANCOUVER 
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Quality  Line-Construction 

Material 


for  Your  Spring  Construction 

Work 

North (^rtt  Electric 


Poles 

Crossarms 

Brackets 


Pins 
Braces 
Bolts 
Wires 


Lag  Screws 
Pole  Steps 
Guy  Clamps 
Strand 


Cable  Rings 

Anchors 

Insulators 


The  Quality  of  NORTHERN  ELECTRIC  material 
is  assured  by  rigid  manufacturing  Specifications  and 
inspection. 

Service,  an  important  item  in  your  work,  is  assured 
through  our  representative  distributing  houses  from 
coast  to  coast,  where  large  stocks  are  carried  and  avail- 
able for  rush  orders. 

North(^rfi  Ekctr/c  Compafiy 


HALIFAX 

MONTREAL 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


1 
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TWO  WIRE  ONLY 


ISo.  222  is  a  neat  molding  easily  installed. 
Connections  to  fittings  are  made  without 
screws.  Wires  "stay  put"  when  laid  in.  Cap- 
ping is  secured  with  Spring  Clips  after  all 
connections  are  made  and  the  system  tested. 


THREE  AND  FOUR  WIRE 


Inter- connecting  Metal  Moldings 


No.  333  has  not  been  changed  in  design.  It 
will  carry  a  three-wire  circuit  or  two  two-^>Tre 
circuits.  Through  the  use  of  simple  fittings, 
is  inter-connecting  with  No.  222  Systems. 


Either  or  both  make  a  good  looking  job  and  a  good  job. 

Complete  Descriptive  Bulletin  101  sent  on  request. 

Kaiional  Melal  Molding  6 

1118  Fulton  Building,  Pittsburgh,  Pa. 

Chicaeo  Detroit  Philadelphia 

Dallas  Los  Anecles  Ponland 

Denver  New  York  Salt  Lake  City 

Buenos  Aires  Havana  Manila  Pans 

CANADIAN  GENERAL  ELECTRIC  COMPANY.  LIMITED-CANADIAN  DISTRIBUTORS 


San  Francisco 
Seattle 
St.  Louis 


XCELADUCT 

Galvanized  Conduit 


is  specified 


By  all  Leading  Engineers  and  Architects 

throughout  Canada 

Labelled  under  inspection  by 
the  Underwriters^  Laboratories,  Inc. 

Orpen  Conduit  Co.,  Limited 

Toronto 
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Lightning  Flashes 

may  instantly  burn 
out  your  apparatus 
if  not  protected 
with — 

Garton-Daniels 
Lightning 
Arresters 


In  nearly  every  station,  on  nearly  all  lines,  you 
find  the  Garton-Daniels— the  one  type  of  light- 
ning arrested  that  has  remained  unchanged  in 
principle  through  more  than  a  nuarter  century  of 
service. 


Think  of  it!  For  over  25 
years  they  have  been  protect- 
ing many  millions  of  dollars' 
worth  of  electrical  apparatus. 
And  they  have  been  doing  it  right,  because  their  small  air-gap  distance, 
low  series  resistance  and  positive  mechanical  circuit  breaker  form  a  com- 
bination which  is  the  most  efficient  and  reliable  lightning  protective  unit 
known. 

And  right  now,  before  lightning  Hashes  actually  interru])!  your  ser- 
vice and  probably  burn  out  some  apparatus,  it  is  indeed  the  time  to  con- 
sider lightning  protection  and  buy  sufficient  (larton^l  )aniels  Lightning 
Arresters  to  protect  all  of  your  apparatus. 


WRITE  FOR  QUOTATIONS. 


Typical  Station  Type 
A.C.  Arrester 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17th«ndCambri.St».         50  Church  St.      Monndnock  Bld«. 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Dittributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  BIdg.        302  Donald  a  BI.ock        33  Melirda  St. 
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REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  motorists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Stability  and  Efficiency 

are  prime  factors  in  development  of  Water 
Power  in  these  days  of  intense  activiti'. 
That's  why 

SMITH  HYDRAULIC  TURBINES 

are  being  installed  in  the  "PLANTS  THAT  COUNT" 


The  accompanying  cut  illus- 
trates single  vertical  shaft 
type  of  unit  for  Low  and 
Medium  Heads. 


Three  units  like  this 
developing  900  H.  P. 
each,  90  R.  P.  M.,  15 
ft.  0  in.  head,  also 
two  units  of  2,000  H. 
P.  each,  100  R.  P.  M., 
26  ft.  0  in.  head,  in 
successful  operation. 


Write  Department  "N"  for  Bulletin  of  Designs 
and    Useful    Data    for    Hydraulic  Development. 

S.Morgan  Smith  Co.,  York, Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


TYPE  W 

Non  closable  on  overload.     Direct  acting,  time  limit  and 
"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

I-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 

New  York,  50  Church  St.  Chicago,  Monadnock  Block. 

Detroit,  Mich.,  Ford  Bldg.  Pittsburgh.  Park  Building. 

Indianapolis,  Ind.,  Telephone  Bldg.  |Minneapolis,  Metropolitan  Life  Bldg. 

ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore, 


M 


April  1,  1918 


THE    ELECTRICAL  NEWS 


Railway  &  Power  Engineering  Corporation 

Limited  _ 
MONTREAL  TORONTO 

Power  Bldg.  Can.  Pac.  Ry.  Bldg. 

Tel.  Main  5667  Adelaide  2675 

Railway f  Light  and  Power  Equipment 

Let  us  quote  you  on  the  following  Equipment  and  Supplies 
WE  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.   Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
CAR  EQUIPMENT  TOOLS 

Armature  and  axle  bearings  Armature  and  axle  straighteners 

Armature  and  field  coils  Armature  shaft  straighteners 

Bearings  (bronze  and  iron)  Armature  buggies  and  stands 

Brush-holders  and  brush  holder  springs  Babbitting  molds 

Brake,  door  and  other  handles  Banding  and  headmg  machmes 

Brake  forgings,  riggings,  etc.  Car  hoists 

Car  trimmings  Car  replacers 

Commutators  Coil  tapmg  machmes  for  armature  leads 

Controller  handles  Coil  winding  machines 

Forgings  of  all  kinds  Pinion  pullers 

Gear  cases  (steel  or  malleable  iron)  Pit  jacks 

Grid  resistors  Signal  or  target  switches 

Third-rail  shoe  beams  and  accessories  Tension  stands 

Trolley  poles  (steel)  and  wheels 

Special  Shop  Working  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

"Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods,  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance- 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thorouglily  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  ?66.2t>  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  Ave. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA 
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One  of  the  cottages,  Whitby  Hospital  for  the  Insane.    A  "  GALVADUCT  '  Building 

GALVADUCT 


it 


GALVADUCT'' 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quaUty. 

Always  specify  Galvaduct  or 
Loricated 


''LORICATED  '* 

A 

high-class  interior  construc- 

tion 

conduit    of    the  enamelled 

type, 
corrc 

proof  against  acid  or  other 
sive  agents. 

If 

your  jobber  cannot  supply 

you — write  us. 

CONDUITS  COMPANY 

LIMITED 

TORONTO 

"LORICATED 

Hospital  for  the  Insane,  Whitby,  Ont. 
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The 
Design  of 


CROCKER-WHEELER 


Induction  Motors 


includes 


Heavy  Shafts 

Large  Journals 
Ideal  End  Ring  Construction 


High  Power  Factor 


Excellent  Efficiency 


Our 
Starter 
with 
Oil  Immersed 
No  Voltage 
Release 


THE  CANADIAN 

CROCKER-WHEELER  CO 

LIMITED 

MANUFAaURERS  AND  ELECTRICAL  ENGINEERS 


Head  Office  and  Works 
ST.  CATHARINES 


District  Offices 
MONTREAL,  TORONTO 


April  1,  191 


THE   ELECTRICAL  NEWS 


11 


Universal  Insulator  Supports 

SAVE 

Time,  Labor  and  Material 


UNIVERSAL  INSULATOR  SUPPORTS  are  specially  designed  mal- 
leable iron  clamps  made  in  four  sizes  for  securing  Insulators  to  open 
steel  framework  for  wiring  mills,  foundries,  shops,  bridges  piers,  elevated 
railways,  subways,  train  sheds— and  similar  structures.  They  are  easily 
attached,  and  by  their  use,  electric  wiring  for  lights,  motors,  generators, 
cranes,  etc.,  can  be  installed  with  a  great  saving  of  labor  and  material. 

Write  for  Bulletin  No.  22  which  give*  full  description, 
prices,  diacountc,  etc. 

STEEL  CITY  ELECTRIC  COMPANY 


"Killark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


1207  1219  Columbus  Ave..  PITTSBURGH,  Pa. 

Canadian  Sales  Agents 


The  right  fuse  for  every  make  of  car 

and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS.  Mo 


HATHEWAY  & 

Electrical  Merchandise  1 
New  York  Headquarters  for  the 


KNOTT,  Inc. 

20  Liberty  Street,  NEW  YORK 
Canadian  Ellectrical  Trade 


Sundh  Tank  and 
Sump  Switches. 

Rating 

30  amperes  normal  capacity  at  115  and  230 
Volts  A.  C.  or  D.  C. 

15    amperes    normal    capacity    at  440 
Volts  A.  C. 

15  amperes  normal  capacity  at  550  volts  A.  C.  or  D.  C,  but  switch 
■should  be  made  double  l)reak  in  which  case  use  2  pole  piece. 

The  most  serviceable  switches  produced  for 
Controlling  Water  Levels 

Sundh  tank  and  sump  switches  are  rugged  in  construction  and 
reliable  in  operation.  Have  a  snap  action  which  unfailingly  gives 
quick  break.    Absolutely  weatherproof. 

When  double-acting  this  type  of  switch  forms  the  most  reliable 
high  or  low  water  alarm  on  the  market. 

Write  for  Catalog  and  Prices 

SUNDH  ELECTRIC  COMPANY 

NEW  YORK,  U.S.  A. 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 
by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 

Strong 

Rugged 

Durable 


Steel  Cases 

Light  in  Weight 

Easy  to  Handle 

Will   Not  Leak 

Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  Bldg. 
Toronto 


Donalda  Block, 
Winnipeg 


April  1,  1918 
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MANUFACTURING 
COMPANY 


THE 
WORLD'S 

MOST 
EFFICIENT 
WASHER. 

WASHES 

AND 
WRINGS 
AT THE SAME 
TIME  OR 
INDEPEND- 
ENTLY. 


Place  your  orders  early,  and  avoid  disappointment. 
Eureka  Cleaners  and  Geyser  Washers  are  Machines  of  Merit.  Ask  us  for  particulars. 

iiiiiiiiiiiiiiiiiiiiiiiiiiiiii  li  II  mil  Hiiiii  iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii  iiiiiiiiiiii  iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiP^   nil 
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G.  M.  Gestj  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


PERI^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  bef(jre 
ordering-  elsewhere. 

House  Service  and  Power  Meiers,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


7\ 


I? 

R 
R 
A 
N 
T 
I 

/\ 


of  Canada,  Limited 


90  Sherbourne  St. 

TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 


^  


Perk  AN  Ti 


It) 
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Wayne  Fractional 

Horse  Power  Motors 


WAYNE  FRACTIONAL 


MOTORS 

furnish  the  most  desirable  form  of  motor  power 
for  mechanisms  requiring  from  1/200  to  ^  H.P. 
The  manufacturer  of  the  motor  driven  device 
equipped  with  these  Motors  enjoys  a  sense  of 
security  because  of  the  service  he  can  guarantee 
from  his  machine. 

The  standard  line  probably  meets  your  requirements. 
If  it  does  not,  our  engineers  are  at  your  service. 


CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.    Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg.  Calgary,  Edmonton, 

Nelson  and  Vancouver. 


IllllllllllllllllllllllllilllllillllillllllllllllilllU^^ 
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Impottatit 


A  great  deal  has  been  claimed 
for  the  effectiveness  of  various 
headlight  lenses  in  eliminating 
glare,  yet  everyone  knows  that 
glaring  headlights  remain  a 
I)Ositive  menace  of  the  road. 


Hence  it  is  reassuring  to 
know  that  one  lens  embodies 
something  more  than  theory — 
something  tangible  that  must 
l)roduce  glareless  lights. 

This  lens  is  the  Holophane. 


The  Fin  is  the  ex- 
clusive feature  of  the 
Holophane  Lens. 

Look  for  the  name 
Holophane  on  the 
flange.     Do   not  ac- 
cept substitutes. 


Glareless  Light 


Brighter  Light 


The  Holophane  Lens  is  a  unique  product  made  by  the 
acknowledged  leaders  of  the  world  in  scientific  lighting — 
a  lens  that  embodies  a  fin  or  shelf  of  specially  treated 
glass,  which  extends  backward  just  above  the  bulb  of  the 
lamp,  placing  a  positive  shield  between  the  light  and  the 
eye  of  the  approaching  motorist. 


The  same  scientific  construction  that  makes  the  Holo- 
phane Lens  supreme  in  eliminating  ,L;l;irt  .lUo  causes  it  to 
give  brighter  illumination  than  any  Mihcr  .\  newspaper 
may  l)e  read  ;i85  feet  away. 


Holophane  Prices 


Elegant  Appearance 


Unlike  other  lenses,  the  Holophane  adds  to  the  appear- 
ance of  any  car — even  the  handsomest.  The  Holophane 
has  the  sparkle  of  cut  glass  and  the  clearness  of  crystal. 

HOL 


Diameter 

7     to   8%  inches   ...  .  .■  

to   9^  inches  <  

O.i/j  to  10J4  inches  

West  of  .Saskatchewan,  add  2'>c  per  pair. 


Per  Pair. 
4.50 


THE  LENS  WITH 


Head  Office:  King  nni\  Simcoe  Streets,  Toronto 
Sales  Offices:  Montreal,  Halifax,  .Sydney,' Ot- 
tawa,    Cobalt,     South     Porcupine,  London, 
Winnipeg,  Calgary,  Edmonton,   Nelson  and 
Vancouver. 


ANE 


THE  FIN 


For  sale  by  Auto  Accessory,  Hard- 
ware and  Electrical  Dealers 


CANADIAN  GENERAL  ELECTRIC  CO. 


LIMITED 


i 
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FRANKUN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


•FRANKLIN"  Cable  Potheads 

For  all  conditions.      Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


WRITE   FOR  BULLETINS 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 

SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 


April  1,  1918 
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''SPRACC  COOLING  PONDS 

For  Condensers,  Cold  Storage  and  Refrigeration  Plants 


The  SPRACO  Cooling  System  is  the  simplest,  mosl 
economical,  and  efficient  device  in  existence  for  cooling 
water  used  in  condensers,  water-jackets,  transformers, 
evaporators,  and  other  equipment  where  the  conserva- 
tion of  the  water  supply  is  essential. 

SPRACO  SYSTEM  FOR  COOLING,  CONDENSING 
WATER,  ETC. 

The  hot  water  delivered  to  the  system  is  cooled  by 
spraying  through  specially-designed  nozzles,  producing 
a  finely  divided  spray  at  low  pressure.  The  cooling  is 
effected  by  evaporation,  radiation,  and  convection,  the 
water  falling  into  an  artificial  or  natural  pond,  suffi- 
ciently reduced  in  temperature,  to  permit  of  its  being 
used  over  again. 

The  principal  advantages  of  a  spray  system  over  a 
cooling  tower  are:  Lower  initial  and  maintenance  cost; 
ti-reater  saving  in  power  required  for  operation;  longer 
Hfe;  reduction  in  make-up  water  requirements,  and 
greater  flexibility. 

The  wide  experience  of  our  engineers  is  at  your 
service 


Spray  Engineering  Co.,  93  Federal  St.,  boston 

Rudel-Belnap  Machinery  Co.,  Limited,  Montreal 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 
Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.       For  lighting  Farms, 
Towns,  Country  Houses,  or  foi'  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 


CO.,  LIMITED 


ST.  JOHNS,  QUE. 
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The  Light  our  Forefathers  used 

— but  they  were  not  satisfied  with  it.  If  everybody  had 
been  satisfied  we  would  still  be  using  candles,  and 
"Dalyte"  Nitrogen  Gas  Filled  Lamps  would  never 
have  been  developed. 

To-day  they  stand  in  a  class  by  themselves, — a 
combination  of  efficiency  and  long  life— they  are 
lighting  the  Pullmans  that  carry  you  from  city  to  city 
— the  passenger  stations — the  palatial  steamships  on  our 
Great  Lakes  and  their  wharfs— the  largest  factories  and 
munition  plants  where  the  best  light  is  needed — the 
stores  and  the  streets  in  cities  and  towns  from  Coast 
to  Coast. 

We  also  make  "Dalyte"  nitros  in  the  smaller  watt- 
ages  for  the  home  and  frost  them  with  our  new  "SILK 
FROST,"  giving  your  customers  a  soft  light  of  a  qual- 
ity they  have  longed  for  but  never  have  had  before. 
We  have  developed  a  special  lamp  for  X-Ray  operators 
which  is  fully  described  in  our  Treatise  on  Illumina- 
tion. 

"Dalyte"  Nitros  cost  no  more  than  the  ordinary 
kind,  and  if  your  Jobber  can't  furnish,  write  us. 

'  Our  Treatise  on  Illumination  is  free  for  the  asking. 


DALYTE  LAMP  CO.,  LIMITED 

Guelph,  Canada 


April  1,  1918 
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\j-  rjHE  instant  you  pick  up 
..I     a  Robbins  &  Myers  Fan 
you   get   an  impression 
of  the  great   strength  and 
rigidity  of  its  construction. 

There's  no  springing  or  l)ending  ni 
the  strong  steel  guard,  no  shake  or 
looseness  in  the  securely  bolted-on  steel 
guard  arms.  So  rigid  is  the  construc- 
tion, so  accurately  fitted  and  securely 
attached  are  all  parts  that  when  you 
handle  an  R  &  M  Fan  it  feels  as  though 
you  were  holding  a  one-piece  article 
rather  than  a  machine  of  many  parts. 

The  drawn-steel  frame  and  base  are 
extra  weight — 3/32  of  an  inch  in  thick- 
ness—and the  frames  are  stronger  than 
cast  iron  frames,  which  are  two  and 
one-half  times  as  heavy.  The  bearings 
are  the  best-grade  phosphor  bronze, 
liberal  in  size  and  accurately  machined. 
The  blades  are  heavy  sheet  brass,  and 
are  mounted  on  a  steel  carrier.  The 
windings  are  heavily  insulated  and 
mounted  in  [jlace  securely. 

Every  detail  is  l)uilt  to  give  long, 
relialjle  service,  to  make  i)leased  cus- 
tomers and  easv  sales  for  the  dealer. 


Manager,  I'liihulclpliia  llranch. 


The  Robbins  &  Myers  Company 


The  Century  Electric  Co 

Montreal 
La  Cie  Codere  &  Fils, 

Sherbrooke 
John  Starr  &  Sons  Co 
Halifax 


SPRINGFIELD,  OHIO 

CANADIAN  DISTRIBUTORS 
Costello  &  Crowe. 
Ottawa 
Inc.       Eastern  Electric  Co. 
St.  John 

,  Ltd.     Rogers  Electric  Co. 

Toronto 

S  T  R- 


Dawson  &  Co.,  Ltd. 
Montreal 
Mechanics  Supply  Co.,  Ltd. 
Quebec 

Ltd.  Sreat  West  Electric  Co. 
Winnipeg 

E  N  O 


32 


THE    ELECTRICAL  NEWS 


April  1,  191S 


Protect  Your  Property 

Illuminate  Approaches  and  Surroundings 
Night  Prowlers  Shun  Plants  Guarded  by 

IMPERIAL  FLOOD  LIGHT  PROJECTORS 


What  Floodlighting  can 
do  for  you  is  told  in  our 
Catalog  No.  303.  Write 
for  your  copy. 
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Save  Coal  by  Eliminating 
Isolated  Plants 


As  a  result  of  the  coal  shortage  an  investigation  is  under 
way  by  the  Public  Service  Commission  of  New  York  to  ascer- 
tain what  saving  could  be  made,  if  any,  by  the  substitution  ot 
central  station  service  for  private  plants  in  various  classes  of 
buildings.  Mr.  J.  W.  Lieb,  vice-president  of  the  New  York 
Kdison  Company,  subiratted  data  on  a  number  of  typical 
rases.  He  also  estimated  the  total  saving  if  the  C50  odd  pri- 
vate plants  were  turned  over  to  central  station  service  at 
.-,()(), 000  to  830,000  tons. 

Specific  Instances 
Case  No.  1.— An  eleven-storey  ofhce  and    loft  building 
l.lant  had  been  closed  down  in  the  early  part  of  1917.  Data 
rre  collected  for  a  period  of  ten  months  and  compared  with 
he  corresponding  ten  months  of  the  previous  year  under  pri- 
:,te-plant  conditions.    The  private  plant  had  consmned  1,316 
iMus.    Under  central-station  service  for  light  and  power  there 
iiad  been  541  tons  consumed  at  the  building  for  heating  and 
inilar  purposes,  and  159  tons  at  the  central  station  to  gen- 
,ate  the  electrical  power  deilvered— or  a  total  of  700  tons. 
I  liis  represented  a  saving  of  610  tons,  or  47  per  cent. 

Case  No.  2. — \  five-storey  and  basement  l)uilding.  One 
:  ar  of  private-plant  operation  consumed  7.237  tons.  With 
rntral-station  service— 2.927  tons  for  steam  heating  on  the 
]. remises,  1,403  tons  for  Edison  energy  supplied;  total,  4,330 
Ions.    Saving,  2,907  tons;  40  per  cent. 

Case  No.  3.— Apartment  house.    The  annual  coal  con- 
uniption,  average  of  three  years,  was  3,107  tons.    With  ccn- 
iial-station  service  the  annual  coal  consumption  for  steam 


heating  uivei-'i^tnTTTwiT' years),  was  1,113  tons:  for  producing 
electrical  energy  supplied,  193  tons;  total.  1.306  tons.  Saving, 
-01  tons;  26.:'.  per  cent. 

Case  Xo.  4.— .\n  eight-storey  apartment.  Annual  coal 
with  private  plants.  750' tons.  With  Edison  service.  240  tons 
on  the  premises.  ITS  tons  a^  the  central  station.  Saving  332 
tons;  44.5  per  cent. 

Case  No.  5.— An  apartment  building.  Annual  coal  con- 
sumption with  private  plant,  6,200  tons.  With  Edison  service, 
5,212  tons  on  the  premises  and  at  the  central  station.  Saving, 
9S8  tons;  15.9  per  cent. 


Co-operative  Buying  of  Lamps  and 
Appliances  by  Gentral  Stations 

Thirty  thousand  portable  lamps  of  a  standardized  design 
are  to  be  placed  on  the  market  next  fall  as  the  result  of  a 
recent  conference  in  New  England  between  a  group  of  cen- 
tral-station men  and  a  fixture  manufacturer  who  is  handling 
this  order  on  an  oflf-season  basis.  This  co-operative  buying 
plan  includes  central  stations  from  some  of  the  largest  cities 
in  the  country,  whose  representatives  met  informally  to  de- 
velop the  program  of  securing  a  lixture  af  low  cost  for  mul- 
tiple production  and  wide  distribution.  The  movement  pro- 
mises far-reaching  results  in  the  large-scale  merchandising  of 
electrical  appliances.  Those  behind  the  plan  state  that  indi- 
vidualism has  been  overplayed  in  many  lines  of  electrical  sell- 
ing to  the  general  public.  They  believe  that  certain  standard- 
izations of  design  can  he  accomplished  to  appeal  to  a  very 
wide  market,  and  that,  through  the  concentration  of  orders 
and  through  intensive  production,  costs  can  be  lowered  to  a 
point  which  will  mark  a  -new  stage  in  the  popularization  of 
electrical  merchandise. 

These  central-station  men  recognize,  of  course,  that  no 
standard  design  of  portable  lamp  will  suit  the  entire  market, 
but  they  believe  that  a  large  buying  power  exists  among  the 
public  for  a  low-cost  standard  product  of  general  application. 
It  is  believed  that  a  great  many  persons  will  be  glad  to  pur- 
chase a  portable  lamp  of  uniform  design,  wholly  regardless  01 
the  fact  that  other  people  may  be*  using  the  same  product, 
provided  that  the  price  is  low  enough. 

The  matter  was  discussed  with  a  certain  manufacturer, 
and  a  design  of  portable  lamp  has  been  prepared  which  is 
expected  to  meet  an  extremely  wide  range  of  service  condi- 
tions, applicable  to  business  and  home  surroundings.  The 
central-station  men  present  represente<l  the  sales  departments 
of  their  several  companies,  and  it  is  noteworthy  that  some  of 
the  smaller  cities  represented  were  among  the  heaviest  under- 
writers of  the  plan. 

Owing  to  its  being  the  dull  season  in  lixture  production, 
the  manufacturer  was  willing  to  take  the  order  upon  a  very 
satisfactory  basis  of  cost.  The  raw  material  for  these  lamps 
has  been  purchased  on  a  more  satisfactory  l)asis  of  price  and 
delivery  than  applies  to  small  and  individualistic  orders  for 
scattered  shipment  at  odd  times.  Tiie  manufacturer  has  been 
enalded  to  plan  his  production  for  steady  output  during  the 
off  season,  and  the  various  central  stations  will  receive  these 
lamps  at  a  price,  it  is  said,  which  will  enable  them  to  market 
them  at  about  the  former  factory  cost  level. 


Fires  Due  to  Electricity  Many 
Less  Than  Reported 

It  frcciucntly  has  happened  in  the  past  that  electrical  men 
arc  amazed  and,  incidentally,  gas  men  delighted,  at  the  gov- 
ernment reports  covering  the  number  of  fires  caused  by 
electricity.  For  example,  quoting  from  the  Public  Service 
Bulletins  of  the  last  few  months,  we  have  in  July,  1917.  33 
fires  attributed  to  electricity  defects;  in  .August,  25:  in  Oc- 
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lohiT,  41;  in  Xovi-uilu'V.  in  1  locrnilu  i ,  :.M  .nul  in  lainKuy, 
IIHS.  33. 

It  is  muoli  easier  to  issue  a  report  of  this  kind  than  to 
prove  that  the  report  is  wron;-;,  however  satisfied  one  may 
leel  that  the  eviilences  used  in  arrivint;  at  the  conclusions 
have  not  been  dependable.  Souh-  light  was  recently  thrown 
on  the  situation,  however,  by  the  Toronto  Inspection  De- 
partment, who  were  naturally  euri(nis  to  learn  why  so  many 
Toronto  tires  were  Mamed  to  wiring  defects  when  very 
few  were  reported  to  the  Inspection  Department.  In  a  re- 
cent issue  of  a  Toronto  daily  paper  it  had  been  stated  that 
defective  electric  wiriuL;  had  been  responsible  for  ten  fires 
during  the  previous  month.  This  matter  was  made  the  sub- 
ject of  enquiry  by  the  District  Inspector  of  the  City  of 
Toronto  at  the  headquarters  of  the  Chief  of  the  Fire  Depart- 
ment, who  was  responsible  for  the  report,  and  the  following- 
interesting-  list  of  the  ten  fires  attributed  to  defective  wiring 
was  submitted  in  evidence: 

No.  1— Street  Car  No.  1318,  Cor.  Terauley  and  Louisa. 

JSJo.  2— Street  Car  No.  024,  Cor.  College  and  Bellevue. 

No.  3 — Automobile;  owner,  New  Method  Laundry;  short 
circuit. 

Xo.  4 — Street  Car  No.  1298,  Cor.  Yonge  and  Cumberland. 

Xo.  .) — Street  Car  No,  1416,  Cor.  Queen  and  Herbert  Sts. 

Xo.  6 — Street  Car  No.  852,  Cor.  Dupont  and  Christie. 

No.  7 — Street  Car  No.  593,  Cor.  Avenue  Road  and  Bloor. 

No.  8 — Street  Car  No.  1274,  Wilton  and  Parliament  Sts. 

No.  9 — 17  Montrose  Avenue;  insulation  on  electric  wires 
became  ignited. 

Xo.  10 — 87  1  College  Street;  A.  E.  McCurdy;  insulation 
on  wires  became  ignited. 

It  will  thus  be  seen  that  defective  wiring  was  made  to 
bear  the  brunt  of  ten  fires  which,  so  far  as  the  general  pub- 
lic is  concerned,  were  huge  conflagrations  involving  the  loss 
of  several  hundreds  of  thousands  of  dollars,  when  in  actual 
fact,  they  were  mere  blow-outs  confined  to  individual  street 
cars  which,  so  far  as  we  are  aware,  did  not  even  involve  run- 
ning these  cars  in  for  repairs.  Electricity  has  a  perfect  right 
to  bear  the  blame  of  all  the  fires  for  which  it  is  responsible 
but  that  insignificant  occurrences  of  this  nature  should  be 
placed  in  the  same  category  with  the  fatalities  and  heavy 
financial  losses  which  result  from  the  use  of  gas,  or  from 
other  causes,  is  manifestly  unfair.  We  understand  that  at 
the  present  time  a  dififerent  classification  of  fires  is  being 
made  in  the  city  of  Toronto  so  as  to  correct  this  false  im- 
pression, but,  so  far  as  we  know,  the  old  methods  still  hold 
throughout  the  province. 

Would  it  not  be  well,  now  that  the  province  is  pretty 
thoroughly  covered  by  district  inspectors,  if  the  government 
should  depend  for  their  infcjrmation  on  these  inspectors  in- 
stead of  on  fire  chiefs  or  other  men  who  have  no  knowledge 
of  electrical  matters? 


Activities  of  Toronto  Section  A.  I,  E.  E. 

If  nearly  fifty  per  cent,  of  the  local  members  of  a  society 
attend  the  meetings  to  hear  a  technical  paper  and  twenty 
per  cent,  of  these  take  part  in  the  subsequent  discussion  it  is 
safe  to  say  that  the  society  is  a  live  and  enthusiastic  one  and 
is  doing  good  work.  This  is  the  record  of  the  local  section 
of  the  A.  I.  E.  E.  in  regard  to  the  meeting  which  assembled 
on  March  15  to  welcome  Mr.  J.  J.  Frank,  of  the  General 
Electric  Company,  Pittsfield,  and  to  hear  his  paper  on  "Mod- 
ern Transformers."  The  paper  was  a  most,  entertaining  one, 
tracing  as  it  did  the  development  of  this  form  of  electric 
apparatus  from  its  very  earliest  stage  and  the  lecture  was 
punctuated  with  a  very  large  and  well  chosen  series  of  lantern 
slides.  It  is  difficult  to  overestimate  the  value  to  electrical 
engineers  in  Toronto  of  being  able  to  discuss  transformer 


design  with  a  recognized  expert  like  Mr.  Frank;  to  deba'.e 
the  advantages  of  the  different  methods  of  cooling  and  ' 
and  water  circulation  and  the  means  of  bringing  out  tap.^. 
Such  papers  as  this  are  an  asset  to  electrical  engineering  life 
in  Toronto. 

The  next  meeting  of  the  Toronto  Section  is  to  be  held 
at  the  Hydro-electric  Lalioratories  on  Strachan  Avenue,  on 
Friday,  April  5,  when  Mr.  W.  P.  Dobson  is  to  read  a  paper  on 
High  Voltage  Testing.  Many  of  us  are  not  sufficiently  aware 
of  the  magnitude  of  the  work  undertaken  by  the  Municipal 
Laboratories,  and  in  this  respect  Mr.  Dobson's  paper,  with 
its  accompanying  demonstrations,  will  be  especially  in- 
structive. 


Described  Cambrai  Experiences 

Lieut.  H.  L.  Phillips,  of  Montreal,  who  was  in  charge 
of  a  tank  at  the  battle  of  Cambrai,  described  his  experiences 
at  the  front  at  the  meeting  of  the  Montreal  Electrical  Lunch- 
eon on  March  30th.  He  referred  to  the  individuality  of  each 
tank,  and  said  it  was  essential  that  the  men  should  thoroughly 
understand  the  working  of  the  machines;  otherwise  there 
was  a  great  liability  of  a  breakdown,  with  serious  conse- 
quences. Lieut.  Phillips  gave  details  of  the  Cambrai  battle, 
speaking  of  the  initial  success  and  the  subsequent  partial  re- 
covery of  the  ground  by  the  Germans.  Cambrai  was,  he 
said,  the  first  battle  in  which  the  wire  was  cut  down  by 
tanks  instead  of  by  gun  fire.  Tanks  were  called  "assaulting 
artillery"  by  the  French,  and  they  were  of  great  value  if 
attacking,  although  of  little  use  in  defensive  warfare.  They 
were  proof  against  machine  guns,  but  not  against  shell  fire. 
Lieut.  Phillips  also  briefly  summarized  the  general  war  posi- 
tion, and  concluded  by  an  appeal  for  still  greater  sacrifices 
in  order  to  win.  If  the  allies  did  not  win  it  meant  that  the 
children  of  the  people  in  the  British  Empire  would  in  a  few 
years'  time  be  fighting  again  for  the  same  ideals  as  were  in- 
volved in  the  present  conflict.  As  one  who  knew  from  ex- 
perience the  worst  side  of  war,  he  was  convinced  of  the  abso- 
lute necessity  of  a  successful  conclusion  to  the  war. 


Toronto  Electric  Club 

The  weekly  luncheons  of  Tlie  Toronto  Electric  Club  have 
lieen  well  patronized  during  the  past  month.  Probably  the 
best  attendance  of  the  year  to  date  greeted  Professor  St. 
Elme  de  Champ  on  Friday,  March  22.  when  he  addressed  the 
Club  on  Alsace-Lorraine.  Professor  de  Champ  spoke  to 
combat  the  propaganda,  at  present  being  so  assiduously  car- 
ried on  by  the  Germans,  that  Alsace  and  Lorraine  are  Ger- 
man and  hold  German  sympathies.  He  quoted  from  legion 
authorities  showing  not  only  that  the  Germans  look  upon 
this  territory  as  "enemy"  territory,  but  that  the  people  of 
these  two  countries  despise  and  hate  the  Germans  and  sub- 
mit to  their  rule  only  because  they  must.  This  evidence  is 
further  borne  out  by  the  fact  that  no  less  than  30.000  Alsa- 
tians have  deserted  from  the  German  army  during  the  pre- 
sent fight  with  the  French. 

Frida}-  the  39th  being  a  holiday,  there  was  no  meeting 
of  the  Club.  On  April  the  guest  will  be  Lieut.  R.  Harris, 
and  on  .\pril  12,  Col.  A\'illiams.  Mr.  H.  M.  Hooper,  Canadian 
AVestingholise  Company,  is  chairn-ian  for  the  month  of  Ajiril. 


Electrically  Operated  Filtration  Plant 

The  St.  Hyacinthe,  P.Q.,  civic  filtration  plant,  now  near 
completion,  is  to  be  electrically  operated.  The  new  De  Laval 
pumps  are  to  be  direct  connected  to  3  phase,  60  cycle,  2200 
volt,  a.c.  motors,  by  the  Canadian  Westinghouse  Company, 
The  blower  for  supplying  air  for  making  the  filter  beds,  the 
agitators,  and  otlicr  equipment  will  be  driven  by  electricity. 


A|iril  I,  tins 
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Transmission  Line  Practice— Some  High 
Voltage  Problems— Article  IV. 


By  Lieut.  E.  T.  Driver  and  E.  V.  Pannell 


The  rapid  increase  in  operating  voltage  which  has  marked 
the  transniissii )n  line  art  during  the  last  decade  has  been 
dictated  not  only  l>y  the  long  distances  of  transmission  but 
by  the  large  amounts  of  power  to  be  conveyed.  Naturally 
enough  the  old  rule  of  thumb  of  "one  kilowatt  per  mile"  was 
soon  outclassed  when  energy  had  to  be  transmitted  more  than 
one  hundred  miles  and  some  of  the  very  highest  voltages  to- 
day are  in  use  upon  systems  where  this  quantity  amounts  to 
less  than  half  a  kilowatt  per  mile.  On  the  other  hand,  there 
exist  several  systems  of  forty  or  fifty  miles  in  extent  which 
are  working  at  or  around  100,000  volts.  This  permits  of 
ample  extension  to  the  system  without  any  change  in  the 
voltage,  but  the  most  important  factor  where  large  amounts 
of  power  are  handled  is  the  reduction  in  the  cost  of  the 
conductors.  The  power  to  be  transmitted  is  just  as  important 
a  factor  in  estimating  the  operating  voltage  as  is  the  dis- 
tance; indeed,  the  latter  is  a  very  ambiguous  expression  be- 
cause the  power  station  is  usually  the  centre  of  a  network 
of  transmission  lines  all  of  different  lengths. 

It  is  desired  to  treat  more  particularly  of  the  influence 
of  high  operating  voltages  on  the  mechanical  design  of  the 
line.  With  the  advance  in  voltage  and  the  consequent  wider 
spread  of  conductors  longer  and  stiffer  crossarms  were  called 
for.  Steel  channels  were  adopted  and  later  steel  towers  to 
support  them  and  to  yield  the  benefit  arising  from  the  longer 
spans  «nd  the  use  of  two  circuits  on  the  same  structure.  When 
pressures  in  excess  of  60,000  volts  became  usual  the  limita- 
tions of  the  single  pin  type  insulator  began  to  be  felt  and 
the  suspension  string  was  introduced.  This  type  of  insu- 
lator has  several  important  influences  on  the  design  of  the 
line,  one  of  which  is  that  since  it  supports  the  cable  some 
feet  below  the  crossarm,  whilst  the  pin  insulator  holds 


ing  the  conductors,  but  with  suspension  strings  this  leads 
to  a  very  long  middle  crossarm  or  also  two  cables  strung 
on  one  side  of  the  same  arm.  Both  expedients  are  undesir- 
able, and  the  most  usual  arrangement  consists  of  the  three 
conductors  of  a  circuit  being  just  slightly  staggered  out  of 
the  vertical  plane  sufficiently  to  avoid  contact  when  "sleet 
jump"  takes  place.  Fig.  12  shows  spacings  actually  in  use 
on  a  number  of  transmission  systems  using  pin  type  insu- 
lators, and  Fig.  13  is  a  similar  diagram  for  suspension  in- 
sulators. It  will  be  noted  that  even  for  the  same  voltage, 
where  the  curves  overlap,  the  spacing  is  considerably  greater 
with  the  suspension  string  on  account  of  the  swinging  pro- 
clivities of  this  form  of  insulator. 

It  is  sometimes  claimed  that  one  or  other  conductor 
material  requires  a  greater  spacing  than  is  usually  adopted 
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Fig.  12 — Conductor  spacings  with  pin  insulators 

(C  denotes  copper;  C-H  copper-hemp;  A  ahiminium) 

the  conductor  about  1^  feet  above  it,  the  former  requires  an 
Mverall  height  of  tower  about  G  feet  in  advance  of  the  latter. 

The  spacing  between  the  conductors  is  influenced  by  the 
voltage,  sag  of  conductors  and  the  type  of  insulator.  Tables 
.,f  standard  recommendations  for  spacing  are  frequently  pub- 
lished, but  they  must  always  be  modified  according  to  local 
conditions.  With  pin  type  insulators  the  equilateral  triangle 
is  still  by  far  the  best  and  most  popular  method  of  arrang- 


Kilovolts 

Fig.   13 — Conductor   spacings  with   suspension  insulators 
(C  denotes  copper;  C-H  copper-hemp;  A  ahiminium;  .\-S  aluminium-sleel) 

and  hence  involves  more  costly  construction.  In  these  two 
figures  the  kind  of  conductor  employed  has  been  indicated, 
and  it  will  be  seen  that  there  is  really  no  rule  for  spacing 
aluminium  wider  than  copper  or  aluminium-steel  closer  than 
copper.  Local  wind,  ice  and  temperature  conditions  are  the 
most  important  factors.  There  is  no  very  great  diversity  in 
the  matter  of  spans  and  sags  among  the  points  plotted  on 
these  diagrams,  probably  the  average  conditions  of  600  foot 
span  and  35  foot  sag  govern  the  generality  of  them. 

Whilst  the  spacing  of  the  wires  up  to  voltages  of  about 
80,000  is  governed  by  sparking  distance  under  abnormal  con- 
ditions which  would  swing  the  conductors  close  together,  a 
different  phenomenon  controls  the  spacing  as  the  pressure 
is  increased  above  this  limit.  This  is  the  factor  of  corona. 
Our  present  knowledge  of  corona  losses  is  based  very  largely 
upon  the  investigations  made  by  Mr.  F.  W.  Peek,  of  Pitts- 
field,  Mass.,  and  published  in  the  A.I.K.IC.  Transactions  dur- 
ing the  last  eight  years.  The  fact  that  at  a  certain  potential 
gradient  around  any  conductor  the  air  breaks  down  as  an 
insulator  has  long  been  known,  hut  it  has  remained  for  Mr. 
Peek  to  codify  this  law  so  as  to  render  it  easily  calculable 
for  transmission  line  work.  Briefly  stated,  at  a  certain  defi- 
nite critical  voltage,  corona  will  appear.    It  will  increase  very 
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r.ipidly  with  any  rise  in  the  voltai>c  l>oycnul  this  p<.i:!t.  The 
value  (if  the  critieal  volla.ue  (e..~)  is 

e..  =  :>.;!0;j  X  ni..  \       \  r  (lot;-„i  d/r)  A 
where  ni..  =  irre,s;nlariiy  factor  varyitii'-  from  1.00  for  a  clean 
solid  wire  down  [o  .OS:!  for  a  seven  strand  calilc 
=  lireak(hi\\  n   potential   .gradient   of  air,   ">:!.()  kilo- 
volts  per  inch. 
r=  radius  of  ctnidnctor.  inches, 
d  =iiiean  spacing  o\  conductors,  inches. 
e..  =  critical  pressure  in  kilov(dts. 
Xr=air  density. 
It  will  he  interesting  to  calculate  the  critical  voltage  for 
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assume  the  same  voltage  over  the  whole  line,  and  since  the 
corona  discharge  is  determined  by  the  difference  between  the 
critical  and  the  operating  voltage  at  any  point  it  is  the  most 
satisfactory  method  of  calculation  to  divide  the  line  up  into 
sections  assuming  the  operating  voltage  (ej  to  be  uniform 
o\  cr  a  whole  section. 

It  is  not  a  difficult  or  an  expensive  matter  to  design  a 
line  of  the  highest  operating  voltage  which  shall  be  free 
from  corona  troubles.  Liberal  spacing  and  large  size  con- 
ductors are  the  necessary  factors  in  the  elimination  or  the 
losses.  It  was  shown  in  an  earlier  article  in  this  series  that 
copper  yields  the  smallest  of  a  group  of  conductor  materials, 
all  of  wliich  have  otherwise  good  characteristics.  It  is  here 
lound  that  the  very  factor  which  is  somewhat  of  a  drawback 
to  the  use  of  aluminium,  copper-claJ-steel,  or  aluininium- 
steel,  namely,  the  larger  diameter,  is  a  valuable  advantage 
for  working  at  very  high  voltages  on  account  of  the  relative 
freedom  from  corona.  Aluminium  or  aluminium-steel  cables 
have  respectively  28  and  43  per  cent,  greater  radii  than  the 
equivalent  copper  with  a  consequently  higher  critical  voltage. 

In  Fig.  1.5  are  shown  the  highest  voltages  for  which  a 
system  can  be  designed  without  corona  being  in  evidence 
under  fair  weather  conditions.  From  this  it  will  be  seen  thai 
there  is  relatively  little  difificulty  in  transmitting  with  cables 
of  4/0  B&S  or  larger,  but  with  smaller  sizes  of  conductor  ir 
becomes  next  to  impossible  to  avo:d  corona  without  extra 
wide  spacings.    The  remedy  lies  in  the  sale  and  transmission 
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Kilovolts 

Fig.  14 — Number  of  elements  used  in  suspension  insulator 

a  typical  transmission  line  operating  at  110  kilovolts  with 
seven  strand  0  B&S  cables  spaced  9G  ins.  apart.    The  radius 
of  this  cable  is  .188  ins.,  and  assuming  ^  as  unity: 
e,,  =  3.302  X  .83  x  53.6  x  .188  x  log  96/.188. 
=  .")2  kilovolts. 
This    is.    of   course,    the   critical   voltage    rneasured  to 
neutral,  and  in  order  to  compare  it  with  the  line  voltage  the 
latter  must  be  reduced  to  the  same  terms  by  dividing"  by  V3. 
This  gives  the  operating  voltage  to  neutral,  as  63.5  kilovolts 
an  excess  of  11.5  kilovolts  over  the  critical  pressure.  High 
altitude  or  stormy  weather  will  reduce  the  factor  X  and  so 
decrease  the  critical  voltage  still  further.     Now  the  losses 
which  arise  from  the  corona  discharge  are  given   by  the 
equation 

k'      f  ^  /r 

P  =  — X  —  X  (e  —  C")"  /  — 
X    10'  V  d 

where  k'  =  constant  =  552. 
f  =  frequency. 

e  =  operating  kilovolts  to  neutral. 
It  is  important  to  note  that  the  losses  increase  as  the 
square  of  the  difference  between  the  critical  and  operating 
volta.ges.  They  are  also  greater  with  higher  frequencies  and 
are  less  for  liberally  spaced  conductors.  Assuming  a  fre- 
quency of  60  cycles  and  following  the  foregoing  example: 

552  X  60  X  .0445  x  1 1 .5  x  1 1 .5 

p-=   ■   

10' 

=  1.93  kilowatts  per  mile  of  wire. 

Under  working  conditions  there  will  prol:)ably  be  two 
three-phase  circuits  so  that  the  total  loss  per  mile  of  line  will 
amount  to  6  x  1.93  =  11.6  kilowatts.  It  must  be  emphasized 
that  the  above  calculations  for  a  typical  example  yield  only 
the  fair  weather  loss  and  that  any  atmospheric  disturbance 
would  lower  the  barometer  and  result  in  a  lower  critical 
volta}?e  and  increased  losses. 

As  a  matter  of  actual  fact  it  is.  of  course,  incorrect  to 
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Fig.   15 — These  curves  show  the  maximum  operating  voltage  which  will 
not  yield  corona  in  fair  weather 

of  Still  greater  amounts  of  energy  so  that  cables  of  at  least 
4/0  B&S  can  be  economically  loaded  and  used. 

Regarding  actual  experiences  with  corona  there  have 
been  few  practical  tests  made  under  working  conditions. 
These  losses  are  included  with  other  stray  power  losses 
throughout  the  transmission  line  so  that  it  is  difficult  to 
assign  the  correct  value  to  the  corona.  As  a  matter  of  fact, 
wherever  corona  has  made  its  appearance  and  been  measured, 
it  has  never  been  found  to  be  less  than  the  calculated  value. 
On  the  lines  of  the  Central  Colorado  Transmission  system  the 
altitude  averages  8,000  feet  and  the  phenomenon  is  met  with. 
The  cables  are  of  0  B&S  copper,  seven  strand  with  a  hemp 
core,  and  the  critical  voltage  for  this  altitude  and  conductor 
size  is  very  nearly  100,000  kilovolts,  which  is  also  the  operat- 
inn  \  oltage.  It  is  also  claimed  that  the  radio-active  pro- 
perties of  the  pitchblende  which  occurs  in  the  district,  are 
responsible  for  a  partial  ionization  of  the  air,  thus  indirectly 
reducing  the  critical  voltage. 

On  the  Au  Sable  Company's  transmission  lines  in  Eastern 


April  1,  1918 


THE    ELECTRICAL  NEWS 


Michigan  corona  is  also  experienced;  the  operating  pressure  is 
1-tO  kilovolts  and  the  cables  are  seven-strand  0  B&S  copper 
with  a  hemp  core.  In  a  report  on  this  line  it  is  stated: 
"Experience  at  Au  Sable  proves  that  transmission  at  140,000 
volts  is  an  economical  procedure  luit  it  should  be  made  clear 
that  such  a  pressure  is  justified  only  where  the  distance 
and  the  quantity  of  power  to  l)e  transmitted  are  such  that 


conductors  of  sufficient  section  to  prevent  corona  are  econ- 
omically used.  While  it  has  been  suggested  that  hemp  centre 
cables  might  provide  increased  cylindrical  areas  and  so  raise 
the  corona  limit,  the  fact  remains,  according  to  the  experi- 
ence of  the  Au  Sable  Electric  Company's  engineers,  that  such 
hemp  centre  cables  show  a  greater  corona  loss  than  equivalent 
all  copper  conductors." 


Joint  Committee  of  Technical  Organizations 

Holds  Annual  Meeting- Chairman  Alfred  Burton  Reviews  Year's 
Activities  Before  Large  Attendance 


To  the  Technical  Men  of  the  Province  of  Ontario: 

Gentlemen:  Your  committee  has  pleasure  in  submitting 
its  second  annual  report,  covering  activities  during  the  period 
elapsed  since  our  first  annual  meeting  in  March,  1917.  Meet- 
ings of  the  joint  committee  have  been  held  monthly  during 
the  year  to  hear  reports  from  the  executive,  deliberate  on 
questions  of  policy,  and  appoint  and  instruct  sub-committees. 
The  executive  committee  have  held  about  40  meetings. 

Finances 

Up  to  September,  1917.  the  exiienses  of  the  joint  com- 
mittee were  carried  entirely  by  private  subscription.  Since 
that  date,  largely  owing  to  the  generous  recognition  of  ser- 
vices rendered  to  the  Imperial  Munitions  Board,  we  have  had 
less  difficulty  in  defraying  our  running  expenses.  The  chief 
items  consist  of  the  rental  of  a  small  office,  the  salary  of  a 
stenographer,  and  the  cost  of  printing,  postage,  etc. 

Changes  in  By-Laws 

A  slight  alteration  has  been  made  in  the  wording  of  our 
by-laws  so  that  the  committee  now  includes  a  representative 
from  the  Canadian -Manufacturers'  Association. 

This  was  deemed  highly  desirable  on  account  of  the  close 
relationship  existing  at  the  present  time  between  the  techni- 
cal and  industrial  activities  of  our  country.  The  wisdom  of 
lliis  addition  has  been  amply  justified  in  the  valuable  assist- 
ance the  representative  of  that  association  has  rendered  your 
committee. 

Inventions 

One  of  the  most  important  activities  of  your  committee, 
and  one  which  we  are  pleased  to  feel  has  been  of  real  assist- 
ance to  the  Imperial  Munitions  Board,  has  been  the  study  of 
the  various  and  varied  inventions  submitted  to  that  board 
from  all  over  the  continent.  These  inventions,  in  the  main, 
have  reference  to  war  activities,  such  as  improvements  in 
aeroplane  design,  detection  of  submarines,  etc.  Some  idea  of 
the  amoui>t  of  work  entailed  may  l^e  gained  from  the  fact  that 
detailed  reports  have  been  made  to  the  Imi^erial  Munitions 
Hoard  during  the  past  year  on  almost  100  inventi(nis.  This 
work  has  been  handled  through  the  medium  of  a  special  sub- 
^  nmmittee,  whose  work  is  deserving  of  a  very  grateful  and 
^l)ccial  mention. 

Aviation 

A  sub-coniniittee  has  been  formed  for  the  study  of  aero- 
nautical problems  The  work  of  this  committee,  wh'ch  is  of 
recent  creation,  has  consisted  to  date  in  compiling  informa- 
tion, and,  in  general,  getting  in  touch  with  the  various  phases 
n\  the  work  through  correspondence  and  personal  inter- 
views. It  may  be  too  much  to  expect  that  this  committee 
will  be  enabled  to  carry  out  any  experiment  which  will  have 
any  <lirect  bearing  on  maintaining  the  supremacy  of  the 
Allies  in  l-'rance,  but  such  a  group  of  men,  with  intimate 
knowledge  (if  the  subject  of  aeronautics,  will  be  an  invaln- 
ahle  asset  to  Canada  in  the  future  development  of  aeroplanes. 


lor  which  there  is  certain  to  Ije  an  increasing  demand,  quite 
independent  of  the  duration  of  the  war. 

Depletion  of  Civil  Ranks  of  Engineers 
A  survey  of  the  engineering  departments  of  our  Cana- 
dian universities  has  demonstrated,  during  the  past  few 
months,  that,  due  to  war  demands,  the  ranks  of  engineers  are 
being  depleted  much  faster  than  they  are  being  recruited 
from  the  universities.  As  an  instance,  it  may  be  mentioned 
that  in  one  of  our  universities  the  present  attendance  in  the 
science  department  is  only  about  1.5  per  cent,  of  what  it  was 
in  1914.  This  state  of  affairs  will  not  only  be  fatal  to  the 
proper  prosecution  of  the  war  if  it  should  last  much  longer, 
i)ut  it  will  leave  us  unprepared  to  take  our  ])art  in  the  great 
engineering  construction  activities  that  must  follow  the  ces- 
sation of  hostilities. 

Ha\'ing  this  in  view,  your  committee  has  considered  ways 
and  means  of  increasing  the  attendance  in  the  engineering 
faculties,  and  in  the  very  near  future  will  have  a  definite,  con- 
crete proposition  to  offer.  It  will  probably  involve  the  ex- 
penditure of  a  few  hundred  dollars  per  year.  How  this  money 
can  be  raised  has  not  yet  been  determined,  but,  if  not  other- 
wise available,  we  have  every  confidence  that  the  technical 
men  of  the  province  can  be  depended  upon  to  supply  the 
necessary  funds  for  a  cause  so  urgent  at  this  moment  and  so 
much  in  line  with  our  natural  sympathies. 

Technical  Men  Being  Used  Inefficiently 
A  phase  of  the  technical  situation  having  a- direct  bearing 
un  the  last  item  is  the  inefficient  use 'that  has  been  made  of. 
trained  technical  men  in  the  past  by  placing  them  in  the  in- 
fantry ranks  or  in  other  war  work  wdiere  unskilled  men 
would  have  been  almost  equally  effective.  When  the  present 
Military  Service  Act  came  into  force  your  committee  again 
took  occasion  to  call  the  attention  of  the  proper  government 
authorities  to  this  waste  and  to  urge  that  engineers  in  future 
lie  utilized  in  such  work  as  their  special  training  best  fitted 
tiicni  to  perform. 

Catalogue  of  Technical  Books 
Your  committee  has  discussed  the  probable  value  to  the 
average  technical  men  of  a  catalogue  of  all  the  technical 
books  to  be  found  in  the  various  libraries,  both  public  and 
private,  in  Toronto  and  possibly  including  libraries  in  other 
cities.  Such  a  catalogue  exists  with  regard  to  magazines,  but 
there  is  nothing  of  this  nature  covering  books.  The  matter, 
as  most  of  us  are  aware,  has  lieen  the  subject  of  discussion 
in  all  the  various  technical  organizations  which  have  repre- 
sentation on  this  ccmimittee,  and  has  met  with  their  approval 
in  every  case.  It  remains  now  to  determine  the  be.st  means 
of  accomplishing  the  desired  end  with  such  assistance  as  we 
lia\  e  ;il  <nir  disposal. 

Questionnaires 

The  work  on  (luesliniinaire  Xo,  :;,  which  was  undcrt,d<cii 
by  yiiur  cunniiltee  for  the  .\d\isory  Ciuincil  for  lndu>trial 
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Research,  aiul  which  was  mulcr  way  at  ouv  last  annual  meet- 
ing, has  been  completed.  Assistance  has  also  been  given  with 
questionnaire  No.  4  to  the  extent  of  supplying  the  Advisory 
Council  with  our  list  of  (hitario's  teclmical  men  and  in  other 
minor  matters.  Vour  coniniittce  also  assisted  in  the  pre- 
paration of  a  questionnaire  recently  submitted  by  the  Cana- 
dian Manufacturers'  .Association  to  their  members  re  power 
sliortage. 

Training  the  Blind  for  Mechanical  Work 

It  IS  inevitable  that  many  of  our  brave  fellows  will  return 
to  C'anada,  during-  and  after  the  war,  afflicted  with  total 
Idmdness.  .\  foretaste  of  this  problem  was  seen  in  the  recent 
Halifa.x  disaster,  in  which  so  many  lost  their  sight.  It  is,  of 
course,  common  knowledge  that  in  Great  Britain  very  con- 
siderable progress  has  been  made  in  training  the  totally  blind 
to  do  mechanical  work,  and  some  progress  has  been  made  in 
the  L'nited  States  in  the  same  direction,  more  notably  in 
winding  standard  coils.  Your  committee  is  gathering  all 
available  information  on  this  subject,  so  that  it  may  be  ready 
to  pass  along  to  the  proper  authorities.  It  is  rot  entirely 
apparent  how  the  practices  of  Great  Britain  and  the  United 
States  can  be  followed  or  developed  in  Canada,  where  the 
amount  of  purely  repetition  work,  such  as  coil  winding,  men- 
tioned above,  is  comparatively  small,  but  we  believe  the  ques- 
tion is  well  worth  further  study. 

Lists 

Our  original  lists  of  technical  men  have  been  kept  up  to 
date  as  far  as  is  humanly  possible,  and,  at  the  present  time, 
are  undergoing  a  complete  revision  and  verification.  These 
lists  have  proven  of  the  greatest  value  on  numerous  occa- 
sions, for,  although  it  is  understood  that  they  are  kept 
strictly  confidential,  we  have  nevertheless  been  able  to  com- 
pile from  them  from  time  to  time  smaller  special  lists  for  dif- 
ferent government  and  war  activities  which,  we  feel  quite 
satisfied,  have  repaid  us  all  for  any  trouble  we  may  have  been 
put  to  in  their  preparation. 


Vocational  Training 

I3uring  the  early  part  of  the  year'  your  committee  was 
acti\'ely  interested  in  the  matter  of  vocational  training  of 
returned  wounded  soldiers,  and  it  is  with  some  feeling 
pride  that  we  report  the  selection  of  a  member  of  3'our  cc>ij> 
mittee   as   the  administrator  for   Canada  of  the  vocational 
1)ranch  of  the  Military  Hospitals  Commission,  now  the  In- 
valided Soldiers  Commission.    I  am  pleased  to  note  that  th 
administrator  himself  is  with  us  this  evening,  and.  as  you 
program  has  already  announced,  will  tell  us  of  the  wor 
being  done  under  his  able  organization. 

Other  Activities 

At  the  time  of  the  Halifax  disaster  j'our  committee,  co 
operating  with  the  Toronto  Chapter  of  the  Ontario  Associa 
tion  of  Architects,  made  offers  of  assistance  in  an  advisory 
capacity  to  both  the  Commission  of  Conservation,  Ottawa 
and  to  the  Halifax  Relief  Commission,  Halifax.    On  account 
of  the  almost  complete  destruction  of  certain  parts  of  the 
city  it  was  felt  there  might  be  opportunity  to  rebuild  at  least 
a  portion  of  the  devastated  area  along  predetermined  lines 
so  as  to  produce  something  in  the  nature  of  a  model  city 
Another  matter  in  which  we  have  lent  our  assistance  is  re 
cruiting  for  the  Canadian  Engineers.    I  ma.y  say.  also  that 
we  have  been  entrusted  with  certain'  other  work,  about  which 
it  would  not  be  wise  to  make  public  mention  at  the  present 
time. 

In  Conclusion 

In  conclusion,  I  should  like  to  add  my  word  of  apprecia 
tion  of  the  work  of  the  members  of  the  joint  committee 
every  one  of  whom  has  given  freely  of  his  time,  abilitj-  and 
experience  in  the  earnest  hope  that  our  little  endeavor  to 
lighten  the  load  under  which  the  Empire  labors  may  not  be 
fruitless.  In  this  hope — that  we  have  helped,  even  ever  so 
little,  to  bear  this  burden — lies  the  recompense  dearest  to  the 
heart  of  every  true  engineer. 


Cost  of  Mailing  vs.  Hand  Delivery 

Majority  of  Central  Stations  Adopting  the  Latter  Practice 
Since  Postal  Rates  Increased 


\\  ith  the  more  recent  increase  in  postage  in  the  United 
States,  central  station  companies  in  that  country,  as  previ- 
ously in  Canada,  have  had  to  revise  their  methods  of  bill  de- 
livery. When  a  notice  could  be  sent  for  one  cent  and  labor 
was  scarce  and  independent,  the  mail  was  usually  considered 
more  economical.  Doubling  the  cost  of  postage  entirely 
changes  the  complexion  of  matters,  however,  and  Ave  find 
that  hand  delivery  is  now  being  very  commonly  resorted  to. 
An  article  in  a  recent  issue  of  the  Electrical  World  describes 
the  policies  of  a  number  of  prominent  central  station  com- 
panies : 

Not  long  ago— but  before  the  postal  rates  went  up— the 
Cleveland  Electric  Illuminating  Company  made  an  analysis 
of  the  cost  of  its  bill  delivery,  which  includes  60,000  bills  de- 
livered by  hand  and  40,000  by  mail,  to  find  out  how  much 
could  be  saved  by  using  a  post-card  bill.  The  figures  were 
found  to  be  as  shown  in  the  acompanying  table. 

With  the  l-cent  postage  rate  the  post-card  proved  to  be 
the  cheaper  method,  but  the  dou])bng  of  this  cost  made  tlie 
hand-delivery  system  far  more  econmiiiral.  The  system  in 
Cleveland  has  been  to  place  the  delivered  bill  in  the  consum- 
er's mail  box.  or,  if  there  is  no  box,  to  hand  it  to  a  memlier  of 
the  family.  Failing  this,  the  distributor  l)rings  back  the  idli 
and  it  is  mailed.    For  this  delivery  the  Cleveland  coinpany 


first  tried  boys  16  or  18  years  old,  but  did  not  find  them  satis 
factory.  It  then  employed  elderly  men  of  from  50  to  65  years 
and  has  practically  eliminated  all  complaints. 

In  Sandusky,  l)hio,  however,  the  Sandusky  Gas  and  Elec 
trie  Companj'  has  had  most  satisfactorj-  results  from  high 
school  boys,  who  both  read  the  meters  and  deliver  the  bills 
The  boys  receive  1  cent  per  meter  read.    Before  the  postal 
rate  went  up  the  company  used  government  post-cards,  but 
since  then  it  has  devised  a  card  of  the  same  size,  of  which 
si-x  months'  supply  can  be  printed  in  advance.    These  are 
stamped  and  mailed  to  customers  beyond    the  convenient 
reach  of  the  delivery  routes,  but  the  bulk  of  them  the  boy 
deliver  at  a  cost  so  far  of  approximately  a  half-cent  per  bill 
This  the  company  find  is  effecting  a  saving  of  $18  per  1.000 
customers  per  month  on  postage  alone,  and  is  bringing  addi 
tional  economy  by  reducing  the  operating  force  to  a  mini 
mum  during  the  winter.    Because  of  the  limited  number  of 
hours  that  the  students  have  available  for  this  work,  it  is 
necessary  to  employ  a  much  larger  number  than  if  the  regu 
lar  emploj-ees  were  handling-  it.  but  this  has  not  proved  ai 
objection.    About  0,000  bills  are  delivered  in  Sandusky  be 
tween  tlie  twentieth  and  tlie  last  of  each  month. 

In  Moliile.  Ala.,  llie  company  now  delivers  by  hand,  at 
cost  of  about  lJ/{'  cents  per  bill,  a  saving  of  about  $37.50 


npril  1,  1918 


THE    ELECTRICAL  NEWS 


29 


month  since  the  postal  increase, 
company  delivers  to  about  1.400 


$50  every 
Merchants' 


were  tried. 
Denver  the 


Tn  Traverse  City,  Mich.,  the 
consumers,  at  a  cost  of  1 
cent,  and  this  also  includes  collecting  about  one-third  of  the 
accounts.     In  Pine  Bluff,  Ark.,  the  company  delivers  4,500 
bills,  using  the  regular  meter  readers  after  the  readings  are 
completed^    It  requires  from  four  to  five  days,  and  costs  in 
all.  it  is  figured,  from  $10.50  to  .$12.50.    In  Kokomo,  Ind.,  the 
company  has  also  changed  from  mailing  to  delivery,  and  is 
distributing  6,000  bills  by  meter  readers,  at  a  cost  of  $35.  In 
Kingston,  N.Y.,  the  meter    readers    now    deliver    5,800  gas 
and^elect'ric  bills,' all  except  about  300  which  are  mailed  to 
outlying  territory,  and  the  company  finds  the  system  quite  as 
deperidable  as  by  mail.     It  saves  approximately 
month.    In  Indianapolis  the  meter  men  of 
Heat  and  Light  Company  read  meters  every  morning  and 
.leliver  bills  in  the  afternoon,  and  they  have  proved  much 
more  responsible  than-  schoolboys,  though  boys 
The  cost  per  bill  now  figures  about  1  cent.  In 
bills  are  mailed  to  the  suburbs,  but  delivered  in  the  city  by 
boys  and  young  men  on  bicycles,  at  a  cost  of  one-third  of  a 
cent  per  bill. 

In  VVilkes-Barre,  Pa.,  19,500  bills— gas,  electric,  and  steam 
heat— are  delivered  by  two  men,  who  receive  $65  per  month, 
delivering  continuously,  which  means  a  cost  of  about  one-half 
cent  per  bill.  These  men  collect  when  possible  as  they  de- 
liver. In  Terre  Haute,  Ind.,  the  company  formerly  had 
mailed  all  bills  at  a  total  cost  of  $125  monthly,  but  with  the 
higher  postal  rate  began  delivering  all  bills  within  the  city  by 
on"e  man.  who  is  paid  $45.  The  remaining  postage  cost  for 
bills  still  mailed  is  also  $45,  so  that,  in  spite  of  higher  post- 
age, the  company  is  saving  $35  monthly. 

On  the  other  hand,  in  many  outlying  towns  in  Indiana 
the  Indiana  Railways  and  Light  Company  began  with  this 
year  to  try  the  plan  of  not  sending  any  bills  at  all  to  some 
2.000  customers,  who  are  asked  to  call  at  the  local  offices  to 
pay  their  bills,  though  delinquency  notices  are  still  mailed 
when  necessary.  In  line  with  this,  in  Brattleboro,  Vt.,  in 
I'ranklin,  Ind.,  and  in  Seymour,  Ind.,  the  local  utilities  have 
been  furnishing  many  customers  with  cards  on  which  to  make 
their  own  meter  readings.  This  method  has  met  with  con- 
siderable success.  In  Fort  Madison,  Iowa,  the  meter  reader 
in  certain  residence  districts  carries  with  him  bills  already 
partly  made  out,  on  which  he  enters  the  reading,  making  out 
the  bill  and  presenting  it  for  collection  at  the  one  call.  The 
company's  other  bills  go  out  on  post-cards,  and,  in  short, 
since  the  rates  went  up  there  has  been  a  decided  movement 
in  the  industry  toward  the  post-card  bill  as  offering'an  appro- 
priate war-time  economy. 

Few  Companies  Using  Women 
All  ill  all,  however,  the  trend  is  toward  delivery,  if  not 
by  meter  reader,  then  by  'boys  or  old  men.  One  New  Eng- 
land central  station  has  found  a  practical  solution  by  making 
use  of  the  services  of  the  substitute  postmen,  who,  though  on 
waiting  orders,  are  familiar  with  the  town  and  have"  received 
instructions  in  delivering.  Everywhere  the  possible  expedi- 
ent of  utilizing  women  for  delivering  has  been  considered, 
but  apparently  it  has  not  been  adopted  very  largely.  How- 
ever, El  Reno,  Okia.,  reports  the  bill  delivery  in  charge  ol 
Iv/o  young  women,  who  are  taking  care  of  it  well,  and  at  a 
saving  of  $:iO  monthly  on  postage.  At  Binghamton,  X.Y.. 
girls  are  used  to  read  meters  and  deliver  bills. 

Of  course,  the  many  cities  where  l)ills  have  always  been 
mailed  at  the  2-'cent  rate  are  not  affected  by  the  postal  in- 
crease, liuffalo  and  Wilmington,  Del,  state  that  they  have 
no  intention  of  changing,  for  they  consider  mailing  less 
troulile  and  more  sure.  In  Detroit,  on  the  other  hand,  the 
conq)any  has  been  delivering  bills  by  messenger  for  years,  at 
a  c<ist  much  less  than  postage,  the  meter  readers  delivering 
llic  l)ills.  In 
llic  consumer 


60,000 
3-cent 


messeno-er  as  he  prefers,  and  bills  for  suburban  towns  are 
delivere^'d  to  the  suburban  post-offices  and  mailed  there  under 
the  local  rate. 

Comparison  of  Cost  of  Handling  100,000  Consumers'  Bills  Per 
Month   With    Special  Card    or  Government 
1-Cent  Post-Card  System. 

Present  system,  printed  bill  in  outlook  envelope, 
delivered  by  company  distributors,  40,000  mailed  with 
stamps. 

Present  system: 

100  000'   bills  at  $1.50  per  1,000   

lOoioOO   outlook   envelopes,  at   $1.6u  per 

1,000  -  

40,000  2-cent  stamps  in  rolls  

Enclosing  bills  in  envelopes— 2  boys  one 

month  at  $40  each   V  '  •  ' ' 

Sealing   100,000    envelopes   and  affixing 
40  000  stamps,  one  boy  one  month  . . 
-Sorting  60,000  bills  for  delivery,  one  boy 

one  month   

-Delivering  60,000  bills,  five  men  at  $(0 

per  month   

Supervising  delivery 
man  at  $100  .... 


half  time  of  one 


$150.00 

165.00 
802.40 

HO. 00 

45.00 

40.00 

350.00 

50.00 


Total  

Proposed  system: 

Special  cards,  1-cent  post  stamp  athxed: 

100.000  cards  printed  •  

Affixing  stamps,  one  boy  one  month  .... 
100,000  1-cent  stamps,  in  rolls   


.$1,682.40 


$1 10.00 
45.00 
1 ,00(5.00 


Total 


using  special  cards  and  aflixing 


Amount  saved  r)y 

stamps   

Government  1-cent  post-cards: 

100,000  cards   

Printing  .  ■  ■  • 


84 


Total   ,  *1.025.84 

Additional  saving  with  government  cards   


1,167.00 


$515.40 


141.16 


Amount    saved  by 
stamped  cards  . 


rovern  ment 


per 

a  d  ("' 


....  $656.56 

"*ltems  checked  indicate  expense  of  delivering  60.000  bills 
month.  To  find  total  delivery  expense  on  100.000  bills, 
item  No.  ;;,  40,000  2-cent  stamps.  $802.40. 


Providence,  R.T.,  the  method  is  optional  with 
in  most  districts.    He  may  have  it  by  mail  or 


Mr.  E.  H.  Porte,  General  Manager  The  Renfrew  Electric 
Manufacturing  Co.,  Ltd.,  Renfrew,  Ont,,  makers  of  "Can- 
adian Beauty"  household  appliances.  Mr.  Porte  leaves 
the  Ontario  Hydro-electric  Commission  after  seven  years 
pro£^rcssive  service. 
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Latest  Information  on  Incandescent  Lamps 


By  H.  W.  Mateer* 


-Ma/ila  B  lamps  operate  equally  well  in  all  ix.^iiiiui^. 
Data  on  the  hurnins  positions  of  Mazda  I'  lamiis  arc  ,L;ivni 
in  Talile  1.  It  will  lie  noticed  from  the  table  that  Mazda 
C  anil  Mazda  lamps  in  sizes  lar.uer  than  150  watts  are  not 
resularly  supplied  to  luini  in  positions  other  than  the  vertical, 
tip  down.  While  it  is  possible  to  modify  the  construction  of 
the  larger  size  lamps  so  that  they  will  cipirate  fairly  well 
in  positions  other  than  tip  downward,  in  jiractically  all  cases 
it  will  be  advisable  to  nnulify  the  auxUiary  ei|uipment  so  that 
regular  lamps  may  be  utilized. 

Color  Quality  of  Light 

The  color  quality  of  the  light  from  a  clear  bulb  incan- 
descent lamp  depends  primarily  up-o-n  the  temperature  of  the 
filament.  As  the  temperature  increases,  the  light  becomes  of 
a  whiter  quality.  At  the  temperature  at  which  the  filament 
of  the  Mazda  B  lamp  is  operated,  the  light  has  an  excess 
of  red  and  yellow  rays  when  compared  with  average  natural 
daylight.  This  characteristic  has  been  present  throughout 
the  centuries  in  which  lighting  sources  have  evolved  from 
the  torch  to  the  incandescent  electric  lamp.  The  influence 
on  this  characteristic  is  manifest  in  the  red,  brown,  and 
amber  tones  which  predominate  in  the  decorations  of  rooms 
designed  to  appear  at  their  best  under  artificial  light.  That 
a  light  of  this  quality  is  essential  to  the  prevailing  color 
schemes  is  evidenced  by  the  frequent  choice  of  amber  colored 
shades.  On  the  other  hand,  an  artificial  illuminant  whose 
color  quality  is  approximately  the  same  as  natural  daylight 
is  welcomed  by  many  as  opening  new  possibilities  in  interior 
decoration  design. 

The  Mazda  C-2  lamp  has  the  proper  screening  properties 
incorporated  in  the  glass  of  the  bulb.  The  excess  of  red 
and  yellow  rays  of  the  light  are  absorbed  while  the  blue 
and  green  rays  are  permitted  to  pass  through,  thus  a  light 
of  afternoon  sunlight  quality  is  produced  at  an  efficiency 
about  equal  to  that  of  the  Mazda  B  lamp.    While  the  color 


CARBOM 


Fig.  1— Comparative  color  content  of  various  lamps. 


quality  of  such  a  light  is  sufficiently  near  that  of  daylight 
to  serve  for  general  illumination,  and  from  this  standpoint  is 
a  decided  improvement  over  the  light  emitted  by  the  un- 
colored  bulb  lamps,  it  is  not  of  the  proper  quality  to  pernn't 
extremely  accurate  color  matching.  Where  an  accurate  dup- 
lication of  north  sky  light  is  necessary,  units  employing 
Mazda  C  lamps  &nd  properly  designed  color-screen  plates 

'Engineering  Department,  National  Lamp  Works  of  General  Electi^ 
(  onipany  in  t)ie  Central  Statior.. 


should  be  used.  The  light  from  such'  units  is  of  constant 
quality  and  therefore  more  dependable  than  the  natural  north 
sky  light,  which  varies  in  quality  froin  day  to  day. 

"The  diagrams  in  Fig.  1  show  a  comparison  in  primary 
color  content  of  the  light  of  carbon,  Mazda  B,  Mazda  C  and 
Mazda  C-2  lamps.  It  will  be  seen  that  a  very  decided  im- 
provement in  .the  color  quality  of  artificial  light  has  been 
effected  from  the  time  the  carbon  lamp  was  used  up  to  the 
present. 

Mazda  B  Lamps 
Mazda  B  lamps  are  listed  in  Table  2.  They  are  supplied 
in  either  straight-side  or  round  bulbs  for  voltages  of  110 
to  12.5,  and  220  to  250  volts,  as  indicated  in  the  table.  The 
efficiency  ranges  from  7.5  lumens  per  watt  for  the  10-watt 
lamp  to  10.6  for  the  100-watt  round-bulb  lamp.  In  practically 
all  cases  lamps  should  be  equipped  with  scientifically  de- 
signed reflectors,  since  in  this  way  the  light  distribution  can 
be  controlled,  and  a  largely  increased  proportion  of  the  light 
be  directed  to  the  surfaces  where  it  is  desired.  In  all  cases 
where  the  filaments  are  likely  to  be  within  the  normal  visual 
field,  bowl-frosted  lamps  should  be  used. 

Mazda  C  Lamps 
Table  .'!  lists  the  Mazda  C  lamps  which  are  designed 
fo  r  ordinary  multiple  operation.  The  efficiencies  range  from 
11.5  lumens  per  watt  for  the  75-watt  110-125  volt  lamp  to  ap- 
proximately 18  lumens  per  watt  for  the  1.000-watt  lamp  of  the 
same  voltage  class. 

The  filaments  of  all  Mazda  C  lamps  are  intenselj^  bright, 
and  where  it  is  at  all  likely  that  they  will  come  within  the 
line  of  vision,  they  should  be  screened  from  the  e3^e.  How- 
ever, up  to  and  including  the  200-watt  size,  lamps  may  be 
used  satisfactorily  in  open  reflectors  provided  thej-  are  bowl- 
frosted.    In  the  lighting  of  stores,  ofiices  and  public  build- 
ings, except  where  semi-indirect  or  totallj^  indirect  lighting 
is  employed,  lamps  of  larger  size  than  the  200-watt  should  be 
equipped  with   enclosing  glolies   of   sufficient   area  and  of 
proper  density  to  avoid  the  usual  objectionable  glare. 
Mazda  C-2  Lamps 
Mazda  C-3  lamps,  as  previouslj'  mentioned,  emploj'^  the 
l)lue-green  bulb  of  carefully  colored  glass,  and  are  designed 
for  general   ilhiniination  where  approximate  daylight  color 
quality  is  desired.    The  screening  properties  of  the  bulb  are 
such  that  part  of  the  red  and  yellow  rays  of  the  light  from 
the  filament  are  alisorljed  and  thus  the  color  quality  of  the 
transmitted  light  is  that  of  afternoon  sunlight.  Obviously, 
the  total  light  production  is  somewhat  decreased  by  the  ab- 
sorption of  the  colored  bulb.    In  spite  of  this,  Mazda  C-2 
lamps  operate  ^\■ith  efficiencies  about  equal  to  those  of  Mazda 
B  lamps.    When  replacing  Mazda  C  lamps  with  Mazda  C-2 
lamps,  it  is  necessary  simjily  to  use  50  per  cent,  more  watt- 
age to  obtain  the  eqtiivalent  intensity. 

Mazda  C-2  lamps  are  furnished  in  sizes  from  75  watts 
to  500  watts  for  voltages  of  110  to  125.  Additional  technical 
data  are  given  in  Table  4, 

Effect  of  Improvements 
-Since  Mazda  lamps  were  first  manufactured,  each  new 
development  has  been  accompanied  an  'improvement  in 
lamp  (|uality.  Some  improvements  cannot  be  seen  by  the 
eye,  others  are  noticeable  as  marked  changes  in  construc- 
tion, hut  all  are  manifest  in  the  improved  service  rendered. 
Altliotigh  improvements  are  continually  being  made,  con- 
sideration is  always  given  to  making  them  in  such  a  way 
that  ilicir  advantages  may  be  realized  without  the  scrapping 
of  existing  equipment. 
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500-watt 
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Table  No.  1— Burning  Positions  for  Mazda  C  and  Mazda  C-2  Multiple  Lamps 


Lamps 


110-125  voi- 


110-125 
220-250 


volt 
volt 


110-135  volt 
230-250  volt 


For  Tip  Down 
Burning* 
Lamps  regularly  sup- 
plied will  burn  in  any 
position. 

Lamps  regularly  sup- 
plied are  designed  to 
burn  in  this  position. 
Lamps  regularly  sup- 
plied are  designed  to 
burn  in  this  position. 


For  Tip  Up 
Burning 
Lanips  regularly  sup- 
plied   will    burn  in 
any  position. 
Lamps  of  special  de- 
sign furnished  on 
special  orders. 
Lamps  of  special  de- 
sign will  be  furnished 
on  special  orders. 
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For  Horizontal 
Burning 
Lamps  regularly  sup- 
plied will  burn  in  any 
position. 

Lamps  of  special  de- 
sign furnished  on 
special  orders. 
Not 
recommended. 


*These  lamps  may  be  burned  at  angles  within  15  degrees  of  the  vertical,  tip  down,  without^  noticeable  effect  on  their 
performance.  Serious  effects  will  not  be  evident  at  angles  as  high  as  20  or  23  degrees,  but  it  is  inadvisable  to  burn  the 
lamps  at  greater  angles  from  the  vertical  position. 

Table  No.  2 — Technical  Data  on  Multiple  Mazda  B  Lamps 

Subject  to  Cliange  Without  Notice 


Watts 


Per 

LtitTi  ens 

Volts 

Watts 

Spher. 

Per 

Total 

CP. 

Watt 

Lumen 

10 

1.67 

7.53 

75 

15 

1.47 

8.55 

138 

110 

35 

1.37 

9.17 

230 

to 

40 

1.33 

9.45 

378 

135 

50 

1.33 

9.53 

476 

60 

1.39 

9.74 

585 

100 

1.24 

10.13 

1010 

35 

1.65 

7.63 

190 

330 

50 

1.49 

8.43 

433 

to 

100 

1.39 

9.04 

900 

350 

150 

1.33 

9.45 

1430 

250 

1.30 

10.47 

3630 

15 

1.53 

8.31 

133 

15 

1.43 

8.79 

132 

35 

1.45 

8.67 

332 

110 

35 

1.35 

9.31 

240 

to 

135 

40 

1.33 

9.45 

386 

60 

1.33 

10.33 

630 

100 

1.18 

10.65 

1100 

320 

35  ■ 

1.63 

7.71 

193 

to 

350 

50 

1.49 

8.43 

433 

Type 


S-17 
S-17 
S-19 
S-19 
S-19 
S-31 
S-30 
S-19 
S-19 
S-30 

S-35 
S-40 

G-18>^ 
G-35 
G-18^ 
G-25 

G-35 
G-30 
G-35 
G-25 

G-35 


Maximum 

Bulb 

Ovei^all 

Diam. 

Lengrth 

(Inches) 

(Inches) 

Straight  Side 

4->^ 

45/^ 

5^ 

5^ 

"t'A 

5;4 

5^4 

m 

5 

10 

Round  Bulb 

2-5/16 
3^ 

2-  5/16 
3^ 

3- M 
43/^ 

3/8 


4.)4 

7/ 
4-34 


Rated 

Rase 

Stand. 

Pes. 

Av. 

Package 

of 

Life, 

Quantity 

Hrs. 

Med. 

Screw 

100 

Any 

1000 

Med. 

Screw 

100 

Any 

1000 

Med. 

Screw 

100 

Any 

1000 

Med. 

Screw 

100 

Any 

1000 

Med. 

Screw 

100 

Any 

1000 

Med. 

Screw 

100 

Any 

1000 

Med. 

Sc.  Sk. 

34 

Any 

1000 

Med. 

Screw 

100 

Any 

1000 

Med. 

Screw 

100 

Any 

1000 

Med. 

Sc.  Sk. 

34 

Any 

1000 

Med. 

Sc.  Sk. 

34 

Any 

1000 

Med. 

Sc.  Sk. 

13 

Any 

1000 

Med. 

Screw 

100 

Any 

750 

Med. 

Screw- 

50 

Any 

750 

Med. 

Screw 

100 

Any 

750 

Med. 

Screw 

50 

Any 

750 

Med. 

Screw 

50 

Any 

750 

Med. 

Screw 

34 

Any 

750 

Med. 

Sc.  Sk. 

24 

Any 

750 

Med. 

Screw 

50 

Any 

750 

Med. 

Screw 

50 

Any 

750 

Table  No.  3— Technical  Data  on  Multiple  Mazda  C  Lamps 

Subject  to  Change  Without  Notice 
Maximum 


Volts 


110 

to 

135 


330 

to 

350 


Watts 

Bulb 

Per 

Lumens 

Watts 

Spher. 

Per 

Total 

Type 

Diam. 

C-P. 

Watt 

Lumens 

(Inches) 

75 

1.09 

11.53 

865 

PS-33 

100 

1.00 

13.57 

1260 

PS-25 

3^ 

150 

0.93 

13.66 

3050 

P.S-25 

3^ 

300 

0.86 

14.61 

3930 

PS-30 

3J4 

300 

0.78 

16.11 

4850 

PS-35 

Wi> 

400 

0.82 

15.33 

6150 

PS-40 

5 

500 

0.78 

16.11 

8050 

PS-40 

5 

750 

0.74 

16.98 

13800 

PS-52 

6/. 

1000 

0.70 

17.95 

18000 

PS-52 

6/ 

300 

1.00 

13.57 

3530 

PS-30 

3-M 

300 

0.92 

13.66 

4100 

PS-35 

43/^ 

400 

0.86 

14.61 

5850 

PS-40 

5 

500 

0.85 

14.78 

7400 

PS-40 

5 

750 

0.82 

15.32 

11500 

PS-52 

6^ 

1000 

0.78 

16.11 

16100 

PS-52 

6/. 

Over-all 
Length 
(Inches) 

VA 

10 
10 

13.^; 

13>^ 
S.J/s 

9-;4 
11) 

to 

I3.>^ 


Base 


Med. 
Med. 
Med. 
Med. 
Mog. 
Mog. 
Mog. 
Mog. 
Mog. 
Med. 
Mog. 
Mog. 

Mog. 
Mog. 
Mo.g. 


Screw 
Screw 
Screw 
Screw 
Screw 
Screw 
Screw 
Screw 
Screw 
Screw 
Screw 
Screw 

Screw 
Screw 
Screw 


Stand. 
Package 
Quantity 

50 
24 
24 
24 
24 
12 
12 

8 

8 
34 
34 
13 

13 
8 
8 


Pos. 
of 
Burn. 

Any 

Any 

Any 
Tip  Down* 
Tip  Down* 
Tip  Down* 
Tip  Down* 
Tip  Down* 
Tip  Down* 
Tip  Down* 
Tip  Down* 
Tip  Down* 

Tip  Down* 
Tip  Down* 
Tip  Down* 


Rated 
Av. 
Life, 
Hrs. 

1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 
1000 

1000 
1000 
1000 


♦Orders  for  Mazda  C  lamps  should  specifically  state  if  lamps  are  for  use  in  other  than  pendent  position.  See  Table  1 


Watts 

Per 

Lumens 

Type 

Volts 

Watts 

Spher. 

Per 

Total 

C-P. 

Watt 

Lumens 

75 

1.58 

8.0 

600 

PS-22 

100 

1.44 

8.7 

870 

PS-25 

110 

1  50 

1.34 

9.4 

1100 

PS-25 

to 
13.*. 

300 

1.35 

10.1 

2000 

PS-30 

300 

1.12 

11.3 

3350 

PS-35 

500 

1.13 

11.2 

5600 

PS-40 

♦Orders  for 

Mazda  C-3 

lamps  s 

houkl  specifically 

Table  No.  4— Technical  Data  on  Mazda  C-2  Lamps 

Subject  to  Change  Without  Notice 
Maximum 
Bulb  Over-all 
Diam.  Length 
(Inches)  (Inches! 

3^ 
3^ 


Base 


6  5^ 
7!/<i 


Med. 
Med. 
Med. 


Screw 
Screw 
.Screw 


Stand. 
Package 
Quantity 

50 

24 

24 


3M 
4>^ 


lamp 


8.h; 

10 

are  lot 


Mc 


led. 
log. 
Mog 


Screw 
Screw 
.Screw 


Pos. 
of 
Burn. 

Any 
.•\ny 
.■\ny 

Tip  Down* 
Tip  Down* 
Tip  Down* 


r  use  in  other  than  i)eiulcnt  positions.  See 


Rated 
Av. 
Life, 
Hrs. 

700 

700 

700 

700 
700 
700 

Table 
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Municipal  Electrical  Engineers  Organize 

Form  Association  Composed  of  Managers,  Superintendents  and  Engineers 
of  Ontario's  Publicly  Owned  Utilities 


I'hc  lu\i;iuccnng  Siciimi  ni'  ilic  (  )iUario  Municipal  Elec- 
trical Association  met  in  conxcntion  on  March  lli-R  in  the 
v'hcniistry  and  Minins>-  Building  of  the  University  of  Toronto 
and,  after  a  free  discussion,  decided  to  form  a  separate  asso- 
ciation.   This  decision  took  the  form  of  a  resolution,  moved 


Mr.  E.  V.   Buchanan,  'London,  President 

by  Mr.  P.  B.  Yates,  St.  Catharines,  and  seconded  by  Mr. 
O.  N.  Perry,  Windsor,  which  read  as  follows: 
Form  of  Resolution 
"That  since  we  have  been  unable  to  effect  a  proper  or- 
ganization of  Municipalities  to  consider  operation  and  en- 
gineering questions  of  policy  through  the  formation  of  the 
association  originally  laid  down  as  an  engineering  branch  of 
the  Ontario  Municipal  Electrical  Association,  be  it  resolved 
that  we  recommend  the  establishment  of  an  association  of 


the  managers,  superintendents  and  engineers  of  the  different 
Municipal  Electrical  Utilities  free  from  the  Ontario  Muni- 
cipal Electrical  Association  and  financially  independent." 

The  Convention  then  proceeded  to  draft  a  Constitution 
and  By-laws  which  were  considered  clause  by  clause  and 
adopted  after  discussion.  The  main  features  of  the  by-laws 
are  printed  below.  As  provided  for  in  these  by-laws,  the 
officers  are  president,  vice-president,  secretary-treasurer  and 
chairmen  of  standing  committees.  The  elected  officers  for 
the  coming  year  are  as  follows: 

Officers 

President,  E.  \'.  Buchanan,  London,  Ont. 

Vice-President,  E.  I.  Sifton,  Hamilton,  Ont. 

Secretary,  S.  R.  A.  Clement,  Hydro-electric  Power  Com- 
mission, Toronto,  Ont. 

Treasurer,  R.  C.  McCollum,  Hydro-electric  Power  Com- 
mission, Toronto,  Ont. 

Membership  and  Credentials  Committee: — Oswald  F. 
Scott,  Belleville,  Chairman;  P.  B.  Yates,  St.  Catharines;  T.  J. 
Heeg,  Guelph;  W.  E.  Reesor,  Lindsay;  E.  H.  Caughell,  St. 
Thomas. 

Papers  Committee:— -V.  S.  Mclntyre,  Kitchener,  Chair- 
man; H.  H.  Couzens,  Toronto;  H.  D.  Rothwell,  North  Bay; 
F.  F.  Espenschied,  Hydro-electric  Power  Commission,  To- 
ronto; L.  G.  Ireland,  Hydro-electric  Power  Commission, 
Toronto. 

Conventions  Committee: — E.  J.  Stapleton,  Collingwood, 
Chairman;  J.  E.  B.  Phelps,  Sarnia;  A.  T.  Hicks,  Oshawa;  J. 
McLinden,  Owen  Sound;  O.  N.  Perry,  Windsor. 

Rules  and  Regulations  Committee: — R.  H.  Martindale, 
Sudbury,  Chairman:  J.  G.  Archibald,  Woodstock;  B.  Cole- 
man, Port  Hope;  H.  O.  Fisk,  Peterborough;  T.  C.  James, 
Hydro-electric  Power  Commission,  Toronto. 

CONSTITUTION 

This  organization  shall  be  known  as  the  Association  of 
Municipal  "Electrical  Engineers  (of  Ontario),  and  it  is  organ- 
ized for  the  following  purposes,  to  wit: 

1.  To  further  the  interests  of  Municipal  Electrical  Utili- 


Mr.  E.  I.  Sifton,  Hamilton,  Vice-President 


Mr.  S.  R.  A.  Clement,  Toronto,  Secretary 


Mr.  R,  C.  McCollum.  Toronto.  Treasurer 
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Mr.  R.  H.  Martindale,  Sudbury, 
Chairman  Rules  and  Regulations  Committee 


Mr.  V.  S.  Mclntyre,  Kitchener, 
Chairman  Papers  Committee 


Mr.  E.  J.  Stapleton,  Collingwood, 
Chairman  Conventions  Committee 


ties  in  Ontario  and  to  foster  closer  co-operation  between  the 
Municipalities  and  with  the  parent  organizations,  viz.:  The 
Hydro-electric  Power  Commission  of  Ontario  and  the  Ontario 
Municipal  Electrical  Association. 

3.  For  the  mutual  assistance  of  its  members,  education 
along  technical  and  commercial  lines,  and  the  standardization 
of  methods,  apparatus  and  materials. 

BY-LAWS 
Membership 

Membership  in  the  Association  shall  be  open  to  Ontario 
Municipal  Electrical  Utilities,  operated  locally  or  by  the 
Hydro-electric  Power  Commission  of  Ontario.  Each  Mem- 
ber Utility  is  entitled  to  representation  by  delegates  of  Uie 
following  active  classes:  Class  "A,"  Class  "B."  A  Class  "A" 
delegate  shall  be  the  chief  operating  executive  or  other  au- 
thorized representative  of  any  Ontario  Municipal  Electrical 
Utility  or  Local  Electrical  Utility  operated  by  the  Hydro- 
electric Power  Commission  of  Ontario,  and  only  one  such 
delegate  from  each  Municipality  will  be  permitted.  The  On- 
tario Municipal  Electrical  Association  shall  have  the  privilege 
of  holding  two  Class  "A"  memberships.  A  Class  "B"  dele- 
gate shall  be  any  other  commissioner,  official  or  employee 
of  any  Ontario  Municipal  Electrical  Utility. 

Associate  Membership 
Persons  not  eligible  for  either  of  the  former  two  classes 
may  be  elected  as  Associates  by  a  two-thirds  majority  vote 
of  the  Class  "A"  delegates  present  at  any  general  meeting  of 
the  Association. 

Privileges 

Class  "A"  delegates  shall  be  eligible  for  any  office  in  the 
Association,  and  shall  hold  the  only  voting  rights.  The  pre- 
siding officer  at  any  meeting  shall  vote  as  a  delegate,  and  in 
case  of  a  tie  shall  also  have  the  deciding  vote.  Class  "B" 
delegates  shall  be  eligible  for  any  office  in  the  Association 
other  than  President  and  Vice-president.  Associates  shall  be 
eligible  for  any  office  in  the  Association,  excepting  President, 
Vice-President,  and  Chairmanship  of  standing  committees. 
In  all  other  respects  the  entire  membership  shall  enjoy  equal 
privileges,  one  class  with  another. 

Officers 

The  officers  of  the  Association  shall  be  President,  Vice- 
President,  Secretary,  Treasurer  and  Chairman  of  the  Stand- 
ing Committees.  They  shall  each  hold  office,  after  being 
duly  elected,  for  one  calendar  year,  or  until  their  successors 


are  chosen,  unless  suspended  for  cause  by  a  two-thirds  ma- 
jority vote  of  the  Class  "A"  delegates  present  at  any  gen- 
eral meeting  of  the  Association. 

Meetings 

Meetings  shall  be  held  from  time  to  time;  hut  not  less 
than  twice  each  calendar  year,  the  month  and  place  of  meet- 
ing having  been  selected  by  the  Association  at  a  prior  meet- 
ing. A  quorum  for  the  purpose  of  transacting  business  shall 
consist  of  a  majority  of  the  officers,  and  in  addition  Class 


Mr.  Oswald  F.  Scott,  Belleville, 
Chairman    Membership   and  Credentials 
Committee 

"A"  delegates  from  not  less  than  twenty  per  cent,  ut  the 
Member  Utilities.    Motions  shall  be  passed  l)y  the  majority 
vote  of  all  Class  "A"  delegates  .presenf  at  a  legal  meeting. 
Special  meetings  for  specific  purposes  may  be  held  at  any 
time  and  place  on  the  call  of  the  President  or  on  the  written 
demand  of  at  least  10  per  cent,  of  the  Memlier  Utilities. 
Standing  Committees 
The  standin.g  cumniiUecs  ol  the  .\ssociation  shall  l>c  as 
f,,ll,,ws:— 1.   Membership  and  Credentials  Comuiiltee:  I'a- 
( Continued  on  page  35.) 
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Fast  Service  Line  Niagara  Falls  to  Buffalo — 
Operation  at  600  Volts— Cost  Approx- 
imates $170,000  per  Mile 

An  article  in  Electric  Traction  by  H.  E.  Riexinger,  Chief 
Engineer,  International  Railway  Company,  describes  a  line 
this  company  is  building,  designed  for  high  speed  operation, 
between  Niagara  Falls  and  Buffalo,  a  distance  of  some  twenty- 
three. miles.  The  line  will  be  operated  at  600  volts,  d.c.  Other 
details  are  given  as  follows: 

Overhead  Construction 

The  overhead  is  of  the  catenary  type.  The  messenger  is 
500,000  cm.  hard  drawn  copper  cable  having  a  3-ft.  sag  be- 
tween supports,  spaced  300  ft.  apart.  The  4/0  hard  drawn 
trolley  wire  having  a  voltage  of  600  is  attached  to  the  mes- 
senger at  10  ft.  spaces. 

The  supports  for  the  overhead  consist  of  steel  bents  and 
trusses  spaced  200  ft.  apart  on  tangents  and  varying  down 
to  90  ft. 

Four  different  types  of  steel  catenary  bridges  have  been 
adopted,  one  for  use  on  tangents,  a  second  for  curves,  a 
third  type  for  strain  towers,  and  a  fourth  for  dead  end 
towers  at  each  end  of  the  line.  These  catenary  bridges  are 
of  unusually  heavy  design  because  of  the  probability  of  con- 
structing additional  transmission  lines  above  this  entire 
structure. 

In  all  there  are  420  of  these  catenary  bridges,  contain- 
ing over  800  tons  of  structural  steel. 

Sub-stations 

To  take  care  of  the  power  supply  one  new  sub-station 
was  built  at  Niagara  Falls,  and  the  existing  sub-stations  at 
Paynes  Avenue  and  at  Fillmore  Avenue  were  changed  so  as 
to  meet  the  demands  of  the' new  line. 

At  the  Paynes  Avenue  sub-station,  three  400-kw.,  rotary 
converters  were  taken  out  to  provide,  room  for  three  1,000- 
kw.  machines.  The  transformers,  bus  bar  and  switchboard 
equipment  were  changed  to  meet  requirements. 

At  the  Fillmore  Avenue  sub-station,  one  400-kw.,  rotary 
converter  was  removed,  and  one  3,000-kw.,  rotary  converter 
was  installed. 

The  new  sub-station  at  Niagara  Falls  has  two  new  1,000- 
kw.  General  Electric  rotary  converters,  and  three  400-kw. 
rotary  converters  were  taken  from  the  present  Niagara  Falls 
station.  Oil-cooled  transformers  were  used  instead  of  air- 
cooled  because  it  was  thought  that  the  close  proximity  of 
the  large  chemical  plants  would  make  the  use  of  air-cooled 
apparatus  unsatisfactory. 

While  plans  were  being  drawn  it  was  not  known  defi- 
nitely just  what  the  incoming  voltage  would  l)e  at  the  Niagara 
Falls  sub-station.  It  was  finally  decided  to  use  11,000-voIt 
energy,  but  if  it  becomes  desirable  in  the  future  to  use  22.000- 
volt  it  will  not  be  a  serious  problem. 

The  n,000-volt  equipment  selected  can  be  utilized  for 
22,000-volt  with  slight  changes,  the  power  transformers  be- 
ing wound  for  either  voltage.    The  35,000-volt  H-3  type  oil 


switch,  double  ratio  current  transformers,  disconnect  switches 
and  bus  bar  material  are  all  suitable  for  either  voltage.  If 
it  becomes  advisable  to  discontinue  the  use  of  11,000-volt  en- 
ergy and  use  22,000-volt,  it  will  be  necessary  to  change  the 
connections  in  the  power  transformers  and  current  trans- 
formers, to  purchase  two  22,000-110-volt  potential  transform- 
ers for  instruments  on  the  switchboard,  and  to  change  slightly 
the  method  of  entering  the  building. 

The  actual  expenditures  involved  by  the  construction  of 
the  Buffalo-Niagara  Falls  line  will  be  about  as  follows: 

Right-of-way  $  850,000 

Bridges,  trestles  and  culverts    605,000 

Sub-station  equipment      111,985- 

Buildings   122,850 

Rolling  stock   235,000 

Grading   508,768 

Track  and  line  labor   156,361 

Track  material   393.612 

*Line  material   474  015 

Portage  road  subway   100,000 

Engineering  and  interest  during  construction  . .  324,759 

Total  $3,872,350 

*In  the  item  for  line  material  is  included  an  item  for  a 
complete  signal  system;  cost  about  $90,000. 


Winnipeg  Electric  Railway  Company  Inaugu- 
rating Competition  for  Jitneys 

The  Winnipeg  Electric  Railway  Company,  having  suf- 
fered tremendous  financial  hardships  owing  to  competition 
of  jitneys,  has  now  decided  to  give  the  latter  a  taste  of  their 
own  medicine.  To  this  end  a  number  of  motor  busses  are 
being  placed  on  the  routes  now  operated  by  jitneys.  Here- 
with are  shown  interior  and  exterior  views  of  motor  bus. 
which  is  the  type  adopted  by  the  railway  companj^.  Trans- 
fers will  be  issued  to  passengers  valid  on  street  cars  at  points 
of  junction.    Contracts  for  busses  were  placed  on  Tilarch  9th. 


E.xterior  View  W.  E.  R.  Co.  Motor  Bus 
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(Continued  from  page  :;;;.) 
pers  Committee;  :!.  Convention  Committee;  4.  Rules  and 
Regulations  Committee.  Each  Committee  shall  consists  ot 
a  Chairman,  with  at  least  two  other  committee  members 
elected  by  the  Association  at  large.  The  Chairman  of  these 
standing  committees,  with  the  Executive  officers  of  the  Asso- 
ciation, shall  constitute  the  executive  committee.  The  Presi- 
dent is  a  member  ex-officio  of  all  committees. 

Elections 

The  election  of  officers  and  standing  committees  shall 
take  place  at  the  first  regular  meeting  in  each  calendar  year. 

The  presiding  officer  at  this  meeting  (President  or  Vice- 
President)  shall  select  from  the  Class  "A"  delegates  present, 
three  men  to  act  as  a  Slate  or  Striking  Committee,  who  shall 
immediately  adjourn  and  prepare  a  suggested  list  of  officers 
and  members  of  standing  committees  to  be  voted  upon,  at 


Motor  Bus  will  seat  16  passengers 

Each  vehicle  has  a  capacity  of  16  passengers  and  the  run- 
ning schedule  will  be  from  C  a.m.  until  midnight.  The  door 
has" no  handle  and  consequently  passengers  cannot  open  it 
to  enter  or  leave  the  car  while  in  motion.  The  bus  is  built 
on  a  one-ton  truck  chassis,  with  interior  equipment  similar 
to  that  of  the  standard  street  cars.  Broad  leather  uphol- 
stered spring  cushion  seats,  curved  back  rests,  two  dome 
lights,  and  electric  push  buttons  are  features  that  add  to 
the  comfort  of  the  passengers,  while  the  wide  space  between 
the  seats  gives  ample  roon>  for  comfort.  For  winter  weather, 
heaters  will  be  placed  in  the  busses.  There  will  not  be  any 
conductor;  passengers  will  deposit  their  fares  as  they  enter 
the  Inis. 


Quebec  Asking  for  Increase  in  Fares 

Mr.  W.  J.  Lynch,  manager  of  the  Quebec  Railway,  Light, 
Heat  &  Power  Company,  has  applied  to  the  City  Council  for 
authorization  of  an  increase  in  fares  on  the  electric  railway 
line.  He  bases  his  application  on  the  increase  in  the  ma- 
terials incidental  to  the  operation  of  a  public  utility  com- 
pany, a  list  submitted  showing  an  average  increase  between 
lune,  1913,  and  June,  1917,  of  109..3  per  cent.  This  does  not 
include  cost  of  labor,  which  has  also  very  substantially  in- 
creased. Mr.  Lynch  also  submitted  a  list  of  41  street  rail- 
way companies  which  had  increased  their  fares  between 
Tanuary  1st,  1917,  and  January  1st,  1918.  The  company  ask 
for  a  five  cent  fare,  5  tickets  for  2".  cents,  21  tickets  for  a 
dollar;  abolition  of  workmen's  tickets;  school  children's 
tickets  to  remain  at  ten  for  2.5  cents,  but  all  children,  ex- 
cepting those  in  arms,  to  pay  a  three  cent  cash  fare;  trans- 
fers 1  cent  cash. 


M.  &  S.  C.  Building  New  Station 

\t  an  early  date  the  Montreal  &  Southern  Counties 
Railway  Company  will  erect  a  new  station,  frei.ght  and  gen- 
rral  offices  on  Youville  Street,  Montreal.  The  building  will 
bo  of  three  storeys  and  constructed  of  steel,  concrete,  and 
pressed  brick.  The  present  station  is  very  small  and  the 
offices  are  in  the  Canadian  Express  Building,  McGill  Street. 
The  company  has  concluded  an  agreement  with  the  Montreal 
Tramways  Company,  by  which  a  loop  line  will  be  constructed 
around  the  terminal  station  of  the  Southern  Counties  Rail- 
way Company,  involving  the  crossing  of  the  Tramways  Com- 
pany's lines.  This  will  enable  a  more  speedy  handling  of 
the  cars. 


least   two   names  l)ein; 


suggested  for  each   office.  Other 


nominations  made  by  the  meeting  at  large  will  be  permitted, 
including  the  nominees  of  the  Slate  Committee.  Voting  shall 
be  by  ballot,  and  each  Class  "A"  delegate  present  shall  have 
one  vote  for  each  officer— the  majority  of  the  votes  cast  shall 
elect.  A  separate  ballot  shall  be  taken  for  each  office.  The 
new  officers  shall  take  their  positions  immediately  after 
the  dissolution  of  the  general  meeting  at  which  they  are 
elected. 

Fees 

An  annual  fee  shall  be  assessed  against  each  Member 
Utility  in  accordance  with  the  following  scale,  based  upon  the 
number  of  electrical  consumers  at  the  end  of  the  previous 
calendar  year. 

Less  than  3.)0  consumers   $2.00 

  5.00 


251—  500 
501—  1,000 

1.000—  2,000 

2.001—  3,000 
3,001—  5,000 
5,001—10,000 
Over  10,000 


7.50 
10.00 
15.00 
25.00 
35.00 
50.00 


Electrical  Heating  Publication 

Of  interest  to  everybody  connected  with  the  heating  of 
baking,  drying  and  japanning  ovens  is  a  reprint  just  issued 
by  the  Westinghouse  Electric  and  Manufacturing  Company, 
of  East  Pittsburgh,  Pa.  This  includes  an  article,  "Electric- 
ally Heated  Japanning  Ovens,"  by  C.  F.  Hirshfield,  reprint- 
ed from  the  N.  E.  L.  A.  Bulletin,  and  "Heat  Calculation  for 
Baking  and  Drying  Ovens,"  by  W.  S.  Scott,  reprinted  from 
the  Electrical  Journal.  Thus  there  are  grouped  under  a 
single  cover  an  article  giving  general  considerations  in  favor 
of  electrical  heating  for  this  purpose  and  an  article  giving 
the  detailed  method  of  calculation  for  the  amount  of  heat 
required  to  raise  the  temperature  of  the  work,  of  the  support- 
ing and  carrying  parts,  such  as  trucks  and  of  the  ventilating 
air.  How  to  compute  the  losses  from  the  external  surface 
of  the  oven,  and  the  heat  required  to  raise  the  temperature 
of  the  oven  walls,  etc.,  are  also  given.  This  publication  should 
be  of  much  value  to  central  station  solicitors  who  are  en- 
deavoring to  interest  their  customers  in  the  electrical  heating 
of  ovens,  as  well  as  to  present  and  prospective  users  of  such 
equipment. 


National  Association  in  New  Quarters 

Dating  from  March  30,  I9IS,  the  National  .\ssociation 
of  Electrical  Contractors  and  Dealers  have  permanently  ap- 
pointed their  headquarters  at  Room  1703,  110  West  40tli 
Street,  New  York. 
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Magnetic  Advertising   Some  Basic  Suggestions 
for  tlie  Contractor-Dealer 

By  F.  S.  Ackley" 

Manufacturers  and  large  retail  establishments  are  able, 
consistent,  and,  hence,  highlj-  successful  advertisers.  Many 
large  businesses  have  been  built  up  by  the  publicity  method. 
But  the  rank  and  file  of  sinall  stores,  particularly  electrical 
stores,  are  poor  advertisers,  most  of  them  doing  practically 
no  advertising  worthy  of  the  name. 

Advertising-  does  not  necessarily  mean  buying  news- 
paper space.  That  is  only  one  feature  of  a  well-planned 
campaign.  In  fact,  many  good  advertisers  do  not  use  news- 
paper space  at  all  and  almost  never  run  "'campaigns."  Ad- 
vertising, in  its  broader  sense,  is  serving  notice  on  the  public 
that  you  are  in  business  in  a  certain  line,  and  doing  it  so  as 
to  pull  trade  to  your  store.  You  can  do  this  in  many  ways, 
from  hanging  up  a  sign  over  your  door  to  running  full  pages 
in  every  newspaper  in  town. 

Three  Functions 

In  brief,  advertising  has  three  principal  functions — to 
attract  attention,  to  arouse  desire,  and  to  turn  that  desirer  in 
your  direction.  Any  publicity  that  does  these  three  things 
well  is  good  advertising.  If  a  poster,  a  letter,  a  newspaper 
ad.  or  a  window  display  gets  the  customers  into  your  store 
it  has  done  its  part — the  rest  is  ''up  to"  your  salesmef:.  They 
must  make  the  sale,  and  the  goods  and  the  treatment  ac- 
corded customers  must  hold  the  trade  thus  obtained. 

There  are  two  main  classes  of  advertising — the  kind  that 
costs  practically  nothing  and  the  kind  that  costs  consider- 
able. In  the  first  class  are  store  front,  window  displays, 
store  arrangement,  and  store  service.  You  don't  have  to 
spend  any  more  money  to  g-ive  proper  care  to  these  details 
than  to  give  them  careless  attention.  Common  sense  and  a 
little  originality  are  all  that  is  needed. 

The  more  costly  forms  of  advertising-  are  newspaper, 
billboard,  circular  letters,  street  car  publicity,  and  such  efforts 
depending  upon  the  circulation  of  the  printed  word.  They 
are  worth  all  they  cost,  but  some  forms  are  better  adapted  to 
certain  businesses  than  others. 

Let  us  first  consider  the  class  of  advertising-  that  requires 
but  little  expenditure — the  kind  that  the  smallest  merchant 
should  use  and  that  the  largest  establishment  cannot  afford 
to  neglect. 

"Here  I  Am!" 

Is  your  store  simply  one  of  a  hundred  without  a  thing  to 
distinguish  it  from  its  neighbors  or  from  the  other  electrical 
stores  in  town?  Or  does  it  staind  out  from  its  surroundings 
and  say,  "Here  I  am!"  to  every  passerby? 

A  good  store  must  have  individuality.  It  must  attract 
attention  to  itself.  It  must  get  itself  known  outside  its  imme- 
diate neighborhood.  This  can  be  accomplished  by  careful 
attention  to  the  details  of  outside  appearance  and  inside  ser- 
vice and  arrangement.    Night  illumination  is  a  big  factor. 

If  a  store  is  to  attract  the  attention  of  passers-by  it 
*In  National  Electrical  Contractor. 


should  have  some  definite  distinguishing  feature.  If  its  neigh- 
bors are  dingy  in  appearance,  fresh  new  paint,  clean,  modern 
windows,  and  a  better  sidewalk  will  accomplish  the  neces- 
sary. If  the  store  is  in  a  good  business  neighborhood  per- 
haps a  novel  or  particularly  handsome  sign  and  a  different 
color  of  paint  or  a  different  shaped  window  will  be  needed. 
Nothing  should  be  done  to  offend  the  eye,  however,  as  it  is 
favorable  attention  that  must  be  attracted. 

Change  Often 

Change  the  window  display  often  and  make  each  displa/ 
jinteresting.  Make  the  store  arrangement  inviting  also.  These 
two  things  will  attract  atention  and  draw  trade.  Make  the 
store  a  bright  spot  at  night — good  illumination  is  a  sales  mag- 
net. 

Another  form  of  publicity  that  does  not  cost  the  retailer 
anything  is  the  leaflets  that  every  manufacturer  supplies  for 
advertising  his  products.  Whenever  you  make  a  sale,  wrap 
up  with  the  article  sold  a  leaflet  on  a  similar  device.  If  you 
sell  a  washing-  machine,  for  instance,  see  that  the  customer 
gets  flatiron  or  ironing  machine  literature.  Be  sure  that  yon 
have  price  and  terms  marked  on  the  leaflet.  Nothing  is  to 
be  gained  by  concealing  the  price,  even  if  high.  Your  store 
arrangement  can  also  be  used  to  call  new  appliances  to  your 
customers'  attention.  Counter  display  cards  and  wall  hang- 
ers are  also  valuable. 

Sales  Helps 

Too  many  dealers  underestimate  the  value  of  manufac- 
turers* free  sales  helps.  This  material  costs  the  manufacturer 
a  great  deal  of  money,  and  will  sell  goods  if  given  a  chance. 
Most  manufacturers  do  magazine  advertising  also,  and  such 
advertising  creates  business  for  someone — this  is  a  proved 
fact.  It  will  bring  business  to  you  if  you  tie  up  to  it  by 
means-  of  the  good  material  offered  you. 

If  you  maintain  a  delivery  auto  or  wagon  you  have 
another  opportunity  for  free  advertising.  Posters  or  a  paint- 
ed sign  on  this  vehicle  will  carry  your  message  to  every 
quarter  of  town  and,  if  the  "copy"  used  be  properly  handled, 
will  bring-  in  business. 

The  subject  of  advertising  requires  study,  and  such  study 
will  be  well  worth  your  wliile.  Electrical  trade  papers  ca^^3^ 
every  month,  excellent  suggestions  for  publicity  work.  Every 

one  of  them  can  be  adapted  to  your  needs.    Try  them  out  it 

will  pay.  A  live  dealer  is  always  on  the  alert  to  pick  up  ideas 
and  use  them,  and  you  should  be  able  to  get  at  least  one  or 
two  business  building  ideas  from  every  issue  of  this  maga- 
zine. Success  has  always  hinged  upon  the  abilitj^  to  take 
advantage  of  every  opportunity.  These  articles  are  intended 
to  help  you  recognize  such  opportunities  when  they  appear. 
Spending  Money 

Let  us  now  consider  the  forms  of  advertising-  which  re- 
quire an  expenditure  of  money.  Of  these  perhaps  the  com- 
monest is  newspaper  advertising.  The  space  of  this  article 
does  not  permit  details,  but  the  following  principal  rules  are 
fundamental : 

Advertise  regularly.  Spasmodic  publicity  produces  at 
best  spasmodic  sales.     "Keeping  everlastingly  a*:  it  brings 
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success."    H'  you  want  ;i  steady  business  you  must  keep 
it  steadily. 

Make  your  advertisements  interesting  and  change  the  copy 
often  enough  to  keep  that  interest  alive.  Large  space  is  not 
necessary,  but  the  "business  card"  form  of  publicity  is  worth 
very  little.  Classified  advertisements  have  frequently  been 
used  with  good  effect. 

Always  use  a  picture  in  your  display  space.  Pictures  are 
almost  certain  to  attract  the  eye.  You  can  get  good  cuts  free 
from  the  manufacturers  of  the  appliances  you  sell. 

It  is  best  to  secure  a  fixed  place  in  the  paper  for  your 
regular  announcements,  and  try  to  use  a  clear  type,  with  the 
balance  of  white  space  so  proportioned  as  to  give  attention- 
attracting  individuality  to  your  advertisement.  Don't  crowd 
and  don't  use  too  small  type  or  more  than  one  or  two  sizes, 
and  any  good  newspaper  office  will  help  you  arrange  your 
advertisement  so  as  to  get  the  best  effect. 

Seasonable  Advertisements 
Advertise  seasonable  things  in  a  live  way.  Anything 
worth  doing  at  all  is  worth  doing  well,  and  care  spent  in  fill- 
iing  the  space  you  have  paid  good  money  for  will  make  the 
cost  worth  while. 

Motion  picture  slides  of  seasonable  subjects  are  also 
good  advertising  and  not  very  costly.  Manufacturers  will 
supply  you  with  free  slides. 

Closely  allied  to  this  form  of  publicity  are  posters  m 
public  places,  painted  sign  boards,  and  street  car  cards. 
Practically  the  same  rules  apply  to  such  advertising  as  to 
newspaper  publicity,  except  that  illustrations  here  must  carry 
most  of  your  message  by  themselves.  There  is  little  room 
for  copy.  Manufacturers  supply  good  material  for  this  work, 
and  will  tell  you  how  best  to  use  it. 

Business  by  Mail 
Advertising  by  mail,  though  costly,  will,  if  properly  done, 
bring  big  returns.    Volumes  have  been  written  on  this  sub- 
ject, and  it  is  impossible  to  do  more  than  touch  upon  it  here. 

Much  depends  upon  your  mailing  list.  For  an  electrical 
appliance  dealer  the  telephone  book  can  be  used  to  form  the 
basis  of  a  pretty  good  list,  although  each  name  should  be 
carefully  scrutinized.  Previous  customers  who  have  not 
bought  lately  are  good  prospects,  and  so  are  the  owners  or 
tenants  of  houses  that  you  have  wired.  Time  can  profitably 
be  spent  in  making  up  a  good  mailing  list,  as  each  name  costs 
money  in  postage  and  stationery,  and  there  should  be  as  little 
waste  as  possible. 

Having  secured  a  good  mailing  list,  the  next  thing  is  to 
plan  good  letters.  Letters  should  be  seasonable,  sensible, 
and  forceful.  They  sliould  have  a  definite  purpose,  and 
should  not  depart  for  a  single  sentence  from  that  purpose. 
Always  write  about  what  you  are  selling  from  the  customer's 
viewpoint.  If  you  are  trying  to  sell  a  flatiron,  tell  the  cus- 
tomer what  it  will  do  for  her  in  saved  steps,  lighter  labor, 
freedom  from  heat,  etc.  Then  make  your  price  and  terms 
seem  attractive  to  her  and  make  it  as  easy  as  you  can  for  her 
to  take  favorable  action.  If  you  have  done  all  these  things 
well  and  not  made  your  letter  too  long,  you  have  a  good 
letter. 

Keep  careful  track  of  all  letters  sent  out.  check  returns, 
follow  up  enquiries,  and  record  sales.  You  can  thus  tell  if 
vour  attempt  has  been  worth  while,  and  can  get  data  for 
future  use. 

One  at  a  Time 

Don't  stuff  a  letter  with  a  lot  of  folders.  One  folder  on 
the  same  subject  as  the  letter  is  enough.  Too  iiiucli  litera- 
ture confuses  the  mind  of  the  prospect.  One  thing  at  a  time 
accomplishes  the  best  results  in  letter-writing,  newspaper 
;idvcrtising,  and  most  other  forms  of  publicity. 

Just  a  word  on  follow-up  before  leaving  this  subject. 

Don't  be  content  with  the  returns  you  get  from  a  single 
letter.    At  least  three  letters  on  one  subject  should  be  sent 


before  you  drop  it.  Keep  after  the  prospects  who  have  not 
been  infiuenced  by  your  first  appeal-send  them  new  argu- 
ments, new  information. 

Don't  neglect  enquiries.  This  is  the  most  important  part 
of  follow-up.  Poor  handling  of  enquiries  is  responsible  oi 
the  loss  of  many  sales.  If  you  can't  go  yourselt  or  send  a 
salesman,  be  sure  you  write  the  prospects  at  once  a  personal 
letter  oiving  all  the  information  asked  for,  and,  if  possible, 
make'an  appointment  to  see  the  customer.  Use  the  telephone. 
Keep  after  the  prospect  as  long  as  there  is  any  chance  for  a 
sale  If  sufficient  interest  has  been  aroused  to  get  an  enquiry, 
there  ought  to  be  no  serious  obstacle  between  you  and  the 
sale. 

Just  Simple  Rules 

It  may  seem  that  the  simple  rules  laid  down  in  this  article 
are  self-evident— they  are!  But  how  often  they  are  over- 
looked! Statistics  show  that  there  are  95  per  cent,  of  failures 
in  the  business  world  every  year— think  of  it!  Only  5  per 
cent,  of  business  men  are  successful.  Attention  to  detail- 
intelligent  application  of  basic  principles  is  the  road  to  suc- 
cess in  any  endeavor;  and  it  has  been  the  purpose  of  this  and 
preceding  articles  to  point  out  this  road. 


Toronto  Electrical  Contractors 
The  regular  monthly  meeting  of  the  Toronto 
Electrical  Contractors'  Association  will  be  held  at 
the  usual  time  and  place— Walker  House,  7.30— 
on  Thursday,  April  4.  The  president,  Mr.  K.  A. 
Mclntyre,  will  just  be  back  from  Detroit,  fresh 
from  a  conference  with  the  now  famous  W.  L. 
Goodwin  and  other  prominent  members  of  the 
National  Electrical  Contractors'  Association  of 
the  United  States,  and  will  have  some  interesting 
information  to  pass  along. 

If  there's  time,  the  discussion  on  accounting 
will  be  advanced  a  stage.  There  is  also  that  mat- 
ter of  licensing,  in  which  all  contractors  are  so 
vitally  interested.  Mr.  Mclntyre  has  gathered  a 
lot  of  information  on  this  subject,  too.  so  come 
prepared  to  express  your  views. 


Canadian  Made  Switch  Plates 

Sin-le  gang  flush  switch  plates  arc  now  being  manufac- 
tured in  Canada  by  W.  H.  Banfield  &  Sons,  Limited,  Toronto. 


Three  styles  are  at  present  produced— blank  plates,  recep- 
tacle plates  and  No.'s  7054  and  7055  in  .033  and  .025  gauge. 
The  company  state  they  will  be  glad  to  mail  samples  upon 
request. 
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Static  Condensers 

riu'  Canadian  (u'lUMal  IMoctric  t '(.mpaiiy  lias  rcccntlj- 
ili'velopoa  a  conuncrcially  .succissfiil  type  of  static  cnndniscr 
lor  power  factor  improvement  on  moderate  capacity  feeder 
circnits.  This  static  condenser  consisis  essenlially  of  a  mini- 
her  of  condenser  sections  similar  to  those  used  with  gen- 
erator voltage  regidators.  A  numher  of  improvements  have 
been  niade  to  adaiit  tiiese  sections  for  power  service,  alfhotigh 
the  metal  foil  and  paper  construction  is  maintained.  The  foils 
and  paper  are  assembled  in  oil  in  a  metal  container  to  increase 
insulating  properties.  In  addition  to  the  condenser  sections, 
each  eipiipment  includes  a  reactance  for  each  line  leg.  dis- 


Static  Condenser,  300  K.V.A.,  showing  arrangement  of  Condensers 


charge  resistance  rods  for  each  phase,  a  fuse  in  series  with 
each  cendenser  section,  and  a  switch  for  controlling  the  equip- 
ment. The  static  condenser  has  no  rotating  or  reciprocating 
parts.  It  is  connected  directly  across  the  line  on  which  it  is 
desired  to  improve  the  power  factor. 

Standard  equipments  are  controlled  by  an  oil  circuit- 
breaker  supplied  with  overload  trip.  A  low  voltage  release 
is  not  furnished  as  it  is  considered  unnecessary  to  discon- 
nect the  device  from  the  line  in  case  the  power  goes  off. 
No  attendant  is  required  to  operate  this  condenser.  To  place 
it  in  operation,  the  control  switch  is  closed  and  to  remove  it 


Irom  service  the  switch  is  tripped  open.  It  may  be  left 
on  the  line  indefinitely  with  only  an  occasional  inspection 
to  see  that  it  is  operating  satisfactorily.  Because  of  this,  the 
t'(niiliment  may  be  installed  in  any  out  of  the  way  space,  or  in 
a  sub-station  that  may  be  inspected  only  monthly,  or  even  at 
longer  intervals.    The  operation  is  practically  noiseless. 

Static  condensers  are  standard  for  installation  on  cir- 
cuits ranging  in  frequency  from  40  to  125  cycles,  in  voltages 
from  440  to  3300,  and  may  be  furnished  in  any  capacity — 
though  the  present  standards  range  from  50  kv.a.  to  400  kv.a. 


New  Electrically  Operated  House  Pump 

A  new  small  capacity  electrically-driven  pump  has  been 
developed  by  the  Crestline  Mfg.  Company,  Crestline,  Ohio, 
which  is  especially  suited  to  replace  the  common  water  lift 
to  pump  rain  water  for  soft  water  in  residences.  "It  can 
also  be  used  for  general  water  supply  in  homes  when  city 
water  supply  service  is  not  available  and  the  pump  can  be 
placed  so  the  suction  lift  will  not  be  over  25  feet.  Th€  outfit 
is  made  in  two  capacities— Model  "A"  single  cylinder  with  a 
capacity  of  125  gallons  per  hour,  and  Model  "B,"  w^ith  a  capa- 
city of  250  gallons  per  hour.  Both  will  operate  against  a 
pressure  of  50  pounds  per  square  inch.  An  automatic  con- 
troller switch  is  connected  with  the  discharge  and  is  set  to 


operate  between  pressures  of  40  pound  maximum  and  20 
pounds  niininuim.  It  can  be  adjusted,  however,  to  operate 
at  any  desired  pressure.  The  pump  gears  run  in  oil,  and  this 
same  oil  is  automatically  carried  to  all  the  pump  bearings. 
The  only  oiling  necessary  therefore,  is  to  place  one  quart  of 
oil  in  the  oil  chamber  on  starting.  This  will  be  sufficient 
for  one  year's  normal  service.  The  cylinders  are  brass  lined, 
have  a  iH-inch  bore,  3-inch  stroke,  and  are  self-primed.  An 
air  valve  provides  sufficient  air  for  pneumatic  pressure  tank 
system.  The  valves  are  bronze  and  rest  in  bronze  seats.  The 
pump  and  motor  are  mounted  on  a  cast  iron  base.  The  pump 
IS  a  slow  speed  type  which  is  connected  to  the  motor  by 
belt  with  idler  pulley  attachment.  Pressure  tanks  are  also 
supplied  when  ordered.  Alodel  "A"  is  fitted  w^ith  a  1/6  horse- 
power, and  Model  "B"  with  a  ^'4  horse-power  Robbins  & 
Myers  motor. 


A  Fine  Lighting  Scheme 

One  of  the  most  interesting  features  in  connection  with 
the  new  Toronto  .Art  Museum,  which  opens  its  doors  to  the 
public  in  a  few  days,  is  the  illumination.  Concealed  units  are 
used  throughout.  These  consist  of  "daylight"  lamps,  placed 
above  a  diffusing  glass  ceiling.  The  effect  is  a  most  startling 
approach  to  a  real  daylight  illumination,  both  in  color  and 
intensity.  The  installation  througliout  is  one  of  which  Mr. 
George  J.  Beattie,  the  electrical  contractor,  has  every  reason 
to  be  proud. 
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PHILUPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows.— 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  m., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE.— Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor.  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  ir,.  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60.  ... 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


Phillips  Factory 
at  Montreal 
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Current  News  and  Notes 


Bianttord.  Ont. 

riie  annual  statenuMH  of  ilu-  ISraiitforil  Municipal  l\ail- 
\va>-s  Commission  shows  a  net  delicit  of  compared  with 

$l.isi.>  in  the  previous  year.    The  re\  enue  totalled  $111,972,  an 
increase  of  $i;!,s;!4.  although  operating  expenses    ha\e  in- 
creased $12,8;i4. 
Brockville.  Ont. 

The  lirock\  ille  M  \ dro- l\lectric  Commission  contemjjlate 
the  installation  of  additional  switclilioards  and  switciiing 
equipment  in  order  to  luuidle  additional  business  which  it  i; 
anticipated  will  come  from  some  of  the  Iar.i;e  manufacturing 
plants  likely  to  chaiige  o\er  frinn  steam  to  electric  i>ower. 

Carleton  Place,  Ont. 

Tiie  1  l\-dro-Elcctric  Power  Commission  of  Ontario  has 
been  asked  to  make  a  \aluation  of  the  local  private  plant, 
with  a  view  to  its  bein.<_;  purchased  \>y  the  municipality  and  a 
supply  of  H\dro  power  l)e;ng  arranged. 

Collingwood,  Ont. 

.\  ;!00  kv.a.  synchronous  condenser  has  been  installed  by 
the  Collingwood  Hydro-Electric  Commission  for  correcting 
the  power  factor. 
Cookstown,  Ont. 

L'onstruction  work  has  been  started  on  a  distribution  sys- 
tem in  Cookstown,  Ont..  and  it  is  expected  power  will  be  de- 
li\'ered  within  a  short  time  from  the  transmission  lines  of  the 
Severn  system  of  the  Ontario  Hydro-Electric  Power  Com- 
mission. 

Drummondville,  Que. 

Plans  are  being  completed  by  the  Southern  Canada  Power 
Company  for  their  development  at  Drummondville,  Que.,  and 
w-ork  will  be  proceeded  with  immediately.  The  plant  will  have 
an  ultimate  capacity  of  30,000  h.p.,  although  about  10,000  h.p. 
will  be  the  initial  output. 
Durham,  Ont. 

A  1.000  kv.a.  frequency  changer  set  has  been  installed  in 
the  plant  of  the  National  Portland  Cement  Company,  Dur- 
ham, Ont..  and  power  will  be  supplied  from  the  Eugenia  sys- 
tem of  the  Hydro-Electric  Power  Commission. 

Eugenia  Falls,  Ont. 

Construction  work  in  connection  with  the  extension  of 
the  Eugenia  Falls  power-house  of  the  Hydro-Electric  Power 
Commission  is  progressing  favorably,  and  it  is  expected  that 
the  new  4,000  h.p.  unit,  which  is  l)eing  installed,  will  be  ready 
in  about  six  weeks. 
Hamilton,  Ont. 

The  Hamilton  Street  Railway  is  being  severely  censured 
by  the  travelling  public  on  account  of  inadequate  service  and 
antiquated  rolling  stock.  The  same  public  supported  a 
large  fleet  of  jitneys  during  the  spring,  summer,  and  fall 
months  of  last  year,  which  may  account,  in  some  measure,  for 
present  deficiencies  in  the  electric  railway. 

Kingston,  Ont. 

A  350  h.p.  synchronous  motor  has  been  purchased  by  the 
Civic  Utilities   Commission,   Kingston,   for  water  pumping. 
Xew  office  and  display  rooms  have  been  acquired  by  the  com- 
mission on  Princess  Street. 
London,  Ont. 

The  Helena  Power  Company,  London,  has  sent  out 
notices  to  all  customers  that  it  might  be  necessary  to  shut 
down  on  May  1. 

The  figure  at  which  the  London  and  Lake  Erie  Traction 


Company  has  been  offered  to  the  city  is  .$420,000.    This  is  on 
a  l)asis  of  .50  cents  on  the  dollar  of  .$840,000  bond  issue. 
Midland,  Ont. 

A  22,000  volt  feeder  from  the  Midland,  Ont..  stib-station 
of  the  Hydro-Electric  Power  Commission  will  be  construct- 
ed to  supply  the  plant  of  the  Midland  Shipbuilding  Company. 
Three  ,jOO  kv.a.  transformers,  with  necessary  metering  and 
protective  equipment,  will  be  installed  in  an  outdoor  sub- 
station. The  local  sub-station  is  also  being  extended  and 
enlarged  to  permit  the  installation  of  an  additionl  bank  of 
transformers.  A  300  kv.a.  synchronous  condenser  is  also 
being  installed  in  the  Midland  sub-station. 
Ottawa,  Ont. 

Statistics  tabled  in  the  House  of  Commons  recently  show 
that  in  1917  Canada  had  one  telephone  for  every  13.4  persons. 
This  compares  with  one  to  19.:.!  in  1912.  The  total  number  of 
telephones  is  G04,i:!(;;  number  of  companies,  1,6.59;  wire  mile- 
age, 1,788,202. 
Perth,  Ont. 

The  town  of  Perth  contemplates  remodelling  their  street 
lighting  and  distribution  S}-stem  this  spring,  and  will  change 
over  from  1:13  to  60  cycles. 
Smith's  Falls,  Ont. 

Work  will  be  started  in  the  near  future  on  a  sub-station  at 
Smith's  Falls  which  will  supply  the  municipality  with  power 
purchased  from  the  Rideau  Power  Company,  at  Merrickville. 
Ont. 

Toronto,  Ont. 

Gross  profits  of  the  Canadian  General  Electric  Company 
for  the  year  1917  show  a  slight  decrease  compared  with  1916. 
The  figures  are  $2,051,609  in  1917  and  $2,225,912  in  1916.  The 
cause  is  given  as  higher  cost  of  labor  and  the  decreased  price 
received  from  munitions  contracts.  Dividends  amounting  to 
$780,000  have  been  paid,  leaving  a  net  surplus  of  $353,596  for 
tlie  year.  Hon.  P>ederic  Xicholls.  president,  in  his  annual 
report,  stated:  'AVhile  contracts  for  munitions  have  fallen  ol'f 
very  materially,  our  sales  of  standard  machinery  and  supplies 
continue  to  improve."  The  detachment  of  twenty-five  electri- 
cal and  mechanical  engineers  contributed  by  the  company  for 
ser\  ice  during  the  continuance  of  the  war  has  lieen,  and  will 
be.  continuously  maintained.  In  addition  to' contriliutions  to 
tlic  C  anadian  Patriotic  Fund,  Red  Cross  Society,  and  other 
war-time  funds,  the  Canadian  General  Electric  Company  have 
allotted  the  sum  (if  $2. 297, .500  to  C'anada's  Victory  \\"ar  Loan. 
Winnipeg,  Man. 

Gross  earnings  of  the  Winnipeg  Electric  Railway  ■  Com- 
pany for  1917  were  $3,339,000;  operating  expenses,  $2,143,512. 
The  net  surplus  was  $92,570.  It  is  interesting-  to  note  that, 
vvliile  eainiiiLis  show  an  increase  of  $17,840  o\-er  1916,  operat- 
ing expenses  increased  $204,471. 

Trade  Publications 

C.G.E.  Publications — Bulletin  68201.  Drum  Type  Switches. 
CR-39()0,  for  throwing  small  a.c.  or  d.c.  motors  across  the 
line,  reversing  or  non-reversing;  Bulletin  68410,  Automatic 
.Starters  for  d.c.  motors — current-liniit-acceleration — for  the 
automatic  starting  and  stopping  of  series,  shunt  or  compound- 
wound  motors. 

Condulet  Suggestion — No.  14,  by  the  Crouse-Hinds 
Company  of  Canada,  descriiiing  how  perfectly  conduits  and 
condulets  are  suited  for  use  in  direct  motor-driven  machinery. 
.'\n  actual  installation  is  illustrated. 
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Railway  &  Power  Engineering  Corporation,  Limited 

Railway,  Light  and  Power  Equipment 

Head  Office— TORONTO 


MONTREAL 

Power  Bldg.— Tel.  Main  5667 


TORONTO 

Can.  Pac.  Ry.  Bldg.— Tel.  Adelaide  2675 


''USED  EQUIPMENT  DEPARTMENT 

WE  HAVE  FOR  SALE.    Let  us  quote  you  on  the  following  Equipment 


Motors 


3   PHASE— 25  CYCLE 


Xo. 

IT.  P. 

Make  Type 

1 

1200 

G.  E. 

I. P. 

5 

17.5 

West. 

c.s. 

4 

125 

West. 

C.K. 

1 

100 

G.  E. 

T.K. 

oO 

West. 

C.S. 

(25  or  30 

cycle) 

25  CYCLE 

Xo. 

K.V.A. 

Phase 

r.  \-.,it 

4 

1000 

1 

4.51  II  III 

.'? 

37.5 

1 

li'.L'iiii,  OGon 

lOo 

1 

i:!_'iiit  'OGOO 

4 

10i> 

1 

IdO 

1 

221 10 

.5 

.50 

1 

105OIJ 

.■? 

30 

1 

22(10 

20 

1 

2200 

Volt 

K.P.M. 

Xo. 

H.P. 

Make 

2OS0 

25(  1 

1 

lOlH) 

West. 

220/44(» 

4.VI) 

1 

300 

A.C. 

220/44(1 

4  SO 

1  , 

300 

G.  E. 

220/440 

1.51  III 

1 

290 

G.  E. 

2200 

7.'50/9O0 

250 

Burke 

Transformers 


S.  Volt 
12000 
440  220 
2200 
370/185 
440/220/110 
2200 
.5.50 
550 


Make 
G.  E. 
A.  C. 

G.  E. 

G.  E. 

West. 
West. 
G.  E. 
Moloney 


3  PHASE— 60  CYCLE 

Type 
II.  E. 
ANY. 
ATI. 
.\T[. 
Iiul. 


60  CYCLE 


Volt 
2200 
2200 
2300 
20S0 
(iOOO/2200 


R.P.M. 
360 
.505 
225 
(ido 
514 


No. 
3 

4 
4 

3 

12 
(i 


K.V..\. 
6500 

1S'50 
IStK) 
300 
670 
250 
1S5 
100 


Phase 
1 

1 
1 
1 
1 
1 
1 
1 


P.  Volt 

S.  Volt 

Make 

26000/19000 

4400/2200 

West. 

16000/11000 

West. 

33000 

(iOO 

23000/11000 

2200 

c;.  E. 

2200 

110/220 

Pittsburg 

2300 

105/90/70/60 

G.  E. 

OOOO 

2300 

G.  E. 

22O0 

155 

West. 

13200/6600 

2200 

G.  E. 

Belted-Generators 


DIRECT  CURRENT 


ALTERNATING  CURRENT 


No. 

K.W. 

Volt 

Wdg. 

Tvpe 

R.P.M 

1 

.500 

5.50 

CP. 

M. 

:;2o 

1 

450 

550 

CP. 

s. 
M. 

soo 

1 

22 

500 

CP. 

.575 

1 

450 

250 

CP. 

M. 

320 

1 

100 

250 

CP. 

M.P. 

475 

2 

75 

2.50 

CP. 

S. 

575 

1 

125 

125 

CP. 

M.P. 

600 

1 

100 

125 

CP. 

720 

1 

65 

125 

CP. 

FIT. 

S75 

1 

35 

125 

CP. 

S. 

725 

IMake 

West. 

West. 

West. 

West. 

C.  &  C. 

West. 

Sjirague 
liurke 
G.  E. 
West. 


No. 

K.V.A. 

Volt 

Ph. 

Type 

R.P.M. 

1 

2.50 

2:i(J0 

3 

60 

A.T.B. 

f!00 

1 

150 

220/440 

3 

60 

A.T.B. 

600 

1 

120 

220/440 

3 

60  . 

G. 

9(K) 

1 

100 

2200 

60 

T.R.B. 

900 

1 

90 

220 

3 

60 

I.e. 

1200 

1 

75 

2300 

3 

60 

R.L.C 

276 

1 

(iO 

220 

3 

00 

I!. 

900 

1 

50 

2200 

3 

60 

G. 

1200 

1 

50 

250 

3 

60 

A.T.B. 

12(K) 

1 

25 

240 

3 

60 

A.T.B. 

1800 

Make 
Burke 
G.E. 
West. 
Ft.  Wayne 
I^incoln 
W.  E.  Co. 

F.  M. 
West. 

G.  E. 
G.  E. 


Co. 


Engine  Generator  Sets 


1    .5(MI  KW. 

(  irnrral '  h 


volt. 

■(I  to 


DIRECT  CURRENT 
:;20  R.P.M.,   (".P.   W.I),   We^tinghonse  3-bearing 
.\nis-Chalm'ers   Corliss   Steam   Engine;    1.50  lbs. 


ALTERNATING  CURRENT 

-150  K.V.A.,  G.E.,  Type  A.T.B.,  3  phase,  (iO  cycle,  4S0  volt, 


.550  KW.,  2.50  volt,  10(» 
nected  to  22  x  30  x  42 
engine. 

200  KW.  Tvi\inn.h,  250 
-iro  KW,  W-^iiimli-ir-i 
75  KW.  W  c-iiii:^li"ii-.'  , 
50  KW.  WcstinglioiiHC. 


R.P.M.,  CP.  Wd.,  Bullock  Generator,  con- 
A.C.   Co.  vertical  compound  non-condensnig 

\olt    150  H.P.M.,  Russel  4-valve  engine. 

■_'5o  v\<    250  R.P.M.,  straight  line  engine. 
]■■:,  L'5ii  \"lt,  275  R.P.M.  Westinghotise  Engine. 
?-'5  volt    275   K.P.M.   Ideal  Engine. 


5  R,P..\I., 
.M.,  with 
volt,  257 
volt.  257 
volt,  277 
volt,  :!00 


MOTOR  GENERATOR  SETS 

]  -;100  KW..  G.K..  125  2.50  volt,  720  R.P.M.,  O.C  Gen.,  direct  con- 
nected to  one  4.50  H.P.,  3  phase,  40fK)/2300  volt,  (iO  cycle,  Ind.  motoi, 
comnlete  with  switchboard  e<]uipnient.  „        .  ... 

1  /l50  K  W  G.E..  125/2.50  volt,  900  R.P.M.,  D.C..  Gen.,  direct  con- 
nected to  suitable  syn.   motor,  2300  volt,  3  phase,  60  cycle,  complete 

..  ^i'KW^^m^oltrt Souse,  1140  R.P.M.,  D.C  Gen.,  direct  con- 
'    nected  to  one  3  phase,  (jO  cycle,  220 '440  Ind.  motor. 

SWITCHBOARD  EQUIPMENT 
3P     G.E.,  3.5000  volt,  .300  amp.,   form   K.   oil  switches,  either  hand 
or^olenoid  operated.^  .witches,  500  amp. 

O-lOtVamp    3P.  G.E.  form  K.,  10000  volt  hand  operated  oil  switches. 
■i-25(^  amp.,  70fM>  volt,  form  K.,  3P.  hand  operated  oil  switches. 
ll't-2(M)  amp.,  4.500  volt,  form  K.,  hand  operated  oil  switches. 


with  exciter  and  16  x  18  Skinner  engine 
1—110  K.V.A.,R.  C.  Co.,  3  phase,  60  cycle.  240  volts.  277  R.T 

exciter,  14  x  15  Skinner  engine. 
1—105   K.V.A.,   G.E.,   Type   A.T.B.,   3   phase,   (iO   cycle,  2.t0O 

R.P.M.  and  14  x  15  Phoenix  engine. 
1—75  K.V.A.,  F.   M.   Co.,  Type  R.E.,  3  phase.  (iO  cycle,  220 

R.P.M.,  with  exciter  and  oil  engine. 
1— K.V..\.,  Westinghouse,  Type  E.T..  3  phase,  60  cycle,  2200 

R.P.M..  with  exciter,  12  x  12  Ilarrisburg  engine. 
1— .50   K.V.A.,   G.E.,   Type  .-\.T.B.,   3  phase,   00  cycle,  220 
R.P.M.,  with  exciter  and  11,'4  x  12  Ames  engine. 

ROTARY  CONVERTERS. 
1  —  500  K.W.,  .5.50  volt,  D.C.  West.  Rotary  Converter,  3  phase,  25  cycle, 

with  3  suitable  S.P.  transformers,  1.320()  volt,  (irim.  and  390  volt  sec. 
4  —500  K.W.,  600  volt,  D.C.  Rotary  Converters,  3  phase,  25  cycles,  with 

suitable  transformers,  6<i00/.5940  volt  prim.,  4.30-286-143  volt  sec. 
1— .300  K.W.,  575  volt,  D.C  Rotary  Converter,  370  volt,  .\.C.,  600  R.P.M., 

complete  with  3-l.®5  K.V..\.,  (!0  cycle  transformers,  2200  volt  prim., 

370  volt  sec. 

MISCELLANEOUS 
1  -20O  h.p.   Worthiiigton  2  stage,  12  in.   Itirbine  pumps,   rated  capacity 

4000  G.P.M.  at  60  lbs.  iircssure,  direct  connected  to'  one  100  h.p.,  3 

phase,  (iO  cycle,  440  volt,  .575  R.P.M.  Westinghouse  induction  motor, 

complete  with  auto  starter  and  no  voltage  release. 
1  —11(50  ft.   Sullivan  two-stage  belt  driven  air  compressor,  complete. 

t  1.5K(J  ft.   Sullivan  two-stage  belt  driven  air  compressor  complete. 

X — •)()  h.p.   Foss   Gas   Engine,   speed  200  R.P.M.,   one   cylinder,  llywhcci 

4  ft.  x  12  in.,  used  only  three  weeks. 


1  .    ,„         ,,P.nt   in  first-das'!  condition,  dismantled,  crated,  and  ready  for  immediate  .shipment,  consisting  of: 
,\  complete  powei     :  ^'fjT  B.,  clkss  48-600-1.501,  Form  E,  volt  2,200.  amp.  158,  speed  150.  direct  connected  to  a  R.ee 

1— .\lternatoi,   ^.<...J^..   o'   ly     -  cross   compound    condensing   engine,    complete    with  con- 

?e.^se;!T  Wai^wSu  ifori''^^^^^^  water-heater;  switchboard,  piping,  and  valves.     Ask  for  further  information. 

WE  ALSO  HANDLE  A  FULL  LINE  OF  ELECTRIC  RAILWAY  EQUIPMENT  AND  SUPPLIES 

,     ,      ,  ,   ,,1   .,i,n„„  list   is  only   a   small   iiroiHu  lion  of  w  liat  uc  have.     I^'or  further  parliculais  «ire,  telephone  or  w  rite. 

1...,  ilr'scl^e  Votu'lm'ldems'  .\11  'cilgrneering  '  service  without  obligation.  We  advertise  .md  sell  your  released  equipment  without  cos,  to 
you. 


Cable  For  Sale 


,sT-»2  Ills.    1.0(X1.(HX>   CM,    liiplc    IJiaiil  Wacco 

Cable.  LTilH)  feet. 
;!oai  lbs.  r.tH).lH.H)  CM.  Triple  IJraid  Wacco  Vnhh-. 

1755  feet. 

Subject  to  immediate  delivery  and  prior  sale. 
l!o\   No.  707.  1'"lootrii-al  Xows.  Toronlo.  7 


(Public  Advertisement) 

Tenders  Wanted  for 
Electric  Wire  and  Cable 


Parliament  Buildings,  Ottawa 

Sealed  tenders  will  be  received  by  the  under- 
signed until  noon,  .April  11,  191S,  for  the  Electric 
Wire  and  Cable  required  in  the  reconstruction  of 
the  above  building. 

.Ml  tenders  to  be  based  on  the  supplying  and 
delivering  on  the  site  of  the  cpiaiUities  of  the 
schedule  of  materials  for  Electric  Wire  and  Cable 
in  strict  conformity  with  the  specifications  and 
the  samples  submitted  and  to  the  satisfaction  of 
the  Architect. 

Deliveries  to  commence  by  July  1,  1918,  and 
to  coTitinue  as  directed  in  sucli  quantities  as  to 
ensure  complete  delivery  by  Aug^ist  31,  1918. 

The  schedule  of  materials,  specification  and 
other  information  required  can  be  obtained  at  the 
office  of  P.  Lyall  &  Sons  Construction  Company, 
Limited,  Ottawa. 

Each  tender  must  be  accompanied  by  an  accept- 
ed cheque  on  a  chartered  bank,  payable  to  the 
order  of  the  Minister  of  Public  Works,  for  a  sum 
not  less  than  ten  (10  p.c.)  per  cent,  of  tlie  amount 
of  the  tender,  which  will  be  forfeited  if  the  parties 
tendering  decline  to  enter  into  a  contract  when 
called  upon  to  do  so,  or  fail  to  complete  the  work 
contracted  for.  If  the  tender  is  not  accepted,  the 
cheque  will  be  returned. 

Payments  for  material  will  be  made  monthly. 

The  lowest  or  any  tender  not  necessarily  ac- 
cepted. 

Envelopes  containing  tenders  to  be  marked 
"Tenders  on  Electric  Wire  and  Cable"  and  ad- 
dressed to  the  undersigned. 

JOHN  A.  PEARSON,  Architect. 
T.  O.  MARCHAND,  Associate. 
Centre  Block,  Parliament  Buildings, 

Ottawa.  7-7 
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Generator  Set  Wanted 

\Vanted-35  to  50  K.VV.  125/250  volt  3  wire 
n.C  Generator,  direct  connected  to  High  Speed 
I'.nginc.  Write  The  Kaufman  Rubber  Co.,  Ltd., 
Kilclicncr,  Ontario.  5-8 


Equipment  For  Sale 

The  following  electrical  equipment  recently  taken 
out  of  commission  is  for  sale  and  may  be  exam- 
ined at  Ragged  Rapids  Siding  on  C.  N.  O.  Rail- 
way.    Tenders   for   whole   or   any   part   will  be 
received    by    Orillia    W.    I^.    &    P.  Commission, 
Orillia,  Out.,  up  to  April  10th,  1918. 
No  tender  necessarily  accepted. 
,\  marked  cheque  for  20  per  cent,  on  machinery 
and  JfSOO  on  scrap  to  accompany  tender.  Pay- 
ment to  be  made  in  full  before  removal. 
1—000    K.V.A.    Westinghouse    generator,  1200 
volt,  2  phase,  222  r.p.m.,  36  pole,  revolving 
field,  direct  coupled  to  waterwheel. 
1 — 22y2    K.W.  Westinghouse  exciter,  125  volts, 

direct  coupled  to  waterwheel. 
1 — Generator  switchboard  panel,  oil  switch  and 
meters. 

1 — Exciter  panel,  switches  and  meters. 
1—300  K.V.;\.,  S.E.C.  generator,  1200  volts,  2 

phase,    500   r.p.m.,    IG   pole,    revolving  field, 

inductor  type,  belt  driven. 

(Complete  new  unused  armature  winding). 
1 — 70  volt,  60  ampere  exciter,  belt  driven. 
1 — Samson   waterwheel,   1200   h.p.,   40  in.  twin 

double  runner,  .33  ft.  head,  222  r.p.m. 

1 —  Samson   waterwheel.  600  r.p.m.,  35  h.p..  33 
ft.  head,  single  bronze  runner  and  steel  casing. 

2 —  38  in.  3-ply  leather  belts,  endless,  55  ft.  long. 
20 — 30    tons    cast    iron,    bearing    pedestals,  bed 

plates,  pulleys,  shafting,  plate  and  miscellane- 
ous scrap.     Brass  and  copper,  etc. 
I'or  any  further  information  apply  to 

W.  K.  GREENWOOD,  Engineer, 
7-7  Orillia,  Ontario. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 


April  1,  1918 


for    Immediate  Delivery 


No. 

H  P.  Phase 

Cycle 

Volts 

Speed 

Maker 

1 

75 

3 

25 

550 

720 

Westg. 

1 

50 

3 

25 

650 

850 

Westg. 

1 

50 

3 

25 

550 

720 

Westg. 

1 

40 

3 

25 

550 

750 

C.  G.  E. 

2 

40 

3 

25 

550 

710 

Westg. 

2 

35 

3 

25 

550 

720 

Westg. 

1 

30 

3 

25 

550 

710 

Swedish 

1 

25 

3 

25 

2000 

900 

C.  G.  E. 

2 

20 

25 

550 

710 

Westg. 

2 

10 

3 

25 

550 

720 

Westg. 

1 

3 

25 

550 

1400 

Westg. 

2 

3 

25 

550 

750 

C.  G.  E. 

1 

5 

3 

25 

550 

1440 

Excelsior 

2 

4 

3 

25 

550 

1400 

Excelsior 

2 

3 

3 

25 

550 

750 

C.  G.  E. 

2 

2 

3 

25 

550 

1400 

Excelsior 

1 

1 

3 

25 

550 

1450 

Excelsior 

Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Ont. 


NOTICE 


IMMEDIATE  DELIVERY 


MOTORS 

S'o. 

H.P. 

CYCLE 

VOLT 

PHASE 

1 

60 

25 

550 

*J 

1 

50 

25 

550 

3 

1 

40 

25 

550 

•J 

1 

30 

25 

550 

1 

20 

25 

550 

3 

1 

10 

25 

550 

3 

1 

200 

60 

2200 

3 

1 

150 

60 

550 

3 

1 

80 

60 

.550 

1 

40 

60 

550 

3 

1 

25 

00 

550 

3 

1 

20 

60 

550 

R.P.M. 
750 
750 
750 
750 
750 
750 
514 
580 
900 
900 
900 
900 

GENERATORS 
No.  K.V.A.    CYCLE    VOLT   PHASE  R.P.M. 


3 

300 

60 

2200 

3 

6tX» 

1 

150 

60 

2200 

0 

6(»0 

1 

75 

60 

2200 

3 

600 

1 

75 

60 

550 

3 

900 

1 

50 

60 

550 

3 

900 

1 

275 

25 

6600 

3 

375 

1 

.35 

D.C. 

250 

3fK) 

1 

17  H 

D.C. 

250 

1100 

1 

17 

D.C. 

125 

.■^.50 

1 

D.C. 

125 

120(1 

1 

40 

D.C. 

250 

.■{IK  1 

(Direct  connected  to  engine) 
TRANSFORMERS 
No.    K.V.A.    CYCLE         VOLT  PHASE 
3         100  25  13000  22(10  1 

3  20  25  2200/550  1 

25    (5  to  75) •      60  2200/110/220  1 

2 — Leonard  High  Speed  Engines,  100  and  125  H.P 
1—100  H.P.  Boiler. 

If  you  are  in  the  market  to  buy  or  sell  powe 
equipment  write  or  wire. 

E.  A.  LOWRY 

209  King  St.   -  GUELPH,  ONT 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATENr  LITIGATION 

SEND  FOR  HAND  BOOK 


ATENTS 


PHONI 
MAIN 
2582 

RIDOUT  &  MAYBEE 

59  Yonge  Street 
TORONTO       -       .       .  CANAD 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from    Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
501  Merchants  Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Northwestern   Engineering  and   Supply   Co.,   Ltd.,   CALOAK  Y 

Prompt  »hipment»  from  Factory  or  nearest  Warehouse 


MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator^ 
Segments 


THERE  is  a  special  Mica- 
bond  insulation  pre- 
pared for  every  electrical 
condition. 

Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B  P's 
or  samples  and  let 
us  figureyour  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,  Ind. 

Address  Dept.  D. 


Make  Stronger  Splices 

Stop  wire  losses  thru  acid  lluxes.  Make  stronger, 
safer  splices  with 


4  forms:  stick,  paste,  salts 
and  liquid. 


:;  times  stronger  than  acid — 
can't  start  corrosion. 

Sample  for  your  Dealer's  name. 

Houston  &  Co.,  Limited 

Cumberland  BIk.,  Winnipeg  i% 
22  College  St.,  Toronto  I  ^s^DnuNcS'i^^'^  -f 

1825  Scarth  St.,   Regina.  L ^ 

"In  the  Soderman's  game  since  '93.' 


fir 

% 

§ 

§ 


Bertnico 

kyanized 

Cross  Arms,  Poles, 
and  Ties  are 

protected  from  decay. 

Manufactured  in  our  own  plant 
from  carefully  selected  stock  ^"i 
write  for  samples  ayid  particulars 

tmmti 

Founded  1852 

PORTLAND.  MAINE 


I 
i 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 
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CANADIAN  PORCELAIN  CO. 


LIMITED 


HAMILTON   -  CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


ECONOMY  renewable  FUSES 


And  "Drop  Out"  Renewal  Links 

80% 


Cut  annual  fuse 
maintenance  costs 


Economy  Fuses  protect  millions  of  circuits  and  billions  of  dollars'  worth 
of  machinery  and  property  for  thousands  of  users  representing  all 
branches  of  industry. 

Used  where  safety  is  paramount,  such  as  in  leading  powder  and 
munitions  plants,  on  U.S.  Battleships,  etc. 

An  inexpensive  little  "  Drop  Out"  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency.  No  special  tools  or  experience 
needed  to  replace  the  link  and  renew  the  fuse. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  -  MONTREAL 

Sole  Manufacturers  of  "ARKLESS"— The  Non-Renewable"  Fuse  with  the 
"100  per  cent.  Guaranteed  Indicator." 
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Selections  from  Our  Stock  of 
Motors 


THE  BRITISH 
ALUMINIUM 
CO.  LIMITED 

PRODUCERS  OF 
A  LU  MINIUM 
IN  ALL  COMMER- 
CI  A  L  FORMS 


CANADIAN   HEAD  OFFICE: 

60  FRONT  ST.  WEST 
TORONTO,  CANADA 


3  PHASE,  60  CYCLE  MOTORS 


Q  I'- 


ll.P.  Make  Volts  Type  Speed 
14  G.E.NEW..  .  110  KT 


7/2 


1800  j 

Fbks.  M.  . .  440  B  1200 

R&M  NEW.  220  1150  1 

Wstgli.  New  -220  CS  1130  , 

G  E                220  KT  900  i 

G  E                220  KT  1800  I 

G  E'.               220  KT  900 

G.E                220  KT  1200 

G.E.NEW.  .  220  KT  1800 

Wstgh.  New  220  CS  1130 

G  E                 220  KT  1200 

Wstgh            220  CCL  1700 

Cr  Wh.  . .  .  220  C)  1720 

Wstgh            220  CCL  1700 

Wstgh.  New  220  CS  1735 

G  E                220  1800 

C.G                550  1200 


Qu.  H 
1  35 
1  35 
1  40 


40 
40 
50 
50 
50 
50 
50 


1  7K -15  C'r.Wh'..  220/440  865/1735 


ly,  G.E.NEW, 
TA  G.E.NEW 


220  KT 
220  KT 
550  KT 
220  KT 

:;20  KT 

220  CCL 
220  CS 
550  Q 


7^  G.E. 

2     T/2  G.E.NEW. 

2  10  G.E.NEW 
1  10  Wstgh.  . .  . 
1  10  Wsteh.  .  . 
1    10  Cr.Wh  

3  15  R&M    2211 

4  15  Fbks.M.  220/440  KI3V 

1  15  Wagner  sl.rg.  no 
controller   .  .  .   220/440  TRR 

2  20  Wstgh.    .    .  220  CS 
1    20  Fbks.M.  .   .  220  B 

.--,0  20  Fbks.M.  220'440KRV 

20  25  Wagner  220/440  BP 

1  25  G.E.  si.  rg. 

no  controller  .-.    .  220  M 

2  30  WagnerNEW  220 
1    35  Triumph  220/440 


1 
1 
1 
1 
2 
1 
1 

1  75 
1  125 
1  150 
1  263 


P.     Make     Volts  Type 
G.E.   . . .'   .  .  220  KT 

G.E  22(1  KT 

Wagner 

NEW.   220/440  BP 
Fbks.M.   .    .  220 
G.E.NEW  .  220  KT 
Triumph  .  .  220 
G.E.NEW.  .  220  KT 
G.E.NEW  .  440  KT 
G.E.NEW. .  220  KT 
G.E.   si.   rg.  220  M 
G.E.NEW.  .  220  K 

G.E  2200  L 

Wstgh.  Xcw  440  CW 
G.E.  Synch,  with 
direct  connected 
e.xciter   220U 


Speed 
000 
720 

850 
900 

1200 
720 
900 
900 

1200 
900 
900 
GOO 
095 


0(50 


ISOO 
1200 
1800 
900 
1800 
1700 
1150 
1800 
1150 
1200 

1200 
1160 
1200 
1200 
1120 

900 

900 


3  PHASE,  25  CYCLE  MOTORS 


1 

5 

G.E.    .    .    .  220  KT 

750 

1 

12'A  G.E.elev.type- 

high  torque  220  KTE 

750 

6 

15 

Allis-Ch.     ..  220 

750 

7 

20 

Allis-Ch.     ..  220 

750 

2 

20 

G.E                440  K 

750 

1 

40 

Wstgh.    .    .  220  MW 

C95 

1 

50 

Allis-Ch.  in- 

termittent 

duty,  si.  rg. 

drum  control- 

ler  440 

500 

1 

55 

Wstgh. sl.rg. 

30  cycles, 

complete.     .  440 

860 

1- 

-00 

'45/3(1  G.E.  440  500/375 

3/250 

GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms; 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


3  Phase,  25  Cycle,  220  volt  Motors 

Immediate  Delivery 

No.  H.P. 

Make 

Speed 

Type  Form 

1  100 

General  Electric 

500 

1  50 

Allis-Chalmers 

750 

2  50 

General  Electric 

720 

1  50 

General  Electric 

500 

I  K 

]  35 

General  Electric 

750 

I  K 

1  35 

General  Electric 

1500 

3  25 

General  Electric 

750 

I  K 

1  20 

General  Electric 

750 

I  K 

1  15 

General  Electric 

750 

1  K 

0  10 

General  Electric 

750 

I  K 

T  5 

General  Electric 

1  500 

KT  C 

3  Phase,  25  Cycle,  220  volt  Motors 

Ready  for  Delivery  in  March 

No.  H.P. 

Make 

Speed 

Type  Form 

1  200 

General  Elccti^ic 

500 

I  K 

1  150 

Westinghouse 

485 

C 

1  ■  100 

General  Electric 

750 

I  K 

2  GO 

General  Electric 

750 

I  K 

11  3 

General  Electric 

1500 

KT 

G  2 

General  Electric 

1500 

KT 

JOSEPH  MYERSON 

274  Commercial  St.  - 

BOSTON,  MASS. 

Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 
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REMEMBER  TO 


Si 


A.  H.  WINTER  JOYNER,  LIMITED 

TORONTO  MONTREAL 


The  Ford 

Motor 
Company 
^  Uses- 


The  Ford  Company  uses  Spaulding  Hard  Fibre  for  the 
purposes  illustrated  above  because  of  its  great  mechanical 
strength;  its  electro  rupture  of  200  to  400  volts  per 
1-lOOOth  of  an  inch  of  thickness  (an  insulator  that  will 
not  break  nor  crack),  and  because  of  its  adaptability,  as 
It  can  be  machined,"  sawed,  punched,  etc. 

WRITE  FOR  ILLUSTRATED  LITERATURE 
explaining  how  you  can  save  money  and  get  better  results 
by  using  Spaulding  Hard  Fibre  in  your  product. 

J.  Spaulding  &  Sons  Co.,  Tonawanda,  N.Y. 

449  BroomeSt., New  York       166  N.  Clinton  St.,  Chicago 

Manufacturers  of  Hard   Fibre  Sheets,   Rods,  Tubes  and 
Special  Shapes;    Red,   P.lack  and   Grey  colors. 


Redmanol 


'The  material  of  a  thousand  uses  ' 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 


Trolley 
Lines 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


April  1, 
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Safeguarding  the  Lamp 

HON  Does  It! 


From  Theft 
or  Breakage 


One  turn  of  the  key  and  the  lamp  can't 
come  out.  Loxon,  the  lamp  guard,  is 
popular  all  over  America.  It  sells  at  a 
single  price  at  a  single  glance. 


Many  other  electrical  specialties  which 
will  make  money  for  you.  Get  in  touch 
with  us.    Illustrated  price  lists  free. 


McGILL  MANUFACTURING  COMPANY,  Valparaiso,  Ind. 


PUSH  BUTTON 
FLUSH  SWITCH 

Shallow  Type— Superb  Action 


Single  Pole 
No.  200 


Three  Way 
No.  203 


Only  One  Inch  Deep — 

Easy  to  Install — 

Price  is  Right 

Manufacturers 

The  Duncan  Electrical  Co.,  Limited 

1665  St.  James  St.     -     MONTREAL,  QUE. 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British   Columbia  Cedar  Poles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
bolineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obligation 
from  our  nearest  office. 

The  Lindsley  Brothers  Company 

NELSON,  B.C. 

General  Sale*  Office-72  W.  Adami  St.,  Chicago,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


THE 

MARK 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 

Special  porcelain  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split  knobs,  standard  knobs,  cleats,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U.S.A. 
Toronto,  Canada,  307-308  Tyrrell  Building 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


I 
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"Peirce" 
Means 


Quality 


in   all  kinds  of  Electric    Pole  Line 
Hardware,  Fixtures  and  Brackets. 

This  well  known  line  is  in  use  all  over 
the  Dominion — a  sufficient  guarantee 
of  its  reliability. 

We  invite  inquiries  and  are  always 
pleased  to  quote  prices. 

SEND  US  YOUR  SPECIFICATIONS 

Acme  Stamping  &  Tool  Works 

Limited 

Hamilton    -  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


Safety  Panels 

and 

Switchboards 

For 
Office, 
Theatre 

and 
Factory 
Buildings 

Write   us  for  in- 
formation and 
prices 


Transformers,  Meters,  Enclosed  and 
Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes, 
Lamps  of  all  kinds 


Everything  Electrical 


Try  us  for  Service 


Rose  &  O'Hearn 


Reaching 
Your 

Customers 


T^HE  logical  place  and 
time  to  talk  to  3'our 
customers  is  in  the  Elec- 
trical News  when  they 
are  thinking  of  things 
electrical. 

If  your  product  is 
bought  by  electrical  men, 
advertising  in  the  Elec- 
trical News  will  carry 
your  message  to  them. 

You  and  your  wares 
may  be  favorably  and 
nationall}^  known  to-day 
but  if  you  don't  advertise 
you  will  soon  be  forgot- 
ten. 


Electrical  News 

347  Adelaide  Street  West 

Toronto 


220  King  Street  West 


TORONTO 


POCKET  SIZE 
LEATHER  COVER 
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THE    NATIONAL  AUTHORITY  FOR  TWENTY-FOUR  YEARS 

THE  1918  EDITION 

"STANDARD  WIRING" 

TELLS  YOU  HOW 

GENERATORS — How  to  install  them,  care  for  them  and 
operate  them;  all  their  troubles  and  how  to  prevent  and  cure 
them;  all  diagrams  showing  connections  for  compound, 
series  and  shunt  wound  machines.  How  to  operate  them  in 
parallel  or  in  series.  How  to  protect  them  and  wire  them 
in  accordance  with  the  underwriters'  requirements. 
MOTORS — How  to  install  them,  how  to  protect  and  operate 
them.  The  required  amperes,  volts  or  horse  power  when  any 
two  factors  are  known.  How  to  take  care  of  hot  boxes,  spark- 
ing commutators  and  other  troubles.  How  to  change  the  di- 
rection of  rotation  when  desired.  How  to  start  and  stop  any 
kind  of  motor  in  any  class  of  service.  All  diagrams  of  motor 
wiring.  How  to  find  the  proper  size  of  wire  for  any  motor 
for  direct  current  or  for  A.  C.  single,  two  or  three-phase. 
OUTSIDE  WIRING— Pole  Une  construction,  line  wires, 
service  wires,  roof  structures,  poles  and  their  dimensions  and 
weights,  and  how  to  erect  and  protect  them  and  wires  they  carry.  Insulators,  guard  arms,  guy 
anchors!  Tree  wiring,  splicing,  service  and  entrance  wiring.  How  to  install  Lightnmg  arrest- 
ers.  Transformers  with  diagrams  and  instructions. 

INSIDE  WIRING  When  and  where  to  use  rubber  covered,  slow  burning  and  weatherproof 

wire.  How  to  find  the  proper  size  of  wire  to  use  for  lamps,  motors  or  heating  devices  for  any 
current,  voltage  and  drop,  either  by  formula  or  by  the  many  tables  that  are  given  in  this  section 
of  the  book.  How  to  wire  for  two-wire  or  three-wire  systems.  Direct  current,  two-phase  and 
three-phase  with  formulae  and  tables,  with  examples  worked  out  for  each  system  and  in  a 
simple  manner  that  anyone  can  understand  and  use.  How  to  run  wires  on  walls,  ceilings,  floors, 
through  partitions  and  walls  and  in  concealed  places,  damp  places  and  where  dangerous  sur- 
roundings exist.  When  and  where  to  install  Switches,  Cut-outs  and  Circuit  Breakers  and 
just  how  to  do  it.  How  to  wire  for  high  and  low  voltage  systems  and  the  precautions  to  be 
taken.  The  proper  way  to  install  Knife  and  Snap  Switches,  Cabinets  and  Cut-out  Boxes, 
Outlet,  Junction  and  Switch  Boxes,  Panel  Boards,  Wooden  and  Metal  Raceways.  How  to  install 
complete  interior  conduit  jobs  either  for  rigid  metal,  flexible  metal  or  flexible  non-metallic  con- 
duit. Concealed  knob  and  tube  work  or  armored  cable.  How  and  where  to  install  and  wire 
electric  and  combination  hghting  fixtures.  How  and  where  to  use  flexible  cord  and  where  not 
to  use  it.  How  to  install  arc  lamps  and  gas  filled  lamps  and  the  fixtures  and  rules  required. 
LIGHT  AND  ILLUMINATION — What  is  meant  by  proper  and  efficient  illumination,  the 
latest  data  on  Mazda  and  gas  filled  lamps  of  every  candle  power  and  wattage.  Direct,  indirect 
and  semi-indirect  illumination  and  where  each  should  be  used.  Illumination  required  for  vari- 
ous classes  of  service  from  show  window  lighting  to  public  halls  and  from  factories  to  small 
residences. 

TABLES  Fifty-two  tables  giving  every  dimension,  carrying  capacity,  resistance,  weight  and 

strength  of  every  size  of  wire  and  cable  of  copper,  steel  and  iron. 

All  the  necessary  dimensions,  capacities,  weights,  and  other  data  on  conduits,  fuses,  insulators, 
lamps,  sockets,  motor  efficiencies,  current  per  horse  power  of  motors.  Electrical  units  and 
their  equivalents.  Proper  size  of  wire  for  all  classes  of  power,  light  and  heating  installations. 
The  proper  symbols  to  use  to  indicate  on  plans  just  what  is  wanted  from  a  motor  to  a  small 
snap  switch  with  all  necessary  diagrams. 

APPARATUS  AND  SUPPLIES — A  classified  list  of  the  leading  manufacturers  of  officially 
approved  wires  and  wiring  devices.  Engines,  generators,  motors,  appliances,  fixtures,  and  all 
supplies  necessary  for  any  complete  installation  from  a  Central  Station  to  a  small  cottage. 

The  most  complete  and  accurate  Book  on  Wiring  and  Construction  published 

350  PAGES  -  LEATHER  COVER  -  POCKET  SIZE,  $1.50 

Sent  Postpaid  to  Any  Address  on  Receipt  of  Price  by 

ELECTRICAL  NEWS,  347  Adelaide  St.  W.,  Toronto 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Charles  H.  mitcbdl 
Percival  H.  IDitcbcll 

Consulting  and  Sapcroisina 
Eoginttri 

Hjjraulic.  Steam  and  Electrical  Power  Plants, 
IndustiinI  and  Municipal  Engineering;. 

Trader*  Bank  Building,  Toronto 


Charles  F.  Gray,  a.i.e.e..  a.m.i.e.e. 

Consulting  Electrical  Engineer 

Suite  1101  Union  Trust  Bids..  WINNIPEG 

Cable  Address  Telephone 
"Consultation"  Main  9174 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Eslimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM,  GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gat 

Plans,  Specifications,  Estimates. 
Tests,  Reports  and  Supervision. 
625    Coristine    BIdg.,   MONTREAL.  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plant* 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W.Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Excelsior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL        STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 


ENGINEERS 

Associates :       A.  L.  Mudge, 


A.  L.  Mieville 


Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents.  Trade  Marks,  Designs. 
Copyrigrhts  and  Infringements.  20  Years' Ex- 
Ijerience  in  Patents  and  Practical  Engrineering 
STAR  BLDG..  18  King  St.  W..  TORONTO 


Tp[wms.  COPYRIGHTS  &nfW. 


STANLEY  L1GHTF007 

BEG  D  PATENT  SOLICITOR  ANO  ATTORNEY 

LUMSDEN   BLDG.("JVONG£")  TORONTO. 

NEW  BOOKLET  OF  COMPLETE  INFORMATION  FREE 
Mef-TioN  THIS  paper)  M.  3713 


ATENTS 


PROMPTLY  SECURED! 

Electrical,   Mechanical   and   Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington.  D.C..  U  S  A.   


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Phydcal 
Test*  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during:  manufacture,  Tests  and 

Reports  before  shipping:  of: 
Electric  Power  Apparatus,  Wire*,  Cables, 
Insulators,  Transmission  Towets  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


Canadian  Inspection  and  Testing 
Laboratories,  Limited 

INSPECTING  ENGINEERS 

Inspection  at  point  of  manufacture  of  Power 

Plant  Equipment,  Wire,  Cable,  etc. 
Head  Office  and  Main  Laboratories  :  Montreal 

Branch  Offices  and  Laboratories— Toronto, 
Winnipeg.  Edmonton,  Vancouver,  New  Glasfiow 


ESTABLISHED  1S49 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  efifort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada:  Halifax.  N.S. :  Hamil- 
ton. Ont. ;  London.  Ont. ;  Montreal.  Que. ; 
OtUwa,  Ont.;  Quebec,  Que.;  St,  .Tohn.  N.B. ; 
Toronto.  Ont.;  Vancouver,  B.C.;  Victoria, 
B.C. ;  Winnipeg,  Man. ;  Calgary,  Alta. ;  Ed- 
monton. Alta. 

THOS.  C.  IRVING. 
Gen.  Man.   Western  Canada,  Toronto. 
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MAPLE  LEAF 
BOWLS 


The  superb  quality  and  lighting  efficiency 
of  our  "Lumo"  and  "Moonstone"  glassware 
has  had  a  great  influence  in  making  the  two- 
piece  popular.  The  Maple  Leaf  is  one  of  the 
most  popular  and  rapid  selling  fixtures  made 
today. 


"JEFFERSONLITE" 

Made  of  Moonstone  Glass  throughout— a 
semi-translucent  glass  of  high  diffusion  and 
reflecting  properties.  The  distinct  advant- 
ages of  this  lighting  unit  are  readily  seen  by 
an  inspection.  Send  for  our  new  catalogue 
on  these  two  specialties. 


Jefferson  Glass  Co., 


Factory  and  Head  Office— TORONTO 

Montreal— Royal  Trust  Bldg.,  L.  V.  Webber.  Manager. 
Winnipeg— 592  Notre  Dame  Ave.,  A.  E.  Esling.  Agent. 
Vancouver — 606  Welton  Block,  R.  G.  Moore,  Agent. 
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ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 

British  Aluminium  Company 
Nortliern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Crouse-Hiniis  Company  of  Canada,  Limited. 
Ferranti   Electrical  Company  of  Canada 
Ilatheway  S:  Knott,  Inc. 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell    Company,  Harvey 
National   Metal   Molding  Company 

AUTO  STARTERS 

.■\dams-Bagnall    Electric  Company 

BATTERIES 

Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatlieway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric   Railway   Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago   Fuse   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,   Limited,  A.   H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh   Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National    Metal   Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston   Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.   Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBONS 
CanjLdian    Westinghouse  Company 


CAR  EQUIPMENT 

Ohio  Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Allis-Chalmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric   Company   of  Canada 
Pringle,  ^.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

^  Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National   Metal    Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln'  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh  Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National   Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  _  Company 
,'^pieimann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National   Electric   Heating  Company 
Northern  Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian   General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hathevi-ay  &  Knott.  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada.  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.    &  W.    Fuse  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

TTatheway       Knott.  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  54) 


April  1,  1918 


THE    ELECTRICAL  NEWS 


53 


Mica  Insulation 

We  manufacture  everything,  including:— 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut)  Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Partial  List  of 


550  Volt  25  Cycle  3  Phase 

MOTORS  IN  STOCK 


H.P. 

O 

10 
10 
15 
20 
20 


:iO 
40 


And 


FOR  IMMEDIATE  SHIPMENT 

MAKE 
Swedish  General  'Electric 
Lancashire 
Lancashire 
Canadian  Crocker  Wheeler 
Canadian  General  Electric 
Lancashire 
Westinghouse 
Canadian  General  Electric 
Westinghouse 
Canadian  General  Electric 
many  others  in  60  cycle,  23  cycle  and  direct 
Write  or  Wire 


SPEED 
1400 
1400 
720 
1400 
720 
1400 
720 
720 
720 
720 
current. 


THE  FISHER  ELECTRIC  COMPANY 


43  Britain  Street.  TORONTO 


Transformers 

Built  to  order 


q  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


Our  Service 

Not  only  promptness, 
attention  and  court- 
esy,— which  we  rend- 
er as  a  matter  of 
course,— but  a  thor- 
ough knowledge  of 
your  needs  in  ELEC- 
TRIC FIXTURES 
and  how  to  meet 
them. 


M>k.iyi;.i:.i-»rr'«P^f^ 


Representative — 

Toronto— J.  A.  McKay,  108  Grace  Street. 
Agents — 

Montreal— Armour  Bros.— 122  Board  of  Trade  Building. 

Winnipeg— Reynolds  &  Co.— 406  Confederation  Life  Building. 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by  any  other  type  of  Conduit  made  which 
recommends  it  parlicularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  Va  inch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 


^^  inch  Socket  Joints 
Puncture  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 


Write  for  literature 


American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Installing  a  Trunk  Line  Subway 


.".4 
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FUSE  BOXES 
oiisc  1  liiKl»  (.'oiiiiMiiy  ot   LaninUi,  LimUeil. 
-•».  &  W.  Fuse  Company 
Novtliern  Electric  Company 

GENERATORS 
Canadian  Crocker-Wlieeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical  Company  of  Canada 
Lancashire  Dynanio  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporatiun 
Thomson   Company,   Limited,  tred 
Toronto  &   Hamilton  Electric  Company 

GLASSWARE 
.TetTcrson  Glass  Company 

GUARDS  (Condulets) 
Crousc-Hinds  Company  of  Canada,  Liniitcd. 

GUARDS  (Lamp) 
McGill  Manufacturing  Compaiiy 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian   General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatlieway  S:  Knott,  Inc. 
National    Electric    Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  AUis-Clialmers  Company 

ILLUMINATING  GLASSWARE 

Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston    Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 

Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 

Canadian   Westinghouse  Company 

Crouse-Hinds  Company  of  Canada,  Limited. 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc. 

Illinois    Electric    Porcelain  Company 

Moloney   Electric    Company   of  Canada 

Mica   Company   of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Teffercon    Glass  Company 

LAMP  GLOBES 

Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical    Maintenance   &   Repairs  Company 

Hatlieway  &  Knott 

High    Efficiency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian   General   Electric  Company 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Sundh   Electric  Company 

MEASURING  INSTRUMENTS 

Leeds   Northrup  Company 
Nortliern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosw 

Mica  Company  of  Canada 

MOTORS 

Canadian   Crocker- Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  Sc  Hamilton  Electric  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

NICKEL 

International  Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio  Brass  Company 


PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &   W.    Electric   Specialty  Company 
McGill  Manufacturing  Company 
Spielmann  Agencies,  Registered. 
Standard  Underground  Cable  Co.   of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern   Electric  Company 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric  Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  Winter 
Northern  Electric  Company 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International   Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Companjr 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada.  Limited. 
Duncan  Electrical  Company 
National   Meta'   Molding  Company 
Northern  Electric  Company 

(Continued  on  Fag:e  56) 
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When  you  put  a 
Wagner  Motor 
to  work 

you  are  sure  of  continuous, 
dependable  power  as  long  as 
you  Avant  it.  Is  it  worth 
anything  to  you  to  know 
that  every  motor  in 

your  shop  is  ready  *^\_  VI 

every  minute  to  an-  XYaSIier^WUalll^ 
swer    the    call    for  ^m^^^^^^^ 
power  and  to  stand  ^^^^J 
up   even   under  ad- 
verse  conditions? 

If  you  want  dependability 
you  must  pay  for  it.  When 
you  pay  a  preference  for 
Wagner  Motors  you  are  as- 
suring yourself  of  continu- 
ous power  for  years  to  come. 

Let  us  'send  Bulletins 
11013  and  11113. 

l?Saiii£iElediTcManiifa<au^ 

of  Canada  Limilcd-Montreal 

Power  Bldg.,  Montreal.  347  Adelaide  St.  W.,  Toronto^ 


The  drawn  steel  construction  used  in 


Alternating  Current  Fans 


adds  to  their  appear- 
ance and  materially 
lightens  their  weight 
without  impairing 
their  strength  and  dur- 
ability. 


Write  for  inform- 
ation on  the  com- 
plete line  for  1918. 


16  inch  Oscillating  Fan  in 
bracket  position. 


Century  Electric  Company 

19th,  Pine  to  Olive  Sts.,  ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  29^ 
Jones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co.,  Ltd..  Winnipeg 
Rudel-Belnap  Machinery  Co.,  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W.,  Vancouver,  B.C. 


Something 


New  in 


Switch  Plates 


MADE  IN  CANADA 

THERE  is  quality  in  material  and  work  back  of 
these  Canadian  made  Switch  Plates.  No  superior 
can  be  secured  in  domestic  or  imported.  We  are  in  a 
position  to  give  you  excellent  deliveries  on  any  desired 
quantity  of  single  gang  flush  Switch  Plates.  We  are 
supplying  jobbers  in  every  part  of  the  Dominion  and 
can  give  you  the  same  satisfactory  service. 


No.  7054 


Write  for 
Samples  and 
Prices. 


W.  H.  BANFIELD  &  SONS,  LTD.,  TORONTO,  CAN. 

Largest  Manufacturers  and  Jobbers  of  Electrical  Fixture  Parts  and  Fittings  in  Canada 
City  Sale.  Office:  120  Adelaide  St.  W.  Adel.  104  General  Office  and  Factorie.:  370-386  Pape  Ave 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS— CONTINUED 


SOLDERING  FLUXES 

Allen  Company,  L.  1>. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 
Weston    Electrical    Instrument  Company 

STORAGE  BATTERIES 

Canadian  General  Electric  Company 
Canadian    Hart    Accumulator  Company 
Northern   Electric  Company 

STREET  LIGHTING  FIXTURES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
(.'rouse-Hinds  Company  of  Canada,  Limited, 
loyner.   Limited,  A.   H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Oevoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatlieway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern   Electric  Company 
Sundh   Electric  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


TAPE 

Packard  Electric  Company 
Northern  Electric  Company 


Jordan  Bros.,  Inc. 


TAPS 


TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 

Canadian    Crocker- Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Kuhlman  Electric  Company 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Packard  Electric  Company 

Railway  &  Power  Engineering  Corporation 

Rose  &  O'Hearn 

Thordarson  Electric   Manufacturing  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 

Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chaimers  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,   Limited,   G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  Ltd. 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,  R.   E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company.  Lt 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard   Underground   Cable   Company  of  C 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  Si  Knott,  Inc. 
Northern  Electric  Company 


OXY-ACETYLENE  WELDING 

A  Maximum  of  Efficiency  at  a  Minimum  of  Cost 


All  the  essential  characteristics  that  tend  to  greatest  efficiency  are 
embodied  in  Oxy-Acetylene  Welding.  The  Process  is  simplicity 
itself.  The  Welded  joint  is  of  practically  equal  strength  to  the 
Metal  adjacent,  absolutely  airtight,  leakproof,  and  free  from  future 
trouble,  and  the  cost  of  the  article  produced  is  less  than  obtained 
by  the  old-fashioned  methods  hitherto  adopted. 

Undoubtedly  You  Can  Employ  the  Process 
to  Advantage  in  Your  Industry  !  ! 

Whether  you  wish  to  join  light  gauge  sheet  metal  or  reclaim  a 
broken  machine  part  or  casting  weighing  tons,  the  Oxy-Acet\-lene 
Process  is  the  solution.    The  more  3^ou  enquire  into  its  possibilities. 
•  the  more  you  will  be  convinced  of  these  truths. 


Steel   Barrel  Welded  by  Oxy-Acetylene  Process. 


Our  Experience  is  Yours  for  the  Asking 

Attach  this  ad.  to  your  letter  head  and  mail  to  us.  We  are  the  Pioneers  of  tlie 
Process  with  world-wide  experience  covering  years.  A  stafi  of  experts  are  at 
your  Service  to  instruct  your  representatives  in  the  Process,  to  ensure  its  suc- 
cessful application  to  your  Industry.  Investigation  incurs  no  obligation  on 
your  part. 

L'Air  Liquide  Society 

Canadian  Factories:    TORONTO,    MONTREAL,  WINNIPEG. 
HALIFAX,  Under  Construction. 


till/ 
fill 


Engine  manifold  welded  by  Oxy-Acetylene  Process. 


iml  1,  1918 


THE    ELECTRICAL  NEWS 


ff  Lincoln 

Arc  Welders 

on  the  Rock  Island 


23  Lincoln  Arc  Welders  are  in  service  at  the 
(lii^ercnt  shops  of  the  Rock  Island. 

These  Welders  are  mounted  on  a  four-wheel 
truck,  and  can  be  taken  any  place  in  the 
shop  and  plugged  in  on  any  power  socket 
where  a  five  horse-power  motor  would  oper- 
ate. 

The  Lincoln  Arc  Welder  can  always  be 
taken  to  the  place  where  the  locomotive  is 
standing-  and  welding  work  can  go  on  at  the 
same  time  with  other  repairs.  Listead  of 
mi)\ing  a  heavy  locomotive  to  a  special 
welding-  station, 'the  light  truck  can  be  taken 
anywhere,  even  for  a  few  minutes'  weldmg 
work. 

In  addition  to  this  advantage,  the  welders 
use  the  regular  current  distributing  system 
in  the  shop,  and  no  special  low  tension  wn-e 
is  .necessary.  This  saves  a  great  expense. 
Examination  of  the  Lincoln  Portable  Weld- 
er will  show  that  it  is  the  most  simple  m 
construction  and  operation  of  any  arc  weld- 
ing apparatus  manufactured,  still  it  will  do 
everything  that  any  outfit  will  do  and  will 
perform  the  work  at  lower  cost. 

This  statement  we  proved  in  your  own  sho]). 
Write  for  (Hir  Engineer. 


LINK  UP  WITH  LINCOLN" 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
311-312  Kent  Building 

TORONTO 
Ontario 


Ft.  Garry  Hotel,  Winnipeg,  Man. 
Architects:  Ross  &  McDonald,  Montreal,  One. 
El.  Contractors;  L.  H.  Nielson  Co.,  Inc.,  Pittsburgh.  Pa. 


You  Eliminate  Needless  Risk 

when  you  install  "Sterling"  Rubber 
Insulated  Wire  in  that  building  of 
yours.  Its  guarantee  of  safety  con- 
sists of  many  years  of  unusually  suc- 
cessful and  dependable  service,  and 
in  the  fact  that  it  is  specified  and 
used  by  architects,  engineers  and  con- 
tractors of  many  buildings  of  inter- 
national importance,  one  of  which 
is  shown  above. 

"STERLING" 
Rubber  Insulated  Wire 

stands  for  superior  quality,  which  means  the 
greatest  economy  and  durability.  It  exceeds 
National  Electric  Code  requirements  to  a  de- 
gree that  entitles  it  to  be  considered  as  a  separ- 
ate and  higher  standard  of  excellence. 

When  in  need  of  rubber  insulated  wire  it 
will  pay  you  to  get  j)rices  of  "Sterling"  Wire 
before  placing  your  order. 

Our  nearest  office  will  give  you  complete 
information  promptly. 

Standard  Underground  Cable  Co. 
of  Canada,  Limited 


Montreal.  Que. 


Hamilton,  Ont. 


Toronto,  Ont. 
Seattle.  Wash. 


Manufacturers  of  Electric  Wires  and  Cables  of  all  kinds,  all  sizes, 
for  all  services,  also  Cable  Terminals.  Junction  Hoxcs,  etc. 
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W^stinghouse 

Type  CR 
Lightning  Arresters 

For  Unlimited  Capacities,  1 250  to  2500  volts 

A  Real  "Safety  First"  Arrester 
for  the  protection  of  distributing  -w^j^ 
transformers  Ti  „ 

Safety  for  Linemen.— When  the  door  is 
open  the  element  is  dead.  It  can  be  exam- 
ined, and  parts  replaced,  without  danger. 


Safety  for  Transformers.— The  multiple-gap 
and  series  resistance  principle  allows  minimum 
gap  possible  without  discharging  continuously  on 
arcing  grounds.  Non-arcing  metal  gap  points 
will  disrupt  a  large  power  current  at  zero  point 
of  first  half-cycle,  therefore,  resistance  is  com- 
paratively small,  without  danger  of  burning  up 
the  arrester  or  causing  surges  in  the  line.  The 
arrester  is  easily  inspected  on  the  pole;  resist- 
ance is  easily  replaced,  and  cylinder  gap  points 
may  be  rotated  to  new  position,  thus  allowing 
all  repairs  to  be  made  quickly  on  the  pole,  in- 
suring arresters  being  in  good  condition  with 
minimum  inspection. 

Catalogue  1-A  describes  the  full  line  of  Westinghouse  Arresteis 


Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


Toronto 

Traders  Bank 
Bldg. 


Montreal 

52  Victoria 
Sq. 


Ottawa 

Aliearn  &  Soper 
Ltd. 


Halifax 

105  Hollls 
St. 


Ft.  William  Winnipeg 

Cuthbertson         158  Portage 
Blocl<  Ave.  E. 


Edmonton  Calgary  Vancouver 

211  McLeod      Grain  Exchange   Bank  of  Ottawa 
Bldg.  Bldg.  Bldg. 


i 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
They  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  the  laminated  copper  contact.     All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any  frequency  on  multiple  circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars 

Electrical  Maintenance  &  Repairs 

Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


Phone 
Adelaide 
902-903 


Nishtt 
Beach 
1723  1930 


Milling 
Cutters 

Taps  Dies 
Reamers  Drills 

A  Line  that  is  Made  in  Canada 
Guaranteed  and  Sold  on  Merit. 

Pratt  &  Whitney  Co.  of  Canada,  Limited 


Montreal 

723  Drummond  Bldg. 


Dundas,  Ont. 

Winnipeg 

1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 
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ELECTRIC  REPAIRS  ' 


I 

We  can  keep  you  running 
while  we  make  your  repairs 


Fred  Thomson  Co.,  Limited 

326-328-330  WEST  CRAIG  STREET 

MONTREAL 


G  &  W  DISTRIBUTION  BOXES 

are  easily  adapted  to  any  lay  out 

A  G  &  W  Box  is  engineered  at  the  factory  to  fit  the  job  ;  this  permits  simple  installation  and  re- 
lieves you  of  engineering  the  job  to  fit  a  box. 

f  I 


[niii 


Boxes  are  made  with  various  types  of  clips  and  fittings.  Standard 
parts  are  assembled  to  suit  any  combination  of  cables  or  loads. 

Let  us  show  our  box  as  applied  to  your  conditions. 


G  &  W  ELECTRIC  SPECIALTY  CO. 


7440-52  So.  Chicago  Ave. 


CHICAGO,  U.S.A. 


A.  H.  Winter  Joyner,  Ltd.,  100  Wellington  St.  W.,  Toronto. 
A.  H.  Winter  Joynei,  Ltd.,  17  St.  John  Street,  MontreaL 
Bentz-Richardson   Co.,    Ltd.,   592   Notre   Dame   Ave.,  Winnipeg. 
General  Supplies,   Limited,  Calgary  and  Edmonton. 


For  the  Ends  of  Cables 


o!.  XXVII    No.  8 


Toronto,  April  15,  1918 


start  and  stop  with  a  single 
th  row  switch. 

Wagner  BA  Single-phase 
Motors  and  BW  Polyphase 
Motors  are  particularly  suited  to 
remote  or  automatic  control  or 
where  uninformed  or  unskilled 
labor  must  handle  them. 

Send  for  Bulletins  IIO13  and 
IIII3- 

^^erKleidric  Maiiiifa<fhirmiGjmpaity 

of  Canada  Liiitiled-Moii.tieal 


Power  Bldg.,  Montreal. 


347  Adelaide  St.  W.,  Toronto 
486 
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FIGURE  l-FRONT 


FIGURE  2— REAR 


THE  "S.J.B."  BOX 


FOR  SERIES  ORNAMENTAL 
STREET  LIGHTING  SYSTEMS 

^  To  provide  a  means  of  disconnecting 
lamps  from  circuits  supplied  with  current  by 
two-conductor  cable,  The  Northern  Electric 
Company  have  recently  designed  the 
''S.J.B."  Box  for  use  on  series  circuits 
operating  at  potentials  of  7,000  volts  or  less. 

^  Figs.  1  and  2  show  front  and  rear  views  of 
the  box,  and  Fig.  3  shows  how  the  box  is  in- 
stalled in  the  pedestal  of  a  lamp  standard. 
This  view  was  taken  in  Montreal  where  all  of 
the  standards  used  in  connection  with  the  new 
lighting  system  are  equipped  with  these  boxes. 

^  There  are  many  interesting  features  in 
connection  with  this  box,  but  the  limited 
space  at  our  disposal  does  not  permit  of  a 
detailed  explanation.    To  those  interested, 
however,  we  will  be  glad  to  send  photo- 
graphs and  full  descriptive  matter 
on  application  to  our  nearest 
branch  house. 

North(^rti  Electric  Cotnpotry 

LIMITED 

MONTREAL     HALIFAX    TORONTO  WINNIPEG 
REGINA     CALGARY  VANCOUVER 


FIGURE  3 
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DUCTSI 

lOF  EVERY  DESCRIPTION! 
FROM  ORE 
MINES  TO 
EXPORT  / 

THE 

STEEL 
lOMPANY 

OF 

CANADA 

IiIMIIED 
HAMILTON  MONTREAL 
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The  only  parts  of  a  coil  you  have 
to  throw  away  are  the  identifying 
red,  white  and  blue  tie  ribbons. 
FLEXTUBE  samples  and  descriptive 
Bulletin    No.     151    sent    on  request. 


Pialional  Metal  Molding  S 

Manufacturers  of  C>/ 

ElGctrical  Conduits   6c  Fittings 
1118  Fulton  Building,  PITTSBURGH, PA. 


Atlanta 
Boston 
Buffalo 

Chicago 
r.ueiios  Aires 


Dallas  Los  Angeles  Salt  Lake  City 

Denver  New  York  San  Francisco 

Detroit  Philadelphia  Seattle 

Portland  St.  Louis  ' 

Havana  Manila  Paris 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Montreal 
Halifax 
Ottawa 
Cobalt 


Head  Office,       -       -       -  TORONTO 
District   Sales  Offices: 
Winnipeg 
Calgary 
London 


Edmonton 
Nelson 
Vancouver 
South  Porcupine 


Double  Compounding 


Double  Value 


F  9 
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The  flexible  tubing  that  won't  break  down 
and  blister  because  of  its  single  interwoven 
wall. 


Northerft  Electric 


DURADUCT 

iK.B  Cjn.  I'jlent  Ollicei 


Northern  Elactrfc  Compati^ 


of  course! 


All  reliable  dealers  sell  it. 


UMITED 


Montreal 

Halifax 

Ottawa 


Toronto 
London 
Winnipeg 


Regina 

Calgary 

Vancouver 
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"T  Your  Customers 
Know  Them 

The  man  you  have  to 
deal  with  in  any  in- 
dustrial plant  will  know 
Lincoln  Motors. 


The  managers  and  superintendents  of 
these  plants  have  read  about  Lincoln 
Motors  in  their  own  trade  and  tech- 
nical papers.  They  knpw  the  water- 
proof, dust-proof  insulation — the  sim- 
plicity of  construction — the  overload 
capacity  and  the  other  features  that 
make  Lincoln  Motor  drive  a  paying 
investment. 

The  Lincoln  advertising  campaign  is 
boosting  for  more  motor  driven  plants 
— and  more  Lincoln  Motors. 

Speak  to  your  customers  about  Lincoln 
Motors. 

Write  for  Bulletin  on  Motors. 


'LINK  UP  WITH  LINCOLN" 


Lincoln  Electric  Co, 

of  Canada,  Limited 

Head  Office 
311-312  Kent  Building 

TORONTO 
Ontario 

Branch  Office 
MONTREAL 


Stability  and  Efficiency 

are  prime  factors  in  development  of  Water 
Power  in  these  days  of  intense  activitj-. 
That's  why 

SMITH  HYDRAULIC  TURBINES 

are  being  installed  in  the  "PLANTS  THAT  COUNT" 


The  accompanying  cut  illus- 
trates single  vertical  shaft 
type  of  unit  for  Low  and 
Medium  Heads. 


Three  units  like  this 
developing  900  H.  P. 
each,  90  R.  P.  M.,  15 
ft.  0  in.  head,  also 
two  units  of  2,000  H. 
P.  each,  100  R.  P.  M., 
26  ft.  0  in.  head,  in 
successful  operation. 


Write  Department  "N"  for  Bulletin  of  Designs 
and   Useful   Data  for   Hydraulic  Development. 

S.  Morgan  Smith  Co.,  York,  Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


PUSH  BUTTON 
FLUSH  SWITCH 

Shallow  Type— Superb  Action 


Single  Pole 
No.  200 


Three  W.y 
No.  203 


Only  One  Inch  Deep — 

Easy  to  Install — 

Price  is  Right 

Manufacturers 

The  Duncan  Electrical  Co.^  Limited 


1665  St.  James  St. 


MONTREAL,  QUE. 
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Some  Notable  Features 


of  th< 


C.  &  H.  Poly-Phase  Meters 

Note  the  following  three  outstanding  facts. 

First— the  space  inside  the  meter  is  greater  than 
usual,  leaving  more  room  between  the  connections. 

Secondly— the  three  or  four  line  wires  are  carried 
direct  through  the  Meter  from   left  to  right. 

Third— Double  Terminal  Blocks.  Experienced  Electricians  will  readily 
recognise  the  importance  of  such  individual  features  on  a  Meter, 
especially  when  it  is  subjected  ; to  heavy  overloads  and  lightning  storms. 

We  are  building  quality  Meters,  not  price  cutters 

Chamberlain  &  Hookham  Meter  Co.,  Limited 


243  College  St.,  TORONTO 


61  Albert  Street,  WINNIPEG 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  *•  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire "  machines, 
minimum  incon- 
venience from 
such  breakdowns. 


750  K.V.A.  Alternator  direct  coupled  to  engine. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada^  Ltd. 

Montreal  107-109  Duke  St.,  Toronto 
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Acme  St;mipin,u  ami  Too 

Allen  Company,  L.  B  

Allen  Inspection  Company  . 
American  Conduit  Company 


41 
47 
50 


Bantioia,  \V.  H  

Heauhicn,  De  Gaspe  ...   50 

Benjamin  Electric  Company  

Branston  Company,  Chas.  A  

Boston  Insulated  Wire  and  Cable  Co.  38 
Boving  Hydraulic  &  Engineering  Co.  43 

Bradstreets   50 

Brandeis,  Charles   50 

British  Aluminium  Company  

Brown  Company  

Calebaugh  Self  Lubricating  Carbon 

Company    37 

Canada  Wire  and  Cable  Company  ...  47 

Canadian  Bridge  Company   49 

Canadian  Crocker  Wheeler  Co  

Canadian  Hart  Accumulator  Co.  ...  47 

Canadian  General  Electric  Co  14-15 

Canadian  Independent  Telephone  Co.  43 
Canadian  Office  and  School  Furniture 

Company   50 

Canadian  Porcelain  Company   16 

Canadian  Westinghouse  Company  . .  58 

Century  Electric  Company    41 

Chamberlain  &  Hookham  Meter  Co., 

Limited  

Chicago  Mica  Company  

Cleveland  Armature  Works   IG 

Conduits  Company,  Limited    9 

Crouse-Hinds  Company  

Cutter  Company   10 

Dennison.  H.  J.  S   50 

Pevoe  Electric  Switch  Company  ...  40 

Dossert  &  Company   16 

Duncan  Electrical  Company  

Economy  Fuse  and  Mfg.  Co.  .......  11 

Elec.  Maintenance  and  Repair  Co.  .  .  51 

Electric  Railway  Improvement  Co.  . .  41 
Electric  Service  Supplies  Company. 
Electrical  Development   &  Machine 

Company   12 


Klcclrical  Testing  Laboratories  ....  50 

Ewart  &  Jacob   50 

Kcnanti  l'"lectric  Company   10 

Fisher  I'Jcctric  Company   53 

Flexible  Conduits  Company   10 

(].  tSf  W.  Electric  Specialty  Co   60 

Gest,  G.  M.,  Limited   15 

Gray,  Charles  F   50 

Great  West  Electric  Company   40 

Hatheway  &  Knott   11 

Houston  &  Company   47 

Hughes  Electric  Heating  Co   1 

Illinois  Electric  Porcelain  Company  47 

Jefferson  Glass  Company   48 

Jones  &  Glassco  

Jordan  Brothers   16 

Joyner,  Ltd.,  A.  H.  Winter    46 

Kelsch.  R.  S   50 

Kent  Brothers    41 

Kerry  &  Chace,  Limited   50 

Kuhlman  Electric  Company  :  48 


L'Air  Liquide  Society  

Lancashire  Dynamo  and  Motor  Co. 

Leeds-Northrup  Company  

Lightfoot,  Stanley  

Lincoln- Electric  Company  of  Canada 

Lindsley  Brothers  Company  

Lowry,  E.  A  

Lyman  Tube  and  Supply  Company 


Malm,  Gordon  &  Company  

Masco  Company  

Marion  &  Marion  

McGill  Manufacturing  Company 
Mica  Company  of  Canada,  Ltd.  .  . 
Mitchell,  Charles  H.  &  Percival  H. 
Moloney  Electric  Co.  of  Canada  . 
Myerson,  Joseph  


National  Electric  Heating  Company 
National  Metal  Molding  Company  .  . 

Nerlich  Company  

Northern  .Muminum  Company  ...  .  . 
Northern  Electric  Company   


51 


50 
6 
49 
38 

50 
49 
50 
49 
53 
50 
13 
39 


47 


Ohio  Brass  Company  . .  . 
Onward  Mfg.  Company  . 
Orpen  Conduit  Company 


15, 


48 


Packard  Electric  Company   

Petrie,  H.  W   38 

Phillips  Electrical  Works,  Eugene  F.  35 
Philadelphia  Electric  Company  ....  12 

Power  Equipment  Company  

Pratt  &  Whitney  

Pringle,  R.  E.  T   52 

Railway  &  Power  Engineering  Cor- 
poration   13 

Redmonal   Chemical   Products   Co..  48 

Ridout  &  Maybee   38 

Robertson  Limited.  J.  M   50 

Robbins  &  Myers  Company    17 

Rose  &  O'Hearn   37 

Ross  &  Company,  R.  A  

Renfrew  Electric  Company  


1 


Sachsenmaier  &  Co..  George   39 

Sammett,  M.  A   50 

Sangamo  Electric  Mfg.  Co  

Smith  Company,  S.  Morgan    C 

South  Bend  Current  Control  Co.  ...  46 
Spauiding  &  Sons  Company.  J.  ... 

Spielmann  Agencies  Regd   40 

Square  D  Company   45 

Standard  Underground  Cable  Com- 

panj'  of  Canada,  Limited    41 

Standard  Wiring  

Steel  Company  of  Canada   o 

Superior  Electric  Company   37 

Tallman  Brass  and  Metal  Company  39 

Thompson.  Clarence   50 

Thompson,  Fred  &  Co  

Thompson-Levering  Company  ....  49 

Thordarson  Manufacturing  Company  47 

Toronto  and  Hamilton  Electric  Co.  39 

■Tulnilar  Woven  Fabric  Company  ...  5 

A'ickers  Limited   18 

Wagner  Electric  Manufacturing  Co  1 

Ward  Leonard  Electric  Co.  

White  Electrical  Company,  T.  C. . .  IS 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
nf  such  an  instrument,  is  iniusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  he  procured  practically  everywhere.  The  price  is  $66.2.5  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Steaton  Ave. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA. 
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New  Quaker  Oats  Building,  Peterboro— A  "GALVADUCT"  Building. 


*'GALVADUCT'* 

The  most  perfect  interior 

con- 

struction  conduit  on  the  mar 

ket. 

Recosrnized  as  the  standard  of 

hi.i^h  quality. 

Always  specify  Galvaduct 

or 

Loricated 

LORICATED 


A  1  'gh-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents.  ■ 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 


LORICATED 


10 
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I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

I-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us  for  them.    Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 


New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone  Bldg. 


Chicago,   Monadnock  Block. 
Pittsburgh,   Park  Building. 
Minneapolis,  Metropolitan  Life  Bldg. 


TypeW 


ECCLES  &  SMITH  COMPANY 
Los  Angeies  San  Francisco  Portland,  Ore. 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  IMeters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 
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Universal  Insulator  Supports 

SAVE 

Time,  Labor  and  Material 


UNIVERSAL  INSULATOR  SUPPORTS  are  specially  designed  mal- 
leable iron  clamps  made  in  four  sizes  for  securing  Insulators  to  open 
steel  framework  for  wiring  mills,  foundries,  shops,  bridges,  piers,  elevated 
railways,  subways,  train  sheds — and  similar  structures.  They  are  easily 
attached,  and  by  their  use,  electric  wiring  for  lights,  motors,  generators, 
cranes,  etc.,  can  be  installed  with  a  great  saving  of  labor  and  material. 

Write  for  Bulletin  No.  22  which  give*  full  description, 
prices  discounts,  etc. 

STEEL  CITY  ELECTRIC  COMPANY 


1207  1219  Columbus  Ave..  PITTSBURGH,  Pa. 


"Killark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


The  right  fuse  for  every  make  of  car 

and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG.  COMPANY 


ST.  LOUIS.  Mo 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


Each  time  you  renew  an 


ECONOMY  renewable  FUSE 


Wl 


th 


"Drop  Out''  Renewal  Link 

you  will  renew  your  gratification  over  cutting  your 
annual  fuse  maintenance  costs  80%. 

CONSERVE  your  fuse  money.  It  is  unpatriolic  as  well  as  bad  buying  policy,  to 
use  a  dollar's  worth  of  material  for  what  could  as  well  be  accomplished  with 
twenty  cents'  worth. 

In  all  branches  of  industry — in  modern  homes,  institutions,  public  buildings-  billions  of 
dollars  worth  of  equipment  and  property  are  protected  against  the  fire  and  accident 
hazards  of  overloads  and  short  circuits  through  the  fusing  of  a  million  circuits  with 
Economy  renewable  Fuses  and  "  Drop  Out "  Renewal  Links. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  -  MONTREAL 

Sole  Manufacturers  of  "ARKLESS"— The  Non-Renewable  Fuse  with  the"100  per  cent.  Guaranteed 


Indicator." 
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FRANKUN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


"FRANKLIN"  Cable  Potheads 

For  all  conditions.      Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


WRITE   FOR  BULLETINS 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO,  PHILADELPHIA,  Pa. 


SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 


w 


>RMERS 


purposes 
voltage. 


rmers 
»i*ansformers 
Transformers 


MOLONEY  ELECTRIC  CO. 

OF  CANADA,  LIMITED 

District  Officer*  General  Sales  Office 

Halifax        Montreal      Winnipeg  TORONTO,  ONT. 
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O-B  Type  F-3  Bond  Installed 


0-B  Bonding  Earns  a  Profit 

Rail  Bonds  will  pay  for  themselves  and  then  earn  a  profit- 
provided  they  are  good  bonds. 
First,  they  must  make  a  low  resisting  contact. 
Next,  they  must  retain  that  efficient  contact. 
Finally,  they  must  stand  up  under  vibration. 
O-B  Stud  Terminals  are  made  of  pure  copper  accurately 
machined.    Under  pressure  they  flow  tightly  against  the 
rail.    Strands  are  properly  formed  to  withstand  vibra- 
tion.   There  is  a  homogeneous  weld  between  strand  and 
terminals. 

There  are  many  types  oj  O-B  Bonds.  Our  specialists  will  be 
glad  to  co-operate  with  you  in  the  selection  of  the  right  type  for 
your  conditions. 

The  Ohio  Brass  Company 

MANSFIELD,  OHIO 


I'I'I'I 

1  i.i; 


'I'i'i' 


•I'l'i'!' 
I'l'I'I'l 
'i'  'i'  ' 
I'l'I'I'l 
liMi!' 


,1  i;i 


1:1!.!.' 


1:1 


.1:1 


'I'l'  'i' 
' ' ' ' ' 
'  ■ ' ' ' 


iiiiiiiiiiiiiiiiiii^iiii^iii 


14 


THE   ELECTRICAL  NEWS 


April  15,  1918 


sill 


nimiiiiiniiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii^^ 

Have  You  a  SEW-E-Z  Motor? 

The  Little  Labor-Saving  Home  Motor 
That  Relieves  You  of  Drudgery 

I S  little  Motor  will  sew  for  you  without  foot-pumping — 
will  keep  you  cool  on  hot,  sultry  days  of  summer — will 
grind  and  sharpen  your  carving  knives— will  clean  and  polish 
your  silverware,  and  perform  many  other  household  duties. 

Simply  place  SEW-E-Z  on  your  machine, 
next  to  the  hand-wheel.  No  screws  or 
bolts  are  needed.  The  little  self-starter 
controls  the  speed  instantly — the  slightest 
touch  of  your  foot  makes  it  sew  fast  or 
slow.   Always  starts  right,  never  breaks  the 

thread.  Makes 
sewing  easy — 
relieves  all  strain 
— saves  your 
health. 

The  fan  attach- 
ment instantly 
c  h  an  ges  this 
home  labor-saver 
into  a  handsome, 
high-class  fan 
that    will  make 

brighter  and  happier  hours  in  your  home  during  the  hot, 
sultry  days  of  summer.  The  grinder  and  buffer  attachments 
keep  your  carving  knives  sharp  and  ready  for  use,  your  silver 
bright  and  shining,  and  give  to  it  that  pleasing  lustre  that 
adds  beauty  and  cheerfulness  to  your  dining-room. 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.     Sales  Offices :  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg,  Calgary,  Edmonton. 

Nelson  and  Vancouver. 
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use  it  to 


Then  I  use  it  as 


run  my  sewing  machine    an  electiric  fan 


Then  I  use  it  to  Then  I  use  it  for 
sharpen  all  my  cutlery  cleaning  my  silver 
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SWITCHBOARD  CONSTRUCTION 


Fig.  1— The  Old 


Fig.  2— The  New 


Does  YOUR  power  plant  switchboard  look  like  the  one  shown  in  Fig.  I?  If  so,  the  ex- 
cessive FIRE  HAZARD  and  the  chances  of  SERIOUS  INJURY  to  your  operators,  will 
more  than  justify  the  expense  of  changing  over  to  modern,  safe  construction. 

Fig.  II.  shows  what  was  accomplished  in  one  plant,  the  new  construction  being  shown  in 
the  foreground.  Part  of  the  old  equipment  in  Fig.  I.  appears  in  the  background  of  Fig.  II., 
this  photograph  being  taken  before  work  was  completed. 

Our  Switchboard  Specialists  are  available  to  you  if  you  are  confronted  by  this  or  any  other 
Switchboard  problem. 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.    Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg,  Calgary,  Edmonton, 

Nelson  and  Vancouver. 
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The   Jordan   Commutator  Truing  Device 


Ov)onites  without  leiuoving 
armature.  No  shut  down  of 
uuitor  or  generator. 

No  hirge  outs  from  commutat- 
or nnil  no  unnecessary  waste  of 
copvier. 

No  dragging  of  copper  caus- 
ing short  circuits. 

No  portable  slide-rest  with  the 
danger  of  the  tool  digging  into 
the  commutator  and  numerous 
other  chances  of  damage  to  the 
commutator  or  armature  which 
are  all  overcome  with  this  ma- 
chine. 


JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  York 

Uepi-esented  by:  Frank  E.  Filer,  Winnipeg,  Can. 
Toronto  Representative: 
Canada  Sale*  Company,  165  Church  Street,  Toronto,  Canada 


The  Jordan  Tapon   for   Moulding  Work 


A  real  time  saver  which 
means  a  Money  Saver, 
making  the  best  class  of 
work. 

It  is  not  necessary  to  have 
the  ends  of  the  capping 
straight  as  the  cover  of 
the  Tapon  overlaps  the 
capping,  thereby  covering 
any  bad  ends  of  capping. 


JORDAN  BROS.,  Inc.,  74  Beekman  St.,  New  Yor\ 

Jordan  Tapons  may  be  secured  from  your  nearest  Electrical 
Supply  House. 


CANADIAN  PORCELAIN  CO 


LIMITED 


HAMILTON  -  CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint! 

DOSSERT  &  CO., 


IRVING  SM  ITH. 


242  West  41»t  St. 
NEW  YORK 

H.  B.  LOGAN,  PREsmENT 
Canadian  Rep..  Unity  BIdg..  MONTREAL 


Electrical  Machinery  and  Repairs 


Armatures  Complete,    Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 

Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 
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employed  usefully  in  moving  the  air.  Mighty  little 
energy  is  wasted  by  the  fan  blades  in  churning  the 
air  and  making  a  noise. 

Even  this  little  9-inch  fan  will  permit  me  to 
stand  right  up  close  and  at  the  same  time  keep  well 
within  the  cone  of  moving  air.  And  you'll  have  to 
admit  that  some  area  is  being  covered  when  I'm  the 
target. 

If  you  will  demonstrate  this  feature  of  the  R  &  M 
Fan  to  your  customers,  you'll  find  it  a  big  sales  help. 


Manager  St.  Louis  Branch. 


UST  stand  in  front  of  a  Robbins  & 
Myers  Fan  this  way  and  you'll  dis- 
cover a  feature  which  has  a  lot  to  do 
with  the  popularity  of  the  R  &  M 
Fan.  You'll  find  that  the  air  leaves 
the  fan  at  an  unusually  wide  angle,  and  that  a  large 
volume  of  air  is  moved  at  a  velocity  which  is  just 
right  for  real  comfort. 

And  this  large  volume  of  air  is  moved  by  the 
fan  without  a  lot  of  noise  and  fuss.  The  design  is 
such  that  nearly  all  of  the  power  of  the  motor  is 


The  Robbins  &  Myers  Company 


Springfield,  Ohio 

New  York     Philadelphia    Boston    Cincinnati  Cleveland 
Chicago     Buffalo     St.  Louis     San  Francisco 


CANADIAN  DISTRIBUTORS 
The  Century  Electric  Co. 

Montreal 
La  Cie  Codere  &  Fils,  Inc. 
Sherbrooke 
Eastern  Electric  Co. 
St.  John 
Great  West  Electric  Co. 
Winnipeg 


Rogers   Electric  Co 
Toronto 


Costello  &  Crowe 
Ottawa 
Dawson   &   Co.,  Ltd. 
Montreal 
Mechanics  Supply  Co.,  Ltd. 
Quebec 

John  Starr  &  Sons  Co.,  Ltd. 
Halifax 

Ltd. 


WIDE    DISTRIBUTION    OF  AIR* 


18  THE   ELECTRICAL   NEWS  ,  April  15,  1918 


GET  THE  GENUINE 

Look  for  the  Name 

WHITE'S  PORCELAIN  STRAIN  INSULATORS 


You  want  strain  insulators  that  are  strong  physically,  that 
stand  up  under  the  exceptional  conditions  of  the  heavy  storm ; 
that  hold  up  under  a  load  of  sleet ;  that  don't  crack  when  the 
thunder  rolls,  the  Hghtning  flashes,  and  the  wind  whistles. 

This  is  the  kind  of  strains  T.  C.  White  Company  is  mak- 
ing of  porcelain  in  a  variety  of  sizes  for  different  loads,  and 
several  designs  for  varying  conditions. 

It  will  pay  you  to  write  for  bulletin  which  shows  designs 
and  gives  the  complete  data  on  strain  and  electrical  tests. 

Write  today. 


Type  No.  600 


T.  C.  White  Electrical  Supply  Co. 


1122  Pine  Street, 
ST.  LOUIS,  Mo  . 
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months.  As  a  result  of  this  new  experience,  however,  the 
iiovernment  has  now  announced  that  they  are  prepared  to  go 
aliea.l  with  this  plant  and  that  the  sum  of  $400,000  is  being 
placed  in  the  estimates  for  that  purpose.  There  can  be  no 
doubt  that  in  this  matter  they  are  acting  most  wisely  and 
that  the  course  they  are  pursuing  will  receive  the  support  of 
all  sections  of  the  country. 


Published  Semi-Monthly  By 

HUGH  G.  MACLEAN,  LIMITED 

HUGH  C.  MacLEAN,  Winnipeg,  President. 

THOMAS  S.  YOUNG,  General  Manager. 

W.  R.  CARR,  Ph.D.,  Editor. 
HEAD  OFFICE  -  347  Adelaide  Street  West,  TORONTO 

Telephone  A.  2700 
MONTREAL  -  Telephone  Main  2299  -  119  Board  of  Trade 
WINNIPEG  -  Tel.  Garry  856  -  Electric  Railway  Chambers 
VANCOUVER  -  Tel.  Seymour  2013  -  Winch  Building 
NEW  YORK  -  Tel.  3108  Beekman  -  1123  Tribune  Building 
CHICAGO  -  Tel.  Harrison  5351  -  1413  Gt.  Northern  Bldg. 
LONDON,  ENG.  16  Regent  Street  S.W. 


ADVERTISEMENTS 
Ordeis  for  advertising  should  reach  the  office  of  publication  not  'ater 
than  the  5th  and  20th  of  the  month.     Changes  in  advertisements  will  be 
made  whenever  desired,  without  cost  to  the  advertiser. 

SUBSCRIBERS 

The  "Electrical  News"  will  be  mailed  to  subscribers  in  Canada  and 
Great  Britain,  post  free,  for  $2.00  per  annum.  United  States  and  foreign 
$2.50.  Remit  by  currency,  registered  letter,  or  postal  order  payable  to 
Hueh  C.  MacLean,  Limited.  ,  ,.  ,  ,  c  y 

Subscribers  are  requested  to  promptly  notify  the  publishers  of  failure 
or  delay  in  delivery  of  paper. 


Authorized  by  the  Postmaster  General  for  Canada,  for  transmission 

"  "Eiuted'a^  s-^crd"  class  matter  July  ISth  1914,  at  the  Postoffice  at 
Buffalo.  N.  Y.,  under  the  Act  of  Congress  of  March  6,   


Vol.  27 


Toronto,  April  15,  1918 


No.  8 


Government  Acting  on  Recommendations 
of  Advisory  Council 

Several  months  ago  the  Advisory  Council  for  Industrial 
Research  made  an  investigation  through  a  sub-committee,  of 
which  Mr.  R.  A.  Ross,  consulting  engineer,  Montreal,  was 
cliairman,  of  the  possibility  of  utilizing  the  coal  fields  of  Cen- 
tral Western  Canada  at  other  points  than  the  immediate  vicin- 
ity of  the  coal  fields.  Although  the  areas  in  this  portion  of 
Canada  are  almost  entirely  underlaid  with  coal,  it  is  unfor- 
tunate tliat  this  is  of  a  composition  which  deteriorates  rapidly 
after  mining,  and  so  is  not  suitalile  for  shipment  to  any  great 
distance  either  east  or  west.  It  is  doivbtful  if  any  Alberta 
coal,  for  example,  has  reached  farther  east  than  Winnipeg, 
and,  therefore,  it  is  readily  seen  that  the  Alberta  coal,  in  its 
natural  state,  cannot  her  utilized  to  relieve  the  fuel  shortage 
in  what  Mr.  Challies  designated  in  his  recent  paper  before 
Ihc  Canadian  Society  of  Civil  Engineers  as  "The  Acute  Fuel 
Area,"  lying,  roughly,  east  of  Regina  and  west  of  Quebec. 

The  result  of  the  investigations  of  Mr.  Ross'  committee 
showed  the  possibilities  of  briquetting  this  unstable  coal  into 
a  more  permanent  form  and  suitable  for  shipment  to  much 
greater  distances.  As  a  result  of  these  investigations,  there- 
Fore,  the  Advisory  Council  made  a  recommendation  to  the 
oovcrnmcnt  that  a  sum  of  $400,000  should  be  expended  on  the 
erection  of  a  briquetting  plant. 

It  is  no  secret  that  the  members  of  the  Advisory  Council 
and  other  engineering  bodies  were  keenly  disappointed  that 
the  government  did  not  see  its  way  at  that  time  to  carry  out 
tlicse  lecominendations.  That,  however,  was  during  the  sum- 
mer of  I'.ilT,  and  I)eforc  we  had  experienced  the  acute  coal 
Mtnalinn    wliirh   has  existed   .hiring  llu-   past    liireo   or  fi>nr 


Quebec  Water  Powers  Before 
Montreal  Electric  Club 

Speal<ing  on  the  water-power  development  of  Canada  in 
relation  to  the  fuel  situation  at  a  meeting  of  the  Westmount 
Canadian  Ckili  on  April  ;i,  Mr.  A.  B.  Beale,  of  the  Water- 
J'owers  Branch  of  the  Department  of  the  Interior,  urged  the 
use  of  every  possible  substitute  in  order  to  reduce  Canada's 
dependence  on  -the  United  States  for  fuel.  The  greater  use 
of  water-,power,  he  said,  was  one  of  the  solutions  of  the  pro- 
l)lems,  especially  the  generation  of  energy  for  industrial  pur- 
poses, since  it  gave  a  much  more  economical  return  for  the 
power  , developed  than  coal  could  possibly  do.  The  subs'titu- 
tion  of  water-power  for  coal  would  also  greatly  reduce  the 
strain  on  transportation  systems.  Another  advantage  was 
tliat  tlie  water-power  was  practically  unlimited,  there  being 
no  diminution  as  the  power  was  developed,  as  was  the  case 
with  other  sources  of  power. 

Canada  had,  iroughly  speaking,  eighteen  million  horse- 
power of  hydro-electric  force  available  within  areas  either 
already  populated  or  likely  to  be  so  within  a  short  time.  Of 
this  only  one-tenth  had  as  yet  been  developed,  75  per  cent,  of 
which  was  being  used  for  municipal  or  other  ordinary  uses, 
15  ]3er  cent,  for  pulp  and  paper  mills,  and  the  balance  for 
other  industries. 

Practically  every  large  centre  in  Canada,  except  some  in 
the  Middle  West,  was  within  reach  of  hydro-electric  power, 
and  he  looked  for  a  steady  development  of  this  source  of 
national  wealth.  As  to  the  electrification  of  railways,  it  might 
come  later,  but  ithere  would  have  to  be  a  greater  frequency  of 
service,  witli  lighter  trains,  to  make  it  practical.  He  looked, 
however,  for  an  increase  in  ordinary  rail  traffic,  with  a  grow- 
ing use  of  electricity  for  traffic  purposes  at  terminals,  and 
eventually  an  increase  in  the  general  use  of  electric  traction. 

The  address  was  illustrated  by  a  number  of  views  of 
water-powers  in  the  Province  of  Quebec,  together  with  views 
of  plants,  transmission  lines,  etc. 


Out  of  the  Frying  Pan  Into  the  Fire 

Apparently  as  a  means  towards  mitigating  the  fuel  short- 
age from  which  Central  Canada  suffered  so  greatly  during  the 
past  winter,  and  which  resulted  not  only  in  great  personal 
incnn\ enience,  but  also  in  the  shutting  down  of  many  of  our 
vital  iiukistries,  tiie  fuel  controller  has  seen  fit  to  issue  an 
order  to  the  effect  that  householders  and  others  who  lay  in 
a  stock  of  coal  for  the  coming  winter  can  only  purchase  up  to 
70  per  cent,  of  last  year's  requirements.  As  a  result,  when  the 
companies  are  approached  for  an  advance  supply  of  coal,  the 
customer  is  asked:  "How  many  tons  did  you  use  last  year?" 
If  his  answer  is,  say,  "Twenty  tons,"  he  is  booked  for  four- 
teen tons,  and  this  amount  will  l)e  supplied  as  soon  as  incom- 
ing shipments  make  its  distribution  possible. 

It  is  difficult  to  understand  what  the  fuel  controller  ex- 
pects to  gain  by  this  procedure.  Under  the  circumstances 
which  existed  last  winter  there  were  few  establishments  that 
consumed  more  fuel  than  was  absolutely  necessary,  and  in 
many  cases  a  reduction  of  :iO  per  cent,  would  simply  mean 
that  the  plants  or  homes  will  have  to  lie  closed  up.  If  the 
circumstances  which  existed  last  winter,  when  a  considerable 
percentage  of  our  people  liad  supplied  tliemselves  before- 
liand  witii  tlieir  full  reqiiireniciUs,  and  It  remained  only  for 
(he  variniis  dealers  In  >npplv  the  less  prcixidenl  proportion  of 
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;         vii>i>Muois-- u',  under  ilu-sc  circumstances,  the  miiii'1>  "f 
coal  was  iiuulcquate,  how  uuicli  greater  will  tlic  inoMrni  oi 
supi)Iy  he  next  winter,  when  tliere  will  In-,  in  acMilinn,  tlic 
per  cent,  of  the  deniand  of  the  forehaiulcil  cuslnmcr^,  al.Mi  lu 
i>c  brought  in  anil  delivered. 

It  is  possible  the  fuel  com  roller  iua>-  lia\  c  ar.nucd  that  if 
the  customers  who  usuallj-  lay  in  their  supply  l)oli)rchand  are 
not  allowed  their  full  quota  this  might  induce  a  considerable 
percentage  of  the  improvident  customer.-,  Id  i)uy  alicad.  This 
is  very  doubtful,  however.  The  situation  \\a^  sulliciently 
threatening  last  summer  to  induce  anyone  \\\u>  was  so  in- 
clined, or  who  had  the  ready  money,  to  lay  in  such  stock  as 
he  required,  and  it  seems  entirely  unlikely  that  a  greater 
number  will  avail  tliemsclvcs  of  iliis  ojiportunity  during  the 
present  summer.  The  fuel  contn  illcr's  order  apparently, 
therefore,  seems  to  mean  simply  tlii-:  that  tlie  dealers  who 
in  the  .past  have  urged  their  cu-ioniers  to  take  summer  de- 
livery because, it  is,  so  to  speak,  ,in  "oil  peak"  period,  will  be 
lorced  in  a  greater  degree  ili.ni  imt  during  the  present  sum- 
mer to  keep  their  stafl:  and  Ihrir  distril)ution  forces  in  idle- 
ness. 

This  is,  undoubtcilly,  the  the  fuel  controller's  order 

appeals  to  the  avera>-'.c  iier.-Mui.  It  is  also,  so  far  as  we  can 
learn,  the  interpretation  put  u])on  tlie  situation  by  the  dealers 
themselves.  If  the  controller  lias  any  other  interp  etation  of 
this  un-understandable  order  he  has  failed,  unfortunately,  to 
take  the  public  into  his  confidence. 


Professional  Meeting  to  Discuss  Fuel  Situation 

In  this  issue  we  are  reproducing  a  innriber  of  papers 
dealing  with  the  fuel  situation,  and  more  particularly  the  rela- 
tion between  electricity  and  the  relief  of  the  fuel  shortage, 
presented  before  the  recent  professional  convention  of  the 
Canadian  Society  of  Civil  Engineers,  held  in  Toronto.  Al- 
though there  may  have  been  no  great  amount  of  new  informa- 
tion brought  forward  in  these  papers,  yet  the  conference  is 
notable;  in  that  it  indicated  the  interest  professional  engi- 
neers are  taking  in  the  situation,  and  at  the  same  time  showed 
that  they  were  in  possession  of  all  the  knowledge  necessary 
to  supply  a  solution  of  the  difficulties  under  which  we  have 
labored  during  the  past  winter  so  far  as  it  is  available. 

The  conference,  unfortunately,  was  not  able  to  prove  that 
electricity  can  compete,  in  dollars  and  cents,  with  coal  as  a 
source  of  heat  supply.  The  figures  that  were  given  merely 
corroborated  previous  statements,  that  electricity  must  be 
available  in  very  large  quantities,  at  a  price  anywhere  from 
1/4  to  ]/.5c  per  kilowatt-hour,  before  electric  heating  will  be 
as  cheap  as  the  present  coal  furnace.  Not  only  does  electric 
heating  cost  more,  but  there  is  not  sufficient  electric  energy 
available  to  supply  the  general  needs  of  the  people  of-  Canada. 
Immediate  relief,  therefore,  must  come  from  some  other 
source,  and  in  this  respect  wood  was  recommended  as  the 
most  easily  available,  and,  after  that,  peat.  The  latter  fuel, 
however,  could  not  be  available  until  the  winter  of  1019,  so 
that  all  the  relief  we  can  expect  for  the  coming  winter  must 
be  in  the  nature  of  a  wood  supply.  During  the  'conference  it 
was  announced  by  a  representati\ e  of  the  Ontario  Govern- 
ment that  all  provincial  Iniildiims  would  be  supplied  during 
the  coming  winter  at  leaM  in  far  as  was  possible  by  wood 
cut  from  Algonquin  Park.  W  liat  the  price  will  be  has  not,  of 
course,  been  determined,  but  it  is  not  likely  that  even  here, 
where  the  fuel  will  be  obtained  for  nothing,  that  its  price,  laid 
down  in  Toronto,  will  compari  wuli  coal. 

The  conference  was  also  of  interesi  in  that  considerable 
light  was  thrown  upon  the  p-'is-iliduic^  of  ccncral  electrifica- 
tion of  our  railways.  In  tiii-  Miinr,  iw,n  -i  iv;,-,  shown  tliat 
while  this  is  an  end  to  be  worked  f(jr — uv.A.  we  trust,  nlti- 
malelv  id)tained— there  is  no  immediaie  prospect  that  the 


coal  situation  can  lu-  relieved  during  the  next  two  or  three 
years  by  elect  ri  fyi n,^  tlie  railways  of  the  Province  of  Ontario 
ni  an\  except  i.^ulatcd  cases.  When  conditions  arrive  that 
sm-li  clcctrilication  is  possible,  the  fuel  saving,  of  course,  on 
^  account  of  the  inefficiency  at  which  steam  railway  engines 
o].)erate,  will  be  very  great. 

The  papers  constituted  a  record  of  information  which 
will  be  found  of  great  value  to  readers  of  the  Electrical  News, 
Such  as  we  have  space  for  will  be  found  in  this  issue,  and  all 
other  papers  having  a  direct  bearing  upon  the  relation  oi 
electricity  to  the  fuel  question  will  be  published  later. 


Teach  the  Children  That  a  Line  Wire  "Kills' 

A  correspondent  sends  the  following  suggestions: 
"Sidney  G.  Booth,  a  boy  3  4  years  of  age,  while  returniii.s 
from  school  on  A\'ednesday,.  March  20,  discovered,  or  wa! 
attracted  by,  the  flash  when  a  6,000-volt  wire  of  the  Cataraci 
Electric  Company  broke.  He  went  to  the  wire,  which  wa; 
dangling  in  the  air,  and-  in  some  mysterious  way  he  spliced  a 
short  piece  of  wire  on  to  the  live  wire,  and  upon  stepping 
from  the  snowbank  to  the  ground  was  electrocuted. 

"Would  it  not  assist  in  stopping  people  from  touching 
live  wires  if  the  legislature  put  through  an  act  prohibiting 
any  person  from  lifting  a  wire  in  his  hands  unless  equipped 
with  rubber  gloves,  or  unless  a  stick  were  used  in  handling 
the  wire?  The  public  never  seem  to  learn  that  they  cannot 
let  go  of  a  live  wire  when  once  gripped  by  the  hand  unles^ 
the  wire  is  overhead  and  their  own  weight  pulls  them  free, 
or  they  are  thrown  to  the  ground.  The  public  school  Second 
Reader  should  contain  some  instructions  and  warnings  to  be 
taught  by  the  teachers  as  a  guidance  to  the  children.  Everj 
child  would  be  thereby  warned  and  cautioned  at  the  earlies 
possible  age,  and  at  a  time  when  inquisitiveness  begins  t( 
make  an  appearance.  Electricity  is  coming  into  such  genera 
use,  both  in  the  cities  and  in  the  country  that  the  death-rat( 
from  such  accidents  is  something  appalling.  It  is  up  to  oui 
legislators  to  do  all  within  their  pow-er  to  safeguard  the  pub- 
lic, bearing  in  mind  that  the  child  of  to-day  is  the  man  of  to- 
morrow and  the  lessons  taught  to-day  will  bear  fruit  in  aftet 
years." 

Tliere  is  no  doubt  that  every  possible  efifort  should  be 
made  to  educate  the  public  that  electric  wires  are  to  be  avoids 
ed  under  any  circumstances,  and  especially  when  they  are 
dangling  near  the  ground.  It  is  not  quite  plain,  however, 
how  any  act  of  the  legislature  could  prevent  such  an  accident 
as  that  recorded  above  In  the  first  .place,  the  boy  would  be 
ignorant  of  the  law,  and.  in  the  second  place,  he  paid  the 
price  of  his  own  mistake  so  effectively  as  to  place  him  beyond 
the  punishment  of  the  law.  The  only  way  seems  to  be  to 
train  children  up  in  the  belief  that  a  dangling  wHre  w'ill  "kill." 
This  being  the  case,  the  proper  place  to  educate  them  seems 
to  be  in  the  schoolroom,  as  our  correspondent  suggests.  A 
certain  amount -of  education  in  this  direction  might  well  form 
a  small  part  of  the  public  school  curriculum.  Perhaps  our 
correspondent  lias  not  seen  the  splendid  safety  pamphlets 
being  issued  by  the  Ontario  Safety  League,  and  which  are 
supplied  on  request  for  distribution  among  the  school  chil- 
dren. These  are  valuable  assistants  in  the  campaign,  and 
should  be  used  freely,  suiiplemented.  of  course,  by  school  and 
home  admonitions. 


I  he  contract  for  the  dam  and  concrete  power  house  of  the 
new  development  of  the  Southern  Canada  Power  Company 
on  the  St.  Francis  River  at  Drummondville.  P.Q.,  has  been 
let  to  Morrow  &  Beatty,  Ltd..  Peterboro.  It  is  proposed  tO' 
dc  clop  lo.noo  h.p..  but  provision  is  being  made  in  the  power 
li'ui-^e  for  ultimate  development  of  18,000  h.p.  The  work  will 
incluik-  aluiut  80  miles  of  new  transmission  lines,  for  linking 
up  parls  i>i  the  system. 
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Canada's  Water  Powers  and  Their  Relation 

to  the  Fuel  Situation 


Bv  Mr.  J.  B.  Challies* 


The  subject  assigned  to  me  in  connection  with  this  fuei- 
power  symposium  meeting  of  the  Canadian  Society  of  Civil 
Engineers  is  the  relation  of  water-power  to  the  fuel  situation 
in  Canada.  At  first  "blush"  it  might  appear  that  water- 
power  has  only  an  indirect  and  limited  connection  with  the 
recent  critical  fuel  shortage  which,  through  suspended  effort, 
has  caused  temporary  industrial  stagnation  and  local  domes- 
tic hardships  of  enormous  extent  and  involving  great  finan- 
cial loss  Even  a  casual  general  survey  of  our  fuel-power  re- 
quirements, however,  will  indicate  that  not  only  has  water- 
power  a  very  direct  and  important  bearing  on  the  present 
situation,  but  that  water-power  must,  in  the  future,  take  a 
very  much  greater  share  in  l.ut  fuel-power  burdens. 

Heat,  Light,  and  Power  Needs — One  Problem 

It  is  axiomatic  that  our  Iieat,  light,  and  power  needs  must 
lie  cnnsidered  as  one  great  national  problem,  and  also  that 
Canada's  domestic  and  industrial  development  depends  prim- 
arily on  the  co-ordinated  use  of  all  the  fuel-power  resources 
of  the  Dominion. 

Development  along  independent  and  divergent  lines  hr.s, 
in  the, past,  prevented  adequate  correlation  of  the  great  Cana- 
dian industries  of  fuel  production  and  hydro-power  supply. 
There  is  now,  however,  as  a  result  of  the  fuel  shortage,  de- 
veloped a  concensus  of  opinion  among  men  familiar  witii 
fuel  and  hydro-power  matters  in  Canada  that  there  is  be- 
tween these  allied  industries  enormous  scope  for  national  co- 

*  Superintendent  Dominion  Water  Power  Branch,  Department  of.  the 
Interior,  Ottawa,  Ont.,  before  Professional  Meeting  C.  S.  C.  E. 


operation  which  would  be  conducive  to  their  mutual  advan- 
tage, as  well  as  to  the  common  weal.    I  propose  to  show: 

First— That  water-power  must  take  a  very  prominent 
part  if  the  best  use  of  the  varied  fuel-power  resources  of 
Canada  is  to  be  achieved;  and 

Second — That  there  must  be  evolved  a  national  master 
fuel-power  policy  which  will  realize  the  best  possible  co- 
ordinated and  concomitant  development  and  use  of  all  the 
fuel-power  resources  of  the  Dominion. 

Interdependence  of  Water-Power,  Coal,  Wocid,  Peat, 
Oil  and  Gas 

Within  the  last  two  days  we  have  had  recognized  ex- 
perts describe  the  possibilities  and  proper  functions  of  our 
different  available  fuels — coal,  wood,  peat,  oil,  and  gas.  Prac- 
tically every  speaker  has  indicated  their  interdependence  and 
their  interchangeability  of  use.  It  remains  for  me  to  demon- 
strate the  relation  of  "white"  coal  to  all  other  fuel-power 
agencies,  and  to  point  out  that  they  must  all  "coalesce"  in 
meetin.o-  the  fuel-power  requirements  of  the  country. 

To  furnish  a  quick  general  summary  "bird's-eye  view"'  of 
the  "white"  and  black  coal  situation  in  Canada,  and  to  indi- 
cate their  integrity  I  have  had  several  maps  and  diagrammatic 
statements  specially  prepared  for  submission  at  this  meeting. 

Pacific  and  Atlantic  Provinces  Self-Sustaining,  but  Central 
Provinces  Dependent  for  Coal 

Plate  No.  1  represents  the  coal  consumption  and  produc- 
tion in  Canada.    The  tabulated  statement  on  the  top  of  the 
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plate  suniinarizcs  the  consumption  in  tlie  various  provinces 
■  •f  the  (litTorcnt  classes  of  coals,  both  domestic  and  imported. 
\'ou  will  observe  the  greatest  consumption  is  in  Central  Can- 
ada, including-  the  Provinces  of  Manitoba,  Ontario,  and  Que- 
ec.  Coal  production  is  greatest  in  the  extreme  western  and 
eastern  provinces.  British  Columbia  and  Alberta,  on  the  one 
liand,  and  Nova  Scotia,  on  the  other,  not  only  meet  their  own 
coal  requirements,  but  produce  a  very  considerable  overplus 
for  consumption  in  the  contiguous  portions  of  Central  Can- 
ada. The  central  provinces — Manitoba,  Ontario,  and  Quebec 
— are  almost  wholly  dependent  on  outside  sources,  mainly 
imported  coals.  This  is  clearly  shown  by  the  hatched  areas 
on  the  map.  the  horizontal  hatching  covering  the  areas  which 
produce  their  own  needs,  the  vertical  hatching  covering  the 
areas  which  are  dependent.  Where  there  is  cross-hatching, 
both  Canadian  and  imported  coals  are  consumed.  It  is  to  be 
observed  that  Central  Canada,  where  consumption  is  great- 
est, is  non-productive.  This  I  have  termed  the  "acute  fuel 
area"  of  Canada. 

An  Acute  Fuel  Area  in  Canada  Largely  Dependent  on 
Imported  Coal 

This  "acute  fuel  area"  is  now  dependent  for  domestic  re- 
quirements mainly  upon  Pennsylvania'  anthracite  and  for  in- 
dustrial needs  upon  Pennsylvania  bituminous  coals,  as  well 
as  upon  Canadian  water-power.  So  far  as  domestic  heating- 
requirements  are  concerned,  Mr.  Dick,  the  consulting  mining 
engineer  of  the  Conservation  Commission,  in  his  paper  on 
ilie  "Rational  Development  of  Canadian  Coal  Resources,"  has 
I'cinted  out  the  possibilities  of  the  western  portion  of  the 
"acute  fuel  area"  being  furnished  with  briquetted  lignite  from 
the  prairie  provinces.  Mr.  Stansfield,  of  the  Dominion  Mines 
Branch,  in  his  paper  on  "The  Low  Temperature  Carboniza- 
tion and  Briquetting  of  Bituminous  Coal."  has  pointed  out 
the  possibilities  of  meeting  the  domestic  heating  requirements 
of  the  eastern  portion  of  the  "acute  fuel  area"  by  the  product 
from  the  low  temperature-  carbonization  of  Nova  Scotia  bit- 
uminous coals.  Although  both  these  processes  are  proven  to 
be  practicable,  they  are  as  yet  in  their  formative  or  agita- 
tional stage,  and  some  considerable  time  must  elapse  before 
they  can  be  placed  on  a  commercial  basis  to  furnish  sufificient 
fuel  to  substitute  for  any  large  portion  of  the  Pennsylvania 
anthracite  now  imported  for  domestic  heating.  There  is  at 
the  present  time  no  available  supply,  even  in  small  quantities, 
of  a  Canadian  coal  fuel  to  take  the  place  of  imported  anthra- 
cite. Nevertheless,  this  "acute  fuel  area"  can  eventually  be 
made  independent  of  foreign  fuel  imports,  and  Canada  can 
become  self-sustaining,  at  any  rate,  in  respect  of  her  domes- 
tic heating  requirements.  There  must,  as  a  necessary  pre- 
liminary, be  a  national,  co-ordinated  development  and  use  of 
all  the  available  fuel  and  power-producing  agencies  in  the 
Dominion.  Such  a  co-ordination  must  be  a  matter  of  gradual 
evolution  and  adoption,  and  will,  to  a  great  extent  hinge  on 
whether  Canada  can  reasonably  expect  assured  fuel,  imports 
from  the  United  States  for  a  considerable  period  in  the  future. 

Canada  an  Exporter  of  Electrical  Energy 

As  we  are  now  exporting  large  quantities  of  coals  from 
British  Columbia  and  Nova  Scotia  into  adjacent  states  of  the 
Union,  and  as  we  are  also  exporting  about  275,000  horse- 
power of  electric  energy,  equal  in  value  to  about  3,000,000 
tons  of  coal,  it  is  obvious  the  United  States  cannot  afford  to 
place  a  sudden  and  complete  embargo  on  coal  exportation  to 
Canada.  The  two  countries  must  deal  with  each  other,  at 
least,  upon  a  basis  of  quid  pro  quo.  Providing  Canada  has 
her  own  fuel  resources  under  strict  national  control,  this 
power  exportation  should  assure  her  an  importation  of  suffi- 
cient coal  to  tide  over  any  readjustment  period  necessary  to 
permit  of  cn  ultimate  dependence  on  Canadian  sources  of  fuel 
and  power. 


Exportation  of  Electrical  Energy  and  Assurance  for 
Fuel  Needs 

The  exportation  in  the  past  of  Canadian  electric  energy 
lias  not  been  without  compensating  advantages.  An  assured 
United  States  market  for  Canadian  power  loads  has  enabled 
the  financing  and  completion  of  several  hydro-electric  pro- 
jects, the  construction  of  which,  so  far  as  domestic  markets 
alone  are  concerned,  would  not  have  been  -warranted  at  the 
time.  The  initial  United  States  power  load  has,  therefore, 
made  it  possible  for  the  domestic  market  to  reap  all  the  bene- 
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Plate  No.  2— Canadian  coal  situation. 

fits  of  available  hydro-electric  energy  many  years  sooner  than 
otherwise  would  have  been  possible. 

While  Canada  has  been  receiving  far  more  value  in  he 
coal  importation  than  she  has  given  in  her  power  exportation 
the  advantage  is  rapidly  disappearing.  It  is  reasonble  to  ex 
pect  that  the  tendency  will  be  for  hydro-pow-er  exportation  to 
increase  and  for  coal  importation  to  decrease.  The  time  may 
conie,  and  in  the  near  future,  wlien  the  balance  will  be  agains 
Canada. 

It  is,  therefore,  imperative  tliat  every  proposal  for  in 
crease  in  the  exportation  of  power  be  carefully  considered 
from  a  broad,  national  standpoint    Such  consideration  in 
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volves  the  evolution  of  a  formula  with  regard  to  power  ex- 
portations  which  will  have  cognizance  of  Canada's  fuel-power 
needs  generally. 

We  must  face  the  fact  that  for  some  time  to  come  we 
sliall  require  to  import  United  States  coal,  and  that  in  turn 
tiierefor  we  can,  under  proper  conditions  of  recovery,  safely 
and  profitably  export  some  of  our  surplus  hydro-electric 
energy. 

Canada,  to  Become  Self-Sustaining,  Must  Use  All  Her  Fuel- 
Power  Resources  According  to  Their  Particular 
Adaptabiliity 

Mr.  B.  F.  Haanel,  chief  of  the  Fuel  Testing  Division,  De- 
partment of  Mines,  in  his  clear  and  comprehensive  paper  on 
the  "Fuels  of  Canada,"  describes  the  nature,  location,  and 
extent  of  our  varied  available  fuel  resources.  Mr.  Haanel 
affirms  that,  while  the  problems  associated  with  the  distribu- 
tion of  fuel  to  the  various  parts  of  Canada  are  exceedingly 
complex  and  the  strictest  conservation  must  be  practised,  the 
Dominion  is  endowed  with  fuel  deposits  on  such  a  magnificent 
scale  that  all  that  is  necessary  is  their  proper  exploitation  and 
economic  use  for  the  country  to  be  eventually  practically  in- 


exportation  of  anthracite.  We  in  Canada  must  realize  that 
our  supply  of  this  fuel  may  be  gradually  restricted.  It  is, 
therefore,  essential  that  we,  without  delay,  consider  what  can 
be  accomplished  in  the  production  of  a  suitable  substitute  for 
United  States  anthracite. 

Industrial  Requirements 

3.  Industrial  requirements  of  "acute  fuel  area"  involves  (a) 
more  efficient  use  of  soft  coal  in  central  heating  stations;  (b) 
construction  of  super-power  plants  to  serve  contiguous  in- 
dustrial areas;  (c)  substitution  of  hydro-power  for  steam- 
produced  power  wherever  possible;  (d)  use  of  hydro-power 
for  all  new  industries  wherever  practicable. 

The  second  part  of  the  "acute  fuel  area"  problem  and  'the 
one  with  which  water-power  is  most  intimately  connected  is 
the  fuel  necessity  of  the  indus*:rial  or  manufacturing  world. 

The  industrial  requirements  are  now  met  by  Canadian 
hydro  power  and  United  States  bituminous  coal — about 
14,000,000  tons  consumed  in  1916  for  this  purpose  in  the  "acute 
fuel  area." 

Owing  to  the  large  reserves  of  bituminous  coal  in  Penn- 
sylvania, this  class  of  fuel  will  probably  be  available  to  the 
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"A"  cidndes  Yukon  •: 

1  927,800 

d  Nonhern  Area  improbkblc  ol  ira 

8,000,000 

aedUle  devetopDCDt,    "  B  "  Inc 

8,094,000 

uded  io  "A"  ii  area  actually 

1,725,000 

21.3 

8.7 

1.86 

1.01 

0.216 

AuBtria- 

Hun^ary 

261,260 

51.173.0OO 

b,4o0,000 

566,000 

8.8 

24.3 

2.17 

0.13 

0.011 

France 

207,500 

39,501,500 

5,507,000 

1,100,000 

ri.6 

26.8 

3.14 

0.14 

0.016 

Norway 

124,130 

2,391,780 

5,500,000 

1,120,000 

20.4 

44.3 

9.02 

2.30 

0.468 

Spain 

190,401 

19,588,700 

5,000,000 

440,000 

8.8 

26.3 

2.31 

0.26 

0.022 

Sweden 

172,960  , 

5,522,400 

4,500,006 

704,500 

15.6 

26.0 

4.08 

0.81 

0.127 

Italy 

91,400 

2S,b01,o00 

4,000,000 

976,300 

24.4 

43.8 

10.7 

0.14 

0.034 

Switzerli 

ind  15,976 

3,781,500 

2,000,000 

511,000 

25.5 

125.2 

32.0 

0.53 

0.135 

Germany 

208,800 

64,926,000 

1,425,000 

613,100 

43.4 

6.8 

2.96 

0.02 

0.010 

Great 
Britali 

88,729 

1 

40,831,400 

953,000 

80,000 

8.3 

10.9 

0.91 

0,02 

0.002 

Plate  No.  3 -Water  powers  in  Europe  and  North  America— Dominion  Water  Power  Brancli  estimate,  slightly  revised. 


dependent  of  foreign  sources  of  fuel.  Mr.  Haanel  is  particu- 
larly emphatic  that  Canada  need  not  go  abroad  for  fuel  for 
household  use,  if  her  own  fuel  resources  are  properly  ex- 
l)Ioited. 

The  problem  of  Canada's  fuel  needs  outside  of  the  "acute 
fuel  area"  ofYers  little  difficulty,  owing  to  an  abundance  of 
l)0th  coal  and  water-power.  It  is  simply  a  matter  of  efficient 
and  effective  use  of  available  resources.  Within  the  "acute 
fuel  area,"  however,  the  problem  is  pressing  and  prodigious. 
It  resolves  itself  into  two  parts— first,  provision  for  domestic 
ijr  household  heating  consumption;  second,  provision  fpr  in- 
ihistrial  requirements. 

Domestic  Requirements 

1.  Domestic  requirements  of  "acute  fuel  area"  involves 
production  of  suitable  substitute  for  anthracite. 

Domestic  needs  involves  the  production  of  a  fuel  or  fuels 
which  will  meet  the  requirements  for  general  household  use. 
At  the  present  time  this  need  is  furnished  by  American  an- 
thracite; over  4,000,000  tons  were  used  in  1916.  Competent 
ixperts  declare  the  anthracite  coal  fields  of  the  United  States 
.-.re  in  measurable  distance  of  exhaustion,  and  that  the  supply 
will  not  last  a  hundred  years.  Having  in  mind  the  ever-in- 
creasing demands  within  their  own  borders  for  this  fuel,  and 
the  rapid  decrease  in  quality  as  the  supply  becomes  exhausted, 
responsible  fuel  advisers  of  the  United  States  Government 
have  seriously  urged  the  establishment  of  an  embargo  against 


"acute  fuel  area"  of  Canada  for  many  years.  Although  not 
immediately  necessary,  the  ultimate  substitution  of  bitumin- 
ous coals  must  nevertheless  be  seriously  considered.  Water- 
power  will  be  the  main  means  of  such  substitution.  The  in- 
dustrial fuel  problem,  therefore,  in  the  "acute  fuel  area"  be- 
comes largely  a  matter  of  substitution  of  hydro  power  for 
fuel  power. 

Electrification  of  railways — especially  terminals  with  ad- 
jacent engine  divisions — would  save  enormous  consumption 
of  bituminous  coal  aiid  relieve  our  transportation  systems  of 
their  greatest  burden. 

It  is  estimated  that  something  like  9,000,000  tons  of  coal 
was  consumed  by  our  railroads  in  the  year  1917.  Judging 
from  the  results  obtained  from  the  electrical  operation  of 
railroads  in  the  United  States,  it  would  be  possible  to  save  at 
least  two-thirds  of  this  coal  if  electric  locomotives  were  sub- 
stituted for  the  present  steam  locomotives.  This  would  be  a 
saving  of  6,000,000  tons  of  coal  in  one  year,  and  would  require 
about  900,000  water  horse-power. 

Electrification  of  steam  roads  at  this  juncture  is  not  ad- 
vocated. Under  normal  conditions,  however,  and  in  certain 
districts,  as  in  Western  Ontario,  electrification  will  become  an 
economic  necessity  in  a  few  years. 

In  districts  that  cannot  be  served  by  water-power,  the 
location  of  modern,  efficient,  super-power,  stations  at  strategic 
points,  with  a  resultant  elimination,  or  combination,  of  many 
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iiiefticient  small  stations,  would  cause  a  very  large  saving  in 
I  lie  consumption  of  soft  coal,  with  a  concurrent  increased 
iToduction  of  power. 

The  substitution  in  industry  generalh'  of  hydro  power  for 
steam  fuel  power  would  also  result  in  a  tremendous  relief. 
There  are  many  plants  wliere  such  an  exchange  would  be 
possible  now.  Future  manufacturing  plants  should  be  en- 
i  uuraged  to  locate  where  hydro  power  is  available. 

Water-power  must  be  depended  upon  very  largely  to 
serve  the  industrial  fuel-power  situation  in  tlie  "acute  fuel 
area"  of  Canada. 

The  relation  between  developed  water-power  and  the 
coal  production  and  consumption  in  the  various  provinces  is 
represented  on  Plate  3.  It  is  interesting  to  note  that  in  the 
■'acute  fuel  area"  there  is  about  as  much  water-power  de- 
veloped, so  far  as  coal  value  is  concerned,  as  there  is  coal  con- 
sumed. It  is  portentious  tliat  the  bulk  of  our  water-power 
production  at  the  present  time  is  within  the  "acute  fuel  area," 
and  it  is  reassuring  to  know  that  our  largest  and.  most  im- 
portant potential  water-powers  are  located  within  transmis- 
sion range  of  present  congested  industrial  districts  within  the 
"acute  fuel  area." 

Canada  Is  Exceedingly  Fortunate  in  the  Extent  and  Location 
of  Her  Water-Powers 

\\'!ien  considered  in  retrospect  the  production  of  hydro 
power  in  Canada  has  undoubtedly  been  an  industrial  achieve- 
ment and  an  engineering  triumph  worthy  our  nation.  In  the 
short  space  of  about  twenty-five  years  there  has  been  de- 
veloped and  put  in  use  nearly  1,800,000  water  horse-power.  A 
tabulated  statement  (see  Plate  No.  3)  of  the  water-power  de- 
velopment in  other  countries,  compiled  recently  from  all 
available  data,  shows  the  universal  importance  of  this  re- 
S'Hirce,  and  indicates  the  splendid  comparative  position  Can- 
ada enjoys  in  both  potential  and  developed  water-power.  The 
l)resent  per  capita  power  development  in  Canada  is  larger  than 
all  other  countries  except  Norway.  It  is  the  same  with  re- 
spect to  our  known  undeveloped  water-power.  No  country 
enioys  to  a  greater  degree  the  benefits  of  cheap  dependable 
hydro  power,  and  no  country  has  had  these  benefits  more 
universally  applied  for  municipal,  industrial,  and  domestic 
use.  That  Canada  is  recognized  as  one  of  the  great  water- 
power  countries  in  the  world  is  due  largely  to: 

1.  The  nature  and  ^xtent  of  our  water  resourses — abund- 


ance and  seasonable  distribution  of  rainfall;  the  regimen  of 
our  rivers — upper  waters  well  forested  with  large  lakes,  suit- 
able for  regulation,  rivers  flowing  through  valleys  with  well- 
concentrated  falls. 

2.  The  fortunate  location  of  the  waterfalls  with  respect 
to  existing  commercial  centres  and  related  raw  materials. 

3.  The  consistent  endeavors  of  governments.  Dominion 
and  provincial,  in  having  water-powers  thoroughly  investi- 
gated and  intelligently  administered. 

4.  The  business  acumen  and  foresight  of  the  capitalist 
and  the  professional  skill  and  courage  of  the  engineer  in  blaz- 
ing the  trail  of  pioneer  water-power  development  and  use. 

5.  The  almost  universal  adaptation  of  electric  energy  for 
municipal,  industrial,  and  domestic  purposes. 

Fortunate  Location  of  Water-Powers 

Th  :  outstanding  feature  of  the  water-powers  of  Canada  is 
their  fortunate  location  with  respect  to  existing  commercial 
centres.  Within  economic  transmission  range  of  practically 
every  important  city  from  the  Atlantic  to  the  Pacific,  except 
those  in  the  Central  Western  prairies,  there  are  clustered 
water-power  sites,  which  will  meet  the  probable  demands  for 
hydro  power  for  generations.  The  following  table,  prepared 
by  the  Dominion  Water-Power  Branch,  indicates,  reas?!nably 
accurately,  the  provincial  distribution  of  the  developed  and 
undeveloped  water-powers  within  the  settled  portions  of  the 
Dominion : 

Power  Power 
Province.  available.  developed. 

Ontario    5,800,000  789,466 

Quebec    6,000,000  520,000 

Nova  Scotia    100,000  21,412 

New   Brunswick    300,000  13,390 

Prince  Edward  Island   3,000  500 

Manitoba    76,250 

Saskatchewan    3,500,000  100 

Alberta    32,860 

British   Columbia    3,000,000  269,620 

Yukon    100,000  12,000 

Totals    18,803,000  1.735,598 

Small  Portion,  Not  10  Per  Cent,  of  Canada's  Available 
Water-Powers  Developed 

In  general,  the  use  of  water-power  in  Canada  may  be 
briefly  described  as  follows: 

(a)  For  municipal,  including  domestic  and  ordinary  in- 
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dustrial  purposes,  about  78  per  cent,  of  total  developed,  or 
1,348,490  h.p.  So  far  as  these  uses  are  concerned,  furthef-  re- 
quirements will  probably  be  met  for  some  years  by  additional 
installations  at  and  increased  storage  for  existing  plants.  In 
certain  centres,  however,  as,  for  instance,  the  Niagara  power 
zone,  growing  requirements  can  only  be  met  by  new  water- 
power  developments. 

(b)  Pulp  and  paper,  about  14  per  cent,  of  total  developed, 
or  348,075  h.p.  Further  pulp  and  paper  plant  requirements 
can  probably  be  met  for  some  time  by  additional  installations 
to  present  plants,  although  the  tremendous  growth  of  this 
industry  will  necessitate  the  development  of  new  water-pow- 
ers in  different  parts  of  the  Dominion.  There  are  now  54 
pulp  and  paper  plants  scattered  throughout  Canada,  and  sev- 
eral new  plants  have  been  under  serious  contemplation,  some 
of  which  would  be  in  use  now  had  it  not  been  for  the  difficulty 
of  financing,  due  to  war  conditions.  On  account  of  the  iso- 
lated nature  of  the  industry— away  from  commercial  centres — 
power  requirements  for  pulp  and  paper  need  not  conflict  with 
other  demands  upon  hydro  power. 

(c)  Electro-chemical  and  similar  processes,  about  8  per 
cent,  of  total  developed,  or  140,000  h.p.  While  the  United 
States  have  achieved  almost  a  world-supremacy  in  electro- 
chemistry, this  industry  in  Canada  is  of  very  recent  growth. 
It  has,  however,  expanded  at  an  enormous  rate,  entailing  re- 
cent extensive  additional  installation  in  present  plants,  and 
requiring  in  the  near  future  the  development  of  additional 
water-power  sites.  Our  propinquity  to  the  United  States  and 
our  abundance  of  essential  raw  material  will  compel  the  mi- 
gration to  the  Dominion  of  many  new  electro-chemical  plants 
of  importance  and  value. 

The  products  of  the  electro-chemical  industry  are  ex- 
tremely diversified.  They  include  aluminum,  silicon,  calcium- 
carbide,  cyanimid,  ferro-alloys,  graphite,  carborundum,  chlor- 
ine, etc.,  many  of  which  are  indispensable  in  the  arts  and  in 
manufacture.  Without  aluminum  the  modern  high-speed 
scout  airplane  ;would  not  exist;  without  electro-chemical 
abrasives  and  ferro-alloys  manufacturing  processes  would  be 
lengthened  many  fold. 

One,  of  the  most  important  electro-chemical  processes  is 
the  fixation  of  nitrogen.  About  30,000  h.p.  is  used  for  this 
purpose  at  Niagara  by  the  American  Cyanamid  Company, 
and,  while  other  plants  of  this  kind  have  so  far  not  been  put 
into  operation  commercially  in  this  country,  they  have  been 
seriously  contemplated,  and  await  only  a  sufficient  source  of 
low-price  power  for  realization. 

The  electro-metallurgical  industry  is  in  its  infancy,  but 
promises  great  expansion,  especially  in  the  production  of 
nicu-steel  in  Canada.  Few  people  appreciate  the  rapid  growth 
(luring  the  last  few  years  in  the  use  of  electric  furnaces  for 
the  production  of  the  highest  grades  of  steel. 

By  proper  foresight  the  demand  for  hydro  power  for 
these  industries  need  not  conflict  with  other  demands,  as,  for 
i  - stance,  municipal,  domestic,  and  ordinary  industrial  uses. 

Total  developed  power  about  1,735,598  h.p. 

Further  Use  of  Hyidro-Electric  Power 

In  considering  the  future  of  water-power  development  in 
Canada  it  is  important  to  note  that  it  means  the  use  of  a  non- 
expendiple  resource,  and  in  many  cases  represents  the  substi- 
tution of  an  inexhaustible  resource  f.  •  an  exhaustible  one. 
T'or  this  reason  the  use  of  hydro-electric  energy  should  be 
encouraged  in  every  reasonable  way. 

I'urther  development  of  water-power  in  Canada  v.'ill,  un- 
doubtedly, be  extensive,  and  must  depend  very  largely  on: 

].  Additional  requirements  for  municipla,  industrial,  and 
domestic  use. 

3.  Growth  of  pulp  and  paper  industry. 

3.  Nev/  electro-cl.emical  and  elcclro-nictallurgical  pro- 
C3sse'!. 


4.  Electrification  of  steam  roads,  especially  terminals  and 
adjacent  engine  divisions. 

5.  Substitution  of  hydro -electric  power  for  fuel-power  in 
manufacturing-  and  industry. 

In  the  rapid  development  within  a  short  space  of  time  of 
our  water-powers  to  the  extent  of  nearly  1,800,000  horse- 
power it  is  natural  to  expect  that  there  has  been  sonie  mis- 
conception in  design,  in  construction,  in  conservation  of  op- 
portunity, in  overlapping  of  service,  and  even  in  governmental 
administration,  although  as  to  the  latter  it  is  an  axiom  in 
British  jurisprudence  that  "the  king  can  do  no  wrong."  If 
we  were  starting  de  novo  to  develop  our  water-powers,  with 
our  present  knowledge  of  what  is  essential  in  government 
investigation  and  administration,  of  what  is  really  basic  in 
conservation  of  resource,  of  the  present  practice  of  the  art  of 
hydraulic  and  electric  engineering,  and  last,  but  by  no  means 
least,  of  what  is  the  most  important  or  prior  market  demand, 
from  a  national  standpuitit,  from  particular  power  sites, 
whether  general  municipal  requirements  should  precede  elec- 
tro-chemical and  allied  industrial  requirements,  we  would,  for 
instance,  most  assuredly  produce  a  very  different  power  situa- 
tion at  Niagara.  At  the  same  time  this  most  important  and 
world-famous  source  of  our  electric  energy  has  well  served 
us.  Generally  speaking,  our  water-powers  have  undoubtedly 
proven  to  be  one  of  Canada's  most  valuable  assets. 

Looking  to  the  future  in  power  development,  if  Canada  is 
to  reap  full  benefit  from  her  heritage  in  white  coal,  there  must 
be  a  constructive  liaison  between: 

(a)  The  various  Dominion  and  provincial  government 
administrative  departments  concerned  in  water-power  mat- 
ters. 

(b)  The  producing  corporation  or  commision;  and 

(c)  The  consuming  public. 

Concurrently  with  such  a  liaison  there  must  also  be  an 
adequate  co-ordination  of  the  development  and  use  of  water- 
power  with  that  of  all  other  power-producing  agencies. 

Anyone  who  has  listened  attentively  to  the  very  able 
presentation  of  the  various  elements  in  the  fuel  situation  dur- 
ing the  last  two  days  must  realize  that  there  is  a  prodigious 
field  for  such  co-ordination  in  the  development  and  use  of  our 
varied  power  and  heat-producing  resources  which  will  com- 
bine the  eft'ective  use  of  all- along  lines  for  which  each  is  best 
adapted,  and  which  will,  by  avoiding  duplication  or  misdirec- 
tion of  effort,  promote  the  efficiency  of  both  individual  and 
conjoint  use. 

The  necessity  for  the  correlated  development  and  use  of 
all  our  fuel-power  resources  has  surely  passed  the  agitational 
or  educational  stage.  The  many  urgent  reasons  for  such  cor- 
related use  are  stressed  a  hundredfold  by  the  coal  shortage 
experience  of  this  winter. 

To  visualize  the  interdependence  and  interrelation  of  all 
the  fuel-power  agencies  available  in  Canada,  and  to  offer 
something  as  a  basis  for  general  discussion,  I  have  prepared 
a  chart  (Plate  No.  4),  which,  if  it  indicates  any  one  thing,  it 
conclusively  proves  the  immensity  and  complexity  of  the 
problems  involved  in  effecting  the  co-ordinated,  concomitant 
development  and  use  of  all  our  fuel-power  resources.  The 
chart  shows  that  this  can  be  best  realized  following  the  evo- 
lution of  a  nntinnal  master  fuel-power  policy  for  all  of  Can- 
ada. 

Gentlemen  ul  the  Canadian  Society  of  Civil  Engineers, 
are  we  going  to  leave  this  great  problem  in  "the  laps  of  the 
gods"?  Is  it  not  one  of  peculiar  concern  to  engineers,  and  of 
such  timely  and  pressing  importance  to  Canada  that  we,  as  a 
society,  would  be  warranted  in  attempting  a  solution?  Should 
wc  not  mark  the  enlargement  of  the  scope,  influence,  and 
prestige  of  our  society  (which  we  hope  is  being  exempliliei) 
by  its  transition  to  the  Engineering  Institute  of  Canada),  by 
an  earnest  effort  to  evolve,  in  general  terms,  the  basic  [uin- 
ciplcs  of  a  national  master  fuel-power  policy  for  Caiiada. 
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Possibilities  of  Lessening  Fuel  Consumption 
by  the  Adoption  of  Electrical  Heating 

 By  Mr.  P.  H.  Mitchell*  


riic  u.-o  oi  clootruitv  in  heating-  to  lessen  the  fuel  con- 
suiuption  lan  lia\c  \  ery  little  material  effect  on  the  situation 
at  tiie  present  moment,  due  mainly  to  the  general  economic 
limitation  of  available  electric  power  and  to  the  high  cost  of 
heating-  prmiuced  electrically  as  compared  with  the  cost  of 
heating  by  means  of  the  common  fuels. 

In  the  future,  and  probably  in  the  near  future,  electricity, 
from  its  possible  cheapness,  its  possible  sufficient  available 
supply  and,  further,  in  some  districts  from  its  necessity,  due 
to  insufficient  supply  of  combustible  fuels,  may  assume  a  very 
important  role  in  the  heating  field.  It  is  only  by  electricity 
developed  from  water-power  that  the  sufficiently  low  cost  may 
be  attained  to  make  electrical  heating  feasible. 

Canada  is  blessed  with  an  abundance  of  water-power  and, 
in  some  districts,  with  ample  coal  deposits.  Nova  Scotia  coal 
is  used  in  Nova  Scotia,  New  Brunswick,  Prince  Edward  Island, 
and  Quebec;  Nicola  Valley  and  Vancouver  Island  coals  are 
used  in  British  Columbia;  Crow's  Nest,  Lethbridge,  and  Ed- 
monton coals  are  used  in  Alberta  and  portions  of  Saskatche- 
wan and  Manitoba;  Ontario,  practically  all  of  Manitoba,  and  a 
small  part  of  Quebec  are  dependent  on  United  States  soft 
coal,  and  United  States  anthracite  is  used  over  a  slightly 
larger  area. 

Water-Powers  Serve  Districts  Lacking  Co.al 

In  examining  the  map  of  Canada,  having  in  mind  the  dis- 
tribution of  coal  areas  and  water-power  areas,  it  is  apparent 
that  the  districts  not  readily  served  with  native  coal  are  the 
districts  most  abundantly  served  with  water-powers.  From 
Montreal  westward  to  Manitoba,  in  the  districts  supplied  by 
United  States  coal,  the  water-powers  are  destined  to  be  de- 
veloped to  their  maximums  to  serve  the  industries  and  utili- 
ties of  the  future. 

It  does  not  need  much  imagination  to  look  forward,  say, 
fifty  years,  a  period  which  may  be  within  the  lifetime  of  a 
large  number  of  us.  What  will  be  the  fuel  situation  then? 
Will  coal,  as  normally  at  present,  be  available  in  generous 
supply?  Will  the  peat  and  oil  sources  be  meeting  any  lack  of 
coal?  Statistics  do  not  show  a  promise  of  this,  and  in  the 
meantime,  if  this  is  "Canada's  century,"  what  is  the  prospect 
of  population?  An  increase  to  25,000,000  people  by  1968,  I  am 
sure,  is  a  figure  well  within  the  expectation  of  all.  and  Central 
Canada's  share  of  this  may  be  l.'),000,000,  all  dwelling  in  the 
area  now  dependent  on  imported  fuel. 

Further,  our  fuel  situation  is  so  closely  meshed  with  that 
of  the  United  States  that  we  must  appreciate  their  viewpoint. 
Are  two  hundred  millions  of  population  in  the  United  States 
in  1968  beyond  a  conservative  estimate?  Many  think  not,  and 
with  'a  fuel  consumption  advancing  out  of  all  proportion  to 
increase  of  population,  an  economic  limit  of  fuels  is  in  sight. 
The  prospect  may  result  in  a  most  drastic  administration  of 
fuels,  applying  these  to  heating  purposes  only,  leaving  to 
hydro-electric  power  all  mechanical,  railroad,  and  metallurgi- 
cal operations  in  the  endeavor  to  conserve  the  diminishing 
supply,  and  even  then  such  a  radical  curtailment  will  only 
push  forward  the  day  when  the  substitution  for  fuels  must  be 
made. 

The  fuels  of  to-day  are  wood,  coal,  natural  gas,  peat,  and 
oil.  Of  these  wood  and  natural  gas  are  limited  for  many 
reasons,  and  peat  is  a  fuel  only  by  extreme  necessity,  and  as 
yet  is  not  a  commercially  accepted  probability. 

•    'CoDsnlting  Engrineer,  Toronto,  Ont.  before  Professional  Meetingr,  C.S.C.E 


it  may  Ije  that  some  genius  will  conserve  and  redirect 
the  vast  heat  transfers  of  nature  to  serve  mankind,  but  to-daj-, 
in  addition  to  the  combustible  fuels,  we  can  only  add  electri- 
city to  complete  the  list  of  sources  of  artificial  heat. 

In  all  discussion  of  electrical  heating  there  is  one  out- 
standing basis,  and  that  is  the  thermal  value  of  electricity. 
One  kilowatt  hour  of  electrical  energy  is  equal  to  3,413  British 
thermal  units,  or  one  kilowatt  hour  of  electrical  energy  is 
capable  of  raising  the  temperature  of  3,413  pounds  of  water 
one  degree  Fahrenheit.  This  heating  value  may  be  compared 
;with  that  of  other  heating  sources,  and  we  find  that,  funda- 
mentally, the  ordinary  heating  mediums,  at  existing  prices, 
are  appreciably  cheaper. 

For  instance,  in  the  comparison  of  anthracite  coal,  bitum- 
inous coal,  peat,  oil  fuel,  and  electricity  -we  find: 

Comparative  B.T.U.'s  for  1  Cent 

Anthracite  coal,  in  a  well-built  and  well-regulated  domes- 
tic furnace,  is  capable  oif  being  burned  at  about  55  per  cent, 
efficiency.  A  good  anthracite  contains  13,000  B.t.u.'s  per 
pound.  At  $8  per  ton,  1  cent  wnll  purchase  18,000  British 
thermal  units  of  heat. 

Bituminous  coal,  when  burned  in  a  first-class  mechani- 
cally-stoked boiler  installation  and  distributed  for  heating 
purposes,  is  capable  of  about  60  per  cent,  overall  efficiency.  A 
igood  bituminous  coal  contains  14,000  B.t.u.'s  per  pound.  At 
$3.50  per  ton  1  cent  will  purchase  48,000  British  thermal  units 
of  heat. 

Peat,  in  briquet  form,  with  low  moisture  content,  in  a 
properly-arranged  furnace,  should  produce  heat  available  for 
heating  60  per  cent,  efficiency  on,  say,  7,000  B.t.u.'s  net  avail- 
able. The  industry  should  be  able  to  approach  $4  per  ton,  so 
that  1  cent  would  purchase  21,000  British  thermal  units  of 
heat. 

Fuel  oil  may  burn  with  65  per  cent,  overall  efficiency. 
One  pound  of  the  oil  obtainable  in  the  local  market  contains 
about  18,000  B.t.u.'s.  At  7  cents  per  imperial  gallon  1  cent 
will  purchase  15,500  British  thermal  units  of  heat. 

Electricity,  when  supplied  to  well-designed  heating  equip- 
ment, is  capable  of  utilization  at  100  per  cent,  efficiency.  One 
kilowatt  hour  equals  3,413  B.t,u.'s.  With  electricity  at  1  cent 
per  kilowatt  hour  1  cent  will  purchase  3,413  British  thermal 
units  of  heat 

Or,  with  electricity  purchased  at  power  rates  in  Ottawa 
or  Toronto,  which  would  average  throughout  twelve  months 
at  8/10  of  1  cent  per  kilowatt  hour,  1  cent  will  purchase  4,240 
British  thermal  units  of  heat. 

To-day  fuels  are  more  expensive  than  shown  by  the  above 
prices,  'which  indicate  conditions  at  more  like  normal  times  or 
what  we  maj'  expect  after  the  war  is  over.  For  instance,  in 
Toronto  to-day  anthracite  will  cost  $10  per  ton,  bituminous 
coal  $7.50  per  ton,  and  fuel  oil  14  cents  per  imperial  gallon. 
The  cost  of  electrical  power  has,  unlike  almost  every  other 
nameable  commodity,  had  a  downward  tendencj%  and  to-day 
is  generally  appreciably  lower  than  before  the  war. 

To  recapitulate  so  that  comparison  of  heating  costs  may 
be  facilitated,  and  also  showing  fuel  costs  as  at  present,  w-e 
find: 

One  cent  will  purcliase  of  useable  heat: 

B.t.u.'s. 

I'rnm  anthracite  at  $8  per  ton    IS. 000 

From  anthracite  at  $10  per  ton    14.300 
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From  bituminous  coal  at  $3.50  per  ton                              48,000  fertilizers.    With  the  depletion  of  natural  fertility  artificial 

From  bituminous  coal  at  $7  per  ton                                 34,000  fertilizers  will  be  demanded  throughout    Canada.  Bnetiy 

From  peat  at  $4  per  ton                                                   21,000  one  horse-power  year  will  produce  fertilizer  for  100  acres  ol 

From  fuel  oil  at  0.07  per  gallon                                        15,500  cultivated  wheat  land,  so  tliat  1,000,000  horse-power   on  the 

From  fuel  oil  at  .14  per  gallon                                            7,750  65  per  cent,  load  factor  available,  would  produce  fertilizer  fot 

From  electricity  at  0.01  per  kilowatt  hour                          3,413  100,000  square  miles.    There  is  no  question  of  our  comple(o 

From  electricity  at  0.008  per  kilowatt  hour                        4,240  dependence  on  manufactured  nitrates  m  the  not  far  distant 

future  and  on  a  scale  which  involves  millions  of  horse-power. 

It  must  be  born  in  mind  that  these  costs  and  efficiencies  ^^^^^  ^^^^  demand  for  electrical  heating  will 

are  based  on  producing  heated  rooms  in  buildings,  such  as  ^^^^^^  ^^^^^  ^^^.^  ^^^^  ^.^^            primary  importance  itself, 

dwellings,  and  that  electricity  is  shown  used  at  100  per  cent.  ^^^^        ^^^^^^^^  ^^^^^^       ^^^^^.^^^  equipment  by  which  electrical 

efficiency,  assuming  it  directly  applied  to  the  room  to  be  ^.^^       ^^^,„,,pli3hed  may  be,  of  necessity,  radically 

heated,  and  not  afJected  by  the  unapphed  waste  of  the  other  ^^.^^^^^^^  ^^^^^^^  the 'present-day  devices  to  meet  the  require- 

heating  systems  in  chimney,  boiler,  and  transmission  losses.  ^^^^^^^     Economical  heating  apparatus  will  undoubtedly  be 

Bituminous  coal  can  only  be  used  in  heating  plants  of  heat-storing  type,  so  as  to  take  advantage  of  the  power 

some  magnitude,  and  is  not  suitable  for  dwellmgs  excep    by  ^1^^  ^^_p^^j^  p^^i„d^_    These  may  use  masses  of 

distribution  from  a  central  steam  plant.    Heating  by  anthra-  ^            ^^^^^  materials,  or  even  steam  reservoirs,  in 

cite  coal  is  the  source  to  which  electricity  ,s  to  be  compared.  ^^.^^       ^^^^^  ^^^^  ^.^^^^^^  ^^^^  ^^^^  ^               ^^^j^.  ^^^^ 

Convenience  of  Electricity  OfTsets  Extra  Capital  Charges  further,  the  34-hour  use  of  electricity  may  be  arranged  to 

It  is  obvious  that  the  cost  of  fuel  is  not  the  only  factor  meet  only  the  average  conditions,  the  surplus  available  dur- 

in  the  cost  of  heating,  but  that  the  cost  oi  heating  equipment,  ing  below-average  periods  being  used  for  the  manufacture  of 

attention  to  f^res.  di;posal  of  ashes,  and  even,  further,  the  fuels,  such  as  hydrogen,  to  be  stored  for  use  in  the  above 

extra  cost  of  basement  for  heating  equipment,  fuel  storage,  average  periods,  thus  providing  a  continuous  electrical  heat 

and  even  the  more  or  less  chimneys  required,  are  appreciable  ing  load  over  a  yearly  cycle. 

items,  while  fire  insurance  also  plays  a  part.  To  go  fully  into  The  combination  of  the  maximum  developments  of  many 
all  these  items  is  quite  beyond  the  scope  of  this  paper,  but  I  pf  our  great  power  sites  should,  when  the  non-heating  load 
would  propose  a  well-based  assumption  that,  while  the  equip-  period  has  been  organized  to  use  power  along  other  lines,  or 
liient  for  electrical  heating  for  houses  is  more  expensive  than,  when  a.  continuous  heating  load  on  a  yearly  cycle  is  estab- 
say,  hot  air  equipment,  the  greater  annual  charges  against  lished,  readily  make  power  available  for  electric  heating  pur- 
capital  costs  and  for  repairs,  etc.,  are  more  than  ofTset  by  the  poses  at  an  equivalent  cost  of  less  than  $13  per  horse-power 
greater  convenience  in  the  handling  of  electricity  as  a  heat-  year  delivered  in  districts  even  remote  from  the  generating 
incr  source  rather  than  coal.  source.  Then  the  rate  for  heating  purposes  would  be  below 
^  Electricity,  to  seriously  enter  the  heating  field,  must,  in-  .3  cents  per  kilowatt  hour,  or  1  cent  would  purchase  over 
stead  of  costing  1  cent  per  kilowatt  hour  or  1  cent  for  3,413  18,000  British  thermal  units  of  applied  heat.  Electricity  then, 
British  therma?  units,  approach  l/5  cent  per  kilowatt  hour,  if  available  in  the  necessary  quantities,  would  readily  become 
or  1  cent  for  17,065  kilowatt  hours  when  it  can  economically  the  foremost  source  of  artificial  heat. 

compare  with  heating  by  anthracite  coal  at  a  fuel  cost  of  1  The  use  of  electricity  for  many  of  the  other  domestic 

cent  for  18  000  B  t  u 's  uses  for  heat,  such  as  for  cooking,  water  heating,  etc.,  is  well 

Let  us' consider  an  electrical  heating  load  in  detail.    As-  established,  and  forms  no  mean  portion  of  the  present  elec- 

sume,  first,  that  a  house,  two  storeys  and  basement,  with  600  trical  loads. 

square  feet  area  on  the  ground,  reqt^ires  as  its  maximum  here  Development  May  Exceed  Present  Estimates 

m  Toronto  a  demand  of  13  kilowatts.    We  would  hnd  that  ^"^^              ^  /' 

the  use  of  this  throughout  the  year  would  be  approximately  Now,  when  we  speak  of  millions  of  horse-power  and  our 

as  follows,  the  load  factor  being  on  the  maximum  demand  of  possible  future  dependence  on  a  general  use  of  electrical  heat- 

^j^^  ing  in  Central  Canada  are  we  justified  m  anticipating  that 

F?r 'two  months,  12  kilowatts  on  average  80  per  cent,  such  enormous  quantities  of  power  will  be  available 

load  factor;  for  two  months  12  kilowatts  on  average  65  per  The  latest  comprehensive  compilation  of  water-power 

cent,  load  factor;  for  two  months  13  kilowatts  on  average  45  resources  in  Canada  gives  a  total  of  about  18,000,000  horse- 

per  cent,  load  factor;  for  two  months  13  kilowatts  on  average  power  available  in  the  3.000,000  of  the  3,729,700  square  miles 

30  per  cent,  load  factor;  for  four  months,  13  kilowatts  on  of  Canada's  area  which  may  be  expected  to  be  fairly  thickly 

average  0  per  cent,  load  factor.  populated  within  the  next  few  decades.    It  is  stipulated  for 

This  means  a  load  factor  of  35  per  cent,  over  the  year,  or  this  figure  that  it  is  "inclusive  in  the  case  of  Niagara  Falls, 

for  eight  months,  including  summer,  a  load  factor  of  16.35  Fort  Frances  and  the  St.  Mary  s  River  at  Sat  It  S  e.  Ma  e 

per  cent     The  general  use  of  electricity  for  heating  will  in-  of  only  the  development  permit  cd  by  international  t  eaties 

volve  a  scale  of  millions  of  horse-power.    With  the  present  and,  further,  does  not  contemp  ate  the  full  possibilities  o 

lieating  appliances  available  we  cannot  expect  plants  to  be  storage  for  the  improvement  of  capacities      The  effect  of 

built  and  electricity  to  be  generated  for  heating  purposes  such  a  restriction  m  the  compilation  of  the  totals  of  e 

only,  so  we  must  consider  whether  we  can  expect  the  de-  water-power  resources  may  be  indicated    by   the  available 

velopment  of  an  elastic  commercial  load  of  such  magnitude  power  on  the  Canadian  side  at  Niagara  Falls  when  developed 

that  over  twelve  months  of  the  year  a  65  per  cent,  load  fac-  to  a  maximum,  being  over  2,000,000  horse-power,  while  less 

tor,  the  complement  of  the  35  per  cent,  heating  load  factor,  than  500,000  horse-power  is  Permitted  by  agreements,  the 

can  be  obtained  so  as  to  provide  for  34  hours  per  day  and  365  restrictions  being  practically  dictated  by  the  desire  to  retain 

days  in  the  year  a  100  per  cent,  load  factor  load.  the  scenic  beauty  of  the  fal  s.     Again,  Practically  all  the 

^  water-powers  of  Ontario  on  the  Great  Lakes  and  James  Bay 

Industrial  Demands  May  Complement  Heating  Load  sides  of  the  height  of  land  are  quite  dependent  on  storage,  so 

It  will  possibly  suffice  to  answer  this  by  indicating  one  that,  instead  of  some  5,.5OO,000  horse-power  being  listed  as 

prospective  industry,  the  electric  power  demand,  of  which  Ontario's  portion,  13,000.000  here  a  one  would  more  likely 

alone  may  readily  keep  pace  with  the  future  use  of  electric  represent  the  possible  development  that  the  future  may  see. 

heat  n"  Iha    is    the  manufacture  of  nitrogen  products  for  and  it  may  be  that,  instead  of  17,820,000  horse-power  m  th. 
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southerly  half  of  Cuiiada,  35.000.000  horse-power  may  be  pro- 
ihiced. 

The  present  enornious  use  of  electric  power  really  had 
:ts  inception  25  years  ago,  when  electric  power  was  first 
transmitted  from  Niagara  Falls.  N.Y„  to  Buffalo,  while  in 
Canada,  in  the  last  13  years,  the  demand  has  jumped  from 
about  zero  lo  the  astounding  figures  of  the  present.  To-day, 
wliile  there  are  409,000  horse-power  generated  at  Niagara 
Falls,  there  is  a  serious  power  shortage,  and  the  power-users 
are  feverishly  awaiting  further  developments  of  hundreds  of 
thousands  of  horse-power  at  this  source.  If  since  1905,  and 
more  particularly  just  within  the  Ifist  few  years,  the  power 
demand  has  grown  so  rapidly,  what  will  fifty  years  from  now 
see?  Possibly  it  will  then  be  a  scarcity  of  sites  to  develop, 
and  all  may  be  interconnected  into  a  vast  network  of  trans- 
mission and  distributing  lines,  all  the  sources  combining  to 
obtain  the  maximum  of  energy  from  the  widely-distributed 
water-falls. 

Eectric  Heating  Feasible  at  $12  Per  H.P. 

In  conclusion,  I  w^ould  briefly  summarize  as  follows: 

1.  Electric  heating  is  not  a  present  economic  possibility, 

due  to  high  cost  and  lack  of  available  power, 

3.  Electric  power  rates  would  have  to  be  one-quarter  of 

the  present  rates  for  electric  heating  to  compete  with  heating 

by  anthracite  coal. 

3.  Many  millions  of  horse-power  would  be  required  to 
meet  even  present  requirements.  For  example,  I  would  esti- 
mate a  demand  of  2,000,000  horse-power  to  heat  Toronto's 
dwellings  and  other  buildings,  or  4  horse-power  per  person 
of  population. 

4.  When  millions  of  horse-power  in  Canada  are  developed 
and,  say,  delivered  $12  power  is  attained,  a  large  electric 
heating  load  may  be  established.  This,  of  course,  does  not 
mean  that  every  portion  of  the  country  could  be  served,  but 
areas  representing  the  great  bulk  of  the  population  would  be 
in  the  zones  of  distribution  from  such  powers,  and  it  might 
thus  be  possible  to  greatly  substitute  for  coal  and  other  fuels. 

5.  It  may  be  that  the  economic  future  of  our  fuel  and 
water-power  resources  will  demand  that  in  their  administra- 
tion fuels  will  be  reserved  for  heating  purposes  and  that  the 
hydro-electric  power  available  will  be  substituted  to  the 
maximum  for  all  mechanical,  railroad,  and  metallurgical 
operations. 

6.  By  the  use  of  devices  for  heat  storing  and  fuel  manu- 
facturing, in  combined  or  separate  installations,  so  as  to  use 
throughout  the  yearly  cycle  a  continuous  heating  load  of  100 
per -cent,  load  factor,  but  of  average  rather  than  of  peak  de- 
mand, electric  heating  might  be  given  a  positively  economic 
status,  or,  further  the  development  of  loads  in  millions  of 
horse-power  equalling  in  demand  the  electric  power  required 
for  heating,  yet  elastic  enough  in  its  use  to  adapt  to  the  low 
load  periods  of  heating,  may  again  suffice  to  make  electrical 
heating  of  economic  importance. 


Discussion  on  Electric  Heating 

 :  By  Mr.  H.  G.  Acres*  

The  four  papers  we  have  just  heard  cover  such  a  vast 
field  and  furnish  such  limitless  opportunities  for  discussion 
and  conjucture  that  it  is  impossible  to  touch  on  more  than 
one  or  two  of  the  many  points  which  are  worth  enlarging 
upon.  In  the  first  place  I  wish  to  consider,  briefly,  a  matter 
alluded  to  by  Mr.  Challies  and  dealt  with  more  at  length 
by  Mr.  Mitchell;  namely,  house  heating  by  electricity.  Mr. 
Mitchell  has  very  ably  elucidated  some  points  with  refer- 
ence to  the  feasibility  of  heating  buildings,  which  perhaps 
are  not  generally  appreciated,  and  it  might  be  interesting 
to  enlarge  upon  some  of  his  conclusions  with  special  rcfer- 
*Hydraulic  Eneineer,  Ontario  Hydro-Electric  Commission. 


ence  to  the  problem  of  heating  the  city  of  Toronto  with 
Niagara  power. 

First,  as  to  cost— What  fundamental  condition  accounts 
for  the  fact  that  a  house  in  Toronto  can  be  more  cheaply 
heated  by  means  of  Pennsylvania  coal  than  by  Niagara  power, 
supplied  at  actual  cost?  To  work  this  out  let  us  first  take  one 
kw.  of  potential  heat  from  the  falling  waters  of  Niagara.  Un- 
der peak  load  conditions,  there  will  be  85  per  cent,  of  this 
unit  of  heat  left  when  it  has  passed  through  the  turbine;  80 
per  cent,  when  it  has  passed  through  the  generator;  76  per 
cent,  when  it  has  passed  through  the  step-up  transformer; 
possibly  not  more  than  66  per  cent,  when  it  has  passed  over 
the  transmission  line;  62  per  cent,  when  it  has  passed  through 
the  ^step-down  transformer;  57  per  cent,  when  it  has  passed 
through  the  local  distribution  system  and  52  per  cent,  when 
it  has  passed  through  the  service  transformer.  In  other 
words,  about  one-half  of  this  unit  of  heat  would  be  left  for 
ef¥ective  use  as  heat  on  the  premises  of  the  consumer. 

Then  take  a  pound  of  coal  from  a  Pennsylvania  mine — 
the  whole  of  this  pound  is  delivered  to  the  consumer's  pre- 
mises. It  contains  about  2  kw.  hours  of  eflfective  potential 
heat  for  which  you  pay  %  cent  on  the  basis  of  present  price 
of  coal,  or  J4  cent  for  1  kw.  hour,  as  against  9/lOths  of  a  cent 
for  the  kw.  hour  of  heat  from  Niagara,  on  the  basis  of  pre- 
sent rates. 

Six  Steps  in  Converting  Niagara  Energy  for  Heat 

This  kilowatt  of  potential  heat  from  Niagara  undergoes 
six  distinct  steps  of  conversion  before  it  is  delivered  on  the 
consumer's  premises  as  heat.  The  potential  heat  of  the 
Pennsylvania  coal  undergoes  one  conversion  onlj^  before  be- 
ing put  to  its  ultimate  use.  The  efficiency  of  co'nversion 
from  the  natural  state  to  ultimate  use  is  probably  about  the 
same,  but  in  one  case  you  require  a  power  plant,  a  step-up 
transformer;  80  miles  of  transmission  line;  a  step-down  trans-  . 
former;  a  distribution  sj^stem  and  a  service  transformer.  In 
the  other  you  require  a  $200  furnace  and  a  50  cent  shovel. 
These  two  conditions  relative  to  the  deliverj^  of  the  com- 
modity must  be  considered  as  having  a  more  or  less  fixed 
influence  on  comparative  costs,  and  the  only  factors  which 
will  tend  to  any  appreciable  extent  to  reconcile  the  present 
disparity  will  be  an  enormous  increase  in  the  price  of  coal, 
or  a  compensating  reduction  in  the  cost  of  electric  power, 
assuming,  rr  course,  that  both  commodities  will  be  available 
for  the  use  under  discussion,  which  is  another  question  alto- 
gether. 

Then  as  to  service  conditions — I  think  there  are  about 
80,000  buildings  in  the  city  of  Toronto.  It  is  safe  to  say  that 
during  the  extreme  weather  last  winter  coal  was  being  burnt 
in  these  buildings,  for  a  day  or  two  at  a  time,  at  an  average 
rate  of  four  tons  per  month,  or,  say,  for  a  two-day  period, 
on  several  occasions,  an  average  of  270  pounds  of  coal  was 
burnt  in  each  building  in  the  city.  I  think  that  is  well  on 
the  conservative  side.  On  the  basis  of  this  assumption  it 
would  require  over  1,500,000  horse-power  of  station  capacity 
at  Niagara  to  heat  Toronto  in  zero  weather.  Furthermore, 
on  the  basis  of  Mr.  Mitchell's  estimates  of  load  factor,  for 
two  months  only  65  per  cent,  of  this  power  would  be  used, 
for  two  months  only  45  per  cent.,  for  two  months  only  20 
per  cent.,  and  for  four  months  none  would  be  used  at  all. 
This  is  a  service  condition  which  is  absolutely  unheard  of 
at  the  present  time.  Under  such  circumstances  an  extra- 
ordinary operating  condition  would  obtain,  in  that  the  load- 
factor  on  the  generating  plant  would  be  mainly  controlled 
by  the  direction  of  the  wind.  On  several  occasions  last 
winter  tlic  rise  in  temperature  due  to  changing  wind  direc- 
tion iiiiLjlit  ha\ e  inillcd  half  a  million  kw. "  ofif  the  station 
busses  over  night.  Mr.  Mitchell  has  suggested  a  solution 
of  this  load-factor  problem  as  far  as  the  generating  plant 
is  concerned,  but  even  granting  that  industries  could  be  es- 
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tablished  at  Niagara  which  could  economically  absorb  these 
enormous  quantities  of  off-peak  power,  it  would  not  help 
Toronto,  with  over  1,000,000  h.p.  of  installed  transformer 
capacity  operating  at  35  per  cent,  load-factor,  together  with 
the  necessary  transmission  line  capacity  to  Niagara  Falls. 

Market  Will  Develop  for  Off-Peak  Power 

In  submitting  these  very  approximate  figures,  I  have,  of 
course,  not  considered  the  matter  of  of?-peak  power.  If  the 
price  of  coal  holds  at  the  present  figure,  or  tends  to  increase, 
there  is  undoubtedly  a  commercial  possibility  of  using  elec- 
tric power  as  an  auxiliary  heating  medium  during  off-peak 
hours,  and  a  rate  for  this  class  of  service  could  possibly  be 
fixed  sufficiently  low  to  attract  some  consumers.  This  phase 
,,f  the  question  cannot,  however,  be  discussed  very  intelli- 
gently except  at  considerable  length  and  on  an  essentially 
technical  basis. 

I  may  say  here  that  the  hypothetical  service  condition  I 
have  just  described  is  one  which  is  certain  to  obtain  in  the 
future  at  Niagara  and  at  other  large  hydro-electric  power 
centres,  though  in  a  much  less  acute  form.  The  time  is  not 
far  distant  when  the  scarcity  of  power  in  what  Mr.  Challies 
has  called  the  "acute  fuel  area"  will  revolutionize  the  present 
conditions  and  rules  of  service,  and  a  certain  class  of  con- 
sumers will  develop  who  will  be  glad  enough  to  make  use, 
not  only  of  all  available  off-peak  power,  but  also  to  take  ad- 
vantage of  such  power  as  may  be  intermittently  available 
(luring  higher  stages  of  flow.  Those  having  to  do  with  the 
development  of  hydro-electric  power  should,  therefore,  bear 
in  mind  that  it  is  only  a  question  of  time  when  the  scarcity 
of  fuel  and  the  approaching' ultimate  exhaustion  of  hydraulic 
power  resources  will  make  the  production  of  intermittent 
power  not  only  profitable,  but  necessary  for  the  public  wel- 
fare, and  permanent  works  at  least  should  be  designed  against 
I  such  a  contingency. 

1         Now  referring  again  to  Mr.  Challies'  paper,  I  think  the 
!  most  important  and  significant  section  of  the  same  is  that 
which  considers  the  use  of  Canada's  fuel-power  resources 
according  to  their  adaptability.    In  considering  this  phase  of 
I  the  problem  we  are  rather  on  the  horns  of  a  dilemma.  Should 
we  consider  the  advisability  or  possibility  of  moving  out  of 
the  "acute  fuel  area"  such  industries  as  are  mainly  depend- 
1  ent  on  coal  as  a  raw  material  or  as  a  source  of  power,  and 
i  of  replacing  them  by  industries  mainly  dependent  on  water- 
generated  power,  or  should  we  look  after  these  industries  as 
best  we  can  by  centralized  heating  plants  and  ouV  of  our 
future  allotments  of  imported  coal?    In  other  words,  should 
the  problem  of  adaptability  be  attacked  on  the  basis  of  adapt- 
ing our  fuel  power  resources  to  industry  as  now  existing  and 
located,  or  on  the  basis  of  adapting  industry  to  our  fuel 
power  resources? 

Large  Industries  May  Absorb  Excessive  Amount 
of  Power 

I  have  in  mind  one  instance  which  will  serve  as  an 
illustration  of  the  working  of  the  latter  alternative;  that  is, 
adapting  an  industry  to  our  fuel-power  resources.  Cyanamid, 
calcium  carbide  and  carborundum  are  made  by  processes  re- 
quiring large  quantities  of  cheap  power.  They  also  require 
large  quantities  of  carbonaceous  material  which  is  now  sup- 
plied in  the  form  of  coke  made  from  Pennsylvania  coal. 
There  are  two  points  to  be  considered  in  connection  with 
this  proposition,  the  most  evident  being,  of  course,  the  neces- 
sity of  importing  coal  for  such  of  these  industries  as  are  lo- 
cated in  the  "acute  fuel  areas."  The  other  point  is  that  the 
uncontrolled  expansion  of  such  industries  as  these  in  the 
vicinity  of  our  large  boundary  water  powers  will  in  the  near 
future  absorb  capacity  that  at  a  slightly  more  remote  period 
may  be  urgently  needed  to  keep  alive  a  multiplicity  of  small 
industries  scattered  throughout  the  territory  which  is  within 


transmission  distance  of  these  sources  of  power.    For_  un- 
limited development  of  large  local  industries  in  the  vicinity 
of  our  large  boundary  water  powers  is,  therefore,  a  possible 
condition  of  the  future  which  would  seem  to  be  undesirable. 
\s  against  the  possibility  of  such  a  situation  developing  m 
the  "acute  fuel  area"  we  have,  for  instance,  the  Nelson  River, 
a  viroin  field  for  hydraulic  power  exploitation  furnishing  un- 
rivalled opportunity  for  the  appropriate  and  efhcient  location 
of  industry.  Three  million  horsepower  of  commercially  utiliz- 
able  energy,  all  more  or  less  accessible  to  the  Hudson  Bay 
Railway,  and  lying  on  the  very  threshold  of  the  Empire's 
oranary     Two  million  horsepower  of  this  capacity  would 
supply  sufficient  fertilizer  for  the  whole  of  the  northwest 
wheat  area.   Nitrogen  and  limestone  are  locally  available,  and 
the  only  important  ingredient  lacking  is  carbon.  Whether 
this  lack  can  be  made  good  by  western  lignite  I  do  not  know. 
That  is  part  of  the  problem.    Crow's  Nest  coal  and  Welsh 
coal,  via  Port  Nelson,  would,  of  course,  be  available  at  a 
price.    Here  is  a  problem  which  is  directly  in  line  with  the 
all-important  issue  under  discussion  at  this  meeting,  and 
one  which,  if  intensively  studied,  would  at  least  serve  the 
purpose  of  establishing  certain  fundamental  laws  which  should 
govern  the  use  of  our  fuel  power  resources  in  relation  to  their 
•peculiar  adaptability.    A  co-related  phase  of  this  study  would 
be  to  ascertain  to  what  degree  the  use  of  the  water-powers 
in   the  "acute  fuel  area,"  more  particularly  the  boundary 
water-powers,  should  be  controlled  so  as  to  preserve  an 
equitable  balance  between  the  amounts  of  power  allotted  to 
large  local  electro-chemical  and  electro-thermal  industries 
and  the  amounts  of  power  required,  or  likely  to  be  required, 
for  general  distribution  purposes.    As  a  general  rule  the  in- 
dustrial centres  immediately  adjacent  to  the  developed  power 
sites  will  be  the  first  to  benefit,  but  the  inevitable  result  of 
industrial  expansion  will  be  to  include  more  and  more  of  the 
surrounding  territory  within  the  zones  of  influence  of  these 
sources  of  power,  and  it  is  supremely  important  that  these 
zones  shall  expand  freely  along  economic  lines  and  not  be 
forced  into  unnatural  channels  by  private  interest  or  other 
influences  which  should  have  no  prior  status  in  the  control 
of  a  national  asset  of  such  magnitude  as  our  water  powers. 
True  Glory  of  Niagara  is  its  Potentiality 
Now,  before  closing,  I  would  like  to  mention  another 
matter  more  or  less  directly  related  to  the  issue  under  dis- 
cussion,  and  which  has  been  briefly  referred  to  by  Mr. 
Mitchell.    Probably  90  per  cent,  of  the  civilized  inhabitants 
of  this  planet  know  Niagara  only  as  a  scenic  spectacle.  Most 
of  them  have  nevertheless  felt  the  commercial  influence  of 
Niagara  without  realizing  it.    Their  first-hand  knowledge  of 
the  world's  most  important  water  power  has,  however,  been 
derived  chiefly  from  picture  post  cards.    Since  power  was 
first  developed  at  Niagara  Falls  a  continuous  campaign  of 
opposition  to  the  commercial  exploitation  of  Niagara  has 
been  carried  on,  based  on  aesthetic  grounds.    This  opposition 
has  left  its  mark  on  legislation  on  both  sides  of  the  line  and 
on  the  Boundary  Waters  Treaty.    As  a  matter  of  fact  it  is 
largely  responsible  for  the  present  shortage  of  power. 

The  term  "commercial  exploitation"  may  sound  cold 
blooded,  but  we  may  as  well  call  a  spade  a  spade,  and  any- 
way, in  my  opinion,  the  true  glory  of  Niagara  lies  not  in 
the  roar  and  the  rainbows,  but  in  the  vast  potentiality  of  the 
falling  waters,  considered  in  the  light  of  an  instrument  placed 
in  our  hands  by  a  Divine  Providence  for  a  beneficent  pur- 
pose, or,  as  Sir  Adam  Beck  expressed  it  eight  years  ago,  "to 
raise  the  scale  of  living  of  our  citizens,  and  to  multiply  and 
cheapen  the  comforts  of  life."  Niagara  can  have  no  greater 
destiny  than  this,  and  while  aesthetic  opposition  to  the  com- 
mercial exploitation  of  Niagara  must  ultimately  fade  in  Ihc 
face  of  these  more  pressing  issues.  I  think  the  process  should 
be  accelerated  as  much  as  possible. 
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Further  Light  on  the  Goodwin  Plan  of  Organ- 
ization—No Price  Fixing  Planned— Quantity 
Will  Always  be  a  Factor— Educate 
the  Curbstone  Contractor 

Speaking'  before  the  Illinois  Contractors'  Association  re- 
cently on  his  merchandising-  plan,  Mr.  W.  L.  Goodwin  said: 

"Some  people  have  been  saying  that  I  have  an  ulterior 
motive  in  assisting  to  organize  a  better  contractor-dealers' 
association.  I  tell  you  frankly,  gentlemen,  that  I  have  an 
^ulterior  motive.    And  I'll  tell  you  what  it  is. 

"1  believe  the  electrical  industry  has  a  greater  responsi- 
l)ilit\'  than  any  other  single  industry  in  the  extent  to  which  it 
can  serve  the  public  with  both  their  necessities  and  conven- 
iences. Hence  the  business  is  capable  of  great  expansion.  I 
lielieve  it  can  be  made  the  foremost  of  our  industries,  and  that 
is  the  purpose  of  developing  a  thorough  organization. 

"I  want  to  see  it  develop  its  ability  to  serve  the  public 
until  its  annual  sales  amount  to  $30  or  more  per  capita  of  the 
population — instead  of  $7  >per  capita  as  it  is  to-day.  That's 
my  ulterior  motive!" 

Question-Box  Was  Feature 

At  this  meeting  the  question  liox  was  a  prominent  feature. 
Everyone  was  invited  to  put  any  questions  concerning  the 
plan  in  the  box,  and  was  assured  that  the  ciuestions  would  be 
answered  by  Mr.  Goodwjn.  It  was  not  even  necessary  for  the 
enquirer  to  sign  his  name  to  the  questions.  When  the  box 
was  opened  there  were  62  questions  in  it.  Here  are  some  of 
the  more  important  questions  and  the  answers  as  given  by 
Mr.  Goodwin : 

Q. — You  said  the  average  jobber's  overhead  was  about  15 
per  cent,  and  that  that  figure  was  too  high.  What  should  it 
he? 

A. — The  jobber's  overhead  should  not  exceed  the  cost  to 
the  manufacturer  of  doing  the  same  work.  That  might  be 
more  than  15  per  cent,  on  some  specialties,  1nit  it  certainly 
would  be  less  than  15  per  cent,  on  certain  staple  products. 
The  jobber  at  the  present  time  lumps  his  overhead  when  he 
ought  to  figure  the  cost  of  warehousing  and  handling  on  dif- 
ferent lines  according  to  what  the  cost  of  waiehousing  and 
handling  is. 

Q. — Does  your  plan  cnntemplate  dealing  with  lal)<)r 
A. — The  plan  does  not  conteniiplate  dealing  with  laljor  in 
any  phase. 

Q. — Should  not  association  secretaries  furnish  members 
with  data  on  cost  of  operating  electrical  appliances? 

A. — It  would  be  a  good  idea  for  the  national  association 
to  get  out  a  sheet  for  the  data  book  slmwing  the  average  co  =  * 
of  operation  of  all  of  the  principal  electrical  appliances. 

Q. — Where  do  the  fixture  people  come  in  under  the  Good- 
win plan? 

A. — The  manufacturers  belong  in  the  I'lxlure  section  of 
the  Associated  Manufacturers  of  Elect  ri(  :il  .Supjilics.  The 
retailers  of  fixtures  whose  problem  is  a  i  ctaii  i)niblem  sliould 
be  a  part  of  the  National  Association  of  Electrii  al  i  Onlrac- 
tors  and  Dealers,  vvhere  identical  problems  are  discussed. 


Q. — Does  the  plan  contemplate  abolishing  schedules 
based  on  quantity  purchases 

A. — I  believe  that  quantity  will  always  control  price. 
There  is  nothing  in  the  plan  that  contemplates  price  fixing.  It 
is  believed  that  the  plan  will  standardize  rates  of  profit. 

Q. — Will  the  Goodwin  plan  teach  contractors  the  funda- 
mentals of  electricity 

A. — The  plan  does  not  contemplate  developing  in  the  con- 
tractor a  knowledge  of  electricitj'.  "  He  is  supposed  to  have 
that  knowledge.  But  it  does  propose  to  teach  him  merchan- 
dising methods. 

Q. — What  will  happen  to  the  manufacturers'  agents  if  the 
Goodwin  plan  succeeds 

A. — There  is  a  place  in  the  plan  and  in  the  industry  for 
the  manufacturer's  agent.  If  he  is  a  real  manufacturer's  agent 
he  stands  at  the  same  place  on  the  Wheatstone  Bridge  dia- 
gram as  the  manufacturer  stands. 

Q. — How  can  this  merchandising  movement  help  the  man 
who  cannot  leave  his  store  to  attend  the  meetings, 

A. — In  California  there  were  a  few  retailers  who,  when 
this  movement  was  first  started,  could  not  leave  their  places 
of  business  to  attend  the  meetings.  To  overcome  this  diffi- 
culty some  of  the  jobbers  sent  their  salesmen  out  to  run  the 
stores  of  these  men  while  the\'  attended  the  meeting,  and  it 
was  not  lon^-  before  these  merchants  were  doing  enough  busi- 
ness so  that  they  could  afTord  to  leave  their  store  to  attend 
the  association's  activities. 

Q. — What  can  be  done  with  the  'Curbstone  contractor? 

A. — The  curbstone  contractor  must  be  educated.  The 
l:>est  person  to  educate  liim  is  the  jobber.  The  jobber  should 
send  his  bookkeeper  to  the  curbstoner  and  show  him  what 
overhead  is.    Such  education  will  do  much  for  him. 

Q. — Under  what  classification  would  you  place  a  railroad 
company? 

A. — The  railroad  is  a  public  utility  companj-,  and  should 
be  recognized  as  a  trade  buyer. 

Q. — Is  the  Goodwin  plan  legal? 

A. — The  plan  is  not  in  restraint  of  trade  according  to  the 
best  legal  advice  I  can  get. 

Q. — Does  the  plan  encourage  time  and  material  work? 

A. — The  Goodwin  plan  enc(~iurages  the  contractor  to  take 
work  on  the  time-and-material  liasis.  liecause  that  is  a  basis 
which  is  eci )niiniicany  sound  and.  in  the  long  run,  is  cheaper 
for  the  consumer. 

Q. — Is  the  central  station  eligilde  to  membership  in  the 
contractors'  assnciatinn  ?" 

A. — If  the  central  station  conducts  a  retail  business  it  is 
eligible  to  membership,  and  its  dues  would  be  based  upon  the 
amount  of  retail  merchandising  business  which  it  does.  Any 
retailer  of  electrical  merchandise  is  eligible  to  membership. 


The  annual  report  of  the  Department  of  Telephones  of 
thr  I'rdvincc  of  Saskatchewan  for  the  financial  year  ended 
April  .;o.  1'.)17,  is  just  received.  The  total  number  of  stations 
in  the  pro\'inco  is  now  43,093,  made  up  of  18,669  government 
stations,  2.i,si:i  rural  stations,  and  1,511  other  systems.  The 
number  of  long  distance  pole  miles  is  now  3,375.  and  long 
distance  wire  miles  18,833. 
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Increasing  a  Central  Station  Power  Load 

Where  Energy  is  Available  the  Summer  Offers  Big  Opportunities- 
The  Contractor  Should  Co-operate  and  Profit 


Though  certain  sections  of  the  Dominion  suffer  from  a 
shortage  of  electric  power,  the  city  of  Winnipeg  hydro-elec- 
tric plant  as  it  now  stands  can  supply  some  14,000  customers 
more  tlian  the  36,000  at  present  taking  energy  from  its  lines. 
iM.r  this  reason  the  City  Light  and  Power  Department  are 
, notified  in  inaugurating  a  vigorous  campaign  for  the  greater 
use  of  the  smaller  electrical  appliances  and  also  of  the  electric 
range,  which  is  already  used  in  the  city  of  Wmnipeg  probably 
t(i  a  greater  extent  than  in  any  other  city  in  Canada. 

The  sales  manager  of  the  Winnipeg  City  Light  and  Power 
Department,  Mr.  R.  A.  Sara,  recently  outlined  a  campaign 
beginning  in  February  and  which  will  continue  tln-nugh  the 
summer  season.  In  February  they  published  a  booklet  en- 
titled "Brighter  and  Happier  Hours  in  Your  Kitchen."  This 
was  an  attractive  booklet,  explaining  the  advantages  of  using 
electricity  for  cooking  and  for  the  operation  of  all  appliances 


&^ish^er  and 
hal>J?ier  hours 

in  v'our 

kikhen 
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lower.  The  article  also  pointed  out  the  universal  use  now 
being  made  of  electricity  in  the  homes,  hospitals,  cafeterias, 
lunch  rooms,  hotels,  offices,  and  so  on,  and  finally  pointed  out 
that  the  use  of  electricity  developed  froni  water-power  con- 
serves our  fuel  supply. 

The  following  day  the  department  mailed  a  copy  of  the 
booklet,  accompanied  l)y  letter  No.  1  to  every  individual 
whose  name  api-eared  in  the  booklet.  A  little  later,  March  22, 
they  posted  lo.ooo  of  letter  No.  2,  with  return  postcard  en- 
closed. This  letter  was  addressed  to  the  lady  of  the  house. 
A  co/py  of  the  booklet  mentioned  above,  accompanied  by  an 
invitation  to  visit  the  showrooms  of  the  department  was  sent 
to  every  person  replying  to  letter  No.  2. 

For  those  failing  to  reply  to  letter  No.  2,  letter  No.  3  was 
prepared  and  addressed  to  the  man  of  the  house,  also  with  a 
return  postcard. 

On  March  26  an  advertisement  appeared  in  the  three  city 
dailies  offering  prizes  to  school  children  for  the  best  essay  on 
"Electric  Cooking."  This  advertisement  is  shown  herewith. 
In  May  it  is  planned  to  issue  a  letter  pointing  out  the  advan- 
tages of  electric  cooking  in  hot  weather.  Each  month  further 
advertising  matter  in  the  form  of  36,000  carefully-worded  leaf- 
lets  (different  each   month  I   are    being  enclosed    with  the 


Contest  for  School  Boys  and  Girls 

$100  IN  PRIZES  $1 

Any  Winnipeg  School  Pupil  Eligible 

Tlie  unveniment  md  the  press  an-  arsrine  the  public  to  conserre  ftiel  .inj  fon.l,  .ui.t  ii. 
order  to'famiUariie  the  citizens  of  Wiiinipei;  ivith  the  savmes  that  can  be  efferlcil.  iii  Iwtli 
fuel  and  food,  bv  the -use  of  ELECTRIC  fuel  for  eookins.  we  offer  the  folh)mn|:  prizes  to  s.  bo.i 
ho>  s  a(ia  irirls  for  the  best  essay  on  "The  AdTantages  of  Cooking  with  an  Electric  Range. 

First  Grand  Prize  $25.00       Second  Grand  Prize  $15.00 


Pour  dasaeB— Three  Prizes,  in  Each  - 

lliMbc  IP  thf  a'ivanced  frradt^j^  the  fi'llituim 
ui,'p-i  111  t..  12;  otaRS  two.  a^es  12  l.>  14;  <  la 
tirst,  -(i-cniid  an(i  Ihu'd  priziviii  erieli  .'l/tss 


■iin:^<:T  <_'hililren  the  sanie.t'pportunity  as- 
If  .iwarded,  according  to  ace.  class  one, 
Urto  lij;-class  four,  affcs  \(i  to  IS;  h 
|.-,|,  after  Ihp  Oi-nnd  Pnzp^' 


First  Prize.  $8.00 


Second  Prize,  $5.00 


Third  Prize.  $2.00 


All  essays  must  be  in.  City  Power  Office  .by  12  noon.  April  4T,h     Winners  will  be  announced 
Monday,  April  lOtb. 


COOK  JSH  WIRE  I 

^he  department  published  an  attractive  booklet. 

in  the  home,  ffivin-  llgures  on  cost,  a  number  of  u.seful 
recipes  the  written  opinions  of  a  num-ber  of  Wmnipeg 
hnuseliol.lers  who  had  used  electricity  for  cookmg  purposes, 
an.l  iinally  a  list  of  Winnipeg  users  of  electric  ranges,  running 
intd  six  pages  of  the  booklet.  , 
An  advance  copy  of  this  booklet  was  sent  to  the  Wmn,- 
,,e..  iM-ee  Press,  wliich  pulilishetl  a  good  leader,  entitled,  ".Xn 
iMUerprising  Civic  Department,"  pointing  out.  among  other 
,hin>.s  that,  while  the  ost  of  ,.ractically  everything  which 
,„,.^s',ntM  nnv  dailv  bU'  l^i-  nu-reascd,  electricity  ah.ne  .s 


The  Fuel  Situation 


RUt.ES  OF  CONTEST 


ihni.  r.'  ..^^k  titiit-  Amir 


We  MaKe  It  Easy  for  You  to  Get  Information 


Fre6  Pock  on  "Electric  Cooking"  | 

r^r.HiS'Hf  ^  entry  coupon"' 

(h,    Fiiiry  Coupun  '  la  P^^^'' *  '''''y  ""^(""^.^^tlliM     I  f  -  ■  V  LIGHT  A  POWER  DEPT..  I 

luncrt.  on  ETecTnic^cooKiNG  I'.rr^iv  '  ■■'  I 


City  Light  &  Power  Dept. 


54  KING  STREET 


Phone  Garry  1800 


.__J 


Offered  prizes  for  best  essay. 

monthly  lighting  accounts.  All  envelopes  have  an  advertise- 
ment printed  on  them,  matter  being  changed  each  nuuith 
(tliis  also  applies  to  tlie  envelopes  used  liy  the  municipal  water 
dei)artment  for  sending  out  water  l)ills). 

l'"or  several  weeks  this  department  have  also  been  liold- 
ing  l)usiness  talks  from  s.:iO  a.m.  to  a.m.,  when  a  nuiulier 
of  subjects  liavc  been  discussed,  as  slmwn  by  the  accompany- 
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ing  iii'i\nrani.  'I'hcso  lia\o  ]>r.>\i'.l  lu.isl  luMU'lu-ial,  as  iml  duIv 
liave  they  been  instnu-livo,  Iml  ihoy  have  crealed  a  mi>re  l;imi 
eral  interest  amoii.i;-  tlu-  .-.lalT.  I'ln-  ilciiartmrnt  at  the  ]ircscii! 
time  is  inauiiuratiiiy  "icaui  woik"  ainmii;  the  eini)h)yees,  \ll 
willing  to  canvass  antl  sell  ranges  in  their  spare  time  are  re- 
quested to  enter  their  names;  teams  comprising  equal  num- 
bers have  been  selected  h\  a  committee  and  a  captain  chosen 
by  each  team.  Trizes  are  otTered  for  the  best  results  of  teams 
each  month;  also   for  best  indiviilual   work.     This  scheme 

IMease  forward  your  llooklet  entitled 
■IIKICIITH  R  and  HAPIMKR  llOliKS  IN 

It  is  understood  that  this  puts  me  under  no  oldiga- 
tion  whatexer. 

Name   

.\ddress   

Xumlier  in  I'amily   

j  G.\,S 

I  now  cook  witli  I  ( )  1  L 

i  \\  (  )(  )1)        (  ■(  )AI. 

Copy  of  return  post  card. 

Started  on  April  1,  and  results  are  not  yet  available,  hut  at 
last  reports  meetings  were  l)eing  held  by  tlie  different  teams 
for  the  organization  of  this  campaign.  Both  men  and  women 
solicitors  are  out.  on  a  commission  basis,  and  a  system  of  fol- 
low-up has  been  inaugurated,  whicli  is  kept  track  of  l>y  a  card- 
liling  system. 

The  department  report  that  they  have  already  sold  inore 
than  five  times  the  number  of  ranges  during  the  first  three 
months  of  this  year  as  were  sold  in  the  same  (period  last  year. 


PROGRAM  OF  CONFERENCES 
CITY  LIGHT  AND  POWER  DEPARTMENT 
DAILY,  from  8.30  to  9.15  a.m.  SHARP 
Commencing  Tuesday,  Feb.  19th,  1918. 
1st  Day — R.  A.  Sara,  sales  manager  City  Light  and  Power 

Department:    "Object    of  Conferences^ — Program — Sug- 
gestions on  What  Is  Required." 
2nd  Day — J.  G.   Glassco,  general  manager  City  Light  and 

Power  Department.  "City  Light  and  Power  Department, 

Historical  and  Financial  Review." 
rjrd  Day — H.  W.  Billing,  manager  Northern  Electric  Com- 

■   pany:  "Salesmanship." 
4th  Day — (Friday,  22nd)  G.  W.  Markle,  managing  director 

Henry  Birks  &  Sons:  "Efficiency  in  Selling."  . 
otli  Day — A.  J.  Crosljie,  meter  superintendent,  City  Light  and 

Power  Department:  "Electric  Meters." 
0th  Day — W.  P.  Tice,  Northern  Electric  Company:  "Hughes 

Electric  Ranges." 
7th  Day — W.  E.  Wright,  manager  National  Cash  Register 

Company:  "How  to  Close  a  Sale." 
8th  Day- — F.  J.  Malby,  assistant  accountant.  City  Light  and 

Power  Department:   "Analysis  of   Sales  of  Current  as 

Shown  by  Hollerith  Statistical  Department." 
9th  Day — Demonstration  of  sale  of  electric  range. 
10th  Day — S.  Thorn,  Great  West  Electric  C(.jmpany:  "Moffat 

Electric  Ranges." 
11th  Day — R.  V.  Slavin,  power  engineer.  City    Light  and 

Power  Department:   "City   Light,   Power  and  Heating 

Rates." 

12th  Day — E.  V.  Caton,  chief  engineer,  City  Light  and  Power 
Department:  "Electric  Heating  of  \A'ater." 

13th  Day — J.  Swan,  appliance  salesman.  City  Light  and  Po\Ner 
Department:  "Gas  Stoves — Why  N^)  !"  to  Use  Tliem." 

14th  Day — A.  J.  Appleton,    operating    superintendent,  City 


l.ight  and  Power  Department:  "Characteristics  of  Dift'er- 
ent  Loa(Ks." 

l.'ith  Day — 'I'lieo.  A.   I  hint,   K.C,  City  Solicitor:  "Service  t^ 
the  Public." 

Kith   Day — Advertising:  "Discussion  as  to   Form  and  Me 
diu  ms." 

Further  subjects  will  be  added  from  time  to  time  as'occ 
sion  arises.    Conferences  will  be  continued  two  mornings 
week,  after'  the  course  is  completed,  to  discuss  points  whic 
arise  and  to  supply  information  to  salesmen  and  formulate 
policies. 

Program  subject  to  change  as  occasion  may  arise. 


Letter  No.  1 

Dear  Sir; 

"BRIGHTER  AND  HAPPIER  HOURS  IN  YOU 
KITCHEN"  is  the  title  of  a  booklet  just  published  which  wil 
be  of  particular  interest  to  you.  A  copy  is  enclosed.  In  con- 
nection therewith  we  have  taken  the  liberty  of  referring,  on 
Page  ....  to  the  installation  of  an  Electric  Range  in  your 
residence. 

We  have  endeavored  to  embody  in  this  publication  the 
most  up-to-date  and  complete  information  obtainable  on 
Electric  Cooking,  Electric  Washing,  and  other  applications 
of  Electricity  in  the  home,  with  particular  regard  to  their  use 
IN  WINNIPEG.  You  will  observe  that,  with  the  exception 
of  one  or  two  letters  from  world-famous  cooking  experts  on 
page  10,  all  of  the  references,  recommendations,  and  other 
data  refer  to  our  own  city,  WINNIPEG.  The  lists  of  users 
contained  on  pages  23  to  28,  inclusive,  will  give  an  idea  of  the 
large  number  of  our  citizens  who  are  already  cooking  ex- 
clusively with  electricitJ^ 

We  trust  that  the  recipes  on  pages  12  and  16  will  be  of 
service  to  you. 

Are  there  any  points  about  Electric  Cooking  or  the  appli- 
cation of  electricity  to  any  problem  in  your  home  on  which 
you  would  like  further  information?  Is  your  Electric  Range 
satisfactory?  Is  it  economical,  and  can  you  suggest  any  im- 
provement? This  subject  is  vital,  particularly  in  these  days 
of  the  high  price  of  fuel  and  coal  shortage. 

Yours  truly, 

CITY  LIGHT  AND  POWER  DEPARTMENT. 

R.  A.  Sara, 

Sales  Manager. 

an  ELECTRIC  RANGE 

mil  Cut  Your  Fuel  Bill, 
for  Cooking,  in  HALF — 

"COOK  BY  WIRE" 


ELECTRICITY"— r/ie  Cheapal  Fuel  for  Cooking 

All  envelopes  have  advts.  printed  on  them. 


Letter  Nc.  2 

Dear  Madam: 

Last  year  647  homes  in  Winnipeg,  which  formerly  used 
high-priced  gas.  wood  or  coal,  found  it  profitable  to  c'ook  with 
low-priced  electricity.  The  average  saving  efifected  by  each 
in  T.I  17  was  $4.S.OO.  Not  only  did  they  save  money,  but  they 
found  it  more  convenient,  cleaner,  safer  and  that  their  cook- 
ing re(  uired  less  attention.  These  electric  range  users  enjoy 
the  lowest  rate  on  this  continent  for  fuel.    They  have  proved 
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ihat  the  electric  range  saves  food,  that  they  have  more  time 
:',.r  pk-asine,  or  other  work;  and  the  time  they  spend  in  the 
kitchen  is  enjoyable  because  it  is  a  pleasure  to  cook  with 
electricity.  rr(>bably  one  of  your  neighbors  or  friends  is  in- 
cluded in  the  above  number  and  you  would  like  to  obtani 
direct  information  from  them  regarding  their  experience  with 
electric  cooking. 

If  you  will  sign  and  mail  the  .enclosed  Post  Card  we  shall 
be  pleased  to  send  you  a  copy  of  our  new  booklet,  "BRIGHT- 
ER AND  HAPPIER  HOURS  IN  YOUR  KITCHEN." 

It  enumerates  the  advantages  of  electric  cooking,  its 
cleanliness,  economy,  safety  and  helpfulness.  It  contams 
photographs  and  descriptive  matter  of  the  newest  and  most 
up-to-date  electric  ranges,  recipes,  gives  illustrations  of  a 
street  in  which  EVERY  HOME  cooks  exclusively  with  elec- 
tricity, dozens  of  recommendations  from  people  in  Winnipeg 
cuoking  with  electric  ranges,  and  five  pages  of  names  and 
addresses  of  Winnipeg  homes  which  "Cook  by  Wire."  It 
shows  how  an  average  saving  of  $43.00  per  year  is  made. 

You  will  place  yourself  under  no  obligation  whatever  in 
asking  for  this  booklet.  The  only  criticism  we  have  received 
In  date  is  that  it  is  rather  expensive.  We  are  at  your  service, 
and  woubl  like  vou  to  have  a  copy  of  "BRIGHTER  AND 
IIAI'IMI-R  JIOCRS  IN  YOUR  KITCHEN." 

Will  you  forward  the  enclosed  card  now? 
Yours  truly, 

CITY  LIGHT  AND  POWER  DEPARTMENT, 

R.  A.  Sara, 

Sales  Manager. 


also  contains  phntographs  and  descriptive  matter  regarding 
the  newest  and  ni-st  up-to-date  ranges,  recipes,  dozens  of 
.recommendation,  inn,,  ynir  friends  and  neighbors  in  Winni- 
peg who  are  coukmg  with  electricity.  Ask  them  how  they 
like  it    They  will  confirm  our  statements. 

We  would  like  to  forward  "BRIGHTER  AND  HAP- 
PIER HOURS  IN  YOUR  KITCHEN"  if  you  will  sign  the 
enclosed  Post  Card  and  return  it.  This  will  place  you  under 
no  obligation.    Will  you  do  it  NOW? 

At  your  service. 

CITY  LIGHT  AND  POWER  DEPARTMENT, 
R.  A.  Sara, 

Sales  Manager. 


The  City  of  Winnipeg  Hydro  Electric  Plant, 
as  it  now  stands,  CAN  supply  50,000  consumers, 
and  practically  the  same  overhead  and  financial 
charges  will  apply  and  the  same  staf¥  will  serve 
that  number  of  consumers  as  now  serve  the  36,000 
consumers  already  using  City  Light  and  Power. 

IF  50,000  consumers  are  obtained,  the  COST 
of  service  per  consumer  will  be  greatly  decreased, 
with  a  corresponding  effect  on  rates  charged. 
ARE  YOU  USING  CITY  LIGHT  and  POWER? 


These  are  attached  to  all  letters. 


Letter  No.  3 

Dear  Sir: 

In  your  office  or  factory  you  install  new  labor-saving 
machines  to  expedite  your  work  and  save  time  and  money. 
If  efficiency  calls  for  these  devices  in  the  factory  or  office 
why  not  in  the  home?  Help  in  the  home  is  hard  to  get  and 
more  expensive  than  ever  before. 

Are  you  satisfied  tO-  let  your  wife  worry  along  with  an 
out-of-date  cook  stove  when  an  electric  range  will  save  her 
hours  of  labor  and  transform  the  kitchen  drudgery  into 
"Brighter  and  Happier  Hours"?  Incidentally  you  will  save 
half  of  the  price  you  now  pay  for  fuel  for  cooking,  whether 
you  use  coal,  wood,  or  gas. 

You  have  probably  entered  your  home  many  evenings 
and  found  the  air  heavy  with  the  odor  of  half-burnt  gas  and 
your  wife  played  out,  after  hours  of  work  in  the  vitiated 
atmosphere.  What  a  difference  in  the  electric  kitchen!— pure 
;iir,  better  cooked  foods,  your  wife  and  children  happier  and 
healthier  because  electricity  gives  heat  and  nothing  but  pure 
heat. 

Do  you  know  there  are  streets  in  Winnipeg  in  which 
every  home  cooks  exclusively  with  electricity?  One  of  these 
streets  is  shown  in  our  new  booklet. 

"BRIGPITER  AND  HAPPIER  HOURS  IN  YOUR 
KITCHEN"  not  only  states  the  advantages  of  electric  cook- 
ing, its  cleanliness,  economy,  safety  and  healthfulness,  but 


Low  Price  Warming  Pad 

To  fill  the  demand  for  an  electric  warming  pad  at  a  less 
price  than  its  standard  13  x  15  in.  pad  the  Westinghouse  Elec- 
tric and  Manufacturing  Company  has  placed  upon  the  market 
one  of  these  pads,  with  dimensions  9  x  12  in.  This  pad  is 
equipped  witli  15  feet  of  cord,  with  attachment  plug.  No 
switch  is  provided,  the  current  being  turned  on  and  off  at  the 
lamp  socket  or  by  separating  the  attachment  plug.  To  pre- 
vent overheating,  two  thermostats  are  enclosed  in  the  pad. 
These  are  connected  in  series,  and  should  the  temperature 
rise  to  a  point  near  the  maximum  safe  value,  one  or  the  other 
will  open  the  circuit.  Upon  a  fall  in  temperature,  the  ther- 
mostat will  reclose  the  circuit,  thus  maintaining  the  heat  at  a 
uniform  temperature.  This. pad,  which  is  enclosed  in  a  fawn- 
colored  felt  cover,  is  very  soft  and  pliable,  thus  allowing  it 
to  conform  easily  to  any  part  of  the  body.  Its  marked  super- 
iority to  the  old-fashioned  hot  water  bottle  is  well  known, 
some  of  the  advantages  being  its  instant  availability,  its  con- 
tinued heat  at  uniform  temperature,  the  absence  of  any  dan- 
ger of  overheating  or  scalding  the  patient,  or  of  wetting  its 
surroundings,  and  the  low  cost  of  operation. 


A  Vest  Pocket  Power  Plant 

The  Liberty  Bell  transformer  is  something  new  in  the 
construction  of  bell  transformers,  in  that  it  is  of  the  socket 
type,  and  may  be  connected  to  the  line  by  simply  screwing  it 
into  any  Edison  base  socket  or  receptacle.  This  permits 
even  the  inexperienced  to  connect  it,  and  increases  sales  by 
cutting  down  the  installation  charges,  which  are  generally  si' 
high  as  to  impede  competition  of  the  bell  transformer  with 
batteries.  Also  the  method  of  installation  permits  easy  re- 
moval from  one  house  to  another,  should  the  family  move. 
All  bothersome  soldering  is  done  away  with  in  the  installing 


of  this  transformer.  From  the  dealers'  and  jobbers'  stand- 
point the  extreme  light  weight  and  high  capacity  are  im- 
portant points.  The  complete  weight  is  only  pound,  and 
the  10-volt  type  will  ring  four  2i/2-inch  bells,  while  the  1(1- 
volt  type  will  ring  seven  2>4-inch  bells.  The  transformer  is 
enclosed  in  a  neat  black  enameled  case,  with  secondary  ter- 
minals brought  through  a  porcelain  block,  conveniently 
placed.  The  transformer  is  well  made  and  impregnated,  and 
does  not  depend  upon  any  case-filling  compound  to  exclude 
moisture.  The  device  will  not  burn  out  on  short  circuit  of 
the  secondary  terminals  and  claims  an  input  of  only  10  watts 
on  short  circuit..  This  transformer  is  also  handy  for  the  elec- 
trician in  testing,  being  much  lighter  and  less  cumbersome 
than  several  (lr\-  cells  tn  carry  to  the  job. 
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Composition  Motor  Plug 
ll;irvoy  llulvliell,  I  no.,  luno  placed  on  tlie  market  a  com- 
imsition  motor  attaoluneni  iilu-,  Xo.  f.lTlt.  This  plug-  is  de- 
sijiiied  for  use  witli  ileviees  eniplo\in.L;  small  motors,  such  as 
vacmini  cleaners,  tloor-scruhhers,  and  the  like.  It  is  con- 
structed of  a  hi.uh-i^rade,  heat-proof  ciuuposition,  measuring, 


assembled,  1  5/8  in.  in  length  and  1  in.  diameter  at  bot- 

tom  of  base.  Tlie  porti(ui  with  contact  blades  is  arranged 
'with  holding  slots  or  groi>ves  for  litting  into  the  apparatus, 
and  all  current-carrying  parts  of  the  portable  Iwdy  are  care- 
fully concealed  within  iiatented  arcing  chambers  to  prevent 
accidental  contact. 


New  Electric-Driven  Pump  for  Small  Capacity  Services 

The  (iouMs  Manufacturing  Company,  Seneca  Falls,  N.Y., 
have  recently  de\eloped  a  new  pump  for  service  in  homes, 
summer  cottages,  camps,  dairies,  small  hotels,  etc.  This  pump 
is  known  as  the  "Hi-Speed,"  and  its  predominating  feature  is 
its  high  speed  of  500  r.p.m.,  which  allows  the  pump  to  be  belt- 
connected  to  the  motor  with  only  a  small  reduction  and  con- 
sequently  with  a  small  pump  pulley  instead  of  the  larger 


diameter  pulley  commonly  used.  The  pump  is  of  the  vertical 
reciprocating  type,  and  is  suitable  lor  pressures  up  to  43 
pounds  or  100  feet  elevation.  Jt  is  made  in  two  sizes — 1  1/4  in. 
fliameter  with  1  1/8  in.  stroke  and  2  in.  diameter  with  1  1/8  in. 
stroke.  The  former  has  a  capacity  of  three  gallons  and  the 
latter  a  capacity  of  six  gallons  per  minute.  The  outfits  are 
furnished  with  1/4  horse-power,  1,750  r.p.m.  I'iobbins  & 
Myers  motors. 


Favorable  Annual  Report 

The  annual  report  of  the  Canadian  Westin.ghouse  Com- 
pany for  the  year  ending  December  1917,  shows  gross 
earnings  from  manufacturing  operations  of  $1.5G7,1U!);  net 
earnings  are  $846,276,  and,  after  dividends  are  paid,  there  is  a 
net  balance  of  $347,024,  which  amount,  added  to  the  balance 
from  the  iprevious  year' leaves  a  balance  as  at  January  1,  li)l,s. 
of  $1,401,616.  The  total  assets  of  the  company  are  now  idaced 

at  $9,1 55. no. 


Quiet  Berwick  Goes  "On  the  Map" 

A  Halifax  reader  sends  us  the  frdlowing  from  the  "Her- 
ald" of  that  city.  The  cost  of  current  for  water-heating,  under 
the  circumstances,  would  not  be  prohibitive: 

Berwick,  April  2. — This  town  from  now  on  will  be  "on 
the  map."  The  progressive  element  have  won  out,  and  by  a 
three  to  one  vote  have  decided  to  install  an  electric  light  and 
power  plant.  Water  and  sewerage  are  next  in  order.  Confix 
dence  is  shown  in  the  commission  which  is  to  handle  the  new 
development.  The  commissioners  are  F.  B.  Chute,  M.  L, 
Nichols,  and  E.  W.  Margeson,  and  it  is  understood  they  are 
to  make  a  mill  site  about  five  miles  distant  and  put  in  a  new 
dam  to  provide  the  necessary  water-power.  There  has  long 
been  objection  to  modern  innovations  in  Berwick,  and  at  the 
meeting  referred  to  above  one  of  the  "diehards"  used  the  fol- 
lowing argument:  "Why,  we  don't  want  the  new-fangled 
things — lights,  water,  and  sewerage.  Every  spring  1  hav?^ 
the  missus  heat  some  water  and  I  take  the  washtub  out  on' 
the  kitchen  floor  and  after  everybody  has  gone  to  bed  I  splash 
around  and  have  a  good  wash,  and  there  have  been  sonie 
springs  when  I  didn't  have  to." 


Personal 

Mr.  Frank  T.  Groome,  sales  manager  Benjamin  Electric 
Company  of  Canada,  who  recently  underwent  an  operation  fo 
appendicitis  at  the  Western  Hospital,  Toronto,  is  reporte 
making  satisfactory  progress.  Mr.  Groome  has  been  remove 
to  his  home,  and  expects  to  be  back  in  his  office  in  two  o 
three  weeks. 


Trade  Publications 
Boiler  Economy — Booklet  entitled  "A   Guide   to  Boile 
Economy,"  issued  by  the  Canadian  General  Electric  Com 
pany,  containing  useful  information  on  the  operation  of  steam 
power  plants. 

Condulets — Condulet  Suggestion  Xo.  16,  by  Crouse-Hind 
Company  of  Canada,  describing  and  illustrating  battery  charg 
ing  condulets  installed  in  a  car  on  one  of  the  largest  contin 
ental  railroads.  The  distinguishing  features  of  these  fitting 
are  that  the  receptacle  contacts  are  so  supported  as  to  pre 
vent  their  being  spread,  that  the  contact  area  is  unusuall 
large,  that  firm  contact  is  obtained  on  l)oth  inner  and  outer 
contact  members  at  all  times,  and  that  the  installation  of  the 
receptacle  is  greatly  facilitated  by  a  split  form  of  bracket. 

Lightning  Arresters  —  A    revision  of  Catalogue  1-A  on 
li.ghtning  arresters  has  just  been  issued  by  the  Westinghouse 
Electric  and  Manufacturing  Company.    After  a  brief  treat 
ment  of  lightning  in  general  and  ground  connections,  direct 
current  lightning  arresters  are  taken  up.    These  are  the  famil 
iar  M.P.  (multi-path)  arresters,  and  the  newer  K-3  condenser 
type  arrester.    Both  of  these  are  designed  especially  for  street 
railway  use.    The  K-M  arrester  contains  a  spark  gap  in  series 
with  a  condenser,  of  the  flat  plate  unit  form  having  a  capa 
city  of  one  microfarad.    To  protect  old  equipment,  in  which 
the  insulation  has  become  weakened  with  age.  the  gap  should 
be  short  circuited,  as  this  prevents  the  voltage  from  rising  to 
a  point  which  might  endanger  the  apparatus.    With  newer 
equipment,  the  spark  gap  should  be  left  open,  as  this  ensures 
that  the  condenser  is  always  discharged,  and  therefore  ready 
to  take  care  of  a  larger  static  surge.    The  electrolytic  light 
ning  arrester  for  car  service  is  also  described.    The  line  ot 
type  AK  electrolytic  arresters  now  includes  a  type  provided 
with  sphere  gap  having  horn  extensions  on  the  higher  volt 
ages  instead  of  horn  gap  only.    There  are  a  number  of  .addi 
tions  to  the  list  of  accessories  and  parts  for  these  arresters 
Outline  drawings  with  approximate  dimensions  of  type  AK 
arresters  in  various  settings  complete  the  book,  which  is  of 
much  interest  to  electrical  men  Inning  to  do  with  transmis 
sion  lines  for  power  and  railwaj"  imrposes.    Copies  may  be 
had  on  request  at  any  Westinghouse  Iirancli  ofhce. 
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PHILLIPS'  CABLES 


as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows. — 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in. 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  ir..  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd, 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto         Winnipeg         Regina         Calgary  Vancouver 


Phillips  Factory 
at  Montreal 
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Current  News  and  Notes 


Amherstburg,  Ont. 

The  inircluiso  of  tlie  Essex  County  Light  and  Power 
(."oinpany  by  tlie  Hydro-Tlectric  Power  Commission  has  been 
completed.  The  properties  were  owned  and  controlled  by 
the  Detroit-Edison  Electric  Comipany.  The  price  paid  was 
$320,000,  covered  by  bonds  of  the  Ontario  Coniniission.  The 
plant  comprises  some  50  miles  of  30,400  volt  lines,  distribut- 
ing energy  to  Amherstburg,  Kins;s\ine,  Essex,  Leamington, 
Harrow,  Canard  River,  and  Cottani. 
Hamilton,  Ont. 

The  Minister  of  Labor  has  established  a  board  of  con- 
ciliation to  deal  with  the  dispute  between  the  Hamilton  Street 
Railway  Company  and  its  employees. 

Kingston,  Ont. 

The  city  auditor's  report  shows  that  the  past  year's  oper- 
ation of  the  civic  utilities  commission  were  carried  on  at  a 
loss,  in  tlie  electric  department,  of  $6,792. 
London,  Ont. 

Xegotiations  have  been  re-opened,  it  is  said,  looking  to 
the  purchase  of  the  London  and  Lake  Erie  Railway  and 
Transportation  Company  by  the  city  of  London. 

The  plant  of  the  London  Electric  Company  was  closed 
down  on  April  1,  and  some  15,000  customers  were  left  without 
light  and  power.  It  is  understood  that  a  deputation  is  being 
arranged  to  go  to  Ottawa  and  urge  upon  the  power  controller 
the  necessity  of  continuiing  the  operation  of  this  plant. 

The  London  and  Port  Stanley  Railway  Commission  is 
authorized  to  increase  the  standard  passenger  tariff  by  15  per 
cent,  and  the  freight  rate  on  coal  by  15c  a  ton. 

Following  the  collapse  of  the  Springbank  dam  recently, 
it  is  announced  that  the  work  will  be  replaced  on  a  larger 
scale,  making  possible  the  generation  of  a  greater  amount  of 
electric  power.  As  the  result  of  the  break,  one  section  of 
London's  streets  is  in  darkness. 

The  employees  of  the  London  Street  Railway  Company 
liave  made  a  demand  for  an  increase  of  10c  an  hour  in  wages, 
l)ringing  the  ma.ximum  up  to  38c.  The  company  point  out 
that  their  system  showed  a  deficit  of  $24,000  last  year. 

Montreal,  Que. 

The  Shawinigan  Water  and  Power  Company  have  under 
consideration  the  extension  of  their  carbide  and  electrode 
plants.  Operations  have  been  commenced  on  the  large  acetic 
acid  plant  which  the  company  are  building  at  Shaw^inigan 
Falls  for  the  United  States  Government,  and  part  of  the  elec- 
trical equipment  has  been  purchased. 
Ottawa,  Ont. 

The  fuel  controller  has  issued  an  order  which  would  seem 
to  indicate  that  all  small  power  ^plants  operated  "by  steam 
where  hydro-electric  power  is  available  will  be  closed  down 
to  assist  in  relieving  the  fuel  shortage.  It  would  seem  that 
the  aims  of  the  fuel  controller  and  of  the  power  controller 
will  more  or  less  interfere  in  this  respect,  as  the  power  con- 
troller's orders  are  chiefly  to  the  effect  that  hydro-electric 
power  must  be  conserved  wherever  possible  by  the  use  of 
other  sources  of  heat. 
Regina,  Sask. 

The  street  railway  union  is  asking  the  following  schedule 
of  wages:  32c  for  the  first  six  months,  ;;5c  for  the  second  six 
months,  38c  for  the  second  year,  42c  for  the  third  and  follow- 
ing years;  also  a  10  per  cent,  increase  for  all  other  employees, 


aside  from  motormen  and  conductors,  getting  less  than  $1,500 
a  year.    The  city's  offer  of  an  increase  ranging  from  2  to  10 
per  cent,  has  been  rejected. 
Rosthern,  Sask. 

On  Monday,  March  25,  the  hew  electric  lighting  plant 
was  started  up  here.    This  is  a  gas  engine-driven  generator 
system. 
St.  John,  N.B. 

The  New  Brunswick  Power  Company  are  making  a  re- 
quest to  the  legislature  for  power  to  make  an  increase  in  their 
rates.  The  company  ask  that  the  fare  in  future  be  a  6-cent 
cash  fare,  with  a  1-cent  charge  for  transfers. 

It  is  announced  that  the  Commission  of  Conservation 
will  make  a  survey  of  the  water-powers  of  New  Brunswick 
during  the  coming  summer. 

Temiskaming,  P.Q. 

The  Kipawa  Fibre  Company,  Ltd.,  propose  to  develop  a 
water-power  at  Kipawa  Lake,  Temiskaming,  P.Q.  The  ener- 
gy will  be  utilized  for  the  manufacture  of  bleached  sulphite 
pulp.  At  present  the  water  is  sufficient  to  develop  20,000 
Ii.p.,  which  can  be  increased  to  35,000  h.p.  if  conservation 
work  at  the  head  waters  is  undertaken.  It  is  estimated  that 
the  proposed  power  development  of  7,200  h.p.  will  involve  an 
outlay  of  $650,000,  with  an  addition  of  $350,000  for  water- 
power  rights. 

Toronto,  Ont. 

The  damage  which  occurred  from  fire  in  the  factorj-  of 
the  Jefferson  Glass  Companj-,  Carlaw  Avenue,  will  be  imme- 
diately repaired,  and  the  plant  will  be  running  smoothly  again 
within  the  month.  The  building  was  of  tireproof  construc- 
tion, with  a  wooden  roof,  and  it  is  principallj^  this  roof  that 
was  damaged.  In  the  meantime  the  companj-  have  a  heavj' 
stock  of  staple  glassware,  from  which  immediate  shipment 
will  be  made  to  fill  orders.  It  is  not  anticipated  that  the  fire 
will  interfere  in  any  way  with  the  company's  service  to  their 
customers. 

The  Canadian  General  Electric  Company,  Ltd..  have 
secured  the  agency  for  Canada  of  the  Western  Coil  and  Elec- 
trical Company,  Racine,  ^^'isconsin.  manufacturers  of  high- 
grade  violet-ray  generators,  high  frequencj'  outfits,  etc. 

Winnipeg,  Man. 

The  City  Council  have  instructed  the  city  solicitor  to  i^re- 
pare  a  by-law  prohibiting  the  operation  of  jitneys  in  the  city 
of  Winnipeg. 


Motor  Operated  Eraser 

For  use  by  draftsmen,  the  Coates  Clipper  Manufacturing 
Company  is  now  making  a  motor  operated  eraser.  The  outfit 
consists  of  a  l/l5  h,p.  standard  motor  with  a  bail  handle  and 
10  feet  of  cable  for  connecting  to  an  electric  light  socket.  It 
is  fitted  with  3  feet  of  ^-in.  cable  shafting,  with  sliding  sleeve 
connection,  allowing  for  proper  curvature  of  the  shaft.  This 
is  covered  with  black  braiding,  and  has  nickel-plated  sleeves 
throughout.  At  the  end  of  the  flexible  shaft  is  a  high-grade 
dental  liand-piece  and  two  mandrels,  on  which  can  be  mount- 
ed discs  of  \  arious  kinds  for  erasing  printing,  waterproofing, 
pencil  marks,  and  for  cleaning  purposes.  Besides  being  used 
as  an  eraser,  the  maker  points  out  that  the  rotating  disc  can 
be  used  by  draftsmen  and  others  for  cleaning  instruments, 
sharpening  pencils,  and  the  like. 
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Premier 


The  Strong  Line  of 
Appliances  " 


Three  things  are  win- 
ning electrical  dealers 
to  Premier  appliances: 


Quick  Sales 
Good  Profits 
Higli  Quality 


The  men  behind  the 
Premier  line  are  known 
to  the  trade  throughout 
Canada.  They  have 
always  stood 
back  of  quality 
products. 

You  can  un- 
hesitatingly 
gua  ran  tee 
any  Premier 
—We  do. 
Premier  qual- 
i  t  y  makes 
friends  for 
your  store. 
Premiers  in 
your  window  advertise  your  store  as  a 
quality  store. 

Four  big  sellers  are 
illustrated  here 


Get  prices  on  them. 

Ask  us  for  our  complete 
^   price  list. 


SUPERIOR  ELECTRICS 


LIMITED 

Pembroke,       -  Ontario 


Our  Service 

Not  only  promptness, 
attention  and  court- 
esy,— which  we  rend- 
er as  a  matter  of 
course,— but  a  thor- 
ough knowledge  of 
your  needs  in  ELEC- 
TRIC FIXTURES 
and  how  to  meet 
them. 


A 1  L-Tr"'^!* 

Representative — 

Toronto— J.  A.  McKay,  108  Grace  Street. 
Agents — 

Montreal— Armour  Bros.— 122  Board  of  Trade  Building. 
Winnipeg-Reynolds  &  Co.-406  Confederation  Life  Building. 


Safety  Panels 

and 

Switchboards 

For 

1  Office, 

Theatre 

and 

Factory 

1  Buildings 

Write   us  for  in- 

formation and 

prices 

Transformers,  Meters,  Enclosed  and 

Plug  Fuses,  Pole  Line  Material, 

Safety  Service  Boxes, 

Lamps  of  all  kinds 

Everything  Electrical 

Try  us  for  Service 

Rose  &  O'Hearn 

220 

King  Street  West 

TORONTO 

We  Are  Open  to  Buy 

the  following  seconcl  liand  etniipnient :  — 

Tiansformers,  441K)  tind  0000  volt,  (!0  evele,  anv 
si*es. 

ItW  meters,  CO  cycle,  110  volts,  10  amp,,  of 
\Vestin(»liouse  or  C.  G.  E.  make. 

H>  ami  I'l  k\v..  110  volt,  direct  current  dynamos. 

Several  wall  and  ceiling  mounting,  single  pole, 
ilisconnccliiig,   high   voltage  switches. 

0»ilH>  volt,  ;!-pole  circuit  breakers. 

Ampere  meters  with  current  transformers. 

;>  pha.<!e  recording  and  graphic  meters. 

Hox  714,  Electrical  News,  Toronto.  S-S 


PARLIAMENT  BUILDINGS,  OTTAWA 

Tenders  Wanted  for 

Electric  Conduit  and 
Fittings 


Scaled  tenders  will  be  received  by  tlie  under- 
signed until  noon,  April  23,  1918.  foi  Electric  Con- 
duit and  Fittings  required  in  the  reconstruction 
of  the  above  building. 

All  tenders  to  be  based  on  the  supplying  and 
delivering  on  the  site  of  the  quantities  of  the 
schedule  of  material  for  electric  conduit  and  fit- 
tings, in  strict  conformity  witli  the  specifications 
and  the  samples  submitted,  and  to  the  satisfac- 
tion   of   the  Architect. 

Deliveries  to  commence  so  far  as  possible  im- 
mediately after  the  signing  of  the  contract  and  to 
continue  as  diiected  in  such  quantities  as  to  en- 
sure complete  delivery  by  June  1,  1918. 

The  schedule  of  material,  specification  and  any 
other  information  required  can  be  obtained  at 
the  office  of  the  P.  Lyall  &  Sons  Construction 
Company,   Limited,  Ottawa. 

Each  tender  must  be  accompanied  by  an  ac- 
cepted cheque  on  a  chartered  bank,  payable  to  the 
order  of  the  Minister  of  Public  Works,  for  a 
sum  not  less  than  five  per  cent.  (5  p.c.)  of  the 
amount  of  the  tender,  which  will  be  forfeited  if 
the  parties  tendering  decline  to  enter  into  a 
contract  when  called  upon  to  do  so.  If  the  ten- 
der is  not  accepted  the  cheque  will  be  returned. 
If  the  tender  is  accepted  an  additional  cheque  for 
a  sum  equivalent  to  five  per  cent.  (5  p.c.^  of  the 
amount  of  the  tender  must  be  deposited  before 
the  contract  is  signed.  The  total  security  will 
be  forfeited  if  the  contractor  fails  to  complete 
the  work  contracted  for. 

Payments  for  material  will  be  made  mpnthly. 

Samples  must  be  submitted  with  tender. 

The  lowest  or  any  tender  not  necessarily 
accepted. 

Envelopes  containing  tenders  to  be  marked, 
"Tenders  for  Electric  Conduit  and  Fittings"  and 
addressed   to   the  undersigned. 

JOHN  A.   PEARSON,  Architect. 
.T.  O.  MARCHAND.  Associate. 
Centre   Hlock,   Parliament  Hill, 

Ottawa.  .8-8 
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Generator  Set  Wanted 


April  15,  1918 


WaTitcd— ,35  to  50  K.W.  125/250  volt  3  wire 
IXC.  Generator,  direct  connected  to  High  Speed 
Engine.  Write  The  Kaufman  Rubber  Co.,  Ltd., 
Kitcliciicr,  OiUario.  5-8 


Cable  For  Sale 


8742   lbs.    1,000,000    CM.    Triple    Braid  Wacco 

Cable,  2500  feet. 
:!5:!1  lbs.  500,000  CM.  Triple  Braid  Wacco  Cable, 

1755  feet. 

Subject  to  immediate  delivery  and  prior  sale. 
Box  No.  707,  Electrical  News,  Toronto.  F 


POSITIONS  VACANT 


COMMERCIAL  ENGINEER  WANTED,  with 
experience  on  Switchboard  and  Power  House 
design.  Must  be  conversant  with  modern  switch- 
board apparatus  and  its  applications.  Apply  to 
Box  719,  Electrical  News,  Toronto,  giving  com- 
plete information.  8-8 


EXPERIENCED  ELECTRICAL  SALES  EN- 
GINEER REQUIRED  for  responsible  position  in 
Montreal  sales  ofifice.  Applicant  must  be  exempt 
frf)m  military  service.  Details  of  technical  and 
sales  experience  and  salary  expected  should  ba 
given.  Address  Box  717,  Electrical  News,  To- 
ronto. 8-8 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 


for    Immediate  Delivery 


Ko. 

H.P.  Phase 

Cycle 

Volts 

Speed 

Maker 

1 

75 

3 

25 

550 

720 

Westg. 

1 

GO 

3 

25 

550 

850 

Westg. 

1 

50 

3 

25 

550 

720 

Westg. 

I 

40 

3 

25 

550 

750 

C.  G.  E. 

2 

40 

3 

25 

550 

710 

Westg. 

2 

35 

3 

25 

550 

720 

Westg. 

1 

30 

3 

25 

550 

710 

Swedish 

1 

25 

3 

25 

2000 

90O 

C.  G.  E. 

2 

20 

3 

25 

550 

710 

Westg. 

1 

20 

3 

25 

550 

500 

C.  G.  E. 

4 

15 

3 

25 

550 

750 

C.  G.  E. 

1 

10 

3 

25 

550 

750 

C.  G.  E. 

4 

10 

3 

25 

550 

720 

Westg. 

1 

7% 

3 

25 

550 

720 

Westg. 

7 'A 

O 

25 

550 

750 

C.  G.  _E. 

i 

5 

3 

25 

550 

1440 

Excelsior 

2 

2 

3 

25 

550 

1400 

Excelsior 

Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  We«t  -  Toronto,  Ont. 


NOTICE 

New  Equipment 
at  Low  Prices 


GENERATORS 

1—300  K.V.A.,  60  cycle, 
2,200  volt,  3  phase. 

1—275  K.V.A.,  25  cycle, 
6,600  volt,  3  phase. 

1—100  K.V.A.,  60  cycle, 

550  volt,  3  phase. 
1—17  K.W.,  250  volt  D.C. 
1—40  K.W.,  250  volt  D.C. 

Direct  connected  to  engine. 
3—100  K.V.A.,  25  cycle. 

Transformers  S.P- 

13,200  to  6,600/2,200. 


Motars  All  Types 

Immediate  Delivery 


E.  A.  LOWRY 

209  King  St.   -  GUELPH,  ONT. 

■i^^    PROCURED  iN  ALL 

I      ^  COUNTRIES 

LONG  EXPERIENCE 
IN  PATENI  LITIGATION 

I    SEND  FOR  HAND  BOOK 

I  ATE NTS 

RIDOUT  &  MAYBEE 

59  Yonge  Street 
TORONTO       .       .       .  CANADA 


PNONt 

MAIN 
2582 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 


BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 
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3  Phase,  25  Cycle,  220  volt  Motors 

Immediate  Delivery 
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Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


No. 

H.P. 

Make 

Speed 

Type  Form 

1 

100 

General  Electric 

500 

1 

50 

Allis-Chalmers 

750 

3 

50 

General  Electric 

720 

1 

50 

General  Electric 

500 

I 

K 

1 

35 

General  Electric 

750 

I 

K 

1 

35 

General  Electric 

1500 

3 

25 

General  Electric 

750 

I 

K 

1 

20 

General  Electric 

750 

I 

K 

1 

15 

General  Electric 

750 

I 

K 

G 

10 

General  Electric 

750 

I 

K 

7 

5 

General  Electric 

1500 

KT 

C 

3  Phase,  25  Cycle,  220  volt  Motors 

Ready  for  Delivery  in  March 


No. 

H.P. 

Make 

Speed 

Type 

Form 

3 
2 

7/. 

1 

200 

General  Electric 

500 

I 

K 

6 

7 'A 

1 

150 

Westinghouse 

485 

C 

2 

TA 

1 

100 

General  Electric 

750 

I 

K 

2 
4 

10 
10 

2 

60 

General  Electric 

750 

I 

K 

1 

10 

11 

3 

General  Electric 

1500 

KT 

1 
1 

10 

10 

6 

2 

General  Electric 

1500 

KT 

O 

m 

JOSEPH  MYERSON 

274  Commercial  St.  -  BOSTON,  MASS. 


Tenders 
Wanted 


should  be  advertised  for  in  the  "Tenders  and  For 
Sale  Department"  of  the  CONTRACT  RECORD 
AND  ENGINEERING  REVIEW.  This  paper 
is  the  "Tender  Ad."  medium  of  Canada  and 
always  brings  bids  from  the  reliable  contractors 
and  supply  houses.  File  your  plans  for  any  work 
on  which  you  are  inviting  bids  in  our  offices  at 
Toronto,  Montreal,  Winnipeg  or  Vancouver. 

Contract  Record 

and  Engineering  Review 
TORONTO       M  ONTARIO 


3  PHASE,  60  CYCLE  MOTORS 
Qu.  H.P.  Make        Volts  Type  Speed 
R&M  NEW.  110 


1 
1 
1 
5 
1 
1 
2 
5 
5 
2 
4 
6 
1 
3 
1 
6 
1 
1 
3 
1 
1 

10 

3 
20 


G.E.NEW.  .  110  KT 

G.E  110  I 

G.E.NEW.  .  220  KT 

G.E   220  KT 

Fbks.  M.  ..  440  B 

G.E   220  KT 

G.E.NEW.  .  220  KT 
Wstgh.  New  220  CS 
R&M  NEW.  220 


G  E 

G.E.NEW 

G.E  

G.E  

Cr.Wh.  . 
G.E.NEW 
G.E.  ..  . 
G.E.  ..  . 
Cr.Wh.  .. 
Cr.Wh.  . 
Wstgh 
Wstgh 
Wstgli 


220  KT 
.  220  KT 
.  220  KT 
.  220  KT 
.  220 
.  220  KT 
.  220  KT 
.  220  KT 
. .  .  220  Q 
.  . .  550  Q 

  220  CCL 

New  220  CS 
New  220  CS 


1700 
1800 
1800 
1800 
1800 
1200 
90O 
1800 
1130 
1150 
1800 
1800 
900 
1200 
1720 
1800 
1800 
1200 
1720 
1720 
1700 
1735 
1130 


Qu.  H 

2  15 

3  15 
3  15 
2  20 

1  20 
50  20 
19  25 

2  30 
1  35 
1  35 
1  35 
1  40 

1  40 

2  40 
1  50 

1  50 

2  50 
1  75 
1  125 
1  1.50 
1  150 
1  200 


P.     Make     Volts  Type 
G.E.NEW.  .  220  KT 
R&MNEW.  220 
Fbks.M.  220/440  KBV 
Wstgh.    .    .  220  CS 
Fbks.M.  .  .  220  B 
Fbks.M.   220/440  KBV 
Wagner  220/440  BP 
WagnerNEW  220 

G.E   220  KT 

G.E   220  KT 

Triumph  220/440 
Wagner 

NEW.  220/440  BP 
Fbks.M.    .    .  220 
G.E.NEW.  .  220  KT 


Triumph 
G.E.NEW. 

G.E.NEW 
G.E.NEW. 
G.E. 


220 

220  KT 
440  KT 
220  K 
.2200  L 


G.E.  (motors 

only)  ....  5.50  1200 
1  7H-15  Cr.Wh..  220/440  865/1735 


G.E.NEW.  .  220  KT 
G.E.NEW.  .  220  KT 
G.E.  (motors 
only)  .  .  .  .  550  KT 
G.E.NEW.  .  220  KT 
G.E.NEW  .  220  KT 
G.E.NEW.  .  220  KT 

Wstgh   220  CCL 

Wstgh.  .   .  .  220  CS 
Cr.Wh.  witli 
resistance 
type  starter  550  Q 
G.E.NEW.  .  220  KT 


1800 
1200 

1800 
900 
1800 
1200 
1700 
1150 


1800 
1200 


Wstgh.  New  440  CW 
G.E.NEW.  .  220  M 
G.E.NEW.  .  440  M 


Speed 
900 
11.50 
1200 
1160 
1200 
1200 
1120 

600 
720 
90O 

850 
900 
1200 
720 
900 
900 
900 
600 
fi95 
580 
600 


3  PHASE.  25  CYCLE  MOTORS 


1     5     G.E.    ...  220  KT 

1  12'/i  G.E.elev.type- 

high  torque  220  KTE 

6  15     Allis  Ch.    ..  220 

7  20     Allis-Ch.    ..  220 

2  20      G.E   440  K 

1    40     Wstgh.   .    .  220  MW 

1    50      Allis;Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control- 
ler  440 

1    55      Wstgh. si. rg. 
30  cycles, 
complete.    .  440 

1—60/45/30  G.E.  440       .500 '37 


750 

750 
750 
750 
750 
695 


500 


860 

/250 


GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms: 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 


I 
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DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Starting  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  CeU  Switches 

Lighting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboaads 
Distributing  Switchboards 

Switchboard  Fittings 

Fuses 

Fuse  Clips 
Fuse  Studs 

Spade  Handles 

Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  " —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  mo':orists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

W rite  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Friends  of  the  Electrician 


''ANTI-SULPHURIC  ENAMEL 

Tlie  only  reliable  protection  against  the  action  of  acid  and 
chemical  fumes. 

'TERRODOW 

Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
ties  all  climatic  conditions. 

''DRIOROU' 

Oil-proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

''ARMOUR'' 

Fiie-resisting:  paint,  or  colorless  solution. 

"ARMACELL'' 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 

"OHMALINE'' 

Hlack,  quick  air-drying  insulating  composition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 

"SHAYDOLITE'' 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.   Dries  rapidly. 

"ARMABRON'' 

r.itumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  H.  M.  Imperial  and  Overseas  Governments) 
STOCKED  BV 

SPIELMANN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


Al)ril  ir>,  1'.)1.S 
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ERICO 
Featherweight  Portable  Welder 

The  Rheostat  shown  above  weighs  3  40  pounds,  and 
the  Welder  weighs  65  pounds.  The  outfit  installs  stan- 
dard ERICO  Rail  Bonds,  and  will  operate  on  voltages 
between  250  and  750. 

No  flame  or  arc  strikes  bond  or  rail. 

Write  for  prices. 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 

CLEVELAND 


"Peirce" 
Means 
Quality 

in  all  kinds   of   Electric    Pole  Line 
Hardware,  Fixtures  and  Brackets. 

This  well  known  line  is  in  use  all  over 
the  Dominion — a  sufficient  guarantee 
of  its  reliability. 

We  invite  inquiries  and  are  always 
pleased  to  quote  prices. 

SEND  US  YOUR  SPECIFICATIONS 

Acme  Stamping  &  Tool  Works 


Limited 


Hamilton    -  Ontario 
Affiliated  with  Hubbard  &  Co.,  Pittsburg,  Pa. 


w 


Standard 
Wires  and  Cables 

include  a  complete  line  of  bare 
and  insulated  electrical  conduc- 
tors for  all  classes  of  service,  al- 
so cable  accessories.  We  also 
manufacture  copper,  and  brass 
tubes  and  rods,  extruded  brass 
shapes,  etc.  We  are  in  a  posi- 
tion to  serve  all  users  of  these 
products  to  good  advantage, 
rite  our  nearest  office. 


Standard  Underground  Cable  Co.  of  Canads 

Limited 


Montreal, 


Hamilton,  Ont. 

Toronto,  Hamilton, 


Seattle. 


In  Congested  Districts  Where  Many  Consumers 
Are  Served  From  One  Secondary,  The  Low 
Starting  Current  (Less  Than  Three  Times  Full 
Load  Current)  of 


Repulsion  Start  Induction 

SINGLE  PHASE 
MOTORS 


H.F'.  Motor  Direct  Connected  to  a  Coffee  Mill 
and  Meat  Chopper 


^  is  more 

^  fully 

appreciated 


1/10 
to 

40  h.p.  sizes 


CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stocic  carried  in  Canada  by:  270 
Jones  &  Moore  Electric  Co.,  I.td.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co..  Ltd..  Winnipeg 
Rudel  Relnap  Machinery  Co.,  Ltd.,  Can.  Express  Bldg.,  Montreal 
Kaiikin  &  Clierrill.  !i5  Hastings  St.  W..  Vancouver,  B.C. 


MICA 


KENT  BROTHERS 

Kinifston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,    Cut    to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 
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ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Ferranti   Electrical  Company  of  Canada 
Halheway  &  Knott,  Inc. 
Toyner,  Limited,  A.  H.  Winter 
Kofthern  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 

Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Iluhbell   Company.  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 

.^dams-Ragnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.   E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 

Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago   Fuse   Manufacturing   Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh   Electric  Company 

BRUSH  PLATES 
Calebaugh  Self  Lubricating  Carbon  Co. 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.   Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, JJmited. 
Steel  City  Electric  Company 

CARBON  BRUSHES 

Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Canadian   Westinghouse  Company 


CAR  EQUIPMENT 

Ohio  Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   AUis-Chalmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National   Metal   Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT   BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
.'^pieimann  Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 
CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago  Fuse  Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric   Heating  Company 
Northern  Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  _  Company  of  Canada,  Limited, 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Bobbins  &  Myers 

FIBRE  (Hard) 

Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric  Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada.  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

D.  &  W.  Fuse  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott.  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

(Continued  on  page  44) 
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THIS  TRADE  MARK 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Water 

Turbines 


Hydraulic 
Governors 


High 

Efficiency 
Pumps 


Vertical 
Turbines 


shown  in  the  accompanying 
illustration  were  designed 
and  manufactured  by  us  for 
the  Hydro-Electric  Power 
Commission  of  Ontario. 
They  are  among  the  largest 
water  turbines  installed  in 
Canada  and  are  character- 
istic of  the  high  efficiency 
of  our  engineering  depart- 
ment. 

The  services  of  these  ex- 
perts are  at  your  disposal  to 
consult  on  any  of  your  en- 
gineering troubles. 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 

LINDSAY  -  ONTARIO 


LOSING  MEN 

It  is  easy  to  lose  track  of  a  man  in  a  plant  of  more  than  two  de- 
partments. Just  when  you  want  him  you  cannot  find  him.  Some- 
times important  matters  are  delayed  while  you  are  looking  for  the 
man' that  knows  the  details. 

FINDING  MEN 

in  a  plant  is  also  easy  after  you  have  installed  a  Presto-Call  System. 
The  Presto-Call  is  a  Signal  Service  that  we  make  in  three  sizes  to 
call  5  men,  lo  men  or  20  men.  It  is  easy  to  operate,  and  moderate 
in  price  ;  works  with  either  vibrating  or  single  stroke  bells,  or 
horns.    The  Presto-Call  pays  for  itself  in  a  few  months. 

Write  for  Booklet. 

Canadian  Independent  Telephone  Company 

263  Adelaide  St.  West       -       -  TORONTO 
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FUSE  BOXES 
CioiiseHiiiJs  L'oiup.iuy  ol   (.'aiuula,  Limited. 
'u.  &  \V.   Fuse  Company 
Northern  Electric  Comiiany 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General   Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Lancashire   Dynamo   &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thonison   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 

Jefferson  Glass  Company 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatheway  S:  Knott,  Inc. 
National    Electric    Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 

Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  AUis-Chalmers  Company 

ILLUMINATING  GLASSWARE 

Jefferson   Glass  Company 

INSPECTION  ENGINEERS 

Allen   Inspection  Company 

Canadian   Inspection  and  Testing  I^aboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston    Electrical    Instrument  Company 

INSTRUMENTS— RECORDING 

Canadian  General  Electric  Company 
Xorthern   Electric  Company 

INSULATION 

Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 

Spaulding  &  Sons  Company,  J. 

INSULATORS 

r anaHian  Porcelain  Company 

i~ anadian   Westinghouse  Company 

Crouse-TIir.rh   Company  of  Canada.  I.iniitc.;, 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc. 

Illinois    Electric    Porcelain  Company 

.Moloney   Electric   Company   of  Canada 

Mica   Company   of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian   General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National   Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 

Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical    Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

High  Efficiency  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General   Electric  Company 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 
Sundh   Electric  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
TIiompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti   Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Cliicago  Mica  Company 
Kent  Bros. 

Mica  Company  of  Canada 

MOTORS 

Canadian   Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian    Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical   Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti   Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great   West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln   Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Rohbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson  Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

NICKEL 

Tntci  national   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio   Brass  Company 


PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann  Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ri<fout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme'  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin    Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  Winter 
Northern  Electric  Company 

Standard   Underground   Cable   Company  of  Can 
ada,  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

lioving  &  Company  of  Canada 
Canadian  AUis-Chalmers  Company 

RECEPTACLES  . 

Canadian  General  Electric  Company 
Benjamin    Electric    Manufacturing  Compiny 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Simdh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International   Nickel  Company 

ROSETTES 

Benjamin   Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Companv 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Company 
Canadian    General   Electric  Company 
Crouse-Hinds  Company  of  Canada.  Limited. 
Duncan  Electrical  Company 
National  Meta'   \folding  Company 
Northern  Electric  Company 

(Continued  on  Page  46) 
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aUARE 

STEEL  ENCLDHED  SWITCHES 


An  Ounce  of  Prevention— 


Whenever  an  accident,  that  could  have  been  pre- 
vented, occurs  in  your  shop,  the  loss  incurred  by 
waste  of  time,  expensive  repairs  and  discounted 
good-will  of  your  men  far  exceeds  the  cost  of  the 
measure  that  would  have  prevented  it. 
Square  D  Switches  cost  but  little  more  than  the 
old-fashioned  open  knife  switch,  and  they  afford 
triple  protection:— complete  enclosure  of  all  hve 


parts  protects  the  men;  the  lock-off  device  protects 
both  men  and  equipment;  quick  and  positive  action 
insures  the  service. 

The  Square  D  Steel  Enclosed  Switch  is  an  invest- 
ment that  is  paying  a  double  return— saving  and 
peace  of  mind  in  industrial  plants  ranging  from  the 
largest  to  the  smallest  shops.  The  saving  effected 
is  amazing.    Ask  your  electrician. 


SQUARE  D  COMPANY,  Walkerville,  Ont 


Main  Office  an  J  Factory,  Detroit,  Mich. 


THE  ORIGINAL 
SAFETY  SWITCH 


SQUARE  D  SWITCHES 

do  nai:  h'mdEr  prnductiaTi 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS— CONTINUED 


SOLDERING  FLUXES 
Allen  Company,  L.  B. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 
Weston   Electrical   Instniment  Company 

STORAGE  BATTERIES 

Canadian  General  Electric  Company 
Canadian   Hart   Accumulator  Company 
Northern  Electric  Company 

STREET  LIGHTING  FIXTURES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse  llinds  Company  of  Canada,  Limited. 
Toyner,  Limited,  A.  H.  Winter 
Nortliern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 

Benjamin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Devoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  it  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Sundh   Electric  Company  ' 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 

Banfield  &  Sons,  W.  11. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSPpRMERS 
Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 

Canadian    Crocker- Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Kuhlman  Electric  Company 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Packard  Electric  Company 

Railway  &  Power  Engineering  Corporation 

Rose  &  O'Hearn  _ 

Thordarson  Electric  Manufacturing  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,   Limited,   G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  Ltd. 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.-  A. 

WASHING  MACHINES 

Onward  Mantifacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan  -J^ 

WATER  WHEELS  1 
Canadian  Allis-Chalmers   Company  ■ 

WELDING  EQUIPMENT  i 
Lincoln  Electric  Company  of  Canada  ■ 

WIRE  1 

Boston  Insulated  Wire  &  Cable  Company,  Ltd! 

Canada  Wire  &  Cable  Company  | 

D.  &  W.  Fuse  Company  J 

International   Nickel   Company  | 

Northern  Electric  Company  " 

Phillips  Electrical  Works,  Ltd.,  Eugene  F. 

Standard  Underground  Cable  Company  of  Can 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Couldn't  make  it  more  accurate— so 
we  made  it  more  Rexible. 

R.  C.  O.  C. 
CONTROL 


Is  now  local  as  well  as  central. 


A  new  combination  lever  attachment  enables 
watchmen  to  close  the  switch  by  hand  in  daylight 
or  night  hours  to  locate  burnt-out  lamps,  or  to 
avoid  outages  on  load  controlled  by  the  switches 
while  clearing  series  troubles.  The  switches  may 
be  cut  out  of  service  where  White  Way  Systems 
are  on  only  on  Saturday  nights,  special  occasions, 
etc.  If  put  out  of  step  by  lighting,  etc.,  they  can 
be  stepped  ahead. 

This  refinement  broadens  the  scope  of  usefulness 
of  the  R-C-O-C  equipment. 


South  Bend  Current  Control  Co. 


At  the  Power  House 

At  the  power-house,  using  the  regular  series  street 
circuit  for  the  control  wire,  the  operator  controls 
series  White  Way  systems  having  combinations  of 
all-night  and  sliort-hour  lamps  on  the  same  circuit, 
or  multiple  Wliite  W'ay  systems,  having  all-night 
or  combination  all-night  and  short-hour  lamps  on 
the  same  circuit ; .  or  bridge,  alley,  sign,  pump- 
motor  circuits ;  or  (a  most  important  point)  pole 
type  or  subway  Constant  Current  Transformers, 
controlling  loops  of  series-circuits.  Watchmen, 
patrolmen,  time  switches,  and  irregular  lamp  hours 
are  things  of  the  past  in  R-C-O-C  installations. 


Ill  W.  Colfax  Ave. 


SOUTH  BEND,  Ind. 


The  New 
2-in-l  Case 

Subway  or  Pole 
Type  R-C-O-C 
Switches  may  now 
be  obtained  in  our 
new  2-in-l  case. 
This  is  a  point  to 
be  r  e  m  e  m  b  e  red 
where  manhole  space 
space  is  limited,  be- 
cause two  switches 
in  tlie  new  case  take 
up  little  more  room 
than  the  .  single 
switch  case,  con- 
serving space  and 
weight  on  pole  line 
installation. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Salei  Offices  and  Branch  WarehoUiei: 
601  Merchant!  Bank  Buildine,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Northwestern   Engineering  and  Supply   Co.,   Ltd.,  CALGAKY 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electric  Batteries  of  all  kinds. 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 


Stop  F.MTNfl  WIRE 

Why  feed  good  wire  to  an  acid  flux?  Use  a  safe  flux,  the 
kind  that's  equal  to  "50-50"  soder  and  pure  copper  wire. 
That's 

4  forms  :  Stick, 
paste,  salts  and 
liquid. 


Sample  for  your 
Dealer's  Name. 

The  only  flux  passed  by  Underwriters. 

Houston  &  Co.,  Ltd.,  ^""^In'ATpeg"'' 

1825  Scarth  Street,  Regina. 
22  College  Street,  Toronto. 

"In  the  Soderman's  game  since  '9.3." 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 


4!? 
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Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  oh  us. 

Kuhlman  Electric  Co, 

Bay  City,  Mich. 


H^DMANOL 

^^^^^^        "The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nakusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  without  obligation 
of  any    sort    from    our    nearest  office. 

The  Lindsley  Brothers  Co. 

NELSON,  B.C. 

General  Salei  Office— 72  W.  Adama  St.,  Chicago.  111. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


Kimble  Motors 


"A  Touch  of  the  Toe  to  go  Fast  or  Slow." 

That  is  why  printers  insist  on  Kimble 
Motors — and  why  your  customer  will  buy  them. 

Kimble  Single  Phase  Variable  Speed  Motors 

are  made  for  all  standard  voltages  and  fre- 
quencies. Wherever  wide  speed  variation  and 
smooth  running  is  desirable  they  will  fill  the 
])ill. 

Distributors 

The  Masco  Company,  Ltd. 


91-93  Queen  St.  E. 


TORONTO 


•JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


LAMPS  Locked  On 
Can't  Get  Stolen 

They  can't  get  knocked  out  or  broken. 


lc*dN 


guards  give  your  lamp= 
just  such  protection. 

Sold  at  a  popular  price. 
Our  Loxon  Lamp  (luards 
and  other  Specialties  de- 
mand the  attention  of 
cverv  handler  of  l^lectrical  Goods. 

Let  us  send  our  list. 

McGill  Mfg.  Co. 

Valparaiso        -        -  Indiana 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


^  We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 

standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 

The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
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Electrical 

Special 

Mechanical 

Directory  of  Engineers 

Interests 

Cbarles  H.  mitcbeil 
Pcrcival  H.  mitcbcll 

Consultins  and  SapervUlof 
Engineert 

Hvdraulic.  Steam  and  Klectrical  Power  Plants, 
Industrial  and  Municipal  Engfineering. 

Traders  Bank  Building,  TorotltO 


Charles  F.  Gray,  a.i.e.e..  a.m.i.e.e. 

Consulting  Electrical  Engineer 

Suite  1101  Union  Trust  Bids..  WINNIPEG 

Cable  Address  Telephone 
"Consultation"  Main  9174 


R.  S.  KELSCH, 
CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM,  GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gas 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  605  McGiU  Bldg. 

Montreal.  P.Q. 


B.Sc.  McGiU.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Excelsior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS  &  CO. 

Consulting  Engineers 

MECHANICAL       STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry       W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 


Associates : 


ENGINEERS 

A.  L.  Mudge, 


A.  L.  Mieville 


Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.  Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Ensinecr  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs. 
Copyrights  and  Infringrements.  20  Years'  Ex- 
perience in  Patents  and  Practical  Engineering 
STAR  BLDG.,  18  King  St.  W.,  TORONTO 


TMfMABg.  COPVBICHTS  AnTOS 


STANLEY  LIGHTFOGT 

RCG  D  PATENT  SOLICITOR  AND  ATTORNEY 

LUMSDEN   BLOG,(^°1\'Su"e^  )  TORONTO. 


ATENTB 


PROMPTLY  SECURED! 

Electrical,   Mechanical   and   Cliemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 
Washington,  D.C.,  U.S.A. 


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  Elast  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Towers  and 
Hardware,  Conduits,  ate. 
41  King  Wm.  St.,  HAMILTON.  ONT. 


ESTABLISHED  1S49 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office : 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  efTort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justi^  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada :  Halifax,  N.S. ;  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N.B. ; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Aha. 

THOS.  C.  IRVING. 
Gen.  Man.  Western  Canada,  Toronto. 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  ^'^^^^'^f  *°  ^/P^J^^ 'J?? 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker. 

How  much  have  YOU  lost  in  prestige 


through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOU  lost  in  Profit  on 
this  business? 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he  s  already 
sick  of  it  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 
You  have  the  work  of  taking  out  and  re-installmg  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  the  Trade  Discount  (More  Profit). 

Others  are  doing  it.    Why  not  you? 


Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phones; 
Adelaide  902 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Nights  and  Holidays 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


Strength,  Durability  and  Low  Cost 


Welding  Shi 


for  lar; 


waur  iiiaiii-- 


arc  tlirce  essential  features  of  all  metal  con- 
structional work,  and  which  invariably  dif- 
ferentiate the  article  that  is  manufactured 
and  produced  by  means  of 

Oxy-Acetylene 
Welding 

During  the  comparatively  short  time  since 
the  inception  of  the  Process,  nearly  all  lead- 
ing Canadian  ]\Ianufacturers.  and  others  em- 
ploying running  machinery,  have  taken  ad- 
vantage of  the  benefit  it  o^^ers  in  their  in- 
dustry, for  the  reclamation  of  liroken  ma- 
chinery, etc.,  and  for  any  other  purpose  that 
involves  the  joining  of  metals. 


Oxy-Acetylene  Welding  Gives  a  Better  Product  at  a  Lower  Cost 

Write  to-day  for  further  particulars— no  oldigation. 

L'AIR  LIQUIDE  SOCIETY 


TORONTO 


The  Pioneeri  of  the  Process  Throughout  the  World 

Canadian  Factories: — 
MONTREAL  WINNIPEG 


HALIFAX 
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Self-Starting  Induction  Motors 


95  King  St.  East 

TORONTO 


Continuous  Service.     Single  Phase. 
25  Cycles. 


Speed 

H.P. 

Synch. 

Frame 

Code 

Shipping 

R.  P.  M. 

No. 

Weight 

1/50 

1500 

A-00 

Sar 

25 

1/30 

1500 

A-0 

Sen 

26 

1/15 

1500 

A-1 

Sul 

26 

1/10 

1500 

A-2 

Tic 

38 

1/6 

1500 

A-3 

Tup 

45 

1/3 

1500 

A-4 

Cure 

62 

1/2 

1500 

A-4 

For  220  volt  add  "LY"  to  code. 


Prices  for  any  voltage 
upon  request. 


R.  E.  T.  PRINGLE,  LIMITED 


302  Donalda  Block 

WINNIPEG 


3402  Osier  Ave  ,  Shaughnessy  Hts. 

VANCOUVER 


809  Unity  Bldg. 
MONTREAL 


Central  Stations 


Heat  your  buildings  on  your 
off  peak  load  by  electricity. 

Conserve  more  coal. 


10  K.  W.  Type  LW  Heater. 


Heaters 

ivii  \iihH  mw^ 

are  built  in  many  sizes  suitable  for  all  requirements 
Write  us  for  further  information 

The  National  Electric  Heating  Co.,  Ltd.,  Toronto 


THE    ELECTRICAL  NEWS 


May  1.  1918 


condit; 


Oil  Switches  and  Circuit  Breakers 

TYPE  D-13 

Maximum  Amperes,  800  Maximum  Volts,  25,000 

APPLICATION 

D-Li  oil  switches  and  circuit 
lireakcrs  are  used  for  controlling 
and  protecting"  generators,  feeder 
circuits,  transformer  banks,  etc. 
Their  sturdy  construction,  high 
factor  of  insulation  and  ability  to 
interrupt  large  amounts  of  energy, 
makes  them  highly  desirable  for 
controlling  and  protecting  appar- 
atus and  circuits  where  uninter- 
rupted service  is  of  extreme  im- 
portance. 

CONDIT  D-13  oil  switches  and 
circuit  breakers  are  made  in  single, 
two,  three  and  four  poles,  for 
manual  remote  control  or  electric- 
al operation.  They  are  furnished 
in  300,  500  and  800  ampere  capa- 
city for  pressures  of  15,000  volts 
or  less,  and  for  capacities  of  300 
and  500  amperes  Avhere  the  pres- 
sure does  not  exceed  25,000  volts. 

CONSTRUCTION 

All  automatic  forms  of  type  D-3 
oil  switches  and  circuit  breakers 
may  be  provided  with  undervolt- 
age,  shunt-trip  and  time-limit  at- 
tachments in  any  combination. 
Overload  types  have  their  trip 
coils  and  calibration  adjustments 
on  the  front  of  the  switchboard, 
and  the  mechanism  is  arranged  to 
prevent  the  operator  from  holding 
the  switch  closed  during  an  overload  or  short  circuit.  The  handles  drop  automaticallv  to  the  open 
position  when  the  circuit  breaker  opens,  thus  visually  indicating  the  open  position  of  the  switch. 

For  the  complete  story  of  CONDIT  Type.  D-13  C)il  Switches  and  Circuit  Breakers  get  Bulletin  No. 
419.  Tells  fully,  yet  concisely,  everything  you  want  to  know  about  the  application,  construction  and 
installation  of  this  equi]Mnent  together  with  valuable  facts  relative  to  attachments  and  accessories. 
Also  includes  important  data  on  dimensions,  cell  construction,  and  standard  arrangements  for  either 
manual  or  remote  control.  All  CONDIT  Bulletins  should  be  in  the  files  of  ever\-  up-to-date  engineer. 
AVrite  our  nearest  house  for  copies. 

Full  details  in  Condit  Bulletin  419 

North(^rtt  Ekctrfc  Co/npafty 

LIMITED 


MANUALLY  OPERATED -REMOTE  CONTROL 
25,000  Volts=300  Amperes 


HALIFAX 

MONTREAL 

OTTAWA 


Exclusive  Canadian  Representatives 

TORONTO 

LONDON 

WINNIPEG 


REGINA 
CALGARY 
VANCOUVER 
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Nortft(^rn  E/ectric 

Household  Utensils 

It  is  a  known  fact  that  electricity  has  done  more  than  anything 
else  towards  the  establishment  of  efficiency  plus  economy  in  the  home. 

Here  are  a  few  of  our  Electric  Household  Heating  Ai)pliances 
which  are  always  in  demand.  We  urge  Dealers  to  stock  a  moderate 
supply  of  these  high  grade  lines  because  our  Consumer  Announce- 
ments in  the  Daily  Papers  from  coast  to  coast,  will,  in  part,  feature 
these  Northern  Electric  Household  .\])])liances. 

ELECTRIC 
Coffee  Percolators 


Coffee  Percolator.  Pot  Style. 
No.  11793.  Holds  7  cups 
or  2',4  pints.  Finisfied  in 
nickel;  comes  with  cord 
and  attachment  plug  com- 
plete. 


Pot  Style.  No.  11493.  Holds 
8  cups  or  three  pints;  fin- 
ished in  nickel ;  comes  with 
cord  and  attachment  plug 
complete. 


Urn  Style,  No.  12793.  Grace- 
ful and  ornamental.  Fin- 
ished in  nickel;  holds  7 
cups  or  2^.2  pints;  comes 
with  cord  and  attachment 
plug  complete. 

ELECTRIC 

Toasters,  Irons  and 
Chafing  Dishes 


N.  E.  H130  Toaster.  Up- 
right open  Toaster,  finished 
in  nickel  ;  comes  with  cord 
and  aitachment  plug  com- 
plete. 

N.  E.  B142.  Handsomely  de- 
signed Chafing  Dish.  Holds 
three  pints;  finished  in 
nickel;  comes  complete 
with  cord  and  attachment 
plug. 


N.  E.  No.  2  Iron.  Nickel 
plated,  weight  6  pounds, 
complete  with  cord  and  at- 
tachment plug. 


Write  our  house  nearest  you 
for  further  particulars,  liter- 
ature and  prices. 

We  ship  promptly. 


North(^rtj  Ekctr/c  Compafiy 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONi:)ON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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No.  222 

Two-Wire  Metal  Molding 


Lowest  Installation  Cost  of  Any  Metal 
Wiring  System.  Try  it  on  your 
next  job  and  see  for  yourself. 


Refer  to  your  copy  of  Bulletin  101, 
and  send  your  order  to  your  jobber. 


Manufacturers  of 


.ational  Metal  Molding  Q  ^!^^;S:^!S:^. 


AtlriTita 
Riiston 
Buffalo 


Chicago 

Dallas 

Denver 


Buenos  Aires 


Detroit 
Los  Aneeles 
New  York 


Philadelphia 

Portland 

Salt  Lake  City 


San  Francisco 

Seattle 

St.  Louis 


Manila 


CANADIAN  DISTRIBUTORS-CANADIAN  GENERAL  ELECTRIC  COMPANY.  LIMITED 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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Car  specialties 


Operating  cars  at  night  without  efficient  head- 
lights or  ilUnninated  destination  signs  is  not 
econoniy. 

Cars  equipped  with  "Golden  Glow"  Headlights 
and  Illuminated  Car  Signs  are  attractive,  safe,  more 
efficient,  and  above  all,  are  appreciated  by  the  riding- 
public. 

Your  patrons,  better  than  anyone,  realize  the 
safety  value  of  efficient  headlights. 

The  bright,  illuminated  sign  is  always  an  induce- 
ment to  ride. 

"  Golden  Glow  "  Headlights  and  Tlhnuinated 
Signs  are  perfect  in  every  detail.  They  are  a  part 
of  the  broad  line  of  well-known  Keystone  Specialties. 

Write  for  catalogs. 


"Golden  Glow"  Headlight 
Interurban  Type 


BOSTON 


[lluminated  Car  Destination  Signs 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

1 7th  and  Cambria  Sis.  50  Church  St.      Monadnock  BIdg. 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Diitributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  Bids.        302  Donalda  Block        33  Melinda  St. 


mmmuniiimjiimiirrmi:!Lm'iil 
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Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 
in  the 

I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  us  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  circuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Office 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  in  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
or  the  wonderful  equip- 
ment of  the  Ford  Motor 
Company. 

The  Cutter  Company 

Bank  of  Hamilton  Building 
Toronto,  Ont. 

Main  Office  and  Factory: 
Philadelphia,  Pa. 

New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone 
Hldg. 

Chicago,  Monadnock  Block. 
Pittsburgh,  Park  Building. 
Minneapolis,  Metropolitan 
Life  Bldg. 
ECCLES  &  SMITH  CO. 
Los  Angeles     San  Francisco 
Portland,  Ore. 


Stability  and  Efficiency 

are  prime  factors  in  development  of  Water 
Power  in  these  days  of  intense  activity. 
That's  why 

SMITH  HYDRAULIC  TURBINES 

are  being  installed  in  the  "PLANTS  THAT  COUNT" 


The  accompanying  cut  illus- 
trates single  vertical  shaft 
type  of  unit  for  Low  and 
Medium  Heads. 


I 


Three  units  like  this 
developing  900  H.  P. 
each,  90  R.  P.  M.,  15 
ft.  0  in.  head,  also 
two  units  of  2,000  H. 
P.  each,  100  R.  P.  M., 
26  ft.  0  in.  head,  in 
successful  operation. 


Write  Department  "N"  for  Bulletin  of  Designs 
and    Useful    Data   for    Hydraulic  Development. 

S.  Morgan  Smith  Co.,  York,Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  The)'  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
•guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  mo'^orists  and 
users  of  engines. 
Get  the  "Reflex"  Agency. 
Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 
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Railway  &  Power  Engineering  Corporation 

MONTREAL  ^^^^^  TORONTO 

o  Head  Office:  TORONTO  Can.  Pac.  Ry.  Bldg. 

Power  Bldg.  ^675 

Tel.  Main  5667 

Railway,  Light  and  Power  Equipment 

We  Manufacture  in  Canada  the  following  Equipment: 

Railway  Motor  Armature  Coils  Trolley  Wheels 

Railway  Motor  Field  Coils  Trolley  Bases 

The  Fraser  Threadless  Pipe  Fitting 

This  fitting  is  a  new  device  and  saves  a  large  percentage  of  the  labor  cost  on  installation  of  any  pipe 
frame  work  for  switchboards,  switch  and  bus  structures,  and  greatly  improves  their  appearance.  This 
device  is  also  ideal  for  Architectural  and  Marine  use  for  pipe  raihngs,  etc. 

WE  ALSO  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
Gar  Equipment  and  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

"Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods,  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes, 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

The  Trolley  Supply  Company 

CANTON,  OHIO 

Trolley  Retrievers,  Catchers,  Headlights  and  Street  Railway  Supplies. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  StainiMiig  and  Tool  Works  ...  51 

Allen  Company,  L.  B   51 

Allen  Inspection  Company    50 

American  Conduit  Company    40 

Banfield,  W.  H   55 

Beaiibien,  De  Gaspe    50 

uranston  Company,  Charles  A  

Boston  Insulated  Wire  and  Cable  Co.  44 
Roving  Hydraulic  &  Engineering  Co. 

Bradstreets    50 

Brandeis,  Charles    50 

British  Aluminium  Company  ....... 

Brown  Company    43 

Calebaugh  Self  Lubricating  Carbon 

Company    55 

Canada  Wire  and  Cable  Company  . .  43 

Canadian  Bridge  Company    51 

Canadian  Crocker  Wheeler  Co   10 

Canadian  Drill  and  Chuck  Company  19 

Canadian  Hart  Accumulator  Co.  ...  11 
Canadian  General  Electric  Co....    16-1 ; 
Canadian  Independent  Telephone  Co. 
Canadian  Office  and  School  Furniture 

Company    50 

Canadian  Porcelain  Company    53 

Canadian  Westinghouse  Company  . .  58 

Century  Electric  Company    1-55 

Chamberlain  &  Hookham  Meter  Co., 

Limited   

Chicago  Mica  Company    43 

Clemens  Manufacturing  Company  . .  13 

Cleveland  Armature  Works   

Conduits  Company,  Limited   9 

Crouse-Hinds  Company    32 

Cutter  Company   6 

Dennison,  H.  J.  S   50 

Devoe  Electric  Switch  Company  .  .  . 

Dossert  &  Co  

Duncan  Electrical  Company    47 

Economy  Fuse  and  Mfg.  Co   53 

Elec.  Maintenance  and  Repair  Co.  . .  59 
Electric  Railway  Improvement  Co... 

Electric  Service  Supplies  Company  .  5 
Electrical  Development  and  Machine 

Company-    jg 


Electrical  Testing  Laboratories  ....  50 

Kwart  &  Jacob    50 

l*'erranti  Electric  Company    15 

I'^isher  Electric  Company    46 

Flexil)le  Conduits  Company  

G.  &  W.  Electric  Specialty  Co   60 

Gest,  G.  M.,  Limited   15 

Gray,  Charles  F   50 

Great  West  Electric  Company   6 

Hatheway  &  Knott   11 

Houston  &  Co   51 

Illinois  Electric  Porcelain  Company.  47 

Jef¥erson  Glass  Company    49 

Jones  &  Glassco    59 

Jordan  Brothers   

Joyner,  Ltd.,  A.  H.  Winter  

Kelsch,  R.  S.  .,   50 

Kent  Brothers  

Kerry  &  Chace,  Limited    50 

Kuhlman  Electric  Company    46 

L'Air  Liquide  Society    56 

Lancashire  Dynamo  and  Motor  Co.. 

Leeds-Northrup  Company    8 

Lightfoot,  Stanley    50 

Lincoln  Electric  Company  of  Canada  57 

Lindsley  Brothers  Company    47 

Lowry,  E.  A   44 

Lyman  Tube  and  Supply  Company.  .  5 

Malm,  Gordon  &  Co   50 

Masco  Company   

Marion  &  Marion    50 

McGill  Manufacturing  Company  ....  47 

Mica  Company  of  Canada,  Ltd   46 

Mitchell,  Charles  H.  &  Percival  H...  50 

Moloney  Electric  Co.  of  Canada  ....  18 

Myerson,  Joseph    45 

National  Electric  Heating  Company 

National  Metal  Molding  Company  . .  4 

Nerlich  Company  

Northern  Aluminium  Company   43 

Northern  Electric  Company   2-3 


Ohio  Brass  Company   

Onward  Manufacturing  Company  . . 
Orpen  Conduit  Company  

Packard  Electric  Company    12 

Petrie,  H.  W   44 

Philips  Electrical  Works,  Eugene  F.  41 

Philadelphia  Electric  Company   18 

Power  Equipment  Company   

Pratt  &  Whitney    19 

Pringle,  R.  E.  T  

Railway    and    Power  Engineering 

Corporation    7 

Redmonal  Chemical  Products  Co.  ...  51 

Ridout  &  Maybee    44 

Robertson  Limited,  J.  M   50 

Robbins  &  Myers  Compan3^ "   21 

Rose  &  O'Hearn    51 

Ross  &  Co.,  R.  A   50 

Renfrew  Electric  Company   ^ 

Sachsenmaier  &  Co.,  George    45 

Sammett,  M.  A   50 

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan   6 

Spaulding  &  Sons  Company,  J   48 

Spielmann  Agencies  Regd  

Square  D  Company   

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   57 

Standard  Wiring  

Steel  Company  of  Canada   14 

Superior  Electric  Company  

Tallman  Brass  and  Metal  Company.  46 

Thompson,  Clarence    50 

Thompson,  Fred  &  Co   60 

Thompson-Levering  Company   47 

Thordarson  Manufacturing  Company  43 

Toronto  and  Hamilton  Electric  Co..  45 
Tubular  Woven  Fabric  Company  . .  . 

Vickers  Limited   

agner  Electric  Manufacturing  Co..  4> 
Ward  Leonard  Electric  Company  . .  . 
^^"llite  Electrical  Company,  T.  C.  ... 


THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  tlioroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66  25  net 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Steaton  Ave. 


Electrical  Measuring  Instruments 


PHILADELPHIA,  PA. 
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GALVADUCT 


Dom 


nion  Power  and  Transmission  Co  .  Limited.  Steam  Plant,  Hamilton.    A  "GALVADUCT"  Building. 


GALVADUCT 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quahty. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED 


A  ]  -gh-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 


LORICATED 


J9 
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The 
Design  of 


CROCKER-WHEELER 


Induction  Motors 


includes 


Heavy  Shafts 


Large  Journals 


Ideal  End  Ring  Construction 


High  Power  Factor 


Excellent  Efficiency 


Our 
Starter 
with 
Oil  Immersed 
No  Voltage 
Release 


THE  CANADIAN 

CROCKER-WHEELER  CO. 

LIMITED 

MANUFACTURERS  AND  ELECTRICAL  ENGINEERS 


Head  Office  and  Works 
ST.  CATHARINES 


District  Offices 
MONTREAL,  TORONTO 


M:iv  1,  I'.il^; 
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One  of  the 
many 

Marine 
Fixtures 

we  are 
now  making 


Catalog  No.  2704 

STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.  PITTSBURGH.  Pa. 

Canadian  Sales  Agents 


"Killark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


The  right  fuse  for  every  make  of  car 
and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFC  COMPANY 


ST.  LOUIS.  Mo. 


HATHEWAY  &  KNOTT,  Inc 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian  Hart  Accumuator 
Company  at  St.  Johns,  Quebec. 
Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.       For  hghting  Farms, 
Towns,  Country  Houses,  or  for  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE. 


ID 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 
by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 


Strong 

Rugged 

Durable 


Steel  Cases 

Light  in  Weight 

Easy  to  Handle 

Will  Not  Leak 

Unsurpassed 
Appearance 


Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  BIdg. 
Toronto 


Donalda  Block, 
Winnipeg 
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The  "J  C" 


New  Electric  Soldering  Iron 


A  new  Era  of  Economy  and  Efficiency  in  rapid  and  thorough 
Soldering  has  been  opened  with  the  advent  of  J.  C.  Electric 
Soldering  Irons. 

The  "J.  C/'  Electric  Soldering  Tools  give  instant,  continuous, 
conducted  Heat  and  will  give  heat  faster  than  it  can  be  taken 
away  by  the  metal  on  which  it  is  used. 

Note  These  Important  Facts: 

Gives  Instantaneous  Heat  and  will  remain  Hot. 
Runs  the  Solder  in  30  Seconds  or  less. 


The  New 
"J  C'^ 
Iron 


Saves  Time — These  Irons  are  saving  from  40%  to 
70%  time  in  plants  where  in  use. 

Saves  Labor — Does  not  require  skilled  help. 

Increases  Production — Lessens  the  Cost. 

Can't  Burn  Out,  because  there  is  nothing  to  burn 
out,  and  the  only  Maintenance  Cost  is  for 
Carbons. 

The  Fastest,  most  Efficient,  and  most  Economical 
Electric  Soldering  Iron  on  the  market. 

Light  in  weight    Rugged  in  construction. 

Easy  to  Manipulate.    Costs  Little  to  Operate. 


WRITE  FOR  ILLUSTRATED  CATALOGUE, 

The  Clemens  Electrical  Corporation 

of  Canada,  Limited 
HAMILTON      -      -  ONTARIO 


\  I 
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THE 


STEEL  COMPANY 

OF 

CANADA 

LIMITED 

HAMILTON  MONTREAL  ■! 
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G.  M.  Gesty  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


/y  


Feki^anti 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  hefore 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


'E 

R 
A 
N 
T 
I 


of  Canada,  Limited 


!I0  Slicrboiirne  St. 
TOKON'ro 


704  Unity  Bldg. 
MONTREAL 


,592  Notre  Dame 
VVINNIPICC; 


Fekkanti 


If. 
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CONDUIT  PIPE  FITTINGS 


^M^ade  in  Canada 


TYPE  A 


TYPE  B 


TYPE  F 


I  In  introducing  to  the  trade  C.G.E.  Conduit  Pipe  Fittings, 

I  we  desire  to  call   particular  attention  to  the  following 

I  points,  in  connection  with  their  manufacture: 

I  All  C.G.E.  Pipe  Fittings  are  made  of  pure  metal,  carefully 

I  selected  to  ensure  proper   tapping  and  threading,  well- 

I  japanned  on  the  inside  and   electro-galvanized   on  the 

I  outside. 

I  The  cover  openings  are  ground  thoroughly  flat  and  screw 

I  holes  well  centred. 

I   -  All  covers  are  fitted  to  castings  before  shipment,  to  avoid 

I  possible  drilling  error  or  extreme  shrinkage  of  porcelain. 

I  In  general  quality,  high  finish  and  uniformity  of  product, " 

I  C.G.E.  Fittings  compare  most  favorably  with  any  other 

I  make  on  the  market. 

I  Every    shipment    is  warranted    to    maintain   this  high 

I  standard  —  samples    will  .  gladly   be   forwarded    free  of 

I  charge,  on  request. 

I  C.G.E.  Fittings  comprise  all  standard  types. 

I  C.G.E.  Fittings  are  approved  by  the  National  Board  of 

I  Fire  Underwriters,   and   by  the   Hydro -Electric  Power 

I  Commission  of  Ontario. 

I  AND   THEY   COST   LESS  MONEY 

I  Bulletin  No.  6x8,  describing  these  Fittings,  is  now  on  the 

I  press,  we  will  be  glad  to  mail  you  copy  on  request. 

I    CANADIAN  GENERAL  ELECTRIC  CO. 

I  LIMITED 

I  Head  Office:  Toronto.  Sales  Offices:  Montreal.  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg.  Calgary,  Edmonton, 
g  Nelson  and  Vancouver. 

^if!P"WFP  'I 
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1918  ELECTRIC  FANS  1918 


12  and  16  inch  Oscillating 
Type,  A.C.  and  D.C. 


9  inch  Oscillating  Type, 
A.C.  and  D.C. 


12  and  16  inch  Exhaust  Type 
A.C.  and  D.C. 


8  inch  Nickel   Plated   Universal  Fan 

Our  8  inch  nickel  plated  Fan 
Motor  is  Universal.  110  volts 
A.  C.  or  D.  G.  It  has  five 
speeds,  giving  a  large  volume 
of  air  with  silent  operation. 
The  nickel  plated  finish  makes 
it  ideal  for  home  use.  Fur- 
nished also  unplated  with  cord 
and  plug. 


56  inch  Ceiling  Type,  A.C.  and  D.C. 


The  full  line  comprises  9  inch,  standard  and 
oscillating;  12  and  16  inch  standard  and  oscillat- 
ing; ceiling  fans;  and  exhaust  fans.  Write  our 
nearest  office  for  prices. 

IMPORTANT— Order  early  to  ensure  prompt  delivery. 

CANADIAN  GENERAL  ELECTRIC  CO. 


M         Head  Office:  Toronto.     Sales  Offices 


LIMITED 

:  Montreal,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg,  Calgary.  Edmonton, 
Nelson  and  Vancouver. 

IlillllllllllllllllllllllllllllllllllllllllilllllllP^ 
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FRANKUN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


FRANKLIN"  Cable  Potheads 

For  all  conditions.      Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


IVRITE   FOR  BULLETINS 


ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 


SELLING  AGENTS 


The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 
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ANNOUNCEMENT 

New  Management 


•'C.D.C"  Service  Boxes.  Flush  Type  tioxes,  Motor 
Starting-  Switches  and  Type  E.  Boxes  are  now 
being  produced  under  new  management.  We 
wish  to  announce  to  all  our  customers  and  pros- 
pective customers  that  our  unswer\-ing  rule  will 

be  a  rigid  inspection  of  each  and  every  one  of  our  products— a  concentration  on  the 
Improved  designs  of  our  boxes  and  a  service  that  will  mean  satisfaction  to  custom- 
.     ers  in  everything-  that  the  word  implies.    -C.D.C."   products   are   approved  by  the 
Hydro-Electric  Power  Commission  of  Ontario.    Your  enquiries  will  l)e  appreciated. 

The  Canadian  Drill  &  Chuck  Co.,  Limited 

1402-1404  Queen  Street  East 

TORONTO 


Day  Phone  Ger.  554 


Night  Phone  Jet.  2438 


Reamers 


Cutters 


Taps 


Dies 


Drills 


P.  &  W.  Co. 

Look  for  these  letters  on  the  tools 
Pratt  &  Whitney  Co.  of  Canada,  Limited 


MONTREAL 

723  Drummond  Bldg. 


DUNDAS,  ONT. 

WINNIPEG 

1205  McArthur  Bldg 


VANCOUVER 

609  Bank  of  Oltawa  Bldg. 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Handbook  on  the  Steam  Engine,  by  Herman  Haeder.  Pub- 
lished in  1914  by  Crosby,  Lockwood  &  Son.  522  pages, 
illustrated.    Price  $3.00. 

A  Laboratory  Manual  of  Alternating  Currents,  by  John  H. 
Morecroft,  E.C.  Published  in  1912  by  Kenouf  Publishing 
Company.    218  pages,  illustrated.     Price  $2.00. 

Alternating  Currents — Examples  for  Students  and  Engineers, 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  I.  Publislied 
in  191(i.    223  pages,  illustrated.    Price  .$2. 111. 

Baudot  Printing  Telegraph  System,  by  H.  W.  Pendry.  Pub- 
lished in  1913  by  Wliittaker  &  Company.  144  pages,  illus- 
trated.    Price  $1.00. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Publislied 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Direct  Current  Machinery,  Theory  and  Operation  of,  by  Cyril 
M.  Jansky,  B.S.,  B.A.,  1st  edition,  just  published  by  Mc- 
Graw-Hill Co.,  Inc.    2S5  pages,  illustrated.    Price  $2.50. 

Dynamo-Electric  Machinery,  by  Francis  B.  Crocker,  E.  M., 
Ph.D.  Published  in  1908  by  American  School  of  Corres- 
pondence.    236  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
by  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Electric   Car  Maintenance,   by   Walter  Jackson.     Published  in 

1914  by  McGraw-Hill  Book  Company.  274  pages,  illus- 
trated.   Price  $2.00. 

Electric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancaster. 
Published  in  1914  by  D.  Van  Nostrand  Company.  330 
pages,  illustrated.     Price  $1.50. 

Electrical  Machinery — Principles,  Operation  and  Management, 
by  Terrell  Croft.  Just  published  by  the  McGraw-Hill  Book 
Co.     .SIS  pages,  illustrated.     Price  $2.00. 

Electrical  Meters,  by  Cyril  M.  Jansky,  B.S.,  B.A.  Second 
Edition,  just  published  by  McGraw-Hill  Book  Company. 
416  pages,  illustrated.     Price  .$.3.00. 

Electric  Railway,  by  A.   Morris  Buck,  M.   E.     Published  in 

1915  by  McGraw-Hill  Book  Company,  Inc.  390  pages, 
illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  Harding  E.  E. 
Second  Edition.  Published  in  1916  by  McGraw-Hill  Book 
Company.     416  pages,  illustrated.     Price  $3.00. 

Electrical  Injuries,  by  C.  A.  Lauffer,  M.D.,  published  in  1912 
by  John  Wiley  &  Sons.    77  pages.    Price  50  cents. 

Electro-Dynamics,  by  Charles  Ashley  Carus- Wilson.  Published 
in  1S98  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and  Artificial  Lighting, 
by  Arthur  Blok,  A.M.I.E.E.  Published  in  1914  by  Scott, 
Greenwood  &  Son.     235  pages,  illustrated.     Price  $1.00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  226  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M.  Jansky, 
B.  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212  pages,  illustrated.     Price  $1.50. 

Engineers'  Manual,  by  Ralph  G.  Hudson.  Just  published  by 
John  Wiley  &  Sons.    315  pages,  illustrated.    Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1),  by  F.  E.  Austin, 
B.S.    Published  in  1915.    223  pages,  illustrated.    Price  $2.00. 

Examples  in  "Battery  Engineering,"  by  Professor  F.  E.  Austin, 
E.E.    Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Physics  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.     Price  50  cents. 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.     Price  $3.00. 

How  to   Make   High-Pressure  Transformers,   by   Professor  F. 

Austin.    Second  edition,  just  published.    48  pages,  illus- 
trated, price  65c. 


"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.  225  pages,  illus- 
M-.Ted.     Price  $2.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.    404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design — D.C.  and  A.C.  Generators,  by 

Alfred  Still.  Published  in  1916  by  McGraw-Hill  Book  Co. 
365  pages,  illustrated.    Price  $3.00. 

Radiodynamics — The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.  Published  in  1916  by  D. 
Van  Nostrand  Company.  206  pages,  112  illustrations. 
Price  $2.00. 

"Radio  Communication,  Theory  and  Methods,  with  an  appendix 
on  Transmission  over  Wires,"  by  John  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.     Price  $1.75. 

Radiation,  Light  and  Illumination,  by  Steinmetz.  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus 
trated.     Price  $2.50. 

Standard  Wiring,  1918  Edition,  24th  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Gushing, 
Jr.    Leather  cover,  pocket  size.    Price  $1.50  postpaid. 

Steam  Power  Plants — Their  Design  and  Construction,  by  Henry 
C.  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.    Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00. 

Telegraph  Practice,  a  Study  of  Comparative  Method,  by  John 
Lee,  M.A.  Just  published,  bv  Longmans-Green  &  Co.  102 
pages.     Price  $1.00. 

Telegraphy — A  Detailed  Exposition  of  the  Telegraph  System  of 
the  British  Post  Office,  by  T.  E.  Herbert,  A.M.  Inst.  E.E. 
Third  edition.  Published  in  1916  by  Whittaker  &  Company. 
985  pages,  630  illustrations.    Price  $2.00. 

Telegraphy,  by  Sir  W.  H.  Preece,  K.C.B.,  and  Sir  J.  Sivewviglit, 
M.A.  Published  in  1905  by  Longmans,  Green  &  Company. 
504  pages.     Price  $1.00. 

Test  Methods  of  Steam  Power  Plants; — A  Reference  Book  for 
the  Use  of  Power  Station  Engineers,  Superintendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  i\I.E.  Published 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  85 
illustrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 
timating, by  Louis  W.  Moxey,  Jr.  Published  in  1910  by 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.    Price  $4.00. 

The  Lighting  Art,  Its  Practice  and  Possibilities,  by  M. 
Luckiesh.  First  edition,  just  published  by  McGraw-Hill 
Book  Co.,  Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Publish- 
ing Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Published 
in  1913  by  Van  Nostrand  Company.    155  pages.    Price  75c. 

Transmission  Line  Crossings,  by  Frank  F.  Fowle.  Published 
in  1909  by  D.  Van  Nostrand  Company.  69  pages,  illus- 
trated.    Price  $1.00. 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Published 
in  1903.    272  pages.    Price  $1.00. 

Wray's  Manual  of  Car  Lighting.  Published  in  1915  by  Wray 
Publishing  Company.    340  pages,  illustrated.     Price  $1.50. 
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5  &  Mvcrs  thns 


Y  dominant  advertisin"  in  the  leading  magazines,  the  quality 
of  Robbins  &  Myers  Fans  has  been  made  known  to  nearly 
everyone,  the  country  over. 

As  a  result  the  dealer  finds  R  &  M  Fans  easy  sellers. 
His  customers  know  their  quality  and  the  guarantee  which 
goes  with  them  almost  as  well  as  he. 

This  year,  advertising  on  R  &  M  Fans  is  running  in 
laroe  space,  in  The  Saturday  Evening  Post,  Collier's  Weekly, 
Literary  Dioest,  Leslie's  Weekly,  Life  and  American  Magazine.  These 
ma-azines  combined,  reach  nearly -every  home  where  magazines  are  read— 
and  that  means  practically  every  home  of  the  class  which  provides  prospects 
for  fan  sales. 

The  dealer  who  sells  R  &  M  Fans  finds  his  sales  efforts  doubly  eftective 
because  the  educational  work  has  been  done  for  him. 


Manager  Cleveland  Branch 

THE  ROBBINS  &  MYERS  COMPANY 


Dawson  &  Co.,  Ltd. 
Montreal 
Mechanics  Supply  Co.,  Ltd. 

Halifax 
l^ogers   Electric   Co.,  Ltd. 
Toronto 


SPRINGFIELD,  OHIO 

CANADIAN  DISTRIBUTORS 
The  Century  Electric  Co. 
Montreal 
La  Cie  Codere  &  Fils,  Inc. 
Sherbrooke 
Costello  &  Crowe 
Ottawa 


Eastern  Electric  Co. 
St.  John 
Great  West  Electric  Co. 
Winnipeg 
John  Starr  &  Sons  Co.,  Ltd. 
Quebec 
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Electric  Conduit 
Outlet  Fittings 
That  Meet  Every 
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FS  Condulet  Body 
Water-tight  Cover 
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Switches 
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Write  for 
Catalogs  and 
Complete 
Information. 


Type  GV  Weather-Proof 
Condulet    with  Guard 


Type   PHX  Water-Tight 
Condulet 


Type  VS  Water-Tight 
Hand  Lamp 


Type  YJ  Vapor,  Gas  and 
Dust-Proof  Condulet 


Canada's  First  Concrete  Ship 
Wired  throughout  in  Condulets. 


Type  VL  Vapor,  Gas  and 
Dust-Proof  Condulet 


Midget  Guard  Equipment 
Mounted  on  Type  H  Con- 
jJulet 


Type   YKWC  Water-Tight  Condulet 
with    Switch    Arrantced  for  Cartridge  Fuses 


Type  TB  Obround  Con- 
dulet Body,  only 


Type  UB  Obround  Con- 
dulet Body 
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with  both,  shouUl  be  animated  wTtlTth^Krea  ot  workmg  for 
the  couimnn  -ood,  and  the  British  Labor  party  m  their  mani- 
festo distinctly  included  men  who  worked  with  their  hands 
and  those  who  worked  with  their  brains.  The  old  scramble 
by  individuals  was  becoming-  ol)solete.  Just  as  in  the  war  the 
people  had  been  animated  by  a  common  spirit  for  patriotic 
purposes,  so  in  the  economic  field  there  should  not  be  a 
scramble  for  individual  prosperity,  but  a  concerted  effort  for 
the  common  welfare. 

The  speaker  concluded  by  enumerating  the  main  points 
of  the  British  Labor  manifesto,  incidentally  mentioning  that 
the  Canadian  Government  ought  to  materially  extend  their 
efforts  to  find  employment  for  the  returned  soldiers. 
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Will  the  War  be  Followed  by  Concerted 
Effort  for  the  Common  Welfare? 

The  talk  at  the  Montreal  Electrical  Luncheon  on  April  :! 
was  of  a  different  character  to  any  other  given  this  season. 
The  speaker  was  Ex-Recorder  Weir,  and  his  address,  with 
the  somewhat  ambiguous  title  of  '•Whither  Are  We  Drifting 
dealt  with  present-day  social  and  economic  questions,  with 
liarticular  reference  to  the  manifesto  of  the  British  Labor 
party,  a  document  which  has  been  widely  puldishcd  m  Great 
Hritain  and  on  the  North  American  Continent. 

There  was.  said  the  speaker,  a  growing  feeling  of  what 
he  termed  social  consciousness— a  feeling  that  'the  present 
condition  of  society  was  not  the  best  possible,  and  that  our 
civilization  was  not  the  best  possible.  The  minds  ot  men 
were  asking  for  something  better.  This  craving  for  better 
conditions  had  characterized  all  history,  and  it  would  con- 
tinue for  all  time.  In  England  the  policy  of  laissez-faire  had 
been  advocated  by  such  eminent  men  as  Bright  and  Cobden, 
who  deprecated  factory  legislation  on  the  ground  that  the 
government  had  no  right  to  interfere  between  men  and  em- 
ployers; but  that  idea  had  gone  by  the  board  and  had  been 
succeeded  l)y  a  policy  of  socialism,  which  had  been  accentu- 
ated by  the  war.  In  England  there  had  been  a  pastoral  age, 
an  agricultural  age,  a  commercial  age,  and  an  industrial  age, 
tlie  latter  accompanied  by  a  number  of  social  problems. 

Instead  of  the  laissez-faire  policy  tliere  was  a  tendency 
for  the  government  to  control  various  matters,  and  he  in- 
stanced old  age  pensions  as  one  of  the  questions  dealt  with 
as  the  outcome  of  the  socialist  policy.  In  our  day  there  was 
a  feeling  that  men  who  labored  with  their  hands  or  braifis,  or 


Public  Interest  Best  Served  by  Delaying 
Underground  Work 

The  city  of  Montreal  has  failed  in  its  application  to  the 
Quebec  Public  Utilities  Commission  to  compel  the  Montreal 
Light,  Heat,  and  Power  Consolidated,  Montreal  Public  Ser- 
vic'e  Corporation,  and  Montreal  Tramways  Company  to  place 
their  wires,  cables,  etc,  in  certain  underground  conduits  m 
the  down-town  district  built  by  the  city,  and  to  remove  the 
wires  and  poles  from  the  streets.  The  city  issued  instructions 
for  the  companies  to  use  the  conduits,  hut  as  these  were  not 
complied  with,  an  application  was  made  to  the  Utilities  Com- 
mission. The  companies  replied  that  it  was  unreasonable  to 
ask  for  this  work  to  be  done,  having  regard  to  the  difficulty 
and  cost  of  obtaining  supplies. 

The  judgment  of  the  commission  is  that  the  service  to 
the  public  will  not  suffer  by  allowing  present  conditions  to 
remain,  and  that  there  was  evidence  of  the  severe  restrictions 
upon  the  supply  of  the  necessary  material,  due  to  war  con- 
ditions. "It  is  beyond  all  question,"  continues  the  finding, 
•'that  the  expense  involved  in  doing  the  work  required  would 
be  greatly  in  excess,  apparently  1lH>  per  cent.,  of  that  occur- 
ring in  normal  times." 

In  the  opinion  of  the  commission,  the -compelling  of  the 
work  would  not  be  commensurate  with  the  sacrifice  entailed 
by  its  immediate  achievement,  even  if  that  were  possible. 
•'The  public  interest  would  be  best  served  by  deferring  the 
work  to  be  done  until  such  time  as  present  conditions  shall 
have  altered.  The  application  is  not  allowed  for  the  present. 
It  is,  however,  to  be  distinctly  understood  that  the  finding 
goes  no  further  than  merely  suspending  the  work  to  be  done 
for  the  time  being."  The  rights  of  the  city  are  still  main- 
tained, including  that  of  a  renewal  of  the  application  at  any 
time  it  may  deem  proper. 


Conserving  Fuel  in  Montreal 

With  a  view  to  conserve  fuel,  the  Montreal  Light,  Heat, 
and  Power  Consolidated  and  the  Montreal  Tramways  Com- 
pany have  made  an  agreement  under  which  the  former  will 
supply  the  Tramways  Company  with  additional  hydro-elec- 
tric power,  thus  restricting  the  use  of  coal  for  the  Tramway 
Company's  steam  plants.  The  agreement  was  due  to  the 
efforts  of  the  fuel  controller,  who  brought  the  companies  to- 
gether. The  arrangement  will  continue  for  18  months,  and  is 
estimated  to  save  about  37,000  tons  of  coal.  The  Tramways 
Company  is  supplied  with  a  certain  amount  of  power,  under 
agreement  with  the  Montreal  Light,  Heat,  and  Power  Con- 
solidated, but  the  peak  load,  at  the  busy  hours,  is  taken  care 
of  by  the  Tramways  Company's  steam  plants,  a  new  plant 
having  been  recently  installed. 

The  new  agreement  is  on  a  meter  basis,  and  is  likely  to 
call  for  about  10.000  h.p.  per  annum,  and  may  possibly  be 
larger  than  these  figures.  The  great  object  is  to  save  as  much 
coal  as  possible,  involving  a  minimum  operation  of  the  Tram- 
ways Company's  steam  plants. 

The  contract,  of  course,  means  an  additional  call  on  the 
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resources  of  the  I'owcr  Company.  'llic  two  new  nnits  at 
Cedars  will  probably  be  ready  in  three  months,  so  that  the 
company  will  then  be  in  a  position  to  more  than  coxer  tlic 
larjier  requirements. 

I  lie  demaiul  tor  iiowev  in  tlu-  pro\  ince  is  increasinir, 
larsiely  lor  manufacturing  puri)o>cs.  Many  new  in(histrics  ha\  c 
been,  and  are  being,  huMtcil  in  the  province,  due  to  the  facili- 
ty with  which  cheap  and  abundant  power  can  be  secured.  'J  he 
power  companies  are  making  every  effort  ti>  meet  this  de- 
mand and  also  to  provide  for  future  reciuirements.  Besides 
the  addition  to  the  Cedars  plant  we  have  tiie  important  de- 
velopment of  the  Southern  Canada  Power  Company  at  Drum- 
mondville  and  the  contemplated  addition  of  two  units  by  the 
Laurentide  Power  Company. 


The  Power  Controller's  Latest  Order 
Helps  the  Situation 

Mr.  Drayton  has  somewhat  cleared  the  Ontario  power 
horizon  by  his  latest  order,  which  virtually  amounts  to  a  pool- 
ing of  all  the  power  generated  at  Niagara  for  distribution 
throughout  Ontario.  In  addition  he  has  made  arrangements 
with  the  private  companies  concerned  for  the  operation  of 
their  steam  plants  at  Toronto  and  London,  guaranteeing  cer- 
tain protection  to  these  companies  against  the  abnormal  cost 
of  coal  and  the  difficulty  of  obtaining  it.  Such  action  will 
appeal  to  the  general  public  as  in  the  best  interests  of  those 
industries  which  are  most  necessary  for  the  prosecution  of 
the  war. 


It  is  not  evident  on  the  surface  whether  the  Hydro  or  the 
private  companies  stand  to  gain  (or  lose)  most  by  this  pool- 
ing arrangement.  Generally  speaking,  the  greatest  advantage 
would  appear  to  accrue  to  the  side  on  which  the  need  for  more 
power  was  the  most  urgent  The  main  point  at  issue,  how- 
ever, IS  that  all  the  power  we  can  possibly  render  available  is 
now  to  be  applied  at  strategic  points  in  the  most  efTectivc 
manner. 


High  Tension  Phenomena  at  the  A.I.E.E. 

One  lumdred  and  ten  members  of  the  Toronto  section 
the  A.I.E.E.  were  privileged  to  see  actual  demonstrations 
testing  at  250,000  volts,  the  use  of  the  sphere  gap  for  measu 
ing  high  voltages,  and  the  formation  of  corona,  at  the  Hyd 
Laboratories  last  Friday.    The  occasion  was  a  paper  by  M 
W.  P.  Dobson  on  "High  Voltage  Phenomena,"  and  the  e 
periments  contributed  to  the  attractiveness  of  the  subject. 
Mr.  Dobson,  it  was  clear,  the  section  boasts  a  member  who 
a  physicist  of  considerable  attainments  and  a  mathematicia 
of  a  high  order.    The  paper,  which  was  devoted  to  high  volt 
age  measurements,  the  corona  voltmeter  corona  losses,  an 
the  effects  of  switching  on  high  tension  lines,  show^ed  grea 
thought  in  its  preparation  and  a  careful  study  of  the  work 
recent  investigators   of  the   subject.       An  interesting  te 
demonstrated  the  reliability  of  the  sphere  gap  in  compariso 
with  the  needle  gap  for  measurement  at  different  frequencies 
This  paper  indicates  that  much  good  work  is  being  accom 
plished  in  the  commission  laboratories  in  the  direction 
standardization  and  research  at  high  voltages. 
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The  Open  Boat 


■"  When  this  here  War  is  done,"  says  T>an,  "and  all  the  fightin's  through, 
There's  some' II  pal  with  Fritz  again  as  they  was  used  to  do; 
But  not  me,**  says  Dan  the  sailor  man,      not  me/*  says  he 
"  Lord  k^ows  its  nippy  in  an  open  boat  on  winter  nights  at  sea.  " 

"  When  the  last  battle's  lost  an'  won,  an   won  or  lost  the  game, 
There's  some' II  think  rio  'arm  to  drink  "^ith  squareheads  just  the  same; 
But  not  me,**  says  Dan  the  sailor-man,   "an'  if  you  ask  me  why — 
Lord  knows  its  thirsty  in  an  open  boat  when  the  water-breaker's  dr^.  " 

fl^^ 

"  When  all  the  bloomin'  mines  is  swep'  an'  ships  are  sunk  no  more. 
There's  some' II  set  them  down  to  eat  with  Germans  as  before; 
But  not  me,**  says  Dan  the  sailor-man,  "itot  me,  for  one — 
Lord  knows  it's  hungry  in  an  open  boat  when  the  last  biscuit's  done.  " 

"  When  peace  is  signed  and  treaties  made  an'  trade  begins  again, 
There's  some' II  shake  a  German's  hand  an'  never  see  the  stain; 
But  not  me,**  says  Dan  the  sailor-man,  ^^not  me,  as  Qod's  on  high- 
Lord  knows  it's  hitter  in  an  open  boat  to  see  ,your  shipmates  die.  " 

-C.  F.  S.  in  "Puncli" 
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The   Application  of  Education  to  Industry 

An  Address  Delivered  before  the  Annual  Meeting  of  the  Joint  Committee  of 

Technical  Organizations,  Ontario  Branch  

 By  Col.  David  Carnegie* 

Before  ,efe,r,„g  particular,,  to  the  subject  I  have  chosen  The  FunCrons  of  Educa.U,„a.^Cot„mi..e,s  of  Production 

;:Z'w  ttt*»::e'*e                          L^^enll^  ~e.  ,„  th,  adar.,.  to  „h.ch  ■  hav.  referred  I  suggested  the 

ll  ^he  taperiaT  Munitions  Board  in  February,  1917,  we  have  fornration  of  production  boards  tor  each  rndustr,,  consrstrng 

,of  the  Itnpenal          ■  »                               t„„,  all  parts  of  of  equal  numbers  of  the  representatives  of  the  employers  and 

CrlanTT.    c    n.r     .^  ThrSlo  ",;.  .iv.s        num-  enrp^oyees  in  the  district.    The  f.nrctions  of  these  boards  in- 

t    of  proposals  from  each  province  in  Canada  and  from  eluded,  among  other  important  dntres,  the  educ.fon  of  .ndus- 

.  trial. workers,  as  follows: 
other  countries: 

Inventions  March  19.  1918-Total  Proposals  Received  to  .    1   The  yocat.onal  training  of  the  child  in  preparation  for 

invenuons.,                ,  j^^^  entry  into  industry.                                      .  . 

'                             oas  2.  The  education  of  the  actual  producer  (,pnncipally  man- 
Ontario    ^^j^ 

Quebec                                                         ^2  3           education  of  the  directors  of  production  (both 

Manitoba    manual  and  technical).                                        ,      •      .  ■ 

Saskatchewan    rj,^^  education  of  the  distributors  of  production  (prin- 

Alberta  . .  ■  •  •  •  ■                                            2g  cipally  financial  and  commercial.) 

British  Columbia                                          "°  '  ^ 

New  Brunswick    j^.  might  be  advisable  to  look  at  the  fundamental  prin- 

Kce^EX^rd'lsland                                  3  ciples    underlying   industrial    education    before  considering 

Newfoundland                                               J  what  might  be  the  best  kind  of  education. 

Unh:ed  States         •  •   Fundamental  Principles  Underlying  Industrial  and  Technical 

England                                                     |  Education  for  Each  of  the  Classes  Enumerated 

N"^^''ze^land'  ' .  .  .  .  .          1  'J^lie  question  might  be  asked:  What  is  the  object  of  our 

Fr^aTice^^.'!"';                                                  ^  pursuits?    Are  we  simply  setting  out  to  train  humanity  from 

r          1   1  -.o  ,.rr^nn<;ak  to  the  In-  childhood  to  become  efficient  producers  in  the  world  of  in- 

Out  ot  these  we  have  forwarded  33  .proposals  to  the  ^^^^^^^^    ^^^^.^  ^^^^^^  .^^^^^^^        ^  ^^^^^^^^  Organized 

ventions  Board  in  London.  ,,ifferent  inventions  education  in  industry  is  surely  better  than  systemless  educa- 
One  inventor  sent  as  many  as  e  ght  Hon  and  chaos.  But  that  is  surely  not  the  only,  or  principal, 
The  proposals  have  related  to  aeroplai  s  P-^^  f  ,,,ject.  I  believe  with  Ruskiii  that  "The  entire  object  of  true 
from  submarines,  designs  of  guns,  ^'^^^1^' f^^^^^  education  is  to.  make  people  not  merely  do  the  right  things, 
pedoes.  tanks  and  many  other  minor  -"l'^^^"^^^^;;;^/;  °  enjoy  the  right  things;  not  merely  industrious,  but  to  love 
tf,  the  formation  of  our  committee  mvento  s  ki  w  of  no  par  ^^^^J  Y  ^^^^  ^^^^^^^^  ^^^^^^  ^^^^  knowledge;  not 
ticular  department  of  government  where  to  ^jud  their  pro  ^  ^^^^  ^  .^^^^  ^^^^  ^^^^^^^^^ 
posals  for  consideration,  and  no  particular  department  l  ad  ^^^^  ^yi^^  ^^^^^  .^^^^.^^  „  ^  ^^^^  ^^^^  ^^^^  ^.^^  ^^.^^^  ^^.^^ 
any  specific  organization  formed  to  examine  '^"W  the  ^^^^  ^^^^^  ^  ^^^^^^^^  ^^^^^^^.^  industrial  and  technical 
proposals  submitted.  We  have  on  our  committee  -"epresenta-  ^^^^  ^^^^  ^^^^^  pj^^^^  education.  It  is  not 
tive  men.bers  of  the  military  and  naval  services  o  the/jov-  sufficient  to  turn  out  well-equipped  and  efficient  work- 
ernment  of  Canada,  the  universities,  and  technical  societ  es,  .^^  ^^^^^  ^^^^^  .^^^^^^^^^  ^^^^^^  ^^^^^  ^^^^.^  ^^^^^^^^  ^^^^^^^ 
all  of  whom  are  voluntary  workers.  We  have  ^he  assi  ^-  ^^^^^  ^^^^^  ^^^^^^^  ^.^^^^^^  wholesome- 
ance  of  the  Patents  Office  staff  and  o  her  departmenta  ^^^^^  ^^^^^  ^^^^  performance  of  every  task,  inter- 
branches  of  the  Dominion  Government  where  the  proposals  ^^^.^^^  ^^.^  experience  in  terms  of  pleasurable  duty,  which 
submitted  require  the  investigation  of  specialists  in  their  de-  ^^.^^  ^^.^^^  ^^^^  ^^^^  personal  gain,  but  will  add  to  the  interests 
partments.  ,  ,  t  r-  ,,,-ff»»  of  the  community  and  nation.  "No  pleasure,"  says  Bacon,  "is 
We  think  that  the  work  of  the  Inventions  ^^^^J^^^l^^'  comparable  to  the  standing  upon  the  vantage  ground  of 
although  it  has  taken  very  little  time  froin  the  regular  duties  ^^^^^^  „  ^^^^^  fundamental  principle,  therefore,  under- 
of  the  officers  of  the  Imperial  Munitions  Board,  has  served  a  education  is  truth-'truth  in  the  inward  parts." 
very  important  purpose,  and  has  awakened  and  developed 

many  latent  faculties.    Evidence  of  genius  has  been  marked.  Classes  to  Be  Educated  in  Industry 

but  the  need  for  its  direction  and  instruction  in  the  elemen-  Considering,  then,  the  education  of  the  human  forces  in 

tary  principles  of  science  have  been  revealed  in  many  of  the  industry  we  have:  (1)  The  juvenile  at  school  and  at  work; 

proposals.    It  is  because  I  believe  that  your  society,  consist-  ^j^^  ^^^j^  worker;  (:!)  the  director  of  production;  (4)  the 

ing  of  technically  trained  men  coming  from  different  indus-  distributor  of  production. 

trial  centres  in  Canada,  can  be  of  great  service  in  educating  j  wonder  if  a  fifth  class  should  be  included— a  class  to 

and  directing  the  untutored  that  I  have  ventured  to  offer  to  provide  the  program  of  education?    It  is  conceivable  that  our 

you  this  evening  some  suggestions  regarding  the  education  of  teachers  may  have  misinterpreted  the  true  fundamental  prin- 

the  industrial  worker,  the  skeleton  of  which  I  presented  to  bibles  underlying  industrial  education.    It  may  even  be  neces- 

the  members  of  the  Canadian  Mining  Institute  recently  when  ^^^^       break  the  moulds  in  which  our  teachers  have  been 

dealing  with  "Some  Problems  in  the  Readjustment^  of  In-  ^^^j.         ^he  light  of  present  knowledge,  T  do  not  agree  with 

dustry."  I  wish,  therefore,  to  confine  my  remarks  this  even-  Emerson  when  he'  says  in  that  beautiful  essay  on  -compensa- 
in<-  to  the  functions  of  the  educational  committees  of  produc- 

tion:  "There  is  a  crack  in  everything  God  has  made,"  but  if 

tion  boards  for  each  industry,  or  of  any  other  body  organized  ^i^^  exhibition  of  savagery  in  Europe  for  the  past  three  and  a 

with  the  same  object.  half  years  is  the  outcome  of  the  highest  culture  in  science  and 

^Member  and  Ordnance  Mv'i^n^^rM^nMo'^oaTd,  Ottawa.  arc,  surely  science  and  art  have  been  prostituted  to  fiendisli 
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uses,  or  we  arc  niisyuided  in  our  int crptol at ic m  ni  experience 
and  the  lessons  learned  tlierefroni.  and  there  nuist  he  more 
than  a  crack  in  our  nian-iuade  culture.  ■ 

Are  Our  Standards  and  Goals  Right? 

ll  the  worUrs  hijiiier  education  in  the  intellectual  and 
industrial  pursuits  has  led  the  people  into  such  inlunuau  stril'e, 
is  it  unreasonable  to  suggest  that  we  pause  and  consider 
whether  anything  is  wrong  with  our  standards  and  measures, 
or  is  all  this  slaughter  the  outcome  of  their  w  r.HiL;  uses?  Have 
we  been  listening-  to  false  prophets  about  the  ,L;hiry  of  that 
land  which  will  be  plowed  hy  the  most  elhcieut  machinery; 
where  the  labor  of  sowing  and  reapin.t;  will  be  reduced  to  a 
minimum?  Do  we  see  before  us  a  culture  and  genius  which 
will  transform  with  a  minimum  of  effort  the  raw  materials  of 
the  earth's  surface,  bringing  with  them  a  wealth  and  ease 
which  our  tired  bodies  and  hungry  souls  long  for?  Have  we 
yet  discovered  that  "man  shall  not  live  by  bread  alone"?  Are 
we  lowering-  the  standard  of  manhood  by  the  kind  of  goals 
we  have  set  ourselves?  There  are  other  goals  beyond  the 
gold  fields;  beyond  the  money  values  of  industry.  If  "man's 
chief  end  is  to  glorify  God  and  enjoy  Him  forever,"  then  our 
standards  of  culture  which  lead  us  from  that  end  are  unholy. 
All  the  cruelt}^  intrigue,  disloj-alty,  and  avarice,  so  rampant  in 
the  world,  and  particularly  in  cultured  Germany,  indicate  '\ 
self-inflicted  deformity  of  God's  image,  which  it  was  mati's 
proud  fortune  to  possess.  If  the  horrors  of  war  are  arresting 
our  thinkers  and  opening  new  vistas  of  unexplored  mind 
where  spirit  values  instead  of  material  values  count  in  the 
true  adjustment  of  our  inr  istrial  affairs,  there  shall  evolve 
from  the  carnage  and  scientific  barbarism  a  new  era  in  which 
a  true  interpretation  of  the  loathesome  experiences  through 
which  we  have  passed  will  bring  out  the  value  of  the  funda- 
mental principles  upon  wdiich  our  industrial  education  must 
be  built.  We  shall  then  discover  the  principle  underlying- 
education  which  will  give  the  worker  the  opportunity  of  main- 
taining efficient  service  with  a  niaxinuim  of  enjoyment. 

Ability  and  Interest  Essential  to  Efficiency 
In  the  suggestions  1  am  about  to  make  I  recognize  the 
futility  of  obtaining-  sustained,  efficient  service  from  any  class 
of  worker,  either  by  hand  or  brain,  unless  the  worker  has  dis- 
covered a  pleasure  and  interest  in  his  employment.  I  believe 
that  the  co-operation  of  these  two  great  human  forces — ability 
and  interest — are  absolutely  essential  to  effective  service. 

1.  Vocational  Training  of  Children  for  Industry 

For  the  past  four  years  there  has  lain  upon  the  shelves  of 
Canada's  bookcases  one  of  the  most  comprehensive  repo/ts 
ever  made  upon  industrial  training  and  technical  education.  1 
could  not  refer  any  educational  committee  of  production 
boards  or  similar  organizations  to  better  idans  for  their  con- 
sideration than  those  recorded  therein.  Dr.  Robertson,  who 
was  the  chairman  of  the  commission  appointed  by  the  Domin- 
ion Government  to  investigate  the  scope  and  nature  of  indus- 
trial training  and  technical  education  in  Europe  and  America 
did  not  only  record  the  facts  and  make  recommendations  to 
the  Dominion  Government  concerning  their  application  to 
Canada,  but  has  never  lost  an  opportunity  of  empiiasizing  the 
need  of  puting  the  recommendations  of  the  commission  into 
practical  operation. 

The  People  of  Canada  Desire  Industrial  and  Technical 
Education 

Dr.  Robertson's  report  says  that  Canada  docs  not  only 
require  such  education,  but  longs  for  it.  (Jne  thousand,  four 
hundred  and  seventy-one  men  and  women  in  Canada,  repre- 
senting the  industrial,  business,  agricultural,  home-making, 
and  technical  work  of  the  Dominion,  witnessed  to  the  com- 
mission their  anxiety  to  have  better  industrial  and  teclinica' 
education  for  Canada. 


Benefit  of  Vocational  Training  in  Other  Countries 

Dr,  Robertson's  report  also  shows  that  great  advance- 
ment has  been  made  in  industry  in  England,  Scotland,  Ire- 
land, Denmark,  bVance,  Germany,  Switzerland,  and  the 
I  nited  States  by  the  addition  to  elementary  education  of 
manual  training,  domestic  science,  nature  study,  and  schn  ' 
gardens.  Children  leaving  school  at  3  or  11  years  of  age  are 
transferred  at  the  age  of  11  or  12  years  to  classes  having 
what  is  called  an  industrial  bias,  commercial  bias,  and  house- 
keeping bias,  where  a  definite  time  is  set  aside  for  such  edu- 
cation. Trades  are'  not  taught  at  such  schools,  neither  do 
these  classes  displace  general  education  from  books.  The 
are  known  as  "elementary  courses,'  'and  have  developed  at  a 
extraordinary  rate  in  England  and  Europe.  In  Scotland,  fo 
instance,  ten  years  prior  to  the  war  there  were  162  schools, 
with  3,281  pupils,  and  in  1913  there  were  1,945  such  schools', 
with  an  attendance  of  43,281  pupils. 

Dr.  Robertson's  Proposal  Has  Provided  a  Program 

It  IS  not  my  object  now  to  propose  any  detailed  pro- 
gram for  the  vocational  training  of  the  child.  My  object, 
rather,  at  present,  is  to  point  to  the  source  of  iiiformation 
where  well-considered  thought  has  been  given  already  to  the 
subject,  and  to  seek  to  indicate  how  the  application  of  such 
plans  to  each  industry  could  be  established  by  the  aid  and 
harinonious  co-operation  of  the'  producers  in  each  industry 
and  the  educational  authorities. 

Co-operation  of  Educational  Committees  and  School 
Authorities 

The  Educational  Committee  of  the  Production  Boards, 
for  instance,  could  work  in  the  closest  association  wijh  the 
management  committee  of  the  school  authorities  of  each  dis- 
trict, with  a  view  to  the  selection  and  preparatory  training  of 
the  children  required  periodically  for  each  industry.  Such 
selection  would  be  made  liaving  in  mind  ahvays  the  aptitude 
and  interest  of  the  child  in  the  class  of  work  to  be  followed. 
I  am  mformed  that  in  connection  with  the  examination  of 
school  children  in  Australia  phrenologists  are  employed  by 
the  government  to  discover  the  direction  of  their  bent  for 
ijidustry. 

By  the  co-operation  of  educational  committees  of  pro- 
duction boards  with  the  school  authorities  they  could  deter- 
mine : 

1.  The  nature  and  duration  of  training  most  suitable  for 
boys  and  girls  in  the  schools. 

3.  What  partial  attendance  at  schools  and  works  was 
necessary  during  the  earlier  stages  of  industrial  training. 

3.  Tiie  number  of  hours  for  study,  manual  labor,  and  re- 
creation. • 

Duties  of  Educational  Committees 

Ihe  duties  of  the  educational  committees  of  production 
boards  would  also  include  the  preparation  of  the  courses  of 
training  in  the  works  for  juveniles;  the  number  of  hours  for 
such  training:  periodic  examinations,  with  a  view  to  discover- 
ing progress  in  interest  and  enjoyment  in  the  work  as  well  as 
ability;  the  issue  of  certificates  showing  the  standard  attained 
in  the  particular  Ijranch  of  the  industry;  the  consideration  of 
rates  of  remuneration  for  each  child  during  the  period  of 
training,  and  also  the  provision  of  suitable  conditions  for  the 
welfare  of  the  children. 

2.  The  E.ducation  of  the  Actual  Producers 

Althougli  it  has  been  said  frequently  that  there  is  little 
hope  oi  educating  more  than  an  insignificant  percentage  of 
tiie  large  number  of  men  and  women  once  they  have  drifted 
out  of  boyhood  and  girlhoc...  rnere  are  many  signs  which 
encourage  the  hope  that  itot  an  insignificant  percentage  of 
the  workers  are  craving  for  knowledge  and  right  leadership, 
h'.ducational  authorities  have  done  a  great  work  in  providing 
tiMitiiiuation  classes  for  general  IraLning  in  industry  and  in 
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arranging  classes  for  special  study  relating  to  classified  in- 
dustries. 

Technical  Instruction  in  Works 

These  advantages  are  emphasized  in  the  report  of  Dr. 
Robertson,  to  which  I  have  already  referred.  They  could  be 
supplemented  by  making  provision  for  the  instruction  of 
adults  in  districts  where  no  schools  exist,  by  the  formation 
of  classes  for  instruction  by  qualified  teachers,  many  of  whom 
could  be  found  in  the  ranks  of  the  industries  over  which  pro- 
duction boards  preside.  Many  of  the  foremen,  supermten- 
dents,  draftsmen  and  chemists  could  give  manual  and  techni- 
cal education  in  the  tending  of  machines,  the  use  of  gauges, 
moulding,  plumbing,  blacksmithing,  drawing,  chemistry,  etc. 
Certificates  of  qualification  could  be  issued  after  a  definite 
period  of  instruction  and  proved  ability  and  interest.  Such 
classes  could  be  made  so  attractive  that  all  branches  of  labor 
would  be  encouraged  to  qualify  for  a  higher  grade.  The  shop 
or  yard  sweeper,  for  instance,  would  have  the  chance  of 
qualifying  for  any  position  requiring  the  highest  skill  in  oper- 
ating. 

Workers'  Educational  Association 

Perhaps  the  most  encouraging  sign  of  educational  pro- 
gress of  recent  years  is  the  great  movement  begun  by  the 
workers  themselves  for  the  education  of  the  adult  worker,  and 
known  as  the  "Workers'  Educational  Association."  It  was 
founded  in  190:!  in  England  by  a  group  of  trade  unionists, 
cij-operative,  friendly,  and  educational  societies,  and  aimed 
■'at  iinthing  less  than  the  restoration  of  education  to  its  right- 
ful place  among  the  great  spiritual  forces  of  the  community." 

This  association,  pioneered  by  the  industrial  workers, 
joined  hands  in  1907  with  the  universities  at  a  national  con- 
ference which  was  held  at  Oxford,  where  seven  representa- 
tives from  the  universities  and  seven  from  the  representatives 
of  labor  formed  themselves  into  a  joint  committee  for  the 
establishment  of  what  is  known  as  the  "University  Tutorial 
Class  System."  Every  university  in  England  to-day  has  its 
joint  committee  for  tutorial  class  work,  consisting  of  an  equal 
number  of  university  and  working  class  representatives.  A 
great  alliance,  therefore,  has  been  formed  between  the 
sources  of  education  and  the  organized  working  classes. 

The  story  of  the  development  of  this  work  is  most  en- 
trancing. In  1914  there  were  3,555  affiliated  societies,  scat- 
tered over  England  and  Wales.  I  believe  that  the  educational 
committees  of  production  boards  would  be  able  to  obtain  con- 
siderable help  from  the  study  of  operations  of  the  W.  E.  A. 
to  enable  them  to  formulate  plans  for  classified  education, 
particularly  in  districts  where  technical  schools  were  not 
available. 

2.  Practical  Training  of  Adult  Labor 

Many  facilities  during  recent  years  have  been  offered  to 
tlic  adult  worker  in  industry  to  improve  his  practical  know- 
ledge of  his  craft.    Quite  recently  I  received  a  description  of 
a  training  school  for  employees,  organized  by  the  Recording 
and  Computing  Machine  Company,  of  Dayton,  Ohio.    It  had 
for  its  object  the  training  of  raw  labor,  men  and  women,  to 
work  to  the  closest  requirements  in  precision  work,  the  limit's 
running  as  low  as  five  ten-thousands  of  an  inch.    The  works 
manager,  Mr.  U.  Carpenter,  had  found  that  the  method  of 
introducing  workers  into  factories  and  placing  them  on  ma- 
chines to  learn  their  operation  by  the  assistance  of  shop  fore- 
men and  fellow-workers  was  not  only  costly  but  imperfect. 
The  method  adopted  to  overcome  this  common  form  of  train- 
ing was  by  having  all  the  workers  trained  in  a  well-lighted 
room  away  from  the  factory,  upon  the  kind  of  machines  they 
were  afterwards  to  operate  in  the  large  works.    A  few  days', 
or  sometimes  weeks',  training,  by  special  te^ichers,  qualified 
them  to  go  into  the  works  and  operate  machines  without 
having  any  assistance  from  their  fcllow-opcralors,  the  lorc- 
iiian  iir  leading  hands  in  the  factory. 


Remarkable  Advantages  from  Practical  Training 

Mr.  Carpenter  states  that  "in  January,  1916,  the  average 
production  of  31  women  employees  was  eight ^  pieces  per 
hour."  While  operatives  were  apparently  busy  with  this  rate 
of  production,  my  experiments  showed  that  there  should  be 
produced  from  these  machines,  as  a  fair  production,  an  aver- 
age of  :i5  pieces  per  hour.  We  put  our  old  operatives  into  the 
training  department  and  within  four  weeks  after  the  new  and 
old  operatives  had  been  through  this  training  department 
the  average  production  was  raised  to  over  35  pieces  per  hour, 
and  to-day  (January,  1918)  the  average  is  over  55  pieces  per 
hour.  The  same  results  were  obtained  on  all  our  work,  such 
as  machining,  inspection,  and  assembling."  These  facts  from 
actual  experience  confirm  the  opinions  and  recommendations 
of  advocates  of  industrial  training,  and  are  sufficient  to 
demonstrate  the  value  of  specific  practical  training.  They  also 
confirm  the  great  possibilities  of  organized  methods  of  labor, 
and  show  where  work  can  be  enjoyed  while  skill  and  output 
are  increased. 


Training  and  Examination  of  Adult  Labor 

The  functions  of  the  educational  committee  of  production 
boards  would  include  the  classification  of  labor  for  such  prac- 
tical training  and  the  direction  of  both  men  and  women  to  the 
pursuit  of  higher  grades  of  practical  knowledge  in  the  indus- 
try. Training  courses,  examinations,  and  certificates  would 
be  given,  as  in  the  case  of  juvenile  workers. 

3.  Technical  Training  for  Directors  of  Production 

On  first  thought,  the  technical  training  for  directors  of 
production  might  appear  unnecessary.  Why  should  the  direc- 
tor of  production  hold  such  a  position  in  industry  if  not  fully 
qualified,  and,  if  fully  qualified,  why  should  educational  train- 
ing be  necessary? 

On  reflection  we  are  reminded  of  the  technical  facilities 
which  are  within  the  reach  of  directors  of  production  who  are 
helped  by  the  technical  press— patent  office  literature,  pro- 
ceedings from  various  institutions,  reports  of  commissions 
and  other  organizations  engaged  in  research  and  investiga- 
tion for  the  solution  of  problems  in  industry. 

Directors  of  production  recognize  that  their  education 
does  not  cease  witli  their  promotion  to  such  positions,  but 
rather  the  necessity  of  education  increases.  Much  of  that 
education  which  has  to  be  secured  outside  the  ordinary  fac- 
tory hours  must  be  in  tabloid  or  concentrated  form.  The  real 
problem  is  to  know  how  to  place  facilities  for  such  education 
within  their  reach  without  overloading  them  with  unneces- 
sary information  pertaining  to  other  industries-  than  their 
own. 

Valuable  Sources  of  Education  Locked  Up 

In  addition  to  the  foregoing  sources  of  information  facili- 
ties are  always  available  at  the  various  universities  and  tech- 
nical schools  for  evening  study  during  the  winter  months. 
Lectures  also  are  given  at  different  institutions  through  which 
knowledge  is  imparted  to  directors  of  production,  but  it  seems 
to  me  that  the  sources  of  concentrated  technical  education 
which  ought  to  be  of  the  greatest  service  to  industry  arc 
locked  up  in  volumes  in  different  departments  of  the  govern- 
ment—volumes the  existence  of  which  is  not  even  known  to 
the  directors  of  production  in  industry. 

There  are,  for  instance,  numerous  volumes  already  issued 
by  the  Mines  Branch,  giving  account  of  minerals,  metals, 
fuels,  and  refractories,  all  of  which  are  of  vital  importance  to 
industry.  In  addition  to  these  there  are  valuable  reports 
issued  by  the  Commission  of  Conservation,  on  questions  of 
the  utilization  of  Canada's  resources,  reports  dealing  with 
minerals,  fuels,  fisheries,  game,  animals,  forests,  lands,  public 
hcallli.  waters,  and  water-powers,  town  planning,  etc.,  infor- 
mation gathered  by  eminent  men  (pialificd  to  deal  with  the 
subject.    Tlicre  arc  also  most  valuable  reports  made  by  the 
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DepartinoiU  of  Agriculture,  the  Department  of  Trade  and 
Conmicrcc,  the  Department  of  Labor,  and  other  departments 
of  government  which  would  put  industry  under  a  deep  obliga- 
tion to  the  Dominion  Government  if  they  had  the  opportunity 
of  utilizing-  the  information  contained  in  them.  But,  I  ask, 
what  is  the  value  of  all  these  records  of  industry?  What 
percentage  of  men  directing  industry,  such  as  manager,  super- 
intendents, chemists,  ami  lorenien,  have  ever  heard  of  these 
valuable  reports  which  iniiuUc  investigation  and  much  toil 
have  made  possible. 

It  has  been  my  good  fortune  to  have  the  opportunity  of 
referring  to  many  of  these  reports,  and  my  regret  has  been 
that  time  would  not  allow  of  greater  reference  to  them  than 
was  actually  necessary  in  the  iprosecution  of  war  work. 

Central  Authority  for  Classifying  and  Distributing 
Information 

I  cannot,  however,  believe  that  the  task  of  wisely  classify- 
ing for  and  distributing  the  results  of  those  investigations  to 
industry,  through  production  boards  or  any  other  medium 
organized  for  this  purpose,  would  be  insuperable.  I  believe 
that  special  classification  of  information  relating  to  problems 
and  processes  for  each  industry,  together  with  the  distribution 
of  such  information,  could  be  undertaken  by  a  central  author- 
itj'  capable  of  dealing  wnith  the  technical  problems  of  indus- 
try as  a  whole.  Such  a  central  authority  would  not  only 
become  the  principal  body  through  which  such  knowledge 
would  be  imparted,  but  directors  of  industry  would  involun- 
taril}-  turn  to  such  an  agency  for  assistance  when  in  trouble. 

Co-operation  and  Co-ordination  of  Sources  of  Information 

If  I  were  to  venture  to  suggest  for  consideration  a  plan 
whereby  the  most  efficient  service  could  be  rendered  to  in- 
dustry through  its  directors  of  industry  I  would  propose  a 
union  of  the  educational  committees  of  production  boards  of 
each  industry  with  the  Industrial  Research  Advisory  Council 
of  the  Government,  or  some  similar  institution  which  would 
have  the  authority  to  advise  as  to  the  use  of  all  the  technical 
educational  sources  of  the  country  for  the  development  of 
industrial  research. 

The  value  of  such  a  union  would  be  in  the  assurance  of 
industry,  through  its  production  boards,  receiving  technical 
help  and  advice  from  the  Industrial  Research  Advisory  Coun- 
cil. With  such  co-operation  and  the  co-ordination  of  the 
valuable  technical  departments  of  the  government,  univer- 
sities, technical  schools,  and  other  institutions  for  industrial 
research,  one  can  hardly  estimate  the  value  of  such  help  to 
industry.  Such  co-ordination,  in  my  opinion,  is  possible  with- 
out any  one  of  the  institutions  losing  its  identity  or  con- 
trol. It  might  be  necessary  to  re-arrange  and  classify  the 
work  of  some  of  the  institutions  in  certain  respects,  but  such 
re-arrangement  could  be  made  after  mature  consideration. 

Advantages  Arising  from  Co-operation 

Some  of  the  advantages  resulting  from  such  a  central 
authority  as  the  Advisory  Research  Council  would  be  as  fol- 
lows: 

1.  The  classification  of  all  information  coming  from  the 
technical  press,  proceedings  of  institutions,  reports  of  com- 
missions, etc.,  suitable  for  the  use  of  each  industry,  and  dis- 
tributing such  information  to  the  .production  boards  con- 
cerned in  each  district.  Such  information  could  be  supple- 
mented with  any  observations  and  advice  which  in  the  opinion 
of  the  committees  appointed  by  the  Research  Council  would 
be  of  technical  value  to  the  industry  concerned. 

2.  In  addition  to  this  source  of  information  periodic  con- 
ferences with  directors  of  production  in  each  industry  could 
be  arranged  whereby  discussions  upon  special  processes  or 
inventions  could  be  held,  with  a  view  to  the  improvement  of 
methods  which  would  accelerate  production. 


Further,  all  information  relating  to  standards  of  mea- 
surement, specifications  for  material,  and  standardization  of 
processes  would  be  supplied  through  the  Industrial  Research 
Council — in  fact,  the  co-relation  of  the  various  departments 
with  the  valuable  .facilities  for  research  in  them  could  form 
the  basis  of  an  institution  such  as  the  Bureau  of  Standards  at 
Washington  and  the  National  Research  Laboratory,  London, 
England,  having  committees  for  investigation  and  research  in 
all  technical  matters  relating  to  each  industry. 

In  addition  to  this  affiliation  the  production  boards  ol 
each  industry  might  be  linked  with  the  universities  or  techni- 
cal schools  of  the  district,  so  that  in  co-operation  with  the 
educational  authorities  facilities  could  be  provided  for  th^ 
training  of  directors  of  production.  To  be  aflforded  the  privi- 
lege of  using  the  various  laboratories  of  the  universities,  col- 
leges, and  technical  schools  for  experimental  work  which 
could  not  be  carried  out  in  the  works  of  the  individual  manu- 
facturer would  be  of  great  service  to  industry. 

While  I  have  referred  particularly  to  Canada  and  her  edu 
cational  institutions  which  could  be  linked  with  organized  in 
dustry,  the  same  suggestions  apply  to  the  institutions  and 
industries  of  Britain  and  other  foreign  countries. 

Constitution  of  Central  Authority 

With  regard  to  the  constitution  of  such  a  central  counci 
for  research  the  present  body  might  wisely  be  enlarged  to  in 
elude  the  heads  of  such  departments  of  the  government  no 
conducting  research  in  different  lines  of  industrJ^  It  migh 
also  be  advisable  to  make  the  head  of  each  technical  depart 
ment  chairman  of  the  section  of  the  council's  work  relatin 
to  the  operation  of  the  government  department  over  whic 
he  presides. 

I  believe  the  constituted  machinerj'  of  the  governmen 
which  has  done  admirable  service  in  the  past,  with  an  efifi 
ciency  which  has  been  seldom  recognized  or  fully  appre 
ciated,  only  remains  to  be  geared  up  to  some  such  centra 
authority  to  make  each  department  of  the  fullest  value  to  th 
nation  through  the  nation's  industr3^ 

4.  The  Education  of  Distributors  of  Production 

We  have,  in  conclusion,  to  consider  the  education  of 
class  of  workers  who  cover  perhaps  a  wider  field  of  operation 
as  distributors  of  production  than  even  the  directors  of  pro 
duction.    They  are  not  only  concerned  in  recording  statistics 
accounting,  and  costing  in  relation  to  production,  but  in  th 
distribution  of  products,  involving  shipping,  railroading,  and 
other  means  of  .distributing  products — subjects  in  themselves 
which  form  a  most  important  part  of  the  problems  of  factory 
administration. 

The  work  of  the  educational  committee  of  a  production] 
board  would  include  in  a  general  way  the  consideration  of  th 
best  systems  of  commercial  training  suitable  for  all  branches 
of  a  factory's  office  staff,  but  there  are,  in  addition,  large 
questions,  which  involve  finance,  accounts,  costs,  commercial 
law,  the  systematic  study  and  familiar  knowledge  of  which  are 
essential  if  industry  is  to  be  established  on  an  enduring  foun 
dation. 

By  linking  the  educational  committees  with  the  educa 
tional  authorities  whose  institutions  make  a  special  study  of 
this  phase  of  educational  work,  plans  could  be  more  readily- 
formulated  for  the  education  of  distributors  of  production  in 
every  kind  of  development  in  commercial  industr3\ 

The  Appointment  of  Advisory  Council  on  Finance  and 
Commerce 

It  might  be  found  advisable  to  appoint  a  government  in 
dustrial  central  financial  and  commercial  advisory  body  of 
nature  and  standing  similar  to  that  of  the  Industrial  Research 
Council,  but  having  for  its  object  the  classification  of  all  mat 
tcrs  of  finance  and  commerce  common  or  particular  to  each 
industry,  and  the  distribution  of  such  information  as  would 
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ulniil  ol  llie  sUnulardization  of  nietliods  for  educational  de- 
eloipnient  in  factory  administration,  accounting,  costing,  com- 
iiercial  law,  transportatimi,  and  all  other  matters  relating  to 
lie  interchan,t;e  cil  pr. >duction 'between  buyers  and  sellers. 

Such  a  council  might  consist  of  representatives  of  the 
eading  financial  institutions  in  the  country,  representatives  of 
.miversities  dealing  with  political  economy  and  commercial 
training,  representatives  selected  from  the  administrative  side 
of, large  business  houses,  representatives  from  the  institutions 


of  accounting,  representatives  from  the  shipping  and  railroad- 
ing companies,  and  representatives  of  the  various  government 
departments,  such  as  customs,  trade  and  commerce,  finance, 
labor,  etc.  The  objects,  formation,  and  value  of  such  a  coun- 
cil to' industry  are  worthy  of  the  most  careful  consideration. 

Gentlemen,  I  believe  you  are  all  ready  and  able  to  take 
your  part  in  the  education  of  the  industrial  worker,  and  I  hope 
your  society  may  give  consideration  to  the  proposals  I  have 
made. 


Electrification  of  Canada's  Railways 


  By  John 

Note— The  writer  wishes  to  acknowledge  his  indebted- 
ness and  to  publicly  return  his  thanks  to  officials  of  the  rail- 
ways below  mentioned  and  of  the  manufacturers  of  the  ap- 
paratus referred  to,  as  well  as  to  the  technical  press  from 
which  much  of  the  following  material  has  been  gleaned. 

Still  smarting  from  the  sufferings  of  two  successive  win- 
ters' fuel  shortages,  caused  by  inadequate  transportation 
facilities,  we  are  foregathered  to  see  what  can  and  should 
be  done' to  prevent,  if  possible,  recurrences  of  such  serious 
and  trying  experiences. 

No  argument  is  required,  I  think  you  will  agree,  to  sup- 
port the  contention  that  eliminating  the  need  for  coal  at  a 
considerable  distance  from  the  mine  is  a  greater  measure  of 
relief,  and  of  truer  conservation,  than  increasing  mine  pro- 
duction and  thereby  incidentally  adding  more  load  to  the 
already  overburdened  railways.  Reducing  coal  consumption 
automatically  relieves  or  releases  men  and  apparatus  all 
along  the  route  from  the  mine  to  the  consumer— it  also  re- 
lieves the  route  itself  from  some  of  its  congestion. 

So  eminent  an  authority  as  Mr.  E.  W.  Rice,  the  President 
of  the  American  Institute  of  Electrical  Engineers,  addressing 
that  body  in  New  York  last  month  made  the  following  state- 
ment:— 

"It  is  really  terrifying  to  realize  that  25  per  cent,  of  the 
total  amount  of  coal  which  we  are  digging  from  the  earth  is 
burned  to  operate  our  steam  railroads— and  burned  under 
such  inefficient  conditions  that  an  average  of  at  least  six 
pounds  of  coal  is  required  per  horse-power-hour  of  work  per- 
formed. The  same  amount  of  coal  burned  in  a  modern  cen- 
tral power  station  would  produce  an  equivalent  of  three  tirnes 
that  amount  of  power  in  the  motors  of  an  electric  locomotive, 
even  including  all  the  losses  of  generation  and  transmission 
from  the  power  station  to  the  locomotive." 

Mr.  Rice  went  on  to  say  that  150,000,000  tons  of  coal, 
nearly  25  per  cent.,  as  he  said,  of  all  the  coal  mined  in  the 
United  States,  were  consumed  in  steam  locomotives  last  year. 

Here  in  Canada  steam  locomotives  also  did  their  bit,  and 
consumed  about  9,000,000  tons— 30  per  cent,  of  the  30,000,000 
tons  of  coal  imported  into  and  mined  in  this  country.  Our 
0,000,000  tons  cover,  I  believe,  wood  and  oil  consumed  on 
steam  locomotives;  some  49,000,000  gallons  of  oil  are  covered 
by  the  Canadian  record.  But  in  the  United  States'  figures 
40,000,000  barrels  of  oil,  15  per  cent,  of  the  total  output, 
arc  not  included. 

The  conservation  of— the  elimination  of  the  necessity 
for  mining— those  great  quantities  of  fuel  would  be  secured 
if  all  the  railways  were  operated  electrically,  and  if  the  elec- 
trical energy  were  generated  from  water  power.  Modern 
steam  central  stations  would  save  from  50  to  66  per  cent,  of 
the  coal  now  used  in  steam  locomotives  if  the  latter  were 
discarded  and  electric  locomotives  used  instead. 

With  such  possibilities  for  fuel  conservation  in  sight  may 
we  not  soon  expect  to  learn  that  the  fuel  controllers  in  both 
countries  have  asked  the  railways,  and  that  the  railway  man- 
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agers  have  asked  their  engineers:— "How  many  of  these 
millions  of  tons  of  coal  can  you  save— when  will  the  good 
work  begin?" 

It  is  said  our  fuel  shortages  were  due  to  a  combination 
of  bad  weather. and  inadequate  transportation.  As  we  cannot 
control  the  weather  our  attention  and  efforts  must  be  directed 
to  the  transportation  portion  of  the  difficulty.  Railway  elec- 
trification will  reduce  coal  consumption  and  haulage;  it  will 
also  greatly  improve  traffic  conditions;  electrification,  there- 
fore, seems  to  be  the  solution  of  the  problem.  Under  these 
circumstances  it  may  not  be  out  of  place  to  recite  in  general 
terms  what  electrification  has  actually  accomplished  on  some 
notable  railways. 

Railroading  in  the  mountains  is  the  most  strenuous  kind 
of  railway  work.  The  examples  which  I  have  chosen  cover 
mountain  sections.  The  Butte,  Anaconda  &  Pacific  Railroad, 
by  electrification,  increased  its  ton-mileage  35  per  cent.,  and 
at  the  same  time  decreased  the  number  of  trains,  and  their 
incidental  expenses,  35  per  cent.  The  time  per  trip  was  de- 
creased 27  per  cent.  It  is  said  their  savings  in  the  first  year's 
operation,  after  electrification,  amounted  to  20  per  cent,  of 
the  total  cost  of  electrification.  They  buy  power  from  water 
power  plants. 

On  the  Norfolk  &  Western  Railway  power  is  obtained 
from  their  own  steam  station.  Twelve  electric  locomotives 
have  replaced  33  Mallets  of  the  most  modern  and  powerful 
type.  The  tonnage  has  been  increased  50  per  cent.  Electrifi- 
cation obviated  the  necessity  for  double-tracking.  The  sal- 
vage value  of  the  released  steam  engines  was  45  per  cent,  of 
the  cost  of  electrification.  Electric  locomotives  make  eight 
times  as  many  miles-per-train-minute-delay  as  the  steam  en- 
gines. Their  terminal  lay-overs  average  45  minutes,  and 
they  are  double-crewed  every  24  hours.  Pusher  engine  crews 
have  been  reduced  from  8  steam  to  4  electric.  Pusher  engines 
or  locomotives  have  been  reduced  from  7  steam  to  2  electric. 
Steam  locomotives  used  to  "fall  down"  in  cold  weather — the 
electrics  always  "stand  up,"  are  really  more  efficient,  in  cold 
weather.  At  the  New  York  Railroad  Club  meeting  last  year 
their  electrical  engineer  stated  that  "coal  wharves,  spark  pits, 
water  tanks  and  pumps  as  well  as  roundhouses  and  turntables 
have  all  disappeared  from  the  electric  zone.  Our  track  capa- 
city has  been  doubled.  Our  operating  costs  have  been  re- 
duced. From  an  engineering,  an  operating  and  a  financial 
viewpoint  our  electrification  has  been  a  success." 

Speaking  of  the  value  of  the  regenerative  electric  braking 
of  their  system  he  went  on  to  say: — "The  use  of  the  air 
brake  is  practically  eliminated,  it  is  only  used  to  stop  trains; 
it  is  regrettable  we  are  unable  to  put  a  dollars  and  cents 
value  on  this  great  asset;  to  appreciate  it  properly  one  must 
have  had  experience  with  the  difficulties  of  handling  90  car 
trains  with  air."  Another  official,  referring  to  the  same  sub- 
iect,  made  the  following  statement: — "Trains  of  103  cars 
are  taken  over  the  summit,  12  to  20  times  every  day,  down  the 
2.4  per  cent,   grade  without  ever  touching  the  air.  We 
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never  broke  a  train  in  two  or  slid  a  whool.  It  is  done  sn 
nicely  we  wonUln't  spill  a  droii  of  water  out  of  a  .ulass  in 
the  caboose." 

The  440  route  miles  of  the  Chicago,  Alilwaukee  &  St. 
Paul  Railway  which  have  been  electrified  will  soon  be  aug- 
mented by  450  miles  more.  Nearly  900  route  miles  and  about 
33  per  cent,  in  addition  for  passing  tracks,  yards,  industrial 
tracks  and  sidings  will  soon  represent  the  extent  of  this 
great  railway  electrification.  Among  the  advantages  secured 
by  this  railway  on  its  electric  sections  are  the  following: — 
The  cruising  radius  of  each  electric  locomotive  is  twice  that 
of  the  steam  engine.  Sub-divisional  points,  where  freight 
crews  and  steam  locomotives  were  formerly  changed,  have 
been  al)olished;  the  passenger  crews'  runs  are  now  220  miles 
instead  of  110.  For  railway  purposes  these  stations  do  not 
now  exist;  7  or  S  miles  of  track  have  been  taken  up;  through 
freights  do  not  leave  the  main  line  track  at  all;  shops  and 
roundhouses  have  disappeared  along  with  their  staffs,  and  one 
electrician  replaces  the  whole  old  force.  An  electric  loco- 
motive has  made  9,052  miles  in  one  month.  Although  sched- 
ules have  been  reduced  the  electrics  have  made  up  more  than 
3J4  times  as  many  minutes  as  steam  engines — time  which  had 
been  lost  on  other  divisions;  29  per  cent,  of  electric  passenger 
trains  made  up  time  in  this  manner.  On  a  mileage  basis  alone 
the  operating  costs  of  the  electrics  are  less  than  one-half 
the  steam  engine  costs.  Freight  traffic  increased  40  per  cent, 
shortly  after  electrification — double-tracking  would  have  been 
necessary  to  handle  such  increased  business  under  steam 
operation.  An  average  increase  of  22  per  cent,  in  freight  ton- 
nage per  train  has  taken  place.  One  electric  handles  about 
3J<S  times  as  many  ton-miles  as  a  steam  engine;  the  reduc- 
tion in  time  in  handling  a  ton-mile  is  30  per  cent.;  faster 
and  heavier  trains  have  accomplished  these  results,  the 
number  of  trains  has  not  been  increased.  About  IV/2  per 
cent,  of  the  energy  used  by  the  railway  is  returned  to  the 
line  in  the  process  of  regenerative  braking,  and  this  returned 
energy  helps  to  haul  other  trains.  While  this  is  a  very  im- 
portant item  and  reduces  the  power  bills,  it  is  only  regarded 
by  the  management  as  of  secondary  importance  in  compari- 
son with  the  more  safe  and  easy  operation  of  trains  on  the 
grades  and  the  elimination  of  former  delays  for  changing 
brake  shoes  and  repairs  to  brake  rigging  when  operating 
with  steam  locomotives.  The  electrics  maintain  their  sched- 
ules much  better  than  steam  engines.  In  three  months  the 
electrics  only  waited  for  the  right  of  way  254  minutes,  while 
the  steam  engines  in  a  similar  period  waited  1,910  minutes 
or  7^  times  as  long.  Extra  cars  on  trains  only  delayed  elec- 
trics 1/9  of  the  time  steam  trains  were  delayed  for  a  similar 
reason.  Cold  weather  delayed  steam  trains  445  minutes 
in  the  three  months  under  discussion,  but  the  electrics  were 
not  delayed  a  minute;  the  latter  are  more  efficient  in  cold 
weather.  Many  of  the  delayed  steam  trains  were  double- 
headers — never  more  than  one  electric  is  hitched  to  a  pas- 
senger train.  An  entire  suspension  of  freight  service,  due 
to  steam  engines  losing  their  steaming  capacity  and  freezing 
up  was  not  an  uncommon  experience.  Electrical  energy  for 
the  operation  of  these  trains  costs  considerably  less  than 
coal.  This  latter  statement  is  one  of  the  most  interesting  in 
connection  with  the  operation  of  the  C.  M.  &  St.  P.  Ry.  and 
it  is  especially  interesting-  because  it  was  made  more  than 
one  year  ago. 

The  limitations  of  the  steam  locomotive  are  due  to 
the  fact  that  it  is  a  mobile  steam  power  plant  of  very  lim- 
ited capacity;  it  is  compelled  to  carry  its  own  supply  of 
coal  and  water,  and  it  is  unable  to  take  advantage  of  many 
of  the  economical  refinements  of  the  large  modern  station- 
ary steam  plant.  On  the  other  hand,  the  electric  locomotive 
has  no  such  limitations;  it  merely  acts  as  a  connecting  link 
between  efficient  gigantic  stationary  steam  or  water  power 


plants  and  (lie  train  to  which  it  is  connected.  The  Electrical 
World  summed  up  the  situation  a  short  time  ago  when  it 
said: — "Why  continue  to  haul  millions  of  tons  of  coal,  for 
and  by  uneconomical  steam  locomotives,  all  over  the  country, 
and  thus  add  more  loads  to  the  already  over-burdened  rail- 
ways, when  the  power  which  they  need  so  badly  can  be 
much  more  economically  and  efficiently  transmitted  to  elec- 
tric locomotives  over  a  wire  the  size  of  one's  little  finger?" 

The  continual  increasing  cost  of  coal  and  fuel  oil  wiH 
force  railway  managers  to  look  more  and  more  carefully 
into  railway  electrification.  Estimates  of  a  few  years  ago 
now  need  revision.  Money  may  be  hard  to  get,  but,  if  at 
times  fuel  cannot  be  obtained  at  all,  some  substitute  must 
be  obtained  if  normal  life  is  to  be  continued  in  northern 
latitudes. 

A  representative  of  the  National  City  Bank  of  New 
York,  writing  of  the  period  after  the  war,  referred  to  the 
stagnation  which  may  ensue  in  all  the  great  industries  now 
engaged  in  war  work  as  soon  as  peace  is  declared;  the  multi- 
tude of  people  thus  thrown  out  of  work,  in  addition  to  the 
men  of  the  returning  armies,  would  create  unbearable  con- 
dit  ions  unless  suitable  employment  will  have  been  arranged 
for  them  in- advance;  he  referred  to  the  economic  advant- 
ages of  railway  electrification  and  was  of  opinion  that  this 
work  might  solve  the  whole  question  if  soon  taken  up  with 
vigor.  The  Minister  of  Public  Works,  Hon.  F.  B.  Carvell, 
M.P.,  addressing  the  Ottawa  branch  of  our  organization  a 
couple  of  weeks  ago,  spoke  of  the  necessity  of  conserving 
the  energy  of  our  water  powers— instead  of  letting  them  run 
to  waste — so  that  this  great  store  of  energy  might  be  em- 
ployed in  assisting  to  build  up  our  own  and  to  rebuild  other 
countries  when  peace  comes.  How  nicely  these  two  ideas, 
water  power  development  and  railway  electrification,  work 
together  if  properly  carried  out? 

With  the  view  of  securing  something  really  worthy  of 
presentation  to  this  important  meeting  I  recently  wrote  an 
eminent  engineer,  a  man  of  international  fame,  and  recognized 
as  an  authority  on  railway  electrification,  requesting  him  to 
tell  me  his  own  views  upon  this  subject.  A  specialist's  opin- 
ion, in  my  opinion,  is  always  very  valuable.  Here  is  a  short 
extract  from  his  interesting  reply.  He  said:— "Generaliza- 
tion is  always  dangerous,  especially  in  connection  with  elec- 
trification of  railways,  where  so  many  factors,  such  as  the 
physical  location,  character  of  loads,  the  power  situation,  etc., 
coine  in  to  affect  the  decision  if  applied  locally."  From  his 
sober  statement  it  may  be  seen  that  my  correspondent  is  an 
engineer— not  a  politician.  He  proceeded  as  follows: — ".  .  .  . 
with  present  equipment  prices  the  cost  is  absolutely  pro- 
hibitive." This  opinion,  let  me  point  out,  is  in  connection 
with  the  proposal  to  "electrify  everything."  Do  not  let  it 
dampen  our  enthusiasm.  Listen  to  this  also  and  kindly 
keep  it  in  mind;  it  is  another  extract  from  the  address  of 
Mr.  E.  \'.  Rice,  above  referred  to.  He  said: — "I  think  we 
can  demonstrate  that  there  is  no  other  way  known  to  us  by 
which  the  railroad  problem  facing  the  country  can  as  quick- 
ly and  as  cheaply  be  solved  as  by  electrification." 

While  the  present  fuel  shortage  questions  have  made  us 
look  to  railway  electrification  for  relief  I  feel  such  a  pro- 
ject on  a  large  scale  can  only  follow  or  go  hand  in  hand  with* 
power  plant  development  and  co-operative  operation  of  power 
plants.  The  location  of  a  number  of  plants  at  different  points 
— large  water  power  plants  and  auxiliary  steam  plants — so 
situated  and  inter-connected  that  a  failure  at  one  plant  or 
the  connections  to  it  will  not  jeopardize  the  others  or  com- 
pletely cut  off  and  isolate  an  important  railway  district  is, 
in  my  opinion,  an  essential  feature  in  connection  with  any 
large  railway  electrification  project. 

The  99-year  contract  of  the  C.  M.  &  St.  P.  Ry.  is  worthy 
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of  more  than  a  momcnl's  attention  and  consideration  in 
this  discussion.  That  railway  has  a  contract  with  a  power 
company  which  has  a  series  of  plants  stretching  across  the 
country  parallel  to  the  railway.  The  railway  owns  its  sub- 
stations and  secondary  lines  but  is  not  concerned  with  the 
high  tension  lines  of  power  plants  of  the  power  company. 
A  reasonable  rate  for  power  arranged  between  a  willing 
purchaser  and  a  willing  seller— a  contract  in  fact  which 
each  party  knows  the  other  will  respect— is  the  basis  and 


the  real  reason  for  that  great  railway  electrification.  Neither 
party  questions  the  other's  integrity  or  financial  soundness. 
One  delivers  the  power  it  has  undertaken  to  supply  and  the 
other  uses  it.  The  arrangement  is  ideal  in  its  simplicity  and 
entirely  satisfactory  to  everybody  concerned.  It  will,  in 
my  opinion,  be  necessary  to  have  such  attractive  power- 
supply  situations  as  those  outlined  above,  backed  by  abund- 
ant supplies  of  power,  in  order  to  foster  and  encourage 
early  railway  electrification  work  in  this  country. 


Central  Heating  as  Means  of  Conserving  Fuel 


By  F.  G.  Clark" 


Central  heating  is  the  replacement  of  two  or  more  indi- 
vidual heating  systems  by  one  source  of  heat.  The  electric 
central  station  and  the  gas  generating  plant  are  illustrations 
of  central  heating  t..  the  extent  that  their  respective  forms  of 
energy  are  used  in  connection  with  heating  appliances.  The 
use  of  electric  energy  and  gas  for  this  purpose  is  being  dealt 
with  in  other  papers  which  probably  means  that  the  writer 
is  expected  to  deal  only  with  steam  heat  distributed  from  a 
central  generating  plant.  As  the  subject  probably  covers 
steam  for  power,  providing  it  comes  from  a  central  plant, 
this  enlargement  will  be  made.  We  therefore  have  as  our 
subject  central  steam  plants  as  a  means  of  conserving  fuel 
by  replacing  isolated  power  and  heating  plants. 

The  relative  merit  of  high  versus  low  pressure  systems 
has  been  the  subject  of  much  discussion.  It  appears  that 
the  high  pressure  systems  were  originally  installed  before 
electric  energy  became  an  important  competitor  of  the  steam 
engine.  The  central  steam  plant  was  generally  able  to  sub- 
stitute its  service  for  the  boilers  of  the  consumer,  and  although 
the  steam  engine  is  no  longer  an  important  factor,  the  high 
pressure  system  remains  in  a  number  of  large  cities,  and 
probably  for  the  reason  that  the  generating  plants  have  high 
pressure  boilers,  and  the  street  main  cost  of  low  pressure 
piping  is  high  in  comparison.  The  ideal  system  would  take 
low  pressure  steam  from  a  steam  electric  power  plant.  The 
steam  would  be  taken  from  the  low  pressure  stage  oi  steam 
turbines  through  suitable  regulating  valves,  and  be  super- 
heated by  a  suitable  heat  exchanger  before  passing  into  the 
street  mains. 

The  conditions  which  best  suit  this  method  of  sup- 
plying heat,  are  a  closely  built  up  section  of  a  city  and 
a  central  location  for  the  supply  plant.  The  location  of 
the  station  and  the  congested  area  usually  gives  a  fan-like 
distribution  system.  As  an  economic  proposition  the  central 
heating  plant  can  offer  to  customers  in  a  limited  district  a 
supply  of  heat  for  approximately  what  their  coal  would  cost 
them,  leaving  a  fair  return  on  the  central  heating  system  in- 
vestment. The  purchaser  of  steam  avoids  the  necessity  of 
Ijurchasing  and  operating  boilers,  saves  the  space  they  and 
llie  fuel  would  occupy  and  is  free  from  the  troubles  of 
operation.  Steam  mains  laid  in  city  streets,  while  not 
entirely  free  from  troubles,  usually  give  ample  warning  of 
failure,  and  can  be  depended  upon  for  continuous  service. 

The  loss  of  heat  is  a  more  or  less  constant  quantity, 
depending  upon  the  length  and  size  of  pipe,  its  insulation,  the 
difference  in  temperature  of  steam  in  the  pipe  and  the  sur- 
rounding earth,  and  the  leaks.  The  nearer  to  capacity  the 
mains  are  worked  the  smaller  is  the  percentage  of  loss.  A 
well-designed  system,  as  for  example,  one  covering  that  part 
of  Toronto  between  the  bay  and  College  Street,  and  from 
.Shcrbournc  Street  to  Spadina  Avenue,  if  supplied  from  a 
■entral  plant  such  as  the  Scott  Street  Station  of  the  Toronto 
ILlectric  Light  Company,  would  be  able  to  furnish  all  of 
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the  heat  required  in  the  district  at  a  cost  to  the  users  from 
10  to  30  per  cent,  less  than  their  present  expense.  The  sav- 
ing in  coal  might  be  over  30  per  cent.,  but  in  any  case  the 
cost  of  coal  at  the  central  plant  would  he  sufficiently  less 
than  its  cost  delivered  throughout  the  district  to  offset  the 
fixed  charges  and  heat  losses  of  transmission  through  the 
streets. 

On  the  assumption  that  75  tons  of  anthracite  at  $9.00  a 
ton,  and  150  tons  of  bituminous  at  $7.00  per  ton  is  used  in 
the  district  each  week  day  for  six  months,  and  proportion- 
ately smaller  quantities  during  the  remainder  of  the  year, 
the  cost  of  steam  under  present  conditions  would  be  over 
$500,000  per  year,  of  which  the  coal  cost  is  about  $400,000. 

The  central  heating  company  would  be  willing  to  sup- 
ply an  equivalent  quantity  of  heat  for  the  cost  of  the  coal, 
depending  upon  their  own  saving  in  coal  and  its  cost  to  meet 
expenses  and  pay  a  dividend. 

The  conditions  throughout  Ontario  and  the  populated 
parts  of  Quebec  are  ideal  for  the  development  of  central 
heating  plants  because  of  cheap  electric  power,  the  number 
of  heating  days  and  the  high  price  of  coal.  Every  town  of 
10,000  or  more  inhabitants  and  with  buildings  not  too  widely 
scattered  affords  an  opportunity  for  saving  coal  if  it  will 
support  a  well  designed  and  well  operated  central  heating 
plant.  The  smaller  towns  should  depend  upon  hot  water 
circulation,  the  water  being  heated  during  the  hours  when 
electric  energy  could  be  taken  from  steam  engine  units  used 
to  produce  the  exhaust  steam  needed  for  heating.  The 
Hydro  municipalities  could  use  some  of  the  energy  they 
have  been  expending  upon  the  radial  railway  scheme  in 
the  solution  of  this  problem,  and  produce  an  economic 
saving  of  value  to  themselves  and  the  country. 

I  would  not  care  to  make  an  estimate  as  to  the  saving 
that  would  result  from  a  comprehensive  establishment  of 
central  heating  plants  throughout  the  country.  It  is  alto- 
gether improbable  that  any  installations  will  be  made  in  the 
immediate  future.  The  idea  of  cheap  hydro-electric  power 
unlimited  in  quantity  and  in  its  capacity  to  replace  coal  has 
so  taken  hold  of  the  people  of  Canada  and  of  Ontario  in 
particular,  that  they  are  simply  waiting  for  the  end  of 
the  war  or  the  completion  of  the  Chippewa  development  to 
heat  their  buildings  electrically  and  thus  entirely  do  away 
with  coal.  I  will,  however,  venture  one  prediction  which 
will  have  a  considerable  bearing  on  the  question  of  central 
healing,  or  rather  on  heating  in  general.  It  is,  that  within 
ten  years,  gas  and  coal  briquettes  will  replace  the  an- 
thracite and  bituminous  coal  now  used  and  that  the  gas  and 
the  briquettes  will  be  made  from  powdered  coal  sent  from 
the  mines  to  Hamilton  or  Toronto  or  London  in  pipes,  just 
as  oi!  is  now  pumped  from  Oklahaina  to  the  Atlantic  Sea- 
board. The  cost  of  the  gas  and  the  briquettes  will  be  less  than 
one-half  and  possibly  one-fourth  the  present  prices  for  gas 
and  coal.  What  the  situation  with  respect  to  the  central 
heating  will  then  be  is  left  to  your  imagination. 
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Transmission  Line  Practice— Construction 

and  Costs— Article  V. 


By  Lieut.  E.  T.  Driver  and  E.  V.  Pannell 


The  chief  problems  of  engineering  at  the  present  day  are 
economic  ones,  and  the  achievements  of  llio  science  arc 
worthy  of  note  only  where  a  true  economic  problem  has  been 
solved.  For  instance,  the  development  of  a  water-power  some 
three  or  four  hundred  miles  up-country,  its  transmission 
across  unpeopled  terrain,  and  delivery  at  a  centre  of  com- 
merce, whilst  effecting  a  technical  result,  cannot  be  classed  as 
an  engineering  achievement  unless  the  same  enert;y  will  turn 
the  wheels  of  industry  for  a  lower  Cll^t  than  any  other  means 
and  still  pay  interest  on  the  caiiital  mitlay  inxolved.  Power 
stations  have  been  very  highly  (lcvelo].)td  along  economic 
lines,  substations  still  more  so,  and  the  main  reason  why 
energy  wliieh  can  be  Iransniilted  200  miles  cannot  equally  well 
be  carried  500  is  simplx-  that  the  transmission  line  costs  too 
much. 

A  careful  study  of  the  different  factors  of  cost  in  trans- 
mission line  work  is,  therefore,  important,  and  the  time  when 
every  motor  will  be  turned,  every  lamp  lighted,  and  every 
train  operated  by  hydro-electric  energy  will  arrive  only  when 
the  cost  of  transmission  lines,  their  construction  and  opera- 
tion have  been  reduced  to  the  minimum. 

Briefly  summarized,  the  main  factors  in  the  cost  of  trans- 
mission line  are  as  follows: 

1.  Right  of  way — (a)  Easements  or  purchase;  (b)  clear- 
ing. 

2.  Surveys  and  engineering. 

3.  Material— (a)  Tower  steel;  (b)  conductors  and  ground 
wire;  (c)  insulators;  (d)  hardware  and  equipment. 

4.  Labor — (a)  Distributing  material;  (b)  digging  holes; 
(c)  setting  footings;  (d)  assemibling;  (e)  erecting;  (d)  setting- 
insulators;  (e)  stringing  wire  and  cleaning  up. 

5.  Interest. 

6.  Contingencies. 

The  right  of  way  item  is  necessarily  the  most  uncertain  of 
all  the  cost  factors;  in  some  cases  it  has  been  the  practice  to 
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16 — Prices  of  galvanized  steel  shapes  for  towers  during 
years  1912  to  1917 


expropriate  a  strip  of  terrain  from  50  to  100  feet  in  width  for 
the  whole  length  of  ithe  line.  In  the  case  of  one  very  large 
transmission  system  in  the  South,  an  average  of  .$11.42  per 
acre  was  paid  for  a  100  foot  wide  right  of  way  for  easements 
covering  the  right  to  erect  towers  and  to  patrol  and  maintain 
the  line.  This  cost  works  out  at  aljout  .$15  per  tower.  In 
another  similar  system  the  cost  of  similar  easements  amounted 


to  .$l,,200  per  mile,  which  figure  is  also  stated  to  cover  the  cost 
of  surveys  and  engineering.  Allowing  the  fairly  representa- 
tive figure  of  $500  per  mile  for  these  items,  the  actual  cost  of 
right  of  way  and  clearing  amounts  to  the  appreciable  figure  of 
about  $700  per  mile,  or  nearly  $80  per  tower.  Between  the 
above  two  examples  most  costs  of  right  of  way  will  be  found 
to  lie.  Necessarily  with  the  growing  appreciation  of  the  vital 
importance  of  cheap  electric  power  it  will  become  the  regular 
practice  for  legislative  assemblies  to  grant  an  act  of  eminent 
domain  to  all  bona  fide  power  transmission  systems  and  to  set 
a  maximum  price  on  land  particularly  where  it  is  being  held 
for  the  exploitation  of  the  power  company.  The  item  for 
clearing  will  generally  be  inversely  as  that  for  easements,  be- 
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-Prices  of  copper  transmission  cable  during  the  years  1912  to  191" 


cause  the  most  costly  right  of  way  will  be  that  across  cleared 
and  cultivated  country. 

Surveys  of  the  kind  necessarih-  for  power  transmission 
lines  are  frequently  effected  at  a  cost  of  $100  per  mile  or  less, 
whilst  subsequent  engineering  expenses  account  for  about 
$400  per  mile.  Naturally  much  depends  upon  the  extent  of 
the  system,  its  accessibility  and  the  type  of  countrJ^  It  will 
in  most  cases  be  found  that  tliese  figures  are  upon  the  high 
side  As  in  every  other  kind  of  field  work,  a  careful  and  per- 
haps costly  survey  may  save  se\  eral  lumdred  dollars  per  mile 
on  subsequent  operations. 

Turning  now  to  the  item  for  material,  the  most  important 
is  perhaps  tower  steel.  The  market  prices  of  small  galvan- 
ized steel  shapes  of  the  kind  used  for  transmission  towers,  cut 
and  punched  in  ">on-ton  lots,  liave  varied  somewhat  according 
to  the  curves  in  big.  JO.  A  great  diversity  of  shapes  in  the 
required  tonnage  would,  of  course,  involve  still  higher  prices 
than  these,  together  with  more  protracted  deliveries.  The 
difficulties  in  respect  of  steel,  together  witli  copper  and  alu- 
minium, have  been  not  only  the  prices,  but  the  scarcity,  of 
metal,  and  the  congested  state  of  the  mills.  Figures  17  and  18 
show  the  price  tendencies  in  copper  and  aluminium  conductor 
cables  during  the  last  six  years,  and  provide  sufficient  evi- 
dence that  ail  increase  in  power  rates  is  ne'cessary  if  hydro- 
electric encryy  is  still  to  be  generated  and  transmitted. 

In  the  early  days  of  the  war  it  was  customary  to  speak  of 
the  time  when  prices  would  return  to  "normal"  levels.  This 
unsound  economic  argument  has  since  been  exploded,  not, 
however,  before  scores  of  important  engineering  projects  had 
been  postponed  awaiting  the  return  to  "normar'  prices. 
Briefiy,  the  cheapening  of  the  gold  standard  has  appreciated 
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every  raw  commodity  by  100,  and  the  condition  will  probably 
obtain,  with  minor  market  fluctuations,  for  the  next  half  cen- 

Similar  comments  apply  to  the  situation  as  regards  labor 
and  construction  costs,  with  the  qualification  that  in  this  case 
economies  of  considerable  magnitude  can  be  effected  by  care- 
ful .ir-aiiization.  It  is  a  matter  of  experience  that  the  con- 
strucliMii  costs  for  the  extensions  to  a  transmission  system  are 
ceteris  paribus  lower  than  those  for  the  initial  undertaking, 
and,  with  the  collection  of  actual  working  data,  the  unfore- 
seen elements  can  be  reduced  to  a  minimum  and  costs  also 
diminished.  The  seven  items  of  cost  in  the  'iabor"  category 
for  six  different  transmission  lines  aggregated  as  follows: 
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Fis   18— Prices  of  aluminium  transmission  cable  during  the 
^'  years  1912  to  1917 

Per  tower. 

System  No.  1    $30.00 

System        2    •i2-25 

System  No.  3    ''9-39 

System  No.  4   54.81 

System  No.  5    59.24 

System  No.  6    G7.60 

Average    $55.55 

System  No.  3  was  over  very  unfavorable  country,  with  . 
considerable  guying  for  angles.  It  would  be  found  at  the 
present  time,  however,  that  this  figure  is  not  far  short  of 
being  representative,  and  that  $80  per  tower  is  not  an  un- 
reasonable estimate  for  the  construction  costs  associated  with 
wire  are  included  in  this.  The  actual  tower  construction  costs 
a  4,000-pound  structure.  Hanging  insulators  and  stringing 
are  estimated  as  follows: 

Cost  of  tower  steel,  galvanized,  punched,  and  bun- 
dled, per  pound   

Cost  of  distribution   20  cents 

Cost  of  digging  holes  35 

Cost  of  setting  footings   25 

Cost  of  assembling  40 

Cost  of  erecting  30 

  1.500 

Total  cost  of  tower  erected,  per  pound   8^/^  cents 

These  items,  it  will  be  seen,  are  all  dependent  upon  the 
quantity  of  material  to  be  handled,  and  are,  theretore,  best 
expressed  as  a  function  of  the  net  weight  of  the  tower  steel 
involved  in  the  line.  Setting  insulators  and  stringing  cables 
and  ground  wires  are  expressed  by  a  fairly  constant  figure  per 
tower: 

Hanging  insulators,  per  tower    * 

Stringing  wire  and  cleaning  up,  per  tower   13.00 

All  the  above  figures  have  been  arrived  at  by  a  study  of  a 


large  number  of  100,000-volt  installations  using  double  circuit 
three  cross-arm  towers,  spaced  about  8  to  10  per  mile.  No 
intention  is  implied,  however,  to  do  more  than  merely  outhne 
the  method  of  estimating,  because  the  adoption  of  pubhshed 
figures  for  serious  w^ork  would  be  disastrous. 

For  the  purposes  of  this  article  interest  during  construc- 
tion is  assumed  at  5  per  cent,  of  the  total  cost  of  material  and 
and  labor,  and  contingencies  may  be  considered  fully  taken 
care  of  by  an  equal  allowance.  Necessarily  the  first  item  will 
depend  upon  the  time  occupied  between  the  placing  of  the 
first  contracts  for  material  and  the  first  supply  of  power  over 
the  line.  It  will  be  lower  where  the  line  is  short  and  where 
construction  work  can  go  ahead  all  the  year  round.  The  con- 
tingencies item  amounts  to  a  safety  factor  to  cover  work  not 
anticipated  under  the  heading  of  surveys  or  engineering. 

It  will  be  interesting  to  investigate  the  estimated  costs  of 
material  for  a  twin-circuit  transmission  line  carrying  50,000 
kw.  at  110,000  volts,  60  cycles,  and  to  consider  particularly  the 
alternative  use  of  different  conductor  materials.    The  size  of 
cable  will  be  4/0  B&S  copper,  and  the  equivalent  size  in 
aluminium,  aluminium-steel,  and  copper-clad  steel.    In  Fig.  19 
have  been  worked  out  the  towers  for  these  four  cables  on  a 
600-foot  span.    It  will  be  seen  that  the  total  weight  of  steel 
per  mile  is  not  very  different  for  copper  or  aluminium,  but  is 
appreciably  more  for  aluminium-steel,  and  reaches  a  prohibi- 
tive quantity  in  the  case  of  copper-clad  steel.    The  reason  is 
that  these  two  latter  conductors  are  not  being  economically 
employed  at  a  span  of  600  feet,  and  if  these  cables  were  all 
compared  on  the  basis  of  1,000-foot  spans  the  higher  tensile 
conductors  would  show  up  more  favorably.     However,  in 
view  of  the  fact  that  copper-clad  calls  for  nearly  the  same 
height  of  tower  as  aluminium-steel,  whilst  the  tension  along 
the  line  is  twice  as  great,  the  towers  for  copper-clad  will 
always  cost  about  double  those  for  aluminium  steel.    If  there 
were  any  saving  on  the  conductor  material  itself  to  balance 


7.000  cents 


Aluminium-  Copper-clad 

Conductors.  Copper.  Aluminium,    steel.  steel. 

Size,  equivalent    4/0  4/0            4/0  4/0 

Maximum  sa;;,  feet    14.4  20.4             8.2  (.6 

Tower  lieight,  feet    G2.4  68.4           ;)6.2  -55.6 

Horizontal  load,  pounds  ..  15,000  10,500        2G,60O  4S,600 

Weight,  standard  tower  ...  4,700  4,150         6,700  12,300 

Weilht    special    7,050  6,210       10,000  18,400 

Span   feet   600  60O            600  600 

Total  steel  per  mile   .49,400  43,600        70,400  129,500 

Unit  price  erected,  cents...  854  8!^ 

Total  cost  per  mile,  dollars  4,200  3,700         5.980  11,000 

Fig.  19 — Towers  for  a  600-foot  span  with  different  conductors 

this  inequality  there  might  still  be  a  good  case  for  copper-clad 
for  regular  transmission  work  across  country,  but,  unfortu- 
nately, the  cost  of  this  type  of  cable  is  higher  than  any  other. 
It  must,  therefore,  be  considered  economically  unsuited  for 
the  purpose,  except  in  the  case  of  special  river  crossing  spans 
or  any  locations  where  the  conductance  is  of  little  or  no  im- 
portance so  that  a  relatively  small  conductor  can  be  selected. 

The  average  span  of  transmission  systems  ten  years  ago 
was  in  the  vicinity  of  400  feet.  This  value  has  gradually  ex- 
tended until  the  majority  of  long-distance  systems  are  now 
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being  coustructei.1.  with  spans  of  7A0  to  S0()  feet,  in  favorable 
country.  This  tendency  is  dictating  the  use  of  materials  of 
higher  tensile  strength,  such  as  aluminiuni-stcel,  which,  with 
the  relatively  small  sag.  call  for  a  short  tower.  The  tower 
will,  of  course,  he  heavier  for  its  height  than  a  structure  for 
copper  or  aluminium  cahles,  hut  with  long  spans  it  will  he 
found  that  the  net  weight  of  steel  will  he  less. 

Turning  from  materials  to  methods  of  construction  it 
should  he  mentioned  that  the  ahove  tower  costs  are  based 
upon  earth  stubs.  In  other  words  each  tower  leg  is  bolted  to 
a  heavy  angle  meml)er.  extending  some  six  or  seven  feet  into 
the  ground  and  terminating  in  a  steel  grillage.  As  a  standard 
footing  this  arrangement  is  used  with  success  on  the  majority 
of  the  high  tension  lines  now  in  operation.  Where  bad 
ground  is  encountered,  however,  the  concrete  footing  is  neces- 
sary, and  the  same  applies  to  crossing  towers,  and  where  any 
doubts  exist  as  to  the  nature  of  the  ground,  to  angle  and  dead- 
end tow-ers  also.  In  a  few  instances  a  complete  tower  line  has 
been  set  with  concrete  footings,  but  this  extra  cost  (usually 
of  the  order  of  $100  per  tower)  is  very  seldom  necessary  if 
the  possibilities  of  a  well-designed  earth  stub  are  carefully 
considered. 

Stringing  wire  is  a  rapid  process  in  good  country  where 
a  team  can  be  employed,  but  is  more  troublesome  with  only 
manual  labor.  It  is  customary  to  provide  the  foreman  of  the 
stringing  gang  with  a  table  of  sags,  and  these  are  sometimes 
worked  to.  to  the  exclusion  of  the  dynamometer.  Now, 
although  it  is  important  to  string  with  the  correct  sag,  the 
dynamometer  should  not  be  neglected,  because  it  affords  an 
opportunity  to  take  the  flexibility  out  of  the  cable  by  pulling 
right  up  to  the  elastic  limit  and  then  letting  it  gradually  down 
to  the  required  tension.  It  is  certain  that  if  this  practice  were 
regularl}'  followed  out  there  would  be  less  need  for  re-string- 
ing lines. 


Canadian  Railways  Using  Women  Conductors 

As  the  difficulty  increases  of  keeping  male  employees  as 
electric  railway  conductors,  Canadian  roads  will  doubtless 
find  it  necessary  to  substitute  women  for  this  work.  In  cer- 
tain localities  conditions,  of  course,  are  not  favorable,  but  in 
others  the  experiment  has  proved  very  successful.  One  ex- 
ample is  that  of  the  Nova  Scotia  Tramways  and  Power  Com- 
pany, who  are  employing  something  over  20  women  conduc- 
tors at  the  present  time.  Regarding  their  efficiency,  Mr.  H.  R. 
Mallison,  managing  director  of  the  company,  writes  as  fol- 
lows: 

"We  have  approximately  23  women  working  as  conduc- 
tors, and  their  services  are  what  might  be  termed  reasonably 
satisfactory.  -We  have  had  them  employed  in  this  capacity 
long  enough  to  be  able  to  judge  as  to  their  ability,  and  we 
firmly  believe  that  if  the  women. are  desirous  of  doing  the 
work,  and  will  take  the  proper  interest  therein  there  is  no 
doubt  that  they  can  discharge  the  duties  fully  as  efficiently  as 
the  average  man.  Amongst  the  women  employed  by  this 
company  there  are  six  or  seven  whom  we  consider  as  efficient 
in  every  respect  as  any.  of  the  men  we  employ. 

"I  am  under  the  impression  that  at  the  outset  a  number 
of  the  women  who  took  up  the  work  did  so  without  realizing 
the  difficulties  of  the  position,  and  during  the  severe  winter 
weather  they  were  physically  unfit  to  stand  the  strain;  others 
took  up  the  work  more  in  the  nature  of  a  lark,  and  were  care- 
less and  negligent  in  the  performance  of  their  duties,  indul.g- 
ing  in  a  great  deal  of  skylarking  with  passengers  on  the  cars, 
and,  as  a  result,  were  dismissed  within  a  short  time.  Difficulty 
was  also  experienced  in  impressing  upon  a  number  of  the 
women  the  absolute  necessity  of  being  on  time  to  take  over 
the  cars  and  of  advising  the  car  starters  of  their  inability  to 
return  for  duty.  With  those  who  remain  in  the  employ  at  the 
present  time  the  majorty  of  these  difficulties  have  been  over- 


come, and,  as  I  before  stated,  w-e  find  some  of  them  are 
eciually  as  efficient  and  reliable  as  the  men,  and  with  others 
the  main  difficulty  is  their  physical  inability  to  handle  the 
work.  I  believe  that,  with  the  improved  weather  conditions, 
the  difficulty  in  this  direction  will  be  very  considerably  re- 
moved, and  that  we  shall  have  as  much  satisfaction  from  the 
employment  of  women  conductors  as  we  have  from  the  em- 
ployment of  men." 


B.  G.  E.  R.  Go.  After  Domestic  Business 

In  our  last  issue  we  described  the  plan  of  campaign  of  the 
city  of  Winnipeg  electrical  department  to  place  more  house- 
hold equipment.  The  -British  Columbia  Electric  Railway  Co. 
also  started  their  campaign  for  the  sale  of  electrical  appliances 
early  this  spring.  In  the  week  commencing  January  1.5  they 
put  on  an  electric  washing  machine  campaign,  and  gave  daily 
demonstrations  at  their  main  salesroom;  also  one  of  the  elec- 
trical dealers  demonstrated  the  machines  in  his  windows.  The 
company's  four  outside  selling  agents  followed  up  the  pros- 
pects obtained  at  the  demonstrations  and  also  made  house-to- 
house  canvass  in  the  better  class  districts,  with  the  result 
that  they  sold  six  machines  during  the  week  and  fourteen 
more  since  then— nearly  $.-5,000  worth  of  business  in  washing 
machines  already  this  year.  They  have  also  this  year  featured 
suction  cleaners  and  electric  ranges  in  their  advertising  and 
solicitation,  with  very  good  results.  Outside  agents  are  paid 
on  a  salary  plus  commission  basis. 

We  print  below  copy  of  a  letter  which  -was  mailed  two 
or  three  days  before  the  agent's  call  during  the  summer 
months  last  year,  and  which  resulted  in  excellent  business  in 
grill-stoves  in  districts  wdiere  gas  for  cooking  was  not  avail- 
able. The  agents  found  that  they  were  given  a  chance  to 
demonstrate  the  appliance  in  nearly  ever3^  case,  and  state 
that  the  results  of  a  house-to-house  canvass  can  be  greatly 
increased  by  such  a  letter  at  very  little  additional  cost.  The 
campaign  was  under  the  supervision  o'f  Mr.  Edmund  E. 
Walker,  sales  engineer. 

Letter  Preceding  Agent's  Call 

Dear  Madam : 

Within  the  next  .1  Days  our  representative  will  be  in  your 
neighborhood  demonstrating  in  the  homes  of  our  consumers 
a  most  useful  household  appliance  know-n  as  the  Electric 
Grill-stove. 

Your  name  is  included  on  his  list,  and  we  hope  you  will 
make  it  convenient  to  grant  him  a  few  minutes  of  your  time. 

He  w-ill  explain  the  indispensable  uses  to  which  this  elec- 
tric table  stove  can  be  put.  You  will  be  surprised  when  you 
see  liow  easy  it  is  to  execute  small  cooking  operations.  How. 
in  fact,  the  whole  of  your  cooking  can  be  done  quickly  and  in 
an  entertaining  manner  sliould  guests  call  to  see  you. 

He  will  also  tell  ^ou  almtit  our  easy  payment  plan,  where- 
by you  can  own  one  of  these  appliances  with  a  very  small  im- 
mediate cash  outlaj^ 

We  feel  sure  yon  will  find  the  demonstration  an  interest- 
ing one,  and  take  this  opportunity  of  thanking-  j-qu  in  antici- 
pation for  granting  a  short  interview. 

Your  truly. 

Edmund  E.  Walker. 

Sales  Engineer. 


Ganadian  Electrical  Association  Meeting 

Tlie  Managing  Committee  of  the  Canadian  Electrical  As- 
sociation have  decided  that  their  annual  meeting  this  year 
shall  lake  the  form  of  a  one-day  stricth'-husiness  session,  to 
be  held  some  lime  during  the  latter  half  of  June.  It  has  not 
been  settled  whether  the  meeting  will  be  held  in  Quebec,  Ot- 
tawa, or  Toronto,  but  this  will  lie  determined  within  the  next 
few  days  by  a  letter  vote  of  \hc  members  of  the  association. 


May  I.  lt»18 

Teach  Children  to  Respect  Dangling  Wires 

Winnipeg,  Man.,  April  11),  1918. 
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The  Montreal  Tramways  Commission 

I'rof.  L.  A.  Herdt,  of  McGill  University,  electrical  engi 


.lit. 


ir  Electrical  .\'e\vs: 
1  have  read  with  much  interest  your  comments  on  your 
corresp.)n.lcnt's  suggestion  as  to  advisability  of  teaching  chil- 
dren in  the  public  schools  the  necessity  of  refraining  from 
touching  any  wires  dangling  in  the  streets,  I  have  passed 
this  along  to  Dr,  Mclntyre,  superintendent  of  the  Winnipeg 
I'ublic  Schools  Board,  urging  him  to  endeavor  to  carry  this 
out.  We  have  in  the  past  had  regrettable  instances  of  the 
danger  of  touching  broken  wires  in  this  city.  In  some  cases 
iliese  have  resulted  in  fatalities,  and  the  wonder  is  that  a 
hirger  number  of  fatal  accidents  have  not  taken  place,  as  I 
know  personally  of  quite  a  few  instances  where  2,300-volt 
wires  have  been  burnt  off  and  have  been  found  hanging  in 
the  streets,  and  constables  and  other  officials  of  the  city  have 
attempted  to  handle  these,  with  the  very  best  intentions,  no 
iloubt,  but  with  miraculous  escape  from  receiving  serious 
shocks.  I  trust  that  your  suggestion  will  meet  with  general 
approval,  and  that  it  will  be  carried  out  in  a  practical  manner. 
I  am. 

Yours  truly, 

F,  A,  Cambridge, 

City  Electrician, 


Packard  Electric  Changes 

A  change  in  the  management  of  the  Packard  Electric 
Company,  T^td,,  St,  Catharines,  Ont,,  has  taken  place  during 
the  past  mtjiith,  Mr.  George  C,  I\ough,  who  has  been  secre- 
tary and  sales  manager  of  the  company  for  a  number  of  years, 
has  been  elected  president,  and  their    chief    engineer,  Mr. 


neer;  Mr.  John  S.  Archibald,  architect,  and  Judge  St,  Cyr,  oi 
the  Court  of  Sessions,  have  been  appointed  members  of  the 
Montreal  Tramways  Commission,  Prof,  Herdt  was  the  con- 
sulting expert  of  the  original  commission  which  enquired  into 
the  conditions  which  resulted  in  a  new  agreement  for  a  fresh 
franchise  being  concluded  between  the  Tramways  Company 
and  the  city,  and  he  was  also  a  member  of  the  valuation  com- 
mittee of  the  commission  which  fixed  the  capital  value  of  the 
company.  He  is  a  member  of  the  electrical  commission  which 
has  the  charge  of  designing  and  constructing  the  civic  con- 
duits. 

The  new  contract  is  for  3.3  years,  and  the  commission  has 
jurisdiction  over  all  the  company's  lines  or  any  of  its  subsid- 
iaries, so  far  as  finances,  operation,  extension,  and  disputes 
are  concerned.  The  powers  are  very  extensive,  and  cover  the 
entire  range  of  the  company's  working,  financial  as  well  as  the 
operating  end.  One  of  the  first  subjects  to  be  discussed  will 
be  that  of  fares,  which  can  be  modified  by  the  commissioners. 

The  members  of  the  commision  are  appointed  for  ten- 
year  terms,  but  can  be  removed  by  the  Lieutenant-Governor- 
in-Council  for  cause,  and  either  the  company  or  city  of  Mont- 
real can  demand  the  removal  of  any  commissioner  for  fraud, 
corruption,  and  refusal  to  fulfill  in  good  faith  his  duty,  by 
means  of  quo  warranto  proceedings. 


Mr.   George  C.  Rough 

b'rank  T.  Wyman,  vice-president,  lioth  to  act  as  joint  mana- 
gers of  the  company, 

Mr.  R,  B,  Hamilton,  who  has  been  president  and  manag- 
ing director,  has  been  relieved  of  his  duties  in  order  that  he 
may  devote  his  entire  time  and  attention  to  war  contracts  in 
connection  with  the  Packard  I'use  Company.  Ltd, 


Promoting  Better  Relations  with  the  Public 

In  its  desire  to  promote  good  relations  with  the  i)ublic 
and  effect  a  clearer  understanding  of  the  utility  problems,  the 
Winnipeg  Electric  Railway  Company  has  established  a  pub- 
licity department  which  will  be  under  the  direction  of  H,  C, 
Howard,  formerly  on  the  staff  of  the  W'innipeg  Free  I'ress, 
In  connection  with  this  publicity  department  it  is  the  inten- 
tion of  the  company  to  issue  a  publication  which  will  take 
the  form  of  a  pamphlet,  and  distrilnite  same,  as  regularly  as 
they  are  published,  through  the  medium  of  the  street  cars. 
This  publication  will  provide  a  closer  and  more  direct  means 
of  communication  I)etween  the  company  and  its  patrons,  and 
it  IS  expected  will  be  instrumental  in  improving  relations  l)e- 
tween  the  company  and  the  employees,  helping  them  in  the 
discharge  of  their  difficult  duties  to  the  public.  Matters  of 
pul)lic  interest  will  be  discussed  in  the  columns  of  the  paper, 
and  from  the  frank  talks  which  will  appear  therein  from  time 
to  time  it  is  expected  a  greater  degree  of  confidence  and 
good-will  between  the  company,  its  employees,  and  the  public 
will  be  attained. 


Plans  arc  in  progress  tor  a 
the  city  of  .Shcrl)r.)okc,  Que, 


new  ilistributmg  station 


The  Problem  of  Service 

Mr,  .\.  ().  Uawson,  vice-president  and  general  nuinager  nt 
the  Canadian  Cottons  Company,  Ltd.,  was  the  speaker  at  the 
Montreal  electrical  luncheon  on  .\pril  10,  His  talk,  on  "The 
Problem  of  Service,"  was  a  consideration  of  the  duty  of  ser- 
\ice  to  our  fellow-men,  in\olving  sacrifice  of  lite,  time,  and 
wealth,  .\11  progress,  he  remarked,  was  accompanied  by  tin- 
sacrifice  of  men.  The  only  method  by  which  men  could  .gel 
away  from  self-centered  living  was  by  sacrifice,  and  the  onl\ 
way  by  which  they  could  develop  their  better  selves  was  by 
serving  others.  The  men  who  thus  serv  ed  their  fellows  must 
exercise  patience,  and  must  not  be  surprised  if  their  efforts 
were  not  always  appreciated.  In  commenting  on  the  war,  Mr, 
Dawson  said  that  the  time  might  come  when  Germany  would 
recognize  that  the  ,Allies  were  serving  Germany  i)\  this  con- 
flict. There  would  never  be  peace  in  this  world  until  the 
nations  got  together  in  the  spirit  of  helping  one  another,  and 
not  with  the  idea  of  crushing  nations.  The  spirit  of  service 
engendered  a  feeling  of  optimism  and  brou.glit  joy  into  the 
Ifvcs  of  lliosc  who  served  as  well  as  those  who  benefited. 
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A  Letter  from  the  "Field"— Mr.  Rufus  Earle 
with  the  Army  in  France  Describes 
Some  of  His  Experiences 

Our  Turonto  electrical-contractor  readers  and  many 
others  throughout  the  province  will  be  glad  to  know  that  Mr. 
Rufus  Earle,  one-time  secretary  of  the  Toronto  Electrical 
Contractors'  Association,  has  gone  through  two  years  of  use- 
ful experience  in  Europe  and  is  still  hale  and  happy.  Mr. 
Earle,  it  will  be  remembered,  left  Canada  with  Colonel  S.  S. 
Sharpe's  regiment.  Apparently  he  was  having  an  hour  or 
two  off  duty  on  March  10  last,  and  possibly  was  a  little  bit 
homesick,  for  on  that  date  he  wrote  his  brother  Gordon  a 
long  and  most  interesting  letter,  which  we  are  privileged  to 
reproduce,  in  part,  below.  In  one  place  he  says:  "Mail  from 
home  is  eagerly  looked  forward  to,  and.  if  you  only  realized 
how  much  the  news  about  friends  in  Canada  is  appreciated 
and  the  news  about  what  is  going  on,  I  am  sure  that  every- 
one -would  write  more  freciuently."  Now,  can't  you,  friend 
reader,  spare  him  a  half-hour  of  your  pen  and  ink?  The  fol- 
lowing are  the  extracts  from  his  letter: 

"In  the  Field,  March  10,  1918. 
"The  last  few  days  the  weather  has  been  glorious,  and 
quite  warm,  but,  of  course,  we  must  expect  some  bad  weather 
yet.  I  was  at  the  Vimy  Ridge  scrap  on  April  9,  last  year,  and 
the  weather  for  two  or  three  days  before  and  on  the  Easter 
Monday  morning,  when  the  attack  was  launched,  and  for  a 
couple  of  days  afterwards,  was  terrible — cold,  with  sleet,  snow, 
and  rain.  The  morning  of  the  attack  however,  the  gods  were 
with  us,  and  the  heavy  sleet  storm  was  blowing  rig'ht  in  Fritz's 
face.  He  had  been  expecting  the  attack  every  morning  for 
about  three  weeks,  and  had  been  standing-to  every  morning; 
but  on  Easter  Monday,  when  his  lookouts  saw  the  weather 
condition  "they  must  have  decided  that  there  would  be  no 
attack  that  day,  and  gone  back  to  bed,  because  he  was  taken 
completely  by  surprise.  All  through  March,  and  until  about 
the  15th  of  April,  1917,  the  weather  was  very  cold,  but,  follow- 
ing that,  it  was  beautiful.  The  fall  of  the  year  is  also  beastly 
weather.  I  was  at  the  scrap  at  Passchendaele  Ridge,  before 
Ypres,  in  Belgium,  in  October  and  November,  1917,  and  the 
rain  was  almost  incessant,  and  the  roads  and  paths  almost  im- 
passable. "Duck-boards,"  or  latticed  sidewalks,  had  to  be  laid 
on  the  ground  to  facilitate  the  passage  of  the  troops,  the 
rations,  and  the  ammunition  up  to  the  line.  I  have  actually 
seen  a  mule  track  through  the  mud  made  of  9.3  in.  howitzer 
shells  (unexploded  ammunition),  laid  on  their  sides,  and  form- 
ing a  corduroy  road,  over  which  the  pack  animals  walked. 
Lord  knows  what  a  shell  of  that  size  costs,  but  it  is  the  big- 
gest gun  outside  of  the  big  long-range  guns  situated  away 
back. 

"My  trip  to  Paris  was.  the  experience  of  a  lifetime,  and  I 
only  want  to  see  more  of  this  country  before  the  opening  of 
another  new  year.  To  take  the  fourteen  days'  leave,  which  is 
the  period  now,  requires  about  1,000  francs,  and  I  have  not 
nearly  that  much  on  my  pay  book.  Prices  have  gone  up  tre- 
mendously over  here.    Rof)ms  at  hotels  are  remarkably  cheap. 


and  you  can  get  really  first-class  accommodation  for  from 
to  7  francs  a  night  (roughly,  30c  to  a  franc),  but  food  is  very 
expensive;  also  tobacco,  etc.  For  leave  in  France  you  hav( 
to  pay  your  own  fare  on  the  railways  after  you  leave  the  zone 
of  the  armies,  but  the  fare  for  soldiers  is  remarkably  cheap 
The  military  travel  third-class,  and  the  fare  for  a  man  in  uni 
form,  whether  French  or  allied,  is  about  5  centimes  a  mile,  or 
about  ^  cent.  Coming  back  from  Paris  to  Amiens  we  slipped 
it  over  their  eye,  and  bought  first-class  militarj'  tickets.  I  do 
not  know  what  the  distance  is,  but  we  roce  first-class  on  a 
fast  train  from  11.40  p.m.  to  4.44  a.m.  for  3  francs  40  centimes 
each,  or  about  63c  each.  The  rate  for  civilians,  however,  is 
jiot  cheap. 

"The  Bosche  bombing  planes  were  over  our  vicinity  last 
night  and  the  r.ight  before,  for  the  first  time  in  about  tliree 
weeks,  but  tliey  did  not  come  anj^'here  near  us.  There  is  no 
moon  at  the  present  time;  the  new  moon  doesn't  start  unt;i 
the  13th.  I  suppose  we  will  have  him  back  as  soon  as  the 
bright  moonlight  niglits  come  again.  I  never  mind  him  as 
long  as  I  am  in  company  or  in  bed.  However,  I  have  to  work 
every  night  until  about  9  o'clock,  and  when  the  moon  rises 
early  and  I  am  alone  in  the  office  and  busy  when  he  comes, 
over,  it  is  not  very  pleasant.  However,  it  is  all  in  the  game, 
and  the  chances  of  him  hitting  are  very  small.  He  came 
near  enough  one  night  about  three  weeks  ago  to  let  us  see 
the  upheaval  caused  by  the  explosion  of  the  bombs  in  an  adja- 
cent field,  and  to  hear  the  bombs  swishing  down  through  the 
darkness.  However,  when  he  gets  that  close  they  generally 
get  the  searchlights  focussed  on  him  and  then  start  at  him 
with  the  "Archies"  (anti-aircraft  guns)  and  the  machine 
guns,  which  generally  turn  him  away  from  us.  The  heavy 
60-pound  aerial  bomb  is  a  fearsome  thing,  and  does  tremen- 
dous damage.  There  have  been  casualties  in  camps  on  both 
sides  of  us,  but  up  to  the  moment  we  have  escaped  scot-free. 
We  have  an  aerodrome  right  alongside  our  camp,  wdiich  at- 
tracts his  attention.  Yesterday  one  of  the  planes  came  in 
and  made  a  safe  landing,  after  having  been  riddled  with  ma- 
chin-gun  bullets  through  the  body  of  the  car,  the  propeller 
and  the  tail,  and  after  the  pilot  had  received  three  bad  leg 
wounds.  I  hear  that  it  was  brought  in  by  the  observer.  They 
!iad  been  attacked  in  the  air  by  eight  Bosche  planes,  and, 
after  bringing  one  of  the  Bosche  down,  had  to  run  for  it,  and 
escaped  in  comparative  safetJ^  It  was  a  smart  piece  of  work. 
Another  chap  came  back  yesterday.  He  was  40  miles  away 
from  the  drome  and  30,000  feet  in  the  air  when  his  engine 
.gave  out,  and  he  was  forced  to  plane  for  it,  with  his  engine 
just  running  hy  fits  and  starts,  and  for  some  considerable  in- 
tervals he  was  without  the  engine  at  all.  and  he  got  home, 
making  a  perfex:t  landing.  To-day,  being  a  fine  day,  the  air 
has  been  full  of  planes  all  day.  I  couldn't  sleep  in  my  tent 
this  afternoon  for  the  constant  roar  of  their  engines.  The  half 
of  this  war  will  never  be  told. 

"t  often  think  that  I  would  like  to  be  home  again,  re- 
counting some  of  my  experiences  out  here,  and  the  things  I 
■have  seen,  but  some  are  so  horrible  that  thej-  are  best  for- 
gotten Of  course,  there  is  always  the  houmorous  side,  and 
a  sense  of  Inimrir  is  a  saving  grace  out  here.     One  of  the 
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strong  i.unUs  on  N'lmy  Kidge  held  l)y  the  Germans  was  La 
Folic  Wood.    You  have  no  doubt  read  and  will  remember 
the  names  of  the  strong  points  held  in  that  battle  which  cost 
so  many  Canadian  lives— 'La  Folie  Wood/  'La  Folic  Farme,' 
•Ecole  Commune,'  'Bois  de  Chaudiere,'  etc.    'Folie'  Wood  is 
contracted  by  the  Canadian  Tommy  to  'Foley's  Wood,'  and  a 
chap  said  in  our  battalion  one  day  when  we  were  going  over 
the  ridge  to  go  in  the  line,  which  was  at  that  time  about 
three  miles  in  advance  of  the  ridge:  'I  have  one  ambition  in 
life,  and  that  is  to  see  old  man  I'oley  come  back  and  try  and 
run'  that  farm.'    When  you  remember  that  the  craters  made 
by  our  heavies  are  so  close  that  the  lips  run  into  each  other; 
that  the  whole  area  is  covered  with  ruined  cement  machine- 
gun  posts  and  barbed  wire,  twisted  iron,  and  that  tons  of 
une.xploded  explosives  lie  beneath  the  surface  flf  the  ground 
in  'dud'  shells,  you  will  realize  the  humor  of  the  saying.  That 
is  one  of  the  mysteries  out  here.    Where  are  all  these  people 
whose  names  are  so  familiarly  used  by  us  every  day  in  speak- 
ing of  farms,  houses,  etc.?    Can  you  imagine  them  coming 
back  to  these  scenes  of  desolation  where  once  they  lived  and 
labored  at  peace,  and  to  the  homes  where  they  were,  pos- 
sibly, born  and  educated^    It  is  pathetic  to  see  civilians  come 
back  to  a  ruined  town  after  this  is  made  possible  by  a  British 
advance.    It  is  also  pathetic  to  see  with  what  tenacity  some 
cling  on  to  their  homes  and  little  shops  and  estaminets,  even 
under  heavy  shell  fire,  and  will  not  leave.  You  see  houses  still 
unoccupied  without  a  pane  O'f  glass,  the  window  frames  being 
filled  with  sand  bags  to  protect  the  inmates  against  flying  bits 
of  shrapnel  and  shell  casing— houses  where  every  night  the 
owners  sleep  in  the  cellar,  and  where  they  take  refuge  in  the 
cellar  every  time  the  shelling  starts,  and  still  they  refuse  to 
move.    I  have  seen  farming  going  on  under  shell  fire,  the 
peasant— and  sometimes  it  is  a  woman— calmly  driving  the 
plow,  apparently  oblivious  to  all  else  but  the  duties  of  getting 
in  the  crop. 

"In  a  little  village  at  whith  we  were  billeted  near  Lens 
some  time  last  year,  myself,  our  regimental  quartermaster- 
sergeant,  the  company  sergeant-major  of  'D'  Company,  and 
one  or  two  others,  were  sitting  in  the  kitchen  of  an  estaminet 
having 'a  bottle  of  white  wine,  when  a  Bosche  heavy  shell 
whizzed  up  a  nearby  lane  and  exploded  about  four  or  five 
hundred  yards  back  of  us.    The  old  man  and  the  old  woman 
immediately  beat  .for  the  cellar,  and  the  daughter  followed 
them  in  the  rear,  bearing  a  lamp  and  the  cash  box,  and  left 
us  all  sitting  there.    The  desolation  in  France  that  I  have 
seen,  however,  is  as  nothing  compared  to  the  horror  of  Bel- 
gium.   The  destruction  of  Ypres  is  indescribable.     By  the 
way,  while  I  was  up  in  Belgium  I  saw  the  famous  White  Cha- 
teau, where  the  notorious  Von  Hissing  used  to  live  at  one 
time'.    Belgium  is  well  named  the  graveyard  of  the  Canadians, 
and  we  left  some  of  our  best  boys  there,  but  the  Canadians 
made  history  there,  when  others  had  failed.    War,  as  it  is 
played  out  here,  is  a  very  modern  and  up-to-date  institution. 
Within  fifty  yards  of  where  I  sit  is  a  cinema  theatre,  which 
will  seat  500,  and  which  runs  two  shows  every  night,  Sundays 
included.    This  afternoon— Sunday— there  was  a  boxing  tour- 
nament held  there.    A  few  hundred  yards  more  down  the  road 
is  another  theatre,  of  about  the  same  size,  where  a  concert 
party  of  about  30  members  is  putting  on  shows  nightly.  The 
battalion  has  started  work  on  their  farm,  and  have  every  pro- 
mise of  lots  of  fresh  vegetables  this  summer,  if  we  are  not 
rudely  disturbed  by  the  Hun,  while  some  of  the  officers  have 
had  bulbs  planted  around  their  huts,  between  the  outer  wall 
of  the  hut  and  the  4-in.  wall  of  sandbags  which  surrounds  it. 
the  intervening  space  being  filled  with  earth,  which  forms  the 
garden.    Football  matches  are  played  by  neighboring  imperial 
troops  on  our  front  lawn  almost  daily.    Do  not  imagine  that 
the  troops  are  badly  fed.    Our  menu  for  to-day.  which  is  a 
fair  sample  of  what  we  get  in  mess  regularly,  was:  Breakfast 
—Porridge,  bacon  and  egg,  toast,  marmalade,  and  lea.  Din- 


iicr— Roast  beef,  mashed  potatoes,  cauliflower,  rice  pudding, 
and  tea.  Supper— Boiled  ham,  mashed  potatoes,  pie,  and  tea. 
Such  things  as  condensed  milk,  sugar,  margarine,  and  butter, 
which  are  very  scarce  in  England,  are  well  supplied  to  the 
troops.  Of  course,  this  is  the  sergeants'  mess,  where  a  con- 
siderable amount  is  expended  in  extra  rations  each  month,, 
but  the  m*en  fare  well,  also — much  better  than  could  be  ex- 
pected." 


Toronto  Electrical  Contractors'  Association— 
Don't  Miss  the  May  Meeting— Important 
Matters  are  Coming  Up 

The  monthly  meetiirg  of  the  Toronto  Electrical  Contrac- 
tors' Association,  held  in  the  Walker  House  on  April  4,  was 
one  of  the  most  successful  of  the  year.  President  Mclntyre, 
who  has  just  returned  from  a  meeting  of  the  National  Asso- 
ciation executive  in  Detroit,  announced  that  arrangements 
had  been  concluded  with  the  National  Association  of  Electri- 
cal Contractors  and  Dealers  whereby  the  Toronto  association 
could  purchase  certain  of  their  data  sheets  for  distribution 
among  the  members.  Mr.  W.  C.  Peet,  chairman  of  the  Na- 
tional Association,  was  very  cordial  in  extending  an  offer  of 
co-operation. 

A  letter  was  read  from  the  secretary  of  the  British  Col- 
umbia Association  of  Electrical  Contractors  and  Dealers  with 
particular  regard  to  the  affiliation  of  Canadian  associations 
with  the  new  National  Association.  This  question  is  being 
followed  very  closely  by  the  officials  of  the  Toronto  Electrical 
Contractors'  Association.  Mr.  Mclntyre,  just  having  returned 
from  the  National  Executive  Committee  meeting  at  Detroit, 
spoke  at  some  length  on  the  Goodwin  plan,  reading  the  defini- 
tion of  the  Goodwin  plan,  with  comments,  laying  particular 
stress  on  the  fact  that  the  movement  is  now  under  way,  and 
•■hat  it  is  being  continued,  principally  through  trade  journals 
and  trade  organizations,  and  noting  the  various  statements  as 
to  individual  and  organization  responsibility  in  the  industry. 
The  Goodwin  plan,  which  was  fully  outlined  in  the  Electrical 
News  of  December  1  and  December  15,  1917,  is,  briefly,  as 
follows : 

THE  GOODWIN  PLAN 
A  campaign  of  education,  conducted  princi- 
pally through  trade  papers,  trade  organizations, 
and  other  channels,  to  co-ordinate  the  various  in- 
terests in  the  electrical  industry,  and  to  bring 
them  together  in  harmonious  action  so  that  there 
may  be  established  retail  distribution  of  electrical 
materials  at  fair  prices  to  the  consumers,  and  with 
a  fair  profit  to  all  parties  taking  part  in  the  trans- 
action. 

Mr.  Mclntyre  pointed  out  that  since  it  is  becoming  gen- 
erally recognized  that  the  "ills  of  the  industry"  lie  outside  the 
circle  oi  any  one  organization  or  of  any  one  locality,  there- 
for*' it  would  seem  that  a  corrective  movement  must  be 
national  and,  in  fact,  international  in  scope,  so  far  as  Canada 
and  the  United  States  are  concerned. 

Frequent  calls  for  expressions  of  opinion  by  the  mem- 
bers were  met  with  unanimous  and  enthusiastic  response, 
definitely  showing  that  this  is  just  what  the  local  contractors 
and  dealers  need  and  just  what  they  want.  The  General 
Electric  Company  has  been  asked  to  supply  150  copies  of  the 
booklet.  "The  Bridge,"  which  will  be  distributed  to  members 
and  to  others  of  the  local  branches  of  the  industry'. 

In  response  to  a  telegram  from  President  Mclntyre,  a 
telegraphic  message  from  Mr.  W  illiam  L.  Goodwin  to  the 
meeting  was  read:  "Best  wishes  successful  meeting  Toronto 
local  contractors'  association.  Trust  information  gained  at 
Detroit  meeting  will  enable  you  to  direct  the  energies  of  your 
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associiition  alonj;  a  Imo  wluch  will  result  in  the  benclit  of 
memhers.    Shall  be  iileaseil  to  lend  iiiy  assistance." 

A  message  of  thanks  to  Mr.  Goodwin  for  his  ofTer  of 
assistance  was  proposed  and  an  ot'licial  invitation  extended  to 
him  to  come  to  Toronto  at  the  first  opportunity  to  help  along 
the  movement  in  this  district.  Delinite  steps  in  this  direction 
are  being  taken, 

A  notice  of  an  ainendnient  to  the  constitution  was  re- 
ceived which  will  separate  the  offices  of  the  secretary-trea- 
surer and  provide  for  three  members  at  large  of  the  exectitive 
committee,  making'  the  execntive  committee  seven  in  number. 
This  change  in  the  organization  should  result  beneticially. 

It  has  been  reported  that  the  ll\ dro-Electric  Power 
Commission  electrical  inspection  department  will  discontinue 
electrical  inspection  in  the  Xorthern  Ontario  district,  and 
the  president  was  authorized  to  take  up  this  matter  with  the 
commission,  to  the  end  that  no  discrimination  regarding  in- 
spection lie  allowed  in  different  parts  of  the  provnce,  and 
that  there  should  be  no  laxity  in  the  requirements. 

The  question  of  licensing  has  been  dropped  for  the  pres- 
ent, as  the  Toronto  Electrical  Contractors'  Association  is 
opposed  to  any  local  law.  The  policy  of  the .  association  as 
adopted  will  lead  up  to  an  endeavor  to  obtain  a  provincial  act 
at  the  next  session  of  the  legislature. 

The  labor  question  was  discussed  at  great  length,  and  a 
general  advance  to  the  men  was  conceded  as  only  fair.  The 
negotiations  with  the  men  have  proceeded  during  the  time 
that  has  elapsed  since  the  meeting  of  April  4,  and  a  settle- 
ment has  now  been  reached  which  will  be  announced  at  the 
jiext  meeting. 

The  question  of  ha\'ing  a  chartered  accountant  as  auditor 
was  taken  up,  and,  upon  the  recommendation  of  the  presi- 
dent, was  adopted  unanimously.  Tt  is  desired  to  maintain  a 
strict  business  policy  concerning  the  funds  of  the  association, 
and  this  is  undoubtedly  a  step  in  the  proper  direction. 

Nominations  for  Officers 

Mr.  Kenneth  A.  Mclntyre  was  nominated  for  president 
and  the  nominations  immediately  and  unanimously  were 
voted  closed.  Mr.  Harry  Hicks,  for  vice-president,  was  ac- 
corded the  saine  treatment. 

The  nominations  for  secretary  and  treasurer  were  de- 
ferred until  the  next  meeting — May  3 — owing  to  the  proposed 
separation  of  these  offices.  Mr.  E.  A.  Drury  was  nominated 
for  the  executive  committee,  and  further  nominations  will  be 
rnade  at  the  next  meeting,  when  the  elections  are  to  be  held. 

Ring  binders  for  use  in  preserving  the  data  sheets  to  be 
issued  by  the  association  were  distributed  to  the.  members, 
at  a  price  of  $1.30  each. 

It  is  the  intention  of  the  association  not  only  to  distri- 
bute the  blue  data  sheets  of  the  National  association,  but  also 
to  get  out  special  sheets  of  local  interest  from  time  to  time. 

The  next  meeting  is  at  the  Walker  House.  May  S,  at  7.30 
p.m.  sharp,  at  which  the  elections  are  to  be  held  and  the  com- 
plete report-given  on  the  wage  negotiations  with  the  men. 


Westmount  Made  a  Good  Showing 

In  the  annual  report  of  the  city  of  Westmount,  P.Q., 
signed  by  Mr.  George  W.  Thompson,  general  manager,  refer- 
ence is  made  to  the  results  of  the  electric  light  department  for 
the  year  ending  October  .31,  1917.  The  total  earnings  were 
.$1.50, .563.23,  of  which  $134,797  were  derived  from  electric  cur- 
rent sold,  $13,210  from  electric  supplies  sold,  and  $2. .513  from 
rental  of  conduits.  Operating  expenses  totalled  .$90,459.  and. 
after  deducting  bond  interest,  sinking  fund,  etc.,  and  reserving 
$22,084  for  depreciation,  a  net  profit  of  .$lS.(;o;!  is  left.  The 
report  states  that  at  the  opening  of  the  year  the  department 
was  faced  with  an  increased  cost  in  operating.  It  was,  there- 
fore, quite  evident  that  if  the  usual  good  showing  was  to  be 
maintained  it  would  be  necessary  to  secure  new  business. 


'1  hat  this  was  accomplished  is  evidenced  by  the  increased  out- 
put ol  l.i  per  cent.  The  electric  cooking  has  proved  a  great 
success  for  the  department,  as  well  as  for  the  user.  One  hun- 
dred ranges  have  been  installed.  The  laying  of  underground 
conduits  was  only  carried  on  in  the  lanes  that  were  being  per- 
manently paved. 

The  Bell  Telephone  Company  has  continued  the  work  of 
placing  their  wires  underground  and  the  removal  of  the  poles 
and  wires  from  the  streets.  The  destructor  plant  has  con- 
tinued to  give  excellent  results.  During  the  year  17,639  tons 
of  household  refuse  and  383  domestic  animals  have  been  con- 
sumed therein.  The  health  department  has  been  given  a  credit 
of  $8,338  for  heat  value  of  refuse  consumed. 


Tfie  Clemens  Electrical  Corporation 

The  Clemens  Electrical  Corporation  of  Canada,  Hamil- 
ton, Ont.,  have  placed  on  the  market  a  new  electric  soldering 
outfit  which  is  claimed  to  revolutionize  the  method  of  solder- 
ing. These  tools,  made  in  several  sizes,  are  known  commer- 
cially as  the  "J.  C."  tools.  They  differ  from  others,  in  that 
the  current  does  not  flow  until  the  twin  terminal  touches  the 
work  to  be  heated.  The  terminals  are  of  carbon,  which  almost 
immediately  develops  a  very  high  temperature — up  to  3.300 
degrees  C.  As  soon  as  the  operation  is  completed  and  the 
tool  taken  from  the  work  the  current,  of  course,  ceases  to 
flow,  as  the  circuit  is  open.  The  same  company  manufacture 
a  copper-pointed  iron  which  is  heated  on  the  same  principle — 
that  is.  the  circuit  is  closed  by  allowing  the  iron,  operated  by 
a  spring,  to  come  in  contact  with  the  two  carbon  points. 
When  this  contact  has  been  made  it  is  said  to  take  less  than 
a  minute  to  heat  the  copper  ready  for  work.  This  iron  cUn 
also  be  used  as  a  two-prong  soldering  tool  by  simply  remov- 
ing the  tip.  These  tools  are  practically  fool-proof,  in  that 
there  is  nothing  to  burn  out  and  that  the  only  parts  requirng 
to  be  renewed  are  the  carbon  contacts.  The  company  has 
distributed  an  attractive  booklet  which  illustrates  and  de- 
scribes their  equipment. 


Trade  Consolidation 

An  interesting  example  of  after-war  trade  organization 
in  the  engineering  industry  is  shown  by  the  well-known  firm 
of  Dick,  Kerr  &  Co.,  Ltd..  the  development  of  whose  busi- 
ness organization  during  the  war  has  been  such  as  to  place 
this  firm  in  an  exceedingly  strong  position.  For  manv'  years 
past  Dick.  Kerr  &  Co.  have  occupied  a  leading  position  as 
contractors  for  the  construction  and  equipment  of  electric 
railways  and  tramways,  waterworks,  factories,  etc.  with  a 
general  engineering  works  at  Kilmarnock  and  large  works  at 
Preston  for  the  manufacture  of  steam  turbines,  electrical  ma- 
chnery,  and  electric  lamps.  Recently  they  have  also  taken 
over  the  control  successivelj'  of  the  old-established  business 
of  Willans  &  Robinson.  Ltd,,  of  Rugby,  well  known  as  build- 
ers of  steam  turbines  and  Diesel  engines,  and  of  the  United 
Electric  Car  Company.  Ltd,,  of  Preston,  prominent  manu- 
facturers of  railway  and  tramway  rolling  stock;  and.  in  addi- 
tion, have  completed  a  joint  manufacturing  and  selling  ar- 
rangement with  the  Phoenix  Dynamo  Manufacturing  Com- 
pany, Ltd..  of  Bradford,  in  regard  to  certain  classes  of  stan- 
dardized electrical  machinery.  One  etTect  of  this  unique 
combination  of  engineering  interests  is  that  while  the  com- 
bined techtiical  and  manufacturing  knowled.ge  of  the  associ- 
ated lirms  will  be  available  for  all.  j'et  each  works  can  confine 
its  output  to  those  products  for  which  it  is  best  equipped. 
Under  centralized  direction  the  Dick.  Kerr  organization,  with 
its  extensive  home  and  foreign  connection  will  be  available 
for  the  associated  businesses,  to  the  e\'ident  advantage  of  all. 
Some  idea  of  the  magnitude  of  the  combined  undertaking 
may  be  gathered  from  tlie  fact  that,  roughly.  20.000  people 
are  employed  by  the  firm  to-day. 
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The  "Sanitary"  Mixer 

The  illustration  herewith  shows  the  Arnold  Sanitary 
M.xer  now  being-  rtistrbuted  .n  Canada  by  R.  E.  1.  I  nngle 
I  td  In  addition  to  the  claim  that  it  ,s  clean  and  sanitao.  . 
i:  said  that  it  wUl  nux  drinks  in  one-tl.rd  of  the  tnye  re.un^ 
by  any  other  machine;  that  none  ot  the  contents  ot  the  xes.el 
is  ever  spattered  about,  ar 


that  the  ingredients  are  more 


thoroughly  mixed-none  adhering  to  the  sides 
On  this  account  it  is  claimed  that  the  Arnohl 
itself  in  economies  effected. 


of  the  glass, 
will  pay  for 


lure  is  the  appointment  room,  fitted  up  with  easy  chairs  and 
generally  made  very  comfortable. 

To  Manufacture  Ferro-Silicon 

V  plant  for  the  manufacture  of  ferro-silicon— a  new  in- 
dustry-is being  erected  at  l^eaupre.  P.Q.  The  building  con- 
sists of  one  storey,  and  is  to  be  built  of  brick  and  steel,  ihe 
main  furnace  room  will  be  50  x  160  feet,  and  will  contain 
three  iS-phase,  3,000  kw.  furnaces.  There  are  to  be  nine  1,000 
kv  a  transformers,  which  will  be  supplied  by  the  Moloney 
Flectric  Company  of  Canada  Ltd.  A  substation  is  to  be  built 
The  crusher  room  and  storage  sheds  will  cover  an  area  of 
TO  x  200  feet.  A  large  electric  traveling  crane  will  be  installed 
111  the  main  building. 

Mr.  E.  A.  VVallberg,  of  Montreal,  who  is  largely  inter- 
ested in  the  Laurentian   Power  Company,  of  Seven  Falls, 
several  miles  below  Beaupre,  is  at  the  head  of  the  project, 
and  Mr  James  Ruddick,  also  of  Montreal,  is  manager  ot  the 
new  concern.    The  plant  was  designed  by  Mr.  J.  M.  Robert- 
son, consulting  engineer.  Montreal.    The  company  has  a  large 
contract  with  the  Imperial  Munitions  Board,  for  the  manu- 
facture of  ferro-silicon,  and  it  is  expected  that  the  plant  will 
be  in  operation  within  three  months'  time,  with  a  daily  output 
,   of  36  tons,  and  employing  a  staff  of  one  hundred  or  more. 
The  contract  for  the  steel  to  be  used  in  the  building  has  been 
awarded  to  the  Eastern  Canada  Steel  Company.    The  electric 
power  will  be  supplied  by  the  Laurentian  Power  Company. 
Beaupre,  the  site  of  the  plant,  is  a  short  distance  below  Que- 
bec City,  on  the  line  of  the  Quebec  Railway,  Light,  Heat, 
and  Power  Company. 


A  Heavy  Duty  Plug 

Harvey  Huljbell,  Inc..  have  designed  the 
polarized  attachment  plug  illustrated  herewith 
tended  to  be  used  interchangeably 


ith 


heavy  duty 
which  is  in- 
Ihe  Hubbell  line  of 


Laco-dalite  to  Fit  All  Standard  Reflectors 

The  Canadian  Laco-Philips  Cmpany  is  putting  on  the 
market  a  glass  product  under  the  trade  name  of  -Laco-dalite." 
•■Laco-dalite"  is  simply  .§las.s  chemically  treated  and  made  to 
ht  standard  sizes  and  shapes  of  all  reflectors  on  the  market. 
It  is  equipi)ed  with  holders  permitting  it  to  be  easily  attached 


heavy  duty  polarized  wall  and  flush  receptacles.  It  is  rated  a 
660  watts,  2,50  volts.  The  base  is  constructed  of  porcelain  and 
the  cap  is  orass  covered  for  protection  against  Yf'"^:,!," 
knife  blade  contacts  are  strongly  constructed,  the  blad 
being  at  right  angles  to  each  other  to  eHect  polanzat  on. 
making  the  plug  desirable  for  use  ,n  connection  with  instru- 
ments or  other  apparatus  where  absolute  polarization  ,s  .c- 
(juired. 

Show  and  Demonstration  Room 

With  a  view  to  more  adequately  displaying  ^^l^ctnc  and 
gas  appliances,  for  which  they  have  a  large  sale,  the  Montreal 
Lght  Heat.,  and  Power  Consolidated  have  opened  an  ex  - 
sive  show  and  demonstration  room  in  the  old  Og.Ky  Lull  - 
ing, St.  Catherine  Street  West,  Montreal.  Ihe  enure  lowe 
floor  has  been  remodelled,  the  front  windows  also  being  util- 
ized for  showing  various  fixtures  and  appliances  and  for  a 
model  room.  Prior  to  planning  the  space,  similar  depa  t- 
ments  of  many  of  the  largest  companies  m  Canada  and  the 
United  States  were  visited,  and  some  of  the  ideas  have  been 
incorporated  in  the  laying  out  of  the  new  showroom.    A  fea- 


to  such  reflectors.  The  manufacturer  believe  the  glass  will 
be  largely  used  for  display  purposes  in  department  stores  and 
for  industrial  lighting  where  cdor  values  or  accurate  mea- 
surements will  be  required. 
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Canadian  Drill  and  Chuck  Company 

Mr  llarlcy  \\  .  Moi\lcu  has  hi-cii  appointed  niaiiager  of 
the  i-'anadian  Drill  ami  (.  luuk  Company,  and  is  now  in  com- 
plete charge  of  this  company.  They  have  added  several  new 
departments,  and  have  a  line  line  of  service  boxes  and  motor 
starters.  Tliere  will  he  a  big  improvement  in  the  service,  and 
all  of  the  lines  will  he  guaranteed. 


Manufacturers'  Catalogues 

Numerous  trade  catalogues  issued  by  the  larger  Ameri- 
can and  Canadian  industrial  firms  are  so  elaborate  in  pictorial 
and  descriptive  detail  as  to  partake  almost  of  a  text-book 
character.  In  many  technical  schools  these  have  been  found 
to  be  almost  a  necessary  adjunct  to  the  class  text-book,  in 
fact.  The  Information  Department,  Vocational  Ofifice  for 
Ontario.  Invalided  Soldiers'  Commission,  185  Spadina  Avenue, 
Toronto,  desires  to  obtain  at  once  literature  of  this  character 
for  placement  where  it  will  do  most  good,  and  this  journal  is 
glad  to  pass  the  pointer  along. 


To  Conserve  N.  S.  Water  Powers 

Following  recent  conferences  between  Mr.  J.  B.  Challies, 
superintendent  of  the  Dominion  Water  Power  Branch  and 
the  Nova  Scotia  Water  Power  Commission,  there  was  intro- 
duced in  the  Legislature  of  Nova  Scotia  recently  a  compre- 
liensive  water  power  bill  declaring"  the  ownership  of  the 
crown,  in  the  right  of  the  province,  of  all  water  and  water 
power  in  Nova  Scotia,  and  providing  for  administrative  regu- 
lations to  be  approved  by  the  governor-in-council.  The  legis- 
lation as  introduced  is  considered  to  be  comprehensive  and 
timely,  and  should  greatly  assist  in  the  conservation  and  use 
of  the  many  favorably  located  undeveloped  water  powers  in 
\ova  Scotia. 


New  Books 

Telegraph  Practice — by  John  Lee,  M.A.,  late  deputy  chief 
inspector  of  telegraph  and  telephone  traffic,  London;  Long- 
mans, Green  &  Co.,  London,  publishers;  price  $1.  This  book 
is  an  attempt  to  outline  the  fundamentals  of  telegraph  prac- 
tice in  such  a  way  as  to  indicate  differences  in  methods  as 
adopted  by  different  administrations.  The  chapter  headings 
are  as  follows:  The  Acceptance  of  Telegrams  from  the  Pub- 
lic; the  Centralizing  of  Telegraph  Traffic;  Telegraph  Instru- 
ment Rooms;  Telegraph  Instruments;  the  Telegraph  Organ- 
ism; the  Delivery  of  Telegrams;  Press  Telegrams;  Telegraph 
Tariffs;  the  Future  of  Telegraph  Practice.  100  pages;  size, 
5x7  inches. 

Theory  and  Operation  of  Direct-Current  Machinery — by 
Cyril  M.  Jansky,  B.S.,  B.A.,  associate  professor  of  electrical 
engineering,  University  of  Wisconsin;  McGraw-Hill  Book 
Company,  Inc.,  New  York,  publishers;  price  $2.50.  This  work 
is  prepared  to  meet  the  needs  of  students  with  a  limited 
mathematical  training.  Only  the  more  elementary  principles 
and  methods  are  used,  sufficient  to  explain  the  quantitative 
relations  of  the  physical  quantities  involved  in  the  theory  of 
a.  c.  machines.  The  following  chapter  headings  indicate  the 
scope  of  the  work:  Fundamental  Magnetic  Principles;  Elec- 
tromagnetism;  Electromagnetic  Induction;  Units  of  Measure- 
ment; Transformation  of  Energy;  The  Continuous-Current 
Generator  and  Motor;  The  Magnetic  Circuit  of  the  Direct- 
Current  Dynamo;  Armatures;  Uses  of  Electrical  Energy; 
Types  of  Dynamos;  Commutation;  Operating  Characteristics 
of  Generators;  Operation  and  Care  of  Generators;  Operating 
Characteristics  of  Motors;  Operation  of  Three-wire  Systems; 
Selection  and  Installation  of  Dynamos.  Well  illustrated;  277 
pages;  green  cloth;  size  6x9  inches. 


Personals 

Mr.  R.  J.  Swain,  for  the  last  12  years  electrician  for  the 
City  of  St.  Boniface,  Man.,  has  been  elected  an  associate 
member  of  the  Canadian  Society  of  Civil  Engineers. 

Mr.  Arthur  Gaboury,  superintendent  of  the  Montreal 
Tramways,  has  been  the  recipient  from  the  French  Govern- 
ment of  the  Blue  Ribbon  of  Officer  of  the  Academie.  It  is 
bestowed  as  recognition  of  his  activities  in  the  interests  of 
French  workmen  in  Montreal. 


Obituary 

Mr.  Charles  Fleetford  Sise,  chairman  of  the  Bel^  Tele- 
phone Company  and  of  the  Northern  Electric  Company,  Ltd., 
and  a  pioneer  in  Canadian  electrical  industries,  died  in  Mont- 
real on  April  9,  after  three  days'  illness.  He  was  84  years  of 
age.  The  cause  of  death  was  pneumonia,  resulting  from  a 
severe  chill  contracted  during  an  automobile  ride.  Mr.  Sise 
was  born  in  Portsmouth,  N.H.,  was  originally  a  captain  in  the 
mercantile  marine,  and  later  was  engaged  in  the  fire  insur- 
ance business.  In  1879  he  came  to  Canada  from  Boston  and 
organized  the  Bell  Telephone  Company,  this  being  an  amal- 
gamation of  various  independent  concerns.  Mr.  Sise  was  ap- 
pointed managing  director,  and  in  1890  became  president,  a 
position  he  held  until  1915,  -when  he  resigned  on  account  of 
advancing  years,  and  was  appointed  chairman  of  the  board  of 
directors. 

Under  Mr.  Sise's  direction  the  Northern  Electric  and 
Manufacturing  Company  was  formed  in  1895,  and  four  years 


The  Late  Mr.  C.  F.  Sise 


later  the  Wire  and  Cable  Company  was  organized,  both  these 
concerns  manufacturing  equipment  for  the  Bell  Company  and 
also  for  private  customers.  In  19i:?  the  two  companies  named 
were  amalgamated,  under  the  title  of  the  Northern  Electric 
Company,  Ltd. 

Canada  undoubtedly  owes  a  great  deal  to  Mr.  Sise  for  his 
untiring  endeavors  to  develop  the  telephone  and  also  for 
establishing  large  electrical  industries,  giving  employment  to 
thousands  of  people.  The  important  position  Canada  holds 
to-day  in  the  telephone  field  is  largely  due  to  Mr.  Sise's 
efforts.  He  is  survived  by  Mrs.  Sise  and  also  leaves  two 
daughters  and  three  sons— Mr.  C.  F.  Sise,  Jr.,  general  manager 
of  the  Bell  Telephone  Company;  Mr.  E.  F.  Sise.  president  of 
the  Northern  Electric  Company,  and  Capt.  Paul  F.  Sise  .gen- 
eral manager  and  vice-president  of  the  Northern  Electric 
Company,  who  is  at  present  in  New  York  with  the  British 
Recruiting  Mission. 
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PHILLIPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
THE  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows.- 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor 210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250  000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power.  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE.— Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  094  in  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt  .21  ir..    Thickness  of  lead  sheath,  .15  in.    Overall  diameter. 

2  60  .  J  • 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 
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Current  News  and  Notes 


Edmonton,  Alta. 

Letters  patent  lia\o  been  issued  to  tin-  Unilectric  Company 
of  Canada,  Ltd.:  head  office,  lulniontun,  Alta.;  capital  stock. 
$20,000.  Chester  McMann  is  at  the  head  of  the  company, 
which  is  empowered  to  carr\-  on  the  Imsiiiess  of  electrical  and 
nieclianical  eiis^ineers,  electricians,  contractors,  and  maniifac- 
iiirers  ami  to  deal  in  electrical  .yoods,  hoth  wholesale  and  re- 
tail. 

Guelph,  Ont. 

'i'he  annual  report  of  the  Guelph  light  and  heat  depart- 
ment shows  a  total  revenue  of  $100,:e88  in  the  electrical  de- 
partment, with  operating  expenses  of  $S.'),:i8:.'  and  net  surplus 
of  S;;). '?()(■<  after  pnniding  for  depreciation  and  interest. 
Grand'Mere,  P.Q. 

The  Laurentide  Power  Company  have  under  considera- 
tion the  installation  at  Crand'Mere.  P.Q..  of  three  additional 
units  of  2().nni)  h.p.  each,  making  the  total  capacity  180,000  h.p. 

Kingston,  Ont. 

The  Kingston  Utilities  Cominission  have  adopted  power 
rates  of  2.4,  1.7  and  .1.5  cents  instead  of  the  old  rates  of  :;,  2  and 
1  cent  per  kw.  hour. 

London,  Ont. 

Instructions  from  the  Militia  Department  to  give  flour 
mills  tirst  consideration  recently  rendered  it  necessary  for  the 
T^ondon.  ()nt.,  hydro  department  to  turn  over  :iOO  h.p.  to  a 
new  mill  in  that  city.  As  a  result  it  has  been  found  necessary 
to  arrange  a  schedule  under  which  the  various  factories  of  the 
city  will  close  one  hour  each  day.  The  city  is  divided  into 
ei.g:ht  areas,  and  one  area  will  be  without  power  each  hour  of 
the  working  daj'. 

Montreal. 

.According  to  the  statement  hy  Mr.  J.  E.  Aldred.  the  pre- 
sident, the  Laurentide  Power  Company  will  probably  increase 
the  cajjacity  of  the  plant  to  180.000  h.p.,  for  which  it  was  de- 
si.^ned. 

Sir  Lomer  Gouin  has  announced  the  personnel  of  the 
Montreal  Tramways  Commission  as  follows:  President,  Judge 
St.  Cyr,  .of  the  Court  of  Sessions,  Montreal;  engineer,  Louis 
A.  Herdt.  professor  of  Electrical  Engineering  at  McGill  Uni- 
versityarchitect,  John  S.  Archibald,  Montreal. 

Eugene  F.  Phillips  Electrical  Works,  I-^td., .  Montreal, 
have  received  an  order  from  the  Postmaster-General's  De- 
l^artment  of  the  Australian  Commonwealth  for  about  a  mil- 
lion feet  of  paper  insulated  lead  covered  telephone  cable. 
This  is  believed  to  be  the  first  order  from  this  stnirce  which 
has  been  placed  in  Canada.  The  company  have  also  receixed 
an  order  for  paper  insulated  lead  covered  dou'ble  steel  tape 
armoured  telephone  cable  from  the  Union  Government  of 
South  Africa. 

Mr.  K.  A.  Koss,  consulting  engineer,  Montreal,  has  been 
appointed  by  the  Quebec  Government  one  of  the  commission- 
ers of  the  city  of  Montreal.  He  is  one  of  live  wdio  have 
charge  of  the  civic  government.  The  appointment  came  as  a 
surprise  to  Mr.  Ross,  who  was  named  without  being  con- 
sulted. He  is  a  past  vice-president  of  the  Canadian  Society 
of  Civil  Engineers  and  a  member  of  the  American  Institute 
of  Electrical  Engineers.  Mr.  Ross,  who  was  formerly  a  mem- 
ber of  the  firm  of  Ross  &  Holgate,  is  well  known  in  the  elec- 
trical field,  particularly,  in  connection  with  the  Ontario  Hydro- 
Electric  Commission,  and  the  development  and  distribution 


of  power  at  .Viagara  Falls.  Lately  he  has  taken  a  great  inter- 
est in  the  work  of  the  Honorary  Advisory  Council  for  Scien- 
tific and  Industrial  Research,  especially  in  relation  to  the 
utilization,  commercially,  of  the  large  Ijodies  of  lignite  in  the 
West. 

Quebec. 

Another  storage  dam  is  to  be  erected  by  the  Quebec 
Streams  Commission,  of  which  Mr.  O.  O.  Lefebvre  is  chief 
engineer.  This  dam  will  be  at  Lake  Brule,  ten  miles  from 
Beaupre,  P.Q.,  and  sixteen  miles  northeast  of  the  hydro-elec- 
tric plant  of  the  Laurentian  Power  Company,  on  the  St.  Anne 
River.  The  dam  will  give  additional  water  power  to  this 
company.  The  scheme  consists  of  a  stone-filled  wooden  dam, 
335  feet  long  at  the  crest,  and  two  small  earth  dams.  The 
pressure  face  of  the  wooden  dam  will  be  at  an  incline  of  4o 
degrees.    The  dam  will  rest  on  solid  rock. 

Regina,  Sask. 

Superintendent  Bull  of  the  I\egina  electric  department 
reports  a  good  sale  of  electric  ranges.  At  the  time  of  the 
annual  exhibition  last  summer  the  department  inaugurated  a 
special  campaign,  and  since  that  date  about  70  ranges  have 
been  installed  in  residences. 

Sydney,  N.S. 

The  Dominion  Coal  Company  Sydney.  X.S.,  contemplate 
se\  eral  extensions  and  improx  ements  to  their  electrical  equip- 
ment during  the  summer  months.  A  central  station  is  to  be 
erected  at  Xew  Waterford.  and  from  this  point  transmission 
lines  will  l)e  run  to  the  locations  requiring  current.  It  is  ex- 
pected that  electricity  will  also  replace  steam  for  haulage 
purposes. 

Vancouver. 

The  W'estern  Power  Company  of  Canada,  which  on  Feb- 
ruary 1st  last  took  over  the  property  of  the  Western  Canada 
Power  Company,  reports  an  improvement  for  1917.  The 
revenue  increased  from  $3.59,350  to  $331,793,  a  gain  of  $27.98 
per  cent.  During  the  year  the  expenditure  was  $58,638  on 
completion  of  power  plant  Iniilding,  installation  of  equipment, 
e.xtension '  to  transmission  and  distribution  systems,  etc. 


Trade  Publications 

C.  G.  E,  Publications — Bulletin  Xo.  4:;4l().  "Light  for  the 
Clothing  industry."  and  Bulletin  Xo.  45103  .\,  "G.  E.  Type  TL 
Transformers";  lioth  well  illustrated. 

Condulet  Suggestion — Xo.  ;.'0,  l)y  the  Crouse-Hinds  Com- 
pany of  Canada,  descriliing  more  particularly  the  use  of  con- 
dulet bodies  and  outlet  cnxers  in  the  installation  of  panel 
boards.  An  actual  illustration  is  portrayed  showing  the  won- 
derfully neat  and  workmanlike  job  that  can  be  turned  out 
with  the  proper  use  of  condulets. 

Safety  Switches — Safety  auto-lock  switches  are  described 
and  illustrated  in  some  detail  in  special  publication  Xo. 
1585-A,  just  issued  by  the  Krantz  Mfg.  Company.  Inc..  of 
Brooklyn,  X.Y.  These  switches  are  designed  for  use  on  cir- 
cuits wherever  the  ordinary  knife  switch  may  be  applied. 
They  are  especially  designed  for  safety,  it  being  absolutely 
impossible  to  touch  the  live  parts  regardless  of  the  position 
of  the  switch  or  of  the  door.  They  are  particularly  adapted 
for  use  in  steel  mills,  factories,  mines  and  other  similar  loca- 
tions where  men  are  employed  who  have  no  practical  know- 
ledge of  electricity. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Work»,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Salei  Offices  and  Branch  Warehouies: 
501  Merchant!  Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG  „ 
Notthweetern   Engineering  and  Supply   Co.,   Ltd.,  CALOAKY 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator] 
Segments 


THERE  is  a  special  Mica- 
bond  insulation 
pared   for  every 
condition. 


pre- 
electrical 


Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B/P's 
or  samples  and  let 
us  figureyour  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,  Ind. 

Address  Dept.  D. 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


kyanized 

Cross  Arms,  Poles, 
a/id  Ties  are 

protected  from  decay. 

Manufactured  in  our  own  plant 
from  carefully  selected  stock 
write  for  samples  and  particulars 


Founded  1852 


PORTLAND.  MAINE 


'A 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 
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WANTKD-  UiailMiifii  willi  cxpcriciuc  on 
liiinsfonncrs,  induction  motors,  or  direct  current 
midlines.  Apply  stating  experience  and  salary 
expected,  to  IU)x  7S1,  Klectrical  News,  Toronto 

nil 


Cable  For  Sale 


ST4i:  lbs.  ■  l.OtW.OOO    CM.    Triple    Hvaid  W'acco 

Cable.  •jr>tH>  feet. 
ItMl  lbs.  r.t)(\0(X>  CM.  Trii.Ic  liraid  Wacco  (.  able, 

17r>5  feet. 

."Subject  to  inunediate  delivery  and  prior  sale. 
l>ox  No.  70",  Electrical  News,  Toronto.  F 


Accident  Prevention  Hints 

l.iiic  cniK-itnu-tiiin  and  repair  work  art- 
(lone  liy  liiu-nicn  reporting-  to  licadciuar- 
ters.  'riu-.-ii'  linemen,  working-  on  .street 
liglitin.t;-  circuits  or  other  circuits  which 
imist  he  interrupted  for  them,  should  he 
adequately  protected  against  the  possi- 
Mlity  of  the  switch  heing  inadvertently 
rloMy.1.  Because  of  the  fact  that  there  is 
no  regular  operalor  in  attendance  this 
prohlein  is  difficult,  hut  the  following-  so- 
lution is  suggested,  after  a  trial  of  a 
nuinl)cr  of  years  in  several  sub-stations: 

.\  leather  envelope  is  used  as  a  tag  to 
he  hung  on  the  switch  controlling  the 
circuit  to  he  protected.  On  one  side  of 
tliis  envelope  is  printed  the  customary 
warning  that  men  .are  working  on  the 
circuit.  Within  tl-ie  envelope  is  a  card 
properly  arranged  to  receive  full  informa- 
tion as  to  the  time  the  tag  is  placed  and 
removed  from  the  circuit,  for  whom  it  is 
so  placed  and  for  what  purpose.  The 
workman  wishing  to  be  protected  makes 
his  record  on  the  card  and  hangs  and 
removes  the  tag  himself.  Two  or  more 
.gangs  working  on  the  circuit  at  the  same 
time  have  equal  protection,  the  last  one 
to  clear  from  the  circuit  removing  the  tag. 

Lightning  Arresters 

Aluminum-cell  lightning  arresters  have 
been  very  generally  used  for  a  number  of 
years  for  the  protection  of  distribution 
and  transmission  lines.  They  have  been 
found  to  be  highly  efficient  qnd  require 
little  attention,  while  it  has  been  the 
prevailing  opinion  that  their  use  intro- 


duces a  negligible  hazard.  A  recent  fatal 
accident  involving  one  of  these  arresters 
is  worthy  of  attention. 

It  was  found  upoii  investigation  that 
the  charging  mechanism  was  so  arranged 
as  to  make  it  possible  to  leave  it  in  the 
charging  •  jjosition,  the  charging  contacts 
being  found  closed  when  the  investigation 
was  made.  Evidently  the  mail  who  had 
charged  it  ten  hours  earlier  had  left  it 
on  charge.  The  temperature  of  the  oil 
had  slowly  risen  until  the  film  had  dis- 
integrated, allowing  a  rush  of  current 
and  an  arc,  which  exploded  the  oil  in 
one  of  the  tanks  and  tripped  out  the  cir- 
cuit. The  operator  at  the  source  end  of 
the  1  ine  restored  the  circuit  after  a  lapse 
of  one  minute,  which  was  customary. 
Al)out  four  minutes  from  this  time  the 
second  tank  exploded,  with  the  result 
mentioned.  The  lessons  to  be  learned 
from  this  incident  are: 

(a)  Alum  inuni  cell  arresters  under  cer- 
tain conditions  become  a  grave  accident 
hazard. 

(b)  Charging  mechanism  should  be  so 
arranged  as  to  make  it  impossi1)le  to 
leave  the  arrester  on  charge. 

(c)  Frequent  checks  should  be  made 
to  determine  the  amount  of  current  pass- 
ing through  the  arrester  when  charging. 
— N.E.L.A.  Bulletin. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 


for    Immediate  Delivery 


H.P. 

Phase 

Cycle  Volts 

.Speed 

Maker 

50 

3 

25  550 

720 

Westg. 

40 

3 

25  550 

750 

C.  G.  E. 

40 

.3 

25  550 

710 

Westg. 

35 
.SO 

3 

25  550 

720 

Westg. 

3 

25  550 

710 

Swedish 

26 

3 

25  2000 

900 

C.  G.  E. 

20 

3 

25  550 

710 

Westg. 

20 

3 

25  550 

500 

C.  G.  E. 

15 

3 

25  550 

750 

C.  G.  E. 

10 

3 

25  550 

750 

C.  G.  E. 

10 

3 

25  5.50 

720 

Westg. 

7J- 

3 

i  3 

25  550 

720 

Westg. 

75^ 

25  550 

750 

C.  G.  E. 

5 

3 

25  550 

1440 

Excelsior 

4 

3 

25  550 

1400 

Excelsior 

.3 

25  550 

750 

C.  G.  E. 

2 

3 

25  550 

1400 

Excelsior 

Write  Us  for 

Prices 

H.  W.  PETRIE,  Limited 

NOTICE 

New  Equipment 
at  Low  Prices 


GENERATORS 

1—300  K.V.A.,  60  cycle, 
2,200  volt,  3  phase. 

1—275  K.V.A.,  25  cycle, 
6,600  volt,  3  phase. 

1—100  K.V.A.,  60  cycle, 

550  volt,  3  phase. 
1—17  K.W.,  250  volt  D.C. 
1—40  K.W.,  250  volt  D.C. 

Direct  connected  to  engine. 
3—100  K.V.A.,  25  cycle. 

Transformers  S.P- 

13,200  to  6,600/2,200. 


Motors  All  Types 

Immediate  Delivery 


Front  St.  We»t 


Toronto,  Ont.  TORONTO 


E.  A.  LOWRY 
209  King  St.   .  GUELPH,  ONT. 

■1^^    PROCURED  IN  ALL 

I      ^  COUNTRIES 
mgrn^   LONG  EXPERIENCE 

IN  PATENr  LITIGATION 

I    SEND  FOR  HAND  BOOK 

■ATE 

RIDOUT  &  MAYBEE 

59  Yonge  Street 

CANADA 


ATE NTS 


PHONI 

MAIN 
-  2S82 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


May  1,  I'JIS 


THE    ELECTRICAL  NEWS 


45 


Ready  for  Immediate  Delivery 


ALTERNATING  CURRENT 

K.W.,  General  Electiic,  o 
phase,  60  cycle,  23(X)  volt  gen- 
erator, type  GTB,  form  D,  com- 
plete with  switchboards. 

1—200  KW.,  3  phase,  GO  cycle,  1100 
volt.  General  Electric  generator, 
type  GTB,  form  D,  speed  600. 

1--4.W  K.V..\.,  2.300  volt,  Allis- 
Ghalnicrs.  20<)  speed,  3  phase,  60 
cycle  generator,  2  years  old,  good 
for  direct  connection  for  engine 
drive  or  water  wheel  drive. 

1 — 100  H.P.  new  Westinghouse  mo- 
tor, 3  phase,  60  cycle,  550  volt, 
90O  speed. 

1-100  H.P.,  new  General  Electric, 
3  phase,  60  cycle,  440  volt,  720 
speed,  slip  ring,  complete  for 
heavy   starting  duty. 

1—50  H.P.  new  General  Electric, 
440  volt,  1200  speed,  3  phase,  60 
cycle,  slip  ring  motor. 

1—  50  11.  P.  General  Electric,  220 
volt,  000  speed,  type  I,  form  L. 

2—  50  H.P.  new  Allis-Chalmers,  550 
volt,  3  phase,  60  cycle,  900  speed 
motors. 

MOTOR  GENERATOR  SET 
1—40  KW.,  125  voft,  General  Elec- 
tric, 720  speed,  type  CL,  form 
B,  6  pole  generator,  connected 
on  one  sub  base  to  a  60  H.P., 
3  phase,  60  cycle,  2080  volt,  720 
speed,  type  M,  form  C,  Fort 
Wayne  inotor  in  Al  condition 
and  comiilete.  Three  bearmg 
machine. 


DIRECT  CURRENT 
100  H.P.,  110  volt,  Holtzer-Cabol 
D.C.    motors,    550    r.p.m.,  full 
commutators. 

1—10  KW.,  125  volt,  lUillock,  KHI 
speed,  marine  set.  rlircct  con- 
nectefl  on  one  sul)  base  l<j  a 
Westinghouse  vertical  engine. 

1—50  KW.,  125  volt.  General  Elec- 
tric, 280  speed,  type  MP  gen- 
erator, direct  connected  to  an 
11  X  12  vertical  marine  type  en- 
gine. 

1— .300  KW.,  .500  volt,  D.C.  General 
Electric   generator,  400  r.p.ni. 

1— 56j-i  KW.,  125  volt  Westing- 
house,  800  speed,  type  M  gen- 
erator, complete  and  in  Al  con- 
dition. 

1_80  KW.,  125  volt,  Crocker- 
Wheeler,  750  speed,  type  CCD 
generator. 

1—90  KW.,  110  volt.  General  Elec- 
tric, 690  speed,  type  CL,  6  pole, 
form  B  generator. 

1_300  KW.,  550  volt.  General 
Electric,  400  speed,  type  MP 
generator,  D.C. 

BOILERS 

3—300  H.P.  Holyoke  Manning 
Boilers,  now  located  in  Massa- 
chusetts; good  for  l."iO  llis;  11 
years  old,  in  siilemli'l  (on-liiion. 
-150  H.P.  Maiming  T.ml  i now 
located  in  New  Haniiivliii  c  :  g'>()d 
for  ].'15-140  Uis.  Immediate  de- 
livery. 

-90"  X  18'  6"  luin/ont;il  velum 
tubular  Dillon  Boilers,  now  lo 
cated  in  Rhode  Island,  in-lalled 
in  100.1,  for  delivery  in  2  moullis 


SEND  US  YOUR  ENQUIRIES 
JOSEPH  MYERSON,  274  commercial  St.,  BOSTON,  Mass 


Tenders 
Wanted 


should  be  advertised  for  in  the  "Tenders  and  For 
Sale  Department"  of  the  -CONTRACT  RECORD 
AND  ENGINEERING  REVIEW.  This  paper 
is  the  "Tender  Ad."  medium  of  Canada  and 
always  brings  bids  from  the  reliable  contractors 
and  supply  houses.  File  your  plans  for  any  work 
on  which  you  are  inviting  bids  in  our  offices  at 
Toronto,  Montreal,  Winnipeg  or  Vancouver. 

Contract  Record 

and  Engineering  Review 
TORONTO       N  ONTARIO 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


Qu. 
1 
1 
1 
5 
1 
1 
2 

5 
5 
2 
4 
6 
1 
3 
1 
6 
1 
1 

O 

i 
1 

10 

3 

29 

1 

3 
2 
G 


PHASE,  60  CYCLE  MOTORS 
H.P.  Make        Volts  Type  Speed 


y4  R&M  NKW.  110 

'A  G.E.NEW.  .  110  KT 

y.  G.E  110  T 

1  G.E.NEW.  .  220  KT 

1  G.E   220  KT 

1  Fbks.  M.  ..  440  B 

2  G.E   220  KT 

2  G.E.NEW.  .  220  KT 

3  Wstgh.  New  220  CS 
3  R&M  NEW. 

3  G.E  

3  G.E.NEW.  . 

3  G.E  

3  G.E  

3  Cr.Wh.  .  .. 

5  G.E.NEW.  . 

5  G.E  


G.E.  .. 
Cr.Wh. 
Cr.Wh. 
Wstgh. 
Wstgh. 
Wstgh 


1700 
1800 
1800 
1800 
1800 
1200 
900 
1800 
11.30 
1150 
1800 
1800 
900 
1200 
1720 
1800 
1800 
1200 
1720 
1720 
1700 
1735 
1130 


220 

220  KT 
220  KT 
220  KT 
220  KT 
220 

220  KT 
220  KT 
...  220  KT 
...  220  Q 
...  550  Q 

  220  CCL 

New  220  CS 
New  220  CS 
G.E.  (motors 
only)  ....  550 
7H-15  Cr.Wh..  220/440  SC5/1735 
ly.  G.E.NEW.  .  220  KT  1800 
ly,  G.E.NEW.  .  220  KT 
7^2  G.E.  (motors 

only)  .  .   .  .  550  KT 
7}^  G.E.NEW.  .  220  KT 
1(1      G.E.NEW  .  220  K  T 
10      G.E.NEW.  .  220  KT 

10     Wstgh   220  CCL 

Wstgh.  .   .  .  220  CS 
Cr.Wh.  with 
resistance 
type  starter  550  ( ) 
G.E.NEW.  .  220  KT 


Qu.  H.P.     Make     Volts  Type  Speed 

1  15  G.E.NEW.  .  220  KT  900 
^  15  R&MNEW.  220  11.50 
}    15  Fbks.M.  220/440  KBV  1200 

2  20  Wstgh.    .    .  220  CS  1160 

1  20  Fbks.M.  .  .  220  B  1200 
50  20  Fbks.M.  220/440  KBV  1200 
19  25  Wagner  220/440  BP  1120 

2  30  WagnerNEW  220  .'■.511 

1    35  G.E   220  KT   "  000 

1  '  .35  G.E                  220  KT  720 

1  35  Triumph  220/440  900 
1    40  Wagner 

NEW.  220/440  BP  S50 

1  40  Fbks.M.   .    .  220  900 

2  40  G.E.NEW.  .  220  KT  1200 
1    50      Triumph  .   .  220  720 

1  50  G.E.NEW.  .  220  KT  900 

2  50  G.E.NEW  .  440  KT  900 
1    75  G.E.NEW.  .  220  K  900 

1  125  G.E  2200  L  600 

1  1.50      Wstgh.  New  440  CW  Kn.T 

1  150  G.E.NEW.  .  220  M  580 

1  200  G.E.NEW.  .  440  M  GOO 


10 
10 


3  15 


1200 


1200 

1800 
900 
l.^-IIO 
1200 
1700 
1150 


ISOO 
120O 


3  PHASE,  25  CYCLE  MOTORS 

5      G.E  220  KT  750 

121^  G.E.elev.type- 

high  torque  220  KTE 


1  55 


Allis-Ch. 
Allis-Ch.  . 

G.E  

Wstgh.   .  . 
Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control 

ler  

Wstgh. si. rg. 
30  cycles, 
complet.e. 
()0'45/.S0  G.E.  440 


220 
220 
440  K 
220  MW 


440 


750 
750 
750 
750 
695 


500 


440 


.5110 


860 
3T.f)  '250 


GEORGE  SACHSENMAIER  &  CO. 

Office  and  Salesrooms:  141-43-45  N.  Third  Street. 
Warehouses:  928-30-32  N.  Third  Street, 

PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 
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Mica  Insulation 

W'c  iiuuuifacturc  everjthirg,   including: — 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut)  Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co, 

Bay  City,  Mich. 


Partial  List  of 


550  Volt  25  Cycle  3  Phase 

MOTORS  IN  STOCK 

FOR  IMMEDIATE  SHIPMENT 

.    MAKE  SPEED 

■i                           Swedish  General  Electric  1400 

(iyl                                    Lancashire  1400 

10                                      Lancashire  720 

10                         Canadian  Crocker  Wheeler  1400 

15                          Canadian  General  Electric  720 

20                                      Lancashire  1400 

20                                   Westinghouse  720 

25                        Canadian  General  Electric  720 

30                                    Westinghouse  720 

40                          Canadian  General  Electric  720 
And  many  others  in  60  cycle,  25  cycle  and  direct  current. 
Write  or  Wire 

THE  FISHER  ELECTRIC  COMPANY 

43  Britain  Street,  TORONTO 


Our  Service 


Not  only  promptness, 
attention  and  court- 
esy,— which  we  rend- 
er as  a  matter  of 
course, — but  a  thor- 
ough knowledge  of 
your  needs  in  ELEC- 
TRIC FIXTURES 
and  how  to  meet 
them. 


Representative — 

Toronto — J.  A.  McKay.  108  Grace  Street. 
Agents — 

Montreal — Armour  Bros. — 122  Board  of  Trade  Building.  , 

Winnipeg — Reynolds  &  Co. — 406  Confederation  Life  Building. 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by  any  other  type  of  Conduit  made,  which 
recommends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


.  7_foot  Lengths  .>g  inch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 


5^  inch  Socket  loinis 
Puncture  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 

Write  for  literature 

American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Tnslallini;  a  Trunk  T.iiic  Si; 
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Are  Your  Lamps  Imprisoned? 

THE  LC^ON  INVENTION 


|)revents  loss  by 
theft  or  breakage. 


Get  our  list  describing  the  Loxon  Lamp 
Guards,  and  giving  prices  and  particulars  of 
this  and  many  other  Electrical  Specialties. 


McGILL  MANUFACTURING  COMPANY 

VALPARAISO,  INDIANA. 


PUSH  BUTTON 
FLUSH  SWITCH 

Shallow  Type— Superb  Action 


Single  Pole 
No.  200 


Three  Way 
No.  203 


Only  One  Inch  Deep- 
Easy  to  Install — 

Price  is  Right 


Manufacturers 


The  Duncan  Electrical  Co.,  Limited 


1665  St.  James  St. 


MONTREAL,  QUE. 


OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office. 

THE  LINDSLEY  BROTHERS  CO. 

NELSON,  B.C. 

Cner.l  SaU.  Office-72  W.  Ad.m.  St..  Chic.go.  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith.  809  Unity  Building,  Montreal  


THE 


MARK 


A 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 

Special  porcelaiti  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split' knobs,  standard  knobs,  cleats,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  III.,  U.S.A. 
Toronto,  Canada,  307-308  Tyrrell  Building 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 
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Reaching 
Your 

Customers 


T^HE  logical  place  and 
time  to  talk  to  your 
customers  is  in  the  Elec- 
trical News  when  they 
are  thinking  of  things 
electrical. 

If  your  product  is 
bought  by  electrical  men, 
advertising  in  the  Elec- 
trical. News  will  carry 
your  message  to  them. 

You  and  your  wares 
may  be  favorably  and 
nationally  known  to-day 
but  if  you  don't  advertise 
you  will  soon  be  forgot- 
ten. 


Electrical  News 

347  Adelaide  Street  West 

Toronto 


Give  it  the  Hammer  Test! 

The  Non-Destructible  Insulator 

The  Ilauimer  Test  will  prove  Spaulding  Hard  Fibre  to  be  the 
M.penor  insulator  for  every  purpose.  It  won't  break  like  porce- 
lain, hard  rubber  and  other  insulators. 

I  he  only  practical  insulator  for  parts_  forced  in  or  where  excessive 
^^^^  vibration    or    rough    usage    is  apt 

^^^M^  to  prove  destructive. 

JHHBn  The   electric   rupture   of  Spaulding 

^■P^  W,*  Hard    Fibre   is   200   to  50(i 

^  ^^^a^  P^''  Cl/1000)  of 

..'  I|||V'    .  thickness,     and    its  tensile 

strength  10,000  to  20,000  lbs. 
per  square  inch. 

Made  in  sheets,  tubes,  rods, 
washers  and  special  shapes; 
red,  black  and  grey  colors. 

J.  SPAULDING 
&  SONS  CO. 

TONAWANDA,  N.Y. 

Clinton  St.,  Chicago 

449  Broome  St. 
New  York  City 


The  sign  of  a  trustworthy 
motor. 

Dependability  in  motors  is 
born  of  quality  engin- 
eering, materials  and 
workmanship. 

And  what  factor 
in  your  power  could 
be  more  important 
than  continuity  of  ser- 
vice ? 

If  you  use  motors  and 
your  power  service  is 
alternating  current,  there 
is  a  Wagner  motor  to  ex- 
actly meet  your  require- 
ments. Send  for  Bulle- 
tins II  0  I  3  and  11  !  1  3. 

of  Canada  Limiicd-Moiitreal 

Power  Bldg.,  Montreal.  3i:  Adelaide  St.,  W..  Toronto 
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The  Jefferson  line  of 

MADE  IN  CANADA 

Illuminating  Glassware 

''MOONSTONE"  Glass 
the  Queen  of  all  Semi- 
translucent  Glasses. 

"LUMO"  Glass 

the  pure  white  high-effic- 
iency glass — the  best  for 
Nitrogen  Lighting. 

Hand  Decorated  Semi-indi- 
rect Bowls  and  Shades. 

Etched  and  Colored  Semi- 
indirect  Bowls  and 
Shades. 

Portable  Lamp  Shades, 
Street  Lighting  Globes, 
Ball  Globes  from  4"toi8  ". 

Two-piece  lighting  units 

"DOMINIONLITE" 

and  "JEFFERSONLITE" 

\  // you  haven't  got  our  Catalogues 

they  are  yours  for  the  asking. 

Jefferson  Glass  Company,  Limited 

Factory  and  Head  Office -TORONTO 

Montreal-Royal  Trust  Bldg.,  L.  V.  Webber.  Manager. 
Winnipeg— 592  Notre  Dame  Ave.,  A.  E.  Esling,  Agent. 


r  iiiiiiip 


Vancouver— 606  Welton  Block,  R.  G.  Moore,  Agent. 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarlcs  H.  VDiUhtW 
Percival  H.  mUcbell 

Contultlia  and  Saperolsiot 
Engineer* 

H)Jraulic,  Steam  and  Electrical  Power  Plants. 
Industrial  and  Municipal  Eng^incering. 

Trader*  Bank  Building,  TorontO 


Charles  F.  Gray,  a.i.e.e.,  a.m.i.e.e. 

Consulting  Electrical  Engineer 

Suit«  1101  Union  Truat  BIdg..  WINNIPEG 

Cable  Address  Teleplione 
"Consultation"  Main  9174 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM,  GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  HydrBuIic,  Steam.  Gat 
Plana,  Specifications,  Estimates, 
Teats,  Reports  and  Supervision. 
625    Coristine    Bldg.,   MONTREAL.  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Teats,  Reports,  Arbitrationa 
Superriaion  of  Lighting  and  Power  Plants 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal.  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W.Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Excelsior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  oi  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS  &  CO. 

Consulting  Engineers 

MECHANICAL       STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates :       A.  L.  Mudge,        A.  L.  Mieville 

Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents.  Trade  Marks.  Designs, 
Copyrights  and  Infringements.  20  Years'  Ex- 
r>erience  in  Patents  and  Practical  Engineering 
STAR  BLDG.,  18  King  St.  W..  TORONTO 


STANLEY  LIGHTFOOT 

BEG  D  PATENT  SOLICITOR  AND  ATTORNEY 

LUMSDEN    BLDG.f  "J'VJfi^^J."  )  TORONTO. 


ATENTS 


PROMPTLY  SECURED! 

Electrical,   Mechanical   and   Chemical  Patents 
obtained  in  all  countries. 
Inventors*  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 
Washington,  D.C.,  U.S.A. 


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physic 
Tests  and  Inspections". 


80th  Street  and  Blast  End  Avenue, 
N«w  York,  "N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Towels  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


FIBE 
OOURT  HOUSE 

oaus STORE FiTTiNGS.^,<^m5END  FOR  CAifi>S^ 


ESIABLISllEU 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi 
ness  may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  eflfort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  atTairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address 
ing  the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Oflices  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont, ;  London,  Ont. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N.B. ; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C,  IRVING, 
Gen.  Man.  Western  Canada,  Toronto. 
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ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30  lo  50  MORE  STRESS  than  the  Welded  Eye 
Delivery  from  Stock.  Plain  or  Hot  Galvanized.  Get  Out  Prices 

ACME  STAMPING  AND  TOOL  WORKS,  LIMITED,  ^'S^ 


Safety  Panels  and  Switchboards 

For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Piicts 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 

220  King  Street  West  -  -  TORONTO 


300% 

STRONGERTHAN 

ACID  FLUX 


,  4  forms :   .Stick,  paste, 
salts,  and  liquid. 


and  cleans  the  wire  or  metal 
without  biting  the  surface.  Can't 
start  corrosion  nor  reduce  capa- 
city of  the  wire.  That's 


Sample  (or  your 
Dealer's  Name. 


The  only  flux  passed  by  Undc,  wrllc.  s. 
.         or        I  i^J     CumberUnJ  Block 

Houston  &  to.,  Lia.,  Winnipeg 

22    College    Street,  Toronto. 
1825  Scarth  Street,  Regina. 
"In  the  Soderman's  game  since  '93." 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


1  The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 


Redmanol 

^^^^^^^  '"I'lio  material  of  a  thousand  uses 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 
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ALTERNATORS 
Canadiin  General  Electric  Company 
Canadian  Westingliouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 

Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse-VIinds  Company  of  Canada,  Lmnted. 
Ferranti  Electrical  Company  ol  Canada 
Ilatlieway  &  Knott,  Inc. 
Toyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 

Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-IIinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 

Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago   Fuse   Manufacturing   Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  _  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 
Sundh   Electric  Company 

BRUSH  PLATES 
Calebaugh  Self  Lubricating  Carbon  Co. 

BUS  BAR  SUPPORTS 
Toyner,  Limited,  A.  H.  Winter 
"Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National   Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.   Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Crouse-Hinds  Company  of  Canada,  I_^imited. 
Northern  Electric  Company 

Standard  Underground  Cable   Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  ('o. 

CARBONS 
Canzdian    Westinghouse  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   AUis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Prodilcts  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  _  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine)  ^ 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  _  Company 
.Spieimann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Blown  Company 

Nortliern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 
CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
1).  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &.  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric    Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin    Electric   Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

T4athe\vay  iS:  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Sqiiare  n  Company  . 

(Continued  on  page  54) 
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CANADIAN  PORCELAIN  CO. 


LIMITED 


HAMILTON   -  CANADA 

Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


ECONOMY 

RENEWABLE 

FUSES 

protect  millions  of  circuits  and  billions  of  dollars  worth  of  property  in  thous- 
ands of  plants  representing  every  branch  of  nidustry. 

Thev  are  used  by  the  U.  S.  Navy,  leading  powder  and  munitions  plants,  ship 
yards,  steel  mills  and  others  who  put  accuracy  and  safety  before  anythnig  else. 
They 'cut  annual  fuse  maintenance  costs  80  per  cent.,  because  an  inexpensive 
little  "Drop  Out"  Renewal  Link  restores  a  blown  Economy  Fuse  to  its  orig- 
inal efficiency. 

No  special  tools  or  experience  needed  to  replace  the  link  and  renew  the  fuse. 
Anyone  can  do  it  in  a  jiffy. 

Order  from  your  Jobber,  Ask  for  Catalog  20. 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  -  MONTREAL 

Manufacturers  in  I  "ARKLESS"-The  Non-Renewable  Fuse  with  the"100  per  cent.  Guaranteed 
Canada  of       \  "S  &  C"  High  Potential  Fuses-to  150,000  Volts.   


Indicator. 
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FUSE  BOXES 
fioiise-Hinds  Company  of  Caiiaila.  l.iuiitoil. 
Northern  Electric  Company 
Squan;  1)  Company 

GENERATORS 
Canadian  Crocker- Wlieelei  Company 
Canadian  General  Electric  Company 
Canadian   Wesiingliouse  Company 
Canadian  Vickeis,  Limited 
Electrical   Maintenance  &  Repairs  Con)pany 
Ferranti   Electrical   Company   of  Canada 
Lancashire   Dynamo   &   Molor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  I'red 
Toronto   &   Hamilton   Electric  Company 

GLASSWARE 
Jefferson   Glass  Company 

GUARDS  (Condulets) 
Crouse  Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
National    Electric    Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Roving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 

JeflFerson   Glass  Company 

INSPECTION  ENGINEERS 

Allen   Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann   Agencies,  Regd. 

INSTRUMENTS 

Canadian  General   Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical    Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol   Chemical   Products  Company 

INSULATION  fHard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 

Canadian    Westinghouse  Company 

Crouse-Hinds  Company  of  Canada,  Limite*"!. 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc. 

Illinois    Electric    Porcelain  Company 

Moloney   Electric   Company   of  Canada 

Mica   Company   of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General   Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern   Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jeflferson    Glass  Company 

LAMP  GLOBES 

C.';  ouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian   General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

High   Efficiency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Nortlrern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
.Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams- Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti   Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti   Electrical  Company  of  Canada 

Fisher  Electric. Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company  ' 
Petrie,   Limited,  H.  W. 
Pringle,  R.  E.  T. 
Rohbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo, 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  OfTice  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 
Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 
Ohio  Brass  Company 


PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 

PAINTS 
Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann  Agencies,  Registered. 
Standard  Underground   Cable  Co.   of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin    Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 
Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern   Electric  Company 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian  Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  \Vinter 
Northern  Electric  Company 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian   General  Electric  Company 
Benjamin    Electric    Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  (Tompany 

RODS 

International   Nickel  Company 

ROSETTES 

Benjamin   Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Companjr 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
National  Meta'    \folding  Company 
Northern  Electric  Company 

(Continued  on  V»ge  .S6) 
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The  Chief 
Benefit 


derived  from 


No  Spark" 


CARBON  BRUSHES 

IS  FREEDOM  FROM  TROUBLE  REPLAC- 
ING AND  RESETTING  BRUSHES.  Being 
self-lubricating,  they  make  the  contacts  prac- 
tically frictionless  and  reduce  commutator  re- 
pairs' enough  to  pay  for  themselves  several 
times  over.  With  these  carbon  brushes,  the 
machine  runs  noiselessly  without  any  sparkmg. 
These  are  facts  which  you  can  at  once  prove. 

Write  for  our  latest  Bulletin 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbus  Ave.,  PHILADELPHIA,  Pa. 


In  Congested  Districts  Where  Many  Consumers 
Are  Served  From  One  Secondary,  The  Low 
Starting  Current  (Less  Than  Three  Times  Full 
Load  Current)  of 


Repulsion  Start  Induction 

SINGLE  PHASE 
MOTORS 


'-.  H.P.  Motor  Direct  Connected  to  a  Coffee  Mill 
and  Meat  Chopper 


IS  more 
fully 
appreciated 

i/io' 

to 

40  h.  p.  sizes 


CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  270 
lones  &  Moore  Electric  Co..  Ltd..  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co.^  Ltd  Winnipes 
Rudel-Relnap  Machinery  Co.,  Ltd..  Can.  Express  Uldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W..  Vancouver.  B.C. 


Stamped  Fixture  Pans 


No.  218—10  in.  and  12  in. 

For  the 

Dealer  and  Jobber  - 

I 

Have  you  seen  this  new  Stamped  Pan?  \^ 
Secure  one  to-day  and  compare  it  with  the 
ordinary  spun  pan.  Note  the  fine,  sharp 
Unes  and  smoothness  of  metal,  found  only 
in  our  product,  which  is  always  found 
wanting  in  the  case  of  the  spun  pan. 

Our  Finishes  are  Brushed  Brass,  Flemish  Old  Brass,  Rich  Gold  and  Matt. 

DELIVERIES  ARE  GOOD.  PRICES  BETTER. 

W.  H.  BANFIELD  &  SONS,  LTD.,  TORONTO,  CAN. 

Largest  Manufacturers  of  Electric  Fixture  Parts  and  Fittings  in  Canada 
City  Sale.  Office:  120  Adelaide  St.  W.  Adel.  104  General  Office  and  Factorie.:  370-386  Fape  Ave. 


r.c 
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SOLDERING  FLUXES 
Allen  Company.  L.  15. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Elcctiic  Heating  Company 

STANDARD  CELLS 
Weston   Electrical   Instrument  Company 

STORAGE  BATTERIES 
Canadian  General  Electric  Company 
Canadian    Hart   Accumulator  Comjiany 
iNorthern  Electric  Company 

STREET  LIGHTING  FIXTURES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Crouso-llinds  Company  of  Canada,  Limited, 
loyner.  Limited,  A.   II.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 

Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Ilookliam  Meter  Company 
Oevoe  Electric  Switch  Company 
ElectricaJ  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W,  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney   Electric   Company  of  Canada 
National   Metal   Molding  Company 
Northern  Electric  Company 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westingliouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  G-EAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 

Banficld  &  Sons,  W.  II. 

TAPE 

Packard  Electric  Company 
Northern  Electriq  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National   Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 

Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 

Adams- Bagnall  Electric  Company 

Canadian    Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Kuhhnan  Electric  Company 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Packard  Electric  Company 

Railway  &  Power  Engineering  Corporation 

Rose   &  O'Hearn 

Thordarson   Electric   Manufacturing  Conipany 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,   Limited,   G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  Ltd. 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Eranston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian  Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 


I 


WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard   Underground   Cable   Company  of  Can 
ada,  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Saved  by  Oxy-Acetylene  Welding 


These  two  pumps  were  cracked  in  about  20  places 
by  frost.  A  few  years  ago  they  would  have  been 
condemned  as  useless,  but  the  most  efficient,  eco- 
nomical, and  practical  method  is  to  weld  them, 
which  was  done  in  this  instance,  and  they  are  now 
giving-  as  good  service  as  ever. 

There  are  many  similar  uses  to  which  the  Oxy- 
Acetylene  I'riue^s  max-  he  profitably  employed  in 
your  Indii^tr\.  and  our  years  of  experience  as 
Manufacturers  of  .\pparatus  of  the  highest  effi- 
cienc)'  and  the  necessary  gases  enables  us  to  give 
you  unequalled  ser\  ice  in  all  matters  pertaining"  to 
the  Process. 

Your  enquiries  arc  solicited,  and  will  receive  im- 
niediafe  attention. 

L'AIR  LIQUIDE  SOCIETY 

The  Pioneers  of  the  Process  Throughout  the  World 

Canadian  Factories: — 
TORONTO      MONTREAL     WINNIPEG  HALIFAX 
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I  Simplicity 

Lincoln  Arc  Welder 

The  Lincoln  Arc  Welder  is 
a  simple  machine  which  any 
one  can  understand  and 
operate. 

The  motor  is  a  standard  Lincoln  Ma- 
chine, designed  to  operate  on  the  kmd 
of  electric  cnrrent  you  use. 
It  is  direct  connected  to  a  generator 
which  delivers  electric  current  at  the 
proper  voltage  for  welding. 

The  control  panel  mounts  the  two 
necessarv  meters,  a  small  hand  wheel 
for  regulating  current  and  the  simple 
knife  switch  connections. 

The  stahilizer  is  an  electric  magnet 
which  gives  stal)ility  to  the  current  and 
makes  the  arc  easier  to  control. 

Insist  on  simplicity  when  you  buy  a 
welder. 


ASK  FOR  WELDING  BULLETIN 
"LINK  UP  WITH  LINCOLN" 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
311-312  Kent  Building 

TORONTO 
Ontario 


1      nun  in  Mt.  Royal  Tunnel,  Canadian 
I   |,  Mi  iiial  Electrification,  Montreal,  Can. 
W    e.  Lancaster,  Elec.  Engr. 


Special  Standard  Bronze 

(S.  S.  B.) 

High  Strength  Trolley  Wire 

was  used  in  this  electrification  because,  after 
rigid  tests  by  unbiased  engineers  and  careful 
comparison  of  results  with  similar  tests  on 
hard-drawn  copper  and  steel,  the  superior 
strength,  rust-  and  wear-resistance  of  S.  S.  B. 
i\A,^ire  were  found  to  meet  every  requirement 
of  a  service  characterized  by  great  extremes  of 
temperature  and  hard  usage. 

The  clearance  in  this  tunnel  is  only  16  feet 
and  the  messenger  cable  had  to  be  kept  under 
great  tension  so  as  to  flatten  the  catenary  and 
reduce  the  sag  to  a  minimum.  S.  S.  B.  Wire 
was,  therefore,  used  here  for  both  trolley  and 
messenger. 

S.  S.  B.  Wire  can  be  supplied  in  40  and  60% 
conductivities  as  compared  with  copper. 

Write  our  nearest  office  for  samples  and  prices 

Standard  Underground  Cable  Co. 
of  Canada,  Limited 


Montreal 


Hamilton,  Ont. 

Toronto        -  Hamilton 


Seattle 


THE    ELECTRICAL  NEWS 


May  1,  191^ 


W^stinghouse 

Electric  Fans 

Season  1918 


16  in.  Desk  and  Bracket  Fan. 


12  in.  Desk  and  Bracket  Fan. 


12  in.  Oicillating  Fan. 


Have  Them  on  Hand 

You  cannot  depend  on  getting  electric  fans  in  a 
hurry  next  summer,— Even  the  express  service  is 
slow,  nowadays. 

There  is  only  one  sure  way  to  have  fans  when  you 
need  them,  and  that  is  to  have  them  on  hand.— 
Order  now. 

The  Westinghouse  Line  of  Fans  is  complete 

Non-Oscillating  Desk  and  Bracket,  8,  10,  12  and  16-inch. 
Oscillating  Desk  and  Bracket,  10,  12  and  16-inch. 
Gyrating,  Ceiling,  Counter-Column  and  Floor  Column. 
Ceiling,  56-inch. 
Exhaust,  12  and  16-inch. 

Send  for  Folder  No,  8- A. 


Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


Toronto 

Traders  Bank 
Bldg. 


Montrea 

52  Victoria 
Sq. 


Ottawa 

Ahearn  &  Soper 
Ltd. 


Halifax      Ft.  William  Winnipeg 

Cuthbertson         158  Portage 


105  43llis 
St. 


Block 


Ave.  E. 


Edmonton 

211  McLeod 
Bldg. 


Calgary  Vancouver 

Grain  Exchange   Bank  of  Ottawa 
Bldg.  Bldg. 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  exper.ment. 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
They  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  the  laminated  copper  contact.     All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any  frequency  on  multiple  circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars 

The  Electrical  Maintenance  &  Repairs 

Company,  Limited 


Phone 
Adelaide 
902-903 


162  Adelaide  Street  West 
TORONTO 


NighU 
Beach 
1723-1930 


TONES  &  GLASSCO 

(REG'D) 


ENGINEERS 


MONTREAL  AND  TORONTO 

Specialists  in 

POWER   TRANSMISSION  CHAINS 

CANADIAN  AGENTS  FOR 

"RENOLD"  "MORSE'' 


Patent  Silent  and  Bush  Roller  Chains 


Rocker  Joint  Silent  Chains 


CHAIN  DRIVES  FROM  14  H.P.  TO  5000  H.P.  IN 
SUCCESSFUL  OPERATION 


Write  for  particulars  to 


Head  Office 


Branch  Office: 


ST.  NICHOLAS  BUILDING 

MONTREAL 


1204  TRADERS  BANK  BUILDING 

TORONTO 
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ELECTRIC  REPAIRS 


We  can  keep  you  running 
while  we  make  your  repairs 


Fred  Thomson  Co.,  Limited 

326-328-330  WEST  CRAIG  STREET 

MONTREAL 


The  Essential  Details 

of 


I  mcnm  ^  ^  ^  DISTRIBUTION  BOX§S 


=  WMCIALTIES 


are  very  carefully  perfected 


In  the  primary  box  illustrated,  switch  blade  ac- 
tion is  combined  with  bolted  contact  efficiency 

  Unit  cable  potheads  with  ample  compound  space 

=  make  an  easy  installation  without  sacrifice  of  safe,  permanent  cable 

=  end  insulation.  ,1111  a 

=  The  entire  box  is  lined  with  insulating  material— all  bolt  heads, 

=  etc    are  covered  and  different  polarities  are  thoroughly  barriered. 

=  in  the  secondary  box  double  U  clips  give  better  contact  alignment 

=  than  would  a  single  U  clip.  .  . 

=  The  unit  cable  potheads  attach  at  an  angle,  gaining  roominess 

=  without  using  excessive  wall  space. 

=  The  line  of  this  material  is  complete,  ofifering  constructions  suit- 

=  able  for  all  conditions. 

S  Let  us  quote  you  on  your  requirements 

I  G  &  W  ELECTRIC  SPECIALTY  CO. 

=  7440-52  So.  Chicago  Ave.  CHICAGO,  U.S.A. 

=  AH    Winter  Joyner,  Ltd.,  100  Wellington  St.  W.,  Toronto. 

=  A    H    Winter  Joyner,  Ltd..  17  St.  John  Street,  Montreal 

=  Bentz-Richardson   Co.,   Ltd.,   692   Notre   Dame   Ave.,  Winnipeg. 

—  General  Supplies,  Limited,  Calgary  and  Edmonton. 

ll 


imaiy  Bo.\  for  2300  Volt  Use 


Secondary  Box  for  Low  Tension  Use 


/ol.  XXVII   No.  10 


Toronto,  May  15,  1918 


STANDARD  UNDERGROUND 
CABLE  CO.  OF  CANADA,  LIMITED 

General  Offices  and  Works:   Hamilton,  Ont. 


w 


E  solicit  your  inquiries  for  the  follow- 
ing products: 


Bare  Copper,  Brass  and  Bronze  Wires 
Colonial  Copper  Clad  Steel  Wire 
Weatherproof  and  Magnet  Wire 
Rubber  Insulated  Wires 
Varnished  Cambric  Insulated  Cables 
Paper  Insulated,  Lead  Covered  Cables 
Fibre  Insulated,  Lead  Covered  Cables 
Rubber  Insulated,  Lead  Covered  Cables 
Steel  Wire  and  Steel  Tape  Armored  Cables 
Outdoor  and  Indoor  Cable  Terminals 
Cable  Junction  Boxes 
''Ozite"  Insulating  Compounds, 

etc. 


For  complete  information,  prices  or  estimates,  write  our  nearest  branch  office. 
MONTREAL  TORONTO  HAMILTON  SEATTLE 
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Hughes 

Electric  Ranges 


Xo.  50 

HUGHES  "50"  ELECTRIC  RANGE 

This  is  one  of  the  most  popular  styles  of 
ranges  on  the  market.  Ideal  for  homes, 
suitable  for  medium  or  large  size  family, 
also  for  Clubs,   Church   Kitchens,  etc. 

Features,  4-burner  cooking  surface,  2- 
burner  oven,  warming  compartment,  out- 
side warming  shelf,  lower  outside  shelf. 
Finish  either  plain  or  nickled  with  white 
enamel  splashers. 


HUGHES  "48' 


No.  4.S 

•  ELECTRIC  RANGE 


ENtremely  handy ;  designed  for  large 
families,  boarding  houses,  restaurants,  ho- 
tels, clubs,  etc.,  where  a  greater  cooking 
capacity  is  required  in  a  small  space. 

Features,  fj-burner  cooking  surface,  2- 
burner  oven.  Finish  either  plain  or  nickle 
plated. 


HUGHES  "44" 

ELECTRIC 

RANGE 

A  very  popular 
range  because  it 
uses  little  floor 
space  and  has  ele- 
vated oven,  ex- 
clusively for 
families  of  average 
size. 

Features : 
4-burner  cooking 
surface,  2-burner 
oven,  lower  out- 
side shelf.  Finish 
either  plain  or 
nickle  plated. 


No.  44 


HUGHES  "27"  ELECTRIC  RANGE  ^ 

The  most  desirable  Range  for  small  or  me-  B 

dium  size  families  with  limited  kitchen  space.  S 

Features,  2-burner  cooking  surface,  2-burner 

oven,  elevated  outside  warming  shelf.  Finish  ^ 
either   plain   or   nickle  plated. 

Electricity  Makes  Cooking  § 

Scientific  and  Economical  | 

SCIENTIFIC — because  they  have  introduced  and  adopt-  H 

ed,  virtually,  every  fundamental  improvement  in  the  develop-  s 

ment  of  the  modern  electric  range — the  most  complete  line  of  S 

electric  cooking  apparatus  in  the  world.  B 

ECONOMICAL — because  of  econoniv  of  current,  of  food,  H 

of  time  and  trouble.    The  HUGHES  ovens  are  so  constructed  H 

as  to  make  it  possible  to  turn  off  the  current  long  before  the  ■ 

food  is  cooked,  because  it  does  not  shrink  or  dry  out  the  food  ■ 

it  cooks,  hence  an  appreciable  saving  in  market  bills.  M 

HUGHES  RANGES  are  sold  with  a  ■ 

year's  guarantee  against  defects  electrical  S 

and  mechanical,  backed  by  the  reputation  ^ 

of  their  makers.    They  are  without  doubt  S 

the  best  and  most  economical  electric  S 

ranges  on  the  market.  ^ 

Awarded  GOLD  MEDAL.  Panama  Pa-  H 

cific  International  Exposition.  1915.  S 

Tested  and  approved  by  the  Under-  ■ 

writers'    Laboratories    of   the    National  3 

Board  of  Fire  L-nderwriters — and  also  by  g 

Good  Housekeeping  Institute.  '  S 

Write  our  House  nearest  you  for  fur-  H 

ther  information  as  to  literature,  prices.  H 

etc.  s 


No.  C-18 


HUGHES  "C-18"  ELECTRIC  RANGE 

It  is  solidly  constructed  of  steel  and  cast 
iron,  occupying  floor  space  of  only  IT  x  25 
inches,  compact,  neat,  most  suitable  for  light 
cooking.     Finish  plain  black  enamel. 


Northern  Efectric  Compafty 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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PRODUCTS 


"Hamilton"  Pig  Iron 
Open  Hearth  Steel  Billets 
Steel  and  Iron  Bars 

Forgings 
Railway  Fastenings 
Pole  Line  Hardware 
Bolts,  Nuts  and  Washers 
Wrought  Pipe 
Screws,  Wire 

and 

Wire  Products 
of  every  description 


THE 

STEEL  COMPANY 

OF CANADA 


LIMITED 

HAMILTON  MpNTEEAL 


4« 
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For  Your  Files 

Complete  data  on  Electrical  Conduits  and  Fittings 
in  convenient  form  for  filing 


AmOMOBILEfi^Srlfr 


%ioTia!"  Metat  Molding  6  ^ 
hitsmi  Metal  Mim  & 


BULLETIN    50 -RIGID  CONDUITS  BULLETIN  250— OUTLET  BOXES 

RlILl  ET  N  101 -METAL  MOLDINGS  BULLETIN  350  — LOCKNUTS  AND  BUSHINGS 

RIIl  lFT  N  151-FLEXTUBE  BULLETIN  400- FIXTURE  STUDS 

BULLETIN  201  -  FLEXSTEEL  PRODUCTS         BULLETIN  602  -  BRACKETS 
BULLtlilN^ui  BULLETIN  700- AUTOMOBILE  CONDUITS 

Any  or  all  sent  promptly  on  request 

Hational  Meial  Molding  6 

Manufacturers  of 

Electrical  Conduits  and  Fittings 

1118  Fulton  Building,    Pittsburgh,  Pa. 


Atlanta 
Portland 


Boston  Buffalo  Chicago  Dallas  D™/" 

Salt  Laks  City  San  Francisco  Seattle  St.  Louis 

Canadian  Distributors — Canaciian  General  Electric  Compan 


Detroit  Los  Angeles  New  York  Philadelphia 

Buenos  Aires         Havana  Manila  Paris 

Limited 
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Four  250  foot  coils  packed  in  a  strong  fibre 
.  box  to  make  it  easy  to  handle  and  econom- 
ical to  store. 

Northertt  Eke  trie 

DURADUCT 

•  Keg  Cjh.  Pjlent  Offi.t' 

The  "Roller  Bearing  Wireway"  makes  fishing 
easy. 

All  reliable  dealers  sell  it. 


Northart^  Ekctnc  Comp  any 

UMITED 

Montreal  Toronto  Regina 

Halifax  London  Calgary 

Ottawa  Winnipeg'  Vancouver 


c. 


Till-:    I',  Ll't  TKTCAL  NI-VVS 
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FRANKLIN 

Central  Station 

Specialties 


Doors  for  Bus  and  Switch 
Compartments 

Post  Type  Insulators 

Disconnecting  Switches 

Bushings 


FRANKLIN"  Cable  Potheads 

For  all  conditions.      Require  no  wiped  joint. 

Switchboard  Cleat  Insulators 
Instrument  Cutout  Switches 
Reverse  Phase  Relays 


IVRITE   FOR  BULLETINS 

ELECTRICAL  DEVELOPMENT  AND  MACHINE  CO.,  PHILADELPHIA,  Pa. 


SELLING  AGENTS 

The  Philadelphia  Electric  Company  Supply  Department 
132  S.  Eleventh  Street  -  Philadelphia 


May  15,  lOl"? 
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Built  On 
The  Right  Lines 

By  Canadian  Workmen 

This  C.  &  H.  Poly-Phase  Meter 

For  instance,  inside  vou  will  find  that  the  room  for  making- 
connections  is  much  greater  than  is  found  m  most  meters. 

\nother  outstanding  safety  feature  is  the  use  of  Double 
-J-erminal  Blocks,  removing  the  danger  of  accident  when  the  wires 
are  subjected  to  heavy  overloads  and  surge  conditions  during 
lightning  storms. 

This  "safety  first"  i)rinci])le  has  brought  the  C.  &  H.  Poly- 
phase into  almost  universal  use. 

Note:  The  wires  are  connected  directly  through  the  meter 
from  left  to  right. 

First,  last  and  all  the  time  this  Polyphase  Meter  is  depend- 
able.   We  are  building  meters  of  ciuality,  not  price  cutters. 

Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St.,  TORONTO  61  Albert  Street,  WINNIPEG 


Full  Information 
and  Prices 
On  Request 


have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  Lanca- 
shire" machines, 
minimum  incon- 
venience from 
such  breakdowns. 


350  H.  P.  Self  Starting  Synchronous  Motor  Driving  Colliery 
Ventilating  Fan. 

The  Lancashire  Dynamo  and  Motor  Co.  of  Canada^  Ltd. 

Montreal  107-109  Duke  St.,  Toronto 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  Stamping'  ami  Tool  Works  . .  .  .39 

Allen  Company,  L.  H   .47 

Allen  Inspection  (."oiiipaiiv    50 

American  (.'onJiiii  C  ompany  

Bantield.  W.  H  

Beaubien.  De  Caspe   50 

Branstoii  l  ompany,  C  liarlcs  A  

Boston  Insulated  W  ire  and  Cable  Co.  36 

Boving  Hydraulic  &  Engineering  Co.  43 

Bradstreets   50 

Brandeis,  Cluules   50 

Britisli  .\luminium  Company  ...  ... 

Calebaugb  Self  Lubricating  Carbon 

Company   48 

Canada  Wire  and  Cable  Company  . .  47 

Canadian  Bridge  Company   49 

Canadian  Crocker  Wheeler  Co  

Canadian  Hart  Accumulator  Co.  ...  47 
Canadian  General  Electric  Co.  . .  .  14-15 

Canadian  Independent  Telephone  Co.  43 
Canadian  Office  and  School  Furniture 

Company   50 

Canadian  Porcelain  Company   41 

Canadian  Tungsten  Lamp  Co   16 

Canadian  Westinghouse  Company  . . 

Century  Electric  Company    39 

Chamberlain  &  Hookham  Meter  Co., 

Limited    7 

Chicago  Mica  Company  

Cleveland  Armature  Works    41 

Conduits  Company,  Limited    9 

Crouse-Hinds  Company  

Cutter  Companj'   10 

Dennison,  H.  J.  S   50 

Devoe  Electric  Switch  Company  ...  38 

Dominion  Iron  &  W' recking  Co.  ...  40 

Dossert  &  Company   . 

Duncan  Electrical  Company   13 

Economy  Fuse  and  Mfg.  Co   46 

Elec.  Maintenance  and  Repair  Co.  . .  51 

Electric  Railway  Improvement  Co...  39 
Electric  Service  Supplies  Company  . 
Electrical  Development  and  Machine 

Company   6 


Electrical  Testing  Laboratories  ....  50 

Ewart  &  Jacob   50 

Ferranti  Electric  Company   10 

Fisher  Electric  Company  

Flexible  Conduits  Company  

G.'  &  W.  Electric  Specialty  Co  

Gest,  G.  M.,  Limited  

Great  West  Electric  Company   38 

Hatheway  &  Knott  ,.  13 

Houston  &  Company   47 

Illinois  Electric  Porcelain  Company. 

Jefferson  Glass  Company  

Jones  &  Glassco   

Kelsch,  R.  S   50 

Kent  Brothers   39 

Kerry  &  Chace,  Limited   50 

Kuhlman  Electric  Company   48 

L'air  Liquide  Society               . ..  ...  51 

Lancashire  Dynamo  and  Motor  Co.  7 

Leeds-Northrup  Company   8 

Lightfoot,  Stanley     50 

Lincoln  Electric  Company  of  Canada  12 

Lindsley  Brothers  Company   49 

Lowry,  E.  A   36 

Lyman  Tube  and  Supply  Company  . . 

Malm,  Gordon  &  Co   50 

Masco  Company   49 

Marion  &  Marion   50 

McGill  Manufacturing  Company  ....  49 

Mica  Company  of  Canada,  Ltd  

Mitchell,  Charles  H.  &  Percival  H...  50 

Moloney  Electric  -Co.  of  Canada  ....  6 

Myerson,  Joseph   37 

National  Electric  Heating  Company  53 

National  Metal  Molding  Company  . .  4 

Nerlich  Company  

Northern  Aluminum  Company  ....  47 

Northern  Electric  Company   2 


Ohio  Brass  Company   n 

Onward  Manufacturing  Company  . . 

Orpen  Conduit  Company   48 

Packard  Electric  Company   

Petrie,  H.  W^   36 

Philips  Electrical  Works,  Eugene  F.  35 

Philadelphia  Electric  Company  ....  6 

Power  Plant  Equipment  Company  . .  1$ 

Pratt  &  Whitney  

Pringle,  R.  E.  T   52 

Railway    and    Power  Engineering 

Corporation   18 

Redmonal  Chemical  Products  Co.  ...  39 

Ridout  &  Maybee   36 

Robertson  Limited,  J.  M   50 

Robbins  &  Myers  Company   17 

Rose  &  O'Hearn   37 

Ross  &  Co.,  R.  A   50 

Renfrew  Electric  Company  ...  .".  .  . 

Sachsenmaier  &  Co.,  George   37 

Sammett,  M.  A   50 

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan   12 

Spaulding  &  Sons  Company,  J.  . . .  48 

Spielmann  Agencies  Regd   38 

Square  D  Companj^                       ...  45 

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   1 

Standard  Wiring  

Steel  Company  of  Canada   3 

Superior  Electric  Company    13 

Tallman  Brass  and  Metal  Company  41 

Thompson,  Clarence   50 

Thompson,  Fred  &  Co  

Thompson-Levering  Company   49 

Thordarson  Manufacturing  Company  47 

Toronto  and  Hamilton  Electric  Co.  37 

Tubular  Woven  Fabric  Company  ...  5. 

\'ickers  Limited  

Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Companj'  . . . 
White  Electrical  Company,  T.  C.  ... 


THE   "  TYPE  S "   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  sucli  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  Ave. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA. 
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"  GALV  ADUCT  " 


Atlantic  Sugar  Refining  Co.,  St.  John,  N.B.      GALV  ADUCT  BUILDINGS 


"GALVADLTCT" 

The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated 


*'LORlCATED  " 

A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 

"LORICATED" 
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I-T-E  CIRCUIT  BREAKERS 


TYPE  W 

Non   closable  on  overload.     Direct   acting,   time   limit  and 


"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

I-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 

New  York,  50  Church  St.  Chicago,  Monadnock  Block 

Detroit,  Mich.,  Ford  Bldg.  Pittsburgh,  Park  Building 

[ndianapohs,  Ind.,  Telephone  Bldg.    Minneapolis,  Metropolitan  Life  Bldg. 
ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore, 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Deliver}-  before 
ordering-  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 

90  Sherbourne  St.  704  Unity  Bldg.  592  Notre  Dame 

TORONTO  MONTREAL  WINNIPEG 


fERRANTi; 


Mav  I'.ns 
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Solving  Overhead  Problems 


Whatever  the  problem,  from  the  "spotting"  of  a  frog  to 
the  building  of  a  complete  line,  O-B  Engineers  are  ready 
to  assist  you. 

They  are  constantly  in  touch  with  line  construction  under 
a  wide  variety  of  conditions.  They  assemble  and  concen- 
trate the  experience  gained  through  many  years  and  focus 
•  it  on  the  problem  before  them.  Perhaps  they  have  already 
found  the  way  to  remedy  the  things  that  are  troubling  you. 

Whether  or  not  you  use  O-B  Line  Materials  the  assistance 
of  O-B  Engineers  is  available  to  you. 

Just  write  a  letter  and  explain  your  problem. 

The  Ohio  Brass  Company 

MANSFIELD,  OHIO 
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For 

Chemical  Plants 

The  insulation  on  Lincoln 
Motors  protects  the  windings 
against  damage  from  acids, 
alkalies,  and  other  chemical 
solutions. 

In  many  large  installations 
the  motors  are  driving  pul- 
verizers, mixers  and  general 
machinery  under  the  most 
severe  conditions. 

Lincoln  Motors  have  been 
adopted  in  a  number  of 
Chemical  Plants  after  long 
comparative  service  tests  of 
several  different  motors. 

Write  for  Bulletin  on  Motors 
''Link  up  with  Lincoln*' 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Hoad  Office 
311-312  Kent  Building 

TORONTO 
Ontario 


Branch  Office 
MONTREAL 


Stability  and  Efficiency 

are  prime  factors  in  development  of  Water 
Power  in  these  clays  of  intense  activitj'. 
That's  why 

SMITH  HYDRAULIC  TURBINES 

are  being  installed  in  the  "PLANTS  THAT  COUNT" 


The  accompanying  cut  illus- 
trates single  vertical  shaft 
type  of  unit  for  Low  and 
Medium  Heads. 


Three  units  like  this 
developing  900  H.  P. 
each,  90  R.  P.  M.,  15 
ft.  0  in.  head,  also 
two  units  of  2,000  H. 
P.  each,  100  R.  P.  M., 
26  ft.  0  in.  head,  in 
successful  operation. 


Write  Department  "N"  for  Bulletin  of  Designs 
and    Useful    Data   for    Hydraulic  Development. 

S.Morgan  Smith  Co.,  York, Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


PUSH  BUTTON 
FLUSH  SWITCH 

Shallow  Type— Superb  Action 


Single  Pole 
No.  200 


Three  Way 
No.  203 


Only  One  Inch  Deep — 

Easy  to  Install — 

Price  is  Right 

Manufacturers 

The  Duncan  Electrical  Co.,  Limited 

1665  St.  James  St.     -     MONTREAL,  QUE. 
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One  of  the 
many 

Marine 
Fixtures 

we  are 
now  making 


Catalog  No.  2704 

STEEL  CITY  ELECTRIC  COMPANY 


"KiUark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


The  right  fuse  for  every  make  of  car 
and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG  COMPANY 


1207  1219  Columbus  Ave.  PITTSBURGH,  Pa. 


ST.  LOUIS,  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc 


Electrical  Merchandise 


120  Liberty  Street,  NEW  YORK 


New  York  Headquarters  for  the  Canadian  Electrical  Trade 


Here's  the  line  you've  been  waiting  for— made  by  men  who  have 

grown  up  with  the  industry. 

''Now  You've  Hit  IV'— 


That's  a  remark  wc  frequently  hear 
in  introducing  the  "Premier"  line  of 
appliances.  For  the  sterling  goodness 
of  "  Premier  "  products  needs  no  talk. 
The  sturdiness,  neat  design,  and 
superb  finish  are  visible  at  a  glance. 

They  are  made  by  men  who  have  served 
years  in  the  business;  men  who  know  what 
you  want;  men  who  know  how  to  build 
appliances  with  a  merit  that  makes  them 
easy  to  sell,  worth  the 
jjrice  paid,  and  a  basis 
of  customer-satisfac- 
tion. 

And  behind  the  "Pre- 
mier" line  is  an  organ- 
ization known  through- 


PREMIER 


"All  That  the  Name  Implies" 

Electrical  Appliances 


out  the  trade  as  progressive  .Already 
strong  advertising  campaigns  are  un- 
der way.  Folders  and  window  dis- 
plays of  a  new,  striking  character  are 
ready. 

All  dealers  who  have  seen  "Premier" 
appliances  are  boosters.  Distribution  is 
coming  fast — faster  even  than  we  antici- 
pated. There's  room  for  you  in  the  "  Pre- 
mier "  dealer  organiza- 
tion if  you  get  in  quick- 
ly— before  your  terri- 
tory is  handed  over  to 
aiicither  live  man. 


There's  profit  in  handling  "Premier"  Electrical  Appliances. 
Write  for  the  facts  and  figures  to 

SUPERIOR  ELECTRICS,  LIMITED,  PEMBROKE,  ONT. 
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Universal  Cooking 
Appliances 


UNIVERSAL 
Electric  Coffee  Urn» 


UNIVERSAL 
Electric 
Tea  Ball  Tea  Pob 


The  UNIVERSAL 
Safety  Device 

A  feature  found  in  all  UNIVERSAL 
Electric  Cooking  Appliances  decigncd 
to  contain  a  liquid.  It  eliminates  all 
k chance  of  the  heating  unit  burr.ing  out 
'and  the  consequent  danger  from  fire. 
Should  the  appliance  boil  dry  or  become 
overheated  this  little  lead  plug  melts  and 
automatically  breaks  the  circuit  before  any 
dani3ge  can  be  done.  A  nev/  plug  can 
be  inserted  in  a  moment's  time  and  the 
appliance  is  again  ready  for  use. 

UNIVERSAL 

Electric 

Home  Needs 

Are  the  only  line  of  appliances  in 
which  this  Fusible  Plug  Safety 
Device  is  to  be  found.   It  is  made  possi- 
I  bleby  theUNIVERSALMethod  of  hc_. 
distribution  which  concentrates  the  heat 
directly  against  the  water  heating  com- 
partment thus  eliminating  all  waste  current 

A-k  yrvT  H?!»Ier  or  your  Central  Slalion  about  t^e 
U.\I  VERSAL  Appliances  or  write  for  Free  C^oklct 


Canadian  General  Electric  Co.,  Ltd 

Head  Office,        -       -  TORONTO 

J5i-ancli    Offices:    Montreal,    Halifax.  Ottawa 
I.oiiflon,   Cobalt,  South   Porcupine,  Winnipes 
Edmonton,  Nelson  and 
Vancouver. 


UNIVERSAL 
Electric  Boiler 


Elec'^rii  UNIVERSAL  Electric ttafer, ^ 
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Type 
1-14 
Watthour 
Meter 


The  Egyptians  built  for  pt-rmauence.  They  put  the  best  of 
their  aptitude  and  facilities  into  every  unit  of  their  structure. 
Durability  was  their  keynote  and  we  admire  them  because  their 
works  show  they  lived  up  to  it. 

Where  centuries  ago  they  dedicated  huge  monoliths  to  the 
gods,  the  manufacturer  of  meters  today  dedicates  his  products 
to  critical  humans.  Only  by  the  satisfactory  operation  of  these 
small  mechanisms  can  his  work  be  called  a  success. 

Xhe  1-14  Meter  is  built  by  men  long  trained  in  that  work 
and  with  facilities  developed  for  that  need.  The  materials  used 
in  their  construction,  too,  are  the  best  that  can  be  obtained  or 
manufactured.  From  back  plate  to  cover  the  individual  parts 
are  i)uilt  to  last  and  give  long  service. 

The  extensive  use  of  this  one  type  of  watthour  meter  by 
many  firms,  after  submitting  the  meter  to  trying  conditions, 
proves  that  our  modern  meter  builders  have  imitated  the  an- 
cients by  retaining  "Durability"  as  their  watchword. 


CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office:  Toronto.    Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottawa.  Cobalt.  South  Porcupine,  London,  Winnipeg,  Calgary.  Edmonton. 

Nelson  and  Vancouver. 
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T1IF.       LI'.CTRICAL  NEWS 


Ma)'  15.  1918 


Announcement! 


For  23  years  we  have  been  engaged  in  the  manufacture  of  incandescent 
electric  lamps.  Commencing  in  1895  with  the  Old  Style  Carbon  Lamp  now 
obsolete,  and  advancing  step  by  step  through  the  development  of  tungsten 
vacuum  type  units,  on  up  to  our  present  achievement — a  nitrogen  lamp  to  be 
better  known  as  the 

"Blue  Label  Nitro" 

No  expense  has  been  spared  in  carrying  out  the  very  latest  scientific 
principles  of  manufacture,  including  equipment  for  generating  our  own  nitro- 
gen gas — a  facility  not  possessed  by  any  other  lamp  factory  in  Canada.  Our 
experience  and  reputation  are  behind  these  lamps — they  must  "MAKE 
GOOD"  and  all  we  ask  is  an  opportunity  to  prove  tlieir  worth. 

Orders  now  being  taken  for  75,  100  and  200  watt  110  to  125  volt  sizes. 
Write  our  nearest  branch  for  prices 

The  Canadian  Tungsten  Lamp  Co.,  Ltd. 

Hamilton      ■  Canada 


Branches — 


Winnipeg 


Toronto 


Montreal 


25  Cycle  Engine  Generator  Sets  For  Sale 

1-250  KW. 
1-300  KW. 

25  Cycle 
3  Phase 
Westinghouse 
Generators 
Direct 

connected  to 
Mcintosh  & 
Seymour 
Cross  Compound 
Gridiron  Valve 

These  units  were  in  use  only -300  K  W.  three  months,  and  250  K.W.  EnglneS  150  R.P.M. 

seven  months,  and  are  in  first  class  condition. 

Write  for  further  particulars  and  quotations 

Power  Plant  Equipment  Co.,  BarkBiTg  Toronto,  Ont. 
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NOISY  machine  is  nearly  always  an  niefficient  ma- 
chine, for  noise  usually  indicates  wasted  power  and 
wear  and  tear  on  the  machine. 

In  the  case  of  the  Electric  Fan,  noise  is  especially 
obiectionable,  as  a  Fan  is  used  in  the  home,  ofhce. 
theatre,  and  other  places  where  noise  .s  disagreeable 
and  detracts  a  lot  from  the  comfort  derived  from  the  fan. 

Listen  to  any  Robbins  &  Myers  Fan  in  operation,  \  oull  get  a 
striki  g  denions'iration  of  one  of  the  features  which  make  R  ^V  M 
Fans  sS  popular  with  users  and  such  easy  sellers  foi  the  dealer. 

Thev  are  constructed  so  that  the  power  is  utilized  to  imxi- 
mum  1  mit  fn  circulating  the  air.  Mighty  Uttle  energy  is  wasted  m 
useless  churning  of  the  air  and  production  of  noise. 

Demonstrate  this  feature  to  your  customers.  It  will  make  many 
R  &  M  Fan  sales  for  you 


Manager,  Buffalo  Sales  Office. 

THE  ROBBINS  &  MYERS  COMPANY 

SPRINGFIELD,  OHIO 


Dawson   &   Co.,  Ltd. 
Montreal 
Mechanics  Supply  Co.,  Ltd. 
Halifax 
Rogers  Electric  Co.,  Ltd. 
Toronto 


CANADIAN  DISTRIBUTORS 
The  Century  Electric  Co. 
Montreal 
La  Cie  Codere  &  Fils,  Inc. 
Sherbrooke 
Costello  &  Crowe 
Ottawa 


Eastern  Electric  Co. 
St.  John 
Great  West  Electric  Co. 
Winnipeg 
John  Starr  &  Sons  Co.,  Ltd. 
Quebec 
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Railway  &  Power  Engineering  Corporation 

MONTREAL  ^'""""'^  TORONTO 

Power  Bidg.  Head  Office:  TORONTO  r     p     o  uV. 

IVl.  Main  5667  ^^^S- 

Adelaide  2675 

Railwau,  Light  and  Power  Equipment 

We  Manufacture  in  Canada  the  following  Equipment : 

Railway  Motor  Armature  Coils  Trolley  Wheels 

Railway  Motor  Field  Coils  Trolley  Bases 

The  Fraser  Patent  Threadless  Pipe  Fitting 

This  fitting  is  a  new  device  and  saves  a  large  percentage  of  the  labor  cost  on  installation  of  any  moe 
frame  work,  for  switchboards,  switch  and  bus  structures,  and  greatly  improves  their  aooearinr^  ThU 
device  is  also  ideal  for  Architectural  and  Marine  use  for  pipe  railings,  etc  appearance.  This 

WE  ALSO  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
Gar  Equipment  and  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

"Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

The  Trolley  Supply  Company 

CANTON,  OHIO 

Trolley  Retrievers,  Catchers,  Headlights  and  Street  Railway  Supplies. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligatio/i.  List  will  be  continued  in  next  issue. 
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Toronto  Section  A.l.E.E.  Has 
Spent  Active  Year 

It  is  a  matter  of  regret  that  there  were  no  representatives 
of  the  manufacturers  present  to  discuss  the  paper  by  Mr. 
\ckerman,  of  the  Toronto  Power  Company,  011  "High  Ten- 
-ion  Insulators,"  which  was  read  before  the  Toronto  section, 
V.I.E.E.,  (in  Friday,  April  19.-  The  paper,  which  dealt  with 
the  operating  aspect,  was  a  most  thorough  one,  and  showed 
not  only  the  improvements  which  the  last  decade  has  brought 
about  in  the  line  insulator,  but  also  the  opportunity  tor 
further  development  to  produce  an  insulator  which  should 
l^rove  more  resistant  to  power  arc  discharges,  as  well  as  to 
punctures.  The  modern  pin-type  insulator  shows  a  somewhat 
Ml  ore  compact  design  than  that  of  ten  years  ago,  I)eing  more 
nee  from  deep  and  intricate  cavities  which  were  of  little  use 
m  preventing  leakage  and  none  at  all  in  reducing  the  risk  ol 
liash-over.  Mr.  Ackernian  commented  upon  the  desirability 
of  drawing  the  arc  away  from  the  insulator,  and  pointed  out 
lhat  arcing  horns  and  the  well-known  Nicholson  ring  were 
lint  thoroughly  ef¥ective  in  this  respect,  as  they  rather  tended 
In  localize  the  fiashover  until  it  was  ruptured,  or  until  the 
insidator  failed.  A  new  type  of  arcing  horn  was  described, 
vvliicli  took  the  form  of  a  spiral  around  the  wire  with  a  radiu.s 
cMual  to  the  depth  from  the  wire  to  the  foot  of  the  insulator 
l„„.  It  was  shown  by  a  remarkable  series  of  photographs 
lhat  this  would  instantly  draw  the  arc  well  away  from  the 
insulatnr  t. .wards  the  tip  of  tlic  horn,  and  llial  until  llie  short 
,as  cleared  110  damage  could  liappen  to  the  insulator. 

In  the  discussion  Mr.  H.  C.  Don  Carlos  did  not  agree 


with  the  author  in  extending  the  field  of  pin  type  insulators 
into  the  region  above  60,000  volts;  rather  would  he  expect  to 
see  suspension  insulators  adopted  for  44,000  and  all  higher 
tensions.  In  conversation  with  the  engineers  of  the  Missis- 
sippi River  Power  Company,  he  had  learned  that  practically 
all  the  failures  on  their  110,000-volt  lines  had  been  due  to 
cracks  in  the  porcelain,  and  he  believed  that  this  experience 
was  not  unusual.  Mr.  Davison  pointed  out  that  among  other 
advantages  the  suspension  insulator  permitted  of  easier  test- 
ing of  the  insulators  on  location,  and,  furthermore,  that  it  lent 
itself  to  standardization.  If  manufacturers  were  "to  be  asked 
for  pin  type  insulators  of  50,000,  00,000,  70,000  volts  and  higher 
pressures,  the  cost  of  insulators  would  naturally  be  higher 
and  the  deliveries  less  satisfactory  than  where  suspension 
strings  of  standard  elements  were  specified  for  these  volt- 
ages. A  number  of  other  most  interesting  points  were  raised 
in  the  discussion,  which  tended  to  demonstrate  that  there  is 
considerable  diversity  of  personal  opinion  among  transmis- 
sion engineers  regarding  the  insulator  problem,  and  that  the 
same  problem  is  being  ei¥ectively  solved  in  more  than  one 
way  in  different  installations. 

The  Toronto  Section  has  just  achieved  a  new  record 
among  the  thirty-three  sections  of  the  American  Institute 
of  Electrical  Engineers.  Fifty-two  new  applications  for 
membership  have  been  filed  during  the  campaign  which  ended 
on  April  30  last;  this  corresponds  to  an  increase  of  about 
35  per  cent,  and,  we  understand,  is  ahead  of  that  of  any  other 
section,  and  testifies  to  the  appreciation  in  which  membership 
in  the  institute  is  held.  Non-members  often  do  not  realize 
that  a  distinct  advantage  is  associated  with  membership  in 
the  Institute.  T!ie  opportunity  given  for  associating  with 
members  of  the  same  profession  in  different  grades  is  of  in- 
estimable value.  Great  credit  is  due  to  Mr.  A.  B.  Cooper  and 
his  membership  committee  for  the  results  obtained.  We  are 
advised  that  the  actual  number  (as  distinct  from  the  per- 
centage) of  members  signed  up  in  Toronto  was  surpassed 
only  by  Philadelphia  and  Pittsburgh. 

The  result  of  tJie  elections  for  officers  of  the  section  for 
the  next  year  was  declared  at  the  meeting  of  Friday,  April  19, 
as  follows: 

Chairman — Arthur  H.  Hull  (Hydro-Electric  Power  Com- 
mission). 

Secretary — Ernest  V..  Pannell  (British  .Muminium  Com- 
pany, Ltd.) 

Executive — Ashton  B.  Cooper  (Canadian  General  Elec- 
tric Company,  Ltd.),  Frank  R.  Ewart  (Ewart  &  Jacob),  Wil- 
liam G.  Gordon  (Malm,  Gordon  &  Co.),  W.  Percy  Dobson 
(Hj'dro-Electric  Power  Commission),  William  Volkmann 
(Toronto  Power  Company),  Herbert  B.  Dwight  (Can.  West- 
inghouse  Company,  Ltd.).  Gordon  R.  Langley  (Can.  General 
Electric  Company,  Lid.)  The  last-mentioned  two  are  out-of- 
town  members. 


First  Gonvention  of 

Municipal  Electrical  Association 

The  Association  of  Municipal  Electrical  Engineers,  plans 
to  hold  its  first  meeting  on  June  14th  and  15th  next,  at 
Niagara  Falls,  Ont.  An  interesting  programme  is  being  pre- 
pared, consisting  of  papers  on  subjects  of  importance  to  the 
delegates,  and  a  tour  of  inspection  of  the  Chippewa  Creek 
development.  Although  this  organization  has  been  formed 
for  the  benefit  of  the  officials  of  municipally  owned  electrical 
utilities  in  Ontario,  yet  it  is  felt  that  there  will  be  much  in 
the  proceedings  that  will  be  of  interest  to  men  in  the  elec- 
trical trades  who  arc  doing  business  directly  with  those 
utilities.  The  Association,  thcrefcjre  extends  an  invitation  to 
electrical  mamifaclurcrs,  contractors,  and  dealers  to  have  re- 
presentatives attend  that  meeting,  and  assures  a  lu-arty  wel- 
come to  all  coming  iu  such  capacity. 


20 


THE    ELECTRICAL  NEWS 


May  15,  1918 


Montreal  Electric  Luncheon  Club 

"Tlie  \  aluc  of  Air  JSrakos"  was  discussed  by  Mr.  \V.  J. 
llatcli,  of  the  C.P.K.,  at  tlie  Montreal  electrical  luncheon  on 
April  34.  Considering-  the  investment,  said  Mr.  Hatcli,  there 
was  no  part  of  the  railway  equipment  that  would  give  greater 
material  returns  when  properly  installed,  maintained,  and 
operated  than  the  brake. "  Electric  locomotives  were  no  longer 
to  be  regarded  as  experiments,  and  there  was  reason  for  be- 
lieving- that  a  train  would  be  accelerated  up  to  a  speed  of  60 
miles  per  hour  in  one  minute.  This  meant  that  the  brake  was 
going  to  be  more  important  in  the  future  than  in  the  past. 
The  ability  to  accelerate,  or  ev  en  to  run  at  high  speeds,  must 
be  measured  by  the  ability  to  stop. 

This  feature  was  little  appreciated.  As  an  example,  rail- 
way men  were  often  called  upon  at  investigations  to  answer 
such  a  question  as  this:  "In  what  distance  should  the  train 
have  stopped?"  It  seemed  a  simple  question  for  an  air-brake 
man  to  answer,  but  to  do  so  it  would  be  necessary  to  know 
the  light  weights  and  loads  of  the  vehicles  composing  the 
train;  the  percentage  of  brake  power  used  with  engine  and 
cars;  if  brake  shoes  were  applied  to  all  wheels,  including 
engine  truck  and  trailer  wheels;  type  of  brake;  pressure  car- 
ried; whether  the  train  was  accelerating  or  decelerating;  on 
curve  or  straight  track;  on  ascending  or  descending  grades, 
or  level;  the  condition  of  the  rail;  if  brakes  were  applied  in 
service  or  emergency  or  ordinary  service  then  emergency; 
the  piston  travel  on  each  vehicle;  the  losses  due  to  friction  of 
parts;  brake  beam  release  springs;  wind  resistance;  quality 
and  thickness  of  brake  shoes;  the  method  of  hanging  them, 
and*  other  factors. 

One  heard  very  little  about  brakes  in  the  papers,  nothing 
like  one  did  about  electricity,  for  instance,  yet  it  had  been  much 
more  of  a  factor  in  railroad  development  up  to  the  present 
time  than  electricity.  A  good  brake  must  be  automatic,  sim- 
ple, durable,  always  ready,  responsive,  and  flexible,  and,  in 
addition,  it  was  imperative  that  in  a  case  of  emergency  the 
maximum  brake  power  be  obtained  with  the  time  element 
reduced  to  a  minimum,  so  that  a  stop  could  be  made  in  the 
shortest  distance  and  time  possible.  For  service  or  regular 
stops  all  these  elements  should  be  extended  so  that  the  trains 
could  be  handled  smoothly  and'  acurate  stops  made  without 
inconvenience  to  'passengers  or  damage  to  lading,  keeping  in 
mind  at  all  times  that  in  time  of  danger  to  stop  was  the  chief 
consdieration.  The  braking  power  on  hand  must  be  avail- 
able not  only  for  one  application  but  for  any  number  of  them. 
Not  only  must  the  brake  dissipate  energy  due  to  momentum 
when  bringing  a  train  'to  a  stop  but  it  must  prevent  the 
accumulation  of  energy  when  descending  a  grade.  A  train 
of  3,000  tons  commencing  the  descent  of  a  3  per  cent,  grade, 
at  a  speed  of  ten  miles  per  hour,  would  in  three  minutes,  due 
to  acceleration  of  gravity  alone,  be  moving  at  a  speed  of  64J^ 
miles  per  hour,  and  the  kintic,  or  wrecking  energy,  stored  up 
in  the  train  would  be  417,500  foot-tons,  sufficient  to  raise  the 
train  to  a  height  of  139.1  feet.  So  it  was  necessary  for  the 
brakes  to  be  able  to  dissipate  in  three  minutes  417,500  foot- 
tons,  if  the  speed  at  the  end  of  this  time  was  not  to  be  higher 
than  at  the  beginning,  and  still  have  a  reserve  to  make  any 
desired  stop. 

There  was  a  prevailin.g  idea  that  the  friction  between  the 
brake  shoes  and  the  wheels  was  what  stopped  a  moving  train. 
Xo  doubt  this  was  the  primary  cause,  but  the  real  factor  was 
the  friction  between  the  wheel  and  rail.  For  instance,  if  the 
rails  were  made  of  ice,  it  was  obvious  that  the  stop  would 
be  lengthened'  very  much;  the  friction  between  the  brake 
shoes  and  wheels  would  be  sufficient  to  lock  and  slide  the 
wheels.  Therefore,  brakes  had  to  be  designed  in  such  a  man- 
ner as  to  prevent  wheel  sliding;  it  was  also  obvious  that  the 
rail  condition  was  a  large  factor  in  relation  to  the  distance 
required  to  stop  a  train. 


Unfortunately  for  air-brake  men,  co-efficient  of  friction 
(which  was  the  relation  between  the  retarding  force  and  the 
pressure  on  the  brake  shoe)  was  one  of  the  most  elusive  and 
variable  things  in  mechanics,  and  increased  with  the  decrease 
of  .speed  and  to  a  surprising  extent.  For  example,  a  train  run- 
ning at  00  miles  an  hour  would  require  approximately  at  least 
four  times  the  distance  to  stop  in  than  if  the  train  were  only 
running-  40  miles  an  hour. 

Mr.  Hatch  then  dealt  with  the  financial  side  of  the  sub- 
ject, pointing  out  that  the  daily  charge  for  the  brake  equip- 
ment per  car  was  1.095  cents,  which  was  44/100  of  1  per  cent, 
of  the  daily  revenue  (2.50)  which  the  brake  made  possible. 


McGill  Examination  Results 

The  results  of  examinations  in  the  faculties  of  Arts  and 
Applied  Science  at  McGill  University  have  been  made  public. 
In  Applied  Science,  Mr.  Emil  Edwin  Weibel,  who  graduated 
as  a  mechanical  engineer,  won  the  British  Association  Medal, 
and  the  Crosby  Steam  Gauge  and  Valve  Company's  prize  for 
summer  essay,  while  he  took  honours  in  hydraulics  and  lab- 
oratory and  hydraulic  machines,  machine  design,  and  ther- 
modynamics. 

Passed  for  B.Sc.  Degree 

Civil  Engineering— Henri  B.  Pelletier,  Montreal.  Un- 
ranked — Arthur  A.  Brown,  Ottawa. 

Electrical  Engineering — In  order  of  merit — Joseph  M. 
Conroy,  Britannia  Bay,  Ont.;  Joseph  A.  Dionne,  Montreal; 
William  McL.  Moore,  Sydney,  N.S.;  William  R.  Way,  Mont- 
real; Daniel  McL.  Sutherland,  New  Glasgow,  N.S.;  Leo  J. 
Jordan,  Lindsay,  Ont.;  Thomas  J.  Fox,  New  York;  Frederick 
L.  Cann,  Peterborough,  Ont.  Unranked— Ira  W.  Beverly, 
Rossland,  B.C.;  William  H.  Gorrie,  Kenora,  On.t.;  James  F. 
Patterson,  Montreal;  Roy  A.  Weagent,  New  York. 

Mechanical  Engineering — In  order  of  merit — Emil  E. 
Weibel,  Montreal;  Charles  S.  Parke,  Hamilton;  Hugh  A. 
Crombie,  Toronto. 

Mining  Engineering — In  order  of  merit — Harold  M.  Ros- 
coe,  Centreville,  N.S.;  Edward  A.  Livingstone,  Washington 
D.C.    Unranked — William  Weir,  Notre  Dame  de  Grace,  P.Q. 

Chemical  Engineering — In  order  of  merit — Herman  R. 
Dorken,  Westmount,  P.Q.;  Clififord  Greaves,  Barbados,  B.W.I. 
Unranked — George  G.  Ulmer,  Jr.,  Montreal. 


Small  Hydro  Plant  for  College 

A  hydro-electric  plant  for  the  College  de  Montfort.  P.Q., 
is  to  be  rebuilt,  the  contract  having  been  let  to  Messrs. 
Arsenault  &  Plamondon,  Limited,  Montreal.  A  . concrete  dam, 
10  ft.  X  12  ft.,  is  to  be  constructed  at  the  entrance  to  a  small 
lake,  a  wood  stave  pipe  line,  3  ft.  in  diameter,  inside  mea- 
surement, conveying  the  water  to  a  power  house,  of  brick 
and  concrete,  35  ft.  x  15  ft.  The  water  wheel  will  be  of  150 
h.p.,  and  will  be  manufactured  by  the  William  Hamilton 
Company,  Limited,  Peterborough,  Ont.  The  power  will  be 
used  for  lighting  the  college,  sawing  wood,  and  for  laundry 
purposes.  The  water  is  to  be  pumped  for  domestic  use  and 
for  fire  fighting  purposes.  Arthur  Surveyer  &  Co..  Montreal, 
are  the  consulting  engineers,  the  electrical  work — a  portion 
of  which  is  already  -done — being  carried  out  by  E.  Lionais, 
Montreal. 


The  Kincaid  Waterwheel  and  Power  Company,  Ltd..  has 
been  ;iu-..r]i(ir:ileil;  head  office,  Vancouver,  B.C.;  capital  stock, 
.$,■)(). (ion.  I  he  C'lnipany  is  empowered  to.  carry  on  a  general 
electrical  engineering  and  contracting  business,  including  the 
manufacture  and  installation  of  waterwheels  and  all  kinds  of 
electrical  power  and  lighting  equipment. 
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Electric  Heating-Some  Practical  Experience 

Installed  Capacity  of  1.2  to  1.8  Watts  per  Cubic  Foot  of  Air  Space 
Gives  Normal  Living  Temperature 

 -  By  Mr.  E.  R.  Shirley*  


100 
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Electric  heat  is  simply  electricity  displaying  its  energy  m 
the  form  of  heat.  We  might  call  it  the  modern  scientific 
method  of  heating. 

Some  of  the  particular  advantages  which  are  hard  to  ap- 
preciate, except  by  using  the  same  exclusively,  are  enumer- 
ated below: 

1.  Great  efficiency,  the  electric  heater  being  nearly 
per  cei^t.  efficient. 

2.  Entire  absence  of  smoke,  dust,  and  fumes. 

3.  Elimination  of  storage  and  handling  of  fuel. 

4.  Lessening  of  fire  hazard. 

5.  No  vital  oxygen  is  consumed  from  the  air  as  m 
case  of  open  flame  heaters. 

6.  Great  flexibility  in  temperature  control,  it  being  read- 
ily adapted  to  automatic  control  schemes  so  that  any  prede- 
termined temperature  may  be  constantly  maintained. 

7.  It  is  extremely  portable,  heaters  being  readily  located 
wherever  required  within  very  wide  limits. 

8.  Heat  is  instantly  available  at  the  turn  of  a  switch, 
scarcely  any  care  or  attention  being  required,  the  heat  ceas- 
ing mimediately  the  switch  is  opened. 

My  first  serious  attempt  at  electric  heating  was  in  North- 
ern Ontario,  when  with  the  British  Canadian  Power  Com- 
pany, at  Cobalt.  A  number  of  the  houses  for  our  staffs  and 
also  our  office  and  several  other  buildings  were  heated  elec- 
trically. We  made  no  particular  attempts  at  making  tests  or 
taking  records  of  the  amount  of  power  required,  simply  in- 
stalling as  much  heat  as  we  were  sure  would  suffice  and  then 
using  whatever  percentage  of  that  heat  that  we  found  was 
required.  I  might  say  that  we  averaged  about  three  watts 
per  cubic  foot  of  heated  air  space  installed  capacity,  but  sel- 
dom used  more  than  from  30  to  50  per  cent,  of  this  amount. 

The  heaters  were  individual  units,  made  in  our  own  ma- 
chine shop,  and  consisted  of  %  in.  spiral  coils  of  resistance 
wire  for  some  and  galvanized  iron  wire  for  others,  the  wire 
.being  usually  about  14  B.  &  S.  gauge.  These  were  strung  on 
1  in  porcelain  knobs,  fastened  to  an  iron  framework,  and  the 
whole  heater  encased  in  perforated  sheet  metal. 

While  I  was  in  this  district  we  designed  heaters  for  a 
number  of  the  buildings  at  the  Wettlaufer  Mine,  in  South 
Lorraine,  where  the  famous  Keely  Mine  is  loc;ated.  These 
were  detached  buildings,  previously  heated  by  steam  from 
the  main  steam  plant.  The  boilers  were  fired  by  coal,  which 
had  to  be  brought  up  Lake  Temiskaming  by  boat  to  Silver 
Centre,  and  from  that  point  hauled  about  eight  miles,  over  a 
rough  road.  The  laid-down  cost  of  the  coal  would  be  in  the 
neighborhood  of  $12  per  ton.  We  based  our  calculations  on 
an  efficiency  of  about  10  .per  cent,  for  the  detached  steam 
heating  and  100  per  cent,  for  the  electric  heaters,  and  found 
it  worked  out  quite  satisfactory.  This  was  not  cheap  heating 
by  any  means,  as  the  Wettlaufer  people  paid  us  a  price  for 
the  power  used  which  amounted  to  about  1  cent  per  kw.  hr. 
They,  however,  were  quite  willing  to  pay  the  price  for  the 
convenience  and  safety  involved. 

Later  on,  when  connected  with  the  Canadian  Exploration 
Company,  I  did  considerable  further  experimenting  with  elec- 
tric heating.  We  had  been  using  steam  heat  and  were  distri- 
buting it  among  a  nuniiber  of  detached  buildings.  Coal  was 
costing  from  $13  to  $15  per  ton,  laid  down.  We  had  a  con- 
siderable available  surplus  of  electric  power  at  550  v.,  which 
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was  costing  us  $16  per  h.p.  per  year,  or  about  K  cent  per  kw. 
hr.  I  designed  a  heater  which  took  7  amperes  at  550  v.,  or 
3.85  kw.  This  was  found  to  be  a  very  satisfactory  size,  so  we 
used  it  exclusively.  When  a  large  heater  was  required  we 
combined  two  in  the  form  of  a  double  circuit  tinit. 

In  mining  communities  nothing,  as  a  rule,  is  installed 
which  is  required  to  last  longer  than  the  Ife  of  the  mine, 
which,  ordinarily,  is  but  a  few  years.  For  this  reason  our 
heaters  were  made  as  cheap  as  possible.  The  frames  were  of 
1  in.  X  1/8  in.  band  iron.  The  coils  were  of  ordinary  stove- 
pipe wire,  wound  in  spirals  on  a  5/8  in.  mandril.  The  spirals 
were  strung  on  1  in.  porcelain  knobs.  The  heaters  completed 
cost  about  $3  each  to  make.  The  iron  wire  does  not  last  as 
long  as  the  better  grades  of  resistance  wire,  but  it  is  cheap 
and  easily  replaced  when  required. 

In  my  own  house,  which  was  a  one-storey  frame  bunga- 
low, 32  ft.  X  24  ft.,  with  10  ft.  ceilings,  which,  allowing  for  the 
walls,  had  a  cubical  contents  of  7,230  cubic  feet,  I  had  very 
good  results.  This  was  boarded  and  then  covered  with 
builders'  paper  and  clapboards.  Inside  was  finished  with 
beaverboard,-  placed  directly  on  the  studding.  The  floors 
were  of  hardwood.  There  was  no  foundation,  the  house 
being  simply  placed  on  posts,  the  basement  being  boarded  up 
with  one  layer  of  inch  boards  and  covered. with  heavy  tarred 
felt,  fastened  with  3  in.  battens.  The  windows  were  standard 
construction  on  pulley  weights  and  fitted  with  double  win- 
dows -for  winter.  The  doors  also  were  fitted  with  storm- 
doors.  The  absence  of  a  foundation  made  it  necessary  to 
run  a  2  kw.  heater  in  the  cellar  to  keep  it  above  freezing  tem- 
iPerature.  I  had  about  13  kw.  power  installed,  which  was  a 
total  of  1.8  watts  per  cuhic  foot. 

This  total  amount  was  never  turned  on  more  than  two  or 
three  times  during  the  time  I  occupied  the  house.  The  maxi- 
mum in  cold  weather  was  usually  8.9  kw.,  or  1.23  watts  per 
cubic  foot.  This  amount,  in  addition  to  heating  the  house  to 
70  degrees  F.,  did  all  my  cooking.  Outside  temperatures  at 
times  went  as  low  as  43  degrees  below  zero.  At  one  period, 
in  February,  1914,  the  minimum  temperature  for  a  continuous 
perod  of  three  weeks  ranged  from  18  degrees  below  zero  to 
43  degrees  below  zero.  During  this  severe  weather  I  had  no 
difficulty  whatever  in  keeping  my  house  temperature  at  70 
degrees  F.,  and  using  onily  1.23  watts  per  cubic  foot  as  a  maxi- 
mum. 

The  average  for  this  period  did  not  run  over  90  per  cent, 
of  this,  approximately  1.1  watt  per  cubic  foot,  making  the 
;'cost  of  heating  the  house  and  doing  the  cooking  in  the  severe 
weather  about  48c  per  day  at  the  price  we  were  paying  for 
power,  viz.,  per  kw.  h.  At  the  present  rate  in  Peterboro, 
of  l^c  per  kw.  hr.,  this  would  have  cost  $2.40  per  day,  or 
about  $72  per  month,  less  discount. 

The  other  installations  at  this  same  plant  ran  aliout  the 
same  in  capacity.  One  building  had  as  low  as  1.2  watts  per 
cubic  foot  installed,  and  the  occupants  claimed  it  was  com- 
fortably heated. 

At  the  Laurentian  Power  Company's  plant,  near  Quebec 
City,  I  had  an  opportunity  of  making  some  very  e.xact  tests 
on  a  complete  electric  heating  plant  which  we  had  installed  in 
a  six-house  terrace  for  our  stafT.  This  terrace  was  of  46,688 
cuImc  feet  capacity,  being  a  two  and  a  half  storey  frame 
structure,  placed  on  a  solid  concrete  foundation.  The  Vk'alls 
were  boarded  with  1  in.  boards  and  covered  with  builders' 
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paper  ami  clapboards.  The  interior  was  lath  and  phister. 
Tlie  winilinvs  were  stanilard  constnutiiMi,  nn  pulley  weights. 
The  doors  were  also  stauihinl.  riiere  were  double  windows 
lor  winter,  but  we  clid  not  use  them,  as  e  found  they  were 
iiardly  necessary — in  fact,  there  were  usually  one  or  more 
windows  in  each  house  opene'd  probably  a  foot.  There  were 
no  storm  doors  or  porches.  The  basement  was  quite  open  ;  t 
the  top  of  the  concrete  foundation,  due  to  poor  consruction, 
so  that  the  cellar  temperatures  were  seldom  more  than  a  few 
degrees  above  freezing. 

The  temperatures  were  taken  in  the  house  situated  at  the 
north  end,  on  a  thern\onR'ler  iilaced  close  to  the  north  wall. 
Outside  temperatures  were  standard  government  readings, 
taken  especially  for  our  plant.  Power  readings  were  taken 
both  day  and  night,  on  a  meter  installed  for  that  particular 
purpose. 

Each  house  was  arranged  with  ducts  in  the  walls  and 
registers  in  each  room  a-s  for  ordinary  hot-air  heating.  Ihe 
heating  plant  consisted  of  two  iron  boxes  in  the  basement, 
near  the  centre  of  the  terrace.  These  were  lined  with  in. 
asbestos,  and  contained  the  heating  elements,  which  were  ad- 
vance resistance  wire  strung  on  porcelain  knobs  on  iron 
frames.  Each  box  contained  18  frames,  so  arranged  that  they 
could  be  connected  to  a  550  v.  .3-phase  service,  with  switches 
lor  connecting  the  set  in  closed  or  open  delta,  two  sections  m 
series  across  one  phase  or  one  set  singly  across  one  phase. 
This  gave  a  large  degree  of  heat  variation.  Each  heater  was 
50  h.p.  capacity,  or  a  total  of  100  h.p.  for  six  houses.  One 
end  of  these  boxes  was  connected  with  a  long  duct,  which  in 
turn  connected  iwith  the  heating  ducts  of  the  various  houses; 
at  the  other  end  of  each  box  was  a  motor-driven  fan,  capable 
of  delivering  3,000  cubic  feet  of  free  air  per  minute.  These 
fans  forced  the  air  through  the  heaters  and  into  the  houses. 

.\  continuous  test  run  on  the  heaters  from  February  IT 
until  March  :51,  1917,  gave  an  average  internal  temperature  for 
the  houses  of  70.3  degrees  F.  The  average  minimum  tem- 
perature of  the  outside  air,  to  the  end  of  February,  was  8.67 
degrees  below  zero,  giving  a  heating  range  of  approximately 
79  degrees  F.  The  average  watts  per  cubic  feet  of  heated-  air 
for  this  period  was  1.27.  During  March  the  average  mini- 
mum temperature  outside  was  10. :i  de.g.  F.  above  zero,  giving 
a  heating  range  of  60  degrees  F.,  the  average  watts  per  cubic 
feet  of  heated  area  being  .93.  The  maximum  amount  of  power 
used  at  any  one  period  was  1.6;i  watts  per  cubic  feet  of  heated 
area  at  a  time  when  the  minimum  outside  temperature  was 
28  degrees  below  zero  and  the  maximum  outside  temperature 
just  zero.  The  internal  temperature  during  this  period  was 
just  70  degrees  F.,  giving  a  heating  range  of  98  degrees  F. 

In  considering  these  figures  it  should  be  remem-bered  that 
the  results  obtained  both  in  Northern  Ontario  and  Quebec 
were  in  places  where  the  climate  is  exceedingly  severe. 

Our  results  at  the  plant  of  the  Laurentian  Power  Com- 
pany and  also  in  Northern  Ontario  were  so  good  that  we 
found  it  difficult  to  get  them  generally  accepted.  This  point 
of  view  is  readily  understood  when  we  consider  the  fact  that 
the  formulae  generally  used  for  computing  the  necessary 
heating  will,  in  nearly  every  case,  give  the  amount  of  power 
required  at  probably  double  the  quantities  I  have  found  to 
be  actualiy  necessary.  The  formulae  I  refer  to  embrace  a 
large  number  of  constants,  which  vary  according  to  the  type 
of  house  or  building  to  be  heated,  the  amount  of  exposed 
wall  surface,  the  number  and  character  of  windows  and  doors, 
the  number  of  changes  of  air  per  hour,  and  the  nature  of  the 
heating,  i.e.,  whether  it  is  constant  or  more  or  less  intermit- 
tent. In  considering  all  these  facts,  it  is  easy  to  vary  the 
formulae  constants  within  such  limits  as  to  entirely  alter  the 
heating  problem.  For  this  reason  when  using  a  formulae  for 
making  any  such  calculations  the  problem  in  hand  must  be 
very  carefully  studied. 

In  view  of  the  results  I  have  obtained  in  different  parts 


of  the  country,  and  under  very  severe  conditions,  I  have  no 
hesitation  in  saying  that  equally  good  results  can  be  obtained 
in  Peterboro  by  using  a  maximum  installation  not  exceeding 
1.25  watts  per  cubic  foot  of  heated  air  space.  The  average 
power  required  would  probably  not  run  more  than  one  watt 
per  cubic  foot,  even  in  the  severest  weather.  I  make  this 
assertion  from  the  fact  that  the  houses  in  a  city  are,  as  a  rule, 
better  constructed  than  in  the  outlying  districts  where  I  con- 
ducted my  experiments.  Furthermore,  the  climatic  conditions 
are  not  nearly  so  severe,  neither  are  you  exposed  to  the  ele- 
ments so  directly  in  a  closely-built  up  community. 

An  average  house  in  Peterboro  would  probably  be  around 
8,000  cubic  feet  in  capacity  of  air  to  be  heated.  Supposing  it 
is  desirable  to  heat  it  to  70  degrees  F.  throughout,  about  10 
kw.  would  probably  be  sufficient  to  take  care  of  the  average 
conditions.  At  the  present  rates  of  l%c  per  kw.  hour  this 
would  cost  12^c  per  hour,  or  $3  per  day,  less  the  discount. 
As  it  is  hardly  desirable,  in  most  cases,  to  heat  the  entire 
house  to  70  degrees,  this  figure  might  be  reduced  to  60  per 
cent.,  or  say  ,$'1.80  per  da.y,  less  the  discount.  It  now  seems 
possible  that  the  Hydro  rates  may  be  cut  to  5/8c  per  kw. 
hour  where  the  power  consumption  runs  up  to  60  kw.  hours 
or  over.  This  would  reduce  our  figures  to  90c  per  day.  Tak- 
ing off  the  10  per  cent,  cash  discount  makes  this  80c  per  day. 
For  an  average  30-day  month  this  would  amount  to  about  $24; 
or,  supposing  you  heat  for  approximately  six  months  in  each 
year,  it  would  be  roughly  .$144  per  year,  which  figure  would 
be  not  unreasonable,  and  would  be  equivalent  to  from  12  to  14 
tons  of  coal  at  the  present  price. 

Individual  heaters  would  probably  be  the  cheapest  instal- 
lation. A  circuit  can  be  run  in  the  basement  and  brought  up 
through  the  floors  wherever  it  is  found  most  expedient  to 
install  heaters.  One  or  two  circuits  would  take  care  of  the 
upstairs  heating.  In  fact,  small  heaters  up  to  600  watts  capa- 
city may  be  used  on  the  ordinary  lighting  circuits  where  the 
wiring  is  strictly  up  to  date. 

Individual  heaters  can  be  purchased  from  most  any  elec- 
trical dealer,  in  sizes  ranging  up  to  5.000  watts  capacity,  and 
at  prices  up  to- $35  and  $40  each.  For  instance,  a  1,200-watt 
heater  sells  at  about  $16,  and  a  2,400-watt  size  at  about  $22. 
A  1,300-watt  iheater  would  cost  to  run  at  present  rates  l'/4c 
per  hour,  less  discount,  and  the  2,400-watt  size  3c  per  hour,  less 
discount.  It  is  now  possible  to  obtain  very  nice  electric  logs 
in  capacities  yp  to  3,000  watts  and  at  prices  up  to  $28.  A 
3,000-watt  log  would  cost  to  run  at  present  prices  3>4C  per 
hour,  less  the  discount,  which  is  much  cheaper  than  the  equiv- 
alent gas  log. 

Another  form  of  heating  which  I  might  touch  on  here  is 
the  electric  circulation  water  heater  for  a  range  boiler,  and 
which  could  be  easily  attached  to  a  hot  water  system.  I  have 
used  a  large  number  of  these  and  find  they  give  excellent 
service  and  are  very  economical.  The  ordinary  heater  can 
now  be  obtained  in  capacities  of  600,  1,000,  2,000.  and  3,000 
watts  each.  The  600-watt  heater  is  for  continuous  operation 
on  a  30-ga!lon  tank  and.  the  larger  heaters  for  intermittent 
operation.  The  3,000  watt  heater  heats  25  gallons  of  water 
from  ;",()  degrees  to  140  degrees  F.  in  one  hour,  and  is  practi- 
cally eciuivalent  to  the  ordinary  gas  heater  consuming  .50  feet 
per  hour.  In  this  case  the  gas  heater  would  cost  7c  for  an 
hour's  run,  at  the  present  rate  of  $1,40  per  thousand  cubic 
feet,  while  the  electric  heater  would  cost  3|4c,  less  the  dis- 
count, or  practically  half  the  price  of  the  gas.  T-wo  or  more 
high  capacity  circulation  water  heaters  attached  to  a  hot 
water  system  should  be  sufficient  to  heat  a  house.  The  cir- 
culation heater  has  been  developed  even  further  in  the  induc- 
tion type,  which  may  be  obtained  up  to  100  kw.  capacity,  and 
have  even  no%v  been  used  in  certain  installations  for  develop- 
ing steam  in  a  steam  boiler. 

The  next  problem  that  presents  itself  is.  Can  we  obtain 
the  necessary  power?    Peterboro  has  a  population  of  about 
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3J0O0-  assunlill^■  four  or  Five  persons  to  a  house,  there  would 
],e  approximately  5,000  houses.  Providing  20  per  cent,  of  the 
houses  would  desire  electric  heating  and  that  an  average  of 
8  kw  per  house  was  installed,  which  would  be  a  fair  estimate, 
we  would  require  8,000  kw.,  or  over  10,000  h.p.  A  fact  to  be 
considered  here,  also,  is  that  the  greater  part  of  this  power 
would  be  used  during  the  winter  months  only,  and  some  other 
use  would  have  to  be  found  for  it  in  the  summer,  in  order  to 
make  the  installation  profitable.  Of  course,  we  might  ease 
the  fuel  situation  considerably  by  utilizing  any  available  otl- 
peak  load  during  part  ofthe  24  hours  and  using  coal  or  wood 
durino-  the  time  the  peak  load  is  on.  This  would  need  careful 
investigation,  and  would  have  tn  be  handled  by  the  Hydro 
xepresentatives. 

Another  point  I  liave  not  trn,che<l  upon  is  the  increased 
capacity  required  of  the  secondary  distril>ution  system  should 
such  a  heating  load  be  taken  on.  This  also  would  have  to  be 
referred  to  the  above  representatives. 


Shawinigan  Falls,  Que.  Wonder- 
ful Power  and  Industrial  Centre 


"Shawinigan  Falls,  its  industries,  electro-chemical  activi- 
ties and  transmission  of  power,"  was  the  subject  of  a  talk 
l,y  Mr  H  E.  Randall,  of  the  Shawinigan  Water  &  Power 
Company,  at  the  Montreal  Electrical  Luncheon,  on  March  13. 
The  talk  was  illustrated  by  a  large  number  of  pictures,  show- 
ing the  expansion  of  Shawinigan  Falls,  from  a  place  with 
practically  no  population,  to  a  town  of  over  12.000  inhabi- 
tants; the  large  number  of  buildings  devoted  to  new  in- 
dustries, many  of  them  now  engaged  on  war  work;  and  also 
interior  and  exterior  views  of  the  power  plants  there  and  of 
the  Laurentide  Power  Company  at  Grand'Mere. 

The  town  of  Shawinigan  Falls,  said  Mr.  Randall,  was 
predestined  to  become  important,  due  to  the  falls  on  the 
St    Maurice  River,  which  are  150  feet  high  there,  and  due 
'to  'the  fact  that  this  spot  furnished  what  at  that  time  was 
probably   the   cheapest   hydro-electric   development   of  the 
world     After  much  hardship  and  ups  and  downs  over  a 
period  of  ten  years,  the  Shawinigan  Water  &  Power  Com- 
pany finally  got  on  to  a  strong  financial  basis  and  was  de- 
livering some  50,000  h.p.,  used   for  aluminum,  paper,  and 
transmitted  for  lighting  and  power  to  the  various  parts  of 
the  province.    From  that  date  the  general  use  of  power  in 
the  province   increased   tremendously.     The   power  houses 
which  produce  power,  which  has  made  all  these  things  pos- 
sible, contain  to-day  an  installed  capacity  of  196,000  h.p. 
The  city  is  the  result  of  the  workmen  and  management  drawn 
there  to  operate  the  large  factories  which  have  located  there. 
The  Northern  Aluminum  Company,  the  Belgo  Canadian  Pulp 
&  Paper  Company,  the  Canada  Carbide  Company,  the  Can- 
adian Electro  Products,  the  Canadian  Electrode  Company, 
the  Canadian  Electro  Metals  Company,  Fraser,  Brace  &  Com- 
pany's steel  plant,  and  the  latest  addition  to  the  Shawinigan 
industries  is  the  Canadian  Aloxidc  Company  (the  Canadian 
name  for  the  Carborundum  Company),  who  will  employ  34,- 
000  h  p  in  the  works  which  are  now  started,  nearly  twice  the 
amount  of  power  used  by  the  Carborundum  Company  at 
Niagara  Falls.    Some  of  the  carbons  for  electric  furnaces 
manufactured  by  the  Canadian  Electrode  Company  were  I/2 
X  7  X  8,  and  carried  a  current  of  40,000  amp.    La  Loutre  dam. 
a  picture  of  which  was  shown,  will  nearly  double  the  capacity 
of  the  Shawinigan  Company,  and  will  impound  water  re- 
presenting a  million  kw.h. 

The  transmission  system  of  the  Shawinigan  Company 
amounts  to  about  1,7(10  miles  of  line,  reaching  the  more  im- 


portant places  of  the  Province  of  Quebec.    Practically  all  the 
asbestos  of  the  world  is  mined  with  Shawinigan  power;  by 
far  the  larger  portion  of  the  paper  made  in  the  Province  ot 
Quebec  is  made  with  Shawinigan  power;  by  far  the  arger 
portion  of  electric  light  used  in  the  Province  of  Quebec  is 
supplied   by    Shawinigan   power-so   that   this  transmitted 
power  has  come  to  have  an  important  bearing  on  the  life  of 
the  province.    This  has  been  particularly  true  since  the  war. 
In  other  times  the  munitions  plants  would  have  had  to  wait 
for  the  motive  power  to  operate,  whereas  the  power  com- 
panies and  electrical  apparatus  companies  were  ready  and 
waiting  to  supply  the  motors  and  the  power  to  turn  these 
plants  as  quickly  as  they  could  be  assembled.    Ihis  speed 
and  the  resultant  economy  of  operation  have  been' important 
factors  in  this  war.    Moreover,  electro-chemical  processes  at 
Shawinigan,  some  new.  others  old,  have  every  one  of  them 
supplied  important  munitions  demands  and  have  been  a  great 
factor  for  that  reason. 

They  heard  a  great  deal  about  the  Ontario  hydro-electric 
system  but  the  Shawinigan  Company  had  three  power  de- 
velopments, any  one  of  which  would  handle  the  entire  oad 
of  the  Ontario  system  in  1916.  Continuing,  Mr.  Randall  re- 
marked: It  is  open  to  serious  doubt  whether  the  future  com- 
mercial loads,  as  we  know  them,  will  be  handled  by  Hydro- 
electric plants  or  by  steam  plants.  The  present  efficiency  of 
conversion  from  water  to  electricity  is  well  up  to  90  per  cent.; 
the  present  efficiency  of  conversion  from  heat  in  coal  to 
electric  power  is  around  20  per  cent.  In  the  one  case  you 
have  practically  no  possibilities;  in  the  other  case  you  have 
tremendous  possibilities  of  betterment. 

At  the  present  time,  for  ordinary  commercial  city  loads 
a  well  designed  steam  plant  having  large  units,  properly 
located  with  respect  to  water,  etc.,  can  supply  in  most  parts 
of  North  America  now  settled,  electric  power  for  distribution 
in  city  streets  at  a  price  which  favorably  compares  with 
Hydro-electric  transmitted  power.  This  is  shown  by  the 
remarkable  success  of  the  100,000  h.p.  steam  plant  located  at 
Buffalo  What  then  would  result  if  somebody  should  produce 
—as  no  doubt  somebody  will  produce— a  metal  capable  of 
withstanding  temperatures  of  a  red  heat  at  high  pressure? 
Immediately  the  efficiency  of  conversion  from  heat  to  elec- 
tricity would  jump,  and  all  our  elaborate  transmission  sys- 
tems would  be  open  to  obsolescense,  due  to  changing  meth- 
ods, because  they  cannot  be  materially  improved. 


Different  Forms  of  Power  Transmission 

With  regard  to  transmission,  electricians  think  only  of 
electricity  as  a  means  of  transmitting  power,  but  what  is  a 
train  of  coal  but  a  means  of  transmitting  power— latent  power, 
it  is  true   but  it  is  transmission  nevertheless.    What  is  the 
conduction  of  oil  through  pipe  lines  but  the  transmission  of 
power?    And  it  is  interesting  to  note  that  these  two  methods 
of  transmission  far  outstrip  the  transmission  of  power  by 
electricity  in  distance,  there  being  pipe  lines  in  the  United 
States  nearly  2,000  miles  long.    So  then,  since  there  are  sev- 
eral kinds  of  transmission  power-,  the  electrically  transmitted 
water  power  has  to  compete  at  the  receiving  end  with  the 
power  transmitted  by  the  railway  line  or  otherwise,  and  in 
this  country  where  steam  is  used  for  heating  during  a  large 
portion  of  the  year  a  still  further  advantage  exists  for  other 
kinds  of  power  derived  from  heat,  but  nevertheless,  with 
cheap  power  at  the  source  and  with  careful  transmission, 
with  low  loss,  which  in  good  lines  should  not  exceed  5  to 
10  per  cent.,  it  is  possible  to  economically  compete  with  other 
transmitted  power,  and  as  a  result  the  transmission  lines 
grown  up. 

Transmission,  however,  has  another  aspect,  and  which 
will  no  doubt  in  the  future  become  a  most  important  aspect, 
that  is,  transmission  lines  will  not  be  used  so  much  for  trans- 
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mission  of  hydraulic  pnwi-v  to  its  contrcs  oi  use,  hut  rather 
for  the  tying  together  of  all  sources  of  power,  so  that  the 
use  of  electricity,  or  of  the  powers  of. the  country  transmit- 
ted to  your  door  by  means  of  electricity,  may  be  well  nigh 
universal.  A  map  showing  the  more  important  transmission 
lines  of  the  United  States  and  Canada  indicates  that  these 
transmission  lines  have  been  built  up  almost  exclusively 
around  water  powers,  there  being  a  few  through  Ohio,  Pen- 
nsylvania and  Illinois  which  are  steam  transmitting  systems, 
but  these  three  states  show  the  new  tendency,  the  linking 
together  of  large  stations,  feeding  a  vast  network  which  brings 
about  a  uniformity  and  continuity  of  supply  at  a  low  price, 
so  that  the  public  utility  is  able  to  supply  the  public  with 
that  which  it  desires  at  the  lowest  possible  cost,  and  is, 
therefore,  successful. 

I  predict  tliat  tlie  transmission  lines  will  in  the  next 
ten  or  twenty  years  become  pretty  well  inter-connected 
so  that  we  will  have  not  a  large  number  of  large  or  small 
separate  systems,  but  a  large  inter-connected  system,  pre- 
sumably made  up  of  a  few  large  organizations  inter-changing 
their  energy  on  some  equitable  basis. 

\\'^e  must  not  let  our  enthusiasm  run  away  with  our  bet- 
ter judgment  when  it  comes  to  hydro-electric  power.  To- 
day it  is  a. fetish  in  some  parts  o£  Canada,  but  it  is  subject 
to  many  pitfalls,  the  most  important  one  of  which  is  other 
kinds  of  transmitted  power,  but  it  nevertheless  has  a  big 
future,  especially  for  those  kinds  of  loads  which  we  call  high 
load  factor  loads,  that  is,  those  loads  which  will  use  the  tre- 
mendously heavy  investment  in  hydro-electric  generating 
stations  and  transmission  lines  the  greatest  number  of  hours 
in  a  year.  For  other  loads,  that  is,  low  load  factor  loads, 
other  means  of  producing  power  will  probably  show  up  more 
advantageously  than  the  present  harnessing  of  hydraulic 
power. 

Electric  Heating 

We  are  hearing  to-day  a  great  deal  about  electric  heat- 
ing. The  Shawinigan  Company  has  for  several  years  carried 
out  experiments  in  electric  heating  of  houses,  and  while  this 
data  has  been  crudely  gathered,  nevertheless  there  is  avail- 
able a  pretty  good  indication  of  the  facts.  The  basic  prin- 
ciple of  electric  heating  is  that  electricity  can  be  turned  into 
heat  and  distributed  through  the  room  at  100  per  cent,  effi- 
ciency, whereas  coal  or  other  sources  of  heat  can  only  be 
turned  into  usable  heat  and  distributed  at  some  fraction — 
say  probably  50  per  cent. — efficiency,  but  never  forget  that 
1  kw.h.  fundamentally  and  absolutely  has  only  the  intrinsic 
heat  value  of  one-quarter  of  a  pound  of  good  coal,  and  that 
it  only  has  the  equivalent  heat  value  of  about  one-third  or 
one-half  of  a  pound  of  coal  when  burned  in  the  ordinary 
manner.  So  we  cannot  hope  in  the  future  for  more  efficient 
use  of  electricity  for  heating  except  in  the  distribution  of  the 
heat;  that  is,  no  electric  heater  will  give  or  put  into  the 
room  more  heat  than  there  is  in  the  electricity,  and  almost 
any  kind  of  electric  heater  from  the  standpoint  of  heat  alone, 
not  long  life  or  ease  of  operation,  is  the  equivalent  of  any 
other. 

Most  of  us  have  been  working  on  electric  heating  as  an 
off-peak  proposition,  realizing  that  it  must  be  done  with  cheap 
electricity  to  succeed.  Now,  an  off-peak  proposition  can  only 
be  worked  when  the  ruling  load  is  bigger  than  the  off-peak 
load.  The  data  from  electrical  distributing  companies  shows 
that  the  average  city  house  takes  a  maximum  demand  of 
about  400  watts  on  the  average — say,  one-half  a  kilowatt. 
Our  experiments  on  electric  heating  of  houses  show  that  the 
average  house  requires  about  20  kw.  of  maximum  detftand,  or 
of  almost  continuous  demand  in  cold  weather,  to  keep  it 
warm,  and  this  with  properly  designed  heaters.  You  can 
see,  therefore,  that  electrical  heating  can  never  be  an  ofT- 


peak  load  unless  some  other  load  can  be  developed  which 
would  be  ofT-peak  to  it,  and  sold  at  a  very  low  price. 

We  also  find  that  it  requires  some  30,000  to  40,000  kw.h. 
a  year  for  heating  the  average  house,  and  this  in  the  winter 
time,  when  our  hydraulic  powers  are  at  their  lowest.  Let 
us  see  what  this  means  in  horse  power.  To  be  ultra-con- 
servative, let  us  say  that  instead  of  20-kw.  the  average  house 
would  only  take  20  h.p.  Now  the  city  of  Montreal  has 
roughly  125,000  houses — say  100,000.  Now,  100,000  houses  at 
20  h.p.  per  house  is  only  2,000,000  h.p.,  a  figure  which  is 
greater  than  the  entire  hydro-electric  power  of  Canada  to- 
day, and  in  fact,  there  is  not  enough  hydro-electric  power 
developed  in  the  entire  continent  of  North  America  to-day 
to  heat  the  little  province  of  Quebec. 

But  now  let  us  examine  what  this  would  cost.  With 
some  knowledge  I  could  say  that  on  this  tremendous  scale 
electricity  could  not  be  delivered -to  your  door  for  less 
than  $20  per  h.p.  for  the  season's  service;  that  is,  the  aver- 
age householder  would  have  to  pay  $400  a  year,  or  the  city 
of  Montreal  householders  would  have  to  pay  $40,000,000  a 
year  for  heating  their  houses,  whereas  actually  they  pay,  at 
$10  coal,  not  over  $7,000,000;  that  is,  there  is  quite  a  margin 
between  electrical  heating  of  the  houses  of  Montreal  and 
heating  them  with  coal,  but  you  say — "What  would  we  do 
if  we  had  no  coal?"  The  answer  is,  there  is  always  com- 
merce, and  while  there  is  commerce  there  will  be  coal — at 
least  in  our  day  and  generation — and  if  instead  of  using  this 
tremendous  amount  of  power  for  heating  purposes,  which 
we  electricians  call  low  grade  purposes,  let  us  use  it  for 
high  grade  mechanical,  electro-chemical  and  electro  furnace 
processes,  which  would  make  this  country  the  most  import- 
ant country  in  the  world  in  this  regard,  and  would  probably 
add  tremendously  to  our  wealth. 

The  city  of  Shawinigan  Falls  to-day  uses  100,000  h.p.  and 
exports  from  Canada  yearly  products  amounting  to  $20,- 
000,000;  that  is,  holding  the  same  proportion,  the  2,000,000 
h.p.  required  to  heat  the  city  of  Montreal  would  bring  to 
this  country  as  a  favorable  trade  balance  twenty  times  $20,- 
000,000,  or  $400,000,000  per  year,  whereas  it  was  shown  that 
$7,000,000  would  have  purchased  the  coal  which  this  tre- 
mendous amount  of  power  would  have  made  unnecessary. 

Is  there  any  heal  argument  in  favor  of  electric  heating 
when  it  means  the  sacrifice  of  valuable  electricity,  valuable 
in  producing  new  chemicals,  new  products,  in  increasing  the 
wealth  of  this  province  seventy  times  the  value  of  the  elec- 
tricity used  as  heat?  After  the  war  we  are  going  to  face  debt 
— the  interest  on  debt.  It  is  only  by  favorable  trade  balance 
that  this  can  be  remedied.  Let  us,  therefore,  get  together 
and  boost  for  the  big  thing,  not  the  selfish  heating  of  our 
houses,  but  for  the  development  of  these  water  powers  and 
the  use  of  this  power  for  industrial  purposes  to  increase  the 
wealth  of  this  country. 


The  Canadian  Bridge  Company,  Limited,  of  Walkerville, 
Ont.,  announces  the  appointment  of  Mr.  John  W.  Seens,  as 
sales  manager,  with  offices  in  New  Birks  Building,  in  Mont- 
real, effective  May  1st,  1918.  Mr.  Seens  was  for  the  past 
seven  years  manager  of  the  Structural  Steel  Company.  Lim- 
ited, of  Montreal,  until  that  company  discontinued  opera- 
tions the  latter  part  of  last  year,  on  account  of  being  obliged 
to  surrender  their  leased  shop.  During  the  period  under 
Mr.  Seens'  regime  the  Structural  Steel  Company  successfully 
carried  out  the  fabrication  and  erection  of  many  of  Montreal's 
largest  buildings.  They  also  furnished  a  large  measure  of  the 
steel  work  in  connection  with  the  large  paper  mill  develop- 
ment in  Quebec  and  Eastern  Ontario  in  recent  years.  Mr. 
Joseph  Labelle,  formerly  designing  engineer  of  the  Structural 
Steel  Company,  Limited,  has  been  retained  as  sales  engineer 
in  the  Montreal  office  of  the  Canadian  Bridge  Company,  Ltd. 


May  15,  1918 


THE   ELECTRICAL  NEWS 


25 


Possibilities  of  the  Relief  of  Fuel  Consumption 
by  Increased  Use  of  Hydro-Electric  Energy 


-By  J.  M.  Robertson'" 


The   -rowing   necessity   for   some   comprehensive  plan 
looking  towards  the  more  complete  and  efficient  utd.zat.on 
of  our  resources  has  been  apparent  for  many  years  to  those 
whose  duties  make  them  familiar  with  the  tren^endous  wast- 
age of  materials  which  results  from  the  lack  of  coordination 
in"  the  use  of  the  various  raw  materials  with  wh.ch  our 
country  is  so  richly  endowed.    The  public,  generally  speak- 
ing has  little  real  idea  as  to  what  constitutes  the  essential 
of  conservation  of  natural  resources.    Simple  reduction  m 
demand,  the  restriction  of  the  use  of  such  materials,  thereby 
restricting  the  output  of  essential  industries  is  obviously  not 
true  conservation.    The  goal  to  be  aimed  at  is  development 
present  and  future,  and  in  order  to  secure  this  end  we  must 
make  use  of  such  materials  as  are  necessary  for  the  main- 
tenance of  our  trade  and  commerce  and  the  growth  and  de- 
velopment of  our  national  life.    Economic  utilization  of  such 
resources,  considering  both  present  and  future  would  limit 
the  use  of  irreplaceable  materials  even  though  they  might  be 
more  cheaply  and  readily  obtained  under  given  conditions, 
and  promote  the  use  of  other  materials  whose  use  con- 
serves to  a  greater  extent  the  assets  of  the  community. 
Consider  Other  Factors  Besides  Cheapness  and  Availability 
The  elements  of  cheapness  and  availability  of  raw  ma- 
terials are  large  factors  in  determining  the  success  or  failure 
of  any  industrial  enterprise,  and  as  such  must  be  given  due 
weight    We  have  been,  however,  and  we  are  still,  too  mucK 
inclined  to  accept  these  factors  as  excuses  for  taking  the 
material  nearest  at  hand  which  is  suitable  for  our  purpose 
and  letting  the  future  take  care  of  itself.    A  little  thought 
and  investigation- devoted  to  the  development  of  possible 
substitutes  will  frequently  disclose  methods  by  which  an 
industry  may  utilize  materials  or  processes  the  use  of  which 
does  not  deplete  the  resources  of  the  country.    The  ideal 
conservation  would  provide  for  the  maintenance  of  the  in- 
dustries of  the  world  by  the  use  of  basic  materials  sup- 
plied from  natural  growth  so  that  the  stock  of  raw  material 
which  constitutes  the  capital  of  the  world  would  not  be  re- 
duced but  would  be  handed  down  unimpaired  from  generation 
to  generation. 

Such  an  ideal  conservation  is  obviously  beyond  reach  in 
our  present  stage  of  development,  but,  although  we  are 
still  using  up  our  capital  at  an  alarming  rate,  the  increasing 
realization  of  the  need  of  care  and  the  increasing  efficiency 
of  utilization  which  science  is  placing  in  our  -hands  makes 
the  future  look  more  hopeful  than   might  be  considered 
warranted  by  a  consideration  of  the  special  and  temporary 
restrictive  measures  which  have  been  applied  to  industry  as 
a  whole  during  the  past  few  months.    From  these  experi- 
ences it  is  apparent  that  the  most  essential  elements  m  our 
industrial  life  at  present  are  transportation  and  fuel,  and 
to  a  large  extent  transportation  means  fuel,  since  the  equip- 
ment required  for  transportation  can  neither  be  produced 
nor  operated  in  the  absence  of  an  adequate  supply  of  fuel. 
It  therefore  follows  that  any  modification  of  our  past  prac- 
tice which  will  maintain  our  industries  and  at  the  same 
time  reduce  the  consumption  of  fuels  will  be  an  applica- 
tion of  true  conservation  principles  in  more  than  one  way, 
as  first  it  will  reduce  the  consumption  of  a  material  which 
once  used  cannot  be  replaced,  and  secondly,  it  will  reduce 
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the  demand  for  transportation  for  such  material  and  will 
thereby  leave  for  the  use  of  some  other  industry  a  larger 
supply  of  raw  material  for  which  for  its  purposes  there  is 
no  substitute. 

Use  of  Raw  Coal  for  Power  Generation  Uneconomic 
The  use  of  raw  coal  as  a  basis  for  the  generation  of 
power  through  the  medium  of  steam  is  fundamentally  un- 
economic, as  too  large  an  amount  of  valuable  by-product  is 
sacrificed  for  very  little  return,  and  the  efficiency  of  the 
conversion  is  much  too  low.    When  it  is  considered  that 
under  average  conditions  the  amount  of  coal  required  to 
generate  a  horse-power  hour  is  of  the  order  of  five  or  six 
pounds,  representing  an  efficiency  from  coal  to  power  of 
only  three  or  four  per  cent.,  which,  generally  speaking,  must 
be  again  divided  by  two  before  the  energy  is  applied  to  the 
work  it  can  be  readily  realized  that  our  present  methods 
of  operation  leave  much  room  for  improvement.     In  de- 
fence of  the  steam  plant  it  may  be  claimed  that  such  figures 
represent  only  the  practice  of  the  smaller  plants  and  that 
in  the  large  manufacturing  centres  power  is  supplied  from 
steam  plants  which  operate  much  more  efficiently.    It  is  a 
very  good  plant  which  can  average  a  kw.hr.  on  iH  lbs.  of 
coal,  including  all  auxiliaries,  so  that  even  under  the  best 
conditions  we  get  an  efficiency  only  about  15  per  cent.  It 
is,  of  course,  necessary  to  remember  that  such  low  efficiencies 
are  not  due  to  imperfecfions  in  the  equipment,  but  rather 
to  the  limitations  imposed  by  thermal  laws,  and  until  a 
method  of  conversion  radically  different  from  the  present 
has  been  discovered  such  losses  cannot  be  eliminated. 


These  figures,  unsatisfactory  as  they  are,  tell  only 
half  of  the  story.  In  using  raw  coal  we  are  throwing  away 
in  a  wasteful  manner  material  which  contains  many  valu- 
able by-products  which  add  but  slightly  to  its  value  as  a 
fuel,  but  which  when  extracted  have  a  value  greater  than 
the  value  of  the  coal  itself.  Many  of  these  materials  are 
essential  elements  in  our  industrial  life  for  which  at  present 
there  are  no  substitutes. 

Notwithstanding  this  very  unsatisfactory  showing,  the 
necessities  of  the  case  require  that  coal  should  be  used  for 
fuel  in  the  absence  of  better  means  of  providing  readily 
available  energy.  It  would  seem,  however,  more  or  less 
elementary  that  the  use  of  coal  for  such  purposes  should 
be  restricted  to  cases  where  no  substitute  is  available  in 
order  that  when  science  places  in  our  hands  improved  means 
of  converting  fuel  into  power,  we  shall  not  be  in  the  unfor- 
tunate position  of  having  squandered  our  patrimony  and 
left  ourselves  without  the  means  to  take  advantage  of  the 
improved  processes  when  available. 

Generate  Power  Before  Using  Steam  for  Heat 

Climatic  conditions  in  this  country  owing  to  the  north- 
ern location  impose  upon  us  a  heavy  burden  every  winter. 
Heat  must  be  maintained  in  our  houses  and  shops.  At  this 
stage  of  progress  the  only  generally  available  means  of  heat- 
ing is  by  fuel — coal,  oil  or  gas — of  which  the  former  is  by 
far  the  most  important.  We  cannot  avoid  the  use  of  coal 
for  heating  our  factories,  but  we  can  see  to  it  that  as  soon 
as  practicable  raw  coal  is  not  used  for  this  purpose,  and 
that  what  fuel  is  used  is  for  heating  purposes  only  wherever 
adequate  substitutes  for  coal  generated  power  are  available. 
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Too  many  of  our  iiulustrial  cstal)li>luiK'nts  arc  operated  en- 
tirely by  coal  simply  because  the  controlling  head  likes  the 
idea  of  "independence,"  and  declines  to  consider  the  pur- 
chase of  public  service  supply  heeaitse  he  would  then  be 
"dependent  on  the  power  conipan>'."  In  places  where  hydro- 
electric service  is  a\ailalile  the  power  required  by  such  es- 
tablishments should  he  purchased  and  generally  is  purchas- 
able at  rates  and  under  conditions  more  favorable  than  the 
costs  of  operation  by  coal  and  with  much  less  investment 
for  plant.  In  the  cases  of  factories  located  where  such  ser- 
vice only  is  obtainable  sufiicient  engine  plant  should  l)e  in- 
stalled to  make  possible  the  abstraction  of  the  maximum 
amount  of  energy  from  the  steam  before  it  is  used  for 
iicating.  the  idea  being  to  operate  steam  plant  only  to  the 
extent  of  the  heat  requirements  utilizing  the  steam  equip- 
ment as  the  reducing  valve  and  increasing  or  decreasing  the 
inirchased  power  to  such  an  extent  as  may  be  required  to 
offset  the  variation  in  the  by-product  power  recovered  from 
steam  required  for  heating  or  process  work. 

As  the  average  manufacturing  establishment  in  most 
parts  of  Canada  requires  more  steam  for  heat  than  for  power 
during  the  winter  months  and  almost  no  steam  during  the 
summer  months,  and  as  the  demand  for  electric  energy  for 
lighting  purposes  is  much  greater  during  the  winter,  such 
an  arrangement  works  to  the  advantage  of  both  company 
and  consumer  as  the  combination  makes  possible  the  almost 
ideal  utilization  of  the  energy  in  the  fuel  during  the  winter 
and  the  capacity  on  the  power  system  thus  released  becomes 
available  to  take  care  of  the  increased  load  which  must  be 
carried  electrically.  The  diversity  thus  introduced  into  the 
power  demand  makes  possible  the  fixing  of  a  power  rate 
which  is  attractive  to  the  consumer,  and,  at  the  same  time, 
remunerative  to  the  power  company. 

In  some  plants  considerable  ingenuity  is  displayed  in 
so  combining  equipment  for  utilizing  steam,  electricity  and 
compressed  air  or  refrigeration  with  outside  service  so  that 
no  fuel  whatever  is  burned,  except  for  supplying  heat,  and 
every  possible  unit  of  energy  is  abstracted  from  the  steam 
before  it  is  utilized  as  heat.  Variation  in  the  demand  for 
air  and  electricity  is  compensated  for  by  use  of  machinery 
driven  by  two  sources  of  power  involving  very  interesting 
cross  conversion  of  energy. 

The  experience  of  those  who  have  plants  operating  under 
these  conditions  is  quite  satisfactory  as  they  have  secured 
the  convenience  of  freedom  from  unnecessary  heat  and  dirt 
during  the  summer,  the  advantage  of  a  standby  plant  as 
protection  against  shut  down — extremely  low  cost  of  power 
during  the  winter  and  a  satisfactory  power  service  available 
at  all  times  when  required. 

The  fact  that  such  economies  are  usually  realized  in 
plants  of  considerable  size  is  due  principally  to  the  fact  that 
the  large  plants  are  directed  by  executives  of  broad  views 
who  realize  that  elimination  of  waste  is  desirable  even  though 
in  a  given  case  it  may  not  result  in  a  net  saving  of  money. 

Instances  have  arisen  this  year  in  winch  factories  which 
•operate  by  steam  power  in  winter  and  purchase  hydro-electric 
power  during  the  summer  months  have  anticipated  the  date 
for  the  commencement  of  this  purchased  service  with  the 
consent  of  the  power  company,  and  are  reducing  their  coal 
consumption  as  weather  permits,  to  the  minimum  absolutely 
necessary  for  heat,  and  are  paying  to  the  power  company 
for  service  to  make  up  the  deficiency  in  power  recovery 
the  net  amount  they  would  have  paid  for  additional  coal. 
The  power  company  having  power  available  is  satisfied 
to  accept  this  amount  for  temporary  service  from  month 
to  month  without  further  obligation  on  the  part  of  either 
party.  Such  co-operation  shows  evidence  of  broad-minded- 
ness on  the  part  of  all  concerned  and  leads  us  to  hope  that 


further  progress  in  co-operation  would  develop  many  other 
instances  in  which  very  real  savings  could  be  made  to  the 
advantage  of  the  country  as  a  whole. 

An  indication  of  the  extent  to  which  an  enlightened 
policy  imder  favorable  conditions  can  carry  the  substitution 
of  hydro-electric  service  for  steam  in  an  industrial  com- 
munity is  given  by  a  comparison  of  the  figures  representing 
the  consumption  of  electrical  energy  in  the  more  important 
industrial  centres  in  America.  For  the  year  1916  the  figures^ 
in  kw.  hours  per  head  of  population  were  as  follows: — 

New  York,  325;  Philadelphia,  350;  Boston,  350;  Cleve- 
land, 400;  Minneapolis,  450;  Pittsburg,  500;  Buflfalo,  586;  To- 
ronto, 700;  Montreal,  783.  The  figures  for  1917  are  not  yet 
available,  but  it  is  probable  that  the  figures  for  both  Toronto 
and  Montreal  would  show  an  increase  of  about  10  per  cent. 
Montreal  would  thus  be  about  800,  while  the  whole  province 
of* Quebec  was  about  700. 

The  total  power  utilized  in  the  Montreal  district  is  about 
300,000  h.p.,  of  which  about  165,000  is  supplied  from  hydro- 
electric sources  and  the  balance  by  steam.  If  the  city  pump- 
ing plant  and  the  plant  of  the  Tramways  Company  are  ex- 
cluded, the  total  steam  capacity  now  in  regular  operation  in 
this  territory  would  be  about  10,000-13,000  h.p.,  or  about  5 
or  6  per  cent,  of  the  total  power  utilized.  Even  this  small 
part  of  the  demand  would  be  reduced  materially  were  it 
not  for  the  fact  that  most  of  these  plants  are  of  a  kind  which 
produce  large  quantities  of  combustible  waste  which  must 
be  disposed  of  by  burning  or  are  plants  in  which  there  is 
relatively  large  demand  for  high  temperature  steam  for  pro- 
cess work  and  a  relatively  small  demand  for  power. 

When  it  is  considered  that  the  amount  of  coal  required 
to  replace  the  electrical  energy  supplied  by  these  hydro- 
electric plants  would  be  of  the  order  of  1,750,000  tons  per 
year  it  is  clear  that  while  there  still  remains  much  to  do 
a  very  considerable  amount  has  been  done. 

It  should  be  borne  in  mind  that  this  is  no  isolated  in- 
stance, what  has  been  done  here  is  being  done  to  a  greater 
or  less  extent  in  many  other  centres  as  is  clear  from  the 
large  and  increasing  load  carried  by  the  Hydro-electric  Sys- 
tem in  Ontario.  Toronto's  use  of  current  is  almost  equal  to 
that  of  Montreal,  and  both  of  them  are  quite  remarkable 
for  very  complete  utilization  of  purchased  power.  Co-opera- 
tion between  the  consumer  and  the  companj'-  with  fair  rates 
and  conditions  for  service  rendered,  and  a  reasonable  will- 
ingness on  the  part  of  the  consumer  to  adapt  himself  and 
his  plant  to  new  conditions,  even  when  such  adaptation  may 
perhaps  entail  the  sacrifice  of  a  little  of  his  apparent  inde- 
pendence, will  assist  our  power  companies  in  improving  the 
already  high  character  of  the  services  they  are  now  render- 
ing by  reducing  to  a  minimum  the  utilization  of  irreplacable 
materials  and  extending  and  broadening  the  use  of  power 
from  inexhaustible  natural  sources. 

The  development  and  utilization  of  our  water  power 
reserves  is  a  measure  of  our  economic  advance  in  the  scale 
of  civilization,  and  the  formulating  of  a  broad  and  liberal 
policy  which  will  ensure  the  keeping  of  such  development 
in  advance  of  the  ftquirements  of  our  industries  is  some- 
thing which  should  engage  the  attention  of  our  govern- 
ment and  our  industrial  leaders. 

It  is  surely  not  too  much  to  hope  that  in  a  country  so 
richly  endowed  with  natural  power  sites,  distributed  almost 
ideally  from  an  economic  standpoint,  the  time  will  come 
when  practically  all  of  the  power  required  for  our  industrial 
life  will  be  supplied  from  such  sources,  and  we  will  be  free 
from  the  reproach  that  because  it  is  easy  and  obvious  we 
cheerfully  squander  our  patrimony  while  we  neglect  to  de- 
velop the  natural  heritage  with  which  a  wise  Providence  has 
blessed  us. 
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Toronto  Electrical  Contractors  Doing  Their  Share  in 
Co-ordinating  the  Electrical  Interests 

The  Toronto  Electrical  Contractors'  Association  varied 
the  proceedings  at  their  regular  monthly  dinner  and  meeting 
on  May  2,  by  inviting  representatives  of  the  central  station, 
manufacturing  and  jobbing  interests  to  be  present.  The  in- 
vitation had  been  generally  accepted  and  the  attendance  was 
unusually  large.  This  is  undoubtedly  a  move  in  the  nght 
direction— the  Goodwin  direction— which  means  a  co-ordma- 
tion  of  all  the  various  electrical  interests  working,  in  har- 
mony for  the  good  of  the  industry— and,  indirectly  but  surely, 
the  good  of  the  individual. 

The  chief  interest  and  discussion  centred  around  the 
agreement  which  the  Executive  of  the  association  had  just 
concluded  with  the  Union.  The  Executive  have  been  work- 
ing hard  to  reach  a  more  cordial  understanding  with  the 
workmen,  and  there  is  good  evidence  in  the  agreement  that 
the  men  are  gradually  coming  to  realize  that  antagonism  to 
the  contractors'  association  is  a  mistake.  The  association 
stands  for  better  work,  better  prices,  better  conditions.  They 
are  working  hard  to  remedy  certain  trade  evils  which,  when 
removed,  will  benefit  the  workmen  quite  as  much  as  the  con- 
tractor. For  that  reason  there  should  be  only  the  closest 
co-operation  between  the  Union  and  the  association.  The 
agreement  as  accepted  by  both  parties  is  printed  on  the 
following  page. 

A  request  had  been  received  from  the  Electrical  Sec- 
tion of  the  Board  of  Trade  that  the  Toronto  Electrical 
Contractors'  Association  name  a  representative  on  the  Rules 
and  Regulations  Committee  of  the  Hydro-electric  Power 
Commission  of  Ontario.  Mr.  Geo.  J.  Beattie  was  elected  to 
represent  the  association. 

The  next  meeting  of  the  association  will  be  held  on 
June  6.  This  will  likely  be  the  last  meeting  of  the  season 
and  a  full  attendance  of  contractors  is  expected. 

The  election  of  officers  for  the  coming  year,  which  was 
held  at  the  May  2  meeting,  resulted  as  follows:  K.  A.  Mac- 
Intyre,  president;  Harry  Hicks,  vice-president;  E.  F.  W.  Salis- 
I)ury,  secretary;  J.  Evcrard  Myers,  treasurer;  Executive  Com- 
mittee: E.  A.  Drury,  Harry  Rooks,  R.  A.  L.  Gray. 


a  week.  Irlow  is  the  iiuml)er  of  hours  banied  to  be  com- 
puted? Is  It  estimated  m-  measured  with  some  kind  of  a 
clock?  Then,  say,  this  store  has  been  lighted  100  hours.  Does 
this  mean  that  in  the  first  ;!0  hours  there  is  to  be  so  many 
kilowatt  hours  allotted  at  the  first  rate  and  in  the  next  70 
hours  likewise?" 

The  answer  to  this  question  lies  in  the  meaning  put  on 
the  word  "demand"— that  is.  the  maximum  demand,  or,  m 
other  words,  installed  capacity.  When  we  speak  of  the  first 
:;!0  hours'  use  of  maximum  demand,  or  installed  capacity,  it 
does  not  mean  that  the  full  capacity  has  been  used  during  the 
exact  period  of  30  hours,  but  that  the  equivalent  amount  of 
current  has  been  used.  For  example,  a  man  may  have  an 
installed  capacity  of  .5  kilowatts.  In  his  case  the  first  ::0 
hours'  use  of  maximum  demand  would  be  1.50  kilowatt  hour.i. 
whether  he  used  it  during  the  first  30  hours  or  during  any 
longer  period.  For  example,  he  may  only  use  this  amount 
over  the  whole  month.  In  the  same  way  the  next  70  hours' 
use  of  maximum  demand  represents  a  consumption  of  3.50 
kilowatt  hours,  as  shown  by  his  meter,  the  time  during  which 
it  was  used  being  immaterial.  It  will  thus  be  seen  that  the 
ordinary  meter  is  the  only  instrument  required  where  such  a 
rate  is  used. 

In  certain  specific  cases  conditions  of  operation  may  be 
such  that  the  maximum  demand  is  less  than  the  installed 
capacity.  Under  these  circumstances,  an  arrangement  mu- 
tually satisfactory  to  the  consumer  and  the  central  station 
must  be  made  on  some  other  basis. 


Rates  Are  Difficult  to  Understand 

.\  correspondent,  a  central  station  man,  who  has  operated 
on  a  flat  rate  of  charge  ever  since  his  plant  was  put  in  opera- 
tion some  thirty  years  ago,  and  who  finds  that  this  method 
is  not  satisfactory  under  present-day  conditions,  writes  us  as 
follows: 

"I  have  before  me  the  Electrical  News  of  recent  date  in 
which  you  have  gone  into  an  analysis  of  the  new  rates  made 
by  the  Hydro  and  the  T.  E.  L.  Company,  but  do  not  under- 
stand what  is  meant  when  you  speak  about  commercial  light- 
ing by  saying:  'First  30  hours'  monthly  use  of  demand,  r. 
cents;  next  70  hour.s'  monthly  use  of  demand.  :!  cents;  bal- 
ance monthly  consumption,  1  cent.' 

"l'"or  example,  take  a  store  in  this  town  open  two  nights 


Power  Plant  Farthest  North 

A  45-kilowatt  hydro-electric  plant  for  light  and  i)ovver  in 
the  town  of  Chitina,  Alaska,  has  just  hten  put  in  operation.  It 
was  built  by  the  owners,  O.  W.  and  M.  S.  Nelson,  has  been 
under  construction  for  two  years,  and  represents  an  outlay  of 
$22,000,  making  it  probably  the  highest  priced,  per  kilowatt, 
plant  in  the  world  One  of  its  distinctive  features  is  that  it  is 
the  farthest  north  of  any  year-round  hydro-electric  plant  on 
the  continent.  Adjacent  to  the  town  of  Chitina  is  a  three- 
acre  lake,  which  is  fed  by  a  number  of  springs,  of  such  mild- 
ness that  the  lake  does  not  freeze  to  any  consideralile  depth 
even  in  the  coldest  weather.  This  lake  is  100  feet  above  the 
Copper  River  and  separated  from  it  by  a  ridgc.  P>y  driving  a 
1.400-foot  tuiiuel  through  this  ridge  the  water  from  the  lake 
is  carried  over  to  the  Copper  River  side,  where  it  is  dropjied 
down  a  hundred  feet  through  270  feet  of  IG-iiicli  steel  pipe. 
The  tunnel  was  driven  through  900  feet  of  frozen  earth  and 
loose  rock  and  through  500  feet  of  extremely  hard,  solid  ruck. 
Tlie  earth  and  rock  were  thawed  with  steam  points. 

Non-Twist  Canopy  Ring 

A  new  inventicui  eliminating  the  necessity  of  the  objec- 
tionable slip  canopies  has  been  provided  by  T.  D.  Parmenter, 
of  the  Colonial  Fixture  C"ompany,  Ltd..  which  will  be  known 
as  the  "Non-Twist  Canopy  Ring."  I'^ull  information  and  de- 
scription will  appear  in  a  later  issue. 
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Toronto  Electrical  Contractors'  Association 

WORKING  RULES 

1.  Adopted  by  the  Toronto  Electrical  Contractors'  Association,  for  the  guidance 
of  its  members,  on  May  2,  1918,  in  force  from  May  1,  1918,  to  May  1,  1919,  and  agreed 
to  by  Toronto  Local  353,  I.B.E.W.  These  rules  are  to  be  posted  in  the  shops  of  the 
members. 

2.  Eight  hours'  labor  shall  constitute  one  day's  work.  All  labor  over  eight  hours 
per  day  shall  be  paid  for  at  the  rate  of  one  and  one-half  hours'  pay  for  each  hour's 
work:  work  performed  on  iSunday  and  legal  holidays  shall  be  paid  for  at  the  rate  of 
double  time.  All  men  shall  be  on  the  job,  ready  to  commence  work  at  the  regular 
hours  for  starting  work,  which  shall  be  between  8  a.m.  and  5.00  p.m.  Saturday  to  be 
a  half-holiday;  Saturday  work  between  12.00  noon  and  5.00  p.m.  to  be  paid  for  at  the 
rate  of  time  and  one-half;  and  double  time  thereafter  until  relieved. 

When  workingmen  are  required  to  report  at  the  shop,  they  shall  report  not  later 
than  7.50  a.m.,  and  shall  be  readv  to  receive  orders  or  supplies.  Failure  to  comply  with 
this  shall  result  in  a  reduction  in  pay  for  the  time  lost,  and,  if  men  are  mstructed  to 
report  at  the  shop  for  work  and  are  not  sent  on  a  job,  they  shall  be  paid  for  two  hours 
time. 

3.  The  holidays  shall  be  legal  and  statutory  holidays. 

4.  The  help  emoloyed  shall  be  divided  into  three  classes:  Journeymen,  Junior 
Journeymen,  and  Helpers. 

Tourneymen  shall  have  served  at  least  your  years  at  the  trade,  and  shall  have  quali- 
fications at  least  as  required  by  the  by-laws  of  Local  353. 

Junior  Tourneymen  shall  be  helpers  who  have  served  at  least  three  years  at  the 
trade  and  shall  have  qualifications  at  least  as  required  by  the  by-laws  of  Local  353. 
and  who  shall  be  allowed  to  work  for  one  vear  under  instructions;  that  is,  he  shall  be 
allowed  to  work  as  a  Journeyman,  but  shall  have  no  one  but  a  helper  under  his  super- 
vision. Employers  shall  be  entitled  to  employ  one  Junior  Journeyman  for  the  first 
four  Journeymen  and  one  for  each  four  thereafter. 

Helpers  shall  be  those  who  have  served  at  least  one  year  at  the  trade.  There  shall 
not  be  more  than  one  Helper  for  each  Tournevman  on  any  job.  An  employer  shall 
have  the  right  to  employ  one  apprentice  if  employing  four  men  on  the  average  during 
the  year. 

5  The  minimum  wage  of  Journevmen  shall  be  55c  per  hour,  and  all  Journeymen 
receiving  now  (April  1,  1918)  more  than  50c  per  hour  shall  receive  a  5c  per  hour  in- 
crease. (Employers  are  advised  to  satisfy  themselves,  when  employing  men,  that  men 
representing  themselves  as  Journeymen  are  really  qualified  as  such). 

The  minimum  wage  for  first-year  Helpers  (one-year  experience)  shall  be  35c  per 
hour.  .  . 

6  All  carfare,  other  than  that  to  reach  the  job  or  shoo  within  city  limits  and 
return  to  his  residence,  shall  be  paid  by  the  employer,  either  in  cash  or  car  tickets  at 
his  option.  All  workmen  working  on  jobs  beyond  the  present  citv  Jimits  shall  take 
car  going  to  or  return  from  work,  which  arrives  at  the  present  city  limits  as  near  8  a.m. 
or  5  p.m.  as  car  schedule  will  permit. 

7.  The  Toronto  Electrical  Contractors'  Association  shall  appoint  two  members 
to  act  with  two  members  of  Local  353  as  a  Joint  Examining  Board. 

8.  No  employer  of  labor  for  the  installation  of  electrical  work  shall  be  given  any 
better  terms  or  conditions  regarding  hours  of  labor,  wages  per  hour.  etc. 

9.  Employers,  in  case  of  work  outside  of  Toronto,  shall  pay  suburban  car,  railroad, 
or  boat  fare,  and  all  expenses  for  room  and  board. 

10  There  shall  be  a  Conference  Board,  consisting  of  three  members  of  Local  353 
and  three  members  of  the  Toronto  Electrical  Contractors'  Association.  This  Conference 
Board  shall  meet  at  least  once  each  month,  or  at  call  of  their  chairman.  All  complaints 
by  employer  or  employee,  or  covering  labor  conditions,  must  be  submitted  to  the  Board 
in  writing  The  Conference  Board  shall  also  work  out  and  put  into  effect  ru  es  .govern- 
ing extra  compensation  to  foremen.  Rules  and  Regulations  to  govern  the  Boards 
transactions  shall  be  made  by  the  members  thereof. 

11  Any  Journeyman,  who  shall  do  any  work  in  violation  of  the  Electrical  Inspec- 
tion Department's  Rules,  or  in  such  manner  so  that  it  will  not  pass  inspection,  shall  do 
said  work  properly  on  his  own  time  and  expense,  or  pav  for  same  being  done,  (it 
being  understood  that,  if  such  work  is  done  by  order  of  the  contractor,  the  coirtractor 
assumes  all  responsibility  as  to  it  being  passed  by  the  Electrical  Inspection  Depart- 
ment and  expense  for  making  work  right).  In  the  event  of  a  Journeyman  refusing  to 
comply  with  this  provision,  the  matter  shall  be  referred  to  the  Conference  Board  for 
investigation  and,  if  the  Journeyman  be  found  responsible,  the  Local  shall  compel 
him  to  comply  with  said  provision. 


May  15,  1918 


THE    ELECTRICAL  NEWS 


29 


History  and  Development  of  Investigations  Into  the 

Nature  of  Light 

  By  Mr.  J.  F.  Heffron  — 


Light  plays  so  important  a  part  in  the  life  of  man  it  is 
not  strange  that  speculation  as  to  its  nature,  and  investiga- 
tion of  its  laws,  should  have  commenced  at  an  early  period  of 
the  world's  history. 

In  their  investigations  and  experiments,  the  ancients  were 
seriously  handicapped  because  they  lacked  the  optical  instru- 
ments so  necessary  to  any  scientific  study  of  its  phenomena. 
Hence  they  were  unable  to  formulate  any  reasonable  optical 
tlieory.  All  the  refinements,  both  of  construction  and  theory, 
may  be  said  to  have  taken  place  within  the  last  three  hun- 
dred years. 

Metallic  mirrors,  one  of  the  simplest  of  man's  devices 
to  reflect  light,  are  of  very  ancient  origin.  Many  of  these 
have  been  recovered  from  ancient  Egyptian  tombs,  and  we 
find  that  they  are  distinctly  mentioned  in  the  books  of  Exo- 
dus and  Job.  Burning  glasses  in  the  form  of  globes  of  water, 
or  of  glass,  were  also  known  at  an  early  date.  Aristophanes 
makes  mention  of  them  in  a  comedy  of  his  which  was  per- 
formed about  424  B.C.  But  of  optical  instruments  more  deli- 
cate than  these,  we  may  reasonably  assume  that  the  ancients 
knew  practically  nothing. 

It  is  surprising,  therefore,  to  find  that  Pythagoras,  the 
Greek  philosopher,  who  died  about  .530  B.C.,  formulated  one 
nf  the  earliest,  and  at  the  same  time  one  of  the  most  reason- 
able theories  in  connection  with  the  phenomena  of  sight. 
He  believed,  as  did  Sir  Isaac  Newton  2,000  years  later,  that 
the  sensation  of  sight  was  caused  by  minute  particles  of  some 
sort,  being  continuously  shot  out  from  luminous  sources, 
which  particles  were  supposed  to  in  some  manner  enter  the 
pupil  of  the  eye. 

We  find  Plato,  with  whom  Greek  philosophy  attaiued  to 
the  culminating  point  of  its  development,  speculating  on  the 
subject,  but  his  hypothesis  is  so  fantastic  in  its  nature  that 
we  are  unable  to  form  any  definite  idea  of  his  meaning,  for, 
in  addition  to  the  lack  of  instruments  so  necessary  in  the 
observation  of  natural  phenomena,  the  speculation  of  the 
Greeks  had  little  or  no  basis  on  exact  observation  of  nature, 
and  was  not  supported  by  a  patient  mastery  of  natural  law. 
They  made  many  brilliant  suggestions,  but  later  genera- 
tions did  not,  as  in  our  times,  immediately  test  and  develop 
these  suggestions  by  actual  observation  of  nature,  so  that 
the  dawning  light  of  truth  was  not  disclosed  until  many 
<  enturies  had  passed  during  which  these  early  suggestions 
were  lost  sight  of,  and  forgotten. 

The  Platonists  were  acquainted,  nevertheless,  with  two 
very  fundamental  laws  of  light.  They  were  aware  of  the  fact 
that  light  travels  in  a  straight  line  when  it  travels  in  a  homo- 
geneous medium,  and  were  also  aware  that  when  a  ray  of 
light  is  reflected  at  any  surface,  the  angle  between  the  inci- 
dent ray  and  the  reflecting  surface  is  equal  to  the  angle  be- 
tween the  reflected  ray  and  the  reflecting  surface. 

Ptolemy,  the  Egyptian  astronomer,  about  150  .\.D.,  in- 
vestigated the  refraction  of  light  both  by  glass  and  by  water, 
but  although  he  measured  and  tabulated  the  angles  which 
the  beam  penetrating  the  glass  of  water  makes  with  the  sur- 
face, corresponding  to  certain  angles  which  the  incident 
l.cam  makes  with  the  surface,  he  was  unable  to  determine 
the  law  which  connected  them. 

■  Passing  over  centuries  of  inactivity  in  the  realm  of 
physics,  we  find  Albazen,  the  Arabian,  in  the  eleventh  cen- 
lury,  making  a  real  advance  in  his  description  of  the  anatomy 


of  the  eye.  He  was  able  to  show  how  it  produced  an  image 
of  external  things  on  the  retina.  He  also  accounted  for 
twilight,  and  for  binocular  vision,  and  made  some  real  pro- 
gress in  the  mathematical  theory. 

Little  progress  was  made  after  this  until  the  invention, 
in  1608,  of  the  telescope,  by  Hans  Lippershey,  a  spectacle- 
maker,  of  Middleburg.  A  little  later  Galileo  independently 
constructed  another  telescope  and,  later  still,  about  1615,  Kep- 
ler demonstrated  how  the  magnifying  power  of  the  telescope 
may  be  calculated  from  the  focal  lengths  of  the  lenses  em- 
ployed. 

Snell,  a  professor  of  mathematics  at  Leyden,  in  1621,  dis- 
covered the  laws  of  refraction  which  Ptolemy  had  been  un- 
able to  deduce  from  his  experiments,  and  died  in  1626  with- 
out having  published  his  results.  Later,  Descartes,  having 
perused  the  dead  Snell's  papers,  published  the  discovery  as 
his  own. 

Glancing  over  the  latter  part  of  the  seventeenth  century 
we  find  that  it  was  a  period  of  extraordinary  activity  and  ad- 
vance in  the  science  of  optics.  Now  possessing  finer  instru- 
ments and  the  accumulated  knowledge  of  those  who  had  gone 
before,  we  find  that  scientists  during  the  fourteen  years  from 
1665  to  1678  made  more  important  discoveries  than  had  been 
made  in  all  the  preceding  fourteen  centuries,  and  it  is  these 
discoveries  which  mark  the  beginning  of  our  present  know- 
ledge of  the  nature  of  light. 

In  1665  Grimaldi  published  a  treatise  on  light,  in  which 
he  gave  an  account  of  some  interesting  experiments  on  "Dif- 
fraction" which  name  he  applied  to  a  small  spreading  out  of 
light  in  all  directions  upon  its  admission  into  a  darkened 
room  through  a  small  orifice.  This  spreading  out  of  the 
light,  he  maintained,  shows  that  it  bends  around  corners  the 
same  as  does  sound,  but,  of  course,  to  a  smaller  extent. 

Newton's  Investigations 

Sir  Isaac  Newton,  in  1666,  discovered  the  decomposition 
of  white  light  into  its  component  colors  by  means  of  a  prism 
which  he  had  chanced  to  purchase  at  Stourbridge  Fair.  He 
showed  that  no  further  colors  were  produced  by  a  second 
refraction  through  a  prism.  He  showed  further,  that  when 
the  component  colors  were  recombined  they  once  more  pro- 
duce white  light.  Newton  explained  that  white  light  con- 
sisted of  a  mixture  of  the  component  colors,  and  that  the 
function  of  the  prism  is  to  separate  the  components.  Oddly 
enough  this  view,  one  of  the  most  important  beginnings  of 
our  modefn  knowledge  of  light,  is  one  that  we  must  abandon 
in  favor  of  the  view  that  the  prism  actually  manufactures 
the  different  colors  out  of  the  white  light,  and  we  also  have 
a  pretty  clear  idea  of  how  the  manufacture  is  carried  out. 

Newton,  when  he  for  the  first  time  projected  the  pretty 
rainbow  tints  of  the  light  passing  through  the  prism  upon 
the  wall,  little  suspected,  even  with  his  great  mind,  how 
that  phantom  riband  of  gorgeous  colors  would  one  day  be 
called  upon  to  draw  many  secrets  from  the  messenger  of 
the  heavens  traversing  space  in  his  thousand-league  boots, 
secrets  that  scientific  men  of  former  times  did  not  conceive 
of  in  their  wildest  dreams,  and  we  may  well  suppose  that  the 
spectroscope  has  not  yet  told  its  entire  story  to  man. 

Newton  carried  on  his  experiments  and  finally  developed 
with  remarkable  ingenuity  the  idea  that  light  consists  of  ex- 
ceedingly minute  particles  shot  out  from  a  luminous  body, 
causing  the  sensation  of  sight  when  impinging  on  the  retina. 
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This  bcCLHiK'  known  to  ihr  world  as  the  "corpuscular  theory 
of  li.ulJt."  and,  stran.ui'Iy  cuouuh,  is  the  same  as  that  advanced 
by  Pythagoras,  3,000  years  lu-forc.  Newton's  exposition  of 
the  theory  was  so  masterly  and  his  authority  in  the  world 
of  science  so  great,  that  with  this  theory  he  was  able  to 
retard  the  devckipmeiu  oi  the  later  wave  theory  for  fully 
a  hundred  years. 

The  wave  theory,  of  which  lluy.uens  may  be  regarded  as 
the  antiior.  and  which  became  known  as  the  "  Undulatory 
tlioiiry,"  first  appeared  in  .1GT8;  it  then  supposed  li^ht  to 
consists  of  waves  of  some  sort  emanating  from  a  himinous 
surface.  Huygcns  showed  how  rellectioii  and  refraction  fol- 
low naturally  from  such  a  theory,  but  unfortunately  was  not 
able  to  show  why  light  bends  round  C(U-ners  so  little.  The 


Dr  Young's  experiment  is  Jiagrammatically  represented  above.  Liglit 
of  a  certain  wave  length  is  admitted  at  a  narrow  slit  S,  and  is  intercepted 
by  a  screen  in  which  there  are  two  narrow  slits,  A  and  B,  parallel  to  the 
first  one.  A  screen  receives  the  light  emerging  from  the  two  slits  it 
the  old  corpuscular  theory  were  true  there  would  be  two  bright  bands  ot 
lieht  the  one  at  P  and  the  other  at  O,  but  instead  Young  observed  a 
whole  series  of  parallel  bright  bands  with  dark  spaces  in  between  them. 
Evidently  the  two  small  fractions  of  the  original  waves  which  pass  through 
A  and  B  spread  out  from  A  and  B  and  interfere  just  as  if  they  were 
independent  sources. 

answ^er  to  the  objection  now  is,  that  light  does  bend  round 
corners  though  only  slightly,  and  that  the  smallness  of  the 
bend  is  quite  simply  due  to  the  extreme  shortness  of  the  light 
waves.  The  longer  waves  are,  the  more  they  bend  round 
corners.  This  can  be  noticed  in  any  harbor  with  a  tortuous 
entrance,  for  thfe  small  choppy  waves  are  practically  cut 
oflf,  whereas  a  considerable  amount  of  the  long  swell  man- 
ages to  get  into  the  harbor.  Huygens  was  unable  to  dem- 
onstrate this,  and  consequently  the  wave  theory  made  little 
headway  for  over  a  hundred  years. 

Young,  early  in  the  nineteenth  century,  discovered  the 
principle  of  interference.  He  was  able  to  show  how  a  beam 
of  light  may  be  divided  into  two  portions,  which  under 
certahi  conditions  will  produce  darkness  when  both  portion^ 
illuminate  the  same  point.  As  this  follows  quite  naturally 
from  any  wave  theory,  as  is  more  fully  explained  later  on  m 
this  article,  but  would  be  inexplicable  by  a  corpuscular  theory, 
the  long  rivalry  between  the  two  theories  came  at  last  to 
an  end,  and  the  corp.uscular  theory  was  forced  to  yield  en- 
tirely to  the  undulatory  theory  from  this  time  onwards. 

If  light  consists  of  waves  they  must,  of  course,  be  waves 
in  some  medium,  and  since  light  travels  across  space  in  which 
there  apparently  is  no  matter,  we  must  suppose  that  the  whole 
of  space  is  filled  with  some  unseen  medium. 

Much  speculation  as  to  the  nature  of  this  medium, 
which  has  been  termed,  in  our  day,  the  ether,  has  been  m- 
dulged  in.  Even  the  ancient  Greeks  attacked  this  problem, 
and  one  of  the  chief  ambitions  of  the  early  Greek  evolution- 


ists was  to  discover  some  one  primitive  substance  or  prin- 
ciple from  which  all  the  contents  of  the  universe  had  been 
developed. 

Huygens  conceived  of  this  medium  as  a  kind  of  elastic 
solid,  through  which  the  vibrations  of  a  luminous  source  are 
transmitted  in  much  the  same  way  as  the  vibrations  of  a 
marble  embedded  in  a  jelly  are  transmitted  through  the  sub- 
stance of  the  jelly. 

This  idea  served  for  some  time,  and  will,  of  course, 
still  serve  for  those  properties  wdiich  light  has  in  common 
with  all  other  forms  of  wave  motion,  but  it  breaks  down  when 
properties  involving  the  actual  character  of  the  waves  are 
considered. 

In  the  revival  <if  scientific  speculation  Descartes  recurred 
to  an  idea  advanced  by  the  brilliant  monk  Giordano  Bruno, 
who  was  burned  at  Rome  in  IGOO.  Bruno  had  suggested  that 
whirlpools  or  eddies  in  this  ocean  of  ether  might  account 
for  the  movements  of  the  heavenly  bodies;  just  as  corks  swim 
round  and  round  in  the  eddies  of  streams.  As  science  ad- 
vanced the  theory  of  ether  received  a  more  solid  justifica- 
tion. Experiment  showed  that  the  air  in  a  particular  por- 
tion of  space — say,  in  the  chamber  of  an  air  pump — might 
be  withdrawn,  yet  something  remained.  A  bell  placed  in 
the  exhausted  space  may  continue  to  work,  yet  no  sound 
comes  from  it;  but  it  remains  visible,  and  so  something  must 
proceed  from  the  bell  to  the  eye.  It  was  suggested,  there- 
fore, that  a  very  fine  all-pervading  fluid  remained,  and  the 
name  of  ether  was  eventually  given  to  it.  When  the  balloon 
was  invented,  and  it  was  found  that  the  atmosphere  became 
thinner  as  one  ascended  and  must  cease  altogether  at  about 
300  or  300  miles  above  the  surface  of  the  earth,  it  was  seen 
that  something  must  occupy  the  vast  regions  of  space  be- 
yond, in  order  to  transmit  light  and  electrical  energy  to  us. 
Again,  the  ether  was  invoked,  and  light,  heat,  and  electricity 
came  to  be  regarded  as  wave-movements,  of  inconceivable 
rapidity,  in  this  ether. 

It  was  Clerk  Maxwell  who  demonstrated  the  solidity  of 
the  theory  of  the  ether  when  in  1873  he  propounded  his  elec- 
tro-magnetic theory  and  showed  that  the  ether  which  was 
required  for  the  transmission  of  light,  was  also  required  for 
the  transmission  of  electric  and  magnetic  actions,  and  that 
the  known  laws  governing  electric  and  magnetic  actions,, 
would  lead  to  electro-magnetic  waves,  which  have  all  the 
characteristics  of  light.  When  by  the  method  of  interferences 
the  illustrous  physicist  Hertz  was  able  to  prove  that  electro- 
magnetic induction  did  not  take  place  instantaneously  as  had 
until  then  been  supposed,  but  according  to  Maxwell's  theory 
propagates  itself  with  the  velocity  of  light,  the  issue  was  de- 
cided and  it  became  known  that  the  same  fluid,  the  ether, 
which  is  the  medium  of  luminous  phenomena,  is  at  the  same 
time  the  vehicle  of  electrical  action. 

The  Wave  Theory  of  Light 

We  see,  therefore,  that  the  "  undulatory."  or  wave  theory 
of  light  took  the  place  of  the  "  corpuscular,"  or  emission, 
theory,  because  the  latter  theory  was  found  inadequate  to 
explain  certain  of  the  phenomena  of  light,  of  which  the  un- 
dulatory theory  yielded  a  satisfactory  interpretation. 

The  chief  importance  that  the  establishment  of  the  un- 
dulatory theory  of  light  held,  lay  in  the  part  it  played  in  the 
discovery  of  the  existence  of  the  luminiferous  ether.  We 
are  now  forced  to  the  belief  that  all  space,  including  intramol- 
lecular  space,  is  fitted  with  an  imponderable  substance  cap- 
able of  transmitting  vibrations,  and  hence  that  light  is  the 
immensely  rapid  molecular  vibration  of  the  illuminating  body, 
which  vibrations  are  transmitted  through  space  by  means 
of  the  corresponding  vibrations  of  the  imponderable  slib- 
stance  pervading  it. 

The  discovery  of  the  real  existence  of  this  "ether"  is 
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one  of  the  great  achievements  of  the  Victorian  era  Its  char- 
acter and  mechanism  are  not  yet  known  to  us  for  a  l  at- 
tempts to  invent  a  perfect  ether  have  proved  beyond  th 
n  ental  powers  of  the  highest  intellects,  but  the  d.fhculty  we 
rxperience  in  trying  to  picture  to  ourselves  the  nature  o 
ether  does  not  disturb  our  certainty  ol  its  existence.  We 
have  to  attempt  to  picture  it  in  terms  of  our  experience,  and 
our  experience  is  confined  to  material  things-that  is  to  say, 
to  what  is  called  "ponderable  matter,"  which  has  very  d  - 
ferent  qualities.  Optics  is  now  a  most  elaborate  science,  ^f^U- 
incr  volumes  with  its  experiments,  observations,  and  deduc- 
tions All  these  experiments  proceed  on  the  supposition 
that  Hgbt  is  an  electro-magnetic  undulatory  movement  in 
ether  and  there  is  not  a  single  observation  or  result  of  ex- 
periment that  does  not  harmonize  with  the  theory. 

We  must  then,  for  the  present,  be  content  with  a  know- 
lecloe  of  the  fact  that  the  ether  exists,  and  must  have  existed 
from  the  beginning  of  the  transmission  of  energy  in  all  its 
forms,  that  it  transmits  these  energies  in  definite  waves  and 
with  a  known  velocity,  that  it  is  perfect  of  its  kind,  but  that 
it  still  remains  as  inscrutable  as  gravity  or  light  itselt. 
Some  Characteristics  of  Light 
We  have  seen,  therefore,  that  any  disturbance  of  the 
ether  must  originate  with  some  disturbance  of  matter.  An 
explosion,  cyclone,  or  vibratory  motion  may  occur  in  the 
photosphere  of  the  sun.    A  disturbance  or  wave  is  impressed 
on  the  ether.    It  is  propagated  in  straight  lines  through  space 
It  falls  on  Mercury,  Venus,  the  Earth,  and  every  other  plane 
or  particle  of  ponderable  matter  met  with  in  its  course,  and 
any  mechanism,  human  or  mechanical,  capable  ot  respond- 
ing to  its  undulations  indicates  its  presence. 

"  Thus  the  eye  supplies  the  sensation  of  light,  the  skin  is 
sensitive  to  heat,  the  galvanometer  indicates  electricity,  the 
magnetrometer  indicates  disturbances  in  the  earth's  magnetic 
f.^ld     We  may  look  upon  the  magnificent  generalization  of 


briefly  summarize  the  leading  points  in  the  science  by  con- 
sidering the  salient  characteristics  of  a  ray  of  light. 

We  have  observed  that  light  travels  in  waves,  or  a  period- 
ically recurring  displacement  or  disturbance  from  a  condi- 
tion of  staple  equilibrium.  These  displacement  waves  occur 
in  the  luminiferous  medium  or  ether.  When  extremely  short, 
they  are  generally  known  as  ultra-violet  light,  and  are  in- 
visible to  the  human  eye,  when  longer  they  form  visible  light; 
and  longer  still,  they  once  more  become  invisible  and  pro- 
duce radiant  heat  waves;  while  beyond  that  they  form  the 


Ket,action  by  Pa.allo.  P'^'e.-If  a  ^^ane 
of  glass  with  parallel  surfaces  it  is  original  direction,  the 

will  he  deviated  through  the  same  =^"2  '=  7'"  ,,^!','=,°e  through  the  plate. 
I-ive  being  simply  fP'^^^'f:.  r^rep  csen  uc  essive  positions  of  the 
AB,  CI),  EF,  and  (.IT,  "\  ^"'8-  2.  •  ^Pr«^';>  f  ^^^^  ,,,,ded.  The  amount 
wave -front  passing  through  the  P'f '^ity  of  the  wave  to  the 
of  sideways  displacement  depends  * e      The  displacement  is 

surface  ^s  well  as  on  the-  The  surface  and  is  greatest 

evidently  zero  when  the  wave  >^  P"*' Xn  U.e  wave-front  is  almost  per- 
when  the  obliquity  is  greatest,  i.e.,  when  tiie 
pendicular  to  the  surface. 

Clerk  Maxwell  thai  all  these  disturbances  are  of  tha  same 
kind,  difYering  only  in  degree,  as  one  of  the  greatest  scientific 
achi;vemenls  of  our  time.  Light  is  an  electro-magnetic  phe- 
nomenon, an.l  electricity  in  its  progress  through  space  wc 
find  follows  the  laws  of  optics. 

..\...pting,   tlureforr,    ihe   undulatory    theory,   we  may 


Refraction  by  a  Prism.— If  the  second  surface  of  the  plate  is  not  paral- 
lel to  the  fi-st  we  have  a  prism.  After  passing  through  a  prism  the  direc- 
ion  of  the  waTe  \s  alteied  as  well  as  being  shifted  sul_eways  for  the 
wave  on  reaching  the  second  surface  is  not  incHned  to  rt  at  the  same 
angle  as  it  was  to  the  (n  st  surface  an.l  therefore  ,t^  yvill  not  be  bent  back 
by  the  sariie  amount.  Fig..:?  shows  successive  positions  of  a  plane  wave- 
front  passing  through  a  pnsm. 

Hertzian  waves  employed  in  wireless  telegraphy.  These 
waves  when  produced  in  a  modern  wireless  apparatus  are 
miles  in  length. 

Any  wave  which  is  propagated  in  a  medium  possesses 
three  principal  features.  It  must  have  (1)  a  certain  wave- 
length, just  as  waves  in  the  ocean  have  a  length  when  mea- 
sured from  crest  to  crest;  (2)  a  certain  period,  i.e.,  the  time 
taken  by  any  portion  of  the  medium  affected  by  the  wave 
to  describe  one  complete  vibration;  (3)  a  certain  amplitude, 
i.e.,  the  distance  on  each  side  of  the  position  of  undisturbed 
rest  through  which  the  portion  of  the  medium  vibrates  to 
and  fro,  and  corresponding,  in  the  case  of  ocean  waves  (to 
continue  the  metaphor  of  a  wave),  to  the  height  of  the  crest 
or  the  depth  of  the  trough,  measured  from  the  ordinary  un- 
disturbed sea-level. 

Combining  the  first  and  second  of  these  characteristics, 
it  is  seen  that  the  velocity  of  propagation  of  the  wave,  as  a 
whole,  will  be  equal  to  the  wave-length  divided  by  the  period. 
So  delicate  is  the  apparatus  of  research  used  by  the  modern 
physicist  that  it  has  been  possible  to  measure  the  length  of 
these  waves  (from  crest  to  crest)  and  il  is  found  that  the 
waves  which  arc  calculated  to  make  an  iini)ression  on  our  or- 
gans of  perception  range  between  the  l-4(),00()lh  and  1-S0,000th 
of  an  inch.  In  other  words,  they  must  impinge  on  our  nerves 
at  the  rate  of  between  four  hundred  and  eight  hundred  billion 
per  second.  That  there  exist  wave-lengths  which  lie  beyond 
the  visible  part  of  the  spectrum,  and  which  are  either  too 
short  or  too  long  to  affect  the  retina  of  the  human  eye,  is 
a  fact  well  known  to  all  students  of  physics. 

The  different  periods  of  light  waves  can  be  deduced  from 
the  relation  to  the  speed  of  light.  The  term  frequency  is 
used  occasionally  instead  of  period;  it  stands  for  the  number 
of  vibrations  per  second,  and  therefore  is  the  reciprocal  of 
the  period,  while  the  amplitude  of  a  light  wave  is  the  factor 
which  governs  the  intensity  of  the  ray.  for  with  light  of  a 
given  wave-length  the  energy  iii  the  ray  is  proportional  to 
Uie  s(|uare  of  the  amplitude.  The  speed  of  light  in  its  move- 
nuiils  through  space  has  been  determined  by  different  meth- 
ods, ea^  li  of  which  show  that  ils  most  probable  value  is  .-iliont 
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186,000  miles  per  socoml.  aiul  that  it  is  the  same  for  all  wave 
lengths. 

From  tile  fact  tlial  li.uht  consists  of  an  undulatory  motion 
in  the  ether,  it  is  possible  to  explain  the  imiiortant  phe- 
nomena wliieh  arise  when  rays  from  two  sei^arate  sources 
meet  at  a  point. 

.Vnaloii'ous  cases  can  again  he  found  in  ocean  waves  and 
the  phenomena  of  the  tides.  If.  owing  to  any  cause,  two 
series  of  waves  from  dififerent  sources  afifect  the  same  water 
surface,  there  may  occur  the  case  where  crests  of  waves  in 
one  series  unite  wnli  crests  of  the  other  series.  In  this  case 
the  resultant  wave  has  an  amplitude  equal  to  the  sum  of  the 
eompc^nent  amplitudes. 

But  in  the  case  where  the  crests  of  one  series  meet  the 
troughs  of  the  other,  the  resultant  amplitude  is  the  difference 
of  the  component  amplitudes,  and  if  these  are  equal  there  is 
no  distnrhance  of  the  sea-level. 

Similarly,  it  is  quite  possible  to  produce  a  combination 
of  rays  wliich  will  give  either  increased  or  diminished  bright- 
ness. This  is  known  as  interference,  and  is  illustrated  by 
Fig.  1. 

Another  .uroup  of  phenomena  is  due  to  the  fact  that 
the  vibration  of  the  ether,  being  perpendicular  to  the  direc- 
tion of  the  ray,  may  be  confined  to  one  particular  plane. 
The  light  is  then  said  to  be  polarized  in  that  plane.  Further, 
since  harmonic  motions  in  directions  inclined  to  each  other 
can  be  combined  so  as  to  produce  circular  or  elliptic  mo- 
tions, we  can  combine  polarized  rays  in  a  similar  manner.  So 
long  as  a  ray  travels  in  the  same  homogeneous  medium,  it 
does  so  in  a  straight  line.  But  when  it  arrives  at  the  sur- 
face of  separation  between  two  media  which  are  optically 
different,  a  change  takes  place.  One  portion  of  the  ray  may 
be  thrown  backwards  into  the  medium  in  which  it  has  been 
travelling,  and  is  thereby  reflected,  while  another  part  may  be 
reflected  in  a  diffuse  or  irregular  manner,  and  it  is  by  this 
diffuse  reflection  that  we  see  most  objects  which  are  not 
self-luminous. 

A  third  part  may  pass  into  the  second  medium,  but  in 
doing  so  its  direction  suffers  an  abrupt  change,  and  is  said 
to  be  refracted,  or  bent.  This  peculiar  property  of  light  is 
made  use  of  in  the  use  of  the  prismatic  lens  to  direct  light 
in  the  direction  desired,  and  is  illustrated  in  figures  2  and  3. 

Lastly,  a  certain  portion  may  be  absorbed  by  the  second 
medium  and  its  energy  transformed  into  heat.  A  perfectly 
dull  black  surface  may  be  said  to  absorb  all  the  light  which 
falls  upon  it  and  reflects  or  diffuses  none  of  it  back,  except 
as  heat. 

Having  given  in  outline  the  principal  phenomena  ob- 
served in  connection  with  light,  and  having  also  traced  the 
main  outlines  of  the  development  of  the  various  attempts  to 
explain  its  phenomena  we  desire  in  conclusion  to  point  out 
that  at  present  the  line  of  advance  in  physical  optic-s  seems 
to  be  towards  some  satisfactory  explanation  of  the  manner 
in  which  luminous  matter  transfers  energy  to  the  ether  so 
as  to  produce  vibratory  motion. 

The  most  promising  explanation  seems  to  be  that,  asso- 
ciated with  each  atom  (or  perhaps' constituting  each  atom) 
there  are  electrically  charged  particles  or  electrons,  whose 
mass  is  mostly,  if  not  wholly,  electro-magnetic  mass,  and 
whose  motions  give  rise  to  ether  waves.  This  resolves  itself 
into  the  necessity  of  formulating  some  hypothesis  concern- 
ing the  basic  stuff  of  which  the  material  world  is  made,  and 
it  is  strange  that  the  conception  the  physicist  or  chemist  of 
the  present  day  forms  of  this  basic  stuff  is  fundamentally  the 
same  as  that  of  the  earlier  philsophers.  These  ultimate  cor- 
puscles, which  are  generally  called  electrons,  are  looked  up- 
on as  minute  structures  or  condensations  of  ether.  We  do 
not  know  their  real  nature,  as  we  do  not  know  the  nature 
of  ether.  Some  conceive  of  them  as  vortices  ("whirlpools") 
in  a  continuous  fluid;  some  think  ether  a  finely  granu'ated 


substance  which  is  more  condensed  at  these  points  which  we 
know  as  electrons. 

But  when  we  reflect  that  these  corpuscles  are  able  to 
travel  at  100.000  miles  a  second,  and  are  so  minute  that  more 
than  a  thousand  of  them  have  space  to  execute  their  prodigi- 
ous movements  within  the  limits  of  an  atom  of  hydrogen 
(which  in  turn  is  so  minute  that  billions  of  them  might  cir- 
culate, at  relatively  vast  distances,  within  the  confines  of  the 
letter  "o"),  we  shall  hardly  expect  very  precise  descriptions 
of  them. 

The  question  is  both  deep  and  wide.  The  future  may 
see  great  changes  in  our  present  notions  concerning  this 
phenomena,  but  that  is  a  problem  for  the  future.  Those  who 
are  impatient  of  the  actual  uncertainties  of  scientific  men 
should  reflect  at  times  on  what  scientific  men  have  decisively 
learned  for  us,  and  compare  it  with  what  people  thought 
about  nature  five  hundred,  or  even  one  hundred,  years  ago. 


Electric-Driven  Sensitive  Bench  Drill  Press 

A  bench  drill  press  with  several  novel  features  has  re- 
cently been  developed  by  the  High  Speed  Hammer  Company, 
of  Rochester.  The  press  is  suitable  for  all  work  ranging 
from  the  smallest  to  a  3/lG  in.  hole.  The  height  of  the  drill 
is  34  inches  over  all  and  the  base  is  x  18  inches.  The 
standard  spindle  speeds  are  2100  to  6000  r.p.m.,  but  special 
pulleys  can  be  furnished  to  give  a  main  spindle  speed  of 


10,000  r.p.m.  The  drill  is  so  constructed  throughout  to  in- 
sure great  accuracy  in  the  work.  The  main  spindle  is  heat 
treated  and  ground  to  size;  it  is  guided  through  a  bronze 
quill  with  an  annular  ball  bearing  support  at  each  end.  End 
thrust  is  taken  up  by  an  end  thrust  ball  bearing  under  the 
feed  arm.  A  depth  gauge  is  also  provided  on  the  feed  arm 
arranged  so  it  can  be  locked  in  position.  The  drill  is  equip- 
ped with  1/10  horse-power,  vertical  Robbins  &  Myers  motor. 


The  gross  earnings  of  the  Southern  Canada  Power  Com- 
pany for  the  half-year  ended  March  31  totalled  $232,950,  an 
increase  of  $45,292;  the  expenses  $128,727,  an  increase  of  $32.- 
327;  and  the  net  earnings  $104,222,  a  gain  of  $12,965. 
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Personals 

Mr.  Raymond  Beaudry,  advocate,  has  been  appointed 
Secretary  of  the  Montreal  Tramways  Commission. 

Mr  C  F  Sise,  general  manager  of  the  Bell  Telephone 
Company,  has  been  elected  president  of  the  Canadian  Club, 
Montreal. 

Mr  Charles  Johnson,  of  Oakville,  Ont.,  has  been  elected 
a  member  of  the  Canadian  Society  of  Civil  Engineers.  Mr. 
Johnson  is  engineer  of  the  Toronto  and  York  Radial  Radway. 

Mr.  George  L.  Guy,  in  private  practice  as  an  electrical 
engineer,  at  Winnipeg,  has  been  elected  a  member  of  the 
Canadian  Society  of  Civil  Engineers.  He  is  also  engmeer 
of  the  Public  Utilities  Commission  of  Manitoba,  being  form- 
erly electrical  engineer  for  the  city  of  Winnipeg. 

Mr  A.  W.  Eshelby,  formerly  with  the  British  Columbia 
Electric  Railway  Company,  has  entered  the  railway  depart- 
ment of  the  Westinghbuse  Electric  and  Manufacturing  Com- 
pany at  Seattle,  and  will  have  charge  of  railway  motor  equip- 
ment and  control  work  in  the  Seattle  territory  tor  the  com- 
pany. 

Mr  C  A.  Lee,  of  the  engineering  staff  of  the  British  Col- 
umbia Electric  Railway  Company,  left  on  April  30  for  Wash- 
ington, D.C.,  to  join  the  United  States  navy  civil  engineering 
corps  with  the  rank  of  lieutenant.  Mr.  Lee  was  in  charge  of 
the  work  at  Coquitlam  dam  in  1911  and  the  hydro-electrical 
installation  at  Jordan  River,  near  Victoria,  from  1912  to  1915. 

Mr.  W.  S.  Ford,  lieutenant  Royal  Garrison  Artillery, 
133nd  Siege  Battery,  B.E.F.,  who  in  the  past  has  been  assist- 
ant hydraulic  engineer  with  the  Canadian  Boving  Company, 
designing  water-power  plants,  Diessel  engine  plants,  etc.,  and 
also  with  the  Western  Canada  Power  Company,  Stave  Falls, 
B.C.,  on  power-house  construction,  waterways,  surveys,  etc., 
has  been  elected  an  associate  member  of  the  Canadian  Society 
of  Civil  Engineers. 

Mr  Frederick  John  Bell,  of  Toronto,  president  and  gen- 
eral manager  of  the  Canada  Wire  &  Cable  Company,  has 
been  elected  a  member  of  the  Canadian  Society  of  Cml  En- 
gineers! Mr.  Bell  is  also  vice-president  of  the  St.  Catharines 
Steel  and  Metal  Company;  manager  for  Mr.  E.  A.  Wallberg, 
CE.,  Montreal,  and  acts  in  an  advisory  capacity  for  the 
Laurentian  Power  Company,.  For  several  years  he  was  on 
the  staff  of  the  Canadian  General  Electric  Company. 

Mr.  John  Murphy,  electrical  engineer,  Department  of 
Railways  and  Canals,  has  been  appointed  the  duly  authorized 
agent  of  the  Fuel  Controller  for  Canada  to  promote  the  sub- 
stitution of  hydro-electric  power  for  steam  power,  having  in 
mind  the  conservation  of  coal.  Mr.  Murphy  has  served  a  long 
apprenticeship  in  the  telephone,  and  the  electric  light,  power 
and  railway  field,  which  experience  is  proving  of  great  value 
to  the  various  federal  controllers,  commissions  and  depart- 
ments with  which  he  is  now  associated. 

Captain  Paul  F.  Sise,  general  manager  and  vice-president 
of  the  Northern  Electric  Company,  Ltd.,  who  was  for  some 
time  in  the  United  States  with  the  staff  of  the  British  Recruit- 
ing Commission,  has  returned  to  Montreal,  for  the  purpose  of 
special  work  in  connection  with  the  recruiting  of  Jewish 
young  men  for  the  Jewish  battalions  now  being  raised  in  Can- 
ada and  the  United  States  for  service  with  the  British  expe- 
ditionary force  in  Palestine.  The  work  will  include  Jewish 
recruiting  all  over  the  Dominion,  and  Captain  Sise  will  visit 
other  Canadian  cities.  The  battalions  will  be  mobilized  at 
Windsor,  N.S. 

Mr  W.  R.  Bonnycastle,  of  Vancouver,  has  been  elected  a 
member  of  the  Canadian  Society  of  Civil  Engineers.  Mr. 
Bonnycastle  is  a  consulting  hydro-electrical  engmeer,  special- 
izing on  water-power  development,  and  is  also  engmeer  for 
the  Bridge  River  Power  Company  and  the  Indian  Power 


Company,  B.C.  As  well  as  being  connected  with  Mr.  R.  S. 
Kelsch,  of  Montreal,  on  the  design  of  the  Kaministiquia 
power  development,  Fort  William,  he  was  electrical  engineer 
with  the  Stave  Lake  Power  Company,  designing  engineer 
with  the  Western  Canada  Power  Company,  and  engineer  for 
Smith,  Kerry  &  Chace. 


W.  H.  Banfield  &  Sons  will  move  their  fixture  depart- 
ment from  Adelaide  Street  to  a  new  sales  and  showroom  at 
80  King  Street  West,  about  June  1st.  They  will  install  a 
complete  range  of  fixtures,  glassware,  piano  and  table  lamps, 
silk  shades  and  all  classes  of  fixture  accessories.  This  location 
is  in  the  center  of  the  electrical  district  in  Toronto  and  will 
be  very  convenient  for  out  of  town  customers. 


The  Siemens  Company  of  Canada,  Ltd.,  Montreal,  has 
obtained  an  order  from  the  Department  of  Public  Works, 
Ottawa,  for  17  knots  of  submarine  cable  for  delivery  at  Hali- 
fax and  Vancouver.  The  cable  will  be  manufactured  at  the 
company's  works,  Woolwich  London,  Eng. 


The  Montreal  office  of  the  Jefferson  Glass  Company, 
Limited,  has  been  moved  from  the  Royal  Trust  Building 
to  the  10th  floor  of  the  Guarantee  Building,  285  Beaver  Hall 
Hill. 


The  electricians  in  the  employ  of  the  city  of  Vancouver 
have  been  given  an  increase  of  $30  per  month,  which  will 
make  their  monthly  wage  $145  and  $125  flat,  instead  of  the 
union  scale  they  formerly  advocated  of  $6.30  for  a  day  of 
eight  hours,  with  double  pay  for  overtime. 


The  Canadian  Tungsten  Lamp  Company,  Limited,  of 
Hamilton,  have  issued  a  booklet  entitled  "Blue  Label  Lamp 
Data  Book."  It  is  well  illustrated  and  contains  a  quantity 
of  useful  information. 


The  Prince  Rupert  Hydro-Electric  Company  has  offered 
the  city  of  Prince  Rupert  their  plant  at  Falls  River,  including 
all  improvements,  for  $34,000  in  municipal  bonds,  and  the  offer 
is  being  given  consideration. 


The  Canadian  Refrigerating  Plant,  of  Victoria,  plans 
changes  in  their  equipment,  amounting  to  $25,000.  The  capa- 
city of  the  plan  is  to  be  increased  by  the  installation  of  ma- 
chinery equipped  for  electrical  operation. 


For  the  Amateur  Gardener 

Garden  Steps— by  Ernest  Cobb;  Silver,  Burdett  c&  Com- 
pany, Boston,  publishers;  a  manual  for  the  amateur  in  vege- 
table gardening.  These  are  days  when  practically  every 
householder,  whatever  his  down-town  business  may  be,  is 
interested  in  the  utilization  of  some  small  plot  of  ground  for 
increasing  food  production.  Experience  has  shown,  how- 
ever, that  there  is  a  very  considerable  percentage  of  wasted 
energy,  due  to  lack  of  experience  or  knowledge  of  the  rudi- 
ments of  vegetable  gardening.  In  this  connection  we  are 
pleased  to  have  located  an  up-to-date  little  book  which  covers 
briefly  and  practically  most  of  the  operations  with  which 
amateur  gardeners  are  concerned.  .-Xs  the  author  states  in 
the  preface,  he  has  endeavored  to  gather  into  small  space 
"the  necessary  information  regarding  the  culture  of  each  im- 
portant vegetable  for  the  home  garden  and  arrange  it  so  that 
the  amateur  may  take  each  necessary  step  in  its  proper  turn, 
guided  by  clear,  explicit  directions."  The  book  comprises  225 
pages,  nicely  illustrated,  of  the  most  readable,  helpful,  and 
l)ractical  information  the  writer  has  seen. 
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Current  News  and  Notes 


CoUingwood,  Ont. 

I'lie  Water  and  Liglil  L'cininiissii)n  oi  C'oUingwDod,  Ont., 
have  contracted  to  supply  a  further  block  of  800  h.p.  to  the 
(."ollingwood  Shipbuilding  Company.  Additional  transformer 
and  sub-station  capacity  will  bo  rcciuired. 

Halifax,  N.S. 

.\s  a  result  of  a  plcltiscitc  on  the  Halifax  Power  Com- 
pany (juestion  the  city  has  been  authorized  to  advance  the 
company  $400,000,  receiving-  in  return  a  mortgage  for  .$400,000 
and  51  per  cent,  of  the  stock  of  the  company.  The  company 
receives  a  S.'i-year  contr;icl  for  street  lighting  at  $:il),000  a 
year. 

Morrisburg,  Ont. 

The  Xew  York  and  Ontario  I'ower.  Company  have  made 
application  to  the  Internatic m.ii  Joint  Cotiimission  for  ap- 
proval of  plans  to  reconstruct  their  dam  and  plant  at  Wad- 
din'gton,  on  the  St.  Lawrence.  The  company  propose  to  con- 
struct a  new  dam  and  power-house. 

Niagara  Falls,  Ont. 

The  Niagara  District  Independent  Telephone  Company, 
which  has  been  serving  the  peninsula  farmers  for  years,  has 
sr>ld  out  to  the  Bell  'J'elei)lione  Company. 
Quebec,  Que. 

The  Levis  County  Railway  have  made    fare  increases 
anutunting  to  practically  100  per  cent. 
Regina,  Saslc. 

The  City  Council  of  Regina,  Sask.,  are  considering  a  30 
per  cent,  increase  in  light  and  power  rates.  The  cost  of  oper- 
ating the  power  plant  is  said  to  have  been  $.5.5,000  more  last 
year"  than  was  anticipated. 

Sault  Ste.  Marie,  Ont. 

]'"ire,  on  the  morning  of  May  3,  destroyed  the  old  ^^ower 
station  of  the  Great  Lakes  Power  Company,  Sault  Ste.  Marie, 
Ont.  The  new  plant,  however,  was  not  affected.  Temporary 
installation  was  made  to  take  care  of  the  street  railway  and  a 
portion  of  the  d.c.  power  formerly  supplied  by  the  old  plant. 
As  yet  it  has  not  been  decided  what,  action  will  be  taken,  but 
it  is  very  probable  that,  rather  than  reconstruct  the  old  plant, 
an  extension  will  be  made  to  the  new  plant.  The  latter  was 
designed  so  that  it  coulld  be  readily  extended. 

Toronto,  Ont. 

Notice  has  been  given  to  customers  of  the  Toronto  Elec- 
tric Light  Company  of  a  minimum  charge  of  50  cents  a  mouth 
on  all  domestic  connections.  The  company  will  benellt  chiefly 
during  the  summer  months  when  houses  are  closed. 

The  Toronto  Street  Railway  Company  have  now  defin- 
itely decided  to  employ  women  conductors.  They  will  re- 
ceive the  same  pay  as  the  men,  although  it  is  possible  they 
may  work  on  shorter  shifts. 

The  gross  receipts  of  the  Toronto  Street  Railway  Com- 
pany for  the  month  of  April  were  $54:!,054.7 7,  and  the  city's 
percentage  $108,610.95,  as  connpared  with  gross  receipts  of 
$510,:!;{4  for  the  corresponding  month  last  year,  with  the  city's 
percentage  at  $102,006.98,  or  an  increase  in  the  interests  of  the 
city  of  $0,54;!. 97. 

•  Vancouver,  B.C. 

The  West  Kootenay  Power  Company  has  ]:)egun  prelim- 
inary work  on  the  high-power, line  from  Rossland  to  the  Can- 
ada L'npiitr  Corp<)ratir)n.  at  Copper  Mountain,  near  Princeton. 


The  extension  will  be  about  180  miles  long,  and  is  expected  to 
cost,  including  laterals  and  sub-stations,  between  $2,000,000 
and  .$3,500,000. 

The  Kootenay  General  Hospital,  Nelson,  will  soon  be 
equipped  with  an  electric  lighting  system  if  the  plans  under 
consideration  are  carried  out.  The  cost  of  the  work  is  ex- 
pected to  be  about  $1,180. 

The  electrical  equipment,  including  lighting  and  power, 
in  the  assembling  plant  of  the  Imperial  Munitions  Board  at 
Victoria,  was  installed  by  C.  H.  E.  Williams,  contracting 
electrical  engineer.  Securities  Building,  Seattle. 

Winnipeg,  Man. 

Jitneys  have  now  been  permanently  banished  in  the  city 
of  Winnipeg. 

The. Winnipeg  Street  l\ailway  Company,  it  is  said,  will 
immediateily  pay  the  city  $105,000  due  on  1917  percentages, 
grant  salary  increases  to  the  amount  of  $83,000  a  year,  and 
install  a  system  for  tlie  protection  of  the  city  service  mains 
from  electrolysis. 


Trade  Publications 

Mellowlight— Bulletin  R,  issued  by  the  Canadian  Gen- 
eral Electric  Company,  describing  "Mellowlight"  semi-indi- 
rect lighting  fixtures;  illustrated. 

Condulets — Condulet  Suggestion  No.  37,  by  the  Crouse- 
Hinds  Company  of  Canada,  showing  an  actual  installation  of 
Type  FHF  condulet,  which  makes  an  ideal  fitting  for  control 
of  household  heating  devices;  manufactured  strictly  in  ac- 
cordance with  the  Code. 

C.  G.  E.  Publications — Bulletin  No.  44678,  describing  drum 
type  controllers  for  railway  service.  Also  leaflets  describ- 
ing tank  lifters  for  G-E  type  F,  forms  K5  and  Kl3,  oil 
switches;  G-E  oil  switches  for  pole  line  service,  Type  F, 
Form  P7,  and  Thomson  direct  current  astatic  watthour 
meters  for  switchboard  service. 

M.S.L.  Batteries — The  Canadian  Hart  Accumulator  Com- 
pany are  distributing  a  handy  pocket-size  catalog  giving  com- 
plete data  regarding  the  care,  maintenance,  and  repair  of 
storage  batteries  in  general  and  also  comprising  coni- 
plete  replacement  data  showing  the  various  types  and  sizes  of 
batteries  used  on  all  makes  of  automobiles  and  the  M.S.I.. 
l)attery  suitable  for  each  model. 

Rheostats— Circular  No.  501,  by  the  Ward  Leonard  Elec- 
tric Company,  describing  their  "Universal"  battery-charging 
rheostats  for  garage  service.  The  booklet  describes  a  very 
useful  and  efficient  series  of  present-day  equipment.  The 
Ward  Leonard  Electric  Company  have  also  issued  Bulletin 
No.  50,  which  describes  in  detail  the  method  of  determining 
the  proper  size  of  a  battery-charging  rheostat. 

"Electrical  Equipment  for  Cement  Mills" — Circular  No. 
7174,  just  issued  by  the  Westinghouse  Electric  and  Manufac- 
turing Company.  The  pamphlet  has  an  attractive  art  cover, 
illustrating  the  interior  of  a  motor-driven  cement  mill,  while 
numerous  photographic  reproductions  are  given  throughout 
the  publication,  showing  the  application  of  motors  to  various 
tyi^es  of  machinery  employed  in  cement  mills.  .-Xdvantages 
of  motor  drive  for  this  class  of  service  and  characteristics  re- 
([uired  by  motors  to  be  specially  successful  are  given  briefly. 
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PHILLIPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows. — 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  in.  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


Phillips  Factory 
at  Montreal 


3C 


FOR  SALE 


Fifty  tungsten  or  nitroRcn,  5-liglu  cUii-lor  lix- 
tures.  20<<j  inch  porcelain  enameled  steel  roHector. 
Malleable  iron  cross  arms,  vony  glass  insulators, 
iligh  tension  mica  insulating  joint,  tested  to 
;$-H«H>  volts.  In  service  for  short  lime.  ~W 
Alabaster  Halls,  V>  in.  x  V2  in.  n  tl  ui.  litter.  Kn- 
tirely  new. 

Kor  information  regarding  the  above  apjily  to 
t;alt  HydroKlectric  Commission,  50  Dickson^M.^, 


POSITIONS  VACANT 


\V\N"TED"^r»raftsmen  with  experience  on 
transformers,  induction  motors,  or  direct  current 
machines.  Apply  stating  experience  and  salary 
expected,  to  Box  731,  Electrical  News,  Toronto. 


W  VN  l'Kl)— Several  expcrieiiccil  ilral'tsnieii,  more 
narticularlv  those  having  experience  in  switch- 
boards, also  draftsmen  having  experience  in  gen- 
erators and  transformers.  In  aiM-lynig  slate  pre- 
\Hous  experience,  where  at  I'lr-cnt  Liiiiilcyi,!,  sal- 
ary expected.  Apply  Works  F.nK.neer,  (  ana.lian 
General  Electric  Co.,  Peterliovo.  H'  ti 


Increased  Use  of  Electric  Vehicles  in 
England  and  Ireland 

The  high  price  of  g'asoline  (it  is  now 
costinsj  more  than  $1  per  imperial  galloiO 
and  the  multiplying  of  electrical  supply 
stations  are  said  to  be  creating  a  new  de- 
mand for  electric  vehicles  for  both  plea- 
sure and  commercial  purposes  in  the 
United  Kingdom.  It  is  not  supposed  that 
such  demand  can  be  met  by  British  man- 
ufacturers, as  long  as  their  energies  are 
bein?  devoted  to  supplying  government 
needs,  but  after  the  close  of  the  war  there 
will  in  all  probability  be  a  marked  de- 
velopment along  this  line,  since  to  mam- 
tain  and  operate  certain  electric  vehicles 
will  be  more  economical,  and  there  will 
undoubtedly  be  standardization  of  con- 
struction. It  is  thought  that  through 
standardization  it  will  be  possible  to  con- 
struct a  two-seated  runabout  complete 
for  less  than  $500,  and  a  half-ton  trades- 
man's van  for  about  .$750. 

The  raailroad  companies  are  usin.g 
them  extensively,  and  in  other  lines  of 
business,  as  well  as  for  municipal  use,  the 
demand  for  them  cannot  be  met.  In  some 
cities  electric  power  has  been  adopted 
for  omnibus  service  At  pre-war  rates  for 
gasoline  the  relative  over-all  costs  of 
running  petrol  and  electric  omnibuses 
worked  out  practically  17  and  15  cents 
per  car-mile.  The  cost  of  gasoline  has 
advanced  250  per  cent.,  whereas  the  ad- 
vance in   cost  of  electrical  energy  has 
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l)oen  only  about  10  per  cent.  In  many 
places  in  England  power  for  commercial 
electrics  can  be  obtained  for  2  cents  per 
unit.  An  electric  passenger  car  travels 
nearly,  if  not  quite,  a  hundred  miles  on  a 
single  battery  charge. 

A  report  by  Electrical  Engineer  T.  W. 
Rloxam  to  the  Tramways  and  Electricity 
Conniiiltcc  upon  electric  compared  with 
petrol  \ohicIcs  was  presented  to  the  City 
Council  of  Belfast  recently. 

The  report  states  that  in  May,  1915,  the 
department  commenced  using  an  electric 
wagon  with  a  nickel-iron  battery  in  place 
of  a  petrol-driven  wagon,  for  the  ordin- 
ary repair  work  of  the  overhead  ecjuip- 
ment,  and  a  material  saving  in  cost  had 
resulted,  as  the  greater  facility  for  start- 
ing, stopping,  and  manoeuvring  in  traffic 
more  than  counterl^alanced  any  loss  of 
time  on  the  road,  unless  the  journey  was 
to  a  distant  part  of  the  city.  During  the 
2^4  years  ended  July,  1917,  the  electric 
wagon  ran  7,398  miles,  and  used  6,651 
units  of  electricity  (0.89  units  per  mile), 
the  cost  per  unit  for'  the  past  year  being 
l.i:!7d.  per  unit.  The  petrol  vehicle  ran 
5,800  miles,  and  used  1,621  gallons  of 
petrol  (0.28  gallon  per  mile),  the  cost 
per  gallon  being  2s.  354d.  Therefore,  dur- 
ing the  year  to  March,  1917,  the  "electric" 
cost  l.Old.  per  mile  for  electricity,  and 
the  "petrol"  cost  7.77d.  per  mile  for  pet- 
rol, a  diflference  of  6^d.  per  mile,  or  £70 
per  annum. — N.  E.  L.  A.  Bulletin. 
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PETRIE'S  LIST 

of  New  and  Used 

MOTORS 


FOR  IMMEDIATE 

DELIVERY 

No. 

H.P. 

Phase 

Cycle  Volts 

Speed  Maker 

1 

11)0 

3 

25 

550 

7.50    W  estg. 

2 

40 

3 

25 

550 

710  Westg. 

2 

35 

3 

25 

550 

720  Westg. 

1 

20 

3 

25 

550 

500    C.  G.  E. 

3 

15 

3 

25 

550 

750    C.  G.  E. 

4 

10 

3 

25 

550 

720  Westg. 

2 

'iy 

i  3 

25 

550 

750    C.  G.  E. 

2 

4 

3  ■ 

25 

'  550 

1400  Excelsior 

2 

3 

3 

25 

550 

750    C.  G.  E. 

2 

2 

3 

25 

550 

1400  Excelsior 

30  to  e 

0  DAYS'  DELIVERY 

2 

75 

3 

25 

550 

7.50    C.  G.  E. 

1 

50 

3 

25 

550 

750  Westg. 

1 

35 

3 

25 

550 

750    C.  G.  E. 

1 

20 

3 

25 

550 

750    C.  G.  E. 

3 

10 

3 

25 

550 

7.50  Westg. 

4 

5 

3 

25 

550 

750  Westg. 

Write 

Us  for 

Prices 

H.  W.  PETRIE,  Limited 

READ  THIS! 

$2,900  for 

275  K.V.A.  25  Cycle 
6600  Volt,  3  Phase 
275  R.P.M.  Generator 

or  Synchronous  Motor 

Brand  New 

Fully  Equipped  Sw-Bd. 
and  Exciter 

ALSO 

3100  K.V.A.  25  Cycle 
New  Transformers  S.P. 
13,200  to  6600  2200  Volt 

$900  each 

To  be  sold  immediately 
Wire  for  particulars 
E.  A.  LOWRY  -  GUELPH,  ONT. 

PROCURED  !N  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATEN  I  LITIGATION 

SEND  FOR  HAND  BOOK 


Front  St.  West 


Toronto,  Ont. 


ATENTS 


PHOHI 
MAIN 

2582 

RIDOUT  &  MAYBEE 

59  Yonge  Street 
TORONTO       -       -       -  CANADA 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 
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Ready  for  Immediate  Delivery 


ALTERNATING  CURRENT 

KlO  K.W.,  General  Electric,  3 
phase,  60  cycle.  2300  volt  gen- 
erator, type  GTB,  form  D,  cotn- 
|.lcte  with  switcliboards. 

l-^i;(K>  K\V.,  3  phase,  60  cycle,  1100 
volt,  General  Electric  generator, 
type  GTB,  form  D,  speed  600. 

t— 450  K.V.A.,  2300  volt,  AlHs- 
Chalmers,  200  speed,  3  phase,  60 
I  ycle  generator,  2  years  old,  good 
for  direct  connection  for  engine 
drive  or  water  wheel  drive. 

1-  loO  H.P.  new  Westinghorise  mo- 
tor, 3  phase,  60  cycle,  550  volt, 
900  speed. 

1-  KKI  II. P.,  new  General  Electric, 
:',  phase.  00  cycle,  440  volt,  720 
speed,  slip  ring,  complete  for 
lieavy   starting  duty. 

1  .10  H.P.  new  General  Electric, 
440  volt,  1200  speed.  3  phase,  60 
cycle,  slip  ring  motor. 

1—  .V)  H.P.  General  Electric,  220 
volt,  900  speed,  type  I,  form  L. 

2-  -50  H.P.  new  Allis-Chalmers,  550 

volt,  3  phase,  GO  cycle,  000  speed 
motors. 

MOTOR    GENERATOR  SET 

1-  4(»  KW.,  125  volt.  General  Elec- 
tric, 720  speed,  type  CL,  form 
P,  6  pole  generator,  connected 
on  one  sub  base  to  a  CO  H.P., 
:;  pbase,  60  cycle,  20S0  volt,  720 
speed,  type  M,  form  C,  Fort 
Wayne  motor  in  Al  condition 
and  complete.  Three  bearing 
niaclnne. 


DIRECT  CURRENT 
-100  H.P.,  110  volt,  Holtzer-Cabot 
D.C.    motors,    550    r.p.m.,  fidl 
commutators. 
-10  KW.,  125  volt.  Bullock,  400 
speed,    marine    set,    direct  con- 
nected   on   one    sub   base    to  a 
Westinghonte  vertical  engine. 
-50  KW.,  125  volt.  General  Elec- 
tric,  280   speed,   type   MP  gen- 
erator,   direct    connected    to  an 
11  X  12  vertical  marine  type  en- 
gine. 

-300  KW.,  500  volt,  D.C.  General 
Electric   generator,  400  r.p.m. 

—r,r,'.i  KW.,  125  volt  Westing- 
house,  SOO  speed,  type  M  gen- 
eratoi',  complete  and  in  Al  con- 
dition. 

—80  KW.,  125  volt,  Crocker- 
Wheeler,  750  speed,  type  CCD 
generator. 

—90  KW.,  110  volt.  General  Elec- 
tric, 690  speed,  type  CL,  6  pole, 
form   B  generator. 

—.300  KW..  550  volt,  General 
Electric.  400  speed,  type  MP 
generator,  D.C. 

BOILERS 

—.300*  H.P.  Holyoke  Manning 
Boilers,  now  located  in  Massa- 
chusetts; good  for  1.50  lbs;  11 
years  old,  in  splendid  condition. 

— 150  H.P.  Manning  P.oilers,  now 
located  in  New  Hampshire;  good 
for  135-140  ll)s.  Immediate  de- 
livery. 

;  90"   X   1.8'    6"  horizontal  return 

tubular  Dillon  Boilers,  now  lo- 
cated in  Rhode  Island,  installed 
in  1905,  for  delivery  in  2  months. 


SEND  US  YOUR  ENQUIRIES 

JOSEPH  MYERSON,  274  commercial  St.,  BOSTON,  Mass 


Safety  Panels  and  Switcliboards 


For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 


220  King  Street  West 


TORONTO 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


3 

Qu. 

1 

1 

1 

5 

1 

1 

2 

5 
5 
2 

4 
6 
1 

1 
6 
1 
1 
3 
1 
1 

10 

3 
20 

1 

3 
2 
6 


PHASE,  60  CYCLE  MOTORS  |  Qu.  H.P.  Make 
H.P.  Make        Volts  Type  Speed  2    15  G.E.NEW 


Volts  Type  Speed 


/2 

'A 

1 
1 
1 

2 


R&M  NEW. 
G.E.NEW.  . 
G  E 

G.E.NEW.  . 

G.E  

Fbks.  M.  . 

G  E 

G.E.NEW. 


110 

110  KT 
110  I 
220  KT 
220  KT 
440  B 
220  KT 
220  KT 


Wstgh.  New  220  OS 
R&M  NEW.  220 
G  E 

G.E.NEW.  '. 

G.E  

G.E  

Cr.Wh.  .  .. 
G.E.NEW.  . 
G.E  


220  KT 
220  KT 
220  KT 
220  KT 
220 

220  KT 
220  KT 

G.E   220  KT 

Cr.Wh.  ...  220  Q 
Cr.Wh.  ...  550  Q 

Wstgh   220  CCL 

Wstgh.  New  220  CS 
Wstgh.  New  220  CS 
G.E.  (motors 
only)  ....  550 


1700 
1800 
1800 
1800 
1800 
1200 
900 
1800 
11.30 
1150 
1800 
1800 
900 
1200 
1720 
1800 
1800 
1200 
1720 
1720 
1700 
1735 
1130 

1200 


15 
5  15 
2  20 
1  20 
50  2(> 
19  25 


30 
35 
35 
35 
40 

40 
40 
50 
50 
50 
75 
125 
1.50 
150 
200 


220  KT 
R&MNEW.  220 
Fbks.M.  220/440  KBV 
Wstgh.    .    .  220  CS 
Fbks.M:.  .   .  220  B 
Fbks.M.   220/440  KB  V 
Wagner  220/440  BP 
Wa!?nerNEW  220 

G.E   220  KT 

G.E   220  KT 

Triumph  220/440 
Wagner 

NEW.   220/440  BP 
Fbks.M.   .    .  220 
G.E.NEW.  .  220  KT 
Triumph  .   .  220 
G.E.NEW.  .  220  KT 


G.E.NEW 
G.E.NEW. 
G.E. 


440  KT 
.  220  K 
.2200  L 


Wstgh.  New  440  CW 
G.E.NEW.  .  220  M 
G.E.NEW.  .  440  M 


900 
1150 
1200 
1160 
1200 
1200 
1120 
850 
600 
720 
900 

850 
900 
1200 
720 
900 
900 
900 
600 

fins 

580 
600 


3  PHASE,  25  CYCLE  MOTORS 


7^15  Cr.Wh..  220/440  865/1735 


TA  G.E.NEW.  .  220  KT 
7/2  G.E.NEW.  .  220  KT 
TA  G.E.  (motors 

only)  .  .  .  .  550  KT 
2     TA  G.E.NEW.  .  220  KT 

2  10  G.K.NEW  .  220  KT 
4    10      G.E.NEW.  .  220  KT 

1    10      Wstgh   220  CCL 

1    10      Wstgh.  .   .  .  220  CS 

1    10      Cr.Wh.  with 
resistance 
type  starter  550  O 

3  15      G.E.NEW.  .  220  KT 


ISOO 
1200 

1800 
900 
1800 
1200 
1700 
1150 


1800 
1200 


5      G.E.    ...  220  KT 
12^^  G.E.elev.type- 

high  torque  220  KTE 


1  55 


AUisCh 
Allis-Ch. 
G.E.  .  . 

Wstgh. 
Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control 

ler  

Wstgh. si. rg. 
30  cycles, 
complete. 
(•,0/45/:-iO  r,.E.  440 


220 
220 
440  K 
220  MW 


440 


440 


750 

750 
750 
750 
750 

695 


500 


860 


r^tM)  3;,S  250 


GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms: 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  limited 
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DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
CastT  Iron  ^,  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Startinji  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  CeU  Switches 

Lighting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboaads 
Distributing  Switchboards 

Switchboard  Fittings 
Fuses 

Fuse  Clips 
Fuse  Studs 

Spade  Handles 

Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 

t Spark  Plugs  is  a  trade 
^  winner.     They  are 

f^l  made  right — stay  clean 

jp^^  and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective  material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  - — •  profits 
sure- — a  good  line  to  handle  for  win- 
ning the  good-will  of  motorists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Friends  of  the  Electrician 


*'ANTI-SULPHURIC"  ENAMEL 

The  only  reliable  protection  against  the  action  of  acid  and 
chemical  fumes. 

*'FERRODOW 

Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
ties  all  climatic  conditions. 


DRIOROU' 


Oil-proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

"ARMOUR" 

Fire-resisting  paint,  or  colorless  solution. 

''ARMACELV 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 

''OHMALINE'' 

HIack,  quick  air-drying  insulating  composition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 

''SHAYDOLITE'' 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.    DrTes  rapidly. 

''ARMABRON'' 

Bitumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  H.  JM.  Imperial  and  Overseas  Governtnents) 
STOCKED  BY 

SPIELMANN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 
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ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30  to  SO  MORE  STRESS  than  the  Welded  Eye 
,        Delivery  from  Slock.  Plain  or  Hot  Galvanized.  Get  Our  Prices 

ACME  STAMPING  AND  TOOL  WORKS,  LIMITED 


HAMILTON 

5  CANADA 


ERICO 

Featherweight  Portable  Welder 


The  Uliefistat  shown  above  weighs  140  pounds,  and 
the  Welder  weighs  65  pounds.    The  outfit  installs  stan- 
dard ERICO  Rail  Bonds,  and 
between  2.'50  and  750. 

No  flame  or  arc  strikes  bond  or  rail. 


will  operate  on  voltages 


Write  for  prices. 


THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 


CLEVELAND 


Alternating  Current 
Ceiling  Fans 

58  inch  blade  sweep — 

2  speed  switch — 

Quiet  operating — 
Electroliers  can  be  attached  at  any  time. 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by: 
lones  &  Moo,e  Electric  Co..  Ltd     294  Adela,de  St^  W..  Toronto 
Great  West  Electric  Co.,  Ltd.,  Winnipes  M„„fr,.l 
Rudel-Belnap  Machinery  Co..  Ltd..  Can.  Express  feldg  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W..  Vancouver,  B.C. 


NOL 


"The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in  ,     •  , 

Heat  Resistance-Dielectric  Strength-Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  hquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


—MICA- 
KENT  BROTHERS 

Kingston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,    Cut    to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 
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Six  Carloads  of  Electrical  Merchandise 

Most  of  it  New      Some  of  it  Used 

Immediate  Delivery       Subject  to  Prior  Sale 

25%  to  50%  Below  Wholesale  Prices 


MOTORS  TRANSFORMERS 
3  Phase    60  Cycle    550  Volts  eo  Cyde 


"NT  ^ 

T  T  T) 

"D  T>  TV/T 
K.F.M. 

JVlAKili 

2200  Vo 

Its  to  220-110  Volts 

1 

2 

1750 

T  T  T 

Wagner 

No. 

K.W.  MAKE 

7 

2 

1750 

Lincoln 

11 

Packard 

8 

3 

1750 

Lincoln 

14 

1 

Canadian  Westinghouse 

1 

5. 

1800 

Thompson 

18 

1 

Packard 

1 

r 

0 

loOO 

Ideal 

13 

2 

Packard 

5 

5 

1800 

Lincoln 

15 

2 

Canadian  Westinghouse 

1 

1200 

Lincoln 

3 

2 

Can.  Gen.  Electric 

1 

1120 

Canadian  General  Electric 

6 

3 

Packard 

c 

3 

1  n 

izuu 

i-*incQin 

6 

3 

Can.  Westinghouse 

2 

10 

1120 

Canadian  Westinghouse 

50 

5 

Rideau 

2 

20 

1200 

Lincoln 

21 

5 

Can.  Westinghouse 

2 

20 

450 

Canadian  General  Electric 

3 

5 

Can.  Gen.  Electric 

1 

20 

900 

Lincoln 

4 

10 

Packard 

1 

25 

720 

Canadian  General  Electric 

2 

10 

Can.  Gen.  Electric 

2 

25 

900 

Lincoln 

8 

10 

Can.  Westinghouse 

2 

25 

900 

Wagner 

2 

15 

Can.  Westinghouse 

1 

25 

850 

Swedish  General  Electric 

32 

20 

Can.  Gen.  Electric 

1 

25 

900 

Canadian  General  Electric 

1 

25 

Can.  Gen.  Electric 

1 

30 

1120 

Canadian  Westinghouse 

2 

30 

Can.  Westinghouse 

3 

30 

850 

Lincoln 

1 

40 

Can.  Westinghouse 

1 

30 

850 

Wagner 

2 

60 

Can.  Gen.  Electric 

2 

30 

1140 

Wagner 

7 

35 

900 

Canadian  General  Electric 

1 

40 

600 

Canadian  General  Electric 

2 

45 

1200 

Canadian  General  Electric 

Also  two  carloads  of  condulets, 

1 

50 

900 

Canadian  General  Electric 

condulet    covers,    V.  V. 

1 

50 

900 

Wagner 

fitting,  fuses,  knife 

2 

50 

850 

Canadian  Westinghouse 

1 

60 

450 

Canadian  General  Electric 

switches,  porcelain  tubes. 

2 

75 

450 

Canadian  General  Electric 

cutouts,  circular  loom. 

1 

75 

900 

Crocker- Wheeler 

2 

75 

1200 

General  Electric 

flexible  steel  conduit  and 

1 

75 

900 

Swedish  General  Electric 

coupl 

ings,  carbons,  carriage 

1 

75 

600 

Crocker- Wheeler 

baits, 

braces  and  R.C.D.B. 

1 

100 

900 

Lincoln 

7 

100 

900 

Canadian  Westinghouse 

wire. 

1 

150 

900 

Canadian  General  Electric 

Dominion  Iron  &  Wrecking  Co.,  Limited 

General  Offices:  Transportation  Bldg.,  MONTREAL 


May  15,  1918 


THE   ELECTRICAL  NEWS 


41 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  f^rms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dessert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hfd^h.p  > 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  hngers. 

Ask  the  man  who  makes  the  joint ! 

DOSSERT  &  CO.r-w 

H.  B.  LOGAN,  President  „_^-,_„p 
IRVING  SMITH.  Can«ai.n  Rep..  Unity  BIdg..  MONTREAL 


Electrical  Machinery  and  Repairs 


Armatures  Complete,    Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 


Cleveland,  Ohio 


Our  Service 

Not  only  promptness, 
attention  and  court- 
esy,^which  we  rend- 
er as  a  matter  of 
course,— but  a  thor- 
ough knowledge  of 
your  needs  in  ELEC- 
TRIC FIXTURES 
and  how  to  meet 
them. 

iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii 


Representative — 

Toronto— J.  A.  McKay,  108  Grace  Street. 

Agents — 


CANADIAN  PORCELAIN  CO. 


LIMITED 


HAMILTON  -  CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

'Flic  tollowiiig  regulations  apply  to  all  advertisers: — Eighth  page,  every  issue,  three  head- 
ings; quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings. 


ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 

British  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse-llinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatheway  &  Knott,  Inc. 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 
Weston  Electrical   Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-llinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell    Company.  Harvey 
National   Metal   Molding  Company 

AUTO  STARTERS 

Adams-Bagnall    Electric  Company 

BATTERIES 

Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill    Manufacturing  Company 

BONDS  (Rail) 

Canadian  Genera!  Electric  Company 
Electric   Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago   Fuse   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  VV.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh  Electric  Company 

BRUSH  PLATES 

Calehaugh  Self  Lubricating  Carbon  Co. 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  _&  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Canadian    Westinghouse  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  K.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh   Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National   Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Condiu'ts  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.   &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 

ELECTRIC  SHADES 

JefJerson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric   Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRIffiAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian    Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric  Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  it  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  44) 
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THIS  TRADE  MARK 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Water 

Turbines 


Hydraulic 
Governors 


High 

Efficiency 
Pumps 


Vertical 
Turbines 


shown  in  the  accompanying 
illustration  were  designed 
and  manufactured  by  us  for 
the  Hydro-Electric  Power 
Commission  of  Ontario. 
They  are  among  the  largest 
water  turbines  installed  in 
Canada  and  are  character- 
istic of  the  high  efficiency 
of  our  engineering  depart- 
ment. 

The  services  of  these  ex- 
perts are  at  your  disposal  to 
consult  on  any  of  your  en- 
gineering troubles. 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 


LINDSAY 


ONTARIO 


LOSING  MEN 

It  is  easy  to  lose  track  of  a  man  in  a  plant  of  more  than  two  de- 
partments. Just  when  you  want  him  you  cannot  find  him.  Some- 
times important  matters  are  delayed  while  you  are  looking  for  the 
man  that  knows  the  details. 


FINDING  MEN 

in  a  plant  is  also  easy  after  you  have  installed  a  Presto-Call  System. 
The  Presto-Call  is  a  Signal  Service  that  we  make  in  three  sizes  to 
call  5  men,  lo  men  or  20  men.  It  is  easy  to  operate,  and  moderate 
in  price  ;  works  with  either  vibrating  or  single  stroke  bells,  or 
horns.    The  Presto-Call  pays  for  itself  in  a  few  months. 

Write  for  Booklet. 

Canadian  Independent  Telephone  Company 

263  Adelaide  St.  West        ^       -  TORONTO 
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FUSE  BOXES 
Ciouse  UiiiJs  Company  of  Canada,  Limited. 
Northern  Electric  Company 
Square  V  Conipany 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical  Company  of  Canada 
Lancashire  Dvnamo  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson  Company,  Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 
JefTcrson  Glass  Company 

GUARDS  (Condulets)     _  . 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 

McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
National   Electric   Heating  Company 
Northern  Electric  Company 
Spielmann   Agencies,  Registered 

HYDRAULIC  MACHINERY 

Bo\-ing  Hydraulic   &  Engineering  Company 

HYDRO  EXTRACTORS 

Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 
TefTerson  Glass  Company 

INSPECTION  ENGINEERS 

Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston  Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

INSULATION  {Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 

Canadian  Westinghouse  Company 

Crouse-Hinds  Company  of  Canada,  Limited. 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc. 

Illinois    Electric    Porcelain  Company 

Moloney  Electric   Company  of  Canada 

Mica  Company  of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 

Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &  Repairs  Company 

Hatheway  &  Knott 

High  Efficiency  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney  Electric  Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian   General   Electric  Company 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T.  ,     ,  .    .  ^ 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS- 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Canadian  Vickers 
Century  Electric  Company 
Electrical  Engineering  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Fisher  Electric  Company 
Great  West  Electric  Company 
Lancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company 
Myerson,  Joseph 
Northern  Electric  Company 
Petrie,  Limited,  H.  W. 
Pringle,  R.  E.  T. 

Robbins  &  Myers  .       .  ^ 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson  Company,  Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 
Ohio  Brass  Company 


PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company  _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern   Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann  Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 
Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin  Electric  Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  HARDWARE 
Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern  Electric  Company  _ 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian  Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric  Porcelain  Company 
Ohio  Brass.  Company 

POTHEADS  &  SLEEVES 
Electrical  Development  &  Machine  Company 
G   &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
"Northern  Electric  Company 

Standard  _  Underground  Cable  Company  of  Can 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 
Boving  Hydraulic  &  Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin  Electric  Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 
Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 
Canadian   Westinghouse  Company 
Sundh  Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Companf 
Canadran   General  Electric   Company  , 
Crouse-Hinds  Company  of  Canada.  Limited. 
Duncan  Electrical  Company 
National  Meta'   Molding  Company 
Northern  Electric  Company 

(Continued  on  Page  46 > 
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OUARE 

STEEL  ENCLD5ED  SWITCHES 


Primarily  there  are  two  contributing  factors  in 
accidents  to  workers  and  machinery— careless- 
ness and  ignorance. 

In  their  relation  to  the  great  industrial  hazard -^///.^//^r- 
/r/W//^.?//^^r-bothof  these  elements  can  be  effectively 
nrovided  for  only  by  positive  protective  measures.  Mere- 
ly warning  of  the  danger— because  of  its  very  nature- 
is  of  little  avail. 

The  protective  value  of  the  Square  D  Switch  cannot 
be  overestimated  because-all  live  parts  are  completely 
enclosed^it  is  operated  by  handle  outside  of  box— lock- 
off  device  guards  against  accidental  closing  of  circuit- 
switch  may  be  locked  so  that  none  but  authorized  per- 
sons have  access-it  may  be  inspected  without  interrupt- 
ing service. 

Square  D  Switches  are  standard  in  many  of  the  largest 
plants— why  not  in  yours? 

SQUARE  D  COMPANY 

Walkerville,  Ont. 

Main  Office  and  Factory,  Detroit,  Mich. 


THE  ORIGINAL 
SAFETY  SWITCH 


D  SWITCh 

der  praductiati 
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SOLDERING  FLUXES 
Allen  Company,  L.  B. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
Xational  Electric   Heating  Company 

STANDARD  CELLS 
Weston   Electrical   Inslriiment  Company 

STORAGE  BATTERIES 

Canadian  General  Electric  Company 
Canadian   Hart   Accumulator  Company 
Northern  Electric  Company 

STREET  LIGHTING  FIXTURES 
Henjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
(.'rouse-Hinds  Company  of  Canada,  Limited, 
joyner.  Limited,  A.   H.  Winter 
Northern  Electric  Company 
fringle,  R.  E.  T. 

SWITCHES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  S:  Ilookham  Meter  Company 
Oevoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatlicway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Siiuare  U  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 

Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 

ISanfield  &  Sons,  W.  H. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 
I'icxible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 

Canadian    Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Kuhlman  Electric  Company 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Packard  Electric  Company 

Railway  &  Power  Engineering  Corporation 

Rose   &  O'Hearn 

Thordarson  Electric   Manufacturing  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern   Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  AUis-Chalmers  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  Ltd 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER    POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  LtA 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


ECONOMY 

RENEWABLE 

FUSES 

protect  millions  of  circuits  and  billions  of  dollars  worth  of  property  in  thous- 
ands of  plants  representing  every  branch  of  industry. 

They  are  used  by  the  U.  S.  Navy,  leading  powder  and  munitions  plants,  ship 
yards,  steel  mills  and  others  who  put  accuracy  and  safety  before  anything  else. 
They  cut  annual  fuse  maintenance  costs  80  per  cent.,  because  an  inexpensive 
little  "Drop  Out"  Renewal  Link  restores  a  blown  Economy  Fuse  to  its  orig- 
inal efHciency. 

No  special  tools  or  experience  needed  to  replace  the  link  and  renew  the  fuse. 
Anyone  can  do  it  in  a  jif¥y. 

Order  from  your  Jobber.  Ask  for  Catalog  20, 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  -  MONTREAL 

Manufacturers  in  f  "ARKLESS"— The  Non-Renewable  Fuse  with  the"100  per  cent.  Guaranteed  Indicator. 
Canada  of       I  "S  &  C"  High  Potential  Fuses— to  150,000  Volts.   
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehou$ei: 
501  Merchants  Bank  Building,  MONTREAL 

592  Notre  Dame  A^i,""^-,  ^^^^l^J^  pat  p ABY 
n   Engineering  and  Supply  Co..   Ltd..  CALGARY 


Northwester 


Prompt  .hipment.  from  Factory  or  nearest  Warehouse 


Farms, 


-Country  Houses  and 
Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company.  r  „  ,  •  i 

Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electric  Batteries  of  all  kinds. 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 


FOR  electrical  wiring 
all  joints  must  be 
equally  strong,  safe  and 
proof  against  corrosion. 

Allen  Fluxes  are  the 
only  ones  approved  by  the 
National  Board  of  Fire 
Underwriters. 

Bissett&Webb 

Limited 

126  Lombard 
WINNIPEG,  Man.,  Can. 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 


THE    ELECTRICAL  NEWS 


May  15,  1918 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co, 

Bay  City,  Mich. 


No  Spark 
Brushes 


They  Don't  Spark 


because  they  don't  cause  friction  in  the  gener- 
ators. Thev  don't  crumble,  crack  or  break.  In 
hundreds  of  cases  NO  SPARK  BRUSHES  have 
nuthisted  8  to  12  sets  of  ordinary  brushes.  Grades 
and  sizes  to  suit  all  Electrical  Machines.  Let  us 
])ro\c  our  claims  to  you.  Our  engineers  are  at 
\()ur  scrx  icc  to  insure  proper  selection  of  grade 
l)cst  suited  for  each  machine. 

Our  interesting  Inilletins  cxjilain  all  about  these 
brushes. 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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Safeguarding  the  Lamp 

From  Theft  I   fy^f|f^  K|  DoCS  It ! 

or  Breakage  L- V/  /^X^^  ■  ^ 


One  turn  of  the  key  and  the  lamp  can  t 
come  out.    Loxon,  the  lamp  guard,  is 
popular  all  over  America 
single  price  at  a  single  glance. 


It  sells  at  a 


Many  other  electrical  specialties  which 
will  make  money  for  you.  Get  in  touch 
with  us.   Illustrated  price  lists  free. 


McGILL  MANUFACTURING  COMPANY,  Valparaiso,  Ind. 


Kimble  Motors 


"A  Touch  of  the  Toe  to  go  Fast  or  Slow." 

That  is  why  printers  insist  on  Kimble 
Motors-and  why  your  customer  will  buy  them. 
Kimble  Single  Phase  Variable  Speed  Motors 

are  made  for  all  standard  voltages  and  fre- 
quencies. Wherever  wide  speed  variation  and 
smooth  running  is  desirable  they  will  fill  the 
bill. 

Distributors 

The  Masco  Company,  Ltd. 

91.93  Queen  St.  E.  TORONTO 

••JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES." 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


n     The  modern  means 
of  supporting  over- 
i     head  wires. 


Power 
Telephone 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


lecirn-  rwwti  ^w......  

The  Canadian  Bridge  Co.,  Limited 

Walke'rville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 

Montreal  Office  in  New  Birks  Building^  


DIRECT  READING  OHMMETERS 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British  Columbia  Cedar  Peles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
bolineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obhgation 
from  our  neareSl  office. 

The  Lindsley  Brothers  Company 

NELSON,  B.C. 

General  Sale.  Office-72  W.  Adams  St..  Chicago.  111. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


Till'     I'.  l.ECTRTCAL  NEWS 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarks  H.  mircbeil 
Pcrcival  H.  milcbcll 

Con$ultlB9  and  Saperoisio^ 
Cnginetrt 

Hydraulic,  Steam  anU  Electrical  Power  Plants, 
Industrial  and  Municipal  Engineering. 

Traders  Bank  Building,  Tofonto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM,  GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gas 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  605  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Excelsior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E, 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


R.  A.  ROSS   &  CO. 

Consulting  Engineers 

MECHANICAL        STEAM  ELECTRIC 
HYDRAULIC  EXAMINATIONS 
REPORTS  VALUATIONS 

80  St.  Francois  Xavier  Street,  Montreal 


J.  G.  G.  Kerry        W.  G.  Ctiace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :        A.  L.  Mudge,         A.  L.  Mieville 

Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs. 
Copyrights  and  Infringements.  20  Years'  Ex- 
perience in  Patents  and  Practical  Engineering 
STAR  BLDG.,  18  King  St.  W.,  TORONTO 


STANLEY  LI0HTF007 


TENT  SOLICITOR  AND  ATTORNEY 


LUMSDEN  BLDCf^^Y^fiSi^^")  TORONTO. 
NEW  BOOKLET  OF  COMPLETE  INFORMATION  FREE 


PROMPTLY  SECUREDi 

Electrical,   Mechanical  and   Cliemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 
Washington,  D.C.,  U.S.A. 


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus.  Wires,  Cables, 
Insulators,  Transmission  Towers  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


OOUflT  HOUSE  &  i"""^" 

DflUSSTOREFITTINCS.lUSmSEND  FOR  CAIfiV^f^ 


ESTABLISHED  1840 

BRADSTREET'S 

Oflices  Tlirougliout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifj'ing  and  promulgating  informa- 
tion no  effort  '  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout   the   civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  linan- 
cial,  fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 

Orhces  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, t)nt. ;  London,  Ont. ;  Montreal,  Que. ; 
()ttawa.  Ont.;  Quebec,  Que.;  St.  John.  N.B.; 
Toronto,  Out.;  Vancouver,  B.O. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.  Man.  Western  Canada,  Toronto. 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  ^-^^^^^  "Pfj^"  'J?!^ 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker. 

How  much  have  YOV  lost  in  prestige 
through  not  being  able  to  take  care  of 
your  customers'  business  ? 


How  much  have  YOV  lost  in  Profit  on 

this  business  P 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker  Your  customer  can  do  that,  and  he  s  already 
sick  of  it  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 
Vou  have  the  work  of  taking  out  and  re-mstalhng  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  Well  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  the  Trade  Discount  (More  Profit). 


Others  are  doing  it.    Why  not  you?    Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phones: 
Adelaide  902 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

" ALWAYS  ON  THE  JOB " 


Nights  and  Holidays 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale.  Manager,  Beach  1723 


3,500  lb.  Cylinder  of  Shell  Press 


Reclaimed  by 


Oxy-Acetyiene  Welding 


Here  are  two  repairs  by  Oxy-Acetylene  Welding 
which  show  the  enormous  savings  effected  by  weld- 
ing "  breaks  "  as  they  occur,  and  restoring  broken 
machinery  to  immediate  use  again. 

This  3500-llx  Cylinder  of  Shell  Press  was  out  of 
commission  only  a  comparatively  short  time,  al- 
though the  damage,  as  may  be  seen  by  the  welded 
part,  was  extensive. 

When  the  work  was  completed  it  was  tested  to  2000 
|)()unds  per  square  inch  Hydraulic  pressure  with 
satisfactory  results.  Cut  also  shows  an  .Vluminum 
Crank  Case  of  an  Automobile  reclaimed  by  welding. 

Idiere  are  many  similar  uses  for  the  Process  in  \  our 
Industry,  with  a  corresponding  saving  of  tune, 
nonev  and  material.    Write  for  particulars. 

L'AIR  LIQUIDE  SOCIETY 

The  Pioneer*  of  the  Process  Throughout  the  World 


Canadian  Factories: — 
TORONTO     MONTREAL  WINNIPEG 


HALIFAX 
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See  these  profitable  specialties 

The  Original  "Arnold"  Vibrator 

"  Arnold"  Electrical  devices  for  home  and  business  are  live,  up  to  the 
minute  jirofit  makers  and  will  be  good  business  bringers  for  you. 
I'riced  right  and  sure  to  give  satisfaction.  The  public  are  greatlj- 
interested  in  Vibrators  at  the  present  time.  The  Arnold  is  a  simply 
constructed  machine  that  is  practical  in  use  and  will  be  found  very 
beneficial  in  building  bodily  strength.  Our  illustrated  literature  will 
give  you  all  details. 


Arnold"  Electric  Hair  Dryer 


The  Arnold  ]3ryer  will  find  a  ready  market  in  the  home,  shoe  shine 
and  barber  shops,  factories  and  stores.  It  is  effective  and  fool-proof. 
The  designing  is  such  that  it  is  safe  to  use  at  all  times  and  in  every 
jiossible  place.    Send  for  literature. 

R.  E.  T.  Pringle,  Limited 


95  King  Street  East,  TORONTO 


302  Donalda  Block 

WINNIPEG 


3402  Osier  Ave.,  Shaughnessy  Hts. 

VANCOUVER 


809  Unity  Bldg. 
MONTREAL 


Now  is  the  time  to 
have  a  representa- 
tive stock  of 


Ranges 

Hot  Plates  and 
Circulation  Water 
Heaters. 

Are  you  prepared  to  meet 
the  demand  ? 

The  National  Electric  Heating  Co.,  Ltd.,  Toronto 


ol.  XXVII   No.  11  Toronto,  June  1,  1918 


EFFICIENCY 

Twenty  years  of 
specialization  in 
design  and  man- 
ufacture, stand 
behind  Moloney 
Transformers. 

Large  supply  of  Service  Trans- 
formers carried  in  stock. 


MADE  IN 
CANADA 


Moloney  Electric 

Company  of  Canada 

Limited 

GENERAL  SALES  OFFICE 
Bank  of  Hamilton  Building,  Toronto 

DISTRICT  OFFICES 
Halifax  Winnipeg 
Montreal  Vancouver 

FACTORY 
Windsor,  Ontario  St.  Louis,  Mo. 
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The  Best  Known 
Cable  Reel  in  Canada 

In  Halifax  or  Vancouver,  whether  on  the  public  thoroughfares 
of  our  larger  cities  or  smaller  towns,  wherever  there  is  a  cable 
installation  in  progress,  the  reels  invariably  bear  the  name  of 
the  Northern  Electric  Company,  Limited. 

The  installation  may  be  overhead,  underground  or  submarine. 
It  may  be  for  a  Telephone  Company,  a  Telegraph  Company, 
a  Railroad  Company,  or  for  a  street  lighting  system. 

The  quality,  both  of  the  product  and  the  service,  is  largely 
the  reason  for  the  universal  demand  for  Wires  and  Cables  of 
Northern  Electric  manufacture. 

Northarft  Ekctrk  Company 


Montreal 

Halifax 

Ottawa 


LIMITED 

Toronto 

London 

Winnipeg 


Regina 
Calgary 

Vancouver 
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North erti  Electric 

Household  Utensils 

It  is  a  known  fact  that  electricity  has  done  more  than  anything 
else  towards  the  establishment  of  efficiency  plus  economy  in  the  home. 

Here  are  a  few  of  our  Electric  Household  Heating  Appliances 
which  are  always  in  demand.  We  urge  Dealers  to  stock  a  moderate 
supply  of  these  high  grade  lines  because  our  Consumer  Announce- 
ments in  the  Daily  Papers  from  coast  to  coast,  will,  in  part,  feature 
these  Northern  Electric  Household  Appliances. 

ELECTRIC 
Coffee  Percolators 


Coffee  Percolator,  Pot  Style. 
No.  1179:?.  Holds  T  cups 
or  pints.  Finished  in 
nickel  ;  -comes  with  cord 
and  attachment  plug  com- 

~  plele. 


Pot  Style,  No.  114'.):l  Tli.lds 
S  cups  or  three  pints;  Inv 
ished  in  nickel;  comes  with 
cord  and  attachment  pluK 
complete. 


Urn  Style,  No.  l^TO."?.  Grace 
ful  and  ornamental.  Fin 
ished  in  nickel  :  holds  ' 
cups  or  li'j  pints;  comes 
with  cord  and  atlachmeni 
plug  complete. 


ELECTRIC 
Toasters,  Irons  and 
Chafing  Dishes 


N.  E.  I'.i::(l  1  M.i-icr.  _  Up- 
right op'  'I  I  "  1-1' 1,  finished 
in  nicki  l  ;  <  i.nn  -  with  cord 
and  allaclimcnt  plug  com- 
plete. 

V.  E.  I!142.  Handsomely  de- 
signed Charing  Disli.  Holds 
three  pints;  finished  in 
nicl<el ;  comes  comirlete 
with  cord  and  attachment 
plug. 


N.  E.  No.  '1  Iron.  Nickt-l 
plated,  weight  (5  pounds, 
complete  with  cord  and  at- 
laclnnent  plug. 


Write  our  house  nearest  you  for 
further  particulars,  literature  and 
prices. 

We  ship  promptly. 


Northertt  Ehctrfc  CompartY 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


jim- 
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You  /ay  the  wires  in 


No.  222  Metal  Molding 

and  they  "stay  put."  You  don't  have  to 
hold  them  in  but  can  go  ahead,  make  all  con- 
nections and  test  out  the  job  before  putting 
on  the  capping. 

On  your  next  job  refer  to  your  copy  of  Bu/kttn 
101  and  place  your  order  with  your  jobber. 

Hational  Metal  Molding  6 


1118  FuHon  Building,  PITTSBURGH 


Atlanta 
Bttston 
Buffalo 


Cbica£» 

Dallas 

Denver 


Buenos  Aires 


Detroit 
Los  Aneeles 
New  York 


Philadelphia 
Portland 
SaJt  Lake  City 
Manila 


San  Francisco 

Seattle 

St.  Louis 


Paris 


Canadian  Distributors— Canadian  General  Electric  Co.,  Limited 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 


THE   ELECTRICAL  NEWS 


KEYSTONE 


Car  Specialties 


"ii,  '"i. 


Right  now,  of  all  times,  give 
your  patrons  full  measure  of 
service. 

Give  them  good  interior  car 
lighting  with  "Safety"  Car 
Lighting  Fixtures. 
Give  them  Faraday  High  Volt- 
age Car  Signal  Systems  so  that 
they  can  easily  signal  motor- 
men  to  stop. 

These  Keystone  Specialties  are 
designed  to  benefit  you  as  well 
as  your  patrons. 

Write  for  complete  data 


Typical  "Safety" 
Car  Lighting  Fixture 


CAR  W^SIGNAL 

 '        .   600  VOLTS    N0.19402   ' 

PATENT  EtJ    ■  ,,  

FLECTRIC  SERVICE  SUPPLlFS  Cg- 
t^'rlllADFLPHiA  NEW  YORK  CH.1CAGP  ' 


Faraday  High  Voltage  Car  Signal  Systems 

Electric  Service  Supplies  Co. 


Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17th  and  Cambri.SU.  SO  Church  St.      Monadnock  BIdg. 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Dittributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  Bldg.        302  DonaldaBIock        33  Melirda  St. 
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REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning- the  good-will  of  mo'^orists  and 


users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 


Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Stability  and  Efficiency 

are  prime  factors  in  development  of  Water 
Power  in  these  daj's  of  intense  activity. 
That's  wliy 

SMITH  HYDRAULIC  TURBINES 

are  being  installed  in  the  "PLANTS  THAT  COUNT" 


The  accompanying  cut  illus- 
trates single  vertical  shaft 
type  of  unit  for  Low  and 
Medium  Heads. 


Three  units  like  this 
developing  900  H.  t>. 
each,  90  R.  P.  M.,  15 
ft.  0  in.  head,  also 
two  units  of  2,000  H. 
P.  each,  100  R.  P.  M., 
26  ft.  0  in.  head,  in 
successful  operation. 


Write  Department  "N"  for  Bulletin  of  Designs 
and    Useful    Data   for    Hydraulic  Development. 

S.  Morgan  Smith  Co.,  York,Pa. 

H.  B.  Van  Every,  Canadian  Representative,  405  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

I-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us  for  them.     Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factorjr:  Philadelphia,  Pa. 


New  York,  50  Church  .St. 
lletroit,  Micli.,  Kord  Bldg. 
Indianapolis,  Ind.,  Teleplione  Bldg. 


Chicago.    Monadnocl;  Block. 
Pittsburgh,    Park  Building. 
Minneapolis,  Metropolitan  Life  Bldg. 


Type  W 


ECCLES  &  SMITH  COMPANY 

I.os  .^ngeJes  San  Francisco  Portland,  Ore. 
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Railway  &  Power  Engineering  Corporation 


Limited 
Head  Office:  TORONTO 


TORONTO 

Can.  Pac.  Ry.  Bldg. 

Adelaide  2675 


MONTREAL 

Power  Bldg. 

Tel.  Main  5667   

RmUvom,  hiShL  gg^  ggH!gr  Equipment 

We  Manufacture  in  Canada  the  following  Equipment : 
Railway  Motor  Armature  Coils  Trolley  Wheels 

Railway  Motor  Field  Coils  Trolley  Bases 

The  Fraser  Patent  Threadless  Pipe  Fitting  ^^^  ^^^^ 

'S^rlL  ?d«rJo?A  "htc.„ral  and  Marine  use  for  p.pe  ra.lmgs,  etc. 

WE  ALSO  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

uaito       F         CHICAGO,  ILL.  ^      c.  u  .  , 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.   Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
Car  Equipment  and  Tools. 

Laclede  Steel  Company 

ST  LOUIS  Mo. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

The  Trolley  Supply  Company 

CANTON,  OHIO 

Trolley  Retrievers,  Catchers,  Headlights  and  Street  Railway  Supplies. 

Westinghouse  Electric  and  Mfg.  Company 

VV  PITTSBURGH,  Pa. 

Trolley  and  Catenary  Construction  Material. 

we  a.o  Ha„a,e  e.ec.ric  passenger,  and  ^express  cars  and  .oco.o.ives  o,  aU  .,pes  and 

K«„  this  lis.  before  you  whenever  you  are  in  ,l,e  market  for  equipment  and  suppl.es. 
'  *„  elneering  service  wUhou.  obligation.  Lis.  wiil  be  con.inued  in  nex.  .ssue. 
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Company                 ^   53 

Canada  Wire  and  Cable  Company  . .  49 

Canadian  Bridge  Company   51 

Canadian  Crocker  Wlieeler  Co   18 

Canadian  Hart  Accumulator  Co.  ...  11 
Canadian  General  Electric  Co.  . .  .  16-17 
Canadian  Independent  Telephone  Co. 
Canadian  Office  and  School  Furniture 

Company   50 

Canadian  Porcelain  Company   55 

Canadian  Westinghouse  Company  ..  58 

Century  Electric  Company    49 

Chamberlain  &  Hookham  Meter  Co., 

Limited  

Chicago  Mica  Company   49 

Cleveland  Armature  Works  

Conduits  Company,  Limited   9 

Crouse-Hinds  Company   22 

Cutter  Company   6 

Dennison,  H.  J.  S   50 

Devoe  Electric  Switch  Company  . .  . 

Dossert  &  Company  

Duncan  Electrical  Company   47 

Economy  Fuse  and  Mfg.  Co   55 

Elec.  Maintenance  and  Repair  Co.  . .  59 
Electric  Railway  Improvement  Co... 

Electric  Service  Supplies  Company..  5 
Electrical  Development  and  Machine 

Company   14 


Electrical  Testing  Laboratories  ....  50 

Ewart  &  Jacob   50 

Ferranti  Electric  Company   13 

Fisher  Electric  Company   46 

Flexible  Conduits  Company   

G.  &  W.  Electric  Specialty  Co   60 

Gest,  G.  M.,  Limited   13 

Great  West  Electric  Company   6 

Hatheway  &  Knott   11 

Houston  &  Company   51 

Illinois  Electric  Porcelain  Company  47 

Jefferson  Glass  Company   48 

Jones  &  Glassco   

Kelsch,  R.S   50 

Kent  Brothers  

Kerry  &  Chace,  Limited   50 

Kuhlman  Electric  Company   46 

L'Air  Liquide  Society   56 

Lancashire  Dynamo  and  Motor  Co. 

Leeds-Northrup  Company   8 

Lightfoot,  Stanley   50 

Lincoln  Electric  Company  of  Canada  57 

Lindsley  Brothers  Company  .;.   ...  47 

Lowry,  E.  A  . . .  44 

Lyman  Tube  and  Supply  Company  . .  5 

Malm,  Gordon  &  Company   50 

Masco  Company  

Marion  &  Marion   50 

McGill  Manufacturing  Companj'  ....  47 

Mica  Company  of  Canada,  Ltd   46 

Mitchell,  Charles  H.  &  Percival  H. . .  50 
Moloney  Electric  Co.  of  Canada  ....  1-14 

Myerson,  Joseph   45 


National  Electric  Heating  Company 
National  Metal  Molding  Company  . . 

Nerlich  Company  

Northern  Aluminum  Company  .... 
Northern  Electric  Company  


Ohio  Brass  Company   ' 

Onward  Manufacturing  Company  . . 

Orpen  Conduit  Company   4 

Packard  Electric  Company    nj 

Petrie,  H.  W^   44 

Philips  Electrical  Works.  Eugene  F.  43 

Philadelphia  Electric  Company  ....  14 

Power  Plant  Equipment  Company  . .  59 

Pratt  &  Whitney   19 

Pringle,  R.  E.  T  

Railway    and    Power  Engineering 

Corporation                                     .  7 

Redmonal  Chemical  Products  Co.  ...  51 

Ridout  &  Maybee   50 

Robertson  Limited.  J.  M   50 

Robbins  &  Myers  Company   21 

Rose  &  O'Hearn                               .  51 

Renfrew  Electric  Company  

Sachsenmaier  &  Co.,  George   45 

Sammett,  M.  A   50 

Sangamo  Electric  Manufacturing  Co. 

Smitli  Company,  S.  Morgan    6 

Spaulding  &  Sons  Company,  J.   ...  19 

Spielmann  Agencies  Regd  

Square  D  Company  

Standard  Underground  Cable  Com- 
pany of  Canada.  Limited   57 

Standard  Wiring  

Steel  Company  of  Canada   13 

Superior  Electric  Company    13 

Tallman  Brass  and  Metal  Company  46 

Thompson.  Clarence   50 

Thompson,  Fred  &  Co   60 

Thompson-Levering  Company   47 

Thordarson  Manufacturing  Company  49 

Toronto  and  Hamilton  Electric  Co.  45 
Tubular  Woven  Fabric  Company  . .  . 

\'ickers  Limited  


Wagner  Electric  Manufacturing  C' 
49     Ward  Leonard  Electric  Company  . . 
3-3     \\'hite  Electrical  Company.  T.  C.  .  . 


THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  sliop  and  field  use  Seine 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  i '10  per  cent 
Katio  1/20  per  cent.)  insures  accurate  measurements.  Tlie  calvanometer,  tlie  weakest  element 
of  sucli  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
tor  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
i'^  u  JtlP,*^':.  ^  ,  •  '"«!?ewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  tor  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Steaton  Aye. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA. 


*'GALVADVCT'' 

The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED 


\  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMFANY 

LIMITED 

TORONTO 


LORICATED 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 

by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 


Strong 

Rugged 

Durable 


Steel  Cases 
Light  in  Weight 


Easy  to  Handle 

Will   Not  Leak 

Unsurpassed 
Appearance 


Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  Bldg. 
Toronto 


Donalda  Block, 
Winnipeg 


June  1,  1918 
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One  of  the 
many 

Marine 
Fixtures 

we  are 
now  making 


Catalog  No.  2704 

STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.  PITTSBURGH.  Pa. 

Canadian  Sales  Agents 


"KiUark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


l«l«»nl.,|t  ^^. 


fC 


(.il 


The  right  fuse  for  every  make  of  car 

and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG  COMPANY 


ST.  LOUIS,  Mo. 


HATHEWAY  &  KNOTT,  Inc. 

120  Liberty  Street,  NEW  YORK 


Electrical  Merchandise 


New  York  Headquarters  for  the  Canadian  Ellectrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  marie  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Flcctric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE. 


T 11  E    1*:  T.  K  C  T  R  1  C  A  L  NEWS 
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LITTLE  WORDS  WITH  BIG  MEANING 


Accordingr  to  "Webster," 
QuaBity  is  "an  excellence 
of  characters  natural 
superiority.^' 


Webster's  definition 
"Service" 
formance  of  labor  for  the 
benefit  of  another." 


We  use  these  words  advisedly— fully  understanding  their 
definitions— and  realizing  the  obligation  we  place  upon  our- 
selves by  their  continued  use  in  connection  with  our  products 
of  Iron  and  Steel,  and  our  attitude  to  the  people  we  serve. 

THE 

STEEL  COMPANY 

OF 

CANADA 

.  LIMITED 
MONTREAL 


Steel  Billets, 
Track  Spikes  & 
Bolts,  ForgingfSjWire 
of  every  description. 
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G.  M.  Gesty  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


rERI^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meiers,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 

TORONTO 


Perkanti 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 


 ^ 


r/v~i 
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Safeguard  the  One  Vital  Point 
in  the  Central  Station — 

the  bus  bars 

OTHER  individual  parts  of  the  equipment 
may  fail  or  be  destroyed— but  as  long  as 
your  switchboard  and  main  bus  bars  remain 
intact,  you  can  redistribute  the  load  and  keep 
the  power  flowing. 

Franklin  Bus  Bar  Supports  combine  great 
mechanical  strength,  great  electrical 
strength,  with  sound  engineering  design  and 
the  finest  workmanship.  They  have  many 
superior  features. 

Consider  most  carefully  the  bus  bar  sup- 
ports you  install. 

Install  the  FRANKLIN  and  forget  it 

SELLING  AGENTS 


WRITE  FOR  liULLETIXS 
Franklin  Cable  Potheads 
Franklin  Post  Type  Insulators 
Franklin  Bus  Bar  Clamps 
Franklin  Disconnecting  Switches 
Franklin  Cleat  Type  Insulators 
Franklin  Compartment  Doors 
Franklin  Compression  Fuse 

Switches 
Franklin  Instrument  Cutout 

Switches 
Franklin  Air  Pressure  Relays 
Reverse  Phase  Relays 
"Maxum"    Grounding  Box 


The  Philadelphia  Electric  Company  Supply  Department 


132  SOUTH  ELEVENTH  STREET 


PHILADELPHIA,  PA.,  U.S.A. 


Transformers 

Manufactured  for  all  electrical  purposes 
in  any  size,  frequency  or  voltage 

Lighting  and  Power  Transformers 
High  Tension  Transformers 

Single  and  3-Phase  Transformers 

To  secure  prices  give  us  K.  W.  capacity, 
voltage,  cycles,  transformers  required. 


MADE  IN  CANADA 


MOLONEY  ELECTRIC  CO. 


Factory 

WINDSOR,  ONT. 


OF  CANADA,  LIMITED 

Winnipeg 


Halifax 


District  Offices 

Montreal 


General  Sales  Offices 

TORONTO,  ONT. 


line    I.  lOlS 
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Where  are  they? 


It  has  been  stated  that  hundreds  of  thousands  of  the  useful  electrical  appHances 
sold,  such  as  irons,  etc..  are  not  used  at  all.  while  other  hundreds  of  thousands 
are  used  only  on  rare  occasions.    Why  ? 

There  is  No  Convenient  Place  to  Attach  Them 

This  is  a  startling  condition. 

To  the  central  station  it  means  a  loss  of  revenue. 

To  the  manufacturer,  jobber  and  dealer  it  means  that  there  is  a  vast  number  of 
unused  appliances  standing  as  a  barrier  in  the  way  of  further  sales. 


I  have  no  place  to  attach  them,"  says  one. 

It  is  inconvenient  to  take  out  a  lamp,"  says  another. 


What  can  we  do? 


How  can  we  remove  the  obstacles  to  more  revenue,  greater  sales,  greater  use  of 
electrical  household  appliances?  The  easiest,  simplest  method  of  providing  an 
extra  outlet,  both  for  emergency  and  everyday  use  is  the 


TWO-WAY  PLUG 


MADE  IN  CANADA 

Supplies  an  extra  outlet  that  is  used,  because  it  is  put  on  at  a  point  where 
more  service  is  needed. 

Attractive  folders  may  be  had  on  application.    Send  for  copy. 

BENJAMIN  ELECTRIC  MFG.  CO.  OF  CANADA,  LTD.,  TORONTO,  ONT. 
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SUITABLE  WEDDING  GIFTS 


I'XIVKRSAl.    Chaliiig  Dish 


S     UXIVERSAL  Tourist's  3  lb.  Iron 


=        t'XrVERSAL    Coffee  Percolator 


UNIVERSAL  Round  Grill 


UNIVERSAL  Tuaster 


UNIVERSAL  Water  Kettle 


CYCLONE  Hair  Drier 


Sew-E-Z  Motor 


UNIVERSAL  Curling   [run  with  Hair  Dryer 


Head  Office;  Toronto.  Sales  Offices:  Montreal,  Halifax,  Sydney. 
Ottawa,  ColiaU,  .Soutli  l'iircu|iine,  Lonilon,  Wiiniipec;,  Calgary, 
Edmonton,    XcK.m   and  N'ancmiver. 


NEW   LIEE  Vihrator 


CANADIAN  GENERAL  ELECTRIC  CO. 


imiiji 


LIMITED 


tine  ],  1918 
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Sprague 

PANELBOARDS  and  CABINETS 

Particular  attention  is  called  to  the  new 
Sprague  "Safety  Type"  Panels  which  have 
been'^cleveloped  to  meet  the  demand  for  a  high 
grade  dead  front  Panelboard  providing  abso- 
hite  safety  even  to  the  most  careless  "operator. 
In  this  Panelboard  the  switches,  either  of  the 
pushbutton  or  rotary  type,  are  grouped  closely 
together  and  occupy  a  small  space  in  the  cen- 
tre of  the  Panel,  protected  l)y  a  cover  furnished 
with  a  spring  catch. 

Access  to  these  switches  is  obtained  by  open- 
ing a- smaller  door  which  is  hinged  on  the  large 
do'or  of  the  Cabinet.  By  this  arrangement  any 
l)erson  may  have  access  to  the  dead  front 
switch  compartment,  but  access  to  the  com- 
])artment  containing  fuses  and  other  current 
carrying  parts  is  confined  to  persons  entrusted 
with  key  to  locked  door  covering  this  compartment.  All  parts  subject  to 
from  front  of  panel  and  can  be  replaced  without  adjustment. 


Type  CEO. 

No.  1.  Type  CEO.— This  panel- 
boaiil  is  fuinislieil  with  either  2 
wire  or  ')  wire  main.,  having 
ampere  knife  suilcht.  ami  N. 
E.  (.'.  encloseil  fuses  in  llie 
brandies. 


Type  PPO. 
Fig.  No.  2.  Type  PPO.— This 
panelboard  is  furnished  with 
eitlier  2  wire  or  3  wire  mains 
liaving  If  ampere  push  button 
switches  enclosed  in  composition 
covers  and  plug  fuse  receptacles 
in   the  branches. 

wear  are  removable 


CANADIAN  GENERAL  ELECTRIC  CO. 


LIMITED 


TWO  WIRE  ONLY 


THREE  AND  FOUR  WIRE 


Inter- connecting  Metal  Moldings 


No.  222  is  a  neat  molding  easily  in^stalktl. 
Connections  to  fittinf^s  are  made  >vitl.out 
screws.  Wires  "stay  put"  v^lien  laid  m.  Cap- 
ping is  secured  with  Spring  Clips  after  all 
connections  arc  made  and  the  system  tested. 


No.  333  has  not  been  changed  in  design.  It 
will  carry  a  three-wire  circuit  or  two  two-wire 
circuits.  Through  the  use  of  simple  fittings, 
is  inter-connecting  with   No.   222  Systems. 


Either  or  both  make  a  good  looking  job  and  a  good  job. 

Complete  Descriptive  Bulletin  101  sent  on  request. 

CANADIAN  GENERAL  ELECTRIC  CO 


LIMITED 


I  lead  (  )llicc  ;  Toronto 


Sales  Offices:  Montreal,  Halifax,  Sydney,  Ottavva 
Calgary,  Edmonton,  Nelson  and  V.- 


a,  Cobalt.  South  Porcupine,  T-onc 
ancouver. 


Ion,  Winnipeg, 


I 


IS 
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Crocker- Wheeler 

TRANSFORMERS 

For  Power  and  Lighting  distribution. 
Single  and  Three  Phase.  Self  Cooled 
and  Water  Cooled.  A  full  stock  in 
sizes  1  to  50  K.  V.  A.  for  60  and  25 
cycles  circuits  is  available  and  we 
make  prompt  shipments. 


Induction  Motors 


Motor  Generator 
Sets 


THE  CANADIAN 

CROCKER-WHEELER  CO. 

LIMITED 

Manufacturers  and  Electrical  Engineers 


Head  Office  and  Works 
ST.  CATHARINES,  ONT. 


District  Offices 
MONTREAL,  TORONTO 
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One 
Broken 
Unit  can 
do  this 


That  is  why  Aeroplane  Manufacturers  specify 


For  Their  In»uUtion 

It  Has  No  Equal  for  Durability  and  Strength 

Where  non-breakable  insnlation  is  desired  no 
better  material  can  be  fonnd  for  standing  jar, 
iolt  and  viliration  than  Spaulding  Hard  Fibre.  This  is 
due  tn  Us  Umnh.  horn-like  composition,  tensile  strength 
of  10  ()0()-20,0()()  lbs.  per  square  inch  and  electro  rupture 
of  200-400  volts  per  1/1000  in.  of  thickness. 
Let  us  tell  you  whether  you  can  use  it  m  \our  Product. 

Made  in  sheets,  tubes,  rods,  washers  and  special  shapes; 
red,  black  and  grey  colors.     Send  for  samples 

J.  SPAULDING  &  SONS  CO. 

TONAWANDA,  N.Y. 
499   Broome   Street,  New  York  City. 
KiC)  N.  Clinton  Street,  Chicago,  111. 


THE  BRITISH 
ALUMINIUM 
CO.  LIMITED 

PRODUCERS  OF 
ALUMINIUM 
IN  ALL  COMMER- 
CIAL  FORMS 


CANADIAN   HEAD  OFFICE: 

60  FRONT  ST.  WEST 
TORONTO,  CANADA 


DIES 

For  all  kinds  of 
Screw  Cutting 


Ours  is  the  "  Guaranteed  Line "  of 

Reamers    Drills    Cutters  Taps 

Made  in  Canada  and  Sold  on  Merit 

Pratt  &  Whitney  Co.  of  Canada,  Ltd 

DUNDAS,  ONTARIO 


Montreal 

723  Drummond  Bldg. 


Winnipeg 

1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Handbook  on  the  Steam  Kiigine,  by  Herman  llacder.  Pub- 
lished in  1914  by  Crosby,  Lockwood  &  Son.  522  pages, 
illustrated.     Price  $3.00. 

..\  Laboratory  Manual  of  Alternating  Currents,  by  John  11. 
Morecroft,  E.C.  Published  in  1012  by  Renouf  Publishing 
Company.     248  pages,  illustrated.     Price  $2.00. 

Alternating  Currents— Examples  for  Students  and  Eiigineers, 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  I.  Published 
in  191(i.     22o  pages,  illustrated.     Price  .li^.-lu. 

Baudot  Printing  Telegraph  System,  by  II.  W.  Pendry.  Pub- 
lished in  1913  by  Whittaker  &  Company.  144  pages,  illus- 
trated.    Price  $1.00. 

••Cc.itral  Stations,"  by  Terrell  Croft,  1st  e.liti.m  published  in 
1917.  bv  McC.raw-Uill  Hook  Co.,  Ins.  :'.:;2  ikiu-cs,  illus- 
trated.  'Price  $2.r.O. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Direct  Current  Machinery,  Tlieory  and  Operation  of,  by  Cyril 
M.  Tansky,  B.S.,  B.A.,  1st  edition,  just  published  by  Mc- 
Graw-Hill Co.,  Inc.     2S5  pages,  illustrated.     Price  $2.50. 

Dynamo-Electric  Machinery,  by  Francis  B.  docker  E  M  , 
PhD  Published  in  1908  by  American  School  of  Coiies- 
pondence.     230  pages,  illustrated.     Price  $1.00. 

Flectiic  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
'  by  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Flectiic  Car  Maintenance,  by  Walter  Jackson.     Published  in 
"     1914  by  McGraw-Hill  Book  Company.     2<4  pages,  illus- 
trated.   Price  .$2.00. 
Electric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancaster 

Published  in  1914  by   D.   Van   Nostrand   Company.  330 

pages,  illustrated.     Price  $1.50. 
Electrical   Machinery-Principles,   Operation   and  Management 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.     318  pages,  illustrated.     Price  $2.00. 
Electrical   Meters,   by    Cyril   M.    Jansky,    B  S.     B  A.  Second 

Edition,  just  pubbshed  by   McGraw-Hill   Book  Company. 

410  pages,  illustrated.     Price  $3.00. 
Electric   Railway,  by   A.    Morris   Buck,   M.    E.     Published  in 

1915  by   McGraw-Hill   Book   Company,    Inc.     390  pages, 

illustrated.    Price  $3.00. 
Electric  Railway  Engineering,  by  C.  Francis  Harditig    E  E. 

Second  Edition.     Published  in  1916  by  McGraw-Hill  Book 

Company.    416  pages,  illustrated.     Price  $3.00. 
"Electric   Traction,"   a   treatise   on   the  application   of  electric 

power  to  tramways  and  railways    by  A    T.  Dove, .  Pub^ 

lished  in  1917  by  Whittaker   &  Co.     061  Pages  with  olS 

illustrations  and  five  folding  plates.     Price  $6.00. 
Electrical  Injuries,  by  C.  A.  I.auffer,  M.D.,  P"Wished  in  1912 

by  John  Wiley  &  Sons.    77  pages.    Price  50  cents. 
Electro-Dynamics,  by  Charles  Ashley  Carus-Wilson.  Published 

in   1898  by    Longmans,   Green   &   Company.     298  pages. 

Price  50c. 

Elementary  Principles  of  Illumination  and  Aitificial  lighting, 
by  ArUrur  Blok,  A.M.I.E.E.  Ptiblished  in  1914  by  Scott, 
Greenwood  &  Son.     235  pages,  illustrated.     Price  $1.00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  226  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M  Jansky, 
B  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212  pages,   illustrated.     Price  $1.50. 

Engineers'  Manual,  by  Ralph  G.  Hudson.  J»st  published  by 
John  Wiley  &  Sons.    315  pages,  illustrated.     Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1)  by/-  E;.  A"|»". 
B.S.    Published  in  1915.    223  pages,  illustrated.    Price  $2.00. 

E.xamples  in  "Battery  Engineering,"  by  Professor  F._  E.  Atistin, 
E.E.    Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Physics  »and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.  Price  50  cents. 
Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1910  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.  Price  $3.00. 
How  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  Austin.  Second  edition,  just  published.  48  pages,  illus- 
trat^d,  price  6.0c 


"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.    225  pages,  illus- 

■  r.ited.     Price  $2.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.     404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.    614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design — D.C.  and  A.C.  Generators,  by 
Alfred  Still.  Published  in  1916  bv  McGraw-Hill  Book  Co. 
365  pages,  illustrated.    Price  $3.00. 

Radiodynamics— -The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.  Published  in  1916  by  D. 
Van  Nostrand  Company.  2U6  pages,  112  illustrations. 
Price  $2.00. 

"Radio  Communication,  Theory  and  Methods,  with  an  appendix 
on  Transmission  over  Wires,"  by  John  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.     Price  $1.75. 

Radiation  Light  and  Illumination,  by  Steinmetz.  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Standard  Wiring,  1918  Edition,  24th  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Cushing, 
Jr.     Leather  cover,  pocket  size.     Price  $1.50  postpaid. 

Steam  Power  Plants — Their  Design  and  Construction,  by  Henry 
C.  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.    Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00. 

Telegraph  Practice,  a  Study  of  Comparative  Method  by  John 
Lee,  M.A.  Just  published,  by  Longmans-Green  &  t  o.  102 
pages.     Price  $1.00. 

Telegraphy— A  Detailed  Exposition  of  the  Telegraph  Systeiu  of 
the  British  Post  Office,  by  T.  E.  Herbert,  A.M  Inst.  E.E. 
Third  edition.  Published  in  1916  by  Whittaker  &  Company. 
985  pages,  630  illustrations.     Price  $2.00. 

Telegraphy,  bv  Sir  W.  H.  Preece,  K.C.B.,  and  Sir  J.  Sivewright, 
M.A.  Published  in  1905  by  Longmans,  Green  &  Company. 
504  pages.     Price  $1.00. 

Test  Methods  of  Steam  Power  Plants— A  Reference  Book  for 
the  Use  of  Power  Station  Engineers,  Superintendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  M.E  Published 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  t>0 
illustrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 
timating, bv  Louis  W.  Moxcy,  Jr.  Published  in  191(.  bv 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes'),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.     Price  $4.00. 

The  Lighting  Art,  Its  Practice  and  P°J^^'b''"V<?V u'Vi 
I  uckiesh.  First  edition,  just  puhhshed  by_  McGraw-Hill 
Book  Co.,  Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
voUimes).  Volume  1.  Published  by  Electroforce  Publish- 
ing Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Piiblished 
in  1913  by  Van  Nostrand  Company.    155  pages,    fnce  lOc. 

Transmission  Line  Crossings,  by  Frank  F.  Fow-le.  Published 
in  1909  by  D.  Van  Nostrand  Company.  69  pages,  illus- 
trated.   Price  $1.00. 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Published 
in  1903.    272  pages.    Price  $1.00. 

Wray's  Manual  of  Car  Lighting.  Published  in  1915_by  Wray 
Publishing  Company.    340  pages,  illustrated.     Price  $1.50. 
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NOISY  machine  is  neaiiv  always  an  inefficient  ma- 
chine, for  noise  usually  indicates  wasted  power  and 
wear  and  tear  on  the  machme. 

In  the  case  of  the  Electric  Fan.  noise  is  esj.ecially 
ubiecticmahle,  as  a  Fan  is  used  in  the  home,  office, 
theatre,  and  other  places  where  no.se  ,s  disagreeable 


and  detracts  a  lot  from  the  comfort  derived  from  the  fan. 

I  isten  to  anv  Rnbbins  Myers  Fan  in  operation,  \  oull  get  a 
strikino-  dem..nstration  of  one  of  the  features  which  make  R  &  M 
fTiIs      popular  with  users  and  such  easy  sellers  for  the  dealei .  _ 

They  are  constructed  so  that  the  power  is  utilized  to  the  imxi- 
n.um  1  mit  ffi  circulating  the  air.  Mighty  little  energy  is  wasted  in 
useless  churning  of  the  air  and  production  of  no.se. 

Demonstrate  this  feature  to  your  customers.  It  will  make  many 
R  &  M  Fan  sales  for  you 


Manager,  lUilTalo  Sales  Office. 

THE  BOBBINS  &  MYERS  COMPANY 

SPRINGFIELD,  OHIO 


Dawson  &   Co.,  Ltd. 
Montrea. 
Mechanics  Supply  Co.,  Ltd. 
Quebec 
Rogers  E.ectric  Co.,  Ltd. 
Toronto 


CANADIAN  DISTRIBUTORS 
The  Century  E.ectric  Co. 
Montreal 
La  Cie  Codere  &  Fils,  Inc. 
Sherbrooke 
Coste.lo  &  Crowe 
Ottawa 


Eastern  Electric  Co. 
St.  John 
Great  West  E.ectric  Co. 
Winnipeg 

John  Starr   S^r,  &  Co.,  Ltd. 
Halifax 
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Steam-Tight  Condulets 


Electric  Light  Fittings 


whose  design,  material  and  work- 
manship insure  long  and  satisfactory 
service. 

Furnished  in  either  iron  or  brass  for 
V2>  ^  and  1-inch  conduit. 

Made  in  two  sizes,  to  take  40  and 
100- watt  lamps  respectively. 


Condulet  broken  away 
to  show  parts. 


Condulet  broken  away 
to  show  parts. 


Canada's  Largest  Ocean  Freighter,  the  7000-Ton 
Steamer  Porsanger.  Wired  Throughout  in  Condulets. 


Catalogs  giving  complete  informa- 
tion on  all  Condulets  mailed  Free 
upon  request. 


Crouse-Hinds  Company 

OF  CANADA,  LIMITED 

TORONTO,  ONT.,  CAN. 
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also  the  utilization  of  the  power  in  developing  industries.  It 
also  remains  to  be  proven  yet  that  such  undertakings  do  not 
thrive  best  under  private  management— not  private  manage- 
ment with  unbridled  license  or  franchises  that  make  the  un- 
dertaking a  financial  gamble,  but  under  proper  control  such 
as  is  easily  feasible  and.  after  the  experiences  of  the  past  few 
years,  readily  acceptable  to  all  parties. 

By  all  means  let  us  have  such  a  Commission  and  set 
them  to  work  without  a  moment's  delay.  Let  it  be  composed 
of  men  who  are  acknowledged  administrators,  men  with  a 
vision  of  Canada's  future,  men  who  have  no  desire  to  tie 
themselves  down  with  the  petty  details  of  development  and 
application  of  electricity,  but  who  will  know  how  to  pick  men 
to  attend  to  these  details.  There  does  not  seem  to  be  the 
slightest  doubt  that  Canada  can  use  her  water  powers  as 
vapidly  as  they  can  be  developed.  Irrespective  of  the  dura- 
tion of  the  war.  power  will  be  in  demand  in  rapidly  increasing 
quantity.  If  the  United  States  will  co-operate— and  why 
should  they  not— why  not  get  this  Commission  in  action  with- 
out further  loss  and  delay? 
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Water  Powers  Should  Be 
Developed  Without  Delay 

Recently  the  Commission  of  Conservation  placed  itself 
on  rec-ord  ''as  being  opposed  to  the  granting  of  pe-  « 
private  interests  to  develop  water  power  on  the  St.  Lawrence 
R  v"  In  its  opinion  these  powers  should  be  developed  by 
'n  nteri  ationa  Commission,  which  would  utdize  the  maxi- 
an  Internationa  economical  manner  pos- 

mum  amount  ot  powei  m  tnt  most  c  frihutarv 
sible,  and  make  it  available  to  the  neighboring  and  tr  buta  y 
population  of  Canada  and  the  United  States  upon  fan  and 

equitable  terms  "  ,u-gestion  of  an  In- 

Therc  can  be  no  quancl  with  tins  su^„ 
ternational  Commission  to  coiUr,,!  the  -'"^^^^^^J^/^^^J^: 
Lawrence  or  any  other  boundary  river,  and         ^er  Com 
passion,  working  in  sympathy  with  „.  to  ^^^^'^l^f^^^f^. 
It  is  not  so  evident,  however,  that  the  word  d 
:  Id"  is  the  happiest  that  could  have  ^^^^ ^^^^^^^^^ 
sma  ks  not  only  of  government  control-which  is  right  Im 
of  .nvernment  development  and  operation,  which,  a 
1       ^,..,vnv<l  in  Cana.la,  is  not  always  so  desirable.  The 



;r:;n:i'an.;  isa  !'oblem        engineers:  also  their  operat,„n; 


The  Electric  Fan 
A  Year-round  Utility 

The  value  of  the  electric  fan  in  summer  is  generally  re- 
cognized, but  its  winter  use  is  very  far  from  general.  This 
is  largely,  we  believe,  because  its  value  is  not  recognized  by 
the  average  householder.  The  latest  developments  in  medical 
science  seem  to  point  to  the  value  of  keeping  the  atmosphere 
in  which  we  live  constantly  in  motion,  and  a  stagnant  at- 
mosphere, we  are  told,  is  the  cause  of  unhealthy  and  poor 
working  conditions,  much  more  than  the  presence  of  car- 
bon-dioxide or  any  other  poisonous  gas  in  the  air.  If  this  is 
so.  the  electric  fan  should  be  found  in  every  room  where 
human  beings  congregate  and  endeavor  to  use  their  brains. 

The   writer  of  an  interesting  article   in   the  Electrical 
World.   Mr.   Charles   Catlett.   emphasizes   another   point  in 
connection  with  the  use  of  the  fan  which  is  v.ery  slightly 
appreciated— that  is,  that  the  temperature  of  the  upper  part 
of  the  average  living  room   is  very  many  degrees  higher 
than  the  temperature  of  the  lower  strata  of  air.    In  a  gen- 
eral way  we  have  all  realized  this  fact  in  that  it  is  usually 
our  lower  extremities  that  l)other  us  most  when  the  tem- 
perature of  a  room  falls  below  n.)rmal.    Mr.  Catlett  quotes 
temperature  figures  to  show  that  in  a  room  approximately 
10  feet  high',  when  the  temperature  at  the  ceiling  is  83  de- 
grees F..  the  temperature  at  the  floor  may  be  as  low  as  62 
degrees  F.    His  tests  showed  that  at  the  time  there  was  a 
sufficient  quantity  of  heat  in  the  room  to  render  the  whole 
area  approximately  74  degrees,  which  is  considerably  in  ex- 
cess of  what  most  people  consider  necessary  or  desirable. 
The  trouble,  as  he  says,  is  that  if  a  person  were  sitting 
down  in  this  room  his  feet  would  lie  at  a  temperature  of 
about  (i3-()3  degrees;  tin-  centre  of  his  body  about  67  de- 
orees.  and  his  head  slightly  above  70  degrees.    If  he  stood 
up  his  head   would   be  about  75-76  degrees.     Further,  the 
space  aliove  his  head,  which  is  lu-dinarily  three  to  four  feet, 
would  be  considerably  above  imrmal   lemperature.  and  yet 
the  heat  in  this  area  is  i)erforming  no  useful  purpose  what- 
ever. 

Temperature  Figures  at  Various  Heights 

Height.  Temperature. 
44    74 


Height. 
124 
108 

93 

64 


Temperature. 
83 
80 
80 
76 


31 
4 
0 


68 
66 

6:2 


There  can  be  no  question  but  that  an  electric  fan.  or 
some  other  means  of  agitating  and  mixing  the  air,  would 
\,c  ,,f  tlie  greatest  service  under  these  conditions.     .\  tern- 
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peratiirc  which  appears  to  the  occupant  to  bo  around  63  to 
65  ilegrecs  can  he  changed  to  70  detirees  or  more  by  the 
use  of  an  electric  fan.  The  economy  in  coal  is  self-evident. 
In  addition  we  should  he  foUowint'  the  medical  practitioner's 
admonition  to  keep  the  air  in  ihe  room  well  mixed.  As  a 
eomhination  solution  for  purilv  ini;  a  stagnant  atmosphere  and 
conserving  ci>al.  the  electric  Ian  seems  to  give  the  greatest 
promise.  If  these  important  items  were  brought  to  the  at- 
tention of  the  average  consumer  the  use  of  fans  would  doubt- 
less become  mneh  more  general. 

It  is  true  that  these  are  times  when  electric  current  must 
also  be  conserved  and  at  certain  points  in  Canada  no  efi'ort 
is  being  made  at  the  moment  to  sell  current-consuming  de- 
vices. The  fan,  however,  might  well  be  taken  as  an  excep- 
tion on  account  of  its  almost  insignificant  current  consump- 
tion. Its  more  general  use  would  appear  to  represent  the 
greatest  amount  of  good  with  the  least  amount  of  expendi- 
ture of  essential  energy. 


The  Electric  Club  of  Toronto 
Closes  Successful  Year 

The  Electric  Club  of  Toronto  brought  to  a  close  a  most 
successful  season  on  Friday,  May  10,  when  the  regular  an- 
nual meeting  was  held  for  the  purpose  of  electing  of¥icers, 
revising  by-laws,  etc.  Mr.  Frank  T.  Groome,  president  for 
the  past  year,  received  a  very  cordial  reception  after  his 
past  illness  and  showed  that  he  had  lost  none  of  his  former 
optimism  and  vigor.  The  Club,  under  Mr.  Groome's  presi- 
dency, has  made  a  splendid  record  and  has  established  itself 
as  one  of  the  essential  institutions  of  the  city  of  Toronto. 

During  the  year  the  members  have  met  every  Friday 
at  noon  to  lunch  together  and  listen  to  addresses  by  pro- 
minent men  of  the  city  and  elsewhere.  In  the  choice  of 
speakers  the  committee  having  this  matter  in  hand  have 
been  particularly  fortunate,  in  that  they  were  able  in  every 
case  to  get  men  of  outstanding  ability  in  their  particular 
line.  A  list  of  the  various  speakers  is  given  herewith  in  the 
approximate  order  in  which  they  were  the  guests  of  the 
Club: 

Rev.  Father  L.  Minehan — "The  Irishman  Outside  Ire- 
land." 

Sir  Robert  Falconer— "The  University  and  the  War." 

Harbor  Inspection — At  the  invitation  of  Mr.  E,  L. 
Cousins,  general  manager  and  chief  engineer. 

Hon.  Mr.  Justice  Sutherland  (Late  Speaker,  House  of 
Commons) — "Professions." 

Frank  Stockdale — Advertising. 

Arthur  Hawkes — "Relations  between  Ontario  and  Que- 
bec." 

Jos.  E.  Atkinson  (President  Star  Publishing  Company) — 
"After  the  War — Industrial  Changes." 

Prof.  H.  E.  Haultain — "Vocational  Training  of  Returned 
Soldiers  under  the  Military  Hospitals  Commission." 

Prof.  A.  P.  Coleman— "Recent  Visit  to  South  America." 

Mr.  E.  N.  Hyde  (Montreal) — "Illumination." 

Mr.  Z.  A.  Lash,  K.C. — "Courts  of  Law  and  Equity  in 
Canada." 

Major  Robert  F.  Massie,  D.S.O.— "The  Canadian  Attacks 
upon  and'  Capture  of,  Passchendaele." 

Mr.  M.  A,  Sorsoleil  (Principal  Normal  Model  School) 
— "The  Rise  and  Fall  of  Germany." 

Col.  Geo.  G.  Nasmith,  Ph.D.,  C.M.G,,  "Keeping  the  Brit- 
ish Soldier  Fit." 

Prof.  Alfred  Baker — "Need  we  fear  the  financial  strain  of 
the  War?" 

Col.  Gordon  Morrison — Some  Front  Line  Experiences. 
Mr.  Arthur  V.  White — Our  International  Waterways. 
Prof.  G.  M.  Wrong — "Some  Aspects  of  the  German  Con- 
stitution." 


Prof.  J.  C.  Fields — "Industrial  Research  Work  in  Some 
of  the  Best  United  States  Laboratories." 

Mr.  H.  MacDonald  (Canadian  Manufacturers'  Associa- 
tion)— "True  and  False  Advertising." 

Prof.  St.  Elme  de  Champ  "Alsace-Lorraine." 

Lieut.  R.  W.  Harris — "Military  Mining." 

Lieut. -Col.  Cecil  G.  Williams — ''The  Empire's  Navy, 
Its  Growth  and  Problems." 

Mr.  McGregor  Young,  K.C. — "Future  of  International 
Law." 

Principal  W.  L.  Grant  (Upper  Canada  College) — "Some 
Educational  Experiments." 

Rev.  Prof.  J.  H.  Michael — "Lloyd  George." 

The  treasurer  reported  that  the  fee  of  .$1.00  did  not  allow 
a  sufficient  margin  for  necessary  expenditures  in  connec- 
tion with  the  weekly  meetings  of  the  club  and  a  motion  was 
carried  making  the  membership  fee  .$3.00  for  the  coming 
season. 

The  election  of  officers  for  next  year  resulted  as  fol- 
lows:— President,  K.  J.  Dunstan,  manager  Bell  Telephone 
Co.;  vice-president,  D.  H.  McDougall,  manager  Toronto 
Electric  Light  Co.;  secretary,  Frank  Kennedy,  Toronto  man- 
ager Bell  Telephone  Co.;  treasurer,  H.  D.  Burnett,  engineer 
Canadian  General  Electric  Co.;  with  the  following  com- 
mittee: H.  H.  Couzens,  general  manager  Toronto  Hydro-elec- 
tric System;  R.  T.  Jeffrey,  engineer  Hydro-electric  Power 
Commission  of  Ontario;  R.  D.  Perry,  general  manager  Great 
North  Western  Telegraph  Co.;  L.  C.  Horner,  manager  Sup- 
ply Department,  Canadian  General  Electric  Co.;  Geo.  D. 
Leacock,  sales  manager  Moloney  Electric  Co.  of  Canada; 
W.  R.  Ostrom,  sales  manager  Northern  Electric  Co.;  C.  H. 
Hopper,  Canadian  Westinghouse  Co.;  Geo.  Paton.  general 
manager  C.  P.  R.  Telegraph  Co.;  W' alter  R.  Carr. 
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Professor  Evans  on  "Chemical  Research" 
Before  Montreal  Luncheon  Club 

The  members  of  the  Montreal  Electrical  Luncheon  con- 
cluded a  very  successful  season  on  May  15th,  when  Professor 
N.  N.  Evans,  of  McGill  University,  spoke  on  "Chemical  Re- 
search," particularly  in  relation  to  the  war,  and  on  the  im- 
perative necessity  of  general  and  technical  education  in  com- 
peting for  the  world's  trade. 

Prior  to  the  talk,  Mr.  T.  H.  Chennell,  the  secretary,  sub- 
mitted the  second  annual  report  of  the  luncheon,  which  was 
inaugurated  in  February,  1916.  From  a  beginning  of  seven 
members,  the  roll,  he  said,  had  now  attained  a  list  of  393. 
The  average  attendance  of  the  season  was  58.  the  highest 
attendance  being  118.  Out-of-town  guests  numbered  99. 
Twenty-eight  meetings  were  held  during  the  season.  No 
membership  fee  was  charged,  and  in  order  to  meet  the  ex- 
penses $77.35  was  collected,  and  $95  contributed  by  com- 
panies when  employees  attended  the  luncheon.  With  other 
contributions,  the  total  income  was  $179.23,  while  the  ex- 
penses were  $168.70,  leaving  a  balance  of  $10.52.  The  report 
also  expressed  appreciation  of  the  action  of  the  newspapers 
and  magazines  in  publishing  reports  of  the  proceedings. 

On  the  motion  of  Mr.  Randall,  seconded  by  Mr.  Wood, 
the  report  was  adopted,  Mr.  _E.  N.  Hyde  suggesting  that 
the  Electrical  News  be  included  in  the  magazines  referred  to, 
adding  that  the  reports  of  the  Electrical  News  had  been 
very  accurate. 

A  vote  of  thanks  was  passed  to  Mr.  Chennell,  Mr.  W. 
H.  Winter,  who  presided,  stated  that  Air.  Chennell  had  done 
splendid  and  enthusiastic  work  for  the  luncheons.  In  the 
fall  the  members  would  have  to  consider  the  question  of  re- 
organizing the  luncheons,  which  were  now  carried  on  without 
a  permanent  organization.  Montreal  had  given  Toronto  the 
lead  in  the  matter  of  luncheons,  and  he  understood  that 
Toronto  had  now  a  particularly  live  association. 

F'rofessor  Evans,  in  the  course  of  his  speech,  referred  to 
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the  chemical  research  which  had  been  the  direct  outcome  of 
the  war  Prior  to  the  conflict  Canada  had  depended  for  many 
chemical  commodities  upon  Germany,  and  the  war  had  natur- 
ally cut  off  these  supplies.  The  country  had  therefore  to  set 
to  work  to  produce  these  commodities  for  ourselves.  Chem- 
ists had  a  long  way  to  catch  up,  as  the  Germans  had  taken 
a  strong  lead,  and  many  people  were  obsessed  with  the  idea 
that  Germany  was  capable  of  doing  things  which  th,s  country 
was  not  able  to  do.  But  there  were  others  who  dul  "'>t  l^-lc 
this  belief,  and  it  was  wonderful  what  had  been  accomplished 
in  a  very  short  time.  ,  ,    ,  .  ^ 

Prof  Evans  then  sketched  the  results  which  had  been  the 
outcome  of  research  work.    He  instanced  the  manufacture  of 
optical  glass  in  the  United  States,  which  had  former  y  de- 
pended upon  Germany  for  the  supplies  of  this  glass.    It  had 
been  found  necessary  to  discover  sources  of  raw  materials, 
the  most  suitable  sand  for  the  purpose  being  previously  ob- 
tained from  Belgium.    A  long  series  of  experiments  were 
undertaken,   with   the   result   that   the   United   States  were 
producing  excellent  glass  in  many  varieties  which  was  a 
good  as  that  formerly  imported.    Just  outside  Washington 
there  were  about  500  chemists  working  ..n  the  subject  o 
poisonous  gases.     Prof.    Evans    mentioned     that  mustard 
'as  was  discovered  by  a  German,  and  the  United  States  were 
now  manufacturing  this  gas  and  sending  it  in  large  quantities 
to  the  nation  which  discovered  it.    These  chemists  were  also 
at  work  on  the  subject  of  discovering  antidotes  to  poisonous 

^^''in  connection  with  munitions,  a  large  amount  of  chem- 
ical research  had  been  carried  out.  At  McGill  University 
-  experiments  had  been  made  on  t.n.t.,  particularly  in  re  at.on 
to  the  solubility  of  the  liquor  in  which  it  was  produced,  and 
how  to  conserve  that  liquor;  also  as  to  purifying  the  ma- 
terials and  making  them  stable.  Considerable  work  had  been 
done  in  connection  with  steel. 

With  regard  to  acetone,  they  all  knew  what  large  quan- 
tities were  being  produced  by  the  Electro-Products  Company 
at  Shawinigan  Falls.  In  fact  the  development  in  connec- 
tion with  the  production  of  acetone  was  one  of  the  most  won- 
derful things  in  connection  with  the  war. 

Referring  to  potash  and  its  use  as  a  fertilizer,  the  speaker 
stated  that  formerly  the  main  supply  came  from  Germany. 
There  were  immense  supplies  of  potash  in  Canada,  but  un- 
fortunately no  method  has  yet  been  found  by  which  it  could 
he  economically  produced  from  the  rock.  On  the  subjec 
of  nitrogen,  Prof.  Evans  spoke  of  the  success  of  electrical 
fixation  in  Norway  and  Sweden.  The  Germans,  too  were 
producing  nitric  acid  from  the  air,  and  he  had  been  mformed 
that  the  United  States  were  just  as  successful  as  Germany, 
in  obtaining  nitric  acid  by  the  fixation  process. 

It  had  been  asked  why  Germany  had  gone  so  far  ahead 
in  chemical  research.    One  reason  was  the  Gearmans  were 
a  people  of  wonderful  patience.    In  Europe  the  people  stuck 
to  a  business  from  generation  to  generation,  while  on  this 
continent  they  jumped  from  one  business  to  another.  An- 
other reason  for  the  progress  in  Germany  was  the  thorough- 
ness of  ordinary  and  technical .  education.     One  could  no 
have  research  work  unless  it  were  built  on  something,  and 
that  something  was  education.     Canadians  would  have  to 
submit  to  that  spirit  of  thoroughness  if  they  were  to  success- 
fully compete  for  business.    It  was  of  the  utmost  importance 
that  our  people  should  know  more  than  one  language.  We 
ought  to  concentrate  upon  our  work.    These  were  some  of 
the  reasons  why  we  lia.l  fallen  behin.l.  at  any  rate  so  far  as 
chemistry  was  concerned.    There  had  been  much  discussion 
as  to  imposing  heavy  tariffs,  but  in  his  opinion  it  we  were 
to  keep  our  trade,  there  was  only  one  way  to  do  it  an<l  .bat 
was  by  making  goods  as  well  and  as  cheaply  as  other  conn- 
tries-  otherwise  we  would  not  keep  the  business. 

N  otes  of  thanks  were  passed  to  Mr.  Winter,  the  cha.r- 


n.an  of  the  luncheons,  and  Mr.  E.  N.  Hyde,  chairman  of  th 
papers  committee.     In  reply  Mr.  Winter  said  he  believed 
there  was  an  important  future  for  the  luncheons,  and  he  was 
looking  forward  to  a  permanent  organization  which  would 
bring  larger  developments. 


Commission  of  Conservation 
Issue  Ninth  Annual  Report 

The  Ninth  Annual  Report  of  the  Commission  of  Conser- 
vation is  out  and  contains,  as  usual,  a  quantity  of  useful  and 
interesting  information  regarding  Canada's  resources.    It  is 
in  effect  a  report  of  last  November's  annual  meeting,  and 
contains  the  papers  read  and  reports  presented  at  that  time. 
The  papers  include  discussions  on  such  topics  as    i  eat,  i)> 
Eugene  Haanel;    "Fuel    Situation."    by    C.    A.  Magrath; 
"Power  Possibilities  on  the  St.  Lawrence,"  and  Niagara 
Power  Shortage,"  by  A.  V.  White;  "Electrification  of  Rail- 
ways" by  S.  T.  Dodd.    The  papers  have  alrea.ly  been  treated 
in  more  or  less  detail  in  previous  issues  ot  the  Electnca 
News    A  brief  report  by  Mr.  Leo  G.  Denis,  however,  had  not 
previously  been  published  and  it  is  of  interest  as  outlining 
in  some  detail  the  work  the  Commission  has  under  way. 
Mr.  Denis'  report  is,  therefore,  printed  m  i.art  below; 
Waters  and  Water-Powers 
Special  efforts  were  made  during  the  past  year  to  secure 
descriptive  information  on  electric  power  plants  and  systems 
throughout  the  Dominion  for  a  report  to  be  published  shortly 
on  the  supply  and  distribution  of  electric  energy  in  Canada. 
The  importance  of  this  subject  as  related  to  our  water-power 
resources  need  scarcely  be  enlarged  upon.    Without  the  im- 
pulse given  by  the  possibility  of  transmitting  power  over 
lono-  distances,  water-powers  would  not  have  attained  the  high 
plae-e  they  now  occupy  among  the  various  natural  resources 
of  a  country.    Long  distance  transmission  of  energy  is  only 
possible  through  the  medium  of  electricity  and,  while  some 
laro-e  developments,  notably  in  the  paper  and  pulp  industry, 
make  direct  use  of  water-power,  practically  all  other  develop- 
ments of  importance  are   for  the  production   ot  electrical 
energy. 

The  report  will  give  a  short  description  of  all  electric 
central  station  systems,  including  power  plants,  transmission 
lines  and  distrilmtion.  each  system  being  described  individu- 
ally In  previous  reports  respecting  this  subject,  the  Can- 
adian data  have  been  appended  to  United  States  reports  and 
treated  as  secondary.  Their  incompleteness  has  created  a 
false  impression  to  the  detriment  of  this  country.  This  is 
simply  due  to  the  fact  that  complete  information  covering 
the  Dominion  has  not.  thus  far,  been  collecte.l.  The  pro- 
duction of  electric  energy  in  t  anada  is  one  ..t  the  develop- 
ments to  which  we  can  point  with  pride  and  the  data  thus  far 
received  demonstrates  that,  in  ibis  respect,  we  are  behind 
very  few  countries,  if  any. 

The  greater  portion  of  the  information  has  been  collect- 
ed l)y  con-espondeiicc,  uiuler  the  direction  of  your  Water- 
power  Engineer  and  your  Mining  Engineer.  The  various 
questionnaires  sent  out  in  this  connection  included  the  lol- 
lowing  items:  , 

Hydraulic  Plants.— Dams  and  liydraulic  works;  available 
head,  flow  of  river,  hydraulic  troubles,  power  houses,  lurl>ines, 
generators  and  transformers,  demand  and  output,  interrup- 
ti(ms  to  service,  costs  and  dale  of  inslallation. 

Steam  arid  Internal  Combustion  Engine  I  Mauls.— Power 
houses,  l)oilers,  gas  producers,  engines  and  turl)ines,  gener- 
ators, fuel,  costs  and  dale  of  inslallation. 

Transmission  Lines.— Location,  voltage,  capacity,  con 
structiou,  protection  and  sub-stations. 

Distribution.— Purchased    energy,    station  transformers 
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output,  mileage  of  streets  covered.  vollaL;es.  line  traiislonners, 
eonneeted  load,  street  lighting-,  costs  and  rates  charged. 

Another  subject  receiving  attention  is  the  revision  of  the 
list  of  developed  water-powers  in  Canada  as  published  in  the 
report  of  I'.m,  The  developed  water-powers  are  increasing 
in  number  and.  as  no  detailed  coniplele  information  has  been 
published  since  the  reiiort  above  referred  In,  it  seems  most 
desirable  to  luive  tlie  data  brought  up  to  dale.  The  Com- 
mission is  constantly  receiving  iniiniries  on  various  phases  of 
this  subject.  From  lin\e  to  time,  estimates  of  developed 
water-powers  for  the  wliole  Dominion  or  for  certain  portions 
oi  it  have  been  made  but  these  are  of  little  value  unless 
specific  information  resi)eeting  each  power  included  in  the 
estimates  is  given.  The  publication  of  a  detailed  list  also  per- 
mits any  grouping  which  may  seem  desirable. 

Routine  work  included  the  preparation  of  a  number  of 
short  articles  having  reference  to  our  water-power  resources 
and  also  brief  reports  on  special  subjects,  including  possi- 
bilities of  water-power  sites,  rates  for  electric  energy,  data 
on  discharges  of  rivers,  industrial  statistics,  certain  water- 
powers  of  the  Prairie  Provinces,  bibliography  of  Canadian 
water-powers,  general  water-power  situation  in  Canada,  water 
filtration  plants  in  Canada,  and  electric  energy  required  for 
various  purposes. 

Coteau  Dam  Project 

.■\  report  was  prepared  on  the  proposed  scheme  to  dam 
the  River  St.  Lawrence  for  the  development  of  power  at  the 
Coteau  Rapid  at  the  foot  of  Lake  St.  Francis.  Apparently, 
the  principal  object  of  the  project  is  the  exportation  of  elec- 
tric energy  from  Canadian  water-power.  Permission  for  such 
a  development  would  be  in  violation  of  the  recognized  prin- 
ciple that  no  further  development  should  be  allowed  on  the 
St.  Lawrence  between  Prescott  and  Montreal  until  a  com- 
prehensive plan  of  development  for  that  portion  of  the  river 
has  been  decided  upon.  The  necessity  of  this  is  emphasized 
by  the  conditions  at  Niagara.  There,  the  development  by  the 
Ontario  Hydro-electric  Power  Commission  will  utilize  the 
entire  head,  including  the  lower  rapids,  instead  of  being  lim- 
ited to  the  descent  in  the  cataract  proper,  as  has  been  the  case 
with  all  the  power  so  far  developed.  It  is  also  proposed  to 
"scrap"  some  or  all  of  the  existing  plant  which,  if  carried 
out,  will  involve  the  destruction  of  many  millions  of  invested 
capital. 


Ghamplain  Dry  Dock,  Quebec, 
Electrically  Operated  Throughout 

In  a  paper  on  the  Champlain  drydock  for  Quebec  harbor, 
read  at  the  Canadian  Society  of  Civil  Engineers,  Montreal, 
Mr.  U.  Valiquet,  M.Can.Soc.C.E.,  superintending  engineer. 
Department  of  Public  Works,  briefly  described  the  electrical 
equipment  for  the  working  of  the  dock.  He  stated  that  three 
main  centrifugal  pumps,  each  of  63,000  gallons  per  minute 
capacity,  are  used  to  empty  the  dock;  two  pumps  of  6,000 
gallons  per  minute  each  are  used  to  keep  the  dock  dry.  All 
pumps  are  run  by  electric  power.  Eight  boilers,  of  a  total 
capacity  of  3,600  horse-power  furnish  the  steam  at  300  pounds 
pressure  to  run  the  three  direct  current  turbo-generators  of 
1,500,  7.50,  and  300  kilowatts  respectively,  which  furnish  the 
current  at  5.50  volts  to  run  the  pump  and  other  motors. 

A  direct  current  generator  of  100  kilowatts,  at  220  volts, 
driven  by  a  steam  engine,  will  furnish  the  current  for  the 
lamps  around  the  dock  and  in  the  buildings.  There  are  24 
lamps  of  500  watts,  hung  from  poles  around  the  dock.  The 
poles  are  made  of  gas  pipe,  with  the  lower  end  set  into  sock- 
ets fitted  with  electric  connections  and  made  removable  in 
case  of  necessity.  All  electric  wiring  for  lamps  and  motors 
outside  of  the  buildings  is  placed  underground. 

There  are  nine  electrically-driven  capstans,  with  15  b.p. 


motors,  four  on  each  side  of  the  dock  and  one  at  the  head. 
The  rolling  caisson  is  provided  with  six  culverts,  42  inches  in 
diameter,  closed  by  sluice  valves  that  are  operated  from  the 
upper  deck  by  a  15-horse-power  electric  motor,  driving  a 
longitudinal  shaft,  provided  with  the  necessary  gearing;  and, 
by  means  of  clutches,  any  one  or  all  of  the  valves  may  be 
worked. '  The  culverts  are  used  for  flooding  the  dock. 

Six  water  tube  boilers  of  SOO-horsenpower  and  two  of  300- 
horse-power  furnish  steam  at  200  pounds  pressure  to  produce 
electric  current.  The  boilers  are  provided  with  automatic 
stokers,  ash  and  coal  conveyors.  The  coal  is  unloaded  from 
cars  into  a  coal  crusher  run  by  an  electric  motor  and  elevated 
to  a  hopper  of  500  tons  capacity,  over  the  front  of  the  boilers. 
Water  heaters  are  provided,  but  the  steam  is  not  superheated; 
one  of  the  small  boilers  will  be  constantly  under  steam  pres- 
sure to  run  the  drainage  pumps  and  the  lighting  dynamo 

The  electric  power  consists  of  three  direct  current  turbo- 
generators of  550  volts,  one  of  1,500  kilowatts,  one  of  750,  and 
one  of  300  kilowatts.  The  steam  turbines  are  of  the  Curtis 
condensing  type,  built  by  the  General  Electric  Company.  In 
the  large  unit  the  turbine  runs  at  3,600  r.p.m.  It  is  geared 
down  to  360  revolutions  for  the  generator;  the  second  is 
geared  from  5,000  to  750;  the  third  is  geared  from  5,000  to  900 
r.p.m.  A  100-kilowatt  generator,  driven  by  a  high-speed, 
direct-connected  engine,  furnishes  the  current  for  lighting 
purposes. 

This  power  installation  is  more  than  ample  for  all  the 
machinery  connected  with  running  of  the  dock  proper.  It  is, 
hoiwever,  anticipated  that  the  whole  of  it  will  be  used  when 
large  repairing  and  shipbuilding  shops  are  in  operation,  to- 
gether with  the  pumping  of  the  deck. 

This  electric  installation  has  been  criticized  on  the 
ground  that  the  large  expenditure  is  not  justified  when  elec- 
tric current  is  available  from  private  companies  in  the  vicinity 
of  Quebec.  When  the  electric  installation  was  proposed  by 
the  writer  the  idea  in  view  was  that  no  company  would  be 
interested  or  willing  to  furnish  over  3,000  h.p.  at  any  time  of 
the  day  or  night  for  the  short  period  of  about  50  hours  in  the 
year  without  interfering  seriously  with  their  general  service. 
It  had  also  been  ascertained  by  personal  visits  to  five  of  the 
principal  navy  yards  of  the  United  States  Government  that 
each  of  them  has  provided  its  own  electric  power  for  pumping 
their  drydocks.  Out  of  five,  only  one  had  installed  alternating 
current  machinery.  It  has  developed  since  that  the  only  elec- 
tric company  that  could  furnish  the  power  current  is  not  will- 
ing to  entertain  the  proposition  unless  at  a  much  greater  cost 
to  the  government  than  the  private  installation  can  be  run, 
including  the  interest  on  the  outlay,  which  is  approximately 
$240,000. 

The  dock  is  emptied  by  three  main  pumps  of  the  hori- 
zontal centrifugal  type,  each  having  a  capacity  of  63,000  gal- 
lons per  minute.  The  bronze  shafts  are  connected  to  the 
armature  shafts  of  800-horse-power  motors,  running  at  750 
revolutions  per  minute.  The  motors  are  built  to  stand  an 
overload  of  25  per  cent,  for  two  hours;  the  total  lift -will  very 
rarely  be  more  than  33  feet.  The  suction  and  discharge  pipes 
are  48  inches;  the  water  is  discharged  into  a  chamber  pro- 
vided with  non-return  valves,  and  to  a  culvert  through  the 
entrance  wall  outside  of  the  caisson.  The  main  pumps  are 
guaranteed  by  the  builders  to  deliver  63,000  gallons  per  min- 
ute against  a  total  head  of  25  feet. 

Two  auxiliary^  pumps  each  of  6,000  gallons  per  minute 
capacity,  driven  by  electric  motors  of  125-horse-power,  will 
take  care  of  leakages  and  seepage.  These  pumps  will  also 
help  while  the  dock  is  being  pumped.  The  pumps  were  manu- 
factured by  the  Allis-Chalmers  Company. 

The  time  occupied  .in  emptying  the  dock  will  vary  accord- 
ing to  the  height  of  tide  when  the  pumps  are  started  and  the 
size  of  the  vessel  being  docked.  At  high  water  of  spring 
tides  the  dock  contains  over  38,000,000  gallons  of  water  This 
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quantity  of  water,  however,  will  very  rarely,  if  ever,  exist 
^  c  is  started.    It  is  estimated  that  the  average 

out  the  dock  will  be  about  two  and  a  half 


when  pumpin 
time  for  pumping 
hours.  ,, 
The  power-house  is  120  x  100  feet,  divided  by  a  br,ck  wall 
into  two  rooms,  120  x  50  feet,  one  being  the  boiler-roon.  and 
the  other  the  generator-room.    The  walls  are  sohd  br  k. 

the  roof  is  built  of  reinforced 
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Turbo-Generator  Plant,  2000-kw.  Unit 

(.500-kw.  unit  from  old  station,  see  later  section) 


built  on  concrete  foundation; 
concrete  slabs,  supported  by  steel  I-beams,  wh.cl,  were  pro- 
cured from  the  unused  steel  of  the  hrst  Quebec  Bndg..  The 
building  is  provided  wih  extra  large  windows,  with  steel 
frames  Skylights  and  ventilators  are  also  provided.  he 
W  is  concrete  overlaid  with  red  tiles;  and  the  lower  part  o 
the  interior  walls  for  the  generator-room  is  hnished  with  a 
white  tile  wainscoting  6  feet  high.  The  generator-room  has 
Tn  overhead  travelling  crane  of  15  tons  capacity  The  hfting 
is  done  by  motor;  the  travelling  gear  is  worked  by  hand. 


Turbo-generator.  200n-kw.  rating,  80  per  cent. 

power  factor                             ■■•    o'nt;^ 

Surface  condenser,  3,.500  square  feet    9,o&* 

Condenser  piping,  inside   i'^^^ 

Air  supply  and  cleaning  

Switchboard  and  Electrical  Equipment 

Switchboard,  oil  switches,  instruments,  etc.  ..$13,ob7 
Exciter    and    100-kv.a.    auxiliary  three-phase 

transformer  

Municipal  station  apparatus    ^ 

Station  wiring  •    ' 

Connections  to  overhead  lines  


31,315 


2.393 
21 


31,456 


Miscellaneous 


$3,706 
680 
163 
1.031 


Cos  Figures  on  Generating  Station 
$70  per  Kw.  for  Completed  Plant 

difficult  to  get  accurate  construction  figures 


It  is  always 


electrical  installation  work,  and         that  reason  a 


short 

article  appearing  in  a  recent  issue  of         Electrical  World 
Skiving  the  itemized  cost  of  construction  of  a  Massachusetts 
c  .tral  station,  is  of  timely  interest.    The  cost  .nclud  the 
building,  which  is  designed  for  one  500  kw.  and  two    ,  kw. 
turbo-generators.    Only  the  500  kw.  and  one  of  the  .  000  kw^ 
g  nerators  is  installed  and  included  in  the  -st  which    ov  r 
building,  boiler,  coal  handling  and  pipmg  installations  a 
;:ate  L  the  completed  5,500  kw.    T  e  tot^l  cost  of  Uk. 
plant  is  $369,000.  and  it  is  estimated  the  ^7^/^^ 
unit  can  be  installed  for  about  $40,000,  a  total  of  $309,000,  or 
abour$70  per  kw.    The  itemized  cost  of  the  plant,  as  at  pre- 
sent built  to  2,500  kw.  capacity,  is  as  follows: 

Land 

.  .  .$25,000 

Land  . . .   ■  •  •   ■  •  •   ■  •.   .  4,271 

Docks,  walls  and  hlling  

Legal  expenses  for  do  ■ 

Surveying  for  do   3  035 

Dredging  and  intake  •  


Interest  during  construction   

Fire  insurance   

Liability  insurance  ...                •  •  •   • ,  •.  '  '  ' 
Steam  coal  used  during  building  and  in  tests 
Miscellaneous  material,  apparatus,  tools,  hard- 
ware, etc  •   ■  •  • 

Unclassified  labor,  watchmen,  foremen,  etc.. 
General  expenses,  unclassified  

Engineering 

Engineering  architect  '?6,300 

Field  supervision  ...  ■  

Drafting  and  blueprinting  

Drafting  and  office  expense   


1.569 
1,817 


1,858 
359 


9,375 


11.277 


500-kw.  Turbine  Transferred  from  Fo'^niej-  Station 

500-kw  $10,0(11) 


Turbo-alternator 
Piping  for  turbine  

Wheeler  condenser  (second-hand)    -i-""" 

Air  and  circulating  pump   . . 
20-h,p.  Terry  steam  turbine 
25-kw.  direct-current  motor- 
set   

Instruments  


lenerator  exciter 


1,435 
435 

1,330 
85 


16,917 


Total 


$269,101 


Preliminary  engineering  investigation 

Building 


$32,697 
•  7,000 


$9,040 


Sub-surface  foundations   ^g'^g^ 

Steel  for  station  building  •  •  3,j,'g4i 

Superstructure                .  fi'954 

Stack.  200  ft.  high,  9  in.  ms.de  diameter  ...  ...  6,954 

Steam  heating  'J  . 

Service  Equipment 

.$1 1  594 

Coal  and  ash  handling  '  y'^gg 

Coal  and  ash  l)Uiikers   '353 

Water  supply  and  storage   ^g 

Oil' filters  and  storage  •  •  ■  ■  •     ^  ^gg 

Crane   ___  

Boiler  Plant 

Four  342-h,p.  B.  &  VV.  boilers  with  superheat- 
ers and  settings  ,  '      ' ' 

Four  Taylor  underfeed  stokers  and  drive 

Flues  and  air  ducts  ... 

|.„,„ps_turbine-dnven   duplicate   set    . .  . 

BU,Jers-turbine-drivcn  duplicate  set  ... 

Feed-water  heater   (1.500  b.h.p.)   

Instruments  and  regulators   


62,851 


10,646 


$34,074 
8.664 
459 
3,597 
1.674 
866 
1,092 


39,436 


Piping  for  4500-kw.  Rating 

High-pressure  steam  piping,  steel  valves  and  ^^^^^ 


fittings 


KxhausTlteam  piping,  valves,  fittings,  etc.  . .  .  3.278 

Water  and  oil  piping  ...   . .  .  _  .  ,,;5;{7 

Condenser  piping,  outside  buildmg   


17,141 


The  Alberta  Hydro-Electric  Company 
Planning  a  Series  of  Six  Developments 

The  Alberta  Hydro-electric  Company,  Limited,  Calgary, 
recently  called  tenders  on  the  construction  of  a  series  of  dams 
and  hydro-electric  developments  in  connection  with  some 
half-dozen  water  falls  in  the  immediate  vicinity  of  the  city 
of  Calgary  The  total  fall  in  the  Bow  River  at  this  point, 
over  a  distance  of  IO/3  miles  measured  along  the  river,  is 
130  feet  This  is  divided  approximately  into  six  falls,  two 
of  which  are  located  within  the  city  limits.  Roughly  the 
heads  and  capacities  of  these  various  falls  are  as  follows,  it 
being  estimated  that  the  flow  of  water  is  2,000  c.f.s.: 

l_hcad  21  feet,  maximum  development  3,818  h.p. 
2— head  20  feet,  maximum  development  3,636  h.p. 
3_head  12  feet,  maximum  development  3,181  h.p. 
4— head  17  feet,  niaxinuim  devcloi)ment  3.091  h.p. 
5_head  13  feet,  maximum  development  3,183  h.p. 
No.  6— head  17.5  ft.,  maximum  development  3,183  h.p. 

Total  develoiunent  18.090  h.p. 

The  above  information  has  lieen  supplied  to  us  by  Mr. 
Zeph.  Malhiot,  vice-president  and  manager  of  the  company, 
who  advises  that  the  reason  for  the  series  of  dams,  rather 
than  one  or  two  large  ones,  is  that  this  plan  will  obviate 
the  inundation  of  certain  city  areas.  The  calling  of  tenders 
is  not  to  he  interpreted  that  the  plan  will  be  carried  out 
immediately.  The  question  at  the  present  time  is  one  of 
financing.  Calgary  needs  the  power  but  the  problem  of  se- 
curing capital  for  new  projects  is  no  more  easily  solved  in 
that  city  than  elsewhere. 


No. 

No. 
No, 
No 
No 
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Transmission  Line  Practice— Modern 

Systems— Article  VI. 

By  Lieut.  E.  T.  Driver  and  E.  V.  Pannell 


It  is  intercstiii!;-  after  sludyini;-  smnc  of  llie  factors  of 
transmission  line  design  to  rc\iew  bricHy  sonic  of  the  more 
important  and  extensive  installations  in  difTercnt  i)arts  of  tlie 
world  to  see  how  far  actual  practice  is  consistent  with  the 
theories  outlined.  A  brief  survey  has  been  made  of  a  few 
modern  transmission  lines  in  the  L'nited  States,  Mexico,  India, 
South  Africa,  New  Zealaiul.  Jai)an,  and  Germany.  Beginning 
with  American  practice,  one  of  the  most  important  systems  is 
that  of  the 

Mississippi  River  Power  Company 

The  Mississippi  River  Power  Coniipany,  generating  power 
at  a  oO  ft.  head  on  the  Mississippi  River,  near  Keokuk,  la., 
and  transmitting  at  110,000  volts,  25  cycles,  to  St.  Louis,  Mo., 
144  miles  awaJ^  As  with  all  transmission  systems,  there  are 
branch  lines  to  different  distributing  points,  but  the  main  in- 
terest centres  in  the  trunk  lines  to  St.  Louis.  Conductors  are 
copper,  300,000  cm.  in  size,  strung  on  spans  of  800  ft.  standard 
length;  this  long  span  is  one  of  the  remarkable  features  of  the 
line.  Ten  years  ago  the  average  span  of  tower  lines  was 
about  500  feet,  and  curves  showing  the  most  economical  span 
length  generally  have  their  minimum  ipoint  at  about  600  feet. 
The  advantage  of 'longer  spans  tlian  this  is  that  the  number  of 
insulators  is  still  further  reduced,  and  the  right  of  way  charges 
are  also  proliaJjly  lower. 

Over  each  of  the  two  circuits  about  34,000  kva.  is  trans- 
mitted, a  total  which,  considered  with  the  long  spans  and 
river  crossings,  the  large  size  of  conductors,  and  the  very  tall 
towers,  renders  the  Mississippi  transmission  line  almost  unique 
for  the  boldness  with  which  it  has  been  engineered.  The 
maximum  power  of  any  long  distance  transmission  line  is  pro- 
bably conveyed  by  the  Cedars  Rapids  Manufacturing  and 
Power  Compatfy,  along  the  double  circuit  line  from  Cedars 
Rapids  to  Massena,  N.Y. 

Cedars  Rapids  Line 

A  total  of  about  40,000  kva.  per  circuit  is  carried  a  dis- 
tance of  60  miles  to  the  electro-chemical  factories  at  Massena 
at  110.000  volts,  60  cycles.  The  conductors  are  aluminium- 
steel,  500,000  cm.,  carried  on  double-circuit  towers,  with  a 
span  of  660  feet.  This  combination  probably  calls  for  the 
heaviest  standard  tower  in  general  use,  the  average  weight  of 
tliese  structures  being  7,000  pounds.  There  are  three  general 
types  of  tower  in  use;  suspension  towers  are  designed  to 
stand  with  two  conductors  broken  on  one  side  and  maximum 
wind  and  ice  loads.  Anchor  towers  are  designed  for  the  same 
stress,  but  are  equipped  with  strain  insulators.  Dead-end  and 
corner  towers  are  designed  to  stand  with  all  conductors 
broken  and  maximum  wind  and  ice  conditions.  Since  the 
elastic  limit  on  this  size  "of  aluminum-steel  cable  is  12,000 
pounds,  the  failure  of  six  cables  leads  to  the  enormous  unbal- 
anced pull  of  nearly  72,000  pounds  on  the  dead-end  tower. 
Such  a  failure  is  in  the  last  degree  improbable  with  these  steel 
core  cables.  Nevertheless,  it  forms  the  basis  for  the  tower 
design,  and,  with  the  liberal  factor  of  safety,  this  is  the  most 
heavily-constructed  long-distance  transmission  line  in  exist- 
ence. In  more  southerly  latitudes  it  will  be  seen  that  con- 
struction is  much  less  rugged,  because  the  al)sence  of  sleet 
involves  lower  stresses  and  tower  loads.  A  typical  modern 
southern  transmission  undertaking  is  that  of  the 

Tennessee  Power  Company 

From  Cleveland,  in  the  Cumberland  Mountains,  to  Nash- 
ville City,  is  140  miles.    Power  is  generated  at  a  250-foot  head 


and  transmitted  at  120,000  volts,  60  cycles,  the  kva.  per  circuit 
being  about  20,000.  The  greater  part  of  the  line  is  constructed 
with  two  single-circuit  tower  lines,  having  the  conductors 
hung  in  the  horizontal  plane.  The  conductors  are  2/0  B  &  S 
copper,  and  the  spans  660  feet. 

The  adoption  of  the  two  separate  circuits  is  a  valuable 
factor  in  reliability.  In  the  first  place,  the  spacing  can  be 
more  liberal,  thus  quite  eliminating  corona  loss  and  short  cir- 
cuit.'- due  to  sleet  jump.  The  greater  spacing  frequently  per- 
mits a  longer  span  being  run.  Furthermore,  the  design  of 
tower  is  very  compact;  it  has  no  great  length  of  cross-arm, 
and  its  heig^ht  is  at  least  20  feet  less  than  that  of  the  equiva- 
lent twin  circuit  tower.  The  disadvantages  lie  in  the  extra 
cost  of  right  of  way  and  the  higher  costs  of  construction. 
However,  where  maximum  possible  reliability  is  to  be  secured 
it  is  probable  that  two  separate  tower  lines  will  in  future  be 
adopted.  The  same  practice  is  adopted  upon  the  highest  volt- 
age transmission  line  at  present  in  operation,  that  of  the 

Pacific  Light  and  Power  Corporation 

This  line  supplies  the  city  of  Los  Angeles  from  the  power 
station  at  Big  Creek,  in  the  Sierra  Nevada,  241  miles  away. 


Fig.  20.  One  of  the  semi-anclior  towers,  equipped  with  lock  insulators,  on 
the  Cedars  Rapids  Manufacturing  and  Power  Company's  transmission  line. 

The  present  (Uitput  per  circuit  at  150.000  volts.  50  cycles,  is 
35,000  kv.a.,  Init  this  is  far  from  being  the  limit  of  the  develop- 
ment. The  conductors  are  of  liberal  size,  being  605,000  cm. 
alumiinium-seel,  strung  on  660-foot  spans.  The  standard  one- 
circuit  tower  weighs  5,600  pounds.  The  reason  for  the  some- 
what heavy  construction  lies  in  the  large  size  of  the  cables  and 
the  high  elastic  limit.    Furthermore,  it  will  be  seen  that  a 


THE 

June  1,  1918 

s,n.le  orcu.t  tower  should  be  figured  to  withstand  the  failure 
o  do  cables,  or  two-thirds  of  the  conductors  o..  o-  side  a 
^he  same  time  a  double  circuit  tower  is  figured  for  just  the 
an.e  even  uality.  which  m  this  case  amounts  to  only  one- 
hfrd  oTihe  wires  on  one  side.    This  is  the  reason  for  the 
Se  drcu  t  structure  always  being  a  little    heavier  than 
::;St  alppear  necessary  in  comparison  with  the  twin-c,rcu,t 

Tata  Hydro-Electric  Company 

Turning  from  American  to  European  practice,  it  is  inter- 
esting to  survey  two  modern  hi.l^tension  transn.ssion^^ 
designed  and  constructed  by  an  English  hrm.    Ihe  hrst  oi 
u'ele  is  the  Tata  Hydro-Electric  Company,  operating  be- 
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This  practice  would  not  be  possible  were  the  cables  not 
strung  well  out  of  the  same  vertical  plane. 

Victoria  Falls 

Another  transmission  system  engineered  by  the  same 
English  firm  as  the  above  (Messrs.  Bullers,  Ltd.)  is  that  ot 
the       toria  Falls  and  Transvaal  Power  Company,  m  South 

bwit!:t^:t:^:ir::^=^^^^^ 

two  double-circuit  tower  lines  for  the  80,000  volt  trans- 
rsTon.    The  general  design  and  .construction  are  simi  a  o 
those  0:f  the  installation  just  described,  except  ^h^t  ^^e  sate  y 
actors  for  towers  and  cables  are  five  instead  of  four  In 
both  these  examples,  it  will  be  noted,  there  is  no  necessity  to 
How  for  any  sleet  loading,  so  the  high  safety  factor  does  no 

7to  extremely  heavy  construction.    Every  fourth  tower 
an  anchor  structure,  designed  to  withstand  the  failure  of  all 
ihf  conductors  on  one  side. 

The  80  000-vo.lt  transmission  extends  from  Vereenigmg 
to  the  Rand.  35  miles,  and  the  power  transimtted  per  circuit 
is  1.5,000  kv.a.    Six-unit  suspension  insulators  are  used. 
Lauchammer  Company,  Saxony 
The  power  supply  situation  in  Germany  is  complicated  by 
the  fact  that  not  only  are  there  no  easily-developed  wat  - 
powers  in  the  country,  but  the  coal  supply  is  very  poo  Du 
„,  the  war  these  resources  have  been  developed  to  their 
t  .ost.  and  most  of  the  great   nitrate  and  other  elecKo- 
chemical  works  are  supplied  with  steam-generated  lectric 
ower.  transmitted  from  the  mines.    Shortly  before  the  war 
he  first  undertaking  o,f  this  kind  was  put  into  operation, 
namely,  the  system  of  the  Lauchammer  Company  Saxony, 
■   and  it^  iay  be  assumed  that  a  large  number  of  similar  mstal- 
t  oi  s  of  the  same  kind  are  now  working.    The  Lauchammer 
tran  mission  was  the  first  110.000-volt  line  in  Europe.  Power 
s  raised  from  the  low-grade  soft  coal  known  as  '  braunkohl. 


tho  Tennessee  Power  Company. 
Vo^.-...u.^.n^^U^^l.jn   the  Tennessee 

tween  Khopoli  and  Bombay,  India.    Power  is  g-.erated  at  a 
700-foot  head  in  the  Western  Ghats,  and  -nvey^d  «  m  le 
.    .1,  of  I'.nmbiv  at  100,000  volts,  50  cycles,    ihe  voltage 

^  t   ?^n  i  bein.  very  high  for  the  short  distance 

u  the  ntentH.n  is  to  extend  this  system  considerably  as  so  n 
ti  e     ad  develops.    Furthermore,  it  -^^elieved    y  som 
ransmission  engineers  that  upon  leaving  the  ^^^^^J^ 
insulator  there  is  no  wisdom  or  economy  m    pe  a  n  low 
the  100  kilovolt  figure.    The  ,p«wer  transmitted  per  c.run 
amomus  at  present  to  25,000  kv.a.,  and  the  conduct..^^  are  o 
.trnnd  copper    121,000  cm.,  strung  upon  spans  ot  ouu 
seven-stranct  Loppci,  iwi,  ,     ,  .        ,  ii-.c  n  narrow 

feet  with  steel  towers.  The  standard  tower  has  a  nar  ow 
lase  but  the  line  is  reinforced  at  intervals  with  broad  ba  e 
anchor  towers.  It  is  interesting  to  note  n,  comparison,  with 
Wean  practice  that,  instead  of  being  built  up  with  gal- 
^:^d  sections  and  sherardized  bolts,  the  lowers  are  nv 
t.x.ether  on  the  site  and  afterwards  painted.  The  standaru 
.»«  c„n0»cu,.  „  a,.,,. 

structures  are  designed  t<,  take  care  ot  „.„,,,re  of 

•  i„     T  r.-.rlincr  consists  of  a  wiucl  pressure  oi 
wires  on  one  side.    L^:^^''"^  calculated  to 

.,5  pounds  per  ^^^^^  ^  'j;'  .^th  the  ultimate  strength; 
liave  a  maximum  stress  ot  one  loui  i  ^hat  com- 

,n  other  words,  the  factor  of  safety  is  about  double  that  co 
:;:;rused  m  America.    Several  -"-"/;;7,::r;  ! 

tercd  especially  on  the  creeks  around  Bombay,  and  the  prac 
tercd,  espec  a  y  ^.^^         ^1^^^^  ^p^,,^ 

S^splnsron"  sila;:?'  a".%f  course,  used  throughout,  and 
are  ended  by  swing  links  from  the  longest  cross-arms,  so 
Tat  the  unbalanced  pull  when  the  wire  fails  is  minimized. 


p,,    23      on  the   150-foot  right  of  way  of  the  Pacific  L.ght  and  Power 
Hg.  ^J.  150,000-volt  lines. 

whK-h  is  con'sumed  at  the  mine  location.  To  transport  this  coal 
U  ust  be  compressed  into  briquettes;  it  was  therefore  found 
o  '  an  economical  proceeding  to  generate  electric  power  and 
transmit  that  instead.  A  double-circuit  ^^^^^^^  ^  ^ 
power  to  Groditz  and  Riesa  a  total  distance  nt  M  miles  he 
volta^re  is  very  high  in  comparison  with  the  length  of  line 
voltage  IS  very     „  »no-hieers  of  the  line  was  that 

but  the  reason  given  by  the  engineeis  oi  ^,-,-ount 
onlv  suspension  insulators  could  be  considered,  on  accoun 
he  li  bility  of  the  pin  type  to  damage  due  to  mischief  or 

.  her  causes.  Having  ado,pted  suspension  units,  there  was  no 
object  in  setting  a  lower  voltage  than  the  one  chosen  ■ 

however,  more  likely  that  this  undertaking  was  intended  as 
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an  experiment,  anil  that  the  Ndha.^o  was  chosen  witli  a  view 
to  systems  of  much  larger  extern,  siich  as  are  now  operatinL;. 

The  frequency  is  50  cycles,  and  aKont  lo.ood  kv.a.  is  car- 
ried over  each  circuit.  Wires  are  of  copper,  seven  strand, 
50.000  cm,  in  .ire.i.  sinini;  on  narrow  i)ase  steel  double-cir- 
cuit tivwers.  The  standard  span  is  500  feet,  with  a  long  cross- 
ing to  negotiate  the  River  l^lhe  of  900  feet.  Instead  of  the 
usual  German  practice  of  nsiiiL;  bronze  wires  for  this  long 
span,  it  was  decided  to  emi>loy  copjier  of  85,()()()  cm.,  strung 
with  a  safety  factor  of  hve.  The  spacing  between  conductors 
is  very  short,  being  ojily  six  ifeet.    Witli  this  short  spacing. 


Fig.  £4.     One  of  itie  anchor  towers  on  tVie  lines  of  the  Pacific  Light 
and  Power  Corporation. 

the  small  wires  and  the  high  voltage,  it  is  not  sunprising  that 
considerable  corona  losses  have  been  experienced,  a  factor 
which  was  evidently  quite  overlooked  when  the  lines  were 
designed.  As  with  most  European  lines,  grounding  arms  are 
provided  on  every  tower,  so  that  the  conductor  cannot  fail  to 
make  contact  with  one  of  them  if  it  breaks.  Furthermore, 
conductors  are  arranged  on  the  equilateral  plan,  and  are 
transposed  six  times  in  the  total  35  miles. 


Lake  Coleridge  Development 

The  Ontario  Governixient  is  not  the  only  one  which  has, 
personally  supervised  and  conducted  great  water-power  and 
transmission  developments;  similar  achievements  have  been 
made  in  New  Zealand.  The  first  of  the  government  power 
undertakings  to  be  put  into  operation  is  known  as  the  Lake 
Coleridge  Development.  The  lake  is  situated  in  the  Southern 
Alps  of  South  Island,  about  70  miles  from  Christchurch. 
About  50,000  kw.  is  available  at  this  source,  but  the  initial^ 
development  was  for  10,000  kw.,  which  is  transmitted  by 
double-pole  line  to  Christchurch.  Another  line  has  also  been 
constructed  to  the  port  of  Timaru,  100  miles  further  south. 
The  voltage  is  66,000,  at  50  cycles. 

This  is  another  instance  of  the  construction  being  modi- 
fied by  special  conditions.  Owing  to  the  fact  that  structural 
steel  has  all  to  be  imported,  a  pole  line  was  decided  upon  for 
this  transmission.  Australian  ironljark  forms  a  cheap  and 
most  dura'ble  pole  material,  and  it  is  employed  throughout 
this  system.  The  voltage  used  is  the  highest  possible  under 
the  liniiiting  features  of  pole  cross-arms  and  pin  insulators; 
nevertheless,  the  construction  is  extremely  economical.  The 
two-.pole  line  circuits  are  carried  to  their  destination  by 
entirely  different  routes,  so  that  localized  lightning  disturb- 
ances are  not  likely  to  affect  both  circuits.  Conductors  are 
aluminium  2/0  B  &  S.  strung  with  spans  of  300  feet,  and  a 
spacing  of  73  inches. 

Inawashiro  Hydro-Electric  Company 

Hydro-electric  power  is  being  rapidly  developed  in  Japan, 
and  the  most  extensive  system  up  to  the  present  is  the  Ina- 
washiro Hydro-Electric  Company.  Lake  Inawashiro.  located 
144  miles  from  Tokio,  the  commercial  capital,  provides  the 
reservoir,  from  which  at  present  40,000  kv.a.  is  developed. 
Transmission  is  at  115,000  volts,  50  cycles,  over  a  double-cir- 
cuit steel  tower  line,  the  conductors  being-  of  copper,  seven 
strand,  300,000  cm.  Whilst  it  is  true  that  a  very  large  propor- 
tion of  the  electrical  plant  sold  in  Japan  is  of  English  manu- 
facture,  American  engineers  are  responsible  for  almost  every 
detail  of  their  transmission  lines,  and  the  Inawashiro  trans- 
mission, together  with  the  Katsuragawa  and  other  systems, 
are  very  closely  in  liine  with  similar  installations  on  this  side 
o(  the  Pacific.  There  is  every  indication  that  the  Japanese 
have  gained  the  experience  they  required,  and  they  are  now 
rolling-  structural  steel  and  manufacturing  insulators  with  a 
view  to  supplying  their  own  requirements  for  future  trans- 
mission line  engineering. 


SYSTEH 

IflLO- 

voirs 

Dismna 

MILES 

AK  /ST 

niLE 

conoucTO/^ 
mrmfiL  e^oivcrt 

liVfJ  Pa> 

omjir 

firiPS  Pm 

eQ.incfi 

insuLf) 
ne  unirs 

TORS 

Pacific  UetfT  •if  Powe/f 

160 

S4/ 

.6z 

ffL-sieet 

36  S  000 

30000 

400 

9-  n 

I6.7-I3.6 

SIO 

1.40 

SouTHUftn  SieHHes  Povren 

140 

S38 

.69 

211000 

4200 

104 

6 

S3. 4 

134 

.96 

CofnnonWEflLrn  Powe/^ 

140 

345 

■  57 

COPPEH 

lOStOO 

15000 

ISO 

10 

14.0 

144 

/.OS 

t/rffti  PoWeh  x  light 

IZO 

136 

.96 

2lS0O00 

12000 

870 

9-n 

14.5  ji  a 

166 

I  BO 

Hnness££  fbr<Ef( 

IBS 

140 

.89 

mioo 

10000 

440 

7-  8 

/8.0./S.6 

IS6 

1.0/ 

InffyVFiSHiRO  ftrfCR 

116 

144- 

.So 

198000 

28000 

900 

7-6 

16.4.144 

ISO 

1.04- 

'FkciFlC  Qns  V  ElECTRlC 

no 

no 

/■OO 

iflLuninuriX 
COPPEf^  1 

I67SOO 

13000 

626 

7.8 

IS.7.13.7 

ISO 

1.03 

Mississippi  PiveR  TBrrea 

no 

144- 

.76 

COPPE/i 

zooooo 

'36000 

810 

7-8 

15.7.13.7 

/SO 

109 

Htofio-ELEC.  I^wm  Comm. 

no 

229  ■ 

■46 

( coppcn  1 

^leooo 

22,000 

700 

8-/0 

13.7.  II 

128 

/.  /6 

Chile  EiPu>pfirion 

no 

8<b 

1.28 

Coppen 

167800 

20  000 

810 

4  .  5 

S75  22 

/55" 

/.4I 

flu)eff/*lf}  FowEff 

no 

/50 

73 

13^/00 

/8000 

900 

6-7 

/8.3.I67 

ISO 

1  09 

Oeoffam  Ffr  y  FbwER 

no 

90 

1.82 

SI8000 

2600O 

730 

5.  5 

108 

98 

GEoms  Hfipios  riPG 

no 

70 

157 

Hl-Stecl 

500000 

3e>ooo 

810 

8.S 

13.8 

ISO 

1.09 

MEvcfin  nofmiem 

no 

IS8 

70 

ffiM/vnun 

zieooo 

II 000 

360 

7-9 

167-12 

120 

109 

siERREi  Y  mn  fTfmcisco 

104 

138 

7S 

CCPPf/t 

133  too 

/400O 

740 

5.6 

so  8 

96 

92 

^enr  y/£STERn  TbwER 

100 

154 

bS 

167800 

Zt'OOO 

1100 

6 

so 

/So 

/SO 

TRm  HlDRO£L£CTfflC 

100 

45 

2  33 

/Z/ooo 

Soooo 

1360 

6-7 

1(3.6.14.3 

/S6 

/  96 

Fig.  25 -Data  for  modern  transmission  lines  of  100,000  volts  and  over. 
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Electrical    Systems    for  Automobiles 

Summary  of  Paper  Read  by  Mr.  J.  M.  F.  Wilson,  B.Sc.  before  the  Manitoba 
Branch  of  the  Canadian  Society  of  Civil  Engmeers 


Dealing  first  with  ignition  systems,  the  author  pointed  to 
the  striking  fact  that  over  70  per  cent,  of  the  cars  turned  out 
in  the  United  States  of  America  in  1916  and  1917  used  a  bat- 
tery and  coil  system  of  ignition,  in  a  refined  and  improved 
condition,  hut  essentially  the  same  as  the  first  cars  put  on  the 
market.  The  magneto  had  for  a  time  superseded  the  coil 
.and  battery,  but  the  development  of  starting  motors  and 
lighting  generators,  with  the  resultant  ease  of  keeping  a 
-storage  battery  in  good  condition,  had  brought  us  back  to  the 
^rst-mentioned  system.  The  remaining  30  per  cent,  could 
not  be  passed  over  lightly,  as  it  included  dual,  and  where  ex- 
treme reliability  was  aimed  at,  double  and  triple  systems,  hor 
the  most  part  these  systems  were  luxuries,  or  relics  of  a  time 
when  the  high  tension  magneto  was  not  yet  accepted  with- 
out suspicion.  The  paper  aimed  at  dealing  with  the  improve- 
ments only  in  the  modern  magneto.  . 

Slides  were  then  shown  and  described,  dealing  first  with 
a  simple  'battery  system  for  a  one-cylin<ler  motor,  the^ differ- 
ence between  three  and  four  termiinal  high-tension  coils  and 
the  action  of  the  condenser  being  explained.  Coming  next  to 
four  and  six-cylinder  motors,  where  a  timer  on  the  low-ten- 
sion side  was  used,  it  .was  necessary  to  have  as  many  coils  as 
.cylinders,  hence  the  introduction  of  the  high-tension  distribu- 
tor and  single  coitl. 

The  Ford  was,  possibly,  the  only  car  using  the  first 
method,  and  it  was  also  the  only  one  using  a  vibrating  coil. 
With  the  usual  non-vil)rating  coils  it  was,  of  course,  neces- 
sary to  have  an  interrupter  synchronous  with  the  contacts  on 
the  H.  T.  distributor.    These  were  of  two  types: 

(a)  The  long  contact  or  closed  circuit  system. 

(b)  The  short  contact  or  open  circuit  system. 

The  latter  method  had  to  a  great  extent  replaced  the 
closed  circuit  for  one  obvious  reason,  viz.,  the  drain  on  the 
battery  and  resultant  economy,  although  the  closed  circuit 
advocates  claimed  "perfect  synchronism"  and  therefore  eli- 
mination of  mechanical  and  electrical  lag.  By  "electrical  lag" 
was  meant  that  the  spark  would  not  occur  in  the  same  posi- 
tion as  regards  piston  travel  at  different  speeds.  The  "open 
circuit"  had  to  both  close  and  open  the  circuit,  and  therefore 
the  range  of  time  for  a  possible  misfire  was  longer. 

The  reason  for  discarding  the  vibrating  coil  was  that  the 
latter  gave  rise  to  a  succession  of  sparks,  the  hottest  of  which 
usually  determined  the  ignition.  Ignition  ought  to  occur  with 
the  first  spark  at  the  end  of  the  compression  stroke,  but  was 
generally  late. 

One  'favorite  type  of  open-circuit  ignition  was  the  At- 
water-Kent.  Tts  interrupter  was  so  rapid  that  the  eye  could 
not  follow  the  contact.  An  actual  breaker  was  shown,  with 
slides  illustrating  the  trigger  action.  In  the  one  shown  the 
condenser  was  included  wiilh  the  breaker,  but  on  most  sys- 
tems the  condenser  was  connected  directly  across  the  primary 
coil  and  included  in  the  coil  box. 

.\  study  of  diagram.  Fig.  1,  showed  how  that  was  possible, 
since  the  condenser,  usuailly  connected  across  the  interrupter 
contacts,  in  this  case  included  also  the  battery. 

The  Delco,  1916,  was  a  similar  type,  but  as  it  did  not  in- 
clude a  trigger,  a  res^istancc  unit  to  limit  the  current  in  the 
primary  coil  at  low  speeds  was  used.  In  former  types,  when 
dry  liatterics  were  used  as  an  auxiliary,  a  relay  r.r  vibrator  cut 
down  the  current.  This  had  now  been  discarded.  The  auto- 
matic spark  advance,  which  had  been  also  discarded  in  the 
very  latest  types,  was  a  device  introduced  to  overcome  the 


mechanical  lag  mentioned  above.  A  slide  showed  the  mechan- 
ism. 

The  Westinghouse  system  showed  how  the  timer  or  in- 
terrupter, the  distributor,  and  the  coil  could  be  combined  in 
one  unit.  The  polarity  switch,  which  was  intended  to  reverse 
the  current  periodically  through  the  interrupter  contacts,  pre- 
vented the  wearing  away  of  the  posiitive  contact  and  the  de- 
posit of  metal  by  electrolytic  action  on  the  negative  contact. 
The  ballast  resistance  unit  was  similar  to  the  Uelco,  the  rise 
ill  resistance  through  heating  causing  the  current  to  remain 
practically  constant  in  the  primary  coil  at  all  speeds,  and  if 
perchance  the  circuit  remained  closed  when  the  car  stopped, 
would  materially  reduce  the  drain  on  the  battery  if  the  igni- 
tion switch  was  left  in  the  "on"  position. 

Sketch  of  Westinghouse 

One  example  of  the  long  contact  or  closed-circuit  system 
was  the  Connecticut.  This  had  a  five-terminal  coil,  because 
the  interrupter  contacts  and  primary  circuit  were  insulated 
and  not  grounded,  as  in  the  Kemy  three-terminal  coil.  The 
Connecticut  had  a  thermo-static  cut-out,  which  actuated  a 
mechanism  to  throw  out  the  main  circuit-l^reaker  if  the  igni- 
tion switch  was  le-ft  "in"  for  more  than  two  minutes  after  the 
car  was  stopped.  This  was  merely  a  double  bar  of  brass  and 
iron  heated  by  a  small  coil  of  Nichrome  resistance  wire.  The 
switch-box  was  shown. 

Magnetos 

As  regards  magnetos  there  were  two  systems: 

(a)  An  L.T.  magneto,  combined  with  a  separate  H.T.  coil. 

(b)  An  H.T.  magneto,  a  complete  ignition  unit. 

There  were  two  interesting  improvements  in  recent  mag- 
netos. First,  the  Bosch  N  U  4  (used  on  the  Overland)  dis- 
pensed with  the  distributor  altogether  and  used  two  half-seg- 
ment insulated  slip-rings,  each  half  segment  being  diametri- 
cally opposite,  and  connected  each  to  one  end  of  the  H.  f. 
coil  of  the  magneto  instead  of  grounding  one  end  of  the  wind- 
ing, as  was  usual.  There  were  four  brushes,  with  two  spark- 
plugs in  series,  so  that  the  spark  occurred  in  two  cylinders 
simultaneousily,  the  extra  spark  doing  no  harm,  as  it  took 
place  during  the  exhaust  stroke  in  one  cylinder. 

The  second  innovation  was  the  "rocking  field"  or  the 
rotation  of  the  magneto  so  as  to  make  the  sparking  uniiform 
at  all  speeds.  In  an  ordnary  magneto  the  most  effective 
spark  was  obtained  only  at  one  position,  the  armature  circuit 


•r  7i  ^■'^  D/s/r>L/ar 

Fig.  1— Condenser  connected  across  primary  coil. 

being  opened  when  the  armature  core  had  just  passed  beyond 
the  point  at  which  it  bridged  the  pole  pieces.  When  the 
spark  was  retarded  the  opening  of  the  circuit  occurred  some- 
what later,  with  a  wider  gap  between  the  iron  of  the  arma- 
ture core  and  the  pnle  piece,  and  consecpiently  produced  a 
weaker  spark.    Generally  magnetos  were  designed  in  this  way 
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so  that  in  starting,  with  the  spark  retarded,  the  magneto  was 
working  uniler  great  disadvantages.  Some  makers  had  tried 
to  reverse  the  order,  under  the  impression  that  the  higher 
speed  in  running  would  compensate  for  the  weaker  effect  of 
the  armature  position,  hut  Taylor,  in  the  Electric  Journal  for 
May.  1917.  has  shown  this  is  a  fallacy,  as  a  magneto  gives  its 
beVt"ct?ect  at  900  r.p.m.  and  then  falls  off  again  with  higher 
speed.  If  the  magnets  could  be  rotated  at  the  same  time  as 
the  spark  lever,  to  keep  'the  relative  postion  of  armature  and 
pole  pieces  the  same  at  all  speeds,  the  spark  woul.l  he  the 
same. 

The  author  then  proceeded  to  describe  the  Mea  and  the 
Dixie  as  examples  of  this  method.  A  Dixie  magneto  was 
taken  to  pieces  to  illustrate  the  action.  The  Dixie  had  other 
innovations  which  were  ingenious.  The  contact  points  on  the 
interrupter  admitted  of  adjustment,  while  running,  and  the 
distributor  block  on  the  eight-cylinder  set  was  built  in  two 
parallel  planes  with  only  four  contacts  in  each,  any  one  con- 
tact in  one  plane  being  displaced  at  135  degrees  to  a  contact  m 
the  next  plane.  This  eliminated  the  difficulty  of  consitructmg 
eight  points  in  one  plane.  The  magneto  in  this  case  ran  at 
engine  speed,  instead  of  the  usual  double-speed  ratio. 

The  Bosch  two-spark  ignition  used  a  double  distributor, 
with  an  additional  spark-,plug  in  each  cylinder,  arranged 
directly  at  the  inlet  valve  with  the  H.  T.  winding  of  the  mag- 
neto connected  to  the  central  point  on  each  distributor.  In 
any  motor  the  object  of  advancing  the  spark  was  to  com- 
pensate for  the  slow  development  of  the  explosion  pressure. 
Double-pole  or  two-spark  ignition  increased  enormously  the 
rate  of  development,  with  a  consequent  reduction  of  the  ad- 
vance necessary.  It  might  be  cut  down  30  to  50  per  cent. 
Power  was  gained  through  avoiding  the  back  pressure  at  the 
end  of  the  compression  stroke,  caused  by  too  much  advance 
in  the  single-plug  method.  A  retarding  effect  could  be 
obtained  by  short-circuiting  one  set  of  plugs.  To  overcome 
the  objection  to  the  weak  spark  of  an  ordinary  magneto  at 
starting,  impulse  starters  had  been  introduced.  In  the  Zis- 
tram,  or  K.W.  starters,  the  armature,  at  slow  speeds,  rotated 
in  a 'series  of  jumps,  caused  by  a  fixed  notched  bar  and  an 
extended  spring.  At  high  speeds  centrifugal  action  cut  out 
the  device. 

Electric  Starting  and  Generating  Systems 
The  above  were  classified  into  (a)  single  unit;  (b)  two 
unit;  (c)  three  unit  types. 

In  (a)  a  motor-generator  unit  charged  the  battery,  oper- 
ated the  lights,  and  acted  as  a  cranking  motor.  Sometimes 
two  units  in  one  frame  were  erroneously  classed  as  a  single 

unit.  . 

In  (b)  there  was  a  generator  for  charging  and  taking 
care  of  the  lights  and  "ignition,  with  a  separate  unit  for  crank- 
ing; while  in  (c)  there  was  a  generator  for  charging  and 
lighting,  a  motor  for  cranking,  and  a  magneto  for  ignition. 

Starting  motors  were  arranged  either  to  drive  (I) 
through  the  flywheel  or  (2)  through  a  gearing  to  the  crank- 
shaft.   The  latter  required  no  starting  resistance. 

In  regard  to  the  voltage  at  the  motor  terminals,  six-volt 
systems  had  several  advantages  over  the  twelve-volt.  There 
was  greater  stability  of  the  lamps  filaments,  and  in  certain 
instances  the  six-volt  battery  weighed  35  per  cent,  less  than 
the  twelve-volt  for  the  same  capacity  in  watt-hours.  The 
reason  for  the  greater  weight  of  the  twelve-volt  is  that,  start- 
ing from  a  given  three-plate  cell  of  one  positive  and  two 
negatives,  doubling  the  capacity  for  the  same  voltage  would 
only  require  two  more  plates,  with  a  slightly  larger  cell,  while 
doubling  the  voltage  would  mean  another  complete  cell. 

As  far  as  the  starting  motors  were  considered,  it  was 
easier  to  design  a  twelve-volt  than  a  six-volt  machine,  but 
their  efficiencies  and  costs  were  practically  identical.  Ihe 
type  of  battery  used  for  starting  was  invariably  the  lead  cell, 


on  account  of  the  fact  that  its  only  competitor,  the  Edison 
battery,  while  a  favorite  for  lighting,  had  such  a  high  internal 
resistance  that  it  could  not  furnish  the  necessary  starting 
torque  unless  it  had  twice  the  weight  of  the  lead  cell.  Quot- 
ing from  a  paper  read  by  Bailey  before  the  A.I.E.E.,  we  find 
that  a  50  amp.-hr.  load  battery   (three  cells)   weighed  45 
pounds,  while  the  same  capacity  Edison,  with  four  cells,  giy-^ 
ing  nearly  the  same  voltage,  weighed  only  37  pounds.  This.^ 
Edison  battery  would  be  satisfactory  as  regards  lighting,  but| 
on  occasion  the  lead  cell  could  provide  135  amperes  at  5.2^| 
volts  or  703  watts,  assuming  an  internal  resistance  of  .002'5* 
ohms  per  cell.    To  compete  with  this  a  much  larger  Edison 
(the  A6)  would  be  required,  having  an  internal  resistance  of 
.002  ohms.    This  battery  would  give  194  amperes,  but  with  a 
drop  of  1.9 -volts  or  a  terminal  voltage  of  only  3.63  the  watts - 
would  be  the  same  as  above,  viz.,  702.    Its  weight  would  be 
80  pounds,  or  nearly  double  that  of  the  lead  battery.    If  the 
resistance  of  the  motor  was  .0085  ohms,  since  the  total  inter- 
nal resistance  of  the  Edison  is  .0090  ohms  a  current  of  310 
amperes,  as  against  415  for  the  load  battery,  is  all  that  is 
available  for  starting.    This  would  mean  that  the  lead  cell 
would  give  a  35  per  cent,  better  starting  torque. 

The  various  methods  of  placing  the  starting  motor  were_ 
then  explained.  Wherever  planetary  or  double-reduction 
gearing  was  used  the  efficiency  of  the  drive  was  reduced  to  65 


Fig.  2— Generator  with  three  brushes. 

per  cent,  as  compared  with  90  per  cent,  for  .single  reduction. 
Slides  were  shown  of  the  over-running  clutch  for  cutting  out 
the  motor  when  the  engine  was  driving,  and  of  a  favorite 
form  of  drive  called  the  Bendix  drive. 

Generating  Systems 

Turning  finally  to  generating  systems,  the  author  ex- 
plained the  principles  involved.  It  was  necessary  to  have  the 
battery  on  charge  when  the  car  had  attained  a  speed  of  from| 
seven  to  ten  miles  an  hour.  In  order  to  prevent  the  lights? 
being  burnt  out  at  excessive  speed  some  method  of  control- 
ling the  output  was  essential.  To  prevent  the  battery  motor- 
in-  the  generator  when  the  speed  dropped  below  normal  the 
circuit  was  generally  broken  by  some  form  ot  automatic  cut- 
out and  cut-in  switch. 

The  methods  of  regulating  were  classified  as  follows; 

(a)  By  field  windings  on  the  generator  poles  (reverse 

comipound).  ,       ,  ^ 

(b)  By  electro-magnetic  devices  controlling  the  shunt 
field  current  (vibrating  and  other  types). 

(c)  By  mechanical    governors,  keeping    the  generator 

speed  constant. 

(d)  By  thermal  devices  (increased  ballast  resistance). 

(e)  By  third  brush  excitation  of  the  shunt  winding. 
The  slides  showed  a  Westinghouse  system  illustrating 

the  first  method,  the  Gray  and  Davis,  and  the  Bijur.  vibrating 
shunt  control,  the  now  discarded  Gray  and  Davis  slippmg- 
clutch  constant  speed  system,  the  old  Delco  Mercury  tube 
regulator,  and  the  modern  Delco  third-brush  control. 

^  The  last  method  has  been  adopted  recently  by  so  many 
makers  on  account  of  its  simplicity  that  it  deserved  more  than 
passing  attention. 

About  1890  Sayers  devised  a  generator  with  its  shunt 
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ield  connected  between  one  of  the  main  brushes  and  a  third 
.rush  placed  a  few  segments  away  from  the  other  brush,  Fig. 
>  If  a  test  were  made  on  any  generator,  as  the  load  was  in- 
Teased  it  would  be  found  that  a  voltmeter  would  register  an 
increased  voltage  between  one  of  the  main  brushes  and  a  cer- 
tain segment  on  the  commutator,  while  the  voltage  would 
decrease  between  the  other  brush  and  the  same  segment. 
Sayers  used  the  tirst  method  oif  connection  to  keep  the  volt- 
age of  his  generator  constant,  wh^le  the  second  arrangement 
was  the  method  Tequired  to  automatically  reduce  the  shunt 
field  current  as  the  speed  of  a  generator  on  an  automobile 
increased.  The  effect  was  due  to  distortion  ot  the  magnetic 
lines  from  the  main  poles  as  they  passed  through  the  arma- 
ture, by  the  magnetic  field  produced  at  right  angles  to  the 
main  pole  field,  due  to  the  current  in  the  armature. 

In  the  1918  Delco  set,  which  was  shown  to  the  members, 
it  was  interesting  to  note  that  the  automatic  cut-out,  the 
Mhrating  relay,  and  even  the  automatic  spark  control  had 
been  dispensed  with,  the  whole  tendency  of  modern  work 

being  to  simplify.  .    ■        r  ii 

The  paper  was  completed  with  a  description  of  the  all- 
electric  Owen  car,  using  the  General  Electric  Tntz  transmis- 
sion system  for  dispensing  with  the  change-speed  gears. 


Growth  of  Montreal  Tramways 

At  a  luncheon  of  the  Rotary  club  of  Montreal  recently 
Mr  M  J  Hannaford,  assistant  engineer  of  the  Montreal 
Tramways  Company  gave  a  very  interesting  talk  on  the  his- 
tory of  the  company  and  some  of  the  present  operating  dith- 
.ulties  experienced.  The  first  street  car,  he  said,  was  used  in 
1718  although  not  in  Montreal.  Strap  iron  rails  were  used; 
then  cut  stone  and  luml,er  substituted.  In  1776  the  first  suc- 
cessful formed  rail  was  laid.  To-day  rails  from  56  pounds 
per  yard  to  164  pounds  are  used  in  street  railway  wcirk;  in 
Montreal  they  use  116  pound  rails,  7  inches  high.  The  old 
Montreal  City  Passenger  Railway  Company  was  formed  in 
May,  1861,  starting  with  8  cars  and  six  miles  of  rails.  Sev- 
eral extensions  were  made  later,  and  in  1893  the  line  was 
electrified,  there  being  13/.  miles  of  track.  In  1893  there  were 
94  miles  and  in  1916  360  miles.  Eight  hundred  and  sixty  cars 
are  being  used  at  the  present  time,  not  including  the  small 
ones  used  during  rush  hours.    Some  of  the  cars  are  of  the 

p.a.y.e.  type.  . 

Referring  to  the  present  high  cost  of  maintenance  Mr. 
Hannaford  said  that  the  steel  alone  for  a  crossing  like  that 
at  Guy  and  St.  Catherine  Streets  would  cost  from  $6,000  to 
$8,000,  and  labor  about  the  same.  Track  construction  on 
main  streets  costs  about  $43,000  a  mile. 


resident  engineer  and  superintendent  for  the  Western  Power 
Co.  of  Canada  at  Stave  Falls,  B.C.,  the  maintenance  of  dams, 
railway,  and  general  construction  being  under  his  charge. 

Mr.  W.  R.  Warren,  Regina,  A.M.I.E.E.,  has  been  elected 
an  associate  member  of  the  Canadian  Society  of  Civil  Engi- 
neers He  has  had  British  experience  and  in  1913  was  ap- 
pointed chief  engineer  of  the  department  of  telephones,  pro- 
vince of  Saskatchewan,  in  charge  of  the  construction,  main- 
tenance and  operation  of  the  system. 

Mr.  E.  C.  Adair  Hanson,  A.M.S.E.E.,  M.I.M.E.,  London, 
the  electrical  engineer  of  the  city  of  Saskatoon,  has  been 
elected  an  associate  member  of  the  Canadian  Society  of  Civil 
Engineers.  Mr.  Hanson,  in  addition  to  experience  in  the  Old 
Country,  has  held  positions  with  the  Canadian  General  Elec- 
tric and  Montreal  Light,  Heat  and  Power  Companies. 

Mr.  Howard  Murray,  vice-president  and  for  several  years 
manager  of  the  Shawinigan  Water  &  Power  Company,  has 
been  appointed  manager  of  Aldred  &  Company,  Limited, 
Montreal,  just  formed,  with  a  capital  of  $1,000,000,  to  carry 
on  the  business  of  investment  bankers  and  fiscal  agents.  Mr. 
J.  E.  Aldred  is  the  president  o£  the  Shawinigan  Water  & 
Power  Company. 

Captain  R.  H.  Nichols,  who  is  well  known  in  electrical 
circles  and  has  been  on  overseas  service  with  the  Canadian 
Expeditionary  Force,  returned  to  Toronto  last  month  for 
a  short  time  before  going  to  India  under  the  direction  of  the 
Imperial  Minister  of  Munitions.  Captain  Nichols  has  been 
appointed  general  manager  of  the  Bengal  Iron  &  Steel  Com- 
pany, Limited,  Kulti  (E.I.R.).  Bengal,  India,  a  corporation 
employing  35,000  men. 

Mr.  E.  A.  Jacobson,  general  manager  of  the  Boving 
Hydraulic  &  Engineering  Co.,  Ltd.,  has  been  elected  a  mem- 
ber of  the  Canadian  Society  of  Civil  Engineers.  Mr.  Jacob- 
son  studied  hydraulic  engineering  in  Sweden,  the  United 
States  and  Germany,  and  carried  out  work  in  the  two  former 
countries.  He  later  was  appointed  chief  engineer  of  Boving 
&  Co.  of  Canada,  Ltd.,  and  in  1915  assumed  his  present  posi- 
tion with  the  Boving  Hydraulic  &  Engineering  Co.,  success- 
ors to  Boving  &  Co. 


Personals 

Mr  J.  D.  Johnston,  for  five  years  manager  of  the  B.  C. 
Telephone  Company  at  New  Westminster,  has  been  appoint- 
e<l  accountant  at  the  Vancouver  office. 

Mr  R  P  Dryer,  assistant  sales  manager,  Canadian  Allis- 
Chalmers,  Limited,  Toronto,  has  resigned  to  take  a  position 
in  the  Pittsburgh  office  of  the  Allis-Chalmers  Mfg.  Company 
of  Milwaukee. 

Mr  C  J.  Bats,  manager  of  the  ily<h-o-electric  Depart- 
ment at  Walkerville,  has  been  appninte.l  manager  at  Leam- 
ington, Ont.,  and  is  assisting  in  the  change-over  from  the 
Edison  interests. 

Mr  James  H.  Spicer.  formerly  chief  draftsman  and  shop 
superintendent  of  the  bridge  department  of  the  Canadian 
Allis-Chalmers  Company,  is  now  works  manager  for  C.  W. 
Hunt  Company,  Inc.,  West  Brighton,  N.Y. 

Mr  E  K.  Adamson,  who  has  been  elected  an  associate 
member  of  the  Canadian  Society  of  Civil  Engineers,  is  the 


Obituary 

Many  friends  throughout  the  Dominion  will  have  learned 
with  regret  of  the  death,  in  France,  of  Michael  Chapman, 
formerly  of  Chapman  &  Walker,  Toronto,  and  previous  to 
that  with  the  Canada  Foundry  Company.  Mr.  Chapman 
took  the  officers'  training  course  in  1915  with  the  Royal 
Grenadiers,  and  later  o1)tained  a  commission  with  the  Gren- 
adier Guards  in  England.  He  leaves  a  widow  and  a  young 
son  and  daughter. 

Mr.  Alfred  R.  Miller,  treasurer  of  the  Canadian  West- 
inghouse  Company,  Limited,  died  on  Sunday,  April  38th, 
1918,  at  Hamilton,  Ont.,  aged  43  years.  Mr.  Miller  was  born 
in  England,  and  removed  to  Canada  with  his  parents  at  an 
early  age.  His  whole  business  life  was  virtually  spent  with 
the  Westinghouse  interests  in  Canada,  having  entered  their 
employment  in  his  young  manhood,  about  twenty  years  ago, 
and  by  his  ability,  industry  and  close  application  to  business, 
progressed  with  the  company  until  at  the  time  of  his  death 
he  occupied  the  responsible  position  of  treasurer.  Mr. 
Miller  endeared  himself  to  a  host  of  friends  by  his  kindly 
disposition  and  thoughtfulness  for  others. 


The  Ferranti  Electrical  Company  of  Canada,  Limited, 
announce  a  change  in  address  of  their  Montreal  office  from 
704  Unity  Building  to  Room  101,  Southam  Building.  128 
Bleury  Street. 
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Costs  and  Accounting  lor  the  Electrical  Contractor- 
Co-operation  of  Manufacturers  and  Wholesalers 
Needed -He    the  Poor  Credit  Risks 

At  a  liiuc  when  the  Toronto  Electrical  Contractors'  As- 
sociation is  wrestling  with  the  problem  of  establishing  a 
uniform  system  of  accounting,  our  members  will  be  en- 
couraged to  know  that  the  National  Electrical  Contractors' 
Association  arc  wrestling  with  the  same  problem,  equally 
siezed  of  its  importance  and  equally  determined  on  a  solu- 
tion. At  the  recent  meeting  in  Detroit,  which  by  the  way 
was  attended  by  our  president,  Mr.  K.  A.  Maclntyre,  Mr.  J.  E. 
Sweeney,  Chairman  of  the  National  Committee  on  Costs  and 
Accounting,  after  a  thorough  study  of  the  subject,  made  the 
following  report.  Mr.  Sweeney  outlined  the  work  of  the 
Credit  and  Accounting  Committee  as  follows: 

To  collect  information  on  improved  bookkeep- 
ing systems  and  methods  of  cost  accounting, 
overhead,  etc.;  to  improve  the  credit  of  mem- 
bers; to  obtain  information  as  to  the  credit  of 
customers  of  members  and  to  furnish  informa- 
tion as  to  the  best  ways  of  collecting  accounts, 
etc.;  to  confer  with  National  Electrical  Credit 
Association  and  other  credit  associations. 

The  work  of  this  committee,  as  I  see  it,  is 
divided  into  four  parts,  as  follows: 

First,  collecting  information  regarding  a  suit- 
able bookkeeping  system  and  getting  this  in- 
formation into  form  to  submit  to  our  members 
with  the  recommendation  that  they  use  it. 

Second,  collecting  information  and  data  on 
Cost  Accounting  and  Overhead  Expenses  to  be 
submitted  to  our  members  for  their  guidance  in 
conducting  their  business. 

Third,  to  study  the  problem  of  improving 
the  credit  ratings  of  our  members  and  to  furnish 
information  as  to  the  best  methods  of  collecting 
accounts  due  them. 

Fourth,  to  obtain  information  as  to  the  credit 
of  customers  of  members 
On  these  various  topics  Mr.  Sweeney  made  the  follow- 
ing remarks,  as  reported  in  the  Electrical  Contractor-Dealer: 
In  connection  with  the  first  item,  the  bookkeeping  sys- 
tem. It  is  my  idea  that  this  should  conform  as  nearly  as 
possible  to  standard  accounting  practice,  and  if  this  is  ad- 
hered to  the  system  can  be  submitted  to  any  contractor,  re- 
gardless of  the  size  of  his  business,  for  his  use,  and  it  should 
place  him  in  a  position  to  draw  of¥  a  statement  of  his  assets 
and  liabilities  that  can  be  presented  to  his  banker  or  whole- 
saler in  an  intelligent  manner.  In  connection  with  this  book- 
keeping system  there  should  be  a  standard  classification  of 
accounts  for  the  use  of  the  contractor  and  dealer.  This 
should  not  only  include  the  capital  accounts  appearing  in  the 
statement  of  assets  and  liabilities,  but  should  include  accounts 


covering  expense  items  that  go  to  make  up  the  overhead,  or 
cost  of  doing  business.  I  have  prepared  a  statement  of  as- 
sets and  liabilities,  also  a  list  of  expense  items  which  is  shown 
herewith.  These  have  been  presented  at  the  various  dis- 
trict meetings  of  our  State  Association,  at  which  were  pre- 
sent jobbers  and  central-station  men,  as  well  as  the  contrac- 
tors. During  these  meetings  much  discussion  has  been  pro- 
duced regarding  the  relation  of  one  account  to  another,  and 
how  a  good  or  bad  condition  may  be  shown  by  the  state- 
ments; also  how  a  general  analysis  of  the  running  of  the 
business  can  be  obtained  from  a  comparison  of  the  accounts 
shown  in  the  statement.  All  of  this  pertains  to  the  book- 
keeping system  or  accounting,  but  is  very  closely  allied  to 
the  general  question  of  credit. 

Collection  of  Cost  Accounting  and  Overhead  Expense 
Information 

In  regard  to  the  second  division  of  work,  the  Collecting 
of  Information  and  Data  on  Cost  Accounting  and  Overhead 
Expense.  The  statement  of  these  items,  which  is  itemized 
here,  shows  the  general  expense  items  that  compose  the 
cost  of  doing  business.  If  it  were  possible  to  get  all  of  the 
contractors  to  designate  their  expense  items  in  the  same  man- 
ner, and  by  the  same  name,  in  a  short  time  we  would  be  able 
to  collect  very  valuable  information  regarding  the  relation 
of  various  expense  items  to  the  amount  of  business  done,  and 
it  would  be  possible  to  take  any  concrete  example  and  work 
out  with  a  fair  degree  of  accuracy  whether  the  business  in 
question  had  a  fair  chance  to  succeed,  and,  if  not.  it  could 
be  determined  just  where  the  fault  lay  and  steps  could  be 
taken  to  have  the  trouble  corrected.  We  should  have  these 
expense  items  worked  out  on  a  percentage  basis  against 
different  classes  and  diflerent  volumes  of  business. 

Improvement  of  Credit  Rating 

Third:  Regarding  the  problem  of  improving  the  credit 
ratings  of  the  members  and  to  furnish  them  with  information 
as  to  the  best  methods  of  collecting  accounts.  This  is  a 
pretty  large  subject,  and  the  best  method  of  procedure  must 
be  determined  after  consulting  with  the  National  Electrical 
Credit  Association,  the  jobbers,  manufacturers,  and  others 
interested,  as  well  as  the  members  of  our  own  executive 
committee.  The  fundamentals  of  a*  credit  risk  are  character,  I 
capacity  and  capital,  which  means  that  the  members  should 
be  of  good  general  and  moral  character,  and  have  such 
other  qualifications  as  are  required  to  be  known  as  a  man 
of  good  character;  and  next,  that  they  should  have  capacity 
of  ability  to  understand  running  their  business  ia  a  business- 
like way;  and  right  here,  in  addition  to  technical  ability,  could 
be  included  that  they  should  have  a  uniform  system  of  ac- 
counting, maintain  a  good  cost  system,  and  have  such  other 
up-to-date  business  methods  as  are  required  in  other  lines 
of  successful  business. 

And  finally,  in  the  matter  of  capital  I  believe  that,  gen- 
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r-.llv  speaking,  the  contractor  is  almost  invariably  short  of 
:      u   his  business.    We  should  so  build  up  the  quaht.es 
character  and  capacity  that  it  will  be  eas.er  for  hun  to 
cure  additional  capital  to  extend  his  busmess    or  hand  e 
,is  present  business  without  embarrassment  or  w.thou  askmg 
or  unwarranted  favors  from  his  wholesaler  or  banker. 
Determination  of  Credit  of  Customer 
Fourth    regarding  the  matter  of  obtaining  information 
,o  the  credit  of  customers  of  members.    It  seems  to  me 
l,Ht  there  is  very  little  that  can  be  done  by  our  Association  in 
,1..  regard  as  far  as  local  information  is  concerned. 

In  general,  it  seems  as  though  it  should  be  possible  to 
„lnpt  a  system  of  bookkeeping  and  accounts  and  publish  a 
LLi  covering  the  subject  in  detail,  which  could  1^  dis- 
tributed to  members.    I  think  we  could  be  reimbursed  by  the 
,.ost  of  the  book  by  charging  a  dollar  a  copy,  or  whatever 
Is  necessary  to  defray  the  expense,  and  it  would  be  my 
,,cc.mmendation  that  we  co-operate    with     the  Electric.il 
Credit  Association,  the  Society  for  Electrical  Development, 
the  Jobbers'  Association,  and  any  others  who  may  be  inter- 
ested   with  that  end  in  view  of  finally  making  a  summary 
of  the  information  and  data  collected,  to  be  distributed  at 
the  lowest  possible  cost.    This  book  would,  of  course  cover 
the  oeneral  information   regarding  a   suitable  bookkeeping 
system,  hnT  would  leave  the  selection  of  the  different  types 
of  books  to  use  to  accomplish  the  results  to  the  individual 
iudc^ment.    It  would  also  cover  the  matter  of  Cost  Account- 
n^\nd  Itemize  the  items  that  go  to  make  up  overhead 
,nd  -ive  the  correct  method  of  figuring  the  overhead  costs. 
'      fn  re-ard  to  the  matter  of  credit,  it  seems  to  me  as 
though  this  will  eventually  take  care  of  itself  as  we  get 


hPtter  and  more  accurate  bookkeeping  and  cost-accounting 
"    em     but  we  must  have  the  co-operation  of  the  manu- 
actu  e  ;  and  wholesalers  in  the  building  up  of  the  credit 
of  our  members.    Probably  our  greatest  trouble  right  now 
is  caused  by  these  branches  of  the  industry  going  out  and 
el  ing   o  so-called  contractors  who  are  not  worthy  of  credrt 
who  never  have  been  worthy  of  credit  and  at  the  time  the 
Tale  w"    made  had  no  indication  of  having  the  proper  requ. 
ites    namely,  character,  capacity  and  capital,  which  would 
title    hem  to  credit.    When  the  loss  comes,  as  it  must 
w i   n  c  edit  is  granted  on  this  basis,  the  jobber  and  manu- 
Ta  Uirer  set  up  the  complaint  that  the  contracting  business 
s  a  hazardous  business,  and  that  all  contractors  are  poor 
credit  risks,  whereas  their  particular  trouble  is  with  them- 
V     rather  than  with  the -contractor.    Their  credit  men  and 
he     saLmen  should  be  educated  as  well  as  the  contrac  or. 
They  should  confine  their  selling  efforts  to  -tablishing  ele  - 
trical  contractors  of  sound  credit  rating,  and  this  wi  1  do  a 
nnich.  or  more,  good  to  establish  the  credit  of  our  business 
as  any  one  thing  that  I  know  of. 


Statements  of  Assets  and  Liabilities 

ASSETS 


Current 

Cash  in  bank 
Petty  cash  fund 
Certified   checks  outstand- 
ing 

Accounts  receivable 
Notes  receivable 
Liberty  bonds 
Trade  acceptances 
Inventories 
Merchandise 
Wiring  supplies 
Fixtures  and  glassware 

Motors 

Appliances 

Work  in  progress 
Fixed  Investments 

Furniture  and  fixtures 

Auto-Truck 

Buildings 

Real  Estate 
Prepaid  Values 

Insurance 

A  s  s oc  i  a  t  i o  n  m  e  m  1 )  e  r  s h  i p 
Miscellaneous 

LIABILITIES 

Current 

Accounts  payable 

Notes  payable 

Notes  payable— Liberty 

Bonds 
Trade  acceptances 
Capital 

Capital  invested  or 
Paid  up  capital  stock 
Surplus  Account 

Undivided  profits 
Current  Profits 

Earnings  for  period 
Reserve  Accounts 

Bad  and  doubtful  debts 
Interest 


Depreciation — F.  &  F. 
Dep'reciation — Auto-Truck 
Depreciation — Tools 
Taxes 


EXPENSE  ITEMS 
Comprising  Cost  of  Doing 
Business  Known  as  "Over- 
head Expense" 
Salaries — Management 
Salaries — Sales 
Salaries — Office 
Salaries — Shop 
Commissions — Bonus 
Rent— Heat— Water 
Light  and  power 
Telephone  and  telegraph 
Fire  insurance 

Iowa  compensation  insurance 
Liability  insurance 
Advertising 
Taxes 

Interest  on  borrowed  capital 
Auto  expense 
Truck  expense 
or  delivery 

Association  membership 
Office  expense 
Travelling  expense 
Office  supplies 
I  )onations 
(kneral  expense 
Repairs  and  upkeep 
Losses — Bad  accounts 
Depreciation 

Auto  truck 

Furniture— Fixtures 

Tools 

Stock 
Service  account 
Shop  expense  and  supply  ac 
count 

Interest  on  invested  capital 


A  "Convenience  Outlet"  Campaign 

The  Society  for  Electrical  Development  have  decided  to 
conduct  a  "Convenience  Outlet"  campaign  to  be  earned  out 
along  lines  similar  to  the  "Wire  Your  Home  and  E  ec- 
trical  Christmas"  campargns.  The  Society  will  issue  attractive 
booklets,  folders  and  lithograph  posters  and  will  endeavor  to 
procure  the  co-operation  of  the  entire  industry  in  educating 
the  public  to  an  appreciation  of  the  convenience  of  additional 
outlets,  preferably  on  a  separate  circuit  to  the  lighting  sys- 
tem With  the  scarcity  of  servants  and  the  general  plen  itul 
supply  of  money  it  is  felt  that  the  time  is  opportune  to  induce 
the  people  to  add  to  the  comfort  of  their  homes  in  this  way, 
at  the  same  time  assisting  in  the  conservation  of  coal. 

The  thirty-fourth  annual  meeting  of  the  National  Electric 
Light  Association,  and  its  forty-first  convention,  will  be  held 
at  the  Hotel  Traymore,  Atlantic  City,  on  June  13-14.  All 
business  will  be  devoted  to  problems  arising  out  of  the  war. 

Irving  Smith,  Electrical  Apparatus  and  Specialties, 
Montreal  P.Q..  announces  his  change  of  address  to  602  New 
Birks  Building,  10  Cathcart  Street.  He  was  formerly  at  809 
Unity  Building. 

Trade  Publications 

C  G  E.  Publications— Bulletin  -No.  48035,  describing  elec- 
tricity in  logging  and  sawmills;  chart  describing  C.G.E.  round 
pattern  curve  drawing  instruments,  both  a.c.  and  d.c,  and 
bulletin  No.  42552A  describing  motor  generator  sets.  All 
bulletins  illustrated. 

The  Ohio  Brass  Company,  Mansfield,  Ohio,  have  issued 
supplement  No.  1,  containing  additions  and  improvements  in 
O.B.  materials  for  electric  railways,  mine  haulage  and  Hi- 
Tension  porcelain  insulators.  This  supplement  is  to  be  used 
in  conjunction  with  general  catalog  No.  If.. 

Rheostats— Circular  No.  502,  by  the  Ward-Leonard 
Electric  Company,  describing  current  regulating  rheostats 
for  33  volt  lighting  plants  and  for  20  ampere  m.wing  pic- 
ture lamps.  The  same  company  have  also  just  issued  a 
price  and  data  book  on  armature  speed  controllers  and  a 
leaflet  on  small  circuit  breakers. 

Crocker- Wheeler— Bulletin  No.  is;!,  describing  motor 
drive  for  printing  machinery;  bulletin  No.  184,  direct-current 
lighting  and  power  generators,  direct  connected  and  engine 
types.  25  to  3750  kilowatts,  and  bulletin  No.  185.  coupled  and 
belt  types  of  alternating  current  generators,  two  and  three 
phase,  .50  kv.a.  and  up.     All  bulletins  well  illustrated. 
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Code  of  Lighting  for  School  Rooms 

Revised  Edition  Jus  Issued  by  the  Illuminating  Engineering  Society— Of  Extreme 
Importance  to  the  Future  Well-being  of  the  Race 


I'lu-  llluninuum-  luiyiiiccriu!;  Socu'ty  recently  an- 
iiouiu-icl  iliat  llu-  revised  edition  of  the  code  of  lighting  for 
school  InuKl.ugs  would  he  pnhlished  in  the  near  future  and 
this  edition  is  now  in  type.  Copies  of  the  code  may  he  ob- 
tained at  nominal  cost  from  the  New  York  oflices  of  the 
society. 

l'"'rom  time  to  time  we  have  printed  extracts  from  this 
code  as  variations  have  been  made,  feeling  that  the  import- 
ance of  the  subject  justified  all  the  publicity  it  could  be  given. 
Following  this  policy  we  are  printing  below  copious  extracts 
from  the  revised  code  and  urge  that  engineers  ,  bring  the 
important  matters  contained  therein  as  forcibly  as  possible 
to  the  attention  of  school  boards  everywhere.  The  import- 
ance of  conserving  the  sight  of  our  school  children  cannot 
be  overestimated  and  the  cost  of  proper  lighting  to-day  is 
very  much  less  than  the  average  school  trustee  imagines. 
The  latest  types  of  lamp  have  gone  a  Jong  way  towards  mak- 
ing ideal  school  lighting  a  possibility  at  small  cost. 

CODE  OF  LIGHTING  SCHOOL  BUILDINGS 
Article  I.   General  Requirements.— When  in  use,  all  build- 
ings should  be  provided,  during  those  hours  when  daylight 
is  Inadequate,  with  artificial  light  according  to  the  following 
Articles. 

Buildings  hereafter  constructed  should  be  so  designed 
that  the  daylight  in  the  work  space  is  reasonably  uniform 
and  the  darkest  part  of  any  work  space  is  adequately  illum- 
inated under  normal  exterior  daylight  conditions:' 

Article  II.  Intensity  of  Artificial  Illumination.— The  de- 
sirable illumination  to  be  provided  and  the  minimum  to  be 
maintained  are  given  in  the  following  table r 

Desirable  and  Minimum  Illumination 

Artificial  lighting 
Foot-candles  (lAimens  per 
Square  foot)*  at  the  work 
Minimum  (Trdinary 
Practicet 

Storage  spaces    J'f  "f,; 

Stairways,  corr.dors   ^-^^  g;,, 

Gymnasium   on  40 

Rough  shop  work   '■-'>  An 

Auditoriums,  assembly  rooms   .........    .  .        i-J  ■'■•J 

Class   rooms,   study   rooms,    libraries,  labora- 

tories,   blackboards    ^q!  S  » 

Fine  shop  work   -  f  ft'o-1''(» 

Sewing,  drafting  rooms   -J"  - 

Article  III.  Shading  of  Lamps.— Lamps  should  be  suit- 
ably shaded  to  minimize  glare.  Glare,  either  from  lamps  or 
from  unduly  bright  reflecting  surfaces,  produces  eye-strain. 

Article  IV.  Distribution  of  Light  on  the  Work.— Lamps 
should  be  so  arranged  as  to  secure  a  good  distrilmtion  ot 
light  on  the  work,  avoiding  objectionable  shadows  and  sharp 
contrasts  of  intensities. 

Article  V.  Color  and  Finish  of  Interior.— Walls  should 
have  a  moderate  reflection  factor;  the  preferred  colors  are 

*It  should  be  borne  in  mind  that  intensity  of  illumination  is  only 
one  of  the  factors  on   --'  lii'li  t-'",,.)  M  tins  depends. 

tUnder  the  coIu.  k  ■  ' u.lur.yy  practice,"  the  upper  portion  of 

the  range  of  intensm.  |.m,V,..M,    ...  the   lower;   where  economy  does 

not  prohibit,  even  higluv   nit.nHOc-,  tl.an   tl„.sc  cited  are  often  desirable. 

'Daylight  illumination  valuer  sh..ul.l  1,.-  at  least  twice  the  values  given 
in  the  Table,  Article  II,  for  artilicial  liglitiiig. 

2The  illumination  intensity  should  be  measured  on  the  important  plane 
which  may  be  the  desk-top,  blackboard,  etc.  •     ,  .  j 

ThT  method  of  computing  the  flux  of  light  (lumens)  required  to  do 
any  desired  illumination  is  described  under  the  heading  Design  of  Light- 
ing yistallation.^  information  regarding  the  lighting  of  shops,  see 
"Code  of  Lighting  Factories,  Mill  and  Other  Work  Places,  issued  by  the 
Illuminating  Engineering  Society. 


light  gray,  light  huff,  dark  cream  and  light  olive  green. 
Ceilings  and  friezes  should  have  a  high  reflection  factor; 
the  preferred  colors  are  white  and  light  cream.  W^alls,  desk- 
tops and  other  woodwork  should  have  a  dull  finish. 

Article  VI.  Switching  and  Controlling  Apparatus.— 
Basements,  stairways,  store  rooms,  and  other  parts  of  the 
building  where  required,  should  have  switches  or  controlling 
apparatus  at  point  of  entrance. 

Article  VII.    Emergency  Lighting. — Emergency  lightings 
should  be  provided  at  main  stairways  and  exits  to  insure 
reliable  operation  when,  through  accident  or  other  cause,  the 
regular  lighting  is  extinguished. 

Article  VIII.  Inspection  and  Maintenance. — All  parts  of 
the  lighting  systetn  should  be  properly  maintained  to  prevent 
deterioration  due  to  dirt  accumulation,  burned-out  lamps  and 
other  causes.  To  insure  proper  maintenance,  frequent  in- 
spection should  be  made  at  regular  intervals. 

DAYLIGHT 

Intensity  of  Daylight. — In  general,  the  minimum  intensi- 
ties of  daylight  illumination  should  be  considerably  greater 
than  those  provided  in  artificial  lighting,  owing  to  the  adapta-_ 
tion  of.  the  eye  to  a  much  higher  level  of  illumination  (bright- 
ness) in  the  daytime. 

Direction  of  Light. — One  of  the  fundamental  rules  for 
proper  lighting  of  desks  is  to  have  the  preponderance  of  light 
come  from  the  left  side.  For  thi^  reason  many  school  au- 
thorities advocate  unilateral  lighting,  that  is,  lighting  by 
windows  located  on  one  side  of  the  room  only,  especially, 
for  class  rooms.  This  method  of  lighting  is  recommended- 
where  the  rooms  do  not  exceed  about  24  feet  (7.9  m.)  in 
width,  with  windows  about  12  ft.  (3.9  m.)  high.  If  the  rooms 
are  much  wider  than  this,  bilateral  lighting,  that  is,  lighting 
by  windows  located  on  two  sides  of  the  room,  may  be  re- 
quired in  order  to  provide  sutiicient  illumination  in  every 
part  of  the  room  and  at  the  same  time  to  prevent  too  great 
a  diversity  of  contrast  in  the  intensity  of  light  on  the  work 
spaces. 

To  secure  the  highest  lighting  value  it  is  recommended 
that  the  room  be  so  designed  that  no  working  location  is 
more  distant  from  a  window  than  one  and  one-half  times 
the  height  of  the  top  of  the  window  from  the  floor. 

Windows  at  the  left  and  rear  where  practicable  are 
preferable  to  those  on  the  left  and  right  sides  of  the  room, 
because  of  cross  shadows  created  by  the  latter  arrangement. 
Lighting  by  overhead  sources  of  natural  illumination  although 
sometimes  used  for  assembly  rooms,  auditoriums  and  libra- 
ries, with  relatively  high  ceilings,  has  ordinarily  little  appli- 
cation in  class  rooms  and  has  found  little  favor  in  practice. 

The  sky  as  seen  through  a  window  is  a  source  of  glare. 
For  this  reason  the  seating  arrangements  should  always 
be  such  that  the  occupants  (pupils)  of  the  room  do  not  face 
the  windows. 

Window  Openings. — Tests  of  daylight  in  well  lighted 
school  liuildings  indicate  that,  in  general,  the  glass  area  does 
not  fall  below  20  per  cent,  of  the  floor  area. 

As  the  upper  part  of  the  window  is  more  effective  in 
lighting  the  interior  than  the  lower  part,  it  is  recommended 
that  the  windows  extend  as  close  to  the  ceiling  as  practicable. 

Lighting  Value  of  a  Window. — The  lighting  value  of  a 
window  at  any  given  location  in  the  room,  will  depend  upon 
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.    f   1       --iM.  throncrh     tirillv  all  the  light  reaches  the  work  plane  indirectly  after 
the  brightness  of  the  sky,  the  amount  of  sky  v.s.ble  through     t.cally  all  tne  accessory  is  usu- 

mensions  of  the  room.  ,    .        systems  of  lighting  are  m  successful 

Observations  in  well  lighted  school  rooms  havmg  a  com-  All  tl  ree  of  tj-      syste  .      preference  for 

paratively  unobstructed  horizon,  show  that  under  normal  con-     use  m    .^'^^'^^'^J  ^  "J       li'^'i^^    especially  since  the  in- 

Lions  of  daylight.  :;;r;r::f  ::^drc:':f:^:at  b:.iiian^.  Locai  ught- 

tained  when  the  v.s.ble  sky  sub    nds  ^  m mm  ^^^^^       ^^^^  ^^^^^      unsat.sfactory  ex- 

^"1n1a:efi::-w;;.:;:tir;l;:::  .rUs^J^tas  l.  ad-  ce;t  L  sU^  cases  such  as  the  l.ghting  of  blackboards. 

•      „f  hUrh  huildinsis  or  by  trees,  provision  should  be  made  maps,  charts,  etc. 

Tr     lar    r  w    dow  a    a  tlan  w;uld  otherwise  be  required;  Shading  of  Lamps.-Except  in  very  rare  '-t-.ces  are 

for  a  ar^er  wmao                        ^                      ^1^^            by  ^^^^^  ^h^^^lj  „„t  be  exposed  to  view.    They  should 

n    oT^lm^t  fglass  r  re\.^^^i^  always  be  adequately  shaded  or  completely  hidden.  Even 

T     ism    "anopies  outside  of  the  windows.  when  shaded  by  translucent  media,  such  as  dense  glassware. 

"    W^^i^sZZ^  direct  sunlight  is  desirable  ,he  lighting  units  should  be  placed  well  out  of  the  ordinary 

■    Tenors  from  a  h^^^  W  of  vision;   in  other  words,   it   ,s   recommended  tha 

To  Exclude  o™dyus7  of  shades.    These  shades  Hghting  units  be  of  low  brightness,^  even  if  they  are  located 

^  l-rtn^::t"orm:m:;^:;:::\:"  "^^^rn:arm  :S;tness  contrast  of  .xtaposed  sur- 
;:i:"u:ic  m^^^^^^  of  glare  from  the  visible  ,,ees  in  the  norn.al  visual  field  should  be  Preferably  not 
skv  a  d  t  e  elimination  of  glare  from  the  blackboards  wher-  greater  than  20  to  1;  that  ,s  to  say.  the  darkest  part  of  he 
eter  ,  ossib  e  These  requirements  make  it  desirable  to  equip  space  observed  should  have  a  brightness  preferably 
elch  window  especially  in  class  rooms,  with  two  shades  „ot  less  than  one-twentieth  of  that  of  the  br.ghtest  part, 
onerated  by  double  rollers  placed  near  the  level  of  the  meet-  ^j^^^y  Surfaces  and  Eye-Strain.— Glossy  surfaces  of  pa- 
ing  rail  The  window  shades  may  thus  be  raised  or  lowered  ^^^^^  woodwork,  desk-tops,  walls  and  blackboards  are  likely 
from  tjie  middle  which  provides  the  maximum  elasticity  for  ^^^^^^  eye-strain  because  of  specular  or  mirror-like  re- 
shading  and  difTusing  the- light.  The  shades  should  be  pre-  flp^tion  of  images  of  light  sources,  especially  when  artificial 
ferably  of  yellow-colored  material  that  is  sufi^ciently  trans-  jj^j^^  ^^^^^  Matte  or  dull  finished  surfaces  are  recom- 
lucent  to  transmit  a  considerable  percentage  of  the  light  ^^^.^ded.  It  is  to  be  noted  that  a  high  reflection  factor  does 
while  at  the  same  time  difTusing  it.  This  method  of  installa-  ^^^^  necessarily  imply  a  polished  or  glazed  surface, 
tion  permits  of  lowering  the  window  from  the  top  or  raising  it  minimize  eye-strain  it  is  recommended  that  unglazed 
from  the  bottom  without  interference  with  the  shades.  ^^^^^  and  large  plain  type  be  used  in  school  books. 

A  more  complete  control  of  the  light  from  the  walls  of  Children  should  be  taught  to  hold  their  books  properly, 

courts   is   very   helpful   in   increasing  interior   illumination.  assume  a  correct  position  relative  to  the  light  source. 

Hence  the  walls  of  courts  should  have  high  reflection  factors.  safeguard  their  vision. 

Dark  colors  should  be  avoided.  Color  of  Light.— It  has  been  found  in  practice  that  the 
Maintenance— Windows  and  overhead  sources  of  natural  ^^^j^^^j^^^j^e  of  daylight  and  artificial  light  is  not  satisfactory 
light  (so-called  skylights)  should  be  washed  at  frequent  in-  ^^^^^^^^  ^^^^  j^^^^^  derived  from  lamps  designed  with  special 
tervals  and  surfaces  such  as  ceilings  and  walls  should  be  ^^^^^^^^^^  producing  daylight  color  values.  Hence  in  wan- 
cleaned  and  refinished  sufficiently  often  to  insure  their  efh-  .^^^  daylight  it  is  desirable  to  shut  out  the  daylight  and  to 
ciency  as  reflecting  surfaces.  It  should  be  borne  in  mind  ^^^"^  artificial  light  exclusively  unless  the  lamps  are  of  the 
that  the  maintenance  of  adequate  daylight  indoors  is  also  ^^^^^  mentioned. 

dependent  upon  various  external  factors,  such  as  the  futuie  Dggign  of  Lighting  Installation.— The   illumination  in- 

erection  of  buildings  and  the  growth  of.  trees  or  vines.  ^^^^.^^             horizontal  work  plane  should  be  as  uniform  as 

ARTIFICIAL  LIGHT    

,     .  ,  t-  tlip  svs-  ^Preferably  not  to  exceed  250  millilaniberts.     A  millilambert  is  equal 

Systems  of  Lighting.— It  is  customary  to  divide  tlie  sys  ^^^t  brightness  of  a  perfectly  reflecting  and  diffusing  surface  dlunnnated 

t       re.  litrlitino-  into  three  classes,  namely,   direct,      to  an  intensity  of  0.^29  foot-candle,  (1I929  lumen  per  square  fool).     It  is 

tems  of  artificial  lighting  into  inree  ci^iss    ,  i    .  ^  ^^^^^^  ^.^^^^^^ 

semi  indirect  and  indirect.    This  division  is  arbitrary  and  tne       ■   .^^^^  following  table  shows  the  order  of  magnitude  of  the  brightness 

.,      ;„,i,.r,n;tp  of  some  light  sources  in  common  use:  ,  . 

boundary  lines  are  quite  indeiinue.  Approxunate  brightness 

A  direct  lighting  system  is  known  as  one  in  which  most  •  MiUilamberts  per"^s^"ln. 

of  the  light  reaches  the  work  plane  directly  trom  ttie  iigniin^  i„^,i,.^^t  lighting:  ceiling,  directly  above  ^ 

unit  including  the  accessory  winch  may  be  an  opaque  or  >ightmg  un^^                  -^.^^-^^  ....     o.,    toO.  .. 

glass  reflectnr  .ir  a  totally  enclosing  transparent  or  trans-  ..         ^.  .  3.5.  to    ind.  u,,.,o0.2 

S^nt  Envelope     Direct   lighting   systems   may   be   furtlier  Sem^.r.u_^t    lighting :             aensuy  ^^^^     ^  ^^^^^ 

classified  as  localized  and  general  or  distributing.     In  the  ni^j;;^^  %hting:  10  h..   (25  cm 

former  the  units  are  so  placed  as  to  light  local  work  spaces,  g'^-^^^bai  ^c_^^_^    ^ 

,                     11  ,i;c(  i-iliiitf>fl  so  as  to  light  the  Direct  lighting:  vacuum  tungsten  lamp,  ... 

and  in  the  latter  they  are  well  di^,li  ibuted  so  as       us  (frosted)  in  open  bottom  reflector  ...       2,00(t.  to  .■!,(!(  lu.      4.  toii. 

whole  area  more  or  less  uniformly.  Vacmim  Umgsten  lamp,  filament  exposed      ^^^^^^^^^^  ^  ^^^^^^ 

A  semi-indirect  system  is  known  as  one  in  whicli  a  po  -  tungsten  lamp,  filament  exposed 

„f  the  light  reaches  the  work  plane  directly  from  the  unit  y;,       r:./ V.  -TZ: 

.,n,l       rrl-itivelv  large  portion  reaches  the  work  plane  in-  (-^s-mantle,  concealed  in  0  in.  (15  cm.)   

rleUy    by  rejection  from  the  ceiling  and  walls.    The  ac-  ^^^f^^^^l^  (,i,,;V  .-.V  ::::::  s!::!:,. 

cessory'  is  usually  an  inverted  diffusing  bowl  or  glass  re-  i.ayligh, :  dear  blue  sky   1,'hmi.  l. 

o     .    r      Wb,.ii  this  "lass  has  a  high  transmission  factor  the  ^.^^t;^  ^^f^^^  to  the  light  received  liy  the  object  illuminated  and 

Hector.     VVnen  uus  „     .                         nrdinarv    direct   lighting.  should  not  be  confused  with  the  ratio  of  20  to  1  for  brightness  contrast 

litihtin'^   effect    approaches    that    ol    ordinary    cineci    ii„i.L...f,.  ^1^^.,,    ^,,1^,,,  refers  to  the  light  radiated  by  Ihe  object.  For 

,      f         f           tr'insmissi..n    the  effect  approaches  that  of  f^^amplc,   a   blackboard   and   a   white   sheet   of   paper   on   it   may  receive 

and  when  of  low  tl  ansimssioii,  ^^^^  j^^^^^    amount  of   light,  but   the   latter   will   reflect   much   more  light 

indirect  lighting.  than  the  former,  thus  causing  a  marked  brightness  contrast  between  the 

An  iiidirect'system  is  known  as  one  in  which  all  or  prac-     two  surfaces. 
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possible.    Tlio  variation  sliouUl  not  he  .m-catcr  than  4  to  1.' 

The  chief  factors  which  nuist  he  considered  in  arriv- 
ing at  the  size  ami  niiniher  ot'  lamps  to  he  used  in  a  siven 
room  are  (\)  the  lloor  area;  )  the  total  Inminous  flux'' 
emitted  per  lamp,  and  Ci)  coelVicient  of  utilization  of  the 
particular  system  considered.  The  first  should  be  measured 
in  square  feet.  The  second  may  be  obtained  from  a  data 
book  supplied  1>\-  the  manufacturers  of  lamps,  The  third  in- 
volves many  factors  such  as  the  relative  dimensions  of  the 
rt>iun.  the  reflect  ion  factor  of  the  surroundings,  the  number 
of  lighting  units  and  their  mounling  height,  and  the  system 
of  lighting.  By  eoelheient  of  ntili/ation  is  meant  the  pro- 
portion of  the  total  light  flux  enntted  by  the  lamps  which  is 
effective  on  the  work  plane.  In  the  accompanying  table 
approximate  coeflicients  of  utilization  for  modern  lighting 
equipment  are  given.  The  work  jjlane  in  this  case  is  a 
horizontal  plane  :U)  inches  (70  cm.)  above  the  floor.  These 
values  refer  to  tlie  initial  installation  without  any  allowance 
for  tlepreci.ation. 

Approximate   Coefficients   of  Utilization— Modern  Lighting 
Equipment 

Small  Rooms   (Offices,  Corridors  etc.) 

Light  color  walls  Medium  color  walls 

Light  color  ceiling  Light  color  ceiling 
Direct   lighting;   dense   glass  (open 

bottom  reflectors)                                        0.40  O.J?5 

Semi-indirect  lighting;  dense  glass  ..           (».2.5  0.22 

Indirect  lighting                                                '12.'!  0.20 

Medium  Sized  Rooms  (Class  Rooms,  Laboratories,  etc.) 
Direct    lighting;    dense    glass  (open 

bottom  reflectors)                                         0.50  .  0.4.j 

Semi-indirect  lighting ;  dense  glass  . .           0.85  0.30 

Indirect  lighting                                             0.30  0.2.J 

Large  Rooms  (Auditoriums,  etc.) 
Direct    lighting;    dense    glass  (open 

bottom   reflectors)                                           0.(52  0.00 

Semi-indirect  lighting;   dense   glass..            0.43  0.40 

Indirect  lighting                                             0.40  O.^S 

For"  determining  approxiiuately  the  size  and  number  of 
lamps  to  be  used  in  a  given  room  by  means  of  the  co- 
efficients of  utilization  given  in  the  preceding  table,  it  is 
necessary  to  know  the  luminous  output  in  lumens  per  watt 
for  the  electric  lamps  considered  or  in  lumens  per  cubic  foot 
of  gas  consumed  per  hour  if  gas  lamps  are  considered.  At 
the  present  time  (1917)  the  light  output  of  tungsten  fila- 
ment electric  incandescent  lamps,  based  on  average  service 
conditions  of  regularly  maintained  installations,  ranges  from 
8  lumens  per  watt  for  the  smaller  vacuum  tungsten  lamps 
to  14  lumens  per  watt  for  the  larger  gas-filled  tungsten  lamps 
employed  in  school  lighting.  For  incandescent  gas  sys- 
tems similar  service  values  range  from  150  to  350  lumens 
per  cubic  foot  of  artificial  gas  consumed  per  hour.  The 
computation  for  the  total  lumens  required  to- give  a  certain 
illumination  intensity  in  foot-candles  is  as  follows: 

N  =  number  of  lamps. 

L  =  lumens  output  per  lamp. 

E  =  coefficient-  of  utilization. 

A  =  area  of  floor  or  horizontal  work  plane  in  square  feet. 
I  =  illumination  intensity  in  foot-candles. 

N  X  L  X  E 

 =1 

A 

that  is.  the  number  of  lamps  multiplied  by  the  output  per 
lamp  in  lumens,  multiplied  by  the  coefficient  of  utilization, 
divided  by  the  area  of  the  horizontal  work  plane  in  square 
feet,  gives  the  illumination  intensity  in  foot-candles. 

If  the  size  of  the  lamps  is  to  be  ascertained  the  com- 
putation is  made  thus: 

I  X  A 

L==  

N  X  E 

To  illustrate  by  an  example,  assume  a  room,  whose  floor 
(also  work  plane),  is  30  ft.  by  18  ft.  (9.1  by  5.5  m.),  to  be 
lighted  by  a  semi-indirect  system  from  six  fixtures  con- 

^The  flux  is  measured  in  lumens,  A  lumen  is  the  unit  of  light  flu.x 
and  is  the  quantity  of  light  required  to  illuminate  t  square  foot  of  area 
to  an  average  intensity  of  1  foot-candle. 


taining  one  laiup  each.  It  will  also  be  assumed  that  the 
ceiling  is  highly  reflecting,  the  walls  moderately  reflecting, 
and  the  illumination  intensity  desired  is  5  foot-candles.  The 
luminous  output  required  of  each  of  the  six  lamps  will  be 
found  by  substituting  the  assumed  values  in  the  equation, 
thus: 


5  X  30  X  18 


L  =  - 


1,500  lumens 


6  X  0.30 

Allowing  a  depreciation  factor  of  20  per  cent,  as  represent- 
ing a  well  maintained  installation,  the  lumens  actually  re- 
quired would  be  1,500/0.8  =  1,875  lumens.  If  gas-filled 
tungsten  lamps  are  considered,  whose  average  output  under 
service  conditions  is  12  lumens  per  watt,  it  is  seen  that  a 
150-watt  lamp  in  each  fixture  will  give  the  desired  results. 

If  gas  mantle  lamps  are  considered,  whose  average  out- 
put in  kuuens  under  service  conditions  is  250  lumens  per 
cubic  foot  of  gas  consumed  per  hour,  it  is  seen  that  a  lamp 


(o  
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Fig.  1  —Diagrammatic  illustration  of  glare  from  blackboards. 

(a)  Showing  the  occupants  of  seats  in  shaded  area  are  subjected  to  day- 

light glare  from  blackboards. 

(b)  Showing  angles  at  which  glare  is  experienced  from  daylight  and 

from  artificial  light, 
(c)   Arrangement  of  local  artificial  lighting  to  minimize  glare. 

consuiuing  5  cubic  feet  of  artificial  gas  per  hour  will  be 
satisfactory  in  each  fixture. 

The  above  example  is  intended  soleh'  to  illustrate  the 
method  of  coiuputation.  Estimates  of  the  illumination  inten- 
sity obtained  from  an  actual  installation  luay  also  be  made 
by  a  similar  computatiiuL 

Suitable  switching  and  controlling  arrangements  should 
be  made  to  penuit  of  lighting  one  or  more  lamps  inde- 
pendently as  conditions  may  require. 

The  teacher's  desk  may  be  illuminated  by  one  of  the 
overhead  lighting  units,  or  if  necessary,  by  a  desk  lamp. 

With  the  usual  lighting  equipments  the  distance  between 
the  units   should   not   exceed   one  and   one-half  times  the 
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of   illumination   above  the 


height   of  the   apparent  source 
working  level. 

Blackboards.— Blackboards  should  be  of  minimum  size 
practicable  and  should  ,not  be  placed  between  windows. 
Their  position  should  be'  carefully  determined  so  as  to  elim- 
inate the  glare  due  to  specular  reflection  of  images  of  either 
artificial  or  natural  light  sources  directly,  into  the  eyes  of 
occupants  of  the  room.  The  surface  of  blackboards  should 
be  as  dull  as  possible  and  this  dullness  should  be  main- 
tained. 

In  order  to  avoid  excessive  brightness  contrast  which 
is  trying  to  the  eyes,  blackboards  should  not  be  placed  on 
a  white  or  highly  reflecting  wall. 

Rehabilitating  the  Lighting  of  Old  Buildings.— This  will 
be  illustrated  by  an  actual  case  where  the  artificial  lighting 
of  a  class  room  was  made  satisfactory  at  a  small  expense. 
In  Fig.  2  (a)  is  shown  an  elevation  of  a  section  of  the  class 
room  showing  the  old  fixtures.  In  Fig.  3  the  circles  con- 
taining crosses  X  indicate  the  positions  of  the  two  old  fix- 
tures in  this  room.  The  chief  objections  to  this  old  sys- 
tem were  as  follows: 

(1)  The  lighting  units  were  hung  too  low,  so  that  eye- 
fatigue  resulted  from  the  bright  sources  in  the  visual  field. 

(3)  The  light  sources  were  not  shielded  from  the 
pupils'  eyes. 

(3)  Two  fixtures  are  insufficient  to  provide  satisfactory 
illumination  over  the  entire  work  plane  in  a  room  of  the 
dimensions  shown.  This  unsatisfactory  condition  was  reme- 
died by  means  of  six  fixtures  placed  as  indicated  by  the 
circles. 

These  fixtures  consisted  of  inverted  diffusing  glass 
shades  containing  one  lamp  each.  The  dimensions  of  the 
room  are  shown  in  the  illustration. 

Maintertance. — A  systematic  maintenance  should  be  pro- 


a  room  with  windows  on  one  side.    Rays  of  light  are  mdi- 
cated  by  A,  B  and  C  in  a  horizontal  projection.    These  are 
supposed  to  come  from  bright  sky.    By  the  application  of  the 
simple  optical  law  of  reflection— the  angle  of  incidence  is 
equal  to  the  angle  of  reflection— it  is  seen  that  pupils  seated 
in  the  shaded  area  will  experience  glare  from  the  blackboards 
on  the  front  wall.    In  (b)  is  shown  the  vertical  projection 
of  the  foregoing  condition.    It  will  be  apparent  from  this 
graphical  illustration  that  by  tilting  the  blackboard  away  from 
the  wall  at  the  top  edge,  the  pupils  in  the  back  part  of  the 
room  will  be  freed  from  the  present  glaring  condition.  Whe- 
ther or  not  this  tilting  will  remedy  bad  conditions  may  be 
readily  determined  in  a  given  case.     In   (b)   the  effect  of 
specular  reflection  of  the  image  of  an  artificial  light  source 
is  shown  by  D.    In  (c)  is  shown  a  proper  method  of  lighting 
blackboards  by  means  of  artificial  lighting  units.    This  will 
often  remedy  bad  daylight  conditions  whether  due  to  an  in- 
sufficient illumination  intensity  of  daylight  or  due  to  reflected 
images  of  a  patch  of  sky. 
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Fig.  2— Two  crossed  circles  represent  old  lighting,  plain  circles  new  out- 
lets for  artifioia!  lifihting  of  school  rot  m. 

vided  in  order  to  insure  against  depreciation  in  the  illum- 
ination intensity  due  to  burned-out  lamps,  broken  gas  man- 
tics,  discoloration,  etc.,  and  to  accumulations  of  dirt  upon 
the  lamps,  and  upon  the  surfaces  of  the  reflecting  and 
transmitting  media.  It  is  found  in  practice  that  carelessness 
in  this  respect  may  easily  reduce  the  effective  illumination 
by  50  per  cent.,  especially  in  indirect  and  semi-indirect 
lighting. 

Glare,  due  to  specular  reflection  from  blackboards,  may 
be  reduced  or  eliminated  by  lighting  them  by  means  of  pro- 
perly placed  and  well  shaded  local  artificial  light  sources. 

In  Fig.  1  are  shown  some  simple  graphical  considera- 
tions of  blackboard  lighting.    In  (a)  is  shown  a  p'an  view  .of 


Fred  Thomson  Company  in  New  Quarters 

The  firm  of  Fred  Thomson  Company,  Limited,  manu- 
facturing and  contracting  electrical  engineers,  Montreal,  have 
removed  from  336-338-330  West  Craig  Street,  to  their  own 
new  building  at  7-13  St.  Genevieve  Street,  a  couple  of  short 
blocks  west  of  their  old  location. 

This  company  makes  a  specialty  of  electrical  repairs  of 
all  kinds — from  fan  motors  to  the  largest  electrical  units  in 
use  in  Canada.  They  also  manufacture  induction  motors  up 
to  35  h.p.  capacity  and  expect  in  their  new  establishment  ta 
enlarge  their  already  considerable  business  in  this  connection 
They  design  and  build  special  apparatus  of  all  kinds,  trans- 
formers, magnetic  apparatus,  coils,  etc.,  for  special  purposes 
They  buy,  sell  and  exchange  new  and  second-hand  electric 
motors,  generators,  etc.,  a  feature  of  their  business  being  e 
positive  guarantee  with  any  second-hand  machine  that  has 
gone, through  their  repairing  and  testing  departments. 

In  their  new  building,  which  is  of  fireproof  mill  construc- 
tion and  consists  of  three  floors  and  a  basement,  and  which 
was  designed  by  Mr.  Jas.  H.  Hunter,  of  Montreal,  to  meet 
their  special  requirements,  they  have  a  total  floor  space  of 
over  30,000  square  feet. 

The  various  floors,  which  have  light  on  three  sides, 
are  arranged  to  accommodate  the  different  departments. 

On  the  top,  or  third  floor,  there  are  the  draughting  and 
designing  room,  the  storeroom,  the  pattern  shop,  the  trans- 
former department,  and  the  coil  making  department. 

On  the  second  floor,  at  the  front  of  the  building,  there  are 
the  general  office  and  the  two  private  offices  for  the  officers 
of  the  company,  and  at  the  rear  of  these  ofifices  the  main 
winding,  repairing  and  testing  departments,  where  the  general 
work  of  repairing,  winding,  assembling  and  testing  is  carried 
on.  Special  reference  should  be  made  to  the  impregnating 
and  baking  department,  where  on  a  concrete  floor  are  the 
dipping  and  impregnating  tanks  and  the  electrically  heated 
bake  ovens  and  an  overhead  travelling  crane  which  handles 
all  motors,  motor  parts,  heavy  coils,  etc.,  between  the  tanks 
and  the  ovens.  The  testing  department,  switchboard  and 
■  accessories  are  equipped  for  testing  at  all  voltages  and  at 
any  of  the  frequencies  desired  on  alternating  current  and  at 
any  required  voltage  on  direct  current. 

On  the  first,  or  ground  floor,  there  are  the  receiving  and 
shipping  room,  the  showroom  where  all  new  and  ready-for- 
sale  second-hand  machinery  is  kept,  a  department  where  al! 
heavy  work  of  winding,  asseml)ling  and  testing  is  done  and 
an  u]j-to-dale  machine  shop, 

111  the  liasement.  which  contains  the  heating  apparatus, 
and  which  is  used  principally  for  storage  of  second-hand  ma- 
chinery, castings  for  motors,  pulleys,  heavy  hardware,  etc, 
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the  cuttiiij;  ami  inincliiiii;  ot  tlic  di.sc>  for  tlu-  stators  and 
rotors  of  tlioir  indnction  \noU>rs  is  I'aniinl  mi. 

The  huiUlin-  is  luUy  ciummhiI  thr..u,L;h,.ut  with  travelling- 
cranes  for  handlin.L;  ouivcnunlly  aiul  with  a  nviiiinuini  of 
lahor  all  ai>i>aralns  whu-h  they  .ne  ealled  upon  to  huild  or 
repair,  a  freight  elevator  operates  hetweeii  the  haseiuent  and 
the  top  floor,  and  there  are  adecpiate  wash  rooms  and  toilet 
arran.yenienls  for  tlie  employee-;  alto.uetiier  it  is  in  every 
way  ai\  up-to-date  mamifaeturin.L;  estahlishmeiit. 

'  This  company  i>  .mu-  of  the  ohiest  and  hest  known  in  the 
electrical  industry  thron,L;hout  the  Dominion.  The  hrm  was 
founded  hv  Mr.  Fred  Thoiu.son,  ,me  of  the  pioneers  in  the 
electrical  line,  who  came  to  Mtnitreal  in  iss:i,  and  who,  after 
eleven  years  as  chief  electrician  of  the  .dd  '■Royal"  Electric 
t'ompany.  started  m  huMiie.ss  on  his  own  account  in  a  small 
way  in  1894  in  a  -lu.ill  otlice  in  the  (dd  Temple  Building,  on 
St.' lames  Street.  The  husiiu  ss  .grew,  and  after  two  or  three 
changes  of  location,  each  tune  1..  lar.ner  premises,  they  moved 
to  Craig  Street  in  1S99.  where  they  had  i>een  estahlished  up 
to  the  thiie  of  their  recent  removal  to  St.  (lenevieve  Street. 

The  ot^ccrs  of  the  comiiany,  which  was  incorporated  as 
a  joint  stock  company  in  19i:!,  are;  Fred  Thomson,  president 
and  general  manager:  Clarence  Thomson,  vice-president  and 
secretary-treasurer;  H.  .\.  MclMiee,  superintendent;  A. 
Walker,  electrical  engineer,  and  J.  B.  Lacroix,  electrical  en- 
gineer. 


Combined  Fuse  and  Outdoor  .Disconnecting  Switch 

In  connectinii  with  the  operation  of  small  outdoor  sub- 
stations the  combined  fuse  and  disconnecting  switch  here 
shown  is  used  primarily  for  the  protection  of  transformer 
hanks  where  no  primary  switches  are  required.  The  fuse  is 
suitable  for  opening  the  exciting  current  of  transformer  banks 
not  exceeding  300  kv.a.  Secondary  switches  should  be  pro- 
vided so  that  the  load  can  be  removed  in  case  it  should  l)e- 
come  necessary  to  open  the  primary  side  with  the  fuses. 


then  the  lower  contact  is  pressed  by  the  hook  into  the  lower 
clips.    The  supporting  insulators  are  of  the  petticoat  type. 

The  fuse  holder  has  petticoats  so  spaced  as  to  provide 
ample  creepage  surface.  The  contact  parts,  at  the  ends  of 
the  fuse  holder  are  of  brass  and  when  the  holder  is  in  normal 
operating  or  closed  position  engage  with  the  stationary  con- 
tacts on  the  supporting  insulators.  The  contacts  are  pro- 
tected against  the  effects  of  ice,  sleet  and  snow,  by  the 
method  of  mounting  and  by  means  of  a  punched  hood  at- 
tached to  the  top  of  each  supporting  insulator.  The  fuse 
passes  through-  the  centre  of  a  treated  fibre  tube  within  the 
porcelain  fuse  holder  and  is  attached  to  the  upper  or  closed 
end  of  the  fuse  holder  by  means  of  an  adjustable  clamp,  and 
to  the  lower  or  open  end  of  the  fuse  holder  by  a  circular 
ring,  which  when  tightened,  holds  the  fuse  firmly  in  place 
without  a  tendency  to  shear  ofif.  When  the  fuse  blows,  the 
explosion  consequent  upon  the  expansion  of  the  gases  formed, 
effectively  expels  the  arc  through  the  open  end  of  the  holder 
downward  and  instantaneously  opens  the  circuit.  New  fuses 
may  be  inserted  readily. 

This  cotTibined  fuse  and  disconnecting  switch,  made  by 
the  Canadian  General  Electric  Company,  and  known  as  the 
type  TD-137.  is  made  in  single-pole  units  for  vertical  mount- 
ing on  flat  surfaces.  It  can  be  obtained  for  use  at  15.000, 
23.000.  :^5,000  and  45.000  volts.  The  maximum  current  rating 
is  50  amperes.  No  special  arrangements  are  needed  for 
mounting;  the  supporting  bracket  is  bolted  to  the  cross  arm. 


The  fuse  holder  is  removed  by  a  fuse  hook  from  the  ground. 
To  open  the  circuit  the  holder  is  lifted  completely  out  of  the 
contacts  by  the  fuse  hook  which  is  so  constructed  that  the 
fuse  holder  will  hang  vertically  when  held  by  the  hook. 
Then  if  desired,  the  upper  end  of  the  fuse  holder  is  inserted 
in  and  hangs  from  the  cap,  which  partly  surrounds  the  lower 
contact  clips.  To  close  the  circuit,  the  upper  contact  of  the 
holder  is  placed  in  the  upper  clips  by  the  operating  hook  and 


A  New  Type  of  Safety  Switchboard 

A  novel  type  of  switchboard,  known  as  the  Krantz  Auto- 
Lock  switchboard,  has  been  placed  on  the  market  by  the 
Krantz  Manufacturing  Company,  of  Brooklyn.  This  line 
of  boards  has  two  distinctive  features:  (1)  unit  construction, 
and  (3)  absolute  safety  to  workmen  operating  the  switches. 


Fig.  1. 

renewing  fuses,  or  walking  around  the  board.  The  unit  con- 
struction of  the  board,  with  each  switch  in  a  separate  com- 
partment, is  best  seen  from  the  rear  view.  Fig.  1.  Each  of 
the  smaller  sections  represents  a  switch  unit  and  each  ot  the 
larger  sections  represents  compartments  for  bus  bars,  wir- 


June  1,  1918 


THE   ELECTRICAL  NEWS 


41 


ing  guttcTS,  and  pull  box.  The  switch  unit,  as  shown  in  Fig. 
a, "consists  of  the  enclosing  box,  the  slate  base  on  which  the 
fuses,  terminal  lugs,  and  switch  contacts  are  mounted,  the 
switch  proper,  and  the  operating  lever.  The  bus  bars  are 
mounted  on  the  back  of  the  switchboard  slate  and  when  the 
switch  unit  is  inserted  the  blades  of  the  switch  make  direct 
contact  between  the  bus  bars  and  the  fuse  terminals.  These 
switches  are  all  interchangeable  and  may  be  readily  replaced 
by  a  switch  of  larger  or  smaller  capacity,  should  the  occa- 
sion arise.  Nothing  is  mounted  on  the  front  of  the  switch- 
board except  the  switch  handles  and  a  card  holder  to  indi- 
cate the  circuits  controlled  by  the  switch.  Since  the  switch 
handle  is  not  connected  with  any  surrent  carryiing  i-art,  the 
front  of  the  board  is  absolutely  safe.  At  the  back  of  the 
board  no  live  parts  are  exposed,  as  everything  is  totally  en- 
closed. If  all  the  switches  are  closed  so  that  the  fuses  are 
alive,  all  the  fuse  doors  are  automatically  locked.  Should  it 
be  necessary  to  renew  a  fuse,  the  switch  affected  is  thrown 
off  and  then  the  switch  door  can  be  opened,  as  shown  m 
Fig.  1.    AH  the  current  carrying  parts  are  now  dead,  however. 


SWITCH  MAKeS 
OlReCT  CONTACT 
WITH  BUS  BARS 
WHEN  SWITCH 
IS  CLOSBD 


DOOR  FOA  FUSt 
AND  TERMINAL 
BOX 


Individually  Boxed  Fixtures 

The  illustration  herewith  shows  fixture  No.  7.510,  twelve 
inch,  one  of  the  new  lines  manufactured  by  W.  H,  Banfield 
&  Sons,  Limited,  Toronto.  They  are  furnished  in  brush 
brass,  Flemish,  rich  gold,  matt,  or  chocolate  bronze.  It  will 
be  of  interest  to  jobbers  and  dealers  to  learn  that  all  of  these 
fixtures  are  boxed  and  sealed  in  individual  packages  at  the 


Fig.  2. 

and  the  fuses  can  be  removed  without  danger.  It  is  also 
impossible  for  one  man  to  close  a  switch  when  another  is 
renewing  the  fu^es,  for  tlic  door  must  be  closed  tightly  be- 
fore the  swilcli  can  be  thrown  on  and  the  fu.ses  energized. 

The  switch  itself  consists  (when  single-pole)  of  a  mov- 
able arm  When  closed,  one  end  of  the  movable  arm  is 
pressed  against  the  bus  bar,  and  the  other  end  against  the 
fuse  terminal,  thus  bridging  the  gap  between  them.  When 
the  switch  is  open,  both  ends  of  the  arm  are  clear  of  their 
respective  contacts.  The  switch  is.  therefore,  double-break, 
and  when  open,  leaves  the  entire  fuse  box  dead.  The  switch 
arm  is  laminated,  and  makes  contact  under  considerable 
pressure  It  opens  with  a  quick  snap,  no  matter  how  slowly 
the  operating  handle  on  the  front  of  the  panel  may  be  moved. 
Ml  parts  which  are  not  necessary  to  reach  in  normal  opera- 
ti,.n  are  protected  by  covers  heUl  in  place  by  screws.  These 
are  readily  removed,  however,  in  case  of  necessity,  and  every 
part  can  be  reach e<l  for  making  connections,  replacements, 
.tc  The  wires  can  come  in  at  the  top  or  at  the  bottom 
uid  those  feeding  the  switches  on  the  right  hand  side  of  the 
board  are  placed  in  the  right-hand  gutter;  those  feeding  the 
left-hand  switches,  in  the  left-hand  gutter.  All  branch  wires 
are  accessible,  with  the  switches  open  or  closed,  but  no  live 
parts  are  exposed.  No  wires  cross  the  bus-bars  or  the  cable 
terminals. 


The  ntiawa  and  Hull  Tower  C-om,pany  has  under  con- 
sideratinu  the  installation  r.f  two  additional  units,  each  of 
7..5on  U.p.  A  considerable  amount  of  construction  work  has 
already  l)ecn  done. 


factory,  thus  eliminating  the  liability  of  damage  to  the  finish 
or  the  possibility  of  missing  parts.  This  innovation  will 
prove  of  value  to  the  dealer  where  stock  has  to  be  repacked 
and  shipped. 


New  660  Watt  Socket 

The  IHincan  Electrical  Company,  Limited,  of  Montreal, 
are  now  manufacturing  a  600  watt,  snap  cap,  quick-make-and- 
hreak  brass  shell  socket,  in  'A  in.  and  in.  key  and  keyless. 
These  sockets  are  practically  adapted  for  fixture  work,  as 


a  narrow  groove  in  the  neck  of  the  cap  luMinits  a  wide  turn- 
ing of  the  socket  even  after  it  is  lirmly  fitted  on  the  stem. 
The  holding  catches  on  this  shell  and  cap  are  so  arranged 
as  to  provide  a  maximum  of  strength  and  rigidity. 


The  Civic  Commissioners  of  Montreal  and  the  Tram- 
ways Commissioners  have  granted  to  the  Montreal  and 
Southern  Counties  Railway  Company  an  extension  for  ten 
years  of  its  contract  with  the  city  of  Montreal,  dating  from 
Juiu'  isth.  The  cf)mpany  will  extend  it.s  line  so  as  to  obtain 
a  connection  with  the  lines  of  the  Montreal  Tramways  Com- 
liany  and  also  to  enable  it  to  deal  nK)re  expeditiously  w'ith 
the  traffic  at  the  terminal. 
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Current  News  and  Notes 


Aurora,  Ont. 

The  contract  lor  light  ami  lunver  between  the  town  of 
Aurora  and  the  Toronto  anil  \'.>ik  Radial  Railway  Company, 
iiaving  reached  the  time  of  its  termination,  the  council  have 
notilied  the  railway  that  they  desire  another  five-year  renewal 
on  the  same  terms  and  conditions. 

Chatham,  Ont. 

W.  H.  Somers,  of  the  maintenance  department  of  the 
Hydro-electric  Power  Commission,  was  electrocuted  at  the 
Kent  suh-station  on  May  30  by  coming  into  contact  with  a 
switch  carrying  2(5,000  volts. 

Edmonton,  Alta. 

New  rates  on  Edmonton  street  cars  came  into  effect 
on  May  1,  as  a  result  of  which  the  cash  fare  has  been  in- 
creased to  7  cents  till  11  p.m.,  after  which  the  fare  is  10 
cents.  The  revised  rates  fixed  by  the  council  are  as  follows: 
Tickets  purchased  off  the  cars  at  ticket-selling  stations,  5 
for  25  cents;  tickets  bought  on  the  cars,  4  for  25  cents.  No 
workmen's  tickets  are  now  issued.  Children  under  six  years 
old  are  carried  free.  Tickets  for  children  over  six  and  under 
fifteen  years  old  and  high  school  pupils  carrying  certificates, 
10  for  25  cents,  or  one-half  fare.  Children  after  11  p.m.  to 
pay  one-half  fare.  Between  5  and  6.30  p.m.  5  cents  to  be 
charged  for  baby  carriages  and  large  parcels.  No  change 
has  been  made  regarding  transfers  on  cars. 
Eburne,  B.C. 

A  new  electric  furnace  is  being  installed  by  the  Pacific 
Steel  Works  at  Eburne,  B.C. 

Hull,  Que. 

The  Hull  Electric  Company,  Hull,  Que.,  have  commenced 
paving  and  double  tracking  their  line  from  Aylmer  Road 
to  Montclair  Avenue  on  Montcalm  Street  and  the  Chelsea 
Road — a  distance  of  about  one  and  one-half  miles.  It  is  ex- 
pected to  complete  the  work  this  year. 
Kenora,  Ont. 

The  town  council  of  Kenora,  Ont.,  have  adopted  a  special 
domestic  rate  during  the  months  of  June,  July  and  August, 
the  price  being  fixed  at  3  cents  per  kw.h.  It  is  hoped  to  en- 
courage the  use  of  electricity  for  cooking. 

Montreal,  Que. 

The  first  full  year's  statement  of  the  Montreal  Light, 
Heat  and  Power  Company  since  the  amalgamation  of  that 
company  with  the  Cedars  Rapids  Power  Company,  shows 
a  gross  revenue  for  the  year  ending  April  30,  of  $10,390,684. 
Operating  expenses  and  taxes  for  the  year  were  $4,767,869. 
After  deducting  other  charges  amounting  to  $1,039,068  and 
fixed  charges  the  amount  available  for  dividends  is  $3,588,725, 
or  5.6  per  cent,  on  the  capital  stock.  After  providing  for  the 
annual  dividend  of  4  per  cent,  and  $20,000  for  the  pension 
fund,  the  total  surplus  is  $1,585,313. 

The  Corporation  d'Energie  de,  Montinagny,  Limited,  has 
been  formed,  with  a  capital  stock  of  $400,000,  to  manufacture, 
purchase  and  distribute  electric  power,  light  and  gas  in  the 
counties  of  Lotbiniere,  Levis,  Dorchester,  Beauce,  Bellechase, 
Montmagny,  L'Islet,  Kamouraska,  and  Temiscouata.  Au- 
thority is  also  taken  to  acquire  and  develop  water  powers  and 
to  build  conduits,  etc. 
New  Westminster,  B.C. 

Two  more  electrically  operated  lumber  plants  are  being 
erected  on  the  War  Whoop  Road  and  McFarland  place,  near 


New  Westminster,  B.C.  With  the  completion  of  these  two 
new  industries  there  will  be  seven  electrically  operated  mills 
in  this  immediate  neighborhood. 

Ottawa,  Ont. 

The  Ottawa  city  council  have  named  a  committee  to 
conduct  negotiations  and  report  on  the  possibility  of  acquir- 
ing the  plants  of  the  Ottawa  Electric  Company  and  the  Otta- 
wa Gas  Company,  which  are  controlled  by  the  Ottawa  Light, 
Heat  and  Power  Company. 

Perth,  Ont. 

The  High  Falls  power  site  at  Perth,  Ont.,  has  been  pur- 
chased by  the  Hydro-electric  Power  Commission  of  Ontario, 
although  immediate  development  is  not  contemplated. 

Peterboro,  Ont. 

It  is  stated  that  the  city  of  Peterboro  will  shortly  em-, 
ploy  motorwomen,  as  well  as  conductorettes,  on  the  street 
railway. 
Regina,  Sask. 

A  motion  introduced  in  the  city  council  of  Regina  to 
increase  light  and  power  rates  twenty  per  cent,  was  defeated 
but  on  amendment  it  was  decided  to  boost  the  rates  ten  per 
cent.    The  plant  has  been  running  at  a  loss  for  some  time. 

Southampton,  Ont. 

The  Saugeen  Electric  Light  and  Power  Company.  Lim- 
ited, Southampton,  Ont.,  have  called  tenders  for  a  concrete 
dam  to  replace  their  wooden  dam  on  the  Saugeen  River  car- 
ried away  by  spring  freshets.  The  total  width  of  the  dam  is 
450  feet,  of  which  150  feet  was  constructed  of  concrete  in 
the  year  1913  and  100  feet  more  last  year. 

Toronto,  Ont. 

The  Toronto  Street  Railway  Company  plan  putting  sev- 
eral p.a.y.e.  cars  in  service  shortly. 

Vancouver,  B.C. 

The  city  of  North  V'ancouver,  through  Mayor  \'ance.  is 
endeavoring  to  secure  electric  power  for  industrial  purposes 
at  cheaper  rates  than  those  in  vogue  at  present  from  the 
power  supply  company  operating  in  the  city.  Mayor  Vance 
promises  a  scheme  to  secure  the  necessary  energy  at  $50  per 
h.p.  at  North  Vancouver.  From  his  statement  it  appears  that 
the  Nairn  Falls  Power  Company  is  offering  to  the  city  its 
water  rights  (at  present  conditional),  situated  at  Green  River, 
on  the  P.G.E.  Railway  about  90  miles  from  North  Vancouver, 
for  the  sum  of  $75,000.  The  cost  of  carrying  the  installation 
to  the  city,  with  the  necessary  power  plant,  is  estimated  at 
about  two  and  a  half  million  dollars,  the  horse-power  de- 
veloped to  be  about  50,000. 

Winnipeg,  Man. 

The  March  report  of  the  Hydro-electric  System  of  the 
city  of  Winnipeg  shows  a  surplus  of  $6,462.64.  The  operating 
revenue  was  $89,815.23.  The  total  expenses,  including  opera- 
tion, v^ere  $83,352.38.  The  surplus  at  March  31  was  $336,- 
231.08. 

Just  as  we  go  to  p.ress  announcement  is  made  that  Win- 
nipeg's strike  of  civic  employees  is  practically  at  an  end. 
About  three  weeks  ago  the  city  electricians,  waterworks  men 
and  health  department  teamsters  struck  for  higher  wages  and 
the  dispute  eventually  involved  nearly  15,000  workers  of  all 
kinds.  It  is  said  that  concessions  are  being  made  on  both 
sides  and  the  strikers  are  now  all  back  at  work. 
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PHILUPS'  CABLES 


as 


supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original   si.e  ^//X^a  e  af  llows^- 

T.H.E.  System  and  reordered  by  them  for  f"^\her  extens.ons_^  The    pec  fi  a^^^^^^^^^  a 

Conductors  composed  of  37  strands  each    082  xn.  ^--^^f^Jf^Yefin    O^^^^^^^^^^^  2.61  in.. 

tor.  .210  in.    Thickness  in  belt,  .210  in.    thickness  of  lead  sheath  16^^^^^^^ 

250.000  CM.    Three  Conductor.  Paper  Insulated  and  plam^^^^ 

can  supply  you  with  wires  and  cables  of  any  size  for    Power.  i.igntmg. 

Write  us  for  detailed  information. 

NOTE.-Specification  of  cable  in  left-hand  cut :  3/0  B    and  S. 
Three  conductor.     Each  conductor  19  strands    '=^'kieknets  of'  dide^l 
7r!'<;^"*=b\^t!^rir!."Thirkn?sf  or.efd'^%^ktf  .15  in:''averan  dian,eter, 
Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto         Winnipeg         Regina  Calgary 


Vancouver 


Phillips  Factory 
at  Montreal 
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FOR  SALE 

Fifty  tungsten  or  nitrogen,  5-liKlit  cUistor  lix 
lures,  iOli  iiioli  porcelain  enanifleil  slcel  rttUilor. 
Miillealile  iron  cross  arms,  jiony  fiUiss  insulators, 
ilifsli  tension  mica  insnlatinR  joint,  lesUil  lo 
:!4,»KH>  volts.  In  service  lor  sliorl  lime.  LHlll 
.Malnister  lialls,  11*  in.  x  11'  in.  x  0  in.  lillcr.  I'.n- 
liiely  new. 

For  information  regarding  the  aliovc  aiiplv  lo 
("•alt  Hvilro- Fleet ric  (.'ommissiou,  50  Dickson  Si., 


MATERIAL  FOR  SALE 


The  Toronto  Klectric  L'ommissioncrs  have  for 
sale  a  niiantity  of  second-hand  (il)  cycle  trans- 
formers, recently  in  service,  also  a  quantity  ol 
electrical  snpvdies.  I.ist  of  materials  and  fuill 
paiticvdars  may  he  ohtained  on  application  to  Iho 
Purchasing  .\genl,  .'ill  Mmray  Street,  Torontn. 
The  <|uantilies  are  not  guaranteed,  anil  arc  all 
suhjcct  to  prior  sale. 

No   tender   necessarily  accepted. 

Tenders  to  he  in  not  later  tlian  .Imu-  .""illi. 

11  n 


FOR  SALE 


1— Madison  Williams  .'ill  in..  'JilO  li.p.  Tiiimiiih 
Horizontal  Steel  Case  I  in  Inn.  W  .iln  Wlieel, 
'2'>  ft.  head,  complete  wuli   imlK  y, 

1  -  i;n  kilowatt,  2:;U0  volt,  :;  iili.i-.-.  C.n  i  ydc  rjIKI 
r.p.m.  helted  generator  willi  |.nlli>s  ami  rluci 
stats  and  e.xciter,   Croi  ki  i  W  lu  i  k  r  make. 

.S.ltH".  pounds  No.  0  H&S  liard  drawn  bare  cupipcr 
line  wire. 

I.IMS  pounds  No.  14  B&S  hard  drawn  liare  cop- 
per  line  wire. 

N.  K.  CARRUTIIKRS, 
Lacomhe,    Alta.  Secretary-Treasurer. 
May   11.    litis.  Ill- 


POSITIONS  VACANT 


WANTED — Draftsmen  with  '  experience  on 
transformers,  induction  motors,  or  direct  current 
machines.  Apply  stating  experience  and  salary 
expected,  to  Box  731,  Electrical  News,  Toronto. 
9  11 


W.-\NTF,D — Several  experienced  draftsmen,  more 
particularly  those  having  experience  in  switch- 
boards, also  draftsmen  having  experience  in  gen- 
erators and  transformers.  In  applying  state  pre- 
vious experience,  wdiere  at  present  employed,  sal- 
ary expected.  Apply  Works  Engineer,  Canadian 
Genera!  Electric  Co.,  Peterboro.  10-11 


Is  the  Electric  Motor  Cycle  Practicable? 

Since  the  earhest  days  of  the  electric 
vehicle,  writes  the  Electrical  Times,  the 
p.ossibility  of  running  a  cycle  on  this  sys- 
tem has  fascinated  many  enthusiasts,  and 
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led  1(1  minuM'ons  su.o.ncstions  for  a  prac- 
ticalile  desij^n.  I'here  is,  of  course,  no- 
lliiiiL;  iidu'rciul_\-  inipossil)le  in  the  idea — 
a  niacliine  can  lie  Imilt  thai  will  run  a 
reasonal)lc  distance  at  a  satislactory 
speed,  at  least  on  the  level,  with  a  motor 
and  battery  carried  within  the  frame.  It 
is  slated  that  one  firm  is  placing  on  the 
market  an*  electric  cycle  that  with  a  lead 
hatttry  will  cover  75  miles,  or  with 
nickel-iri  in  cells,  l.'iO  miles  on  a  single 
charge,  at  speeds  u]i  tn  miUs  per  hour. 
It  does  mil  fiillow.  liov\ever,  that  such  a 
cycle  would  lie  a  commercial  jiroposition, 
and  it  is  doidilful  whether  the  maximum 
speed  mentivined  coidd  he  maintained  fur 
any  leii.gtli  (if  lime  without  injury  to  the 
battery  (ir  uKitor,  or  to  both.  The  weight 
of  the  cycle  is  given  at  22^>  lbs.,  and  its 
sellin.g  price  at  with  a  lead,  and  at 

$:!75  with  a  nickel  battery.  The  electric 
cycle  vviiuld  .give  little  trrnible,  should  not 
be  cdstly  to  run  or  to  maintain  under 
suitable  conditions,  would  be  easy  to  keep 
clean,  and  would  make  no  noise  and 
create  no  smell,  while  its  simplicity  of 
construction  and  of  contrdl  should  appeal 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 


FOR  IMMEDIATE  DELIVERY 


No. 

H.P. 

Phase 

Cvcle 

Volts 

.Speed 
750 

Maker 

1 

1(10 

3 

25 

550 

Westg. 

2 

40 

3 

25 

550 

710 

Westg. 

2 

35 

3 

25 

550 

720 

Westg. 

1 

20 

3 

25 

550 

500 

C.  G.  E. 

3 

15 

3 

25 

550 

750 

C.  G.  E. 

2 

7 'A 

3 

25 

550 

750 

C.  G.  E. 

2 

4 

3 

25 

550 

1400 

Excelsior 

3 

3 

25 

550 

750 

C.  G.  E. 

2 

2 

3 

25 

550 

1400 

Excelsior 

30  to  60  DAYS'  DELIVERY 

o 

7,5 

3 

25 

550 

750 

C.  G.  E. 

1 

r,<\ 

3 

25 

550 

750 

Westg. 

1 

■Ar, 

3 

25 

550 

750 

C.  G.  E. 

1 

'  3 

25 

550 

750 

C.  G.  E. 

10 

3 

25 

550 

750 

Westg. 

1 

TA 

25 

550 

750 

C.  G.  E. 

4 

5 

3 

25 

550 

750 

Westg. 

Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Ont. 


June  1,  1918 

to  those  who  hesitate  to  acquire  a  motor 
cycle  because  of  its  complexitj^  and  li- 
ability t(.)  breakdown.    With  the  electric - 
cycle,  of  course,  there  would  be  no.  dififi- 
culty  with  the  lighting  problem,  no  sep-  ■ 
crate  generator  being  needed. 

READ  THIS! 

$2,900  for 

275  K.V.A.  25  Cycle 
6600  Volt,  3  Phase 
275  R.P.M.  Generator 

or  Synchronous  Motor 

Brand  New 

Fully  Equipped  Sw-Bd. 
and  Exciter 

ALSO 

3-100  K.V.A.  25  Cycle 
New  Transformers  S.P. 
13,200  to  6600  2200  Volt 

$900  each 

To  be  sold  immediately 
Wire  for  particulars 
E.  A.  LOWRY  -  GUELPH,  ONT. 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 

Prompt  Shipments  from   Canadian  Factory. 


BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


June  1,  191S 
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Ready  for  Immediate  Delivery 


ALTERNATING  CURRENT 

2  -100   K.W.,    General    Electric,  3 
phase,  60  cycle,  Sim  volt  gen- 
erator, type  GTB,  form  D,  com- 
plete with  switchboards. 
l--''nO  KW.,  3  pliase,  GO  cycle,  1100 
volt,  General  Electric  generator, 
type  GTB,  form  D,  speed  600. 
1—450    K.V.A.,    2300    volt,  Allis- 
Chalmers,  200  speed,  3  phase,  60 
cycle  generator,  2  years  old,  good 
for  direct  connection  for  engine 
drive  or  water  wheel  drive. 
1-100  H  P.  new  Westinghouse  mo- 
tor, 3  phase,  00  .cycle,  S.TO  volt. 
900  speed. 
1—100  H.P.,  new  General  Electric, 
3  phase,  60  cycle,  440  volt,  720 
speed,    slip    ring,    complete  foi 
heavy   starting  duty. 
1    50  H.P.   new   General  Electric. 
440  vult,  1200  speed,  3  phase,  60 
lytle,   slip   ring  motor. 
1    50    II.  P.    General    Electric,  220 
volt,  900  speed,  type  I,  form  L. 
''-  -50  H  P   new  Allis-Clialmers,  550 
volt,  3  phase,  60  cycle,  900  speed 
motors. 

MOTOR  GENERATOR  SET 
1  -  40  KVV.,  125  volt.  General  Elec- 
tric, 720  speed,  type  CL,  form 
B,  6  pole  generator,  connected 
on  one  sub  base  to  a  60  H.P.. 
3  phase,  60  cycle,  20S0  volt,  720 
speed,  type  M,  form  C,  Fort 
Wayne  motor  in  Al  condition 
and  complete.  Three  bearing 
machine. 


DIRECT  CURRENT 
100  H.P.,  110  volt,  Holtzer-Cabot 
D.C.    motors,    550    r.p.m.,  full 
coniirHitators. 
1_10  KW.,  125  volt.  Bullock,  400 
speed,    marine    set,    direct  con- 
nected  on   one    sub   base    to  a 
Westinghouse  vertical  engine. 
1—50  KW.,  125  volt.  General  Elec- 
tric,  280   speed,   type   MP  gen- 
erator,   direct    connected    to  an 
11  .X  12  vertical  marine  type  en- 
gine. 

1—300  KW.,  500  volt,  D.C.  General 
Electric  generator,  400  r.p.m, 

a— 56'/:;  KW.,  125  volt  Westing- 
house,  800  speed,  type  M  gen- 
erator, complete  and  in  Al  con- 
dition. 

1—80  KW.,  125  volt,  Crocker- 
Wheeler,  750  speed,  type  CCD 
generator. 
1—90  KW.,  110  volt.  General  Elec- 
tric, 690  speed,  type  CL,  6  pole, 
form  B  generator. 
1—300  KW.,  550  volt.  General 
Electric,  400  speed,  type  MP 
generator,  D.C. 

BOILERS 

3—300  H.P.  Holyoke  Manning 
Boilers,  now  located  in  Massa- 
chusetts; good  for  150  lbs;  11 
years  old,  in  splendid  condition. 
5_150  H.P.  Manning  Boilers,  now 
located  in  New  Hampshire;  good 
for  135-140  lbs.  Immediate  de- 
livery. 

;  90"  X  IS'   6"  horizontal  return 

tubular  Dillon  Boilers,  now  lo- 
cated in  Rhode  Island,  installed 
in  1905,  for  delivery  in  2  months 


SEND  US  YOUR  ENQUIRIES 
JOSEPH  MYERSON,  274  commercial  St.,  BOSTON,  Ma SS 


Tenders 
Wanted 


should  be  advertised  for  in  the  "Tenders  and  For 
Sale  Department"  of  the  CONTRACT  RECORD 
AND  ENGINEERING  REVIEW.  This  paper 
is  the  "Tender  Ad."  medium  of  Canada  and 
always  brings  bids  from  the  reliable  contractors 
and  supply  houses.  File  your  plans  for  any  work 
on  which  you  are  inviting  bids  in  our  offices  at 
Toronto,  Montreal,  Winnipeg  or  Vancouver. 

Contract  Record 

and  Engineering  Review 
TORONTO       N  ONTARIO 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


S  PHASE,  60  CYCLE  MOTORS 
Qu.  H.P.  Make       Volts  Type  Speed 


1 

1 

1  \ 

5  1 

1  1 

1  1 

1  2 

.5  '1 

5  3 
•>  3 
3  .3 

(i 

1  ,3 

3  3 

3  3 

6  5 
3  5 
1  5 
1  5 
9  5 
1  5 

53  7 


R&M  NEW.  no 
G.E.  NEW..  110  KT 

G.E  110  I 

G.E.  NEW  .  220  KT 

O  E    220  KT 

Fbks.  M.  ...  440  B 

E    220  KT 

G.E.  NEW  .  220  KT 
Wstgh.  New.  220  CS 
R&M  NEW.  220 


li'JO  KT 
G.E.  NEW  .  220  KT 

E   2'JO  K  T 

C  E'    220  KT 

Cr.  Wh   220 

(VE.  NEW  .  220  KT 
Gr.  Wh.  . .  .  2211  () 
Cr    Wh.  ..  .  .V)0  () 

Wstgh  2iio  ccr. 

Wstgli.  New  220  CS 
Wstgli.  New  220  CS 
E.  (inotoi 


G.E. 


1 

2  7 


only ) 


.550 


17(X) 
1«00 
1«00 
ISOO 
1800 
1200 
900 
1800 
113U 
1150 
1800 
1200 
900 
1200 
1720 
1800 
1720 
1720 
1700 
1735 
1130 

1200 


15  Cr.  Wh.'220/44(1__SC.5/1735 


G.E,  NEW  .  220  KT 
1  7'/i  G.E.  NEW  .220  KT 
(i  ly,  G.E.  (motors 

only)   5.50  KT 

G.E.  NEW  .  220  KT 
G.E.  NEW  .  220  KT 
G.E.  NEW  .  220  KT 

Wstgli   220  cel. 

Wstgh   220  CS 

Cr.  Wh.  with 
resistance 
type  starter  5.50  Q 

G.E   220  L 

Rohbins  &  M  22(>  K 

G.   E   220  1 

Wstgh  220 


2  ly, 

2  10 
4  10 
1  10 
1  10 
1  10 


1  10 
1  10 
1  15 
1  15 


1S(MI 
]  2(  K I 

I. SOO 
000 

1800 
1200 
1700 

II. 50 


ISOli 
120U 
J  750 
01  Ml 
11 


Qu.  H.P.     Make     Volts  Type  Speed 

2  15    (i.E   NEW  .  2211  KT  1)00 

2  15    Fbks.  M.  220/440  KI'.V  1200 

2  20    Wstgh               220  CS  llOU 

1  20    Fl)ks.  M            2211  1!  1200 

50  20    Fbks.  M,  220/440  KliV  12011 

10  25    Wagner.    220/440  HP  1120 

2  30    Wagner  New  220  850 

1  ;i5    G.E                  220  KT  000 

1  ;i5  Triumiih.  220/440  900 
1  40  Wagner 

NEW  .  220/440  HP  S50 

1  40    Fbks.  M              220  000 

1  .Ti    G  E    NEW  .  220  M  000 

1  :!5     Westgh              220  1170 

1  40    Westgh.  New  220  CS  87(1 

1  .50    Westgh             220  8(;il 

1  .50    Triumph  ....  220  720 

1  75    Westgh.  New  440  CS  720 

1  100  Westgh              440  1200 

1  125  G  E                  220  L  <!00 

1  1.50  G.P:.    new.  22(1  CW  095 

1  1.50  G.E.  NEW  .  2211  M  .5811 


3  PHASE,  25  CYCLE  MOTORS 

7  2  5  Westgh.  .  .  .  2211  CCL  7i 
1    12K)  G.E.elev.type- 

high  torque  220  KTE 


1  55 


AllisCh 
AllisCh.  . 

G.E  

Wstgh.    .  . 
Allis  Ch.  in 
termittent 
duty,  si.  rg 
drum  control 
ler 

Wstgh. si. rg. 
30  cycles, 
complete. 

00/45/30  G.E.  440 


220 
220 
44i.  K 
220  MW 


.  440 


440 


750 
750 
750 

r5o 

695 


500 


860 

.500/375/250 


GEORGE  SACHSENMAIER  &  CO. 

Office  and  Salesrooms:  141-43-45  N.  Third  Street. 
Warehouses:  928-30-32  N.  Third  Street, 

PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 
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Mica  Insulation 

W  e  manufacture  everything,   including: — 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut)  Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich.  . 


FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 

New  and  Used  Machinery 

MOTORS  GENERATORS 
TRANSFORMERS 

WRITE  US  WHAT  YOU  WANT  TO  BUY  OR  SELL 
Large  Stock  Carried 


Our  Service 


Not  only  promptness, 
attention  and  court- 
esy,— which  we  rend- 
er as  a  matter  of 
course, — but  a  thor- 
ough knowledge  of 
your  needs  in  ELEC- 
TRIC FIXTURES 
and  how  to  meet 
them. 


Representative — 

Toronto— J.  A.  McKay,  108  Grace  Street. 
Agents — 

Montreal— Armour  Bros. — 122  Board  of  Trade  Building. 

Winnipeg— Reynolds  &  Co. — 406  Confederation  Life  Building. 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

lias  properlies  not  possessed  by  any  other  type  of  Conduit  made,  whicli 
recommends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  H  '"ch  Walls 

.Misorption,  100  Hours,  less  than  1  per  cent. 


inch  Socket  Joints 
Puncture  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 

Write  for  literature 

American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Installing  a  Trunk  IJr. 
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OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nakusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  without  obligation 
of  any    sort   from    our    nearest  office. 

The  Lindsley  Brothers  Co. 

NELSON,  B.C. 

General  Sale.  Office-72  W.  Adam.  St..  Chicago,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 


660  Watt 
Brass  Sockets 


y^'  and 
Caps 

Key  and 
Keyless 


Approved 


Snap 
Cap 


No.  660 


Manufacturers 


The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -   MONTREAL,  QUE. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


LAMPS  Locked  On 
Can't  Get  Stolen 

They  can't  get  knocked  out  or  broken. 


LCMoN 


guards  give  your  lamps 
just  such  protection. 

Sold  at  a  popular  price. 
Our  Loxon  Lamp  Guards 
and  other  Specialties  de- 
mand   the    attention  of 


every  handler  of  Electrical  Goods. 

Let  us  send  our  list. 

McGiU  Mfg.  Co. 

Valparaiso        -        -  Indiana 


THE 


MARK 


A 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 

Special  porcelain  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split  knobs,  standard  knobs,  cleats,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U.S.A. 
Toronto,  Canada,  307-308  Tyrrell  Building 


4S 
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Illuminating  Glassware 

MADE  IN  CANADA 

Our  line  of  lighting  glassware  has  been  further  greatly  enlarged 
and  now  comprises 

Over  1500 

different  pieces  in  Electric  Shades,  Globes, 
Semi-indirect  Bowls,  Street  Lighting  Globes, 

Etc.,  Etc. 

New  shapes  and  designs  are  being  constantly  added  to  our  line  and  we  are 
now  in  a  position  to  supply  practically  anything  required  by  the  Canadian 
Central  Station  and  Electrical  Contracting  trade. 


602 

A  new  Semi-indirect  Bowl  made  in  "Lumo"  glass. 


391 

A  new  Lantern  Shape  made  in 
"Moonstone"  glass. 


There  is  no  longer  any  necessity  to  go  outside  of  Canada  for  anything  in  light- 
ing glassware.    We  can  take  care  of  your  requirements 

Jefferson  Glass  Company,  Limited 

Factory  and  Head  Office— TORONTO 

Montreal — Royal  Trust  Bldg.,  L.  V.  Webber,  Manager.  Winnipeg — 592  Notre  Dame  Ave.,  A.  E.  Esling,  Agent. 

Vancouver — 606  Welton  Block,  R.  G.  Moore,  Agent. 


i 


June  1,  1918 


THE   ELECTRICAL  NEWS 


49 


Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Work»,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Salti  Office!  and  Branch  Warehouiea: 
601  Merchants  Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue,  WINNIPEG 
Northweitern   Engineering  and  Supply   Co.,   Ltd.,  CALGARY 

Prompt  •hipment*  from  Factory  or  nearest  Warehou»e 


't^:-^iiiii^^jiiiii^^^mgiiiife)iiiiiife-iiiii>a>iiiiiyj 


MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator 
Segments 


THERE  is  a  special  Mica- 
bond  insulation 
pared    for  every 
condition. 


pre- 
electrical 


Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  BjP's 
or  samples  and  let 
us  figureyour  motor 
requirements. 

Chicago  Mica  Co. 

S  [.iiu VALPARAISO,  Ind. 

Address  Dept.  D. 


i 


^iiiiii<:i(^ii)iii<>^^iiiii(^Hiiii^^iiiiiii^^iiiiM 


Push  button,  solenoid,  float  or  pressure 
switches  conveniently  located  in  many 
instances  control 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTORS 

1/10  to  40  H.P.    25  to  140  Cycles 


1  H.P.  Motor,  direct  connected  lo  a  Siren 

THEY  KEEP  A  RUNNING 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  279 
Jones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co^  Ltd.,  Winnipeg 
Rudel  lielnap  Machinery  Co^  Ltd.,  Can.  Express  Bldg..  Montreal 
Rankin  &  Cherrill.  55  Hastings  St.  W.,  Vancouver,  B.C. 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarlcs  H.  mitcMI 
Percival  H.  mitcbdl 

ConsultlDs  and  Sapervislof 
Cngloecri 

H>ilraiilic.  Steam  and  Electrical  Power  Plantsi 
Indusliinl  and  Municipal  En8:ineerrng. 

Trader*  Bank  Building,  Tofonto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gb« 

Plans.  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lishtins  and  Power  Plants 

Telephone  Main  6737  605  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  See.  C  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817        326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hyd'raulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


W.  G.  Chace 


N.  R.  Gibson 


J.  G.  G.  Kerry 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates :  A.  L.  Mudge,  A.  L.  MieviUe 
Steam  and  Hydro-electric  DevelopmenU.  Steam 
and  Electric  Railways.  Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture,  Tests  and 

Reports  before  shipping:  of: 
Electric  Power  Apparatus,  Wires,  Cables. 
Insulators,  Transmission  Toweis  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Renistered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs, 
Copyrights  and  Infringements.  20  Years'  Ex- 
perience in  Patents  and  Practical  Engineering 
STAR  BLDG..  18  King  St.  W..  TORONTO 


PIJWI&COPYRICKrS&jIFmij 


STANLEY  LIOHTFOOl 

flEG  D  PATENT  SOLICITOR  AND  ATTOnNEV 

LUMSDEN    BLDG.n  y*oNGE  '  )  TORONTO. 


ATENTS 


>PnMPTLY  SECUREDl 

Electrical,   Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.  


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


PROCURED  !N  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATENI  LITIGATION 


SEND  FOR  HAND  BOOK 

ATENTS 


PHONI 

MAIN 
2512 

fRlDOUT  8c  MAYBEE 

59  Yonge  Street 


TORONTO 


CANAO. 


ESTABLISHED  IMO 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  Yorlc  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seelcer  of  mercantile  credit.  Its  bus 
ness  may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  eflfort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que.; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N  R.; 
Toronto,  Ont.;  Vancouver,  B.C.;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.  ^an.  Western  Canada.  Toronto. 
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ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30  to  50  MORE  STRESS  than  the  Welded  Eye 
Delivery  from  Stock.  Plain  or  Hot  Galvanized.  Get  Our  Prices 

ACME  STAMPING  AND  TOOL  WORKS,  LIMITED,  "^c'^il^Jr 


Safety  Panels  and  Switchboards 


For  Office,  Theatre  and  Factory  Buildirgs 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 

220  King  Street  West  -  -  TORONTO 


LLEN  FLU 


The  "  Ax  "  that  cuts  sodering 
costs  and  the  heavy  expense  of 
failures.    Makes  a  joint  three 


times  as  strong  as  muriatic  acid.  Only  flux 
approved  by  National  Board  of  Fire  Under- 
writers. 

Put  up  in  sticks,  paste,  liquid  antl  salts.    Samples  Free. 

Bissett  &  Webb 

126  Lombard    -    Winnipeg,  Man.,  Canada 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


Redmanol 


The  iiKiteri.-il  of  a  tlionsatul  uses' 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog, 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

The  following  regulations  apply  to  all  advertisers :— Eighth  page,  every  issue,  three  head-  . 
ings;  quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings. 


ALTERNATORS 
CanaJiin  General   Electric  Company 
(."anailian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner   Electric  Mfg.  Company  of  Canada 

ALUMINUM 

I^ritish  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 

Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ciousellinds  Company  of  Canada,  Limitea. 
Ferranti  Electrical  Company  of  Canada 
Halheway  &  Knott,  Inc. 
lovner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse    Company  . 
Crouse-llinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 

Adams- Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Pros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 

Canadian  General  Electric  Company 
Electric   Railway   Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 

Electrical  Development  &  Machine  Company 
National   Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
n.   &  W.   Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard   Underground   Cable   Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Cuudian   Westinghouse  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 

lioving   Hydraulic   &    Engineering  Company 
Canadian   AUis-Chalmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical    Company   of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
P.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 
British  Aluminium  Company 
National   Metal   Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

nossert  &  Company 

COOKING  DEVICES 

Canadian   General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National   Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


i 


i 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin   Electric   Manufacturing  Company 
Chicago    Fuse   i\Ianufacturing  Company 
n.   &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,   Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS  i 
National  Electric  Heating  Company  [ 
ELECTRIC  SHADES  ; 

Jefferson    Glass  Company 

ELECTRIC  RANGES  j 

Canadian  General  Electric  Company 
National    Electric    Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 

Canadian  General  Electric  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Tefferson  Glass  Company 
"Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-llinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F.  .  ^ 

Detroit  Fuse  &  Manufacturing  Company 
Economy  Fuse  &  Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hathewav  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Square  D  Company 
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You  Know 

the  Noise! 

caused  by  commutators  sparking  and 
tlashing— the  result  of  undue  friction  be- 
tween brushes.  This  trouljle  can  be  cured 
])y  fitting  your  machines  with 

CarkmBtmhm 

They  run  smooth,  do  away  with  the  con- 
tinual cleaning,  replacing  and  resetting 
because  these  brushes  are  frictionless  and 
self-lubricating.  Try  "NO  SPARK" 
llru-shes.  Other  engineers  are  enthusias- 
tic over  them.    Why  not  you? 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


The  Prototype  Motor 


The  first  successful  singlephabe  motor  was 
Wagner-Quality.  Backed  by  years  of 
engineering  and  manufacturing  experience, 
the  Wagner  Singlephase  motor  of  today  is 
the  paramount  motor. 
May  we  send  you  Bulletin  1113? 

of  Ccinada  Limited -Montreal 


Power  Bldg.,  Montreal. 


347  Adelaide  St.,  W.,  Toronto 
517 


BOXED  FIXTURES 

Just  what  you  have  been  looking  for  MR.  JOBBER  and  DEALER 

Our  new  line  of  complete  fixtures.  Each  fixture  packed  com- 
plete to  a  box,  and  sealed  at  our  factory,  eliminating 
DAMAGED  FIXTURES  and  MISSING  PARTS,  ensuring  safe 
arrival  of  good  clean  stock  to  your  customer.  Convenient  for 
jobbers  where  stock  has  to  be  repacked  and  reshipped. 

Ready  for  shipment  June  15,  large  circular  shotoing  this  complete  line 
mil  he  mailed  to  every  customer  at  an  earl})  dale.     Look  for  it. 

On  June  Ist,  we  will  Move  to  Our  New  Showrooms  and  Sales 
Department,  at  80  King  Street  West,  Toronto,  where  we  will  be 
glad  to  welcome  all  old  and  new  customers. 


W.  H.  BANFIELD  &  SONS,  LTD.,  TORONTO,  CAN. 

Largeat  Manufactureu  and  Jobber*  of  Electrical  Fixture  Parts  and  Fitting*  in  Canada 
'it    Sales  Office-  120  Adelaide  St.  W.  Adel.  104  General  Office  and  Facloriei:  370-386  Pap*  Ave. 
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FUSE  BOXES 
Cioiisc  lliiKls  Comi'-uiy  of  Canada,  Limited. 
Northern  Electric  Company 
Sviuarc  1)  Coniininy 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General   Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Kerranti   Electiical  Company  of  Canada 
Lancashire   Dynamo   &   Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  riant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  tred 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  (Condulets) 
Crouse-IIinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   pf  Can- 
ada, Limited. 

HEATING  DEVICES 

Canadian  General  Electric  Company 
Canadian   \"ickers,  Limited 
Canadian    Westinghouse  Company 
llatlieway  S:  Knott,  Inc. 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 

Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Oialmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston  Electrical  Instrument  Company 

INSTRUMENTS— RECORDING 

Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 

Redmanol  Chemical  Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 

Canadian   Westinghouse  Company  . 

Crouse-Hinds  Company  of  Canada,  Limited. 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc. 

Illinois    Electric    Porcelain  Company 

Moloney   Electric   Company   of  Canada 

Mica  Company  of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 


Canadian 

Canadian 

Flexible 

National 

Northern 

Renfrew 

Superior 


IRONS  (Electric) 
General  Electric  Company 
Westinghouse  Company 

Conduit  Company 
Electric  Heating  Company 
Electric  Company 

Electric  Company 

Electrics  Ltd. 


LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

High   Efficiency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian   General   Electric  Company 
Northern  Electric  Company 
Oliio  Brass  Company 
Pringle,  R.  E.  T.  . 
Steel  Company  of  Canada,  Limited 
Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker- Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,  Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers  .       .  _ 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson  Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 
Ohio  Brass  Company 


PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugli  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

■  Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin    Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern  Electric  Company    _  _ 
Steel  Company  of  Canada,  Limited 

PORCELAIN  - 
Canadian  Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric  Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
"Northern  Electric  Company 

Standard  Underground  Cable  Company  of  t« 
ada,  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic  &   Engineering  Company 

HUMPS  AND  PUMPING  MACHINERY 

Bovine  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric  Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 
Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  (Company 

RODS 

International   Nickel  Company 

ROSETTES 

Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Melding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric  Manufacturing  Company 
Canadian   General   Electric   Company  _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
National  Meta'   Molding  Company 
Northern  Electric  Company 
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CANADIAN  PORCELAIN  CO. 

LIMITED 

HAMILTON  -  CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


-y 


Aboard  Uncle  Sam's  battle  ships  too  stringent  care  cannot  be  taken 
to  prevent  overloads  and  short  circuits  reaching  the  electrical  equip- 
ment    This  is  effectively  safeguarded  against  by  the  use  of 

ECONOMY  renewable  FUSES 


r-  X-    '         No  one  can  question  for  a  moment  that 
!         safety  is  the  first  consideration  in  the 
fusing  of  these  circuits.     What  greater 
assurance  coukl  be  offered  of  the  accur- 
,    I         acy    and    all-around    dependability  ol 
*»•  Economy  Fuses?  r-^^»t^inv 

i         Now  weigh  the  fact  that  ECONOMY 
-    ]         renewable    FUSES    and    '  Drop  Out 

ECONOMY  FUSE  &  MFG. 

UNITY  BUILDING 

'  Manufacturers  in  Canada  of  S  &  B 


Renewal  Links  cut  annual  fuse  main- 
tenance costs  80  per  cent.  A  single 
order  recently  shipped  to  one  Navy 
Yard  saved  the  government  over  $76,- 
800.00.  Smaller  users  enjoy  the  same 
proportionate  saving. 

Order  from  your  electrical  dealer. 
Write  for  Catalog  20. 

CO.  OF  CANADA,  LIMITED 

MONTREAL 

High  Potential  Fuses— to  160,000  Volts. 
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SOLDERING  FLUXES 
Allen  Company,  L.  H. 
flouston  &  (.'ompaiiy 

SPECIAL  HEATING  APPLIANCES 
National   Electric   Healing  Company 

STANDARD  CELLS 
Weston    Elecliical    Inslrximent  Company 

STORAGE  BATTERIES 

Canadian  General  Electric  Company 
Canadian    Hart    Accumulator  Company 
Northern   Electric  Company 

STREET  LIGHTING  FIXTURES 

Benjamin   Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Cronse- Hinds  Company  of  Canada,  Limited, 
loyner.   Limited,  A.   H.  Winter 
Xorthern  Electric  Company 
Piingle,  R.  E.  T. 

SWITCHES 
Renjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Chamberlain  &  Hookliam  Meter  Company 
Devoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney   Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
Banfield  &  Sons,  W.  11. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric   Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY.  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 

Adams  Bagnall  Electric  Company 

Canadian    Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Kulilman  Electric  Company 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Packard  Electric  Company 

Railway  &  Power  Engineering  Corporation 

Rose  &  O'Hearn 

Thordarson  Electric   Manufacturing  Company 
Wagner   Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian   Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


Ltd. 


TURBINES 

I?oving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,   Limited,   G.  M. 

Northern    Electric  Company 

Standard  Underground  Cable  Co.  of  Canada, 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,  R.   E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company  , 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 


WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International  Nickel  Company 
Northern  Electric  Company 
Pliillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


I;  ,OXY=- ACETYLENE 
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Weldinc    Cutting  i 


Economy  and  Efficiency 

in  Your  Manufacturing 


Increased  Profits 


Bakers'   Dough  Vat,  All 
Welded,   Manufactured  by 
Brentford  Oven  and   Rack  Co., 
Brantford,  Ont. 


in  Your  Sales 


Not  only  in  most  cases  is  the  Process  of  Manufacturing  Products  of  this  nature  simph- 
fied  by  the  Oxy-Acetylene  Process,  which  tends  to  greater  production  and  a  saving  in 
cost,  but  the  welded  joint,  being  perfectly  homogeneous  and  with  no  inherent  weakness, 
entails  no  risk  of  leakage  at  the  seams  when  subjected  to  extremely  hard  use.  .\fter 
machining,  it  is  impossible  to  detect  the  joint,  which  contributes  to  the  higher  quality 
of  the  article  produced  and  adds  to  its  commercial  value. 

The  applications  of  the  Process  in  your  Industry  are  manifold. 

WRITE  FOR  PARTICULARS 

L'AIR  LIQUIDE  SOCIETY 

Manufacturers,  in  Canada,  of  all  requisites  for  the  Oxy-Acetylene  Process. 


TORONTO. 


MONTREAL. 


WINNIPEG. 


HALIFAX. 
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More  Power 
To  You 


That's  just  what  it  would  mean  if  the  metal 
working-  plants  in  your  territory  could  be 
given  only  a  glimpse  of  the  possibilities  in 
electric  arc  welding. 

There  isn't  a  piece  of  apparatus  made  which 
will  return  you  more  power  sales  for  little 
effort  than 

The  Lincoln 
Arc  Welder 

Every  steel  foundry,  forge  shop  and  stamp- 
ing plant  in  your  territory  —  every  plant 
where  metals  are  joined  or  breakage  and 
wear  of  metal  repaired— 50  per  cent,  of  the 
shops  where  acetylene  is  used — are  pros- 
pects for  electric  arc  welding. 

You  do  not  have  to  sell  them,  just  interest 
them  and  we  will  send  our  welding  engineers 
to  go  over  the  proposition  and  close  the  sale. 

"Write  us  for  literature  and  information 
on  any  welding  job  you  run  across. 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Hoad  Office 
311-312  Kent  Building 


TORONTO 
Ontario 

Branch  Office 
MONTREAL 


The  Continued  Success 

of 

Colonial  Copper  Clad  Wire 

is  clue  to  the  perfection  and  con- 
tinued supremacy  of  weld  between 
the  copper  and  steel,  and  an  expert 
knowledge  of  and  skill  in  the  pro- 
duction and  uses  of  high  grade 
electric  wire  and  cable  products. 

For  over  10  years  C.C.C.  Wire  has  main- 
tained its  supremacy.  During  that  period  it 
has  been  continuously  proditced  according  to 
the  same  methods  in  millions  of  jiounds  yearly 
for  the  most  exacting  buyers  of  wire  products 
for  electrical  uses. 

Colonial  Coijper  Clad  Wire  has  been  pro- 
duced continuously  for  a  longer  period  and  ni 
larger  quantities  than  the  combined  quantities 
and  periods  of  manufacture  of  all  other  past  or 
present  competitive  products.  It  has  stood  the 
acid  test  of  time  in  service  tests  and  unljroken 
continuity  of  manufacture  as  no  other  wire  has 
done. 

It  is  probably  not  overstating  the  case  to 
say  that  Colonial  Copper  Clad  Wire  is  the  only 
coi)i)er  c  lad  wire  that  has  been  produced  in 
which  a  thorough  weld  is  secured  between  the 
cojjper  and  the  steel— a  weld  made  by  pressure 
between  two  accurately  centralized,  previously 
treated  and  prepared  plastic  metals,  on  exactly 
the  same  principle  that  the  blacksmith  welds 
his  two  pieces  of  iron   into  a   single  piece 
of  equal  or  greater  .strength  than  the  original 
bars.  The  mo.st  exacting  tests  of  twisting,  pull- 
ing, hammering,  heating,  and  quenching,  im- 
mersion in  acids,  etc.,  fail  to  indicate  that  the 
union  between  copper  and   steel   in  Colonial 
Coi>per  Clad  Wire  is  not  of  a  strength  substan- 
tially equal  to  the  strength  of  the  copper  itself. 
A  weld  of  this  sort  must  not  be  confused  with 
a  union  where  the  metals  are  merely  melted 
together. 

Do  not  be  misled,  but  write  for  Bulletin  No. 
202  for  further  information  about 
C.C.C.  Wire. 

Standard  Underground  Cable  Co. 
of  Canada,  Limited 


Hamilton,  Ont. 


Montreal 


Toronto 


Hamilton 


Seattle 
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W^stinghouse 

Electric  Ranges 


Type  3-19  Automatic  Electric  Range  with  Clover-Leaf  Set  and  Cooker  Pot 
in  Small  Oven,  and  Turnover  Toaster  attached. 

These  ranges  have  the  exclusive  economical  feature  of  full  automatic  control 
by  attached  clock  and  thermostat.— They  are  strongly  constructed  throughout, 
all  parts  being  of  metal.— For  the  ovens  the  best,  practical,  rust-resisting  metal 
known  is  used,  covered  on  the  inside  with  an  aluminized  finish  which  is  a 
further  protection  against  rusting. 

The  ovens  are  heavily  insulated  with  the  finest  grade  of  rock  wool,  which 
reduces  the  escape  of  heat  to  a  minimum. — A  specially  designed  heat  distributor 
produces  an  even  temperature. 

All  parts  of  the  range  are  readily  accessible.    Everything  can  be  removed  from 
the  ovens,  and  the  ovens  flushed  with  water  with  no  evil  effects. 

Our  Catalog  8-D  describes  the  full  line — Send  for  a  copy 

Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


Toronto 

Traders  Bank 
Bldg. 


Montreal 

52  Victoria 
Sq. 


Ottawa 

Ahearn  &  Soper 
Ltd. 


Halifax      Ft.  William  Winnipeg 


105  Mollis 
St. 


Cuthbertson 
Block 


158  Portage 
Ave.  E. 


Edmonton  Calgary  Vancouver 

211  McLeod      Grain  Exchange   Bank  of  Ottawa 
Bldg.  Bldg.  Bldg. 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
They  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  the  laminated  copper  contact.     All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any  frequency  on  multiple  circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars 

Electrical  Maintenance  &  Repairs 

Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


Phone 
Adelaide 

902-903 


NighU 
Beach 

1723  1930 


25  Cycle  Engine  Generator  Sets  For  Sale 


1-250  KW. 
1-300  KW. 


These  units  were  in  use  only-300  K.W.  three  months,  and  250  K.W. 
seven  months,  and  are  in  first  class  condition. 


25  Cycle 
3  Phase 
Westinghouse 
Generators 
Direct 

connected  to 

Mcintosh  & 

Seymour 

Cross  Compound 

Gridiron  Valve 

Engines  150  R.P.M. 


Write  for  further  particulars  and  quotations 


Power  Plant  Equipment  Co.,  BaTewg. Toronto,  Ont. 
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ELECTRIC  REPAIRS 


We  can  keep  you  running 
while  we  make  your  repairs 


Fred  Thomson  Co.,  Limited 

7-13  ST.  GENEVIEVE  STREET 

MONTREAL 


The  Essential  Details 

of 

G  &  W  DISTRIBUTION  BOXES 

are  very  carefully  perfected 

In  the  primary  box  illustrated,  switch  blade  ac- 
tion is  combined  with  bolted  contact  efficiency 
^  Unit  cable  potheads  with  ample  compound  space 

S       make  an  easy  installation  without  sacrifice  of  safe,  permanent  cable 

=  end  insulation.  n  i       i  a 

=  The  entire  box  is  lined  with  insulating  material— all  bolt  heads, 

=  etc    are  covered  and  dififerent  polarities  are  thoroughly  barriered. 
=  in  the  secondary  box  double  U  clips  give  better  contact  alignment 

S  than  would  a  single  U  clip.  ,        .  . 

=  The  unit  cable  potheads  attach  at  an  angle,  gaining  roominess 

=  without  using  excessive  wall  space. 

=  The  line  of  this  material  is  complete,  ofifenng  constructions  suit- 

=  able  for  all  conditions. 

=  Let  us  quote  you  on  your  requirements 

I     G  &  W  ELECTRIC  SPECIALH  CO. 


Primary  Box  for  23C0  Volt  Use 


S      7440-52  So.  Chicago  Ave. 


CHICAGO,  U.S.A. 


A    H    Winter  Joyner,  Ltd.,  100  Wellington  St.  W.,  Toronto. 
a'  h'  Winter  Joyner,  Ltd.,  17  St.  John  Street.  Mon'real 
Benu-Richardson   Co.,   Ltd.,  592   Notre   Dame   Ave.,  Winnipeg. 
General  Supplies,  Limited,   Calgary  and  Edmonton. 


— 


Secondary  Box  for  Low  Tension  Use 
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:|ectrical  New 

Generation,  Transmission  and  Application  of  Elect ricitj  I 


C  Battery  oFBread^dons 


Principle 


KM 


BUILTT  I^IKE  A  WATCH 
^ — 


•  \ni  m  III 


I 


'I  he  Anii)t'rehour  Meter  is  the  niDSt  CDiu  en- 
ient  and  mie  nf  the  must  reliable  methods  of 
dcteniiiiiiii^-  the  state  of  ehartje  of  the  battery. 
U  is  the  only  reliable  means  for  automatical- 
ly terminating  the  battery  charge  when  the 
l)r()])cr  aniiiunt  of  overcharge  has  been  ^ix  en 
the  battery. 

That   is  why    the    I'uritv   JSakery  of  Alinne- 


apolis — whose  e(|ui])nient  i>  shown  abo\e — 
and  thousands  of  other  important  users  of 
storage  batteries  fe)r  electric  \  chicles,  trucks, 
railway  train  lighting  ec|uipment,  farm  light- 
ing plants,  wireless  telegraphy,  etc.,  are  using 
Sangamo  .\mperehour  Meters.  The  Am- 
])erehoin-  ])rinciple  adds  materially  to  tlu'  life 
ot  the  battery  because  it  ])re\(.'nt^  de>trucli\e 
o\  er-charging.    Let  lis  seiul  \-ou  full  details. 


Sangamo  Electric  Company 

of  Canada,  Limited 
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i  Hughes 

I  Electric  Ranges 


HUGHES  "SO"  ELECTRIC  RANGE 
This  is  one  of  the  most  popular  styles  of 
ranges  On  the  market.     Ideal  for  homes, 
suitable  for  medium  or  large  size  family, 
also  for  Clubs,   Church   Kitchens,  etc. 

Features,  4-burner  cooking  surface,  2- 
burner  oven,  warming  compartment,  out- 
side warming  shelf,  lower  outside  shelf. 
Finish  either  plain  or  nickled  with  white 
enamel  splashers. 


HUGHES  "48"  ELECTRIC  RANGE 

Extremely  handy;  designed  for  large 
families,  boarding  houses,  restaurants,  ho- 
tels, clubs,  etc.,  where  a  greater  cooking 
capacity  is  required  in  a  small  space. 

Features,  6-burner  cooking  surface,  2- 
burner  oven.  Finish  either  plain  or  nickle 
plated. 


Xo.  44 


HUGHES  "44" 

ELECTRIC 

RANGE 

A  very  popular 
range  because  it 
uses  little  floor 
space  and  has  ele- 
vated oven,  ex- 
clusively for 
families  of  average 
size. 

Features: 
4-burner  cooking 
surface,  2-burner 
oven,  lower  out- 
siile  shelf.  Finish 
either  plain  or 
nickle  plated. 


HUGHES  "27"  ELECTRIC  RANGE  ^ 

The  most  desirable  Range  for  small  or  me-  = 
dium  size  families  witli  limited  kitchen  space. 

Features,  2-burner  cooking  surface.  2-burner 

oven,  elevated  outside  warming  shelf.  Finish  ^= 
either  plain  or  nickle  plated. 

Electricity  Makes  Cooking  | 

Scientific  and  Economical  | 

SCIENTIFIC — because  they  have  introduced  and  adopt-  ^ 

ed,  virtually,  every  fundamental  improvement  in  the  develop-  m 

ment  of  the  modern  electric  range — the  most  complete  line  of  J 

electric  cooking  apparatus  in  the  world.  ^ 

ECONOMICAL — because  of  economy  of  current,  of  food.  p 

of  time  and  trouble.   The  HUGHES  ovens  are  so  constructed  ^ 

as  to  make  it  possible  to  turn  off  the  current  long  before  the  J 

food  is  cooked,  because  it  does  not  shrink  or  dry  out  the  food  H 

it  cooks,  hence  an  appreciable  saving  in  market  bills.  M 

HUGHES  RANGES  are  sold  with  a  | 

year's  guarantee  against  defects  electrical  g 

and  mechanical,  backed  by  the  reputation  ^ 

of  their  makers.    They  are  without  doubt  g 

the  best  and  most  economical   electric  ^ 

ranges  on  the  market.  ^ 

Awarded  GOLD  MEDAL.  Panama  Pa-  | 

cific  International  Exposition.  1915.  g 

Tested  and  approved  by  the  Under-  J 

writers'    Laboratories    of   the    National  ^ 

Board  of  Fire  Underwriters — and  also  by  ^ 

Good  Housekeeping  Institute.  J 

Write  our  House  nearest  you  for  fur-  J 

ther  information  as  to  literature,  prices.  ^ 

etc.  ^ 


No.  C-18 


HUGHES  "C-IS"  ELECTRIC  RANGE 

It  is  solidly  constructed  of  steel  and  cast 
iron,  occupying  floor  space  of  only  17  x  25 
inches,  compact,  neat,  most  suitable  for  light 
cooking.     Finish  plain  black  enamel. 


North(^m  Ekctr/c  CompOfty 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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]\^ODERNIZED  INSULATORS 

Harmonized  design  and  manufacture  have  made 
possible  the  uniform  reliability  of  O-B  Porcelam 
Insulators. 

•  The  designs  result  from  a  complete  understand- 
ing of  transmission  problems  and  a  knowledge  ot 
the  possibilities  of  well-made  porcelam. 
The  manufacturing  methods  came  from  sure  foot- 
ed progress  ideas  tempered  by  specialized  ex- 
perience. 

There  is  a  specific  type  of  O-B  Insulator  for  every 
requirement  -usual  or  unusual-of  station  and 

line. 

The  Ohio  Brass  Company 

MANSFIELD,  OHIO 
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The  non-metallic,  flexible  conduit  you 
should  buy  —  for  economy's  sake  and 
for  your  vvlremen's  sake.  Flextube 
samples  and  descriptive  Bulletin  No. 
I  5  I  sent  on  request. 


Montreal 
Halifax 
Ottawa 
Cobalt 


Double  Compounding 


National  Metal  Molding  G 

^  Manufacturers  of  C>' 

Electrical  Conduits  Fittings 
1118  Fulton  Building,  PITTSBURGH,  PA. 


Atlanta  Dallas"  Los  Angeles 

Boston  Denver  New  York 

Buffalo  Detroit  Philadelphia 

Cliicago  Portland  St.  Louis 

r.uenos  Aiies  Havana  Manila 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Head  Office,       -       -       •  TORONTO 
District    Sales  Offices: 
Winnipeg 
Calgary 
London 


June  ir>,  191S 


It's  not  Singular  that  it's  Good — 

It's  Good  because  it's  Singular. 

Northern  Ekctric 

DURADUCT 


(He«.  Can.  Patent  0(»>.< 


OF  COURSE 


The  Original  Single  wall  flexible  non-metallic 
conduit. 

All  reliable  dealers  sell  it. 


Northsrtt  Efecfr/c  Company 


UMITED 

Toronto 
London 
Winnipeg 


,    THE  BLACK  DOTTED  LINE 

^^^^^^  -  ■  -Jj-j^ 

DURADUCT 


Regina 

Calgary 

Vancouver 


i 
I 

pi 
1 


I 
I 

1 


■n\V    FT.KrTRTCAT.  NEWS 


June  15.  1918 


Weld 
and  Win 

Electric  Arc  Welding  is  proving  a  vital 
factor  in  winning  the  war.  Startling  evi- 
dence of  this  is  accumulating  every  day. 

Lincoln 
Arc  Welders 

are  now  giving  the  Rock  Island  Lines  1400 
days  more  engine  service  per  year  by  hast- 
ening their  engine  repairs.  They  say  that  a 
full  equipment  of  these  welders  will  be 
equal  to  the  purchase  of  23  new  engines. 
And  this  is  only  one  of  many  roads  using 
Lincoln  equipment. 

These  welders  are  saving  days  of  time  on 
\  ital  ship  repairs* in  large  eastern  dry  docks. 

They  are  increasing  and  speeding  up  the 
outjnit  of  steel  castings  by  filling  with 
molten  steel,  blowholes,  shrinkage  cracks 
and  other  defects  that  would  scrap  5  to  10 
l)er  cent,  of  the  product.  Steel  castings  are 
ai)>olutely  essential  in  locomotives,  steam- 
ships, motor  trucks  and  most  of  all  in  the 
actual  fighting  equipment,  cannon,  machine 
guns,  rifles,  etc. 

Get  our  48  page  illustrated  l)ook  on  welding 
and  see  what  this  wonderful  equipment  can 
do  in  the  industry  you  are  interested  in. 
A\'rite  on  your  business  letterhead. 

Ask  for  Catalog  104-D. 

The 

Lincoln  Electric  Co. 

of  Canada,  Limited 


Head  Office 
1109  Temple  Building 

TORONTO 
Ontario 

Branch  Office 
MONTREAL 


Every  occasion  that  prompts 
^ift-purchasing  is  an  opportunity 
toT  the  "'Premier"  dealer. 


TN  the  past  a  good  many 

electrical  appliances 

have  been  bought  rather 
thoughtlessly  —  by  folks  who 
wanted  merely  the  convenience 
that  electricity  brings.  But  there 
will  be  less  of  this  kind  of  buying 

in  the  future.  There  will  be  more  inquir- 
ing into  merit,  into  design,  construction, 
finish.  That's  the  thought  most  dealers 
have  in  mind  when  adopting  the  new 
"Premier"  line.  They  realize  that  in  the 
"Premier"  organization  are  men  Avho  have 
grown  up  with  the  industry ;  men  who  are 
known  throughout  the  trade  as  progres- 
sive. At  a  glance  they  know  that  "Pre- 
mier" appliances  are  "all  that  the  name 
implies."  And  the  advertising  campaign 
now  running  is  but  the  forerunner  of  our 
effort  to  Avarrant  their  faith  in  becoming 
"Premier"  dealers.  You  can't  aflford  to 
judge  the  "Premier"  by  your  previous  ex- 
perience of  electrical  appliance  makers. 
Get  in  touch  with  the  "Premier"  men 
themselves,  know  the  goodness  of  "Pre- 
mier" appliances,  learn  the  handsome 
margin  of  profit  they  allow.  Act  on  the 
impulse — write  now. 

Superior  Electrics,  Limited 

Pembroke,  Ontario 


Brown,  rraser  &  Co.,  Ltd., 
Vancouver,   B.C..  Distributors 
for  British  Columbia 


Merchants  Hardware 
Specialties,  Limited, 
Calgary,  Alta., 
Distributors  for  Alberta 


PREMIER 


Electrical 
Appliances 


"All  That  the  Name  Implies' 


i 
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Absorbs  the  Shock 


Our  special  C.  &  H.  Poly-Phase 
Meter  is  safe  because  it  is  fitted 
with  new  double  terminal  blocks 
that  absorb  the  shock  and  reduce 
the  danger  of  accident  resulting 
from  overloaded  wires  and  from 
surge  conditions  during  Hghtning 
storms. 


C&H  Poly-Phase 


The  Company's  guarantee  goes 
with  every  instrument.  The  new 
Poly-Phase  is  as  near  perfect  as  it 
is  possible  for  a  meter  to  be. 


This  meter  also  has  more  inside 
room  for  the  connections,  and  the 
three  or  four  lines  are  carried 
straight  through  the  meter  from  the 
left  to  right.  In  every  respect  this 
C.  &  H.  Poly-Phase  is  a  Safety 
Meter,  and  is  undoubtedly  the  one 
to  select  for  Installation  on  Long 
Distance  Transmission. 

The  Safety  Meter 


Get  Full  Information 
Write  the  Makers 


Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St.,  TORONTO  61  Albert  Street,  WINNIPEG 

340  University  Street,  MONTREAL 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


A  cc  i  d  e  n  ts  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire" machines, 
minimum  incon- 
venience from 
such  breakdowns. 


1000  H  P.  Variable  Speed  Motor  for  Direct  Coupling  to 
Tyre  Rolling  Mill. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada,  Ltd. 

Montreal  107-109  Duke  St.,  Toronto 
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pany of  Canada,  Limited    45 

Standard  Wiring  

Steel  Company  of  Canada    11 
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THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Tvoe  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  u.se.  It  is  easily  portable  its 
weiclit  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws  The  battery  is  of  the  ord.n^y  flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  Sbb.i'i  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


Electrical  Measuring  Instruments 


4912  Steoton  Ave. 


PHILADELPHIA,  PA. 
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"  GALVADUCT  " 


Atlantic  Sugar  Refining  Co.,  St  John,  N.B.      GALVADUCT  BUILDINGS. 


GALVADUCT 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quahty. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 


LORICATED 


JO 
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Reniamin  "All  Copper''  Made-in-Canada 
Knife  Switches 

Benjamin  "All  Copper"  Knife  Switches  are  built  in  accordance  with  the  Under- 
writers' latest  rulings  and  recommendations. 

Great  care  is  exercised  in  their  construction  and  the  materials  used  are  of 
highest  quality. 

The  current-carrying  parts  are  made  from  pure  hard  drawn  copper,  and 
slate  is  especially  selected  for  our  use. 

The  f^bre  used  is  selected  with  great  care,  and  is  especially  treated  before 
beino  made  into  cross-bars,  and  other  msulatmg  parts. 

Our^^switches  are  so  built  that  they  will  easily  carry  %^.^^^y ^Z"^?nLso 
much  attention  is  given  to  the  details  of  construction  of  jaws  and  hmges  so 
SafarcVng  will  be  at  a  minimum,  and  the  make  and  break  as  nearly  perfect 
as  possible.  .  ,1.  i 

All  the  elements  of  switch  construction  have  expert  attention,  and  the  work- 
manship is  high  class  in  every  respect,  insuring  for  our  products  long  hfe  and 
great  carrying  capacity..  .  ,      .    ,  r 

We  are  in  position  to  furnish  all  kinds  and  types  of  special  switches  for  service 
boxes,  switch-board  and  other  work. 


''MADE-IN-CANADA" 


Electric  Lighting  Specialties 

Including  Plug  Clusters,  Attachment  Plugs,  Sockets,  Shades,  Etc. 


Benjamin  Plug  Clusters— 
Two-Way  Plug 


The  easiest,  quickest 
and  l)est  way  to  obtain 
t^vvo  outlets  from  one 
picket.  No  extra  wir- 
ing, or  great  expense. 
Just  simply  screws  in- 
to the  socket,  like  a 
lamp.  Also  supplied  for 
3  and  4  outlets. 


Benjamin  Reflectors 

scientifically  designed  to 
give  the  best  results  in  illum- 
niation,  and  special  attention 
is  also  given  to  the  quality  and 
finish  to  ensure  durability. 


Benjamin  Sockets 


Standard  Brass-Shell 
Sockets  as  shown  in 
the  accompanying-  illus- 
tration are  one  of  our 
specialties.  Full  line 
includes  Twin  Sockets, 
Mogul  Base  Sockets 
and  "Mlenco"  highly-in- 
sulated^, high- duty 
sockets. 


Benjamin  Swivel  Attach- 
ment Plugs 


An  ingeniously  devised 
swivel  shell  .makes  it 
])ossil)le  to  affix  or  re- 
move the  plug  quickly 
without  twisting  the 
cord. 


The  Benjamin  Electric  Mfg.  Co.  of  Canada,  Ltd. 


11-17  Charlotte  Street 


TORONTO 


Benjamin 
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^STEEL  &  IRON 
PRODUCTS 


O  F 


Every  Description 


THE 


STEEL  COMPANY 


OF 


CANADA 

LIMITED 

HAMILTON     .  MONTREAL 
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iiniMms 


25  Reasons 

The  "Ten  Thirty  Eight"  Switch 
for  Starting  Small  A-C  Motors 


1  7- 


1.  It  is  enclosed  in  steel. 

2.  Wood  handle  is  non- 
conductive. 

3.  Fits  the  hand. 

Covers  open  for  inspec- 
tion. 

Covers  locked  during 
use. 

Switch  locked  during 
non-use. 

Cover  won't  open  if 
switch  is  closed. 

8.  An  accidental  push  will 
open  the  switch. 

9.  A  pull  closes  it. 

10.  Four  screws  hold  entire 
front  of  switch,  includ- 
ing covers. 


II.  Protective  plugs  pre- 
vent continued  over- 
loads on  the  motor. 

A  fusible  link  is  the  only 
supply  part  necessary. 

Links  same  for  all 
switches. 

Switches  same  for  all 
motors. 

The  plugs  are  the  only 
variable  unit  and  can  be 
furnished  for  AC 
Motors  up  to  5  h.p. 

16.  Links   cost    less  than 
fuses. 

17.  And  can  be  carried  in 
vest  pocket. 

18.  Switch  has  moulded 
compound  barriers. 


12. 
13- 
14 
15 


19.  Approved  by  fire  under- 
writers. 

20.  Holes  drilled  for  wall 
mounting. 

21.  Arranged  for  conduit 
wiring. 

22.  Thousands  in  use. 

23.  Thousands  more  on  the 
way. 

24.  You  can  order  them  at 
any  place  where  they 
sell  C-G-E  motors. 

25.  And  the  price  is  low. 
Ask  our  nearest  agent  or 
get  prices  on  quantities 
from  our  nearest  office. 


CANADIAN  GENERAL  ELECTRIC  CO. 


LIMITED 


=      Head  Office:  Toronto.    Sales  Offices:  Mo 


ntreal,  Halifax,  Sydney,  Ottawa,    Cobalt,    South    Porcupine,    London,    Winnipeg,    Calgary,    Edmonton  | 


Nelson  and  Vancouver 
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I  Wayne  Fractional 

Horse  Power  Motors 


WAYNE  FRACTIONAL 


MOTORS 

furnish  the  most  desirable  form  of  motor  power 
for  mechanisms  requiring  from  1/200  to  3^  H.  P. 
The  manufacturer  of  the  motor  driven  device 
equipped  with  these  Motors  enjoys  a  sense  of 
security  because  of  the  service  he  can  guarantee 
from  his  machine 

The  standard  line  probably  meets  your  requirements 
If  it  does  not,  our  engineers  are  at  your  service. 


CANADIAN  GENERAL  ELECTRIC  CO. 


LIMITED 


c  1      ri(fi^^»-  Montreal    Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg,  Calgary,  Edmonton, 
Head  Office  :  Toronto.     Sales  Offices .  Montrea  .      *       '   Nelson  and  Vancouver. 
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Stability  and  Efficiency 

.110  prune  lactois  in  development  of  Water 
Tower  in  these  days  of  intense  activity. 
Th.it's  whv 

SMITH  HYDRAULIC  TURBINES 

are  boin-  installed  in  the  "PLANTS  THAT  COUNT" 


The  accompanying  cut  illus- 
trates single  vertical  shaft 
type  of  unit  for  Low  and 
Medium  Heads. 


Three  units  like  this 
developing  900  H.  P. 
each,  90  R.  P.  M.,  15 
ft.  0  in.  head,  also 
two  units  of  2,000  H. 
P.  each,  100  R.  P.  M., 
26  ft.  0  in.  head,  in 
successful  operation. 


Write  Department  "N"  for  Bulletin  of  Designs 
and    Useful    Data    for    Hydraulic  Development. 

S.Morgan  Smith  Co.,  York,Pa. 

H.  B,  Van  Every,  Canadian  Representative,  406  Power  Bldg.,  Montreal 


660  Watt 
Brass  Sockets 


y^'  and  ^" 
Caps 

Key  and 
Keyless 


Approved 


Snap 
Cap 


No.  660 


Manufacturers 


The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -  MONTREAL,  QUE. 


Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 
in  the 

I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  us  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  circuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Ofifice 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  in  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
the  wonderful  equip- 


or 


ment  of  the 
Company. 


Ford  Motor 


The  Cutter  Company 

Bank  of  Hamilton  Building 
Toronto,  Ont. 

Main  Office  and  Factory: 
Philadelphia,  Pa. 

New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone 

Bldg. 

Chicago,  Monadnock  Block. 
Pittsburgh,  Park  Building. 
Minneapolis,  Metropolitan 
Life  Bldg. 
ECCLES  &  SMITH  CO. 
Los  Angeles     San  Francisco 
Portland,  Ore. 
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One  of  the 
many 

Marine 
Fixtures 

we  are 
now  making 


Catalog  No.  2704 

STEEL  CITY  ELECTRIC  COMPANY 


Killark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


The  right  fuse  for  every  make  of  car 
and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFC  COMPANY 


1207  1219  Columbus  Ave.  PITTSBURGH.  P«. 


ST.  LOUIS,  Mo. 


Canadian  Sales  Agents 

HATHEWAY  &  KNOTT,  Inc. 


Electrical  Merchandise 


120  Liberty  Street,  NEW  YORK 


New  York  Headquarters  for  the  Canadian  Electrical  Trade 


rERF^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


of  Canada,  Limited 


90  Sherbourne  St. 

TORONTO 


704  Unity  BIdg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 
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MENOMINEE 


A  Popular  Fan 

at 

A  Popular  Price 


(.'alalojiuc 


Catalogue  No    100 — S  in. 


Ill  Volt  Universal 

The  Eaii  Season  is  here!!!!  Have 
you  secured  your  supply  of  fans?  The 
above  fans  can  be  supplied  in  two 
types: — Catalogue  No.  150  is  an  8-in. 
Universal,  Straight  Blow,  and  Cata- 
logue No.  155  is  an  8-in.  Universal  Os- 
cillating. Eor  office  or  household'use  the  above  types  are  desirable  fans  (at  a  popular  price).  Ship- 
ments can  be  made  from  stock  if  ordered  at  once.    Write  for  prices  now. 

R.  E.  T.  Pringle,  Limited 


302  Donalda  Block 

WINNIPEG 


95  King  Street  East,  TORONTO 

3402  Osier  Ave.,  Shaughnessy  Hts. 

VANCOUVER 


401  New  BirksBldg. 
MONTREAL 


Transformers 

Manufactured  for  all  electrical  purposes 
in  any  size,  frequency  or  voltage 

Lighting  and  Power  Transformers 
High  Tension  Transformers 

Single  and  3-Phase  Transformers 

To  secure  prices  give  us  K.  W.  capacity^ 
voltage,  cycles,  transformers  required. 

MADE  IN  CANADA 

MOLONEY  ELECTRIC  CO. 


OF  CANADA,  LIMITED 


Factory 

WINDSOR,  ONT. 


District  Offices 


Halifax       Montreal  Winnipeg 


General  Sales  Offices 

TORONTO,  ONT. 
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F  you  w..uld  take  this  fan  apart  and  exanune  the  work- 
manship of  each  detail  you  would  understand  why 
the  R  &  M  Fan  has  earned  such  an  excellent  reputa- 
tion for  reliability  and  long  life, 
^curate  workmanship  and  high  grade  materials  have  reduced 
friction  and  wear  to  a  minimum.    Note  the  careful  adjustment  of 
the  oscillating  mechanism,  the  accurate  fit  of  the  bearings  and  the 
perfect  balance  of  the  blades  and  rotor.    Everything  which  the  "^o^t 
highly  skilled  workmanship  can  contribute  to  efficiency,  reliability, 
and  long  life  is  seen  at  its  best  in  the  R  &  M  Fan. 

When  you  sell  a  customer  an  R  &  M  Fan  you  sell  him  real  fan 
service  and  win  his  permanent  good-will. 

Manager,  New  York  Branch. 

The  Robbins  &  Myers  Company 


Springfield,  Ohio 

CANADIAN  DISTRIBUTORS 
The  Century  Electric  Co.     CostcUo  &  Crowe     Dawson^  &^  Co. 
Montreal  Ottawa 


Ltd. 


La  Cie  Codere  &  Fils,  Inc. 
Sherbrooke 

Eastern  Electric  Co. 
St.  John 

Great  West  Electric  Co. 
Winnipeg 


Mechanics  Supply  Co.,  Ltd. 
Quebec 


John  Starr.  Son  &  Co. 
Halifax 

Rogers  Electric  Co., 
Toronto 


Ltd. 


Ltd. 


ORKMANSH   1  P 
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Railway  &  Power  Engineering  Corporation 

Limited 

MONTREAL  TORONTO 

Power  BIdg.  Head  Office:    TORONTO  Can.  Pac.  Ry.  Bldg. 

Tel.  Main  5667  Adelaide  2675 

Railway^  Light  and  Power  Equipment 

We  Manufacture  in  Canada  the  following  Equipment : 
Railway  Motor  Armature  Coils  Trolley  Wheels 

Railway  Motor  Field  Coils  Trolley  Bases 

The  Eraser  Patent  Threadless  Pipe  Fitting 

This  fitting  is  a  new  device  and  saves  a  large  percentage  of  the  labor  cost  on  installation  of  any  pipe 
frame  work,  for  switchboards,  switch  and  bus  structures,  and  greatly  improves  their  appearance.  This 
device  is  also  ideal  for  Architectural  and  Marine  use  for  pipe  railings,  etc. 

WE  ALSO  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
Gar  Equipment  and  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

"Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods,  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

The  Trolley  Supply  Company 

CANTON,  OHIO 

Trolley  Retrievers,  Catchers,  Headlights  and  Street  Railway  Supplies. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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figure,  certain  makers  are  failing  to  use  ordinary  precautions. 
Possibly  also,  they  are  making  light  of  the  dangers  inherent 
to  electricity.  The  former  is  something  that  each  government 
should  be  watchful  of.  As  much  care  should  be  taken  in  the 
installation  of  an  electric  plant  in  a  rural  home  as  is  required 
in  a  city  home.  Nor  can  we  see  that  manufacturers  or  dealers 
in  these  small  plants  can  hope  to  gain  anything  by  minimiz- 
ing the  possibilities  of  danger.  Much  better  that  they  should 
explain  the  possibilities  and  at  the  same  time  make  it  plain 
that  these  possibilities  can  be  removed  beyond  the  shadow  of 
a  doubt  by  the  use  of  common  sense  and  every-day  caution. 

The  introduction  of  the  isolated  electric  lighting  and 
power  plant  into  farm  and  other  rural  homes  is  one  of  the 
greatest  blessings  of  the  present  age,  and  it  would  indeed  be 
a  great  pity  if  any  errors  in  judgment  should  interfere  with 
the  steady  progress  which  is  being  made  toward  the  more 
general  use  of  such  equipment. 
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No  Reason  for  Hazard 
in  Farm  Lighting  Plants 

Mr  \  O  Fisher,  provincial  fire  commissioner,  of  Reg.na 
,s  quoted  as  stating  that  the  public  favor  with  which  the  small 
farm  and  rural  electric  light  plants  are  meeting  has  re  ulted 
in  the  creation  of  a  new  fire  hazard  and  that  his  departmen 
has  been  forced  to  give  consideration  to  the  best  methods  of 
preventing  extensive  fire  loss  throughout  the  province  by  the 
introduction  of  this  new  method  of  rural  lighting. 

It  is  unfortunate  if  the  impression    should   get  abroad 
throughout  the  farmers  and  other  rural  residents  of  Saskatch- 
ewan or  any  other  province  of  the  Dominion,  that  electric 
light  plants  are  dangerous  either  to  life  or  property,     t  pio- 
p:,-ly  installed,  they  cannot  be  .said  to  constitute  any  haza  d 
wha  ever.   As  a  matter  of  fact,  gasoline  engines  have  been 
installed  for  many  years  in  the  barns  and  barn  ---"^^ 
many  farmers,  constituting  a  very  dangerous  h-a^^  ^ 
surprisingly  few  disastrous  results.    The  explanation  doub  - 
s   is  that  farmers  have  been  warned  of  the  possible  dangers 
nd   being  naturally  of  cautious  disposition  they  have  taken 
necessary  care.  Farmers,  in  general,  do  not  ca-y  as  much 
.nsurance  as  they  might  and  rarely  ^^^^'^  °  V'^^ 
amount  when  their  barns  are  tcmpo-r.ly  fi  led  w.  h  g  an  or 
stock    On  this  account  they  have  learned  to  be  doubly  cau 
ions    Under  these    circumstances   there   seems  no  reason 
whatever  why  rural  electric  plants  should  constitute  any  haz- 
Trd  and  it  can  only  be  by  the  grossest  carelessness  in  instal- 
lation or  operation  that  such  would  be  the  case. 

1,  is  just  possible  that  in  their  endeavor  to  keep  the  cost 
..f  „„.  plant  and  the  installation  down  to  the  lowest  possible 


Labor  Unions  Do  Not  Hesitate 

To  Tie  Up  Industries  of  a  Great  City 

Street  railway  transportation  in  the  city  of  Winnipeg, 
Man.,  was  tied  up  for  three  days  during  the  week  of  May 
18th,  owing  to  1,000  employees  of  the  Winnipeg  Electric 
Railway  Company  striking,  in  sympathy  with  civic  employees 
who  struck  for  a  raise.  The  strike,  which  involved  15,000 
workers  in  over  a  dozen  unions  was  the  most  disastrous  in 
the  history  of  the  ci.ty  and  from  the  time  that  the  first  civic 
employees  walked  out  until  a  settlement  was  effected  was 
over  a  month. 

The  city  was  without  street  car  service  on  one  of  the 
most  important  hohdays  of  the  year,  Victoria  Day,  May  24th, 
being  the  first  summer  holiday,  and  the  tieup,  while  it  only 
lasted  three  days,  caused  inconvenience  to  thousands  of 
workers,  who  living  in  the  outlying  districts,  had  to  walk 
in  many  cases  as  much  as  six  miles  to  get  to  their  places  of 
employment.  Hundreds  of  owners  of  motor  cars  co-oper- 
ated at  the  request  of  the  civic  authorities,  and  at  the  rush 
hours  a  continuous  string  of  cars  could  be  seen  passing  up 
and  down  the  busy  thoroughfares.- 

The  street  car  men  walked  out  on  the  morning  of  May 
33nd  and  a  settlement  was  reached  at  noon  of  the  25th.  The 
settlement  was  effected  as  a  result  of  the  visit  of  Senator 
Gideon  Robertson,  of  the  Dominion  Government,  who  acted 
as  a  mediator,  and  who  at  the  time  the  street  car  men  struck 
was  on  his  way  west.  The  street  car  men  were  called  out 
as  a  last  resort  by  the  striking  committee,  and  this  action 
was  considered  the  trump  card. 

A  magnificent  spirit  of  cooperation  was  manifested 
throughout  the  city  in  a  desire  to  keep  the  public  utilities 
running.  Society  women  who  did  not  know  the  meaning 
of  work  iiianned  the  telephone  switcliboards  and  helped  to 
maintain  a  service  for  a  week  that  the  operators  were  out. 
Girls  in  railroad  offices  dropped  their  pens,  donned  overalls 
and  hustled  trucks  wlien  tlie  freight  handlers  joined  the 
striking  unions,  and  private  motor  car  owners  acted  as  jit- 
ney drivers  in  their  desire  to  assist  those  to  their  work  who 
had  long  distances  to  travel. 

The  underlying  motive  of  the  strike  was  not  based  en- 
tirely upon  the  refusal  of  the  city  to  grant  increases  in  the 
different  departments,  but  rather  on  a  point  of  principle. 
The  city  maintained  that  em,pl6yees  should  arbitrate  matters 
of  this  kind  in  war  time.  Labor  spokesmen  asserted  that 
the  life  of  unionism  rested  solely  upon  the  right  of  labor  to 
strike  to  procure  their  demands.  The  thorn  in  the  flesh  in- 
sofar as  the  city  was  concerned  was  due  to  the  fact  that  about 
three-quarters  of  the  firemen  who  had  lately  formed  a  union 
were  the  first  to  go  out  in  sympathy,  leaving  the  city  without 
adequate  fire  protection.    The  l)asis  of  the  agreement  finally 
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reacluHl  was  that  all  matters  affecting  increase  in  wages 
should  be  arbitrated  with  a  strike  as  the  last  resort. 

The  Winnipeg"  Electric  Railway  Company  suffered  the 
loss  of  thousands  of  dollars  in  revenue  as  a  result  of  the 
rolling  stock  being  tioil  up  over  the  holiday,  May  34th  came 
on  Friday,  and  preparations  on  a  large  scale  had  been  made 
for  entertaining  the  public  at  the  various  iparks.  Up  until 
noon  of  the  holiday  hopes  were  held  out  that  an  agreement 
would  be  reached  that  day  and  crews  were  at  the  various 
barns  waiting  to  take  their  cars  out.  The  walkout  from  a 
street  railway  standpoint  was  very  regrettable  owing  to  the 
fact  th.it  iMily  last  winter  a  new  schedule  had  been  drawn  up 
for  street  car  men,  providing  for  increases  in  all  branches, 
and  the  best  of  relations  exist  between  the  company  and  its 
employees. 


The  Shortage  of  Engineers 

The  United  States  is  now  beginning  to  appreciate  one  of 
the  difticulties  that  we  have  been  meeting  in  Canada  for  some 
time,  namely  the  shortage  of  engineers.  In  a  recent  letter 
from  President  Wilson  to  the  Dean  of  the  College  of  En- 
gineering of  the  University  of  Michigan,  the  importance  of 
maintaining  the  number  of  engineering  students  was  urged. 
President  Wilson  expressed  the  greatest  concern  at  the  fall- 
ing off  in  the  number  of  students  in  the  engineering  depart- 
ment, stating,  "there  is  not  only  immediate  necessity  that  as 
many  students  as  possible  should  prepare  themselves  for  en- 
gineering duties  in  the  army  and  navy,  but  it  is  also  of  first 
consequence  to  the  country  that  there  should  be  an  adequate 
supply  of  engineers  for  the  period  of  reconstruction  which 
must  follow  the  war." 

It  was  stated  that  the  attendance  in  engineering  classes 
since  the  United  States  entered  the  war  has  fallen  from  25 
to  35  per  cent.,  and  that  the  graduating  classes  this  year  were 
not  more  than  half  their  usual  size.  This  approximately  re- 
presents the  condition  of  Canadian  colleges  after  a  year  of 
war,  and  the  United  States  will  do  well  to  prevent  the  crisis 
which  has  arisen  in  our  own  universities.  The  fact  is  that  in 
the  engineering  departments  of  both  Toronto  and  McGill — 
and  doubtless  it  is  so  in  the  other  universities — the  graduat- 
ing class  reaches  the  vanishing  point  before  the  course  is 
completed.  In  certain  of  the  courses  where  the  demand  for 
men  is  greatest,  therc/are  no  students  beyond  the  second 
year.  Canadians  are  endeavoring  to  rectify  this  serious  con- 
dition, but  the  process  is  slow  and  it  would  have  been  ever  so 
much  better  if  precautions  had  been  taken  at  an  earlier  stage 
in  the  war. 


A  Dominion  Power  Board 

The  question  of  an  adequate  supply  of  fuel  and  power 
for  all  of  Canada  is  one  which  has  been  brought  sharply  into 
yiew  as  a  result  of  the  acute  fuel  shortages  during  the  past 
two  winters.  Certain  phases  of  the  situation  demand  and 
are  receiving  immediate  action  through  the  Fuel  and  Power 
Controllers  and  the  Honorary  Advisory  Council  for  Scientific 
and  Industrial  Research.  The  general  problem  oi  the  fuel- 
power  requirements  of  Canada  is  one  that  the  end  of  the  war 
will  not  solve.  It  is  not  merely  a  question  of  looking  ahead 
for  a  year  or  two  years  or  for  whatever  time  the  present 
conflict  may  last,  but  rather  a  matter  of  providing  for  all 
time  to  come. 

Canada  is  recognized  as  one  of  the  greatest  water  power 
and  coal  countries  in  the  world.  No  people  enjoy  to  a  greater 
degree  the  benefit  of  cheap,  dependable  hydro-electric  power, 
and  none  have  had  this  benefit  more  universally  adapted  for 
municipal,  industrial  and  domestic  use.  Canada's  resources 
of  coal  are  of  tremendous  extent,  but  are  so  located  and  oi 
such  a  nature  that  special  problems  must  be  solved  before 
they  are  made  available  to  their  maximum  possible  extent  for 


domestic  and  manufacturing  purposes.  The  future  progress 
of  the  country  depends  very  largely  on  thp  development  and 
jise  of  all  the  available  fuel-power  resources.  To  realize  this, 
the  Government  has  formed  a  Dominion  Power  Board,  com- 
(prising  nine  permanent  officials  of  the  various  departments, 
jkvho  have  become,  as  a  result  of  their  regular  departmental 
work,  recognized  authorities  on  varied  aspects  of  the  fuel- 
power  problems  of  the  country.  This  Board  has  also  been 
.charged  with  the  responsibility  of  co-ordinating  all  the  in- 
vestigation activities  of  the  Government  with  regard  to  fuel- 
power  resources. 

The  Board  has  two  main  functions:  (1)  the  collection  of 
.information  (i.e..  Intelligence  Service);  and  (2)  to  advise  up- 
on the  development  and  use  of  fuel-power  resources  of  the 
country  (i.e.,  an  advisory  body).  The  Honourable  Arthur 
Meighen,  Minister  of  the  Interior,  is  Chairman  of  the  Board. 
The  members  are  comprised  of  the  following  officials: — 
Arthur  St.  Laurent,  assistant  deputy  minister.  Department  of 
Public  Works;  C.  N.  Monsarrat,  consulting  engineer,  De- 
partment of  Railways  and  Canals;  W.  J.  Stewart,  consulting 
engineer,  Department  of  External  Affairs  regarding  Interna- 
tional Waters;  John  Murphy,  electrical  engineer.  Dominion 
Railway  Commission;  H.  G.  Acres,  chief  hj-draulic  engineer, 
Hydro-electric  Power  Commission  of  Ontario;  O.  Higman, 
chief  electrical  engineer,    Department    of    Inland  Revenue; 

D.  B.  Dowling,  geologist.  Department  of  Mines;  B.  F.  Haanel, 
chief  engineer,  Fuel  Testing  Division,  Department  of  Mines; 
J.  B.  Challies,  chief  engineer  and  superintendent.  Dominion 
Water  Power  Branch,  Department  of  the  Interior. 

The  Electric  Club  of  London 

An  organization  has  been  formed  in  London,  Ont.,  known 
as  "The  Electric  Club  of  London."  The  aim  of  the  Club  is 
the  mutual  assistance  and  education  of  its  members  along 
technical  and  commercial  lines,  standardization  of  methods 
and  electrical  development.  Membership  in  the  association 
is  open  to  all  electrical  contractors,  electrical  manufacturers, 
central  stations  and  electrical  jobbers  and  dealers  doing  busi- 
ness in  the  city  of  London  and  also  to  the  local  inspection 
department  of  the  Hydro-electric  Power  Commission. 

The  officers  and  members  of  the  Club  are  as  follows: — 
President,  B.  W.  Wilcox,  Benson-Wilcox  Electric  Co.;  vice- 
president,  L.  R.  Folley,  Commercial  Electric  Co.;  secretarj-- 
treasurer,  A.  T.  Taylor,  Western  Ontario  Electric  Co.;  B.  L. 
Baulich,  Northern  Electric  Co.;  Thos.  Benson,  Benson-Wilcox 
Electric  Co.;  W.  R.  Bowley;  E.  V.  Buchanan,  general  man- 
ager. Public  Utilities  Commission;  E.  L.  Campbell,  Western 
Ontario  Electric  Co.;  F.  R.  Dark;  Frank  Gray,  The  People's 
Electric  Co.;  J.  C.  Ingram;  W.  B.  Legate,  Hydro  Inspection 
Department;  W.  H.  Morgan,  Canadian  General  Electric  Co.; 

E.  C.  Morkin,  Stewart  &  Morkin;  J.  H.  Pollock;  W.  E.  Rider, 
Hydro  Inspection  Department;  B.  E.  R.  Thomas,  Hydro  In- 
spection Department;  J.  Winegarden,  People's  Electric  Co.; 
Wm.  Stewart,  Stewart  &  Morkin. 


Employment  for  the  Blind 

Among  other  firms  who  are  using  employees  that  have 
been  deprived  of  their  sight,  is  the  Westinghouse  Electric  & 
Mfg.  Co.  The  particular  class  of  work  for  which  blind  men 
and  women  show  the  greatest  aptitude  is  the  taping  of  coils, 
and  at  the  present  time  the  company  have  seven  persons  em- 
ployed in  this  way.  To  date  the  quality  of  the  work  the  blind 
employees  turn  out  is  quite  satisfactory,  but  it  is  taking  them 
a  little  longer  than  ordinary  to  get  up  their  speed;  this  is  only 
natural.  A  few  issues  ago  we  reported  on  a  similar  venture 
by  the  Crocker-Wheeler  Co.  It  would  appear  from  the  sat- 
isfactory results  obtained  from  the  experiments  already  car- 
ried out  that  employment  in  this  direction  will  be  available 
for  large  numbers  of  returned  soldiers. 
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The  Overseas  Distribution  of  Engineering 
Equipment  and  Appliances 


By  Leonard  Andrews,  M.  I.  E.  E. 


Experience  has  shown  that  the  country  which  carries 
out  any  original  engineering  work  abroad  usually  secures  the 
bulk  of  the  subsequent  trade  of  that  country,  created  by  the 
industries  thus  established.  The  British  Empire  owes  its  pre- 
sent industrial  position  to  the  fact  that  for  many  generations 
this  country  has  been  the  recognised  engineering  workshop  of 
the  world,  though  in  recent  years  Germany  has  made  special 
efforts  to  undermine  Great  Britain's  long-established  lead.  It 
is  therefore,  a  matter  of  the  greatest  national  importance 
that  British  engineering  industries  should  be  fostered  and 
developed  to  the  fullest  possible  extent,  and  that,  if  neces- 
sary. State  funds  or  credit  should  be  applied  to  this  purpose. 

All  who  have  visited  engineering  works  in  other  countries 
-particularly  in  the  United  States  of  America  and  in  Ger-  ■ 
many-must  have  been  impressed  by  the  fact  that,  as  pure 
en-ineering  craftsmen.  British  artisans  can  more  than  hold 
th^ir  own  with  any  and  all  competitors,  but  that  as  an 
economic  distributor  this  country  has  much  to  learn  both 
from  the  United  States  and  from  Germany.  Great  Britain's 
superiority  as  a  producer  of  engineering  appliances  is  fully 
recoo-nised  by  her  competitors,  and  it  would  almost  appear 
that'both  Germany  and  America-having  recognised  the 
strength  of  this  country's  position  as  a  producer— decided  to 
concentrate  their  attention  upon  improving  distribution,  and 
have  thereby  attained  an  exceedingly  high  state  of  efficiency 
in  that  particular  respect. 

Mere  efficiency  of  production  is,  comparatively,  of  little 
value  unless  combined  with  efficiency  of  distribution.  As 
many  of  the  problems  associated  with  overseas  trade  are  so 
closely  analogous  to  the  difficulties  which  have  been  success- 
fully overcome  in  distributing  electrical  energy,  the  past  ex- 
periences of  electrical  engineers  should  enable  them  to  render 
valuable  assistance  to  the  executive  officers  of  the  various 
organizations  which  at  the  present  time  are  devoting  so  much 
attention  of  the  improvement  of  British  foreign  trade. 

The  attitude  of  those  manufacturers  who  cater  only  for 
trade  f.o.r.  their  own  works  may  be  compared  with  that  of 
a  power-plant  superintendent  who  only  concerns  himself  with 
efficient  production  at  the  main  bus-bars,  and  assumes  that 
all  questions  relating  to  distribution  are  beyond  his  province; 
and  who,  moreover,  considers  that  a  reliable  low-priced  sup- 
ply should  be  sufficient  inducement  to  the  consumer  to  make 
his  own  arrangements  for  the  distribution  and  application  of 
the  service  outside  the  generating  station. 

Naumann,  in  his  "Mittel-Europa,"  says:— "In  the  last 
20  years  our  German  industries  have  assumed  a  wholly  new 
appearance.  Whilst  growing  they  have  grown  into  one  an- 
other. Through  employers'  associations,  buying  arrange- 
ments, agreements  as  to  prices  and  selling  areas,  a  complex 
system  of  mutual  attachments  and  dependencies  has  come 
into  being.  .  .  .  This  dovetailing  of  the  individual-self  into 
the  community-self  is  what  we  are  pre-eminently  able  to 
achieve.  .  .  " 

What  Germany  claims  to  have  achieved  in  30  years,  the 
British  Empire  has  accomplished  in  as  many  months.  The 
conversion  or  aggregation  of  many  thousands  of  industrial 
factories  in  all  parts  of,  the  Empire  into  one  huge  arsenal  for 
the  manufacture  of  war  material  is,  without  question,  the 
most  remarkable  example  of  the  dovetailing,  or  sinking,  of 


the  community-self  that    could  be 


*  From  Paper  Before  I.  E.  E. 


the  individual-self  into 
imagined. 

The  absence  of  competition  between  engineering  manu- 
facturers since  the  outbreak  of  war  has  been  mainly,  if  not 
entirely,  due  to  the  fact  that  the  demand  for  war  material 
has  been  more  than  sufficient  to  keep  all  of  the  old-establish- 
ed works,  and  many  new  ones,  fully  employed.  It  has, 
indeed,  been  an  illustration  of  the  fact  that  competition  is  en- 
tirely controlled  by  the  law  of  supply  and  demand.  It 
has  been  demonstrated  by  electric  power  supply  undertakings 
that  demand  can  be  created  to  an  almost  unlimited  extent. 
Therefore,  to  reduce  or  eliminate  excessive  competition, 
demand  should  be  developed  or  increased  to  balance  avail- 
able sources  of  supply. 

There  are  millions  of  British  subjects  working  in  overseas 
territories  for  the  benefit  of  those  who  prefer  to  stay  at  home, 
who  are  just  as  appreciative  of,  and  equally  entitled  to  enoy, 
the  comforts  of  modern  civilization  as  those  who  are  already 
benefiting  by  these  conveniences.  The  scope  for  developing 
a  demand  for  modern  engineering  appliances  in  this  field 
alone  is  practically  unlimited. 

The  need  for  more  perfect  co-ordination  between  indivi- 
dual producers  and  between  producers  and  distributors  is  now 
freely  admitted.  There  are,  however,  considerable  differences 
of  opinion  as  to  whether  the  centre  of  such  co-ordination  or 
control  should  be  the  State,  or  some  private  enterprise  such 
as  an  association  of  manufacturers,  or,  alternatively,  some  in- 
dependent trading  association. 

The  objection  to  private  enterprise  control  is  that  any 
such  undertaking  must  depend  for  its  existence  upon  its  pro- 
fit-earning capacity,  and  where  its  aims  in  this  direction  con- 
flict with  the  community  interests— and  there  are  bound  to  be 
many  such  cases— the  latter  will  be  liable  to  suffer. 

On  the  other  hand,  the  obections  to  State  control  are:— 
1.  Such  control  would  be  liable  to  stultify  individual  ef- 
fort, and  since  the  entire  fabric  of  existing  British  trade  supre- 
macy is  the  outcome  of  the  work  of  individual  firms  and  per- 
sons, it  should  be  the  first  essential  of  any  scheme  of  indus- 
trial reorganization  that  individual  effort  be  maintained  in  a 
state  of  maximum  efficiency  at  all  costs. 

3.  State  control  of  any  one  trade  or  industry  would  en- 
tail the  employment  of  a  very  large  number  of  Government 
officials  who  would  generally  know  much  less  about  the  sub- 
ject than  the  principals  of  the  firms  they  would  be  endeavor- 
ing to  control.  Moreover,  it  may  be  anticipated  that  the 
efficient  co-ordination  of  the  work  of  such  numerous  Gov- 
ernment officials  would  prove  to  l)C  a  greater  problem  than 
that  of  co-ordinating  the  work  of  the  firms  to  be  controlled. 

It  appears  that  actual  production,  at  least,  should  be  left 
to  individual  effort,  and  should  be  entirely  uncontrolled, 
though  a  closer  co-operation  between  individual  producers, 
such  as  is  being  effected  by  the  various  trade  associations, 
and  is  the  aim  of  the  proposed  trade  parliaments,  is  undoubt- 
edly to  be  desired.  Some  more  direct  contrcd  of  distribution 
appears,  however,  to  be  necessary,  l)ut  whether  such  control 
should  be  by  the  State  or  by  private  enterprise  is  still  an  open 
question.  It  is  possible  that  some  combination  of  State  and 
private  enterprise  control  may  eventually  prove  to  be  the 
best  solution. 

The  ideal  to  be  aimed  at  is  a  subconscious  co-ordinatit)n 
by  indirect  influence  rather  than  the  despotic  mandatory  con- 
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trol  under  iIoIiikhI  nilos  ami  icKulaltons  usually  iulcrrcd  hy 
rofercnce  to  State  control. 

A  symbolic  illustration  of  such  an  ideal  is  afforded  by  the 
coupling  in^iarallel  of  altcrnaiin,.;-currenl  generators  where 
the  sole  controlling  or  co-ordiuatiu-  intluence  is  that  result- 
ing front  the  mere  connection  of  the  generators  to  common 
bus-bars.  The  generators  may  l>e  of  widely  varying  capacity, 
and  of  greatly  differing  speeils.  They  may  derive  their  power, 
some  from  steam  engines  and  boilers,  or  even  from  motors 
and  secondary  batteries.  So  long,  however,  as  they  are  all 
connected  to  the  comnum  bus-bars,  each  to  the  several  units 
will  supply  its  quota  of  power  to  the  demand  upon  such  bus- 
bars. 

To  carry  this  analogy  a  little  further,  let  it  Ik-  assumed 
that  the  successful  paralleling  of  alternators  had  hitherto 
never  been  achieved,  and  that  every  generator  in  this  country 
was  directly  connected  to  a  group  of  consumers  whose  max- 
imum demand  at  any  time  was  equivalent  to  the  full-load 
capacity  of  the  generator.  Even  though  the  efficiency  of  such 
individual  units  was  the  maximum  attainable,  it  is  obvious 
that  the  inability  to  take  advantage  of  the  improved  plant 
factor,  the  increased  diversity  factor,  and  other  economics 
accruing  from  parallel  running  and  bulk  supply,  would  result 
in  a  combined  fuel  consumption  at  least  100  pet;  cent,  greater 
than  under  existing  conditions.  Let  it  also  be  assumed  that 
the  individual  unit  supply  service  described  is  suddenly  called 
upon  to  meet  the  competition  of  a  bulk-supply  undertaking 
able  to  run  its  generators  in  parallel.  It  will  be  evident  that 
notwithstanding  the  established  connections  or  goodwill  of 
the  individual  supply  units,  the  bulk-supply  plant  will  be  work- 
ing under  such  advantageous  conditions  that  it  will  rapidly 
capture  all  of  the  demand. 

The  above  analogy  represents  the  conditions  under  which 
many  British  manufacturers,  with  their  individual  producing 
units,  were  working  prior  to  the  war,  in  competition  with  the 
co-ordinated  or  parallel  producing  units  of  the  United  States 
and  of  Germany.  The  distributing  networks  of  these  foreign 
bulk-supply  undertakings  were  being  extended  rapidly  in 
every  direction,  but  especially  in  British  Overseas  Dominions. 

Those  who  favor  State  organization  of  distribution  can 
point  to  an  excellent  example  of  successful  indirect  State  co- 
ordination of  industry  in  the  Government  Postal  Service  (ser- 
vice, not  control) .  Here  is  no  despotic  dictatorship— no  rules 
and  regulations  to  control  commerce,  no  interference  with 
individual  effort,  and  yet  has  there  ever  been  a  more  potent 
influence  upon  the  conduct  of  industry? 

If  some  system  of  overseas  trade  service  were  inaugur- 
ated and  run  by  the  State,  or  by  State  and  private  enterprise 
combined,  on  the  same  general  lines  as  the  postal  service,  it 
should  be  a  great  boon  to  all  industries.  A  service  of  this 
nature  is  by  no  means  so  impracticable  as  may  at  first  sight 
appear. 

It  must,  however,  be  essentially  a  public  service,  and  not 
a  trading  concern,  its  first  aim  being  to  afford  British  subjects 
in  all  parts  of  the  world  facilities  for  procuring  British-made 
engineering  products  on  satisfactory  terms,  and  its  second 
aim  to  furnish  British  producers  with  the  fullest  possible  in- 
formation respecting  overseas  requirements. 

Notwithstanding  all  that  has  been  done  in  the  past  to 
maintain  and  improve  British  overseas  trade,  there  is  abun- 
dant evidence  that  the  results  achieved  fall  very  short  of  pos- 
sible attainment.  For  instance,  a  large  amount  of  machinery 
and  engineering  appliances  of  all  descriptions  is  imported 
into  Canada  every  year,  but  it  is  estimated  that  less  than  5 
per  cent,  of  these  imports  are  manufactured  in  the  United 
Kingdom. 

The  author's  opinion  is  that  maximum  efficiency  will  only 
be  attained  by  grouping  the  various  elements,  upon  which 
successful  overseas  trade  is  dependent,  under  three  self-con- 
tained, closely  allied,  and  inter-connected  sections  which  may 


he  elassilied  respectively  as:— (a)  Production,  (b)  co-ordina- 
tion, (e)  distribution;  the  suggested  co-relation  and  constitu- 
tion of  these  respective  sections  being  shown  below. 

Production. 

The  sole  aim  of  those  responsible  for  production  should 
be  to  manufacture  appliances  to  meet  the  ascertained  require- 
ments of  overseas  markets  (f.o.r.  their  own  works)  at  mint- 
mum  prices  consistent  with  reasonable  manufacturing  profits 
and  a  liberal  scale  of  wages  to  employes.  In  order  that  pro^^ 
ducers  may  be  free  to  concentrate  their  entire-  efforts  upoA 
improving  the  efficiency  of  production,  it  should  not  be  ne- 
cessary for  them  to  devote  their  attentions  to  the  many  in- 
tricate problems  associated  with  overseas  trade.  At  the  same 
time,  they  should  be  entirely  untrammelled  by  any  unneces- 
sary restrictions  in  the  management  of  their  respective  busi 
nesses  in  which  they,  and  they  alone,  are  experts. 

Co-ordination. 

There  are  at  the  present  time  so  many  organizations  de 
voting  their  attention  to  the  problems  of  co-ordinating  and 
reconstructing  industry— particularly  the  engineering  trades 
—that  it  is  difficult  to  follow  and  keep  in  touch  with  the  vari- 
ous projects  which  are  being  formulated. 

Co-ordination  may  be  defined  as  the  most  efficient  utiliza- 
tion of  all  existing  and  potential  factors  of  production  an4 
distribution.  To  ensure  this,  it  is  suggested  that  each  of  the 
several  State  and  private  enterprise  organizations  at  pre- 
sent attacking  the  problems  of  overseas  trade  development 
from  different  aspects  should  be  represented  by  one  of  it^ 
members  on  a  central  board  of  service,  which  board  should 
be  the  recognized  centre  for  all  matters  relating  to  overseas 
engineering  trade.  The  primary  obect  of  this  board  should 
be:— 

(a)  To  provide  for  adequate  representation  of  all  British 
engineering  manufacturers  in  every  overseas  market,  for 
which  purpose  city  shipping  merchants  having  established 
overseas  branches  should  be  utilized  where  possible,  and  dis- 
tributing centres  under  the  direct  control  of  the  central  board 
should  be  organized  in  those  overseas  territories  where  nq 
existing  channels  for  British  trade  exist. 

(b)  To  ensure  that  every  engineering  manufacturer  in 
this  country  shall  have  an  equal  opportunity  of  competing  for 
overseas  trade,  for  which  purpose  area  boards  of  manage 
inent— such  as  have  been  employed  by  the  Ministry  of  Muni- 
tions for  procuring  the  maximum  and  economic  production  of 
war  material— might  be  utilized  as  a  decentralized  purchasing 
agency  for  the  large  variety  of  engineering  requirements  for 
overseas  trade. 

Very  complete  information  respecting  the  productive  cap 
acity  of  engineering  works  throughout  the  country  is  already 
in  the  possession  of  the  several  "Munitions  Area  Boards  of 
Management"  created  by  the  Ministry  of  Munitions  for  the 
purpose  of  procuring  the  maximum  output  of  war  material. 
This  decentralized  system  of  purchasing  engineering  products, 
which  has  proved  to  be  such  a  satisfactory  method  of  pro 
curing  munitions  on  an  economic  basis,  should  be  even  more 
beneficial  for  the  purchase  of  the  large  variety  of  engineering 
requirements  for  overseas  trade. 

Distribution. 

To  provide  for  anything  approaching  efficient  distribution 
of  engineering  appliances,  it  is  necessary  that  in  every  over- 
seas  industrial  centre  a  complete  distributing  organization 
shall  be  established  consisting  of  a  business  general  manager, 
an  engineering  staff,  a  number  of  sub-district  salesmen  (pre- 
ferably local  men  well-known  to  every  potential  buyer  in  the 
particular  department  allotted  to  them),  an  accountancy  and 
credit  department,  adequate  clerical  assistance,  warehouse 
and  showroom  or  exhibition  accommodation,  etc. 

The  managers  of  the  respective  distributing  centres  should 
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be  men  possessing  tact,  initiative,  judgment  and  resource,  as 
well  as  a  wide  field  of  general  knowledge.  They  must  be 
given  absolute  authority  to  enter  into  and  execute  all  con- 
Tracts  without  reference  to  headquarters,  though  they  should 
report  to  the  central  board  all  transactions  completed  each 
week. 

The  engineering  staff  should  consist  of  men  who  have 
been  trained  in  engineering  works  in  this  country,  and  who 
are  consequently  familiar  with  British  workshop  practice  and 
British  standards.  They  would  advise  local  buyers  as  to  the 
type  of  British-made  plant  best  suited  to  their  individual 
requirements,  and  would  carry  out  contracts  for  the  erection 
of  complete  installations  where  required  to  do  so. 

The  sub-district  salesmen  (or  local  travellers)  would  be 
allotted  separate  areas  to  work,  of  such  a  size  as  to  enable 
them  to  keep  in  touch  with  all  buyers  of  engineering  appli- 
ances in  their  respective  areas.  Unlike  manufacturers'  sales- 
men, who  are  rightly  expected  under  all  circumstances  to 
push  the  sale  of  their  own  principals'  products  only,  distribu- 
tion salesmen  would  be  required  to  report  to  the  local  district 
office  all  prospects  for  engineering  work  of  any  description. 
Their  sole  aim  would  be  to  procure  the  maximum  possible 
turnover  in  British-made  apliances  without  favouring  the  pro- 
ducts of  any  individual  firm. 

A  good  and  trustworthy  credit  department  is  an  absolute- 
ly essential  adjunct  to  every  overseas  distributing  centre.  The 
usual  terms  of  payment  in,  say,  Canada,  'are  60  days  after 
delivery  at  purchasers'  works,  or,  alternatively,  part  payment 
on  delivery  and  the  balance  in  instalments,  frequently  extend- 
ed over  very  long  periods.  The  local  banks  invariably  dis- 
count purchasers'  promisory  notes,  and  make  collections 
through  their  various  branches  when  due.  The  principal 
safeguard  against  bad  debts  is  an  efficient  credit  department. 
Every  wholesale  distributor  submits  all  important  orders 
before  executing  them,  to  his  credit  manager,  who  either 
knows  or  has  means  of  ascertaining  what  is  the  financial 
position  of  every  buyer,  or  prospective  buyer,  in  the  territory. 

Any  attempt  to  give  or  control  credit  from  this  side  is 
bound  to  lead  to  heavy  losses  through  bad  debts,  or,  alter- 
natively, to  the  loss  of  a  large  amount  of  profitable  business. 

The  pricing  and  estimating  department    is   possibly  the 
most  indispensable  section  of  an  overseas  distributing  centre. 
Numerous  inquiries  by  mail  and.  telephone,    all    calling  for 
immediate  attention,  are  received  daily,  and  the  conditions 
to  be  met  are  so  varied  that  it  is  seldom  an  estimate  prepared 
for  one  scheme  can  be  used  without  modification  for  another 
inquiry.  British  manufacturers  are  frequently  recommended 
to  price  their  catalogues  in  the  currency  of  the  country  in 
which  they  wish  to  do  business.  For  engineering  work  this 
would  usually  be  of  very  little,  if  any,  value,  since  the  cost 
of  a  plant  f.o.b.  English  port  is  of  no  interest  to  the  average 
overseas  purchaser,  who  invariably  requires  the  cost  erected 
on  site— say,  2,000  miles  from  the  coast,  and  possibly  some 
miles  from  the  nearest  railway  siding— which  cost  will  amount 
to  from  1.50  per  cent,  to  300  per  cent.,  or  more,  of  the  f.o.b. 
cost.  Moreover,  inquirers  invariably  call  for  composite  tenders 
covering  appliances    made    hy  a  number  of  different  firms. 
Thus  a  quotation  for,  say,  a  pump  would  usually  not  be  con- 
sidered unless  it  also  included   a   petrol  engine,  suction-gas 
plant,  electric  motor,  or  other  means   of   driving    it,  with 
switchgear,  sundry  pipe  work,  valves,  tanks,  etc.  Perform- 
ance specifications  and  detailed  operating  costs  are  also  re- 
'  quired  with  each  tender. 

As  very  few  people  in  this  country  aiipear  to  liave  any 
idea  of  the  cost  of  running  an  overseas  distril)uting  centre 
(manufacturers  frequently  suggest  5  per  cent,  as  an  adeciuate 
M'lling  cnnimission  I,  llic  particulars  of  a  year's  costs,  shown 
m  Table  I,  actually  incurred  in  one  of  the  industrial  centres  of 
Canada,  may  be  of  general  interest. 


Table  I. 

Rent,  rates,  taxes,  and  insurances   

Salaries,  management,  engineering,  and  clerical.. 

Salaries,  salesmen,  and  travelling  expenses  

Packing  and  delivery  charges   

Office  supplies,  advertising,  legal,  and  general  ex- 
penses   

Bank  charges,  interest,  discount,  and  exchange... 

Postage,  telephone,  and  telegrams   

Depreciation  and  bad  debts  


23 


£1,20.5 
2,482 
1,793 
764 

572 
310 
241 
396 

£7,763 


Total  turnover  during  period  covered  by  above  operating 
costs  =  £30,013. 

Ratio  of  operating  costs  to  turnover,  35.8  per  cent. 
Gross  profit,  £7,012  =  33.4  per  cent,  of  turnover. 
An  analysis  of  the  above  charges  appears  to  show  that 
slightly  more  than  half  of  the  total  expenditure  is  incurred 
on'^charges  unaffected  by  turnover,  but  controlled  mainly  by 
the  size  of  the  area  to  be  worked,  whereas  the  remaining  ex- 
penses are  approximately  proportional  to  the  turnover. 

The  distributing  area  in  which  the  results  shown  in  Table 
I  were  obtained  is  known  as' the  Middle  West  or  Prairie  Pro- 
vinces of  Canada.  It  is  bounded  on  the  east  by  the  Great 
Lakes,  and  on  the  west  by  the  Rocky  Mountains,  the  chief 
centre  of  distribution  being  the  city  of  Winnipeg.  Some 
particulars  of  the  developed  portion  of  this  area,  given  m 
Table  II,  will  show  how  impossible  it  is  to  work  such  a  dis- 
trict efficiently  without  incurring  heavy  operating  expenses. 

Table  II. 

Extreme  length  of  district,  E.  and  W   Miles.  1,300 

Extreme  width  of  district,  N.  and  S   Miles.  300 

Approximate  area   Sq.  Miles  160,000 

Total  mileage  of  railways   Miles.  10,000 

Towns  having  a  population  of  over  500   150 

Aggregate  population  of  above  towns  770,000 

Average  population  per  town    5,000 

Number  of  rural  post  offices    3,400 

Finance. 

In  endeavouring  to  compute  what  capital  or  financial 
backing  would  be  required  to  carry  out  the  overseas  engin- 
eering trade  service  proposed,  one  encounters  the  difficulty 
that  the  engineering  industry  covers  anything  from,  say,  the 
supply  of  the  smallest  electric  motor  to  the  equipment  of  a 
bulk-supply  power  scheme  or  the  building  of  a  railway. 
Whilst  the  organization,  through  its  overseas  distributing 
staff,  would  find  many  opportunities  of  rendering  valuable 
assistance  in  connection  with  heavy  engineering  schemes, 
its  principal  source  of  revenue  would  probably  be  the 
profits  on  trading  in  general  engineering  merchandise  of  a 
kind  that  would  be  handled  by  shipping  merchants. 

Reference  has  been  made  to  the  desirability  of  procuring 
the  collaboration  of  shipping  merchants  in  all  markets  where 
such  merchants  have  established  distributing  branches.  The 
co-operative  purchasing,  and  other  features  of  the  proposed 
central  control  scheme  should  greatly  increase  the  previous 
profits  and  turnover  of  these  established  businesses — on  the 
other  hand,  their  experiences,  local  knowledge,  and  trade  con- 
nection should  be  invaluable  to  the  central  organization.  It 
is  suggested  that  as  an  inducement  to  such  firms  to  merge  a 
portion  of  their  increased  profits  in  the  co-operative  scheme, 
they  should  be  guaranteed  an  annual  net  profit  equivalent  to 
the  average  net  i)rofit  during  the  three  years  prior  to  the  war, 
and  that  they  should  retain  in  addition  one-third  of  the  extra 
profit  earned  each  year  as  the  result  of  the  larger  turnover, 
and  otluM-  l)enefits  accruing  from  their  amalgamation  witli  the 
central  organization.  The  remaining  two-thirds  of  the  excess 
profits  would  be  applied  towards  meeting  the  expenses  of  the 
central  control  board. 
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Commodity  Prices  and  Public  Utility  Rates 


I'ractically  tlic  ou\y  cnnimiulity  universally  used  by  the 
public  of  our  towns  ami  cities  tn-day  which  has  not  increased 
trenuMuiously  in  price  is  electricity,  and  with  it  railway  fares. 
Yet  in  the  face  of  the  universal  advance  in  price,  varying 
anywhere  from  25  to  200  ipcr  cent.,  of  the  simple  necessities 
which  enter  into  the  everyday  life  of  the  average  citizen,  the 
cost  of  electric  current  has,  if  anything,  been  reduced  since 
the  outbreak  of  war. 

It  is  dilVicult  to  umlerstand  why  this  should  be  the  case, 
and  it  is  open  to  very  grave  question  if  the  course  we  are 
pursuing  in  this  respect  is  a  wise  one.  The  cost  of  every- 
thing that  enters  into  the  production  of  electricity  is  greater. 
Why  then  should  not  the  product  ^be  more  costly?  The  only 
explanation  that  can  be  advanced  is  that  somewhere  in  the 
back  of  our  heads  we  have  a  remote  hope  that  as  soon  as 
the  war  is  over  the  cost  of  manufacturing  and  delivering 
electricity  will  be  quickly  reduced.  However,  there  seems 
to  be  very  little  ground  for  such  a  hope.  Just  as  with  other 
products,  electricity  depends  upon  the  cost  of  materials  and 
labor  and  a  rapid  reduction  in  either  seems  unlikely.  The 
logical  coriclusion,  therefore,  would  seem  to  be,  in  fairness 
not  only  to  the  operators,  but  also  to  the  consumers,  that  the 
price  of  electric  current  rates  and  electric  railway  rates  should 
be  in  proportion  to  the  added  cost  of  production.  This  is 
particularly  true  in  view  of  the  fact  just  stated,  that  any  re- 
adjustment in  prices  to  pre-war  levels  is  more  than  likely  to 
be  a  long-drawn-out  affair. 

An  interesting  address  was  delivered  recently  before  the 
Wisconsin  Gas  and  Electric  Association  at  Milwaukee  by 
W.  J.  Hagenah.  Mr.  Hagenah  showed  that  historical  pre- 
cedents proved  that  the  decline  of  prices  from  their  present 
high  levels  will  be  very  slow,  even  aifter  the  war  is  over.  In 
consequence  rate  increases  should  be  made  now,  not  only  for 
the  duration  of  the  war,  but  until  such  time  as  prices  in  gen- 
eral shall  have  become  adjusted.  An  interesting  chart  was 
also  shown,  giving  the  movement  of  commodity  prices  over 
a  hundred  years  of  war  and  peace.  At  the  present  moment 
the  upward  trend  in  the  curve  is  somewhat  alarming  and  this 
may  lead  us  to  hope  that  the  adjustment,  to  a  certain  extent 
at  least,  may  be  rather  more  rapid  than  in  past  history.  The 
following  extracts  from  Mr.  Hagenah's  address  are  very 
much  to  the  point: 

We  are  witnessing  at  the  present  time  a  most  important 
development  growing  out  of  our  disturbed  economic  and  poli- 
tical conditions— one  which  is  destined  to  have  a  most  far- 
reaching  effect  on  the  operations  of  public  utilities.  Econo- 
mists have  for  some  time  foreseen  and  predicted  the  condition 
which  is  now  exerting  such  tremendous  pressure  on  every 
form  of  activity,  individual  as  well  as  corporate  and  public 
as  well  as  private.  There  is  hardly  an  individual  or  an  enter- 
prise that  has  not  already  felt  this  staggering  force  or  is  not 
destined  to  feel  it  in  the  near  future,  but  among  all  forms  of 
industry  which  are  staggering  to  effect  a  readjustment  none 
has  sufTered  so  acutely  as  have  the  public  utilities.  I  refer  to 
the  steadily  rising  level  of  prices,  to  which  such  decided  im- 
petus has  been  given  by  our  entry  into  the  great  European 
war. 

For  over  fifteen  years  before  the  opening  of  the  European 
war  we  witnessed  in  this  country  a  gradually  increasing  price 
level.  Coincident  with  this  was  our  great  industrial  and  com- 
mercial development. 

The  mine  owner,  the  manufacturer,  the  farmer,  the  trades- 
man and  the  professional  man  met  the  rising  level  of  prices 
by  shifting  the  burden  through  increased  charges  for  their 


product  or  his  service,  but  not  so  with  the  utility.  Its  rates 
were  fixed  and  could  not  be  increased  except  by  action  of  the 
proper  public  authority.   So  long,  however,  as  the  utility  has 
not  yet  reached  the  reasonable  limit  of  its  technical  develop- 
ment and  while  the  territory  which  it   served  was   still  far 
from  saturation,  these  increasing  costs  were  largely  offset  by. 
improvements  in  apparatus  and  methods.   In  fact,  there  are  | 
many  instances  where  in  spite  of  these  conditions  net  earn- 
ings, because  of  especially  favorable  local  conditions,  showe4 
annual  increases.  Electric  production  units  were  each  year 
coming  larger  and  more  efficient.  The  art  of  distribution  and 
transmission  was  making  great  strides.  The  investment  per 
unit  of  capacity  generally  tended  downward.  At  the  same  time 
the  demand  for  utility  service  was  growing,  and  what  fifteen 
years  ago  was  considered  a  luxury  in  a  short  time  became  a 
necessity.    As  long  as  this  condition  was  present  the  econo- 
mies growing  out  of  increased  efficiency  and  service  develop- 
ment tended  to  of?set  the  rise  in  labor  and   material  prices, 
but  when  relatively  high  efficiency  had  been  realized  and  the 
increases  in  the  price  level  appeared  to  be  gaining  in  momen- 
tum, the  trend  of  net  earnings  in  most  instances  turned  defin- 
itely downward.    With  the  reasonable    limit   of  expansion 
reached,  the  crisis  in  the  history  of  the  utility   industry  ap- 
proached. Between  the  pressure  of  increasing  costs  and  the 
declining  purchasing  power  of  the  dollar  of  income  net  earn-, 
ings  were  threatened  with  extinction.   This,  in  brief,  was  the 
condition  of  the  utility  industry  when  in  1914  the   storm  of 
the  European  war  burst  on  the  world— a  v/ar  which  each  year 
has  enveloped  additional  peoples  and  has  gained  in  fury  and 
destructiveness.  And  with  the  coming  of  this  war  the  level  of 
prices,  which  was  already  at  the  highest  point  reached  in  a 
generation,  turned  abruptly  and  violently  upward,  which  ten- 
dency it  has  maintained  to  this  time. 

Commodity  Prices  That  Go  Back  a  Hundred  Years. 

The  diagram  reproduced  with  this  article  shows  Sauer- 
beck's ten-year  average  index  prices  for  the  years  from  18ir 
to  1916,  "on  which  I  have  sup'erimposed  the  annual  index  prices 
of  the  London  Statist  in  order  to  show  what  has  taken  place 
beyond  the  period  covered  by  the  Sauerbeck  data  and  what 
the  extension  of  the  Sauerbeck  data  for  the  next  few  years 
will  reveal. 

Just  as  the  political  history  of  the  nineteenth  century 
dates  from  the  Congress  of  Vienna,  and  the  final  defeat  of 
Napoleon,  so  the  economic  history  of  that  century  also  be- 
gins with  the  conditions  then  broadly  recorded.  The  year 
1815  is  one  of  those  years  in  history  which  marks  an  epoch 
and  the  influences  of  which  time  extend  for  many  decades. 
In  the  next  few  years  we  are  likely  to  witness  another  such 
epoch-making  date,  when  the  world,  bled  white  by  war.  will 
close  a  chapter  of  great  social  and  economic  forces  in  conflict, 
in  the  soil  of  which  mighty  political  movements  will  have 
taken  root. 

Let  me  call  attention  to  the  fact  that  from  the  high-price 
level  following  the  Napoleonic  wars  to  the  high  level  of  the 
Civil  War  period  was  approximately  fifty  years.  Also,  follow- 
ing the  low  point  reached  in  about  1846,  it  was  again  fifty 
years  before  the  low  level  after  the  civil  war  was  reached. 
Singularly,  it  is  now  just  fifty  years  since  the  high  level  of 
prices  in  the  Civil  War  period.  In  view  of  these  events  of  the 
last  century,  covering  two  complete  major  economic  cycles, 
in  each  case  growing  out  of  conditions  similar  to  those  with 
which  the  world  is  confronted  at  this  time,  can  it  be  expect- 
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ed  that  following  the  declaration  of  peace  in  this  war  we  shall 
see  a  quick  decline  in  prices  to  the  pre-war  level  or  lower? 

Prevailing  Prosperity  is  Largely  Fallacious. 

In  spite  of  prevailing  conditions,  we  appear  very  prosper- 
ous at  this  time,  but  let  us  not  be  deceived.  This  is  a  war 
prosperity,  and  both  England  and  Germany  report  the  same 
kind  of  business  activity.  However,  in  view  of  what  we  know 
of  conditions,  it  would  be  more  correct  to  say  that  we  are 
extremely  busy  rather  than  extremely  prosperous,  smce  we 
are  not  creating  wealth.  Our  country,  along  with  almost  the 
entire  world,  is  just  now  engaged  underpressure  of  the  great- 
est necessity  in  carrying  on  campaigns  which  are  exhausting 
the  man  power  and  wealth  of  the  world  and  from  which  all 
will  emerge  as  peoples  much  poorer  than  before  they  enter- 
ed From  this  period  of  intense  activity,  of  strained  produc- 
tion and  increasing  consumption,  we  shall  enter  a  period 
after  the  war  when  this  destruction  must  be  paid  for  by  the 
hard  labor  and  economics  of  the  people.  The  reaction  will 
be  as  great  as  was  the  action,  but  it  will  be  extended  over  a 
much  longer  period  of  time.    This  does  not  mean  that  we 


ise  obligations  were  established  and  on  which  rate  schedules 
were  established  may  not  again  be  reached  in  fifteen  years  or 
even  longer.  There  are  some  who  say  that  prices  will  decline 
quickly  with  the  return  of  peace.  Whether  they  will  or  not 
no  one  definitely  knows,  but  when  we  stop  to  consider  the 
extent  and  destructiveness  of  this  world-wide  war  and  remem- 
ber the  price  movement  after  each  of  the  other  two  great 
wars,  it  is  not  difficult  to  believe  that  many  men  in  this  room 
will  not  live  to  see  the  return  to  the  price  level  of  1914. 

As  a  result  of  this  violent  price  movement  which  we  are 
now  witnessing  the  work  of  the  utility  commissions  has  not 
only  been  enormously  increased  but  the  character  of  their 
decisions  reflects  the  really  constructive  purpose  of  such  in- 
stitutions. During  the  decade  of  commission  activity  extend- 
ing from  1907  to  1917  the  almost  universal  results  of  commis- 
sion investigations  were  reductions  in  rates.  For  the  larger 
part  of  this  period  the  rise  in  prices  was  gradual  but  extrem- 
ely moderate  in  comparison  with  the  last  two  years;  but 
these  increases  were  in  many  instances  of¥set  by  the  increased 
efficiency  in  utility  operations  and  the  great  extension  in 
service.  So  elastic  was  the  industry  and  so  quick  its  response 
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shall  at  once  have  a  serious  depression.  On  the  contrary,  the 
necessity  for  urgent  reconstruction  and  the  accumulation  ot 
deferred  work,  will  lead  to  considerable  activity  for  a  year  or 
turn  of  peace,  will  lead  to  considerable  activity  for  a  year  or 
more  after  the  close  of  the  war;  but  the  period  of  readjust- 
ment and  of  producing  from  the  soil  and  other  natural  resour- 
ces and  by  hard  labor  the  wealth  to  pay  for  these  struggles 
will  cover  many  years,  and  during  this  time  we  shall  undoubt- 
edly experience  a  relatively  high  level  of  prices,  but  with  a 
gradually  declining  tendency  the  world  over. 

Based  on  the  course  of  the  price  movement  after  periods 
of  great  world  wars  in  the  past  and  in  view  of  the  special 
conditions  with  respect  to  the  currency  and  banking  systems 
at  the  present  time,  we  may  look  forward  to  a  considerable 
period  of  high  prices,  a  period  of  business  readjustment  and 
a  period  of  new  social  legislation.  What  this  means  in  its 
full  significance  to  individuals,  to  business  in  general,  and 
especially  to  public  utilities,  can  be  readily  understood  without 
attempt  on  my  part  either  to  generalize  or  to  go  into  details. 

However,  reflect  on  what  it  will  mean  to  business  to  be 
required  to  make  extensions  and  to  finance  requirements  on 
this  level  of  prices  while  operating  under  a  rate  schedule  de- 
termined five  years  ago  if  we  should  not  return  for  fifteen  or 
twenty  years  to  the  price  level  on  which  such  rate  schedule 
was  based.  What  will  it  mean  to  business  to  have  to  purchase 
operating  supplies  on  the  price  level  of  five  years  ago?  The 
I  price  level  under  which  plants  were  built,  under  which  franch- 


to  reasonable  rate  reduction  that  these  years,  which  represent 
an  almost  unbroken  record  of  rate  reductions,  at  the  same 
time  mark  the  golden  years  of  utility  growth— years  during 
which  public  utilities  reached  a  point  of  growth  in  size  and 
stability  comparing  favorably  with  the  greatest  industries  of 

history.  . 

At  the  present  time,  however,  the  commissions,  which 
were  quick  to  take  advantage  for  the  public  of  every  economy 
in  operation  or  profit  resulting  from  improvements,  are  now 
foremost  in  granting  relief  from  the  pressure  of  high  prices. 
Nearly  five  hundred  public  utilities  have  received  increases  in 
rates  or  have  been  relieved  from  burdensome  obligations  by 
state  utility  commissions  and  by  city  councils  within  the  last 
fifteen  months,  and  among  this  number  are  companies  oper- 
ating in  many  of  the  large  centers  of  population.  If  the  pre- 
sent tendency  among  state  commissions  and  city  councils  to 
permit  increases  in  rates  to  offset  rising  costs  continues,  the 
year  1918  will  witness  a  practical  cancellation  of  much  of  the 
work  for  rate  reduction  accomplished  by  these  same  authori- 
ties after  many  years  of  labor.  It  will  also  show  that  the  or- 
iginal conception  of  a  public  utility  commission  as  a  continu- 
ing investigating  body  created  to  do  justice  to  investor  and 
public  alike  was  correct,  and  that  even  in  the  midst  of  this 
great  war,  wherein  every  element  of  our  national  life  is  stram- 
ed  to  the  utmost,  the  desire  for  justice  and  fair  play  to  all  in- 
terests is  still  firmly  grounded  in  the  heart  and  mind  of  the 
public. 
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Winnipeg  Electric  Railway  Company  Remodelling 
Their  Entire  Rolling  Stock 

Tlie  remodelling-  of  the  entire  rolling  stock  of  the  Win- 
nipeg Electric  Railwaj'  Company,  which  has  been  under  way 
for  some  time  in  accordance  with  an  agreement  entered  into 
with  the  city  in  the  latter  part  of  April  of  this  year  is  being 
proceeded  with  rapidly  in  the  company  shops  at  Fort  I^ouge. 
The  entire  work  is  under  the  supervision  of  T.  L.  Robinson, 
a  young  mechanical  engineer  of  wide  experience,  and  at  tlie 
present  time  the  remodelled  cars  are  being  turned  out  at  the 
rate  of  six  per  month.  While  the  remodelled  cars  are  those 
that  have  been  in  the  service  for  some  time,. the  extent  of  the 
changes  and  modifications  is  such  that  when  finished  they 
present  almost  a  new  appearance. 

The  terms  of  the  agreement  state  that  the  company  m 
the  remodelling  of  the  rolling  stock  must  make  the  cars 
modern  in  every  respect.  P^ront  exits,  improved  lighting  and 
route  signs,  removal  of  running  boards  and  installation  of 
folding  steps  are  among  the  innovations  called  for.  The 
folding  steps  manufactured  by  the  McGuire-Cummings  Co., 
of  Chicago,  have  been  adopted  as  .a  standard,  and  the  light- 
ing fixtures  of  the  Safety  Car  Heating  and  Lighting  Company 
will  be  used  throughout. 

The  front  exits  will  be  on  the  same  scale  as  the  rear 
ones,  on  ly  on  a  smaller  plan.  One  2-leaf  folding  door  to 
fold  out  and  back,  to  be  controlled  by  the  motorman,  will 
be  installed,  with  which  will  be  operated  a  folding  step 
provided  with  anti-slip  tread  and  kick  plate.  In  the  right 
hand  vestibule  window  an  illuminated  sign  box  of  the  Key- 
stone type  will  be  -placed.  A  removable  winter-proof  parti- 
tion for  the  motorman  between  the  bulkhead  exit  and  the 
vestibule  door,  glazed  to  allow  motorman  full  view  of  exit 
door  and  step  and  provided  with  door  for  motorman,  is  a 
feature. 

The  interior  lighting  arrangements  call  for  five  shaded 
lights  to  be  placed  in  the  centre  of  monitor  deck  through 
selector  switch  on  rear  platform,  sixth  light  to  be  on  rear 
platform  over  conductor's  position.  Keystone  illuminated 
side  window  signs  will  be  installed  in  each  rear  window. 

The  rear  bulkhead  is  to  be  installed  with  swinging  door, 
on  left  side  full  panelling  and  sash  in  centre  so  arranged 
to  care  for  sliding  door  to  be  installed  on  right  hand  side, 
swing  door  arranged  to  swing  in  and  towards  side  of  car. 
Sliding  door  at  exit  side  to  close  toward  body  post.  Centre 
double  dash  arranged  to  allow  conductor  to  make  announce- 
ments without  opening  doors. 

The  changes  in  the  rear  platform  call  fnr  the  installation 
of  two  2-leaf  folding  doors  in  vestiluiU-  aliening,  rear  set  to 
fold  out  and  back  and  front  set  to  fold  out  and  towards 
body.  Rear  half  of  vestibule  opening  is  to  be  used  for  en- 
trance and  the  folding  step  is  to  work  in  conjunctiim  with 
the  folding  door.  The  first  half  of  the  vestibule  opening  is 
to  be  used  for  an  exit  and  each  door  is  to  be  separately  con- 
trolled, the  controlling  handles  to  be  mounted  on  rail  near 
conductor.  A  protective  compartment  for  the  conductor  is 
provided  for  with  heater,  raised  f^oor  and  a  seat. 


A  new  fender  type,  similar  to  that  in  use,  will  be  adopted, 
and  the  present  trucks  and  motors  will  be  removed.  Xew  or 
rebuilt  ones  will  take  their  place.  The  new  type  of  truck 
called  for  will  be  provided  with  26-inch  wheels  with  axles  for 
G.E.  258  C  motor  or  equivalent,  and  having  3^  x  7  journals. 
The  present  brake  quipment  and  rigging  w"ill  be  modified 
to  work  efficiently  with  the  new  truck  and  motor  equipment. 
The  bolster  will  be  modified  to  allow  the  use  of  roller  side  ^ 
bearings  which  will  be  installed.  The  remaining  present 
electrical  equipment  will  be  modihed  to  meet  requirements  of 
new  motor  equipment. 

Twenty-five  end  entrance  p.a.y.e.  double  truck  trailer 
cars  will  be  built.  The  cars  will  be  41  feet  in  length  and 
have  a  seating  capacity  of  48.  They  will  be  patterned  after 
the  same  style  as  the  remodelled  cars  and  will  be  equipped 
with  two  baby  motors  and  straight  air  brake  equipment  with 
emergency  feature.  Folding  doors  and  stops  are  called  for 
and  six  shaded  lights  in  the  body  and  two  in  each  vestibule 
will  be  installed.  The  route  signs  will  be  of  the  same  pattern 
as  the  remodelled  cars. 

The  open  cars  for  summer  use  with  the  side  running 
boards  are  also  slated  for  treatment.  The  running  boards 
wiill  be  eliminated  and  a  centre  aisle  cut  through.  Only  open 
cars  are  in  use. 


Greater  Use  of  Electric  Railways  to  Relieve 
Traffic  Congestion 

Following  a  campaign  of  publicity  in  connection  with  the 
value  of  motor  trucks  for  relieving  the  traffic  congestion  at 
various  large  centres  on  this  continent,  the  Electric  Railway 
Journal  has  taken  up  the  case  for  the  electric  railways,  and 
maintains  that  these  are  not  being  used  to  their  fullest  capa- 
city. Of  course,  in  the  United  States  the  system  of  electric 
railways  is  much  more  complete  and  covers  muclv wider  areas 
than  is  true  of  Canada,  but  it  is  doubtful  if  the  possiblities 
of  our  own  electric  railways  for  carrying  freight  have  been 
sufficiently  considered.  It  is  easily  believable  that  much  relief 
could  be  given  in  a  number  of  cities  by  the  use  of  these  lines, 
if  not  during  the  day-time  at  least  from  midnight  till  early 
morning  when  the  passenger  tratfic  is  negligible. 

It  is  true  very  few  of  the  franchises  of  the  Canadian  street 
railway  systems  admit  of  carrying  freight,  but  if  it  can  be 
shown  that  the  prc>cnl  congestion  can  be  relieved  in  any 
way,  there  should  be  no  difficulty  whatever  in  having  this 
restriction  removed.  In  addition,  it  would  probably  add 
somewhat  to  the  revenue  of  the  street  railway  companies, 
which  are  so  sadly  depleted  at  the  present  time,  owing  to  the 
fact  that  the  cost  of  operation  and  maintenance  is  much 
greater  than  formerly,  while  the  fare  remains  in  almost  every 
case  the  same. 

There  is  no  more  anomalous  condition  existing  to-day  on 
this  continent  than  the  fact  that  the  average  street  railway 
is  still  selling  transportation  at  5  cents  a  head  or  less,  just  as 
it  was  live,  ten  or  fifteen  years  ago,  when  the  price  of  every- 
thiii.u  cl>c  the  man  on  the  street  buys  has  increased  in  value 
from  50  per  cent.  up.  The  result  of  course  is  that  very  few,  if 
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any,  of  our  electric  railway  systems  are    paying  expenses, 
which  means  again  that  the  tracks  are  being  worn  out  and 
the  rolling  stock  becoming  dilapidated,  to  say  nothing  of  ne- 
cessary extension  work  being  at  a  standstill.  Unless  some- 
thing is  done  immediately  to  remedy  this  condition,  it  seems 
inevitable  that  many  of  the  railway  systems  of  Canada  will 
be  bankrupt  and  cease  operations.    All  through  the  United 
States  and  in  a  few  isolated  cases  in  Canada,  this  situation 
has  been  realized  and  fares  have  been  raised.  For  example, 
in  Edmonton,  a  municipally  operated  system,  the  rate  has 
just  been  raised  to  7  cents  for  cash  fares.  Indeed  the  tendency 
appears  to  be  to  allow  the  municipally  owned  lines  to  make 
these  increases,  while  at  the  same  time,  private  companies 
operating  under  franchises  are  being  held  strictly  to  the  fran- 
chise rate.    However,  there  is  no  getting  away  from  the  un- 
written law  that  the  public  gets  exactly  what  it  pays  for.  and 
if  the  rate  at  Vancouver,  Montreal,  Toronto  and  other  cities, 
is  held  at  5  cents  or  less,  just  that  much  service  will  inevitably 
be  supplied  to  the  people  who  ride.  When  this  condition  be- 
comes intolerable,  the  operation  of  the  systems  must  cease. 

In  the  article  referred  to  above,  a  number  of  conclusions  . 
were  drawn  from  the  arguments  presented.  These  are  appli- 
cable to  Canada,  possibly,  in  less  degree  than  in  the  United 
States,  but  nevertheless  are  of  sufficient  interest  to  quote: 

Conclusions. 

1.  From  a  purely  economic  standpoint,  existing  electric 
railway  facilities  should  be  used  to  their  fullest  capacity  be- 
fore the  development  of  any  other  type  of  freight  transporta- 
tion is  attempted. 

2.  The  investment  in  electric  railway  systems  of  the 
present  day  is  so  great  that  it  would  be  most  uneconomical 
practically  to  disregard  a  highly  developed  system  of  trans- 
portation service  such  as  electric  railways  can  render  under 
present  conditions. 

3.  Many  interurbans  are  handling  traffic  which  is  com- 
mensurate with  that  of  steam  railroad  service,  and  where  faci- 
lities exist  they  are  in  a  position  to  handle  practically  all 
short-haul  traffic  in  their  respective  territories. 

4.  Federal  asistance  to  the  electric  railways  by  supply- 
ing cars,  improving  physical  alignment  and  freight  terminal 
facilities  would  place  the  interurban  railways  in  a  position  to 
handle  a  large  percentage  of  the  short-haul  freight  which  is 
now  congesting  the  steam  railways. 

5.  Furthermore,  the  expenditure  required  to  place  the 
electric  railways  in  the  condition  above  mentioned,  would  not 
amount  to  one-tenth  of  that  which  would  be  needed  for  the 
extension  of  motor-truck  freight  haulage  in  the  same  terri- 
tory now  being  agitated. 

The  article  concludes  as  follows:  Therefore,  immediate 
relief  can  be  setured  for  the  steam  railroads  through  assist- 
ance from  an  existing  facility  which  only  needs  proper  fos- 
tering to  become  immediately  an  important  factor  in  our  na- 
tional emergency  and  for  the  future.  In  order  to  efifect  this, 
there  should  be  universal  interchange  of  freight  rolling  stock 
between  steam  and  electric  lines  that  can  handle  steam  roll- 
ing stock,  and  federal  financial  aid  to  those  electric  lines  that 
would  be  able  to  do  so  with  the  proper  assistance. 


Conductorettes  in  Kingston 

The  Kingston.  Portsmouth  &  Cataraqui  Electric  Rail- 
way Company.  Kingston,  Ont..  have  been  employing  six 
women  conductors  for  the  last  six  months  and  three  more 
have  been  trained  to  act  as  "spares."  Mr.  Hugh  C.  N.ckle, 
general  superintendent,  advises  that  the  "conductorettes 
have  been  most  satisfactory  and  that  the  travelling  public 
are  well  pleased.    The  women  are  not  required  to  operate 


For  the  year  1917  the  gross  earnings  of  the  Calgary  Pow- 
er Co..  Ltd.,  totalled  $262,101  against  $260,9H2  a  year  ago. 
Operating  expenses  at  $40,059,  however,  compare  with  $49,923 
a  year  ago,  leaving  net  earnings  at  $221,202,  against  $217,058. 
in  1916  The  net  profit  for  the  year  after  payment  of  inter- 
est charges  was  $71,212,  against  $65,209.  From  the  year's 
surplus  $35,000  was  appropriated  for  depreciation,  leaving  the 
net  balance  in  profit  and  loss  account  $143,947.  against  $107,- 
735  in  1916. 


switches,  this  being  done  by  the  motormen.  They  do,  how- 
ever, operate  the  interlocking  system  where  the  street  car 
line  crosses  a  steam  line.  Our  illustration  shows  the  winter 
uniform  worn.  It  is  the  intention  of  the  company  to  pro- 
vide a  regular  uniform  which  will  likely  be  of  tan  color  in 
order  that  dust  will  not  show  unduly.  The  male  employees 
of  the  company  have  made  no  protest  against  the  employ- 
ment of  women. 


Motor  Busses  in  Winnipeg 

The  Winnipeg  Electric  Railway  C()mi)any  is  now  oper- 
ating four  motor  busses  in  a  section  of  the  city  which  is  not 
served  by  the  street  railway  lines  in  accordance  with  the 
agreement  entered  into  with  the  city  last  spring  that  the 
street  car  service  in  outlying  districts  must  l)e  supplemented 
l)y  motor  busses  until  the  trolley  lines  were  projected  in 
that  area.  The  service  is  very  satisfactory  from  the  public 
standpoint  and  as  there  are  only  three  busses  in  operation 
at  one  time,  one  is  kept  for  emergency  use  should  a  break- 
down occur. 

The  busses,  which  were  illustrated  in  our  issue  of  April 
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1,  arc  the  standard  one-tan  IC-passengcr  t>  iK',  uiami factured 
by  the  Studebaker  Corporation,  and  cu)1hm1\  all  the  details 
hud  down  in  the  detailed  speciheations  pnnided  for  this 
style  of  car.  The  husses  are  linisheil  in  gun  metal  with  ati 
ivory  stripe,  weigh  ;?,700  pounds  and  cost  $3,295  f.o.b.  \\  alk- 
er\  ille. 

Tiie  specilications  ol"  the  busses  are  as  follows:  wlieel 
base,  125  ins.;  frame  of  pressed  steel  channel  section  .">  \  I!  x 
;!/li>  in.:  width  :h>  ins.;  length  ISO  ins.  overall;  i laiiMiiission — 
selective  type  mounted  on  rear  axle,  3  speeds  loi  ward  and 
reverse:  gear  ratios — 1st.  1S.:.':1;  ;3iul.  10:1;  :!rd,  5:1;  reverse. 
23.7-vS:l.  Equipped  with  Timken  roller  hearings.  Aluminum 
transmission  case.  Propeller  shaft  equipped  at  either  end 
with  universal  joints,  tubular  in.  3/16  in.  wall.  Axles — 
front  axle,  forged  L-beam  section.  Rear  axle,  full  floating, 
equipped  with  Timken  roller  bearings.  Cast  steel  axle  hous- 
ing. Axle  shafts,  1*8  in.  in  diameter.  Chrome  nickel  steel. 
Radius  rods.  Drive  is  through  radius  rods.  Torque  arm — 
pressed  steel  channel  section  firmly  bolted  to  transmission 
case  and  secured  in  axle  housing  by  forged  braces.  Springs 
— semi-elleptic  in  front,  semi-elleptic  in  rear.  Spring  centres 
— front,  ;J7-11/U)  in.,  2  in.  wide;  rear  51  in.,  2>4  in.  wide. 
Steering  gear — left  hand  drive,  18  in.  steering  wheel,  ir- 
reversible worm  and  gear.  Spark  and  throttle  control — Hand 
control  on  steering  wheel,  carburetor  accelerator  operated 
by  foot.  Wheels — wood,  artillery  type,  12  spokes.  Heavily 
constructed  for  truck  purposes.  Brake  drums  securely  bolted 
to  spokes.  All  wheels '  equipped  with  Timken  bearings. 
Tires — Dominion  plain  tread  tires  in  front,  35  x  5  pneumatic. 
Safety  tread  tires  in  rear,  35  x  5  pneumatic.  Clutch — cone 
type  faced  with  woven  wire  asbestos  material.  Clutch  pedal 
mechanism  connected  to  ball  thrust  bearing  on  propeller 
shaft  for  shifting  clutch.  Pedal  adjustable.  Brakes— emer- 
gency, expanding  band  type;  .service,  contracting  band  type. 
Brake  bands  faced  with  woven  wire  asbestos  material  2  ins. 
wide,  acting  on  15-in.  brake  drum.  Brake  rods  equipped  with 
equalizer  beams.  Brake  pedal  adjustable.  Hand  control- 
centre  control.  Lamps — electric  dash  lamp,  tail  lamp  and 
head  lamps  (the  latter  provided  with  dimmer  switch). 


Quebec  Railway  Fare  Increases 

The  Quebec  City  Council  has  authorized  the  Quebec 
Railway,  Light,  Heat  &  Power  Company  to  increase  its 
street  railway  fares.  The  new  rate  is  a  straight  5c  fare,  (in- 
stead of  6  tickets  for  25c),  five  tickets  for  25c  or  21  for  a  dol- 
lar. The  workmen's  tickets  are  to  be  8  for  25c,  and  are  good 
between  6  a.m.  and  8  a.m.  and  5  and  7  p.m.  Children's  fares 
are  3c  each  or  10  tickets  for  25c.  The  question  of  extensions 
in  the  outlying  wards  came  before  the  Council,  but  the  Com- 
pany pointed  out  .  that  it  was  impossible  to  obtain  the  neces- 
sary rails,  and  as  soon  as  those  could  be  secured  work  would 
Jbe  commenced. 


New  Electric  Traction  Book 

Electric  Traction— By  A.  T.  Dover,  Lecturer  on  Electric 
Traction  at  the  Battersea  Polytechnic,  London;  Whittaker 
&  Company,  London  and  New  York,  publishers;  price  $6.00. 
This  book  is  a  treatise  on  the  application  of  electric  power 
to  tramways  and  railways  and  is  intended  for  engineers  and 
advanced  students.  Representative  examples  of  modern 
tramway  and  railway  practice  are  included,  but  discussions 
on  generating  stations  and  transmission  lines,  as  being  a 
specialized  subject,  are  omitted.  The  subject  matter  has 
been  arranged  as  follows:  Mechanics  of  train  movement; 
motors;  control;  auxiliary  apparatus;  rolling  stock;  detailed 
study  of  train  movement;  track  and  overhead  construction; 
distributing  systems  and  sub-stations.    A  number  of  worked 


examples  have  been  included  in  the  text.  The  scope  of  the 
work  may  be  gathered  from  the  following  chapter  headings: 
Mechanics  of  Train  Movement;  Continuous-Current  Traction 
Motors;  Single-phase  Traction  Motors;  Polyphase  Traction 
Motors;  The  Testing  of  Traction  Motors;  The  Control  of 
Continuous-Current  Railway  Motors;  The  Control  of  Single- 
Phase  Railway  Motors;  The  Control  of  Three-Phase  Railway 
Motors;  The  Control  of  Continuous-Current  and  Alternating- 
Current  Motors  for  Regenerative  Braking;  Auxiliary  Elec- 
trical Equipment  for  Tramcars;  Auxiliary  Electrical  Equip- 
ment for  Electric  Locomotives  and  Motor-Coaches;  Rolling 
Stock  for  Electric  Tramways;  Rolling  Stock  for  Electric 
Railways  (Motor-Coach  Trains);  Electric  Locomotives; 
Train  Resistance;  The  Calculation  of  Speed-Time  Curves  and 
Energy  Consumption  for  Electric  Trains;  Tramway  Track 
Construction;  Track  Construction  for  Conduit  Tramways; 
The  Tramway  Track  Considered  as  an  Electrical  Conductor; 
Conductor  Rails  and  Track-Work  for  Electric  Railways; 
Overhead  Construction  for  Tramways;  Overhead  Construc- 
tion on  Railways;  Feeding  and  Distributing  Systems  for 
Tramways  and  Railways;  Sub-Station  Converting  Machinery 
and  Switchgear  for  Continuous-Current  Tramways  and  Rail- 
ways. There  are  518  illustrations  and  5  folding  plates;  667 
pages.    There  is  also  a  long  list  of  33  tables. 

  t 

Mr.  Kelsch  is  Vice-president 

Mr.  R.  S.  Kelsch.  consulting  engineer,  of  Montreal,  has 
been  elected  vice-president  of  the  American  Institute  of  Elec- 
trical Engineers.  The  election  was  by  letter  ballot. 

The  American  Institute  of  Electrical  Engineers  will  hold 
their  annual  convention  in  Atlantic  City,  N.J.,  on  June  26-27- 
28. 


Mr  R.  S.  Kelsch. 


C.E.A.  Will  Hold  One-day  Convention 

The  secretary  of  the  Canadian  Electrical  Association  has 
sent  out  notices  that  the  28th  annual  convention  of  the  Asso- 
ciation will  be  held  at  the  Chateau  Laurier.  Ottawa,  on  Fri- 
daj^  June  21.  The  announcement  states  that  as  this  is  a 
war-time  convention  no  entertainment  will  be  provided  and 
the  matters  discussed  will  be  principally  confined  to  the  effect 
of  the  war  on  the  central  station  industry.  It  is  specially 
urged  that  there  should  be  a  full  attendance  of  menvbers. 
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Toronto  Electrical  Contractors  Transact  Much  Busi- 
ness at  Last  Meeting  of  the  Season 

The  last  meeting  and  dinner  of  the  season  was  held  by 
the  Toronto  Electrical  Contractors'  Association  in  the  Board 
of  Trade  dining  room  on  Thursday  evening,  June  6.  There 
was  a  good  attendance  and  a  very  satisfactory  representation 
of  manufacturers  and  wholesalers. 

President  Maclntyre  reported  that  he  had  sent  out  re- 
quests to  the  various  manufacturers  that  they  co-operate  with 
the  association  in  having  their  discount  sheets  made  of  such 
a  size  and  punching  as  to  fit  into  the  association  members' 
filing  cases.  A  number  of  favorable  replies  had  been  received 
andln  one  case  a  proper  size  discount  sheet  had  already  been 
received. 

The  discussion  centered  chiefly  around  the  form  of  or- 
ganization of  the  association.  The  chairman  outlined  the  plan 
that  had  been  drawn  up  by  the  executive  and  which  is  repro- 
duced herewith.  From  this  it  will  be  seen  that  the  presi- 
dent confines  his  attention  chiefly  to  the  Goodwin  plan  of  re- 
organization and  to  the  labor  committee,  of  which  he  is 
chairman.  Along  with  him  on  the  labor  committee  there  is  a 


the  issue  of  price  sheets  regarding  materials,  labor,  etc.  Mr. 
E.  A.  Drury  becomes  chairman  of  the  licensing  committee 
with  members  to  be  elected.  Mr.  Harry  Rooks  is  chairman 
of  the  membership  and  attendance  committee  and  under  him 
will  be  ten  captains,  each  having  charge  of  a  district,  as  al- 
ready outlined. 

A  resolution  was  passed  commending  the  work  of  the 
Compensation  Board.  During  the  year  the  rate  has  been  re- 
duced approximately  25  per  cent.  The  secretary  was  in- 
structed to  write  the  Board  expressing  their  appreciation  of 
the  manner  in  which  the  association  memliers  have  been 
treated. 

The  Code  of  Ethics  of  the  National  Association  was 
read  and  discussed  and  adopted  unanimously  by  the  mem- 
bers. 

One  of  the  most  important  items  was  the  decision  to 
take  steps  towards  affiliation  with  the  National  Association 
of  Electrical  Contractors  of  the  United  States.  The  presi- 
dent was  particularly  insistent  in  this  case  that  each  member 
should  be  given  an  opportunity  of  expressing  his  views  and 
there  was  no  opposition. 

The  scale  of  fees,  as  worked  out  by  the  executive,  will  be 
according  to  the  yearly  business  turnover  and  will  likely  be 
as  follows:  Up  to  $13,000,  $20  a  year;  $12,000  to  $25,000,  $30 
a  year;  $25,000  to  $50,000,  $40  a  year;  $50,000  to  $100,000,  $60 
a  year';  $100,000  to  $1.50,000,  $90  a  year;  $150,000  to  $200,000. 
$120  a  year. 

A  number  of  members  expressed  their  intention  of  going 
to  Cleveland  to  attend  the  annual  convention  of  the  National 
Association,  July  17—20,  these  being  Messrs.  Salisbury,  Mac- 
lntyre, Clarke,  Gray,  Myers,  Hicks,  Drury,  and  Rooks. 

A  pleasing  feature  of  the  proceedings  was  the  presenta- 
tion of  a  substantial  cheque  to  Mr.  Geo.  T.  Cross,  Mr.  J.  Ev- 
erard  Myers'  assistant,  who  has  given  so  freely  of  his  time, 
energy  and  ability  to  the  association  during  the  past  year. 


Organization  plan  of  Toronto  Electrical  Contractors. 

conference  board  of  three  meinbers  and  an  examining  board 
of  two  members.  The  conference  board  includes  Messrs.  E. 
C.  Clarke,  G.  E.  Davenport,  Kenneth  A.  Maclntyre,  (chair- 
man). Messrs.  Harry  Rohlader  and  Dan  Robson  comprise 
the  examining  committee. 

Mr.  Harry  Hicks,  vice-president  of  the  association,  is  to 
•have  charge  of  the  exchange  sheet.  This  is  a  little  publica- 
tion which  deals  with  materials,  motors,  etc..  which  the  mem- 
bers of  the  association  may  buy  and  sell  among  themselves. 
Mr.  Geo.  Matthews,  and  one  other  member  to  be  elected,  were 
named  on  this  committee.  Mr.  E.  F.  W.  Salisbury,  secretary 
of  the  association,  becomes  chairman  of  the  accounting  com- 
mittee. Mr.  Geo.  T.  Dale  is  chairman  of  the  repair  section 
and  Messrs.  J.  Everard  Myers,  treasurer  of  the  association, 
R.  A.  L.  Gray  and  Geo.  J.  Beattie,  (chairman),  are  on  the 
merchandising  committee,  and  will  concern  themselves  with 


133  Ranges  Per  Month 

In  the  Electrical  News  of  April  15  we  described  the  suc- 
cessful campaign  the  City  Light  and  Power  Department  of 
Winnipeg  had  put  on  to  increase  the  sale  and  use  of  electric 
appliances.  At  that  time  Mr.  R.  A.  Sara,  sales  manager, 
stated  that  they  were  inaugurating  an  electric  range  cam- 
paign and  described  its  organization  briefly  in  the  article. 

We  are  just  in  receipt  of  a  further  note  from  Mr.  Sara 
stating  that  the  electric  range  campaign  resulted  in  the  sale 
of  13.3  electric  ranges  in  the  city  during  April.  He  had  an- 
ticipated that  the  May  sales  would  be  equally  satisfactory 
but  the  strike  then  under  way  in  Winnipeg  would  probably 
interfere. 


A  resolution  extending  the  authority  of  the  United 
States  Secretary  of  War  to  grant  permits  for  water-power 
diversion  at  Niagara  Falls  has  been  adopted  by  the  Senate. 
An  amendment  to  repeal  the  law  prohibiting  power  com- 
panies from  installing  new  machinery  was  defeated. 
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Electric  Plants  in  Country  and  Farm  Homes 

The  Farmers  are  Ready  to  Buy  and  Only  Need  to  be  Convinced— 
The  Electrical  Contractor  is  the  Logical  Salesman 


Tlu'  importance  of  farm  lighting  plants  is  again  illiistrat- 
id  by  the  fact  that  Electrical  Merchandising,  in  its  May  is- 
sue, has  given  over  practically  the  whole  of  its  space  to  a 
description  of  the  various  phases  of  this  interesting  subject— 
The  value  of  the  plant  to  the  farmer;  methods  of  convincing 
him  that  he  needs  it;  what  is  the  best  type  of  man  to  sell  it; 
the  attitude  of  the  farmer's  wife  on  the  question;  the  matter  of 
profits;  and  so  on.  One  of  the  most  interesting  articles  is  by 
Mr.  L.  C.  Spake,  who  writes  on  the  question  of  teaching  men 
how  to  sell  farm  lighting  plants.  Mr.  Spake  says  the  farmer 
is  going  to  buy  lighting  plants.  Everybody  in  the  electrical 
and  inter-allied  farm-lighting  plant  fields  believes  that.  The 
open  question  is:  Who  will  sell  him  those  plants? 

The  chap  who  is  distributing  through  the  electrical  trade 
says  it  will  be  the  electrical  dealer.  The  fellow  with  a  bunch 
of  specialty  men  as  distributors  says  it  will  be  a  specialty  man. 
Both  answers  may  be  all  right  for  the  immediate  present,  but 
in  the  near  future,  it  seems  pretty  plain,  the  fellows  who  will 
get  the  farm-lighting  plant  business  will  be  men  who  are 
combination  dealers  and  specialty  salesmen. 

The  manufacturers'  sales-policy  problem  therefore  sim- 
mers down  to  whether  to  hire  specialty  salesmen  as  distribu- 
tors and  try  to  educate  them  to  be  dealers  as  well,  or  to  en- 
list the  aid  of  established  electrical  dealers  and  try  to  train 
them  or  some  of  their  men  to  become  specialty  salesmen. 

There  is  absolutely  no  reason  why  both  of  the  plans  men- 
tioned above  will  not  work— with  the  net  result  that  the  elec- 
trical trade  will  be  the  gainer  to  the  extent  of  acquiring  sev- 
eral thousand  better  retail  merchants. 

The  farm-lighting  plant  manufacturers  who  realize  this — 
and  most  of  them  do— are  getting  busy  on  their  program  of 
dealer  education.  There  is  a  particularly  interesting  develop- 
ment along  this  line  in  the  group  which  is  teaching  dealers  to 
sell  farm-lighting  plants.  Take  as  an  example,  the  activities 
of  L.  C.  (Jack)  Marron,  whom  all  electrical  dealers  know  as 
a  fellow  contractor  and  retailer.  Mr.  Marron  has  gone  into 
the  farm-lighting  and  power  plant  manufacture  business.  In 
addition  to  being  an  electrical  dealer,  he  was  formerly  a  Delco 
agent.  He  has  sold  plants  of  other  makes  as  well  as  his  own. 

From  the  experience  he  gained  in  this  work  he  has  dug 
up  facts  and  information  to  help  show  his  own  dealers  how 
to  sell.  He  contends  that  the  fundamentals  of  the  plan  are 
applicable  to  any  worth-while  line  of  plants.  What  he  has 
learned  is  of  real  value  to  the  electrical  man  who  contem- 
plates hiring  one  man  or  a  whole  force  of  men  to  sell  plants 
for  him.  When  he  was  asked  what  he  taught  his  dealers  he 
replied : 

"When  we  hire  a  man  to  sell  plants  to  farmers  we  as- 
sume that  that  man  at  the  beginning  is  90  per  cent,  legs  and 
10  per  cent  head.  We  try  hard  to  change  the  proportion  by 
intensive  education.  When  he  arrives  at  a  point  where  he 
appears  to  be  .50-50  on  legs  and  brains  we  give  him  a  car  to 
take  him  to  places  where  his  head  can  work- on  the  farmers. 
Up  until  that  time  he  walks." 

How  "intensive  education"  means  a  lot  more  than  those 
two  words  convey.  Here  is  what  a  man  has  to  learn. 

Price  and  Terms  His  Opener. 

The  first  time  he  approaches  a  prospect  he  is  under  abso- 
lute instructions  to  get  the  following  information  of?  his 
chest. 


"My  name  is  Bailey.  I  represent  the  Marron  Manufac- 
turing Company.  I  think  I  have  the  best  farm-lighting  plant 
that  has  been  offered  to  the  farmer.  I  believe  I  can  prove  it 
to  you.  This  plant  sells  for  .$585  f.o.b.  factory  including  bat- 
tery. You  build  the  foundation.  We  set  up  the  plant  and 
hook  it  up  to  your  wiring  and  start  it  of?  for  you.  It  is  ship- 
ped bill  of  lading  attached,  a  check  for  $25  accompanying  the 
order." 

The  salesman  as  an  opener  has  told  his  price  and  terms 
of  sale!  An  unheard  of  process  of  selling,  you  will  remark. 
And  so  did  I.  But  here  is  the  way  Mr.  Marron  explains  ex- 
plains the  logic  of  the  plan: 

"Suppose,  for  example,"  said  he.  "a  salesman  spends 
half  an  hour  getting  a  farmer  all  worked  up  telling  what  a 
whale  of  a  plant  he  has  to  offer.  He  talks  about  excellence  of 
mechanical  features,  the  guarantees,  etc.  During  this  time  the 
farmer,  who  knows  very  little  about  what  electrical  machin- 
ery costs,  begins  to  form  an  idea  of  what  the  selling  price 
really  is.  His  idea  is  usually  about  one-half  too  low — espe- 
cially if  the  plant  in  question  is  a  so-called  high-priced  plant. 
Then  when  the  price  is  stated  at  the  end  of  the  conversation 
the  farmer  throws  a  fit,  throws  up  his  hands,  and  more  than 
likely  throws  the  agent  of?  his  place.  In  any  event  the  agent 
has  to  start  all  over  again. 

Farmer  Can  See  a  $1,000-Value. 

"On  the  other  hand  if  the  farmer  has  been  told  the  price 
and  terms  at  the  outset  the  agent  has  prevented  the  prospect 
from  making  up  his  mind  in  advance  to  something  which  is 
not  true.  Then  things  can  proceed  on  a  sound  business  basis. 
There  need  be  no  fear  in  proposing  a  $1,000  proposition  to  a 
farmer.  He  is  no  piker.  He  has  spent  big  money  for  mach- 
inery and  equipment  before  and  he  can  see  a  $1,000  proposi- 
tion just  as  clearly  as  anyone  if  the  seller  has  $1,000  worth  of 
real  value  to  offer." 

When  the  prospective  salesman  has  learned  this  much  of 
his  lesson  he  next  tackles  the  mechanical  features  of  the 
plant.  He  is  given  complete  technical  information  on  the  en- 
gine, generator,  switchboard  and  battery.  For  forty-eight 
hours  he  is  supposed  to  devote  real  study  to  this  literature. 
When  he  thinks  he  has  mastered  it  he  comes  back  for  an 
examination.  And  it  is  some  examination.  "What  is  the  piston 
made  of?  Describe  the  features  of  our  ingenious  oiling  sys- 
tem. Tell  how  the  laminated  pole  pieces  of  our  generator  are 
made."  Those  are  some  of  the  questions  the  salesman  must 
answer  to  qualify.  ^ 

Technical  Detail  Helps  Explain  Cost  of  Manufacture. 
It  may  seem  foolish  to  some  to  go  into  such  intricate  tech- 
nical detail,  but  it  is  contended  by  farm-lighting  manufactur- 
ers that  the  farmer  is  a  "bug"  for  that  sort  of  dope.  He  un- 
derstands machinery  in  a  general  way  and  later  in  the  sales 
talk  when  he  wants  to  know  why  the  plant  costs  so  much,  it 
is  very  effective  to  be  able  to  point  out  the  many  minute  and 
obviously  costly  operations  that  go.  for  instance,  into  the 
manufacture  of  a  laminated  pole  piece.  Moreover  the  farmer 
studies  all  farm-lighting  plant  sales  literature  and  is  better 
versed  technically  than  might  be  imagined.  So  it  pays  to 
know  and  to  talk  some  of  the  mechanical  features. 

The  same  idea  applies  to  the  battery.  The  agent  is  taught, 
to  state  that  the  plant  is  sold  preferably  with  a  battery  which 
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is  positively  guaranteed  for  five  years.  That  always  gets  a 
rise  out  of  the  farmer  who  has  had  the  sad  experience  of  re- 
newing his  automoliile  battery  at  the  end  of  one  or  two  years, 
and  most  farmers  have  had  that  experience  once  or  twice. 
The  agent  is  even  taught  the  details  of  construction  of  the 
battery  so  that  he  can  actually  convince  the  farmer  that  there 
is  no  "nigger  in  the  woodpile"  in  that  five-year  guarantee. 

Now  all  this  sounds  as  if  the  plan  was  to  "feed  up"  the 
farmer  on  nothing  but  "technical  dope."  But,  not  so.  The, 
agents  are  advised  against  talking  technicalities  more  than 
twenty  minutes.  Then  comes  the  "heart-interest  stuf?,"  so 
called.  In  reality  it  is  not  so  much  the  sob-sister  sort  of 
story  as  it  is  just  getting  down  to  a  sensible  discussion  of  the 
farmer's  home  problem— in  the  farmer's  own  language.  An 
average  agent's  talk  runs  like  this: 

Discussing  the  Farmer's  Home  Problems. 

■'Why,  man,  you  ought  to  modernize  your  home  like  the 
city  man.  Even  if  you  had  a  mortgage  on  the  place  that 
should  make  no  difference.  The  salaried  man  in  the  city  at 
$100  a  month  building  a  cottage  out  of  Building  &  Loan 
funds  would  not  think  of  doing  without  electric  light.  If  you 
are  not  as  progressive  as  he,  how  do  you  expect  to  compete 
with  the  city  for  the  interest  of  your  boys  and    girls?  You 

■  want  them  to  stay  at  home,  don't  you?   But  even  at  that  it 

■  is  really  not  a  question  of  spending  money.  Buying  a  farm- 
lighting  plant  is  really  making  an  investment  at  30  per  cent, 
interest.    As  for  the  use  you  will  get  out  of  it,  there  is  no 

.comparison  between  it  and  your  other  equipment.  You  use 
your  corn  planter  ten  days  each  year,  your  binder  seventeen 
days,  your  corn  plow  thirty  days,  your  tractor  fifty-six  days 
and  your  automobile  not  more  than  100  days  a  year.  A  farm- 
lighting  and  power  plant  is  used  365  days  a  year." 

The  farmer  usually  recognizes  the  correctness  of  the 
average  days'  use  of  his  equipment  as  quoted,  but  that  "20 
per  cent  investment"  figure  so  casually  thrown  into  the  con- 
versation loks  questionable  and  interesting.  To  the  farmer 
who  is  looking  for  a  reason  for  not  signing  up,  it  looks  like  a 
chance  to  "trip  up"  this  smooth  agent.  So  he  says  "How  do 
you  figure  that  30  per  cent  investment?  How  is  a  farm-light- 
ing plant  going  to  make  me  any  money 

"The  answer  to  that  is  easy,"  replies  the  agent,  getting 
out  his  pencil.  "'Now,  your  wife  spends  a  weary  half  hour 
every  day  at  the  dirty  work  of  cleaning  lamps.  That's  three 
hours  a  week.  She  will  admit  (and  I  can  see  by  looking  at 
her  clean  house)  that  she  spends  two  hours  a  week  sweep- 
ing. Running  the  cream  separator  takes  fifteen  minutes  a  day 
or  one  and  three-quarter  hours  a  week.  Some  one  has  to 
spend  fifteen  minutes  a  day,  or  another  one  and  three-quar- 
ters hours  a  week,  pumping  water  and  that  is  darned  hard 
work.  Churning  takes  an  hour  a  week  and  the  electric  way 
produces  more  even  churning  than  the  hand  process.  Cracked 
feed  goes  farther  than  whole  grain  when  fed  to  chickens  and 
stock,  and  a  light  and  power  plant  will  save  at  least  a  half- 
hour  a  week  from  this  job,  in  addition  to  reducing  grain  con- 
sumption." 

In  this  way  the  agent  runs  through    the  farm  duties  in 
which  there  is  a  real  opportunity  to  save  time. 

Reducing  to  Dollars  and  Cents  the  Savings  Effected. 

Then  the  agent  continues:  "1  suppose  you  pay  your 
hired  man  $50  a  month  and  have  to  feed  his  horse.  His  total 
cost  to  you  is  around  $75  a  month.  Say  it  is  35  cents  an  hour. 
(The  farmer  will  admit  this  is  conservative  nowadays.)  Your 
wife's  time  and  your  time  is  surely  worth  as  much  as  that  of 
your  hired  hands.  And  even  if  wc  go  no  further  with  the 
time-saving  study  than  those  items  already  mentioned  we 
have  a  saving  of  tin  hours  a  week  or  an  annual  saving  of 
$183.  In  fact  it  would  be  easy  to  show  how  in  time-saving 
alone  the  plant  will  nearly  pay  for  itself  in  one  or  two  years." 


This  sort  of  argument  interests  the  farmer's  wife  who  is 
usually  "in  on"  the  conversation.  So  does  the  "comfort" 
talk.  The  farmer  is  usually  busiest  in  the  heat  of  the  sum- 
mer, and  it  does  not  take  much  imagination  to  draw  a  picture 
of  the  solace  of  an  electric  fan  on  a  hot  summer  evening. 
The  pleasures  of  ironing  on  the  porch  instead  of  in  the  swel- 
tering kitchen  is  another  easy  point  to  make.  Plants  have 
been  sold  on  the  argument  that  electric  light  relieves  eyestrain 
and  increases  the  ease  with  which  children  study.  If  any  of 
the  family  wear  glasses,  this  is  a  very  strong  point  to  em- 
phasize in  view  of  the  supporting  fact  that  city  schools  now 
examine  the  eyes  of  children  and  recommend  glasses  in  many 
cases  to  increase  their  efficiency  as  students. 

Closing  the  Sale  Requires  Tact  and  Persistence. 
When  things  get  along  this  far  the  farmer  is  usually  not 
looking  for  a  reason  not  to  buy  but  he  is  certainly  anxious  to 
locate  a  reason  for  not  signing  the  order  to-day.  The  talk 
drifts  to  the  cost  of  house  wiring.  A  unit  system  figuring 
easily  disposes  of  the  wiring  material  and  labor.  Fixture 
selling  has  also  been  reduced  to  what  is  practically  a  Sears- 
Roebuck  plan.  On  100  loose  leaves  in  a  folder,  dif?erent  types 
and  styles  are  shown  and  on  the  same  sheet  each  fixture  is 
fully  described  in  glowing  language. 

Any  one  can  read  it  to  the  prospect.  It  is  written  so  that 
it  sounds  good — it  sounds  just  as  a  real  fixture  merchant  might 
say  it.  No  real  knowledge  of  fixtures  on  the  part  of  the  sales- 
man is  therefore  necessary,  according  to  the  plan.  A  choice 
is  made  and  the  remainder  of  the  loose  leaves — except  those 
showing  one  or  two  appliances,  which  the  agents  intend  to 
figure  in — are  stowed  away.  The  complete  bill  is  figured  and 
is  quoted  to  the  farmer  in  a  lump  sum. 

In  preference  to  quoting  in  the  form  of  an  itemized  bill 
this  method  of  quoting  a  lump  sum  is  very  strongly  recom- 
mended. It  leaves  no  room  for  haggling  over  details  or  for 
small  eliminations  from  the -order  to  effect  a  price  reduction. 
When  this  price  is  quoted,  added  to  the  price  of  the  plant, 
the  sale  is  then  down  to  the  "closing  point"  where  it  seems 
that  a  large  degree  of  persistence  on  the  part  of  the  agent  is 
one  of  the  largest  determining  factors. 

The  foregoing  are  some  of  the  things  Mr.  Marron  be- 
lieves in  teaching  his  agents.  He  also  believes  that  the  elec- 
trical contractors  could  well  afford  to  hire  salesmen  and 
teach  them  these  things.  The  smaller  contractor-dealer  is 
generally  so  busy  himself  that  he  has  little  real  time  to  de- 
vote to  farm-lighting  plant  sales.  In  consequence  he  is  some- 
times wont  to  put  off  starting  his  campaign  "until  next  week 
when  he  has  more  time."  Next  week  never  comes.  So  the 
really  progressive  dealer  hires  salesmen  and  puts  them  to 
work  on  the  job.  As  a  piece  of  good  advice  on  hiring  these 
men  Mr.  Marron  said,  "Hire  only  the  man  who  is  willing  to 
and  able  to  finance  himself  for  thirty  days.  If  he  cannot  do 
that  he  is  no  success  and  the  chances  are  he  never  will  be." 
Experience  shows  that  nearly  all  Mr.  Marron's  agents  sold  a 
plant  within  two  weeks.  Even  those  who  did  not  finally  make 
good  succeeded  in  this.  So  the  thirty-day  financing  need  have 
no  terrors  to  a  man  who  is  a  real  specialty  salesman. 

The  real  big  message  from  Mr.  Marron  to  his  contractor- 
dealer  friends,  however,  is:  "Get  into  the  game.  Some  one 
is  going  to  make  real  money  out  of  it.  And  that  man  will 
make  most  money  who  knows  best  how  to  teach  men  to  sell 
farm-lighting  plants." 


Duncan  Bond,  Denver,  Colorado,  has  joined  the  sales  force 
of  The  Packard  Electric  Company,  Warren,  Ohio.  Having 
been  brought  up  in  the  west.  Mr.  Bond  will  look  after  the 
business  of  the  C'cniipany  in  that  section  where  he  has  won 
the  enviable  title  of  "Electrical  Wizard  of  the  West."  He  will 
be  a  strong  addition  to  tiie  Packard  organization.  It  is  said 
that  the  company  is  building  some  very  large  transformers 
for  western  interests. 
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Methods  of  Computing  Overhead  Ex- 
penses of  Electrical  Contractors 

Many  artuics  tluit  have  appeared  in  the  trade  papers  re- 
garding overheatl  expense  do  not  seem  to  cover  the  held 
fully  and  1  do  not  pretend  lo  he  able  to  add  anything  to  the 
volume  of  literature  alreailx  published  on  the  subject,  but  1 
promised  to  start  the  discussion,  and  believe  if  we  each  con- 
tribute some  of  our  own  experience  we  can  apply  the  fruits 
of  some  of  these  articles  to  our  local  conditions. 

Xo  feature  of  our  business  is  more  important  to  the  con- 
tractor or  business  getter  than  the  subject  of  overhead  ex- 
pense. Most  of  us  know  too  little  about  this  at  the  be- 
ginning of  the  year  and  too  much  about  it  at  the  end  of 
the  year;  and  our  present  problem  is  to  take  the  experience 
we  get  at  the  end  of  the  year  and  use  it  at  the  beginning 
of  the  year,  or  when  we  are  planning  our  business-getting 
campaign.  No  contractor  should  be  satisfied  with  breaking 
even  when  managing  an  independent  business.  He  should 
not  be  satisfied  in  making  the  same  money  that  he  would 
make  if  he  were  working  for  some  one  else  on  a  salary. 
A  contractor  who  does  not  make  a  profit  above  his  salary 
would  better  close  out  his  own  business  and  take  a  position 
working  for  one  of  his  competitors.  In  this  way  he  will 
save  gray  hairs  and  worry,  get  more  satisfaction  and  com- 
fort out  of  life,  be  just  as  far  ahead  financially  and  have  time 
and  leisure  to  devote  to  the  cultural  things  of  liife. 

Overhead  Expenses  Same  for  All 

W  e  have  it  on  no  less  authority  than  that  of  Mr.  Good- 
win, who  made  the  statement  in  the  Hotel  Wisconsin  at  our 
January  convention,  that  the  larger  contractor  has  a  larger 
percentage  of  overhead  than  the  smaller  contractor.  This 
I  doubt  very  much.  I  do  not  believe  there  is  any  very 
great  variation.  I  do  believe,  however,  that  overhead  ex- 
pense today  is  very  much  greater  than  it  was  a  few  years 
ago.  Overhead  expense  should  cover  all  such  items  as  rent, 
telephone,  manager's  salary,  insurance,  postage,  printing, 
automobile  maintenance,  ofifice  salaries,  advertising,  superin- 
tendents' salaries,  interest,  legal  expenses,  and  the  proper 
allowance  for  bad  accounts  and  for  breakage  or  loss  of 
material.  The  small  contractor  may  think  that  he  saves 
some  of  these  items,  but  if  he  analyses  matters  carefully  he 
will  rind  that  he  has  to  pay  them  all  in  the  end.  If  he  is 
his  own  manager,  he  should  consider  the  salary  he  would 
be  making  if  doing  it  for  someone  else  and  should  charge 
himself  with  the  same  salary.  When  all  these  things  are 
taken  into  consideration  I  believe  he  wilil  find  his  expense 
running  between  20  per  cent,  and  25  per  cent,  of  the  sales. 
In  discussing  these  problems  it  is  customary  to  assume  a 
figure  of  25  per  cent.  This  may  have  teen  right  a  few  years 
ago,  but  we  believe  it  should  be  more  now. 

Three  Methods  of  Getting  Overhead 

First  Method.— It  is  a  very  simple  matter  for  us  at 
the  end  of  the  year  to  sit  down  and  take  our  expense  after 
the  hills  are  all  paid,  figure  out  a  percentage  of  overhead 
and  determine  to  use  it  through  the  following  year,  but  I 
believe  a  more  careful  study  of  the  matter  is  needed  than  by 
simply  arriving  at  a  certain  percentage.  1  have  not  seen  any 
article  suggesting  any  method  of  figuring  overhead  expense 
except  to  take  a  flat  rate  and  apply  it  to  all  our  business. 
This  we  will  call  the  first  method. 

But  this  I  object  to.  If  we  take  this  percentage  and 
apply  it  to  the  sale  of  an  attachment  plug  where  jve  fiddle 
around  15  or  20  minutes  making  a  connection  for  nothing, 
you  are  going  to  be  very  sadly  in  the  hole.    If  we  take  this 

•  By  P.  C.  Burrell,  before  Wisconsin  Contractors'  Association. 


percentage  and  apply  it  to  a  15-horse-power  motor  you  are 
going  to  be  beat  out  by  some  of  your  competitors.  I  do  not 
say  that  it  costs  as  much  time  or  worry  to  connect  the  25- 
cent  attachment  plug  as  it  does  to  sell  the  $250  motor,  but 
I  do  say  that  the  percentage  of  overhead  should  be  as  many 
times  as  great  on  one  job  as  on  the  other. 

Second  Method. — The  second  method  advanced  for  solv- 
ing this  problem  is  to  have  a  different  rate  of  overhead  to 
apply  to  difTerent  pieces  o^f  cost.  This  can  be  illustrated  by 
a  chart  covering  the  year's  business.  Now  this  chart  gives 
a  complicated  method  of  figuring  expenses  wherein  you  will 
have  to  use  some  such  proportion  of  this: 

Material   $100.00 

5  per  cent,  overhead  on  material   . .  .  5.00 

Labor   50.00 

14   per    cent,    overhead    on    labor    .  .  .  7.00 


25   per  cent,  on  general  expense 


$162.00 
32.40 


$194.40 

10  per  cent,   profit   (approximately) . .  20.60 

Total  $215.00 

This  is  the  second  method  of  figuring  overhead  expense 
and  one  that  is  used  in  most  businesses,  but  to  W'hich  I 
still  object  as  it  does  not  show^  the  proper  relation  of  cost 
between  small  and  large  jobs. 

Third  Method.— What  I  am  trying  to  get  at  is  that  it 
costs  a  great  deal  more  in  proportion  to  handle  the  small 
job  than  it  does  to  handle  a  large  job.  If  we  have  a  hundred 
$5  jobs  and  one  $500  job,  we  wnll  figure  9/10  of  our  time 
fiddling  around  with  the  little  joib  and  l/lO  attending  to  the 
large  job.  I  believe  that  the  little  jobs  should  carry  many 
times  the  overhead  expense  that  the  big  job  carries.  I  do 
not  know  any  way  to  separate  this  expense  between  the 
small  and  the  large  jobs  in  the  way  I  have  done  between 
material  and  labor  above. 

But  the  truth  is  we  are  getting  a  higher  rate  of  gross 
profiits  on  the  small  job  and  we  believe  this  will  give  us 
a  key  in  the  right  proportion  in  figuring  this  expense.  I 
have,  accordingly,  analyzed  the  business  of  a  certain  month 
and  grouped  together  all  the  jobs  that  cost  less  than  $1,  $2, 
etc.  You  will  find  the  same  standard  in  all  these  groups, 
namely,  that  we  are  taking  a  much  larger  gross  profit  on  the 
small  job  and  a  much  smaller  gross  profit  on  the  large  jobs. 
I  got  still  better  results  by  taking  together  the  entire  group 
of  joibs  handled  in  four  months,  as  shown  in  the  table  here- 
with: 

No.  of  Sale  Cost  A^-^^age  Per^cent. 

Jobs  pjj,j,t 

382   $     409.154  $     205.69    $        0.54  99 

380    1.336.31  649.30  1.71  90.3 

201    1,632.65  907.37  4.51  79. 

193    3,802,53  2,325.15  12-.11  63 

125    5,850.82  3,905.77  31.24  50 

90    7,974.21  6,322.41  70.25  26.1 

51    8,194.06  6,678.58  130.95  22.6 

]4                 ...  4,992.47  3.942.90  281.58  26.6 

13    16.816.90  13,403.45  1,031.03  25.5 

1,448   .$50,909.29  $38,339.81 

This  gives  a  total  oif  1,448  jobs  at  a  total  cost  of  about 
$38,000,  and  a  total  selling  price  of  nearly  $51,000.  I  argue 
that  it  is  fair  to  apply  our  overhead  expense  in  the  same  pro- 
portion as  the  gross  profits  on  this  group  of  work.  If  we 
can  get  some  way  to  figure  overhead  expense  so  it  follows 
a  definite  line,  we  will  get  a  method  which  wnll  let  us  put  a 
fair  price  on  all  our  work. 
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What  is  New  in  Electrical  Equipment 


A  New  Pressure  Governor  for  Gas  and  Liquid  Systems. 

A  new  pressure  governor  to  control  standard  self-starters 
for  motor  operated  pumps  and  compressors  has  been  develop- 
ed by  the  Canadian  General  Electric  Company.  The  gover- 
nor maintains  a  pressure  between  predetermined  limits  on 
any  gas  or  liquid  systems  that  will  not  corrode  the  Bourdon 
tube.  This  governor  is  called  the  CR  2923  and  can  be  used 
on  any  standard  A.  C.  or  D.  C.  circuit.  It  is  rated  for  pres- 
sures of  60,  100,  160,  300  or  500  pounds,  and  operates  within  set- 
tings of  from  3  to  13  pounds  between  high  and  low  pressures. 
Governors  for  higher  pressures  can  be  supplied  if  desired. 
The  governor  consists  of  a  Bourdon  tube,  an  indicating 
i-eedle,  a  graduated  pressure  scale,  adjustable  high  and  low 
pressure  stops  to  detemine  the  desired  pressure  range  and  a 
relay  which  actuates  the  contacts  in  the  control  circuit  of  the 
self-starter,  all  enclosed  within  a  dust-proof  case  easily  opened 
for  inspection.  Action  of  the  governor  is  dependent  on  the 
Bourdon  tube  vvhich  should  be  connected  to  an  independent 
discharge  pipe  from  the  pressure  tank.  The  free  end  of  the 
tube  "T"  (See  Figure)  is  mechanically  connected  to  the  in- 
dicator needle  '"N,"  moving  it  over  the  scale  as  changes  of 
pressure  affect  the  tube.   After  the  settings  for  the  pressure 


and  is  followed  by  the  movable  arm  (M).  When  the  high 
pressure  point  is  reached,  the  movable  arm  is  prevented  from 
traveling  farther  by  stop  (P)  and  the  needle  continues  its 
course,  breaking  the  circuit  by  separating  contacts  (C  and  C')- 
The  instant  the  circuit  is  broken,  the  delay  (R)  is  de-energiz- 
ed, its  armature  falls,  releasing  the  tension  on  the  spring 
(S)  and  because  the  movable  arm  (M)  is  counterweighted  it 
returns  to  the  stop  post  (P').  When  the  pressure  is  decreas- 
ed to  the  minimum  value,  the  contact  (C)  again  completes 


Pressure  governor,  cover  removed. 

range  have  been  made,  the  governor  will  automatically  mam- 
tain  pressure  within  those  limits. 

The  operation  of  the  pressure  governor  is  as  follows: 
Assuming  that  the  pressure  is  at  the  low  value,  as  indicated 
by  the  left  hand  indicator  (1),  the  contact  (C)  on  the  needle 
(N)  completes  the  circuit  through  the  contact  (C)  on  the 
movable  arm  (M)  which  at  the  low  pressure  point  rests 
against  the  stop  (P')-  When  this  contact  is  made,  the  cir- 
cuit is  completed  through  the  relay  coil  (R),  causing  the  arm- 
ature (A)  to  close.  Attached  to  this  is  the  contact  (CO) 
which  upon  closing,  completes  the  control  circuit  to  the  self- 
starter,  causing  the  motor  to  start.  The  armature  is  also  at- 
tached to  the  spring  (S)  which  holds  the  contact  (C)  firmly 
against  (C)  until  contact  is  broken  at  (P).  As  the  pressure 
increases,  the  needle  pointer  moves  to  the  right,  but  its  lower 
part  to  which  the  contact  (C)  is  attached  moves  to  the  left. 


Pressure  governor,  complete. 

the  relay  coil  circuit  by  engaging  contact  (C)  and  the  cycle 
of  operation  is  repeated.  The  case  is  tapped  and  drilled  at 
the  bottom  for  the  pressure  pipe  and  electrical  conduit  con- 
nections. 


1. 
3. 
3. 
4. 


Instrument  gives  Warning  of  Peak  Load  Excess 

The  peak  load  and  its  effect  on  the  distribution  system, 
has  perhaps  been  given  more  consideration  by  station  engin- 
eers than  any  other  problem  with  which  the  latter  have  had 
to  deal,  with  the  result  that  its  effect  on  the  commercial  suc- 
cess of  the  undertaking  is  very  fully  realized.  The  result  has 
been  the  adoption  of  a  number  of  different  methods  of  charg- 
ing, each  suited  more  or  less  to    specific    local  conditions. 
Among  these  methods  may  be  mentioned: 
Ampere  maximum  demand; 
A  two  rate  principle; 
A  restricted  hour  use; 

Flat  charge  for  a  definite  h.p.  with  a  motor  reading 
in  kilowatt  hours  all  current  consumed  in  excess 
of  the  definite  h.p.; 
5.    Kilowatt  hours  maximum  demand; 

(a)  Based  on  the  h.p.  installed; 

(b)  Based  on  the  maximum  demand  meter; 

(c)  Based  on  the  graphic  meter. 

Of  these  5  (b)  and  5  (c)  arc  becoming  more  and  more 
common  for  large  customers  and  would  appear  to  be  essen- 
tially fair  to  both  the  customer  and  the  supply  authority,  pro- 
vided that  it  is  understood  by  the  customer.  Unfortunately 
this  is  not  always  the  case,  and  the  effect  on  the  customer  is 
easily  illustrated  by  an  actual  example.  Presume  that  the 
normal  requirements  of  the  customer  caller  for  100  h.p.  In 
one  particular  district  of  Canada  the  service  charge  as  shown 
by  a  maximum  demand  meter  is  $1.00  per  h.p.  per  month. 
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The  iDi'lcr  cliarjic  is;    Tlic  lirsi  .">(»  liours  um-  al  llio  sec- 

ond 30  hours  use  at  l.S;  tlu-  lial.mci.'  ,it  1.."..  \>MiniinLi  that 
the  custotiter  runs  10  hours  per  clav  on  ilu'  inncsti-icted  basis, 
his  bill  would  be  subject  to  iliscouni  ot'  10  lur  cent,  cash, 
and  would  read  as  follows: 


Service  charge — 

too  1  1.  [\= 

$  1  00.00 

t.  onsuuiption  charj^e — 

First  ">0  hours'  ("'■>  kw.  : 

<  50)=;i7.">0  kw.h. 

at  2 

.(') 

$07.50 

Second  .>0  iiours' 

=;$750  kw.h. 

dl  1 

.S 

$07.50 

Balance.  l.')0  hours 

=8250  kw.h. 

It  . 

5 

$12.40 

Total  

 15750 

$277.40 

For  a  load  of  less  than 

200  h.p.  the  peak 

is 

taken 

at  one 

minute.  Therefore  if  once  durini.;-  a  month,  due  to  carelessness 


Instrument  for  giving  pealt  load  warning, 
or  ignorance,  the  load  is  permitted  to  rise  to  135  h.  p.  for  one 
minute,  the  bill  would  read  as  follows: 

Service  Charge.    125  H.P  $125.00 

Consumption  Charge. 

First  .50  hours  (93.7  kw.  x  50)=4680  kw.h.  at  3.G  $132.00 
Second  50  hours  use  =4680  kw.h.  at  l.S  84.50 

Balance  6390  kw.hrs.  at  .15  9.58 


Total   ■..    15750   $341.08 

Less  10  per  cent,  discount   34.10 


Net  Bill  $306.98 

This  shows  that  the  customer  would  pay  $57.32  more  in 
the  second  instance  than  he  would  in  the  first  for  exactly  the 
same  kw.  hours  consumption,  in  spite  of  the  fact  that  the  out- 
put in  his  factory  would  probably  not  be  increased  at  all. 

To  assist  the  customer  to  control  this  situation,  an 
instrument  has  recently  been  placed  on  the  market  which 
gives  the  customer  warning  when  the  peak  duration  is  pro- 
longed. This  instrument  is  shown  in  the  Figure.  It  consists 
of  a  current  element,  rheostat  for  control  of  the  current  ele- 


ment, time  laggiuL;  element,  hell  ringing  transformer  and 
hell.  The  current  element  is  built  with  a  standard  of  5  ampere 
winding  lor  use  with  the  transformer.  It  is  capable  of  ad- 
justment to  the  required  lead  by  means  of  the  steps  of  the 
rheostat,  from  1.5  to  5  amps. 

Tile  time  element  has  a  range  in  the  instrument  shown, 
from  0  to  5  minutes.  The  time  range  can,  however,  be  ar- 
ranged for  any  particular  requirefnents  by  a  slight  change 
in  the  gearing.  The  method  of  operation  is  as  follows: 

The  current  element  is  set  to  the  maximum  load  requir- 
ed during  the  month  and  the  time  element  slightly  under  the 
maximum  permitted  by  the  power  contract  for  the  above 
amount  of  power.  When  the  current  rises  to  or  above  the 
set  maximum,  the  current  element  immediately  operates, 
throwing  current  on  to  the  time  element.  This  element  then 
operates  until  the  time  setting  is  reached,  when  the  bell  rings 
out  a  warning  that  the  load  is  excessive.  The  construction 
of  the  instrument  is  such  that  it  is  only  necessary  to  reduce 
the  current  3  per  cent,  below  the  predetermined  load  for  the 
liell  to  cease  ringing  and  reset  the  time  element. 

Platinum  points  are  used  throughout,  and  the  meter,  if 
anything,  errs  on  the  side  of  solid  construction.  The  instru- 
ment is  being  manufactured  by  the  Chamberlain  &  Hookham 
Meter  Co.  Ltd.  of  Toronto,  following  the  design  of  Mr.  S. 
L.  B.  Lines,  the  general  manager  of  the  conlpany. 


Small  Geared  Turbines. 

To  drive  small  electric  lighting  outfits,  exciter  units  for 
large  alternators,  or  for  direct  mechanical  drive,  there  has 
been  a  demand  for  a  line  of  steam  turbines  which  would  be 
constructed  along  the  same  lines  which  give  durability,  ease 
of  adustment,  and  high  economy  to  the  larger  turbine  units. 
To  meet  this  demand,  which  now  comes  principally, from  our 
new  merchant  marine  for  lighting  sets,  the  Westinghouse 
Electric  &  Manufacturing  Company  has  developed  a  line 
which  is  being  manufactured  in  sizes  from  15  to  50  kw.  for 
direct-current  service;  from  30  to  50  kw.  for  alternating-cur- 
rent service,  and  from  30  to  100  h.p.  for  mechanical  drive. 
This  machine  is  a  geared  unit,  very  compact,  and  of  rugged 


construction,  as  shown  in  th.e  view  of  the  direct-current  unit. 
The  turbine  operates  at  a  speed  of  7200  r,p.m.  and  it  is 
suitable  for  both  condensing  and  non-condensing  operation. 
It  is  built  for  normal  operation  on  any  steam  pressure  from 
75  lbs.  to  250  lbs.,  and  for  non-condensing  operation  on  any 
back  pressure  up  to  30  lbs.  It  embodies  the  three-point  sus- 
pension principle,  being  supported  by  two  lugs  on  the  gener- 
ator and  one  under  the  centre  of  the  turbine,  thus  maintain- 
ing perfect  alignment  of  the  turbine,  gear  and  generator. 

The  generator  is  of  the  well-known  Westinghouse  "SK" 
type,  compound  wound,  with  commutating  poles.  This  designc 
insures  sparkless  commutation  even  at  heavy  overloads  with- 
out shifting  the  brushes — an  important   advantage   since  no 
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attention  is  required  to  adjust  for  changing  loads.  Coils  are 
impregnated  bv  the  vacuum   process,    makmg    them  proot 
against  even  extreme  dampness.   The    outboard  generator 
bearing  is  supported  by  a  single-piece  bracket  bolted  to  the 
frame    In  this  a  steel  shell  lined  with  babbitt  forms  the  bear- 
ing itself;  it  is  pressed  and  pinned  into  place  and  m  case  of 
trouble  can  readily  be  renewed  by  driving   out   with  heavy 
hammer.  Oiling  is  by  a  ring  running  over  the  shaft  and  dip- 
pin-  into  an  oil  well.    The  shaft  may  be  pressed  out  of  the 
armature  without  disturbing  the  connection  between  coils  and 
commutator.    Liberal  spaces    for   ventilation    are  provided. 
The  internal  construction  of  the  turbine  is  practically  identi- 
cal with  that  of  the  larger  machines.  It  consists  of  a  single 
rotating  wheel  with  blades  or  buckets  around  its  periphery; 
the  steam  from  the  directing  vanes   or   nozzles  impinging 
against  these  blades,  causes  the  wheel  to  rotate  and  the  work 
to  be  performed.  The  full  energy  of  the  steam  is  extracted 
by  usino-  only  one  wheel  with  the  aid  of  what  is  commonly 
known  as  the  re-entry  principle;  that  is.  the  steam  after  pass- 
in-  through  the  blades  the  first  time,  is  changed  in  direction 
•by"  means  of  reversing  chamber  and  is  directed  agamst  the 
blades  a  second  time.  The  nozzle  and  reversing  chamber  are 
made  of  phosphor  bronze,  designed  specially  to  resist  the  ero- 
sive action   of   steam   at  high   velocities.    In  the  15  and  2.5 
kilowatt  units,  the  nozzle  block  contains  l)ut  one  nozzle,  while 
in  units  from  twenty-f^ve  to  fifty  kilowatts  capacity,  the  block 
contains  two  nozzles,  one  of  which  is  controlled  by  a  hand 
operated  valve;  at  partial  loads  this  valve  may  be  closed  and 
thus  the  water  rates  are  greatly  decreased,  and  a  much  higher 
efficiency  is  obtained. 

One  of  the  special  features  on  this  unit  is  the  automatic 
throttle  valve,  operated  directly  from  the  governor  by  means 
of  a  connecting  rod.  This  valve  is  of  the  balanced  type  and 
very  sensitive  in  operation,  thus  insuring  a  close  speed  regula- 
tion One  of  the  latest  refinements  provided  on  very  few 
small  turbines,  is  the  overspeed  governor  release.  This  is  a 
simple  device  contained  in  a  small  hole  drilled  in  the  shaft 
between  pinion  and  rotor,  and  it  consists  of  a  cylindrical 
weight  held  in  place  by  a  coil  spring  surrounding  it.  In  case 
the  turbine  should  speed  up  to  ten  per  cent,  above  normal 
speed  the  weight  due  to  centrifugal  force,  overcomes  the 
spring  tension  and  protrudes  a  short  distance  from  its  normal 
position.  By  so  doing  it  comes  in  contact  with  a  lug,  which, 
in  turn,  is  fastened  to  a  lever,  the  movement  of  which  trips 
the  throttle  valve  catch  and  allows  the  valve  to  be  closed  by 
a  heavy  coil  spring. 


heads.  This  accounts  for  the  slim  appearance  of  the  tank 
as  shown  in  the  accompanying  cut.  The  floor  space  limita- 
tions also  precluded  the  possibility  of  using  core  type  con- 
struction in  this  case. 

The  transformers  are  shell  type  units  with  reinforced 
steel  plate  housing  and  supports.  The  economy  in  weight 
by  this  construction  made  it  possible  to  utilize  the  existing 
foundations  without  material  change,  in  spite  of  the  fact  that 
the  main  weight  of  the  transformer  loading  is  carried  over  to 
the  central  foundation  wall  by  a  short  cantilever  construc- 
tion. 

The  transformers  have  button  type  spacers  between 
coils  and  the  coil  ends  extending  above  and  below  the  core 
are  firmly  braced  against  distortion  from  short  circuit  strains. 


Large  Hydro  Transformers 

The  Canadian  General  Electric  Company  is  now  com- 
pleting at  Peterboro,  an  order  for  fifteen  5,000  kv.a.,  25  cycle, 
110  000  volt  transformers  for  the  Hydro  Electric  Power 
Commission  of  Ontario.  These  transformers  are  for  the 
Strachan  Avenue  Terminal  Station  of  the  Commission  at 
Toronto,  and  nine  of  the  fifteen  units  are  already  installed. 
When  the  installation  is  completed  in  a  month  or  two,  the 
Commission  will  have  in  this  station  a  total  transformer 
capacity  of  75,000  kv.a.,  on  the  basis  of  40  degs.  C.  rating  or 
approximately  100,000  kv.a.  on  the  basis  of  maximum  rating. 

The  Toronto  Station  was  originally  laid  out  for  two  banks 
of  1  350  kv  a.  transformers  with  one  spare  unit.  At  a  later 
date'  the  1,350  kv.a.  units  were  replaced  by  2,500  kv.a.  units, 
and  later,  the  station  was  extended  to  accommodate  three 
additional  banks  of  2,500  kv.a.  transformers.  Two  of  these 
banks  were  installed  but,  before  the  last  bank  was  ordererd, 
the  decision  was  reached  to  again  double  the  unit  capacity. 
To  accomplish  this  with  the  floor  space  limitations  of  the 
original  transformer  pockets,  it  was  necessary  to  increase 
'  the  height  dimensions  very  materially.  The  new  units  mea- 
sure 34  feet  from  the  rails  to  the  top  of  the  high  tension 


Particular  attention  is  drawn  to  the  appearance  of  the  core 
in  the  accompanying  cut  showing  the  core  and  the  coil  hous- 
ing. The  cut,  however,  does  not  do  justice  to  the  unusually 
fine  results  which  the  Peterborough  organization  is  accomp- 
lishing in  piling  sheet  steel  laminations. 

The  tanks  for  these  transformers,  which,  it  will  be  noted, 
are  without  horizontal  seams,  were  made  at  the  Davenport 
Works,  Canadian  Allis-Chalmers,  Limited. 


Motor-Driven  Drill  and  Tapper 

To  speed  up  production  without  danger  to  machine  or 
operators,  is  the  purpose  of  the  new  Barnes  self-oiling,  all 
geared  drill  and  tapper  which  handles  high  speed  twist  drills 
from  i^-inch  to  2  inches.  This  is  essentially  a  manufacturing 
machine,  built  for  heavy  duty  work  and  rapid  production. 
Belts  arc  entirely  eliminated,  all  power  being  transmitted 
through  gears.  With  the  exception  of  the  spindle  sleeves 
and  cross  spindles,  all  bearings  and  all  gears  are  continuously 
lubricated  by  an  automatic  self-oiling  system.  The  oil  for 
this  purpose  is  pumped  from  the  reservoir  at  the  base  of  the 
machine  by  a  geared  pump.  Eight  changes  of  speed  are 
provided,  with  control  levers  within  easy  reach  of  the  opor- 
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ator  from  his  position  in  front  of  the  ilrill.  The  spindle  may 
be  stopped  by  placini;  the  shifter  lever  on  the  neutral  po- 
sition, or  by  throwini;  out  the  ehiteh  L;ear.  All  transmission 
gears  except  the  friction  clutch  Rears,  are  cut  from  special 
high-grade  chrome  nickel  steel,  heat-treated,  and  tempered  to 


prevent  wear,  and  to  increase,  strength  and  stifTness.  There 
are  ten  instant  changes  of  geared  feeds,  controlled  by  levers 
directly  in  front  of  the  operator.  The  feeds  are  indicated  in 
plain  figures  on  an  index  dial  plate.  All  irnportant  feed  gears 
are  cut  from  steel  and  are  case-hardened.  A  safety  collar  pro- 
tects the  machine  against  damage  from  overloads.  For 
tapping,  the  machine  may  be  equipped  with  an  automatic 
reversing  mechanism,  which  is  very  desirable,  especially  for 
depth  tapping.  A  trip  on  this  mechanism  can  be  set  so  that 
the  instant  the  tap  reaches  the  depth  required,  the  spindle 
will  automatically  reverse.  It  is  also  possible  to  set  the  shift- 
ing lever  so  that  when  tripped,  either  automatically  or  by 
hand,  it  will  return  to  the  neutral  position,  thus  stopping 
the  spindle  instantly  instead  of  reversing  it.  A  small  hand 
trip  lever  is  always  ready  for  use  if  it  is  desired  to  stop  or 
reverse  the  spindle  at  any  point  in  the  operation.  These 
machines  are  driven  through  a  silent  chain  by  a  Westinghouse 
10  h.p.  direct-current  motor  provided  with  a  Westinghouse 
automatic  starting  panel.  This  panel  is  shown  exposed  in 
the  illustration,  but  is  provided  with  a  metal  case  when  de- 
sired. All  gears  are  entirely  enclosed,  meeting  the  require- 
ments of  modern  safety  laws. 


Electric-Driven  Laboratory  Grinder. 

A  unique  electric-driven  grinder  for  laboratory  service  has 
recently  been  developed  by  The  Bauer  Bros.  Co.,  Springfield. 


contaminated  by  the  others.  The  outfit  is  used  chiefly  by  com- 
tnercial  laboratories  for  grinding  samples  of  cotton  seed  cake, 
linseed  cake,  corn  cake  and  feed  stuffs  of  all  kinds,  also  for 
coal  and  nearly  any  materials  which  require  grinding  in  the 
laboratory  for  analysis.  The  outfit  is  also  used  where  small 
amounts  of  materials  are  ground  continuously  and  for  this 
service  it  is  provided  with  a  special  base  which  permits  a 
constant  flow  of  materials  to  pass  through  the  mill.  The  di- 
mensions of  the  outfit  are  as  follows:  Height  overall,  24 
inches,  width  overall,  IC  inches;  length  overall  closed  25 
inches,  open  32  inches.  The  hopper  is  10  inches  in  diameter, 
and  the  plates  are  8  inches  in  diameter.  The  speed  is  1800  r. 
p.  m.  and  the  weight  is  300  pounds. 

The  outfits  are  regularly  stocked  with  3  horse-power,  220 
volt,  3  phase  60  cycle  motors,  but  can  be  furnished  on  order 
with  2  or  3  phase,  110,  440,  or  550  volt  motors. 


Makes  Push  Switch  Installations  Steam-Tight 

Double  push  button  switches,  because  of  their  ease  of 
operation,  have  always  been  popular,  but  their  use  has  been 
restricted  by  reason  of  the  liability  of  moisture,  gas  or  dust 
getting  into  the  operating  parts.  The  Crouse-Hinds  Com- 
.pany  have  designed  and  placed  upon  the  market  a  cover  with 
a  switch-operating  mechanism  for  use  with  these  switches, 
when  installed  on  condulets  of  either  the  FS  or  FD  series, 
which  eiliminates  the  objectionable  features.  This  cover  is 
made  in  one  and  two-gang  forms.  In  one  of  the  accompany- 
ing illustrations  a  two-gang  cover  is  shown  installed  on  a 
condulet,  while  the  other  illustration  is  of  single  gang 
condulet  and  cover,  with  cover  unmounted.  Like  the  condu- 
Jet,  the  cover  is  a  casting,  either  iron  or  brass,  as  specified. 
Iron  covers  are  regularly  finished  in  black  enamel,  although 


As  shown  by  the  illustration  the  outfit  consists  of  a  Robbms 
&  Myers  motor  with  one  end  head  replaced  by  the  grinder 
mechanism  which  is  directly  connected  to  the  motor  shaft. 
The  grinder  opens  like  a  watch  and  all  interior  parts  are 
readily  accessible  and  easily  cleaned,  so  a  variety  of  materials 
can  be  ground  in  the  machine  without  any  one  sample  being 


galranized  finish  or  any  other  plated  finish  will  be  furnished, 
if  desired.  Marine  finish  is  standard  for  brass  covers.  The 
mechanism  which  operates  the  push  button  is  under  the  dome 
,of  the  cover  and  is  controlled  by  a  shaft,  flattened  at  its  inner 
pnd  and  extending  through  the  side  of  the  cover,  where  it 
terminates  in  the  operating  handle.  That  portion  of  the  shait 
which  passes  through  the  cover  is  provided  with  grooves 
containing  hard  grease,  which  effectually  seals  the  bearing, 
and  a  rubber  gasket  likewise  seals  the  joint  between  the  cover 
and  condulet.  "On"  and  "Off  indicators,  cast  on  the  ends 
of  the  handle,  facilitate  the  operation  of  the  switch.  With  this 
cover  and  the  necessary  condulet,  it  is  now  practical  to  use 
push  switches  in  places  where  excessive  moisture,  explosive 
or  corrosive  vapors  or  fine  dust  circulate  in  the  atmosphere, 
as  in  marine  use,  ammunition  plants,  refineries,  textile  and 
flour  mills  and  the  numl)erless  other  locations  which  readily 
su--est  themselves  to  the  electrician.  Complete  description 
and  listings  of  these  covers  are  given  in  Condulet  Bulletin 
No.  lOOOH,  which  has  just  been  released  by  the  Crouse- 
Hinds  Company,  and  will  be  mailed  on  request. 


Mr.  Henry  Holgate,  consulting  engineer.  Montreal;  Mr. 
Guy  W.  Currier,  chief  counsel  for  the  receiver  of  the  Bay 
State  Street  Railway  Company,  Boston;  and  Prof.  Albert  S. 
Richey,  Worcester  Polytechnic  Institute,  Worcester,  Mass.. 
have  been  appointed  by  the  New  Brunswick  Government  to 
investigate  the  affairs  of  the  New  Brunswick  Power  Com- 
pany and  decide  upon  the  merits  of  that  company's  applica- 
tion for  an  increase  in  rates  in  street  car  fares  in  St.  John. 
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Personals 


Mr.  S.  Wilkins,  formerly  engineer,  Winnipeg  Electric 
Railway,  has  been  appointed  tr.aintenance  engineer. 

Mr.  C.  Bibby  h^s  been  appointed  assistant  superintendent 
and  secretary  of  the  Sud'bury-Coipper  ClitT  Suiburban  Electric 
P:.;iway,  succeeding  the  former  secretary,  Mr.  M.  J.  Powell. 

Mr.  Lawford  Grant,  manager  of  Eugene  F.  Phillips'  Elec- 
trical Works,  Ltd.,  has  been  elected  a  representative  of  the 
Montreal  branch  of  the  Canadian  Manufacturers'  Association 
on  the  executive  council  of  the  Association. 

Captain  W.  G.  Conway  has  been  appointed  secretary  of 
the  British  Columbia  Association  of  Electrical  Contractors 
and  Dealers.  Captain  Conway  is  said  to  be  one  of  the  livest 
wires  in  the  city  of  Vancouver  and  there  is  every  indication 
that  this  Association  will  forge  ahead. 

Major  George  W.  Shearer,  M.  Sc.,  Assoc.  Mem.  of  the 
Engineering  Institute  of  Canada,  Montreal,  has  been  awarded 
the  D.S.O.  Before  joining  the  27th  Battery,  C.F.A.,  in  1915, 
he  was  practising  as  an  electrical  engineer,  being  a  graduate 
of  McGill  University.  He  is  in  command  of  the  11th  Battery, 
C.F.A. 

Mr.  F.  H.  Williams  has  been  appointed  publicity  agent  of 
the  Winnipeg  Electric  Railway  Company,  succeeding  Mr.  H. 
C.  Howard.  Mr.  Williams  will  continue  the  policy  of  this 
company  of  cementing  the  bond  of  good  fellowship  between 
the  Company  and  its  patrons  in  all  matters  pertaining  to  the 
operation  of  the  system. 

Mr.  Thomas  Henry  has  opened  an  office  at  58  Front 
Street  West,  Toronto,  where  he  will  act  as  consulting  en- 
gineer on  power  proposals,  including  both  construction  and 
operation.  Mr.  Henry  is  also  acting  as  machinery  broker  for 
power  equipment  of  all  kinds— steam,  electric  and  hydraulic. 
He  has  had  wide  experience,  having  designed  and  built  the 
Erindale  hydro-electric  plant  of  the  Interurban  Electric  Com- 
pany and,  as  chief  engineer,  operated  this  plant  for  12  years. 
He  has  latterly  been  on  the  stafT  of  the  Toronto  Electric 
Light  Company. 


Trade  Publications. 

Ward  Leonard— Enamelled  Resistance  Units,  another 
booklet  on  field  Rheostats,  by  the  Ward  Leonard  Electric 
Company;  both  well  illustrated  and  containing  a  quantity  of 
useful,  general  information. 

Induction  Motors— Bulletin  No.  3000  by  the  Canadian 
General  Electric  Company;  illustrating  and  describing  poly- 
phase induction  motors. 


Electrical  Features  in  New  Ship  Industry 

Coincident  with  the  establishment  of  the  wooden  ship- 
building industry  in  the  West  were  born  many  dependent 
enterprises — among  these  the  turning  of  wooden  spars,  which 
is  handled  by  such  firms  as  the  Western  Spar  Company,  of 
Portland,  Ore.  In  former  days  this  work  was  done  mostly  by 
hand  labor,  or  steam-driven  machinery,  but  to-day  the  entire 
equipment  is  electrical.  In  the  above  company's  plant  there 
are  two  large  woodworking  lathes,  which  can  turn  spars  160 
feet  in  length;  they  are  equipped  with  220-volt,  3-phase  induc- 
tion motors,  as  follows:  Three  15  h.p.  three  5  h.p.,  three  1  h.p., 
and  one  3  h.p.  The  15  h.,p.  motors  are  on  the  carriages  to 
drive  the  cutting  tool  and  other  apparatus,  and  have  to  be  in- 
stalled with  long,  flexible  cable  connection,  so  that  they  may 
be  run  back  and  forth  over  the  160-foot  length  of  track.  Plugs 
are  installed  midway  on  the  run  and  supporting  the  cable  on 
strain  insulators  strung  on  a  steel  messenger  wire. 


Electric  Railway  Supplies— Catalogue  No.  18,  by  the 
Drew  Electric  Company,  Indianapolis;  illustrating  and  deb- 
cribing  their  line  material  and  electric  railway  supplies — a 
handsome  catalogue  of  96  pages. 


The  Quebec  Streams  Commission  have  returned  all  ten- 
ders for  the  construction  of  the  proposed  storage  dam  at 
Lake  Brule,  ten  miles  from  Beaupre,  P.Q.  The  estimates  were 
too  high  to  justify,  in  the  opinion  of  the  Commission,  work 
being  proceeded  with,  and  it  has  consequently  been  postpon- 
ed. The  dam  would  have  given  additional  water  power  to  the 
hydro-electric  plant  of  the  Laurentian  Power  Co. 


A  Handsome  Catalogue  of  Electric  Heating 
Equipment. 

The  National  Electric  Heating  Company,  To- 
ronto, are  distributing  a  handsome  56  page  cata- 
logue describing  their  various  products.  These 
include  domestic  and  commercial  irons;  a  vari- 
ety of  household  and  kitchen  utensils,  such  as 
toasters,  disc  stoves,  pcrcolaters,  chafing  dishes, 
etc.;  their  well-known  line  of  electric  ranges  from 
a  single  Inirner  hot  plate  to  the  biggest  range  re- 
quired for  large  families,  hotels  or  restaurants; 
circulation  water  heaters;  glower  type  air  heat- 
ers; portable  and  stationary  air  heaters  for  the 
home,  office,  warehouse,  street  car  or  automobile; 
luminous  type  house  radiators;  special  radiators 
up  to  200  kw.  capacity;  a  number  of  special  appli- 
ances such  as  glue  pots,  celluloid  press,  bread 
sealing  machine,  electrically  heated  glove  ft)rnis, 
etc.  The  catalogue  is  splendidly  illustrated.  The 
illustration  herewith  shows  a  model  arrangement 
with  range  and  hot  water  heater  occupying  a  min- 
imum of  space  and  giving  a  maximum  of  ser- 
vice. 
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Current  News  and  Notes 


Branttord,  Out. 

The  threatened  strike  of  employees  on  the  Brantford 
Municipal  Railway  has  been  a\erted,  the  men  acceplin.t;-  the 
new  rates  of  pay  offered  by  the  city,  namely.  :-'>.i,  -I  and  32 
cents  an  hour.  The  old  rates  were  23,  25  and  2ii  cents  an 
hour. 

Esteven,  Sask. 

It  is  stated  that  a  government  plant  for  the  manufacture 
of  li,!;nite  briquettes  will  be  established  near  Estevan,  in  the 
near  future.  It  is  further  reported  th.it  the  plant  will  cost 
.$400,000  and  be  in  operation  by  next  winter. 

Fort  William,  Ont. 

Women  conductors  are  a  possibility  on  the  Fort  WiMiam 
electric  railway  shortly. 

Gladstone,  Man. 

The  town  council  of  Glad-lone.  Man.,  contemplates  the 
installation  of  an  electric  liylitm-  and  power  system. 
London,  Ont. 

Employees  of  the  London  Street  Railway  Company  have 
been  granted  a  new  wage  schedule  of  30,  32  and  35  cents  an 
hour.  Formerly  the  highest  rate  was  28  cents  an  hour.  By  the 
new  agreement  the  men  also  get  10  cents  more  per  hour  for 
overtime. 

Newcastle,  N.B. 

The  town  council  of  Newcastle,  N.B.,  have  raised  the 
electric  light  rates  from  15  to  20  cents  per  kw.h.  A  discount 
of  20  per  cent,  is  allowed  for  prompt  payment. 


Ottawa,  Ont. 

It  is  not  iinpossible  that  in  the  near  future  the  citizens  of 
Ottawa,  Ont.,  will  be  requested  to  vote  on  the  question  of 
purchasing  the  Ottawa  Electric  Railway.  Figures  given  in 
the  last  annual  statement  of  the'  company  indicate  that  it  was 
the  most  successful  year  in  the  company's  histor3^  Gross 
earnings  amounted  to  $1,210,627;  total  expenses  were  $830,961,  - 
leaving  a  net  surplus  of  $409,665.  Passengers  carried  numbered 
29,347,692  and  dividends  amounting  to  15  per  cent,  were  paid. 

Regina,  Sask. 

A  committee  has  been  appointed  by  the  city  of  Regma. 
Sask.,  to  enquire  into  the  efficiency  and  management  of  the  ^ 
street  railway  department.  The  scope  of  the  enquiry  wdl 
cover  the  handling  of  tickets  and  money,-  accounting,  traffic 
organization,  efficiency  of  employees,  track  and  equipment 
maintenance. 

In  our  last  issue  it  was  stated  that  the  light  and  power 
rates  in  the  city  of  Regina  would  be  increased  10  per  cent, 
and  that  the  plant  had  been  operating  at  a  loss.  Our  source 
of  information  proved  inaccurate,  however,  as  we  have  been 
since  advised  that  this  plant  has  not  operated  at  a  loss  for 
twelve  years  but,  on  the  contrary,  has  turned  over  a  very  sub- 
stantial surplus  each  year  to  lower  the  tax  rate  of  the  city— 
in  1915,  $54,917;  1916,  $57,061,  and  1917,  $24,005.  The  object 
of  increasing  the  rates  is  to  provide  for  a  surplus  after  meet- 
ing the  increased  cost  of  coal  and  labor— the  advances  being 
approximately  40  per  cent,  since  the  light  and  power  rates 
were  fixed. 


Safeguard  the  One  Vital  Point 
in  the  Central  Station — 

the  bus  bars 

OTHER  individual  parts  of  the  equipment 
may  fail  or  be  destroyed— but  as  long  as 
your  switchboard  and  main  bus  bars  remain 
intact,  you  can  redistribute  the  load  and  keep 
the  power  flowing. 

Franklin  Bus  Bar  Supports  combine  great 
mechanical  strength,  great  electrical 
strength,  with  sound  engineering  design  and 
the  finest  w/orkmanship.  They  have  many 
superior  features. 

Consider  most  carefully  the  bus  bar  sup- 
ports you  install. 

Install  the  FRANKLIN  and  forget  it 

•  SELLING  AGENTS 


WKITE  FOU  ]U'I.T,ETINS 
Franklin  Cable  Potheads 
Franklin  Tost  Type  Insulators 
Franklin  Bus  Bar  Clamps 
Franklin  Disconnecting  Switches 
Franklin  Cleat  Type  Insulators 
Franklin  Compartment  Fioors 
Franklin  Compression  Fuse 

Switches 
FrankHn  Instrument  Cutout 

Switches 
Franklin  .\ir-  Pressure  Relays 
Reverse  Phase  Relays 
"Ma.xum"   Grounding  Box 


The  Philadelphia  Electric  Company  Supply  Department 


132  SOUTH  ELEVENTH  STREET 


PHILADELPHIA,  PA.,  U.S.A. 
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PHILLIPS'  CABLES 


as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows. — 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor.  .21  in.  Thickness  of  dielec- 
tric on  belt.  .21  it..  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto         Winnipeg         Regina         Calgary  Vancouver 


Phillips  Factory 
at  Montreal 
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FOR  SALE 

Xim-tv    House-    Service     Meters,-  well-known 
ni,iki\    "Ihne  been  thoroughly  overhauled.  .$4.50 
llnx  Ti.'i,  ICIi  ctiical  News,  Toronto.  12-12 
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I'AKl.l.AMKNT  BUILDINGS,  OTTAWA 

Tenders  Wanted  for 

Limiting  Fixtures 


Scalcil  Uiulos  will  be  icccivca  hy  the  undor- 
sisnod  Hulil  noon.  July  2.  1918,  for  the  liRhluig 
I'lxtures  lonuiriil  in  llio  reconstruction  ot  the 
above  building. 

All  lenders  to  be  based  on  the  execution,  in- 
stallation and  completion,  together  with  llic  fur- 
nishing of  all  material,  tools  ■.\]<]']u,<n  ,  -  labm  , 
etc.,  necessary  and  as  required  .m  l  ,1.  nin  I  Dy 
the  plans,  specifications  and  schcdnk  lui  h.nlitme 
lixlurcs. 

The  work  of  this  contract  shall  be  proceeded 
with  as  indicated  in  the  Schedule  or  as  may  be 
directed  and  in  such  a  manner  as  to  .nMnc  Hie 
completion  thereof  by  November  1,  I'.Mii. 

Plans  Specilications,  Schedule  and  any  ollier 
inlormation  required  can  be  obtained  at  the  ofhce 
of  the  General  Contractors,  P.  Lyall  &  Sons  Con- 
struction Company,   Limited,   Ottawa,  Ontario. 

Kach  tender  must  be  accompanied  by  an  ac- 
cented cheque  on  a  chartered  bank,  payable  to 
the  order  of  the  Minister  of  Pubhc  Works  for 
a  sum  not  less  than  five  per  cent.  (5  p.c.)  of  tin- 
amount  of  the  tender,  which  will  be  forfeited  it 
the  parlies  tendering  decline  (o  enter  into  a  con- 
traet  when  called  upon  to  do  so.  If  llie  tender  is 
not  accepted  the  cheque  will  be  relnrncd.  It  (he 
tender  is  accepted  an  additional  rlie.pie  for  a  sum 
equivalent  to  five  per  e.nl.  I'M''  '  the  amount 
of  the  tender  must  be  deposited  before  the  con- 
tract is  signed.  The  total  security  will  be  for- 
feited if  the  contractor  fails  to  complete  the  work 
contracted  for. 

Payments  for  material  will  be  made  monthly. 

Samples  must  be  submitted  with  tender. 

The  lowest  or  any  tender  not  neeessa«-ly 
accepted. 

Envelopes  containing  tenders  to  be  marked 
'■Tenders  for  Lighting  Fixtures,"  and  addressed 
to  the  undersigned. 


JOHN  A.   PEARSON,  Architect, 


J.  O.  MARCIT.\ND,  Associate. 
Centre  Block,  Parliament  Hill, 
Ottawa. 


FOR  SALE 


Electric  Light  Plant  in  good  town,  divisional 
point  in  Alberta,  exclusive  franchise,  good  rates 
and  good  load.  Reason  for  selling  owners  in- 
terested in  other  business.  Box  746,  Llecti;ical 
News,  Toronto.  l-.-'o 


MOTOR  FOR  SALE 


FOR  SALE 


1  Madison  Williams  :!»>  in.,  20(1  b.p.  Triumph 
Horizontal  Steel  Ca'-e  Tin  bine  Water  Wheel, 
2~i  ft.  head,  e^eiiiil.  le  « ith  pulley. 

1— (iO  kilowatt,  \,,U,  :;  pluse,  (jt)  cycle,  1200 

r.p.m.  belted  geiieialor  with  pulleys  and  rheo- 
stats and  exciter,  tJrocker-Wheeler  make. 

S.Kii;  jionniN  No.  G  li&S  hard  drawn  bare  copper 
line  ^^ne. 

l.ols  poninK  \o.  14  B&S  hard  drawn  bare  cop- 
per   line  wire. 

N.  E.  CARRUTHERS, 

Secretary-Treasurer. 

11  12 


Laconihe,  Alta. 
May  11, 


POSITIONS  VACANT 


Help  Wanted 


ICleeliit 
sti  nnient-> 
llvdu.  1.; 
Axe.,  Tni 


liini-.t,    familiar   with    delicate  in- 
ela-s   only.     Apply   by   letter  to 
ry.     Meter     Dept.,     8  Straehan 
12-12 


Wanted — Experienced  man,  returned  soldier 
preferred,  to  act  as  Meter  Reader  and  Inspector. 
,\liply,  stating  experience,  to  Smiths  Falls  Hydro- 
icieetVie    Svsteni.  12-t.f. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

FOR  IMMEDIATE  DELIVERY 
No.    H.P.  Phase  Cycle  Volts    Speed  Maker 


100 

35 
30 


3 
3 
3 
3 

</3  3 

4  3 

3  3 


25 
20 
15 


25  550 

25  550 

25  550 

60  2000 

25  550 

25  550 

25  550 

25  550 
25 
25 


50  Westg. 

720  Westg. 

710  C.  G.  E. 

900  C.  G.  E. 

750  Westg. 

500  C.  G.  E. 

750  C.  G.  E. 

750  C.  G.  E. 

550      1400  Excelsior 

550     1400  Excelsior 


30  to  60  DAYS'  DELIVERY 


75  3 
35  3 


25 
10 


7/2  3 
5  3 


25 
25 
25 
25 
25 


550 
55t) 
550 
550 
550 


25  550 


750  C.  G.  E. 

750  C.  Ct.  E. 

750  C.  G.  E. 

750  Westg. 

750  C.  G.  E. 

750  Westg. 


Type  C,  constant  speed,  100  h.p.,  225  ampere 
per  terminal,  2  phase,  full  load  speed  5S0,  alter- 
nating 720. 

Apply  Armour  &  Co.,  Wcntworth  St.  North 
Hamilton,   Ont.  1-1* 


Write  Us  for  Prices 

H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Ont. 


READ  THIS! 


$2,900  for 

275  K.V.A.  25  CycUl 
6600  Volt,  3  Phase 
275  R.P.M.  Generatoil 

or  Synchronous  Motor 

Brand  New 

Fully  Equipped  Sw-Bd. 
and  Exciter 


ALSO 


3-100  K.V.A.  25  Cycl.| 
New  Transformers  S.P.| 
13,200  to  6600  2200  Vol 

$900  each 

To  be  sold  immediately] 
Wire  for  particulars 
E.  A.  LOWRY  -  GUELPH,  01 


OOURT  HOUSES  ■^<£crtin  cnn 

ofluasTORE fiTTiMcs  %^^S£ND  FOR 


Rubber  Covered  Wires  and  Cables) 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables    Special  Cords  and  | 

Cables  for  all  kinds  of  Electrical  Work. 

Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 
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Jeady  for  Immediate  Delivery 


ELECTRICAL  NEWS 

Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


ALTERNATING  CURRENT 
-100  K.W.,   General   Electric,  3 
phase,  60  cycle,  2300  volt  gen- 
erator, type  GTB,  form  D,  com- 
plete with  switchboards. 

—200  KW.,  3  phase,  60  cycle,  1100 
volt,  General  Electric  generator, 
type  GTB,  form  D,  speed  600. 

—450  K.V.A.,  2300  volt,  Allis- 
Chalmers,  200  speed,  3  phase,  60 
cycle  generator,  2  years  old,  good 
for  direct  connection  for  engine 
drive  or  water  wheel  drive. 

—100  H.P.  new  Westinghouse  mo- 
tor, 3  phase,  60  cycle,  550  volt. 
90O  speed. 

—100  H.P.,  new  General  Electric, 
3  phase,  60  cycle,  440  volt,  720 
speed,  slip  ring,  complete  foi 
heavy   starting  duty. 

L-50  H.P.  new  General  Electric. 
440  volt,  1200  speed,  3  phase,  60 
cycle,  slip  ring  motor. 

1—  50  H.P.  General  Electric,  220 
volt,  900  speed,  type  I,  form  L. 

2—  50  H  P.  new  Allis-Chalmers,  550 
volt,  3  phase,  60  cycle,  900  speed 
motors. 

MOTOR   GENERATOR  SET 

1—40  KW.,  125  volt.  General  Elec 
trie,  720  speed,  type  CL,  forn; 
B,  6  pole  generator,  connected 
on  one  sub  base  to  a  60  H.P., 
3  phase,  60  cycle,  2080  volt,  720 
speed,  type  M,  form  C,  Fort 
Wayne  motor  in  Al  condition 
and  complete.  Three  bearing 
machine. 


DIRECT  CURRENT 
)_100  H.P.,  110  volt,  Holtzer-Cabot 
D.C.    motors,    550    r.p.m.,  full 
commutators. 
1—10  KW.,  125  volt.  Bullock,  400 
speed,    marine    set,    direct  con- 
nected   on   one    sub   base    to  a 
Westinghouse  vertical  engine. 
1 — 50  KW.,  125  volt.  General  Elec- 
tric,  280  speed,   type   MP  gen- 
erator,   direct    connected    to  an 
11  X  12  vertical  marine  type  en- 
gine. 

1—300  KW.,  500  volt,  D.C.  General 
Electric  generator,  400  r.p.m. 

X—5C,l4  KW.,  125  volt  Westing- 
house,  800  speed,  type  M  gen- 
erator, complete  and  in  Al  con- 
dition. 

1— SO  KW.,  125  volt,  Crocker- 
Wheeler,  750  speed,  type  CCD 
generator. 

—90  KW.,  110  volt.  Genera!  Elec- 
tric, 600  speed,  type  CL,  6  pole, 
form   B  generator. 

—800  KW.,  550  volt,  General 
Electric,  400  speed,  type  MP 
generator,  D.C. 

BOILERS 

 300     H.P.     ITolyokc  Manning 

Boilers,  now  located  in  Massa- 
chusetts; good  for  150  11)5;  11 
years  old,  in  splendid  condition. 

 150  H.P.  Manning  lioilers,  now 

located  in  New  Hampshire;  good 
for  135-140  lbs.  Immediate  de 
livery. 

;  <)o"  X  IS'   6"  horizontal  return 

tubular  Dillon  Boilers,  now  lo 
cated  in  Rhode  Island,  installed 
in  1905,  for  delivery  in  2  months 


SEND  US  YOUR  ENQUIRIES 
JOSEPH  MYERSON,  274  commercial  St.,  BOSTON,  Mass 


Safety  Panels  and  Switchboards 


For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 

220  King  Street  West  -  -  TORONTO 


3 

Qu. 

1 
1 
1 
5 
1 
1 
1 
5 
5 
2 
.S 
6 
1 
3 
0 
6 
3 
1 
1 
0 
1 

53 

1 
2 
1 
6 

2 
2 
4 
1 
1 
1 


PHASE,  60  CYCLE  MOTORS 
H.P.  Make       Volts  Type  Speed 
'/,  R*M  NEW.  110 


G.E.  NEW 

G.E  

G.E.  NEW 

G.E  

Fbks.  M.  . 

G.E  

G.E.  NEW  .  — 
Wstgh.  New.  220  OS 
R&M  NEW.  220 

G.E  

G.E.  NEW  . 

G.E  

G.E.   

Cr.  Wh  

G.E.  NEW  . 
Cr.  Wh 
Cr.  Wh 

Wstgh  - 

Wstgh.  New  220  CS 
Wstgh.  New  220  CS 
G.E.  (motors 

only)    5.50 

M5  Cr.  Wh.  220/440 


110  KT 
110  I 
220  KT 
220  KT 
440  B 
220  KT 
220  KT 


220  KT 
220  KT 
.220  KT 
220  KT 
220 

220  KT 
220  g 
550  Q 
220  CCT. 


7/2 


G.E.  NEW  .  220  KT 
G.E.  NEW  .220  KT 
G.E.  (motors 

only)   550  KT 

G.E.  NEW  .  220  KT 
G.E.  NEW  .  220  KT 
G.E.  NEW  .  220  KT 

Wstgh   220  CCL 

Wstgh   220  CS 

Cr.  Wh.  with 
resistance 
type  starter  550  Q 

G.E   220  L 

Rohbins  &  M  220  K 

G.  E   220  1 

Wstgh  220 


1700 
1800 
1800 
1800 
1800 
1200 
900 
1800 
1130 
1150 
1800 
1200 
900 
12fX) 
1720 
1800 
1720 
1720 
1700 
1735 
1130 

1200 
865/1735 


Qu.  H.P.     Make     Volts  Type  Speed 

900 
1200 
1100 
121 K) 
1200 
1120 
850 
600 
000 


2  15 
2  15 
2  20 

1  20 
50  20 
19  25 

2  30 
1  35 
1  35 
1  40 


1800 
1200 

1800 
900 
1800 
1200 
1700 
1150 


1800 
1200 
17.50 
900 
11. 5.-) 


G.E.  NEW  .  220  KT 
Fbks.  M.  220/440  Kl'.V 

Wstgh   220  CS 

Fbks.  M   220  P. 

Fbks.  M.  220/440  KBV 
Wagner.   220/440  BP 
Wagner  New  220 

G  E   220  KT 

Triumph.  220/440 
Wagner 
NEW  .  220/440  BP  .'■'50 

1  40    Fbks.  M   220  900 

1  .35    G.E.  NEW  .  220  M  900 

1  35    Westgh   220  1170 

1  40    Westgh.  New  220  CS  .870 

1  .50    Westgli   220  860 

1  50  Triumph  ....  220  720 
1  75    Westgli.  New  440  CS  720 

1  100  Westgh   440  1200 

1  125  G  E    220  L  600 

1  1.50  g!e.  NEW.  220  CW  695 
1  150  G.E.  NEW  .  220  M  580 

3  PHASE,  25  CYCLE  MOTORS 


2-5 

Westgh.    .  .  .  220  CCT, 

705 

12/, 

G.E.elev.type- 

high  torque  220  KTE 

750 

15 

Allis  Ch.    ..  220 

750 

20 

Allis-Ch.    ..  220 

750 

20 

(VE  441.  K 

(.-.0 

40 

Wstgh.   .    .  220  MW 

695 

50 

Allis  Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control- 

ler  440 

500 

55 

Wstgh. si. rg. 

30  cycles, 
complete.    .  440 

86a 

1-  (',0/45/30  C..E.  440 


500/375/250 


GEORGE  SACHSENMAIER  &  CO. 

Office  and  Salesrooms:  141-43-46  N.  Third  Street. 
Warehouses:  928-30-32  N.  Third  Street, 

PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 
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DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Starting  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  Ce'l  Switches 

Lighting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboaads 
Distributing  Switchboards 

Switchboard  Fittings 

Fuses 

Fuse  Clips 
Fuse  Studs 

Spade  Handles 

Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 


REFLEX 

Spark  Plugs 

The  REFLEX  Line  of 
Spark  Plugs  is  a  trade 
winner.  They  are 
made  right — stay  clean 
and  keep  the  car  on 
the  go.  A  Gold  Bond 
guarantee  against  de- 
fective material  and 
workmanship  is  given 
with  each  plug. 

Every  customer  satisfied  —  profits 
sure — a  good  line  to  handle  for  win- 
ning the  good-will  of  mt^'orists  and 
users  of  engines. 

Get  the  "Reflex"  Agency. 

Write  for  full  particulars. 

Great  West  Electric  Co.,  Limited 

61-63-65  Albert  St.,  Winnipeg,  Man. 


Friends  of  the  Electrician 


**ANTI-SULPHURia'  ENAMEL 

The  only  reliable  protection  against  the  action  of  acid  and 
chemical  fumes. 

*'FERRODOW* 

Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
lies  all  climatic  conditions. 

'^DRIOROU' 

Oil-proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

'*ARMOUW 

Fire-resisting  paint,  or  colorless  solution. 

**ARMACELU' 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 

**OHMALINE'' 

Black,  quick  air-drying  insulating  composition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 

*'SHAYDOLITE'* 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.   Dries  rapidly. 

''ARMABRON*' 

Bitumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  H.  M.  Imperial  and  Overseas  Governments') 
STOCKED  BY 

SPIELMANN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 
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ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30;  to  SO  MORE  STRESS  than  the  Welded  Eye 
Delivery  from  Stock.  Plain  or  Hot  Galvanized.  Get  Our  Prices 

ACME  STAMPING  AND  TOOL  WORKS,  LIMITED,  ""^S" 


y 

1 .  _J|||HU||B 

ERICO 

Featherweight  Portable  Welder 

The  Rheostat  shown  above  weiglis  140  pounds,  and 
the  Welder  weighs  65  pounds.  The  outfit  installs  stan- 
dard ERICO  Rail  Bonds,  and  will  operate  on  voltages 
between  250  and  750. 

No  flame  or  arc  strikes  bond  or  rail. 

Write  for  prices. 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 

CLEVELAND 


Redmanol 

^^^^^         "The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  Uquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Kimble  Motors 


"A  Touch  of  the  Toe  to  go  Fast  or  Slow." 

That  is   why   printers   insist   on  Kimble 
Motors — and  why  your  customer  will  buy  them. 
Kimble  Single  Phase  Variable  Speed  Motors 

are  made  for  all  standard  voltages  and  fre- 
quencies. Wherever,  wide  speed  variation  and 
siuooth  running  is  desirable  they  will  fill  the 
bill. 

Distributors 

The  Masco  Company,  Ltd. 

91-93  Queen  St.  E.  TORONTO 

"JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES." 


MICA 


KENT  BROTHERS 

Kingston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,    Cut    to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 
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Kraft  Cord  "Braiduct" 

Made  in  Canada  under  Canadian  Patent  No.  147,057 


This  cut  is  reproduced  from  an  actual  photograph,  and  illustrates  the 
behavior  of  the  material  in  this  rigid  test — perfect  flexibility.  We  cut  the 
ends  to  show  plainly  the  superior  construction — note  the  high  grade  Canvas 
Duck  Lining  and  the  KRAFT  CORD  winding.  This  KRAFT  CORD  is  made 
to  our  own  specifications  and  is  fire-proofed,  which  is  entirely  new. 

KRAFT  CORD  BRAIDUCT  "  is  in  a  class  by  itself— superior  to  any 
imported  conduit — is  absolutely  the  last  word  in  flexible  non-metallic  con- 
duit construction. 

We  are  now  making  our  own  insulating  compounds,  consequently  every 
lot  will  be  uniform  in  flexibility,  and  every  foot  is  fished  at  the  factory. 

KRAFT  CORD  "  BRAIDUCT  "  is  easy  to  instal— easy  to  cut— easy  to 
secure,  as  it  is  made  in  our  own  country,  and  easy  to  buy.  as  our  price  is  right 

KRAFT  CORD  "  BRAIDUCT  "  tests  far  al:iove  all  requirements  of  the 
Underwriters. 


We  will  be  glad  to  send  ^ou  a  sample. 


The  Flexible  Conduit  Co. 


Limited 

Guelph       ^  Canada 
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DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  o 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
hey  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
ioint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers. 

Ask  the  man  who  makes  the  joint! 

242  Went  4l8t  St. 
NEW  YORK 


DOSSERT  &  CO., 


H.  B.  LOGAN,  President     -._-,_„p  . , 
I  RVING  SMITH.  Canadian  Rep..  Unity  Bldg-  MONTREAL 


—Standard— 

Copper,  Brass  and  Bronze  Wires 
Colonial  Copper  Clad  Steel  Wire 
Magnet  and  Weatherproof  Wire 
Rubber  Insulated  Wire 
Lead  Covered  and  Armored  Cable 
Cable  Accessories  of  all  kinds. 
We  can  meet  your  requirements,  however  large, 
promptly. 

Standard  Underground  Cable  Co. 

of  Canada,  Limited 
Hamilton,  Ont. 

Toronto  Hamilton 


Montreal 


Seattle 


CANADIAN  PORCELAIN  CO. 

LIMITED 

HAMILTON   -  CANADA 

Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


Electrical  Machinery  and  Repairs 


Armatures  Complete,     Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New.  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

The  following  regulations  apply  to  all  advertisers: — Eighth  page,  every  issue,  three  head- 
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ALTERNATORS 
CanaJian  General  Electric  Company 
Canadian  Wesiingliouse  Company 
Ferranti  Electrical  Company  oC  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Crouse  llinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatheway  &  Knott,  Inc. 
Toyner,  Limited,  A.  H.  Winter 
'Morthern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical   Instruitient  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal   Molding  Company 

AUTO  STARTERS 

Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 

Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company  _ 
Cr6use-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle.  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 

Sundh   Electric  Company 

BUS  BAR  SUPPORTS 

Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National   Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.   Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Canadian   Westinghouse  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  AUis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh   Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 
Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann  Agencies,  Registered  " 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin  Electric  Manufacturing  Company 
Chicago  Fuse  Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Speciallgr  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 
Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson  Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National   Electric   Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric  Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agendet  Regiitered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  48) 
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THIS  TRADE  MARK 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Water 

Turbines 


Hydraulic 
Governors 


High 

Efficiency 
Pumps 


Vertical 
Turbines 


shown  in  the  accompanying 
illustration  were  designed 
and  manufactured  by  us  for 
the  Hydro-Electric  Power 
Commission  of  Ontario. 
They  are  among  the  largest 
water  turbines  installed  in 
Canada  and  are  character- 
istic of  the  high  efficiency 
of  our  engineering  depart- 
ment. 

The  services  of  these  ex- 
perts are  at  your  disposal  to 
consult  on  any  of  your  en- 
gineering troubles. 


BOyiNG  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 

LINDSAY  -  ONTARIO 


The  New 


J.C.  Electric  Soldering  Iron 

3  1/2  Hours  Saved  on  a  5-Hour  Job! 

(70  per  cent,  saving) 


50  II  V.  Motor  Stator  Coils  BeinR  Soldered  with  J-C  Soldering 
Iron,  in  Shops  of  Robertson  Elect.  Construction  Co..  lU.tfalo. 


Instead  of  taking  5  hours  to  solder  the  terminal  leads  of  the 
stator  coils  of  this  motor  the  J.  C.  Soldering  Iron  cut  this 
time  to  VA  hours— a  saving  of  hours.  The  secret  of  the 
efficiency  of  this  remarkable  Tron  is  the  fact  that  it  heats 
only  while  in  contact  with  the  work,  and  then  heats  almost 
instantaneously. 

.\'o  time  is  lost  at  any  stage  of  the  work. 

Write  for  Illustrated  Catalogue 

Clemens  Electrical  Corporation 

of  Canada,  Limited 
HAMILTON  -  CANADA 
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FUSE  BOXES 
Crouse-HinJs  Company  of  Canada,  Limited. 
Northern  Electric  Company 
Square  D  Company 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General   Electric  Company 
Canadian   Westingliouse  Company 
Canadian  Vickcrs,  Limited 
Electrical   Maintenance  &   Repairs  Company 
Ferranli   Electrical   Company   of  Canada 
Lancashire   Dynamo   &   Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  l-red 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 

Jefferson  Glass  Company 

GUARDS  (Condulets) 
Grouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   of  Can- 
ada. Limited. 

HEATING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
National    Electric    Heating  Company 
Northern    Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Roving  Hydraulic   &  Engineering  Company 

HYDRO  EXTRACTORS 

Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 

Allen  Inspection  Company 

Canadian   Inspection   and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston  Electrical  Instrument  Company 

INSTRUMENTS— RECORDING 

Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 

Redmanol  Chemical  Products  Company 

INSULATION  (Hard  Fibre) 

Spaulding  &  Sons  Company,  J. 

INSULATORS 

Canadian  Porcelain  Company 

Canadian   Westinghouse  Company  _ 

Crouse-Hinds  Company  of  Canada,  Limited. 

Electrical  Development    Machine  Company 

Hatheway  &  Knott,  Inc. 

Illinois    Electric    Porcelain  Company 

Moloney  Electric   Company  of  Canada 

Mica  Company  of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson    Glass  Company 

LAMP  GLOBES 
Ciouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical  Alaintenance   &   Repairs  Company 

Hatheway  &  Knott 

High   Efficiency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams  Bagnall  Electric  Company 
Canadian   General   Electric  Company 
Joyner,  Limited,  A.   IT.  Winter 
Nortliern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds   Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian   General   Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti   Electrical  Company  of  Canada 
Great  West   Electric  Company 
Nortliern   Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros< 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker- Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson  Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebauffh  ,Self-l.ubricatinK  Carbon  Co. 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 
Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio  Brass  Company 


PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  ot  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern   Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &   W.    Electric   Specialty  Company 
McGill    Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard   Underground  Cable  Co.   of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin    Electric    Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley   I'ros.  Company 
Northern    Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  LiAiited 
ITubbell  Company,  Harvey 
Northern   Electric  Company 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc._ 
Illinois  Electric  Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Toyner,   Limited,  A.   H.  Winter 
Northern  Electric  Company 
Standard   Underground   Cable   Company  of  Can 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 

Boving   Hydraulic   &    Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Bovine  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 

Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Surdh   Electric  Company 

RODS 

International   Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Melding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Company 
Canadian    General    Electric  Company 
Crouse-Hinds  Company  of  Canada.  Limited. 
Duncan  Electrical  Company 
National   Meta'    Molding  Company 
Northern  Electric  Company 

(Continued  on  Faye  .SO) 
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aUARE 

STEEL  ENCLOSED  SWITCH 


Central  Stations 
Contractors 

Dealers-all  can  denve  big  re- 
turns in  economy  or  profit  from 
the  application  or  use  of  Square  D 
Steel  Enclosed  Switches. 
Consider  these  four  points  alone— complete 
enclosure  of  live  parts  and  external  operation 
minimize  the  possibility  of  the  operator  be- 
ing shocked  or  burned.   A  lock-off  device 
provides  for  locking  the  switch  in  the  open 
position  to  guard  against  the  accidental  clos- 
ing of  the  circuit. 

Fire  hazards  and  insurance  costs  reduced  to 
a  minimum.  Motors,  workmen  and  equip- 
ment are  protected,  ensuring  maximum  pro- 
duction and  increased  satisfaction  among 
employees. 

Be  satisfied  with  nothing  less  than  Square  D 
—the  original  steel  enclosed  switch. 

SQUARE  D  COMPANY 

Walkerville,  Ontario 
Main  Office  and  Factory,  Detroit,  Mich. 


THE  ORIGINAL 
SAFETY  SWITCH 


SQUARE  D  SWITCHES 

da  not  h'mder  praductioTi 
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SOLDERING  FLUXES 
Allen  Company,  L.  !>. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric   Healing  Company 

STANDARD  CELLS 
Weston    Electrical    Instrument  Company 

STORAGE  BATTERIES 
Canadian  Geneial  Electric  Company 
Canadian    Hart    Accunuilator  Company 
Northern  Electric  Company 

STREET  LIGHTING  FIXTURES 
llenjamin   Klectiic   Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-llinds  Company  of  Canada,  Limited. 
Joyner,  Limited,  A.  II.  Winter 
Nortliern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 
llenjamin  Electric   Manufacturing  Company 
Canadian  General   Electric  Company 
Canadian  Wcstingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Pevoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.   Electric  Specialty  Company 
llalheway       Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National   Metal   Molding  Company 
Northern  Electric  Company 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Crouse-llinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranii   Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
lianheld  &  Sons,  W.  11. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

c:anadian  Independent  Teleplione  Company 
Nortliern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric   Heating  Company 
Nortliern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 

Adams- Bagnall  Electric  Company 

Canadian    Crocker-Wheeler  Company 

Canadian  General   Electric  Company 

Canadian  Westinghouse  Company 

Ferranti  Electrical  Company  of  Canada 

Kulilman  Electric  Company 

Moloney  Electric  Company  of  Canada 

Nortliern  Electric  Company 

Packard   Electric  Company 

Railway  &  Power  Engineering  Corporation 

Rose   &  O'Hearn 

Thordarson   Electric   Manufacturing  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian   Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern   Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M.  k 
Northern  Electric  Company  l 
Standard  Underground  Cable  Co.  of  Canada,  Lt^ 

VACUUM  CLEANERS 

Houston   &  Company 

Onward  Manufacturing  Company  1 
Pi-ingle,  R.  E.  T.  | 

VARNISHES 

Spielniann  Agencies,  Regd. 

VIOLET   RAY   APPARATUS  ^ 
Branston  &  Company.  Chas.  A.  fl 

WASHING  MACHINES  ■ 

Onward  Manufacturing  Company  ■ 

WATER   POWER   MACHINERY  J 

lioving  Hydraulic  &  Engineering  Company  » 
Smith  Company,  S.  Morgan  i 

WATER  WHEELS  ■ 
Canadian    Allis-Chalmers   Company  m 

WELDING  EQUIPMENT  * 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston   Insulated  Wire  &  Cable  Company,  Ltd 
Canada  Wire  &  Cable  Company 
1).  &  W.  Fuse  Company 
International   Nickel  Company 
Novlhern  Electric  Company 
I'liillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
ITatheway  &  Knott,  Inc. 

Northern  Electric  Company  H 


em  dl®c(bracil  §sMy 

impoftmi 


Aboard  Uncle  Sam's  battle  ships  too  stringent  care  cannot  be  taken 
to  prevent  overloads  and  short  circuits  reaching  the  electrical  equip- 
ment.   This  is  effectively  safeguarded  against  by  the  use  of 

ECONOMY  renewable  FUSES 


No  one  can  question  for  a  moment  that 
safety  is  the  first  consideration  in  the 
fusing  of  these  circuits.  What  greater 
assurance  could  be  offered  of  the  accur- 
acy and  all-around  dependability  of 
Economy  Fuses? 

Now  weigh  the  fact  that  ECONOMY 
renewable    FUSES    and    "Drop  Out" 


Renewal  Links  cut  annual  fuse  main- 
tenance costs  80  per  cent.  A  single 
order  recently  shipped  to  one  Nnvy 
Yard  saved  the  government  over  $76,- 
800.00.  Smaller  users  enjoy  the  same 
proportionate  saving. 

Order  from  your  electrical  dealer. 
Write  for  Catalog  20. 


ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LIMITED 

UNITY  BUILDING  -  MONTREAL 

Manufacturers  in  Canada  of  S  &  B  High  Potential  Fuses— to  150,000  Volts. 


-\n  inexpensive  _ 
little  "Drop  Out 
Renewal  Link  re- 
stores a  blown 
Economy  Fuse  to 
its  original 
efficiency. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Salei  Officet  and  Branch  Warehouses: 
601  Merchants  Bank  Building,  MONTREAL 
592  Notre  Dame  Avenue  WINNIPEG 
Northwestern  Engineering  and  Supply  Co.,  Ltd.,  CALUAKY 

Prompt  ahipments  from  Factory  or  nearest  Warehouse 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns.  Quebec,  make  and  supply  Electric  Batteries  o(  all  kmd 
Batteries  for  lighting  Towns  or  Electric  Trucks.  •„ 
Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 

that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 


ALLEN  SOvDERING  FLUX 


KNOCK  TH 
X  OUT  OF 
I  SODERING 


Use  ALLEN  Fluxes— 
for  safe,  strong,  depend- 
able sodered  joints — any 
metal  to  any  metal. 

It  frees  the  sodering  job 
from  uncertainty  and  will 
make    a    beautiful  joint 

where  cverytliing  else  has  failed. 
Non-acid— Non-corrosive— Non-poisonous.    Makes  a 
joint  nearly  three  times  as  strcmg  as  muriatic  acid. 
Sample  slick,  paste,  li<|ul(l  or  salts— free. 

BISSETT  &  WEBB 

126  LOMBARD  WINNIPEG,  MAN  .  CANADA 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  BIdg. 
Toronto,  Ont. 
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Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern  • 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


The  Chief 
Benefit 

derived  from 

"No  Spark"  Ul 

CARBON  BRUSHES 

IS  FREEDOM  FROM  TROUBLE  REPLAC- 
ING AND  RESETTING  BRUSHES.  Benig 
self-lubricatitig,  they  make  the  contacts  prac- 
tically frictionless  and  reduce  commutator  re- 
pairs enough  to  pay  for  themselves  several 
times  over.  With  these  carbon  brushes,  the 
machine  runs  noiselessly  without  any  sparkmg. 
These  are  facts  which  you  can  at  once  prove. 

Write  for  our  latest  Bulletin 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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Are  Your  Lamps  Imprisoned? 

THE  LC^^ON  INVENTION 


prevents  loss  by 
theft  or  breakage. 


Get  our  list  describing  the  Loxon  Lamp 
Guards,  and  giving  prices  and  particulars  of 
this  and  many  other  Electrical  Specialties. 


McGILL  MANUFACTURING  COMPANY 


VALPARAISO,  INDIANA. 


Select 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTORS 


H.P.  Motor  Geared  to  a  Coffee 
Mill  and  Meat  Chopper 


to  Operate  coffee 
mills  and  meat  grind- 
ers because  of  their 
heavy  starting  torque 
with  low  starting 
current  and  because 
they  can  be  control- 
led by  a  push  button 
of  a  snap  switch. 

1/10  to  40  H.P. 
25  to  140  Cycles 

THEY-KEEP-A- 
RUNNING 


CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  2 
Jones  &  Iconic  Co.,   l.lil.,  2-M  .Adelaide  St.  W.,  Toioiuo 

Great  West  Electric  Co     Ltd..  Winnipeg 
Rudel  Beliiap  Macliinery  Co.,  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W.,  Vancouver,  B.C. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office.  . 

THE  LINDSLEY  BROTHERS  CO. 

NELSON,  B.C. 

General  Sale*  Office— 72  W.  Adam*  St.,  Chicago.  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  809  Unity  Building,  Montreal 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarkf  H.  mitcbell 
Perclval  H.  mucbell 

Coniultlig  and  Sapervliinf 

H>druuliL-.  Steam  anU  Electrical  Power  Plants, 
InJustrial  and  Municipal  Engineerine- 

Trader*  Bank  Building,  TorontO 


R.  S.  KELSCH, 
CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gat 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

TesU,  Report*.  Arbitrabons 
Supervision  of  LightinK  and  Power  PlanU 

Telephone  Main  6737  605  McGill  Bldg. 

Montreal,  P.Q. 


H.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St..  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
I  ndustrial 

501  Excel.ior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     :  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :       A.  L.  Mudge,        A.  L.  Mieville 
Steam  and  Hydro-electric  Developmente.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 
TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture,  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Towers  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks  Designs, 
Copyrights  and  Infringements.  20  Years  Ex- 
perience in  Patents  and  Practical  Engineering 
Kent  Building.  TORONTO 
Yonge  and  Richmond  Sits.. 


STANLEY  LIGHTFOOl 

REG  O  PATENT  SOLlClTon  »N0  ATTOHNEY 
LUMSDEN    BLDG-rSVONCE"  )  TORONTO. 

MEW  BOOKLET  OF  COMPLETE  INFORMATION  FREE 
Ntv.  M.  3713 


ATENTS 


ipnMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.   


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y..  U.S.A. 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATENT  LITIGATIOII 


SEND  FOR  HAND  BOOK 

ATENTS 


PHONI 
MAIN 
25S2 


RIDOUT  8c  MAYBEI 

59  Yonge  Street 


TORONTO 


CANAI 


>  c 


ESTABLISIIEU  IMO 

BRADSTREET 

Offices  Througliout  the  Civilized 
World. 
Executive  Office: 
Nos.  340  and  348  Broadway,  New  York  Cil; 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathei 
information  that  reflects  the  financial  cond 
tion  and  the  controlling  circumstances 
every  seeker  of  mercantile  credit.  its  bus 
ness  may  be  defined  as  of  the  merchants,  b 
the  merchants,  for  the  merchants.  In  pr< 
curing,  verifying  and  promulgating  inform, 
tion  no  effort  is  spared,  and  no  reasonab 
expense  considered  too  great,  that  the  resul 
may  justify  its  claim  as  an  authority  on  ; 
mailers  affecting  commercial  affairs  and  n^f 
cantile  credit.  Its  offices  and  connectir 
have  been  steadily  extended,  and  it  furnisi 
information  concerning  mercantile  perso' 
throughout   tlie   civilized  world. 

Subscriptions  are  based  on  the  service  fi 
nished  and  are  available  only  by  reputs' 
wholesale  jobbing  and  manufacturing  c 
cerns,  and  by  responsible  and  worthy  fir, 
cial.  fiduciary  and  business  corporatic 
Specific  terms  may  be  obtained  by  addrc- 
ing  the  company  at  any  of  its  offices  t  i 
respondeiice  invited. 

THE  BRADSTREET  COMPANY 

OtTices  ill  Canada:  Halifax.  X.S.  :  Ilai' 
ton,  Ont,  ;  London,  Clnt.  ;  Montreal,  Qi;; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N  l- 
Toronto.  Ont.;  Vancouver,  B.O. ;  VictO" 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  F 
monton,  Alta. 

THOS.  C  IRVIXC. 
n<-M    Man,   Western  Canada.  Tore- 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  repair  the 
MotorTor  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker? 

How  much  have  YOU  lost  in  prestige 


through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOU  lost  in  Profit  on 
this  business? 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he  s  already 
sick  of  it  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 

You  have  the  work  of  taking  out  and  re-installmg  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  the  Trade  Discount  (More  Profit). 


Others  are  doing  it.    Why  not  you?    Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phones: 
Adelaide  802 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

" ALWAYS  ON  THE  JOB 


Nights  and  Holidays 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


m 


0)XY=  ACETYLENE 


LMNG  &  Cutting 


2  Boiler  Sections  Reclaimed 


Welding-  these  two  Boiler  sections  saved 
over  $100,  being  the  difference  between  the 
cost  of  replacing  them  and  the  cost  of  the 
repairs,  but  their  value  (huing  the  time  that 
would  have  been  lost  in  waiting  for  replace- 
ments makes  tlie  actual  monetary  gain  even 
more  apparent. 

These  are  ordinary  repairs  of  every  day  oc- 
currence. There  are  many  similar  uses  tor 
the  I'rocess  in  \-our  Industry  and  the  actual 
mone\-  sa\  ed  by  the  installation  of  an  Oxy- 
.\cetylene  Welding  Plant  would  reduce  the 
initial  cost  to  insigni licauce. 

Ask  for  further  particulars 

L'AIR  LIQUIDE  SOCIETY 


TORONTO. 


Manufacturers,  in  Canada,  of  all  requisites  for  the  Oxy- Acetylene  Process. 
MONTREAL.  WINNIPEG. 


HALIFAX. 
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GET  THE  GENUINE 

Look  for  the  Name 


WHITE'S  PORCELAIN  STRAIN  INSULATORS 


You  want  strain  insulators  that  are  strong  physically,  that 
stand  up  under  the  exceptional  conditions  of  the  heavy  storm ; 
that  hold  up  under  a  load  of  sleet ;  that  don't  crack  when  the 
thunder  rolls,  the  lightning  flashes,  and  the  wind  whistles. 

This  is  the  kind  of  strains  T.  C.  White  Company  is  mak- 
ing of  porcelain  in  a  variety  of  sizes  for  different  loads,  and 
several  designs  for  varying  conditions. 

It  will  pay  you  to  write  for  bulletin  which  shows  designs 
and  gives  the  complete  data  on  strain  and  electrical  tests. 

Write  today. 


Type  No.  600 


T.  C.  White  Electrical  Supply  Co. 


1122  Pine  Street, 
ST.  LOUIS,  Mo. 


Every  home  needs  an  Electric  Circu- 
lation Water  Heater. 

There  are  more  National  Electric 
Circulation  Water  Heaters  sold  in 
Canada  than  any  other  make. 

There  is  a  reason 

Have  you  a  stock  to  meet  the  demand? 
If  not  communicate  w^ith  your  nearest 
jobber  or  direct  with  us. 


The  National   Electric  Heating  Co.,  Limited 


TORONTO,  CANADA 


Toronto,  July  1,  1918 


Are  You  Wasting  Water  Power 

Through  Inefficient  and  Antiquated  Equipment? 


SMITH 

Hydraulic  Turbines 

Are  the  Result  of 

FORTY  YEARS 

OF 

SPECIALIZATION 


IN 

DESIGN 

AND 

MANUFAC- 
TURE 

OF 

WATER 
POWER 
EQUIP- 
MENT 


The  accompanying  illus- 
tration shows  a  Single 
Vertical  Shaft,  Wicket 
Gate  Turbine,  mounted 
in  cast  iron  spiral  flume, 
direct  connected  to 
generator.    4000  H.  P. 

Capacity  at 
375  R.P.M. 
under  122  ft. 
head. 

One  unit  in  suc- 
cessful opera- 
tion. Second 
unit  now  being 
installed  in 
W  a  w  a  i  t  i  n 
Plant  of  Nor- 
thern Canada 
Power  Com- 
pany,  Limited, 
Timmins,  Ont. 


If  interested  in  Water  Power  Development,  write  Dept.  "N" 

for  Bulletin  of  Designs 

S.  MORGAN  SMITH  CO.,  York,  Pa. 

H.  B.  VAN  EVERY— Canadian  Representative- 405  Power  BIdg.,  MONTREAL 


Electrical  Convention  Reports 
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FIGURE  I— FRONT 


FIGURE  2— REAR 


THE  "S.J.B."  BOX 


FOR  SERIES  ORNAMENTAL 
STREET  LIGHTING  SYSTEMS 

^  To  provide  a  means  of  disconnecting 
lamps  from  circuits  supplied  with  current  by 
two-conductor  cable.  The  Northern  Electric 
Company  have  recently  designed  the 
"  S.J.B."  Box  for  use  on  series  circuits 
operating  at  potentials  of  7,000  volts  or  less. 

^  Figs.  1  and  2  show  front  and  rear  views  of 
the  box,  and  Fig.  3  shows  how  the  box  is  in- 
stalled in  the  pedestal  of  a  lamp  standard. 
This  view  was  taken  in  Montreal  where  all  of 
the  standards  used  in  connection  with  the  new 
lighting  system  are  equipped  with  these  boxes. 

^  There  are  many  interesting  features  in 
connection  with  this  box,  but  the  limited 
space  at  our  disposal  does  not  permit  of  a 
detailed  explanation.    To  those  interested, 
however,  we  will  be  glad  to  send  photo- 
graphs and  full  descriptive  matter 
on  application  to  our  nearest 
branch  house. 

Abrrfier//  Electric  Comporry 

LIMITED 

MONTREAL     HALIFAX    TORONTO  WINNIPEG 
REGINA     CALGARY  VANCOUVER 


FIGURE  3 
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HUGHES 

Electric  Ranges 


No.  50 


HUGHES  "50"  ELECTRIC  RANGE 

This  is  one  of  the  most  popular  styles  of 
ranges  on  the  market.  Ideal  for  homes, 
suitable  for  medium  or  large  size  family, 
also  for  Clubs,   Church   Kitchens,  etc. 

Features,  4-burner  cooking  surface,  2- 
burner  oven,  warming  compartment,  out- 
side warming  shelf,  lower  outside  shell. 
(Finish  either  plain  or  nickled  with  white 
enamel  splashers. 


No.  48 

HUGHES  "48"  ELECTRIC  RANGE 

Kxtfcniely  handy;  designed  for  large 
families,  boarding  houses,  restaurants,  ho- 
tels, clubs,  etc.,  where  a  greater  cooking 
capacity  is  required  in  a  small  space. 

Features,  6-burner  cooking  surface,  2- 
burner  oven.  Finish  either  plain  or  nickle 
plated. 


HUGHES  "44" 

ELECTRIC 

RANGE 

A  very  popular 
range  because  it 
uses  little  floor 
space  and  has  ele- 
vated oven,  ex- 
clusively for 
families  of  average 
size. 

Features : 
4-burner  cooking 
surface,  2-burner 
oven,  lower  out- 
side shelf.  Finish 
either  plain  or 
nickle  plated. 


No.  2 


No.  44 


HUGHES  "27"  ELECTRIC  RANGE  ^ 

The  most  desirable  Range  for  small  or  me-  ^= 
dium  size  families  with  limited  kitchen  space. 

Features,  2-burner  cooking  surface,  2-burner  ^= 
oven,  elevated  outside  warming  shelf.  Finish 

either  plain   or  nickle  plated.  ^= 

Electricity  Makes  Cooking  | 

Scientific  and  Economical  | 

SCIENTIFIC — because  they  have  introduced  and  adopt-  ^ 

ed,  virtually,  every  fundamental  improvement  in  the  develop-  ^ 

ment  of  the  modern  electric  range — the  mo.st  complete  line  of  ^ 

electr-ic  cooking  ai)paratus  in  the  world.  H 

ECONOMICAL — because  of  economy  of  current,  of  food,  ^ 

of  time  and  trouble.    The  HUGHES  ovens  are  so  constructed  ^ 

as  to  make  it  possible  to  turn  off  the  current  long  before  the  g 

food  is  cooked,  because  it  does  not  shrink  or  dry  out  the  food  ^ 

it  cooks,  hence  an  appreciable  saving  in  market  bills.  H 

HUGHES  RANGES  are  sold  with  a  H 

year's  guarantee  against  defects  electrical  ^ 
and  mechanical,  backed  by  the  reputation 

of  their  makers.    They  are  without  doubt  ^ 

the  best  and  most  economical   electric  ^ 

ranges  on  the  market.  ^ 

Awarded  GOLD  MEDAL,  Tanama  Pa- 

I ■ : : : . '  International  Exposition,  191.5.  ^ 

Tested  and  approved  by  the  Under- 

writers'    Laboratories    of   the    National  ^ 

Board  of  Fire  Underwriters — and  also  by  ^ 

Good  Housekeeping  Institute.  ^ 

Write  our  House  nearest  you  for  fur-  ^ 

ther  information  as  to  literature,  prices,  ^ 

etc.  ^ 


No.  C-18 


HUGHES  "C-18"  ELECTRIC  RANGE 

It  is  solidly  constructed  of  steel  and  cast 
iron,  occupying  floor  space  of  only  17  x  25 
inches,  compact,  neat,  most  suitable  for  light 
cooking.     Finish  plain  black  enamel. 


Northern  Ekctr/c  Contpafiy 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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Firmly  seated 
iuui  thereto  stay'' 


''No.  222  is  a  good 
thing  to  get  on  to.'' 


The  capping  of  No.  222  Molding  is  firmly  secured 
to  the  base  by  a  Spring  CHp,  No.  223,  easily  applied. 
These  should  be  used  at  intervals  of  about  18  inches. 

On  your  next  job  refer  to  your  Bulletin  101 
and  place  your  order  with  your  jobber. 

National  Metal  Molding  G. 

^  V^*^  ^  1118   FULTON  BUILDING  OJ 


PITTSBURGH 


Atlanta  Chicaeo 

Boston  Dallas 

Buffalo  Denver 
Buenos  Aires 


Detroit 
Los  Angeles 
New  York 
Havana 


Philadelphia 
Portland 
Salt  Lake  City 
Manila 


San  Francisco 

Seattle 

St.  Louis 


Canadian  Distributors— Canadian  General  Electric  Co.,  Limited 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 


1,  T.I  18 
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Keystone  Car  Signs 

Standard  on  the  Seattle  Municipal  Railway 


The  popularity  of  Keystone  and  Hunter  types  of 
illuminated  car  signs  is  not  limited  by  geography. 
They  are  just  as  greatly  appreciated  on  the  shores 
of  the  Pacitic  as  on  the  Atlantic  Shores. 

So  it's  not  surprising  to  find  Keystone  car  signs 
the  standard  of  the  Seattle  Municipal  Radway 
which  appreciates  that  car  signs  legible  beyond 
braking  distance  cuts  down  unnecessary  stops  (due 
to  misunderstanding  by  intending  riders)  and  AD- 
VERTISE  THE  SERVICE. 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17th  .nd  Cambria  Sts.  50  Church  St       Monadnock  Bldg- 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Distributors 

MONTREAL       WINNIPEG  TORONTO 

Lyna^TubeBldK.        302  Don.lda  Block        33  Melinda  St. 
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15  H. P.  3  Phase  Motor 


AUTOMATIC  START  INDUCTION 

POLYPHASE  MOTORS 

1/2  to  60  H.P. 

A  single  throw  knife  switch  is  all  that  is 
necessary  to  start  them  hence  —  the  starting 
current  cannot  be  varied  by  the  operator. 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  306 
Jones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co^  Ltd.,  Winnipeg 
Rudel-Belnap  Machinery  Co.,  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W.,  Vancouver,  B.C. 


I-T-E  CIRCUIT  BREAKERS 


TYPE  W 

Non  closable  on   overload.     Direct  acting,   time  limit  and 
"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

I-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE   CUTTER  COMPANY 

a 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:   Philadelphia,  Pa. 

New  York,  50  Church  St.  Chicago,  Monadnock  Block. 

Detroit,  Mich.,  Ford  Bldg.  Pittsburgh,  Park  Building. 

Indianapolis,  Ind.,  Telephone  Bldg.    Minneapolis,  Metropolitan  Life  Bldg. 

ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore, 
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Kraft  Cord  "Braiduct" 

Made  in  Canada  under  Canadian  Patent  No.  147,057 


This  cut  is  reproduced  from  an  actual  photograph,  and  illustrates  the 
beh-ivior  of  the  material  in  this  rigid  test — perfect  flexibility.  We  cut  the 
ends  to  show  plainly  the  superior  construction — note  the  high  grade  Canvas 
Duck  Lining  and  the  KRAFT  CORD  winding.  This  KRAFT  CORD  is  made 
to  our  own  specifications  and  is  fire-proofed,  which  is  entirely  new. 

KRAFT  CORD  "BRAIDUCT"  is  in  a  class  by  itself— superior  to  any 
imported  conduit — is  absolutely  the  last  word  in  flexible  non-metallic  con- 
duit construction. 

We  are  now  making  our  own  insulating  compounds,  consequently  every 
lot  will  be  uniform  in  flexibility,  and  every  foot  is  fished  at  the  factory. 

KRAFT  CORD  "  BRAIDUCT  "  is  easy  to  instal— easy  to  cut— easy  to 
secure,  as  it  is  made  in  our  own  country,  and  easy  to  buy,  as  our  price  is  right 

KRAFT  CORD  "  BRAIDUCT  "  tests  far  above  all  requirements  of  the 
Underwriters. 

We  will  he" glad  to  send  ^ou  a  sample. 

The  Flexible  Conduit  Co. 

Limited 

Guelph        ^  Canada 


'mm. 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acuic  ^laun)^l,^  .iiul   l>'"i  \\>irk>... 

Allen  Company,  L.  B   •">'.) 

Allen  InsiKCtion  Company    ■■>^ 

American  Comluit  I'umpany    •">-l 

Huntieia.  W.  H  

Bcauhin,  De  Gaspc   -'^^ 

Benjamin  IClectric  MtV.  Co   "-iO 

Bissett  &  Webl)  

Branston  C  ompany.  L'liarlcs  A.   . . . 
Boston  Insulated  Wire  and  Calilc  Co.  .■)() 
Boving  Hydraulic  ..^  I'.n.iiincerin-  Co. 

Bradstreets   -'^ 

Biandeis.  Charles  

British  .Muminium  Company  

Calel)aui;h  Sell   Lubricating  Carbon 

Company  

Canada  Wire  and  Cable  Company..  57 
Canadian  Bond  Hanger  &  Coupling 

Co   '^'^ 

Canadian   Bridge  Company    59 

Canadian  Crocker  Wheeler  Co   IS 

Canadian  Hart  Accumulator  Co.  . .  11 

Canadian  General  Electric  Co   16-17 

Canadian  Office  and  School  Furni- 
ture Company  

Canadian  Porcelain  Company   19 

Canadian  Westinghouse  Company..  GO 

Century  Electric  Company    6 

Chamberlain  &  Hookham  Meter  Co., 

Limited  

Chicago  Mica  Company   57 

Clemens  Electrical  Corporation  .... 

Cleveland  Armature  Works   

Conduits  Company,  Limited   9 

Crouse-Hinds  Company   34 

Cutter  Company   6 

Dennison,  H.  J.  S   58 

Devoe  Electric  Switch  Company... 

Dossert  &  Company  

Duncan  Electrical  Company    6:i 

Economy  Fuse  and  Mfg.  Co   Gl 

Elec.  Maintenance  and  Repair  Co...  67 
Electric  Railway  Improvement  Co., 

Electric  Service  Supplies  Company..  5 


I'.U  ct  ncal  Tcsling  Laborati)rics . 
b.warl  lacob  


r)8     Ohio  Brass  Company  

58     Onward   Manufacturing  Company.. 
Orpen  Conduit  Company  


Ferranti  Electric  Company 
Fisher  Electric  Company  . . 
Flc-\il)k'  Conduit  Company 


(i.  &  W.  Electric  Specialty  Co, 

(Jest,  G.  M.,  Limited  

Cireat  West  l^lectric  Company. 


Halheway  &  Knott   H 

Illinois  Electric  Porcelain  Company  63 

Jefferson  Glass  Company   I'l-V.i 

Jones  &  Glassco   67 

Kelsch.  R.  S   ^8 

Kent  Brothers  •  •  • 

Kerry  &  Chace,  Limited   58 

Kuhlman  Electric  Company   54 

L'Air  Liquide  Society   61 

Lancashire  Dynamo  and  Motor  Co. 

Leeds-Northrup  Company    8 

Lightfoot,  Stanley   58 

Lincoln  Electric  Company  of  Canada  65 

Lindsley  Brothers  Company   63 

Lowry,  E.  A   ^l 

Lyman  Tube  and  ,  Supply  Company  5 

Malm,  Gordon  &  Company  ...    58 

Masco  Company  

Marion  &  Marion   58 

McGill  Manufacturing  Company  ....  63 

Mica  Company  of  Canada,  Ltd.  ...  54 

Mitchell,  Charles  H.  &  Percival  H.  58 

Moloney  Electric  Co.  of  Canada....  57 

National  Electric  Heating  Company 

National  Metal  Molding  Company..  4 

Nerlich  Company   55 

Northern  Aluminum  Company    50 

Northern  Electric  Company    2-3 


15 

Packard  Electric  Company   

10 

7 

50 

Philips  Electrical  Works.  Eugene  F. 

49 

G8 

Philadelphia  Electric  Company.  Sup- 

15 

21 

1 

53 

Power  Plant  Equipment  Company.. 

21 

5;i 

Pringle,  R.  E.  T  

22 

Railway    and    Power  Engineering 

Corporation   

Redmonal  Chemical  Products  Co... 

Ridout  &  Maybee  

Robertson  Limited,  1.  M  

Robbins  &  Myers  Company   

Rose  &  O'Hearn  

Renfrew  Electric  Company   

Sachsenmaier  &  Co.,  George   

Sanimett,  M.  A  

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan  

Spaulding  &  Sons  Company,  J.  . . 

Spielmann  Agencies  Regd  

Square  D  Company  

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited  

Steel  Company  of  Canada   

Superior  Electric  Company  

Tallman  Brass  and  Metal  Company 

Thompson,  Clarence  • 

Thompson,  Fred  &  Co  

Thompson-Levering  Company  

Thordarson  Manufacturing  Company 
Toronto  and  Hamilton  Electric  Co. 
Tubular  Woven  Fabric  Company  

Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Company... 
WHiite  Electrical  Company,  T.  C... 


56 
59 
58 
58 
23 
59 


51 
58 

1 

53 


65 
14 


54 
58 
68 
63 
57 
51 


61 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  In  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  Us  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  sucli  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  oi<l"ia7 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  ifWi.^O  net. 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 

Electrical  Measuring  Inslrumentt 


4912  Stenton  Ave. 


PHILADELPHIA,  PA. 
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G ALVADUCT 


LIGHTING  IN  ART  MUSEUM,  TURUN  TU. 
Darling:  &  Pearson.  Architects. 


A  ■  (  ,ALVA1  <l  C  I  •  BUILDING 
Geo.  J.  Beattie.  Elec.  Contractor 


**GALVADUCT 


The  most  perfect  interior  coii- 
^struction  conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


LORICATED  " 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


Conduits  Company  Limited 

Toronto  -  Montreal 

LORICATED 


10 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 
by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 


Strong 

Rugged 

Durable 


Steel  Cases 
Light  in  Weight 
Easy  to  Handle 
Will  Not  Leak 


Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  Bldg. 
Toronto 


Donalda  Block, 
Winnipeg 


July  1.  I'.ns 
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One  of  the 
many 

Marine 
Fixtures 

we  are 
now  making 


Catalog  No.  2704 

STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  C3lumbus  Ave.  PITTSBURGH.  Pa. 

Canadian  Sales  Agents 


"Killark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


r  liiihft 

ABlttnxjhilt:  H^;~  U 

1  M«i                 st-JBi  1 

1 


The  right  fuse  for  every  make  of  car 
and  motor  cycle 
A  profitable  line  and  a  convenient  method 

of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG  COMPANY 


ST.  LOUIS,  Mo. 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  marie  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO,  LIMITED  ST.  JOHNS,  QUE. 


|.-    !•■  l.l'l   ri^:  1  CAT.  NF.WS 
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MADE-IN-CANADA 

Illuminating  Glassware 

AT  OUR  FACTORY  IN  TORONTO 
We  manufacture  from  the  raw  materials  a  line  of 

Illuminating  Glassware 

comprising  over 

1,500 

shapes,  sizes,  designs  and  colorings,  and  the  line 
is  constantly  being  added  to. 


"Moonstone"  the 
Efficient  Reflector 


A  Good  Sample  of  Our  "Moonstone" 
Semi-indirect  Bowls 


4 


Electric  Shades,  Many 
Shapes  and  designs 


Always  insist  on  having  Canadian-made 

Illuminating  Glassware 

JEFFERSON  MAKE 

The  manufacture  of  street  lighting  globes  made  from  our  "Moonstone*' 
and  "Lumo"  high  efficiency  glass  is  a  specialty  with  us. 

Jefferson  Glass  Company,  Limited 

Factory  and  Head  Office        -        -        388  Carlaw  Ave,  Toronto 
Down  Town  Show  Rooms,  164  Bay  St,  Toronto 

Branch  Offices 

Montreal:  Guarantee  Building,  2fr.  Beaver  Hall  Hill,  L.  V.  Webber,  Mgr.    Winnipeg:  592  Notre  Pame  Avenue.  .\.   K.  K.ling.  ARont. 


\"anf;onver:  ?,2r,  Howe  Street,  R.  G.  Moore.  Agent. 
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All  Our  Customers  Should  Now 
Have  The  Catalogues 
Illustrated  Below 


^^^^ 


DECOEATSOHS 
ETCHINGS 

AND 

CUTTINGS 


LIMITT.D 


If  you  are  short  any  one  of  these  write  us  for  a  copy 


JEFFERSON  GLASS  CO.,  Limited 

Factory  and  Head  Office  : 

388  Carlaw  Ave.,  Toronto 

Down  Town  Show  Rooms:   164  Bay  Street,  Toronto 

Branch  Offices: 

Montreal:    Guarantee  Building,  285  Beaver  Hall  Hill.^L.  V.  Webber,  Manager 
Winnipeg:    592  Notre  Dame  Ave.  — A.  E.  Esling,  Agent. 
Vancouver:    325  Howe  St.— R.  G.  Moore,  Agent. 


Till'"    I'  1.1' r'I'RI  r  AT>    NEWS  July  1.  lois 
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G.  M.  Gesty  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 





Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY— 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Ts-ansformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


701  Unity  Bldtf. 
MONTREAL 


592  Nolle  Dame 
WINNII'KG 


vy  
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CONDUIT  PIPE  FITTINGS 


Made 
in  Canada 


Have  you  received 
our  new  Bulletin 
No.6 18  describ- 
ing these  fittings? 
It   covers  a 
wide  range  of 
conduit  pipe 
fittings  of 
guaranteed 
quality 
and 


99 


THEY  COST  LESS  MONEY 
CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head   Office:    Toronto.     Sales   Offices:    Montreal,   Quebec.    Halifas:,  Sydney.  Ottawa.  Cobalt.  South  Porcupine.  London.  Winnipeg.  Calgary. 

Edmonton.  Nelson  and  Vancouver. 

iiriiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii 
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Lightning  Protection 
Demands  a  Quick  Discharge 


The  addition  of  sphere- 
gaps  to  electrolytic  arresters 
— an  original  and  notaljle 
C-G-E  achievement  —  in- 
creases the  speed  of  dis- 
charge and  hence  the  protec- 
tion afforded  hy  the  highly 
efficient  electrolytic  arrcter. 


C-G-E  Sphere 
Horn  Gaps 

for 
70,000-volt 
Aluminum 
Arrester. 


1^ 


Heavy  impulse   disturbances  of  steep 
wave    front    take    the    main  (lower^ 
sphere-gap  which  has  no  resistance  in 
series  giving  a  quick  and  free  discharge.     If  an  arc  rises 
on  this  gap  it  breaks  on  the  upper  sphere-gap  which  has 
resistance  in  series,  thus  damping  any  oscillations. 


Lightning  disturbances  take  either  of  the  two  upper  gaps,  depending  upon  the  steep 
ness  of  the  wave  front.     This  combination  of  spheres  and  horns  supplies  the  element 
of  speed  which  is  necessary  for  thorough  protection. 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

I      r>n;^,c-  Montreal    Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London,  Winnipeg,  Calgary,  Edmonton, 
Head  Office:  Toronto.     Sales  Uttices.  ivioniic.  ,  •        .  ... 


Nelson  and  Vancouver. 
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Crocker- Wheeler 

TRANSFORMERS 

For  Power  and  Lighting  distribution. 
Single  and  Three  Phase.  Self  Cooled 
and  Water  Cooled.  A  full  stock  in 
sizes  1  to  50  K.  V.  A.  for  60  and  25 
cycles  circuits  is  available  and  we 
make  prompt  shipments. 


Induction  Motors 


Motor  Generator 
Sets 


THE  CANADIAN 

CROCKER-WHEELER  CO 


LIMITED 


Manufacturers  and  Electrical  Engineers 

Head  Office  and  Works  District  Offices 

ST.  CATHARINES.  ONT.  MONTREAL,  TORONTO 
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CANADIAN  INSULATORS" 

Wet  Process  Porcelain 

Electric  Light  Service  Standards 


No.  505 

Wall 
Insulators 

Roof 
Insulators 

Special 
Bushings 


No.  105 


No.  449 


No.  450 


No.  447 

Wood 
Pins 

Steel 
Pins 

Steel 
Brackets 


All  porcelains  made  from  selected  English  Clays. 
Manufactured  with  highest  degree  of  excellence. 
Tested  electrically  to  flashover. 
Packed  in  wooden  boxes  with  paper  cartons. 
Carried  in  stock  ready  for  immediate  shipment. 

Canadian  Porcelain  Company 

Limited 

Hamilton       -  Ontario 


50 
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— the  synonym  of  ideas  electrical — ideas  that  make  the  use  j| 
electricity  more  practical,  more  economical  and  more  convenient 


L 


Electrical  ideas  produced  by  lienjamin  have 
materially  helped  to  popularize  the  use  of 
Electricity  in  the  home,  the  factory,  the  office 
— helped  to  make  it  "a  better  servant,"  and  the 
growing  use  of  electricity  has  made  Benjamin 
electrical  devices  popular. 
These  are  some  of  the  Benjamin  products: 

Wireless  Clusters 
Plug  Clusters 
Attachment  Plugs 
Stand  Lamp  Clusters 
Sockets 

Wiring  Devices 
Reflectors 

Street  Lighting  Units 
Store  and  Office  Fixtures 
Industrial  Lighting  Units 
Gas  and  Vapor  Proof  Fixtures 
Show  Case  Lighting  Material 
Knife  Switches 
Panel  Boards 
Marine  Fixtures 


Benjamin  Electric  Mfg.  Co.  of  Canada,  Lt 

N/IAK»ERS    OF=-  • 


Benjamin 


P^RODUCTS   OR  CAM  ^D/\ 
Main  Office  and  Factory 


11-17  Charlotte  Street 


Toronto,  Cana> 


July  1,  I'.ns. 
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NO  CLAMPED  OR 
CEMENTED  FITTINGS 

Metal  Bushings,  Die-cast  on  Procelain, 
Distribute  Stress  Uniformity 

Note    the    TRIPLE   protection— The  knurled 
surface  of  the  porcelain  to  prevent  rotation;  the 
grooves  to  prevent  sliding,  and  the  grips  of  the 
die-cast  metal  bushing  which  equalizes  all  irregu- 
larity of  the  porcelain. 


"FRANKLIN" 

Bus  Bar  Supports 

Stronger  Mechanically  and  Stronger  Electrically 

For  safety  of  bus  structure  continuous  service — 
use  "FRANKLIN"  Bus  Bar  Supports.  They  have 
greater  cantilever  strength,  NO  flashover  points — 
they  hold  the  bus  bars  firmly. 

Send  for  Bulletin 

SELLING  AGENTS: 

THE  PHILADELPHIA  ELECTRIC 
COMPANY  SUPPLY  DEPT. 
132  South  Eleventh  Street 
Philadelphia 


25  Cycle  Engine  Generator  Sets  For  Sale 

1-250  KW. 

1-300  KW. 

25  Cycle 
3  Phase 
Westinghouse 
e  Generators 
Direct 

connected  to 
Mcintosh  & 
Seymour 
Cross  Compound 
Gridiron  Valve 

These  units  were  in  use  only -300  K.W.  three  months,  and  250  K.W. 
seven  months,  and  are  in  first  class  condition. 

Engines  150  R.P.M. 

Write  for  further  particulars 

and  quotations 

Power  Plant  Equipment  Co., 

BanTBiTg.  Toronto,  Ont. 

F  l.F.l'l-K  1  CAT.    Nl' WS 


MENOMINEE 


Our  make  of  Telegraphic  instruments  are 
in  use  throughout  the  Dominion. 

We  supply  everything  electrical — Bells, 
Medical  Batteries,  Fans,  etc.,  etc. 


SOUNDERS 

See  illustration  below.  Nos.  112S  and  113S, 
Black  enameled  frame.  Brass  sounding  bar 
and  bridge.    Mahogany  finished  base 


TWENTY-SIXTH 
YEAR 


LEGLESS  KEY 

No.  M  100 

See  above  illustration.  Polished  and  lacquered 
brass  base.  Nickel  plated  lever.  Com  silver 
contacts. 

Send  for  Illustrated  'Price  List  arxd 
all  particulars 

R.  LTPringle,  Limited 

95  King  Street  East,  TORONTO 

302  Donalda  Block  401  New  Birks  Bide 

Winnipeg  Montreal 
3402  Otier  Ave.,  Shaughnecsy  Ht«., 
Vancouver 


Right  There,— 

Cast  Iron  Leather  Cast  Iron 

i^Hk  1  he 


It  is  Flexible  and 
Insulated 


"GRUNDY 

Patent  Flexible  Insulated  Coupling 


i.  nerfectlv  l.alanced,  ada,)ted  to  revolving  at   high   speeds   and   will  transmit  more 
horse  pov.er  than  any  other  flexible  coupling  of  equal  diameter. 

A     imnlP  -md  effective  device  for  connecting  the  two  ends  ot  Shaftmg  whe.e  it  is 
difficult  to'  get  Ihe  beSngs  t  perfect  alignn.ent.  or  where  they  are  liable  to  get  out 

of  adjustment.  .  ,  .  , 

Use  it  for  connecting  motors  to  i.umps,   machine    tools,    sewmg    machines,  fan^, 

blowers,  etc. 

Our  Descriptive  Booklet  is  yours  for  the  asking 

Canadian  Bond  Hanger  &  Coupling  Co.,  Ltd. 

ALEXANDRIA,  ONT.  TORONTO.  ONT. 
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Let  Your  Customers'  Cost  Records  Bear 
A  Good  Will  Message  for  You 


The  cost  records  of  the 
industrial  plant  which  is 
equi  pped  with  R&M  Motors, 
show  with  unmistakable  clear- 
ness how  R&M  reliability 
increases  production  efficiency 
and  reduces  maintenance  ex- 
penses. Every  cost  analysis 
sheet,  every  monthly  produc- 
tion record  becomes  a  builder 
of  good  will  and  a  business 
booster  for    the    dealer,  con- 


tractor and  central  station 
which  serve  the  plant. 

Where  this  condition  exists, 
repeat  motor  orders  come  to 
the  dealer  unsolicited  and  old 
customers  are  always  glad  to 
speak  a  good  word  for  the 
dealer  to  help  him  land  new 
prospects. 

R&M  reliability  pays  big 
dividends  to  both  Motor 
Users  and  Dealers. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,   Philadelphia,   Boston,   Buffalo,  Clcvelanrl,  Cir.c.r  nati,  Chicago.  St.  Louis,  San  Francisco. 

CANADIAN  DISTRIBUTORS 

The  Century  Electric  Co.  Costello  &  Crowe  Da.son.  &  Co..  Ltd.  La  Cie  Codere  &  Fils.  Inc.         Mechanics  Supply  Co..  Ltd. 


Montreal 


Ottawa 


Montreal 


Sherbrooke 


Eastern  Electric  Co 
St.  John 


John  Starr    Son  &  Co..  Ltd 
Halifax 


Great  West  Electric  Co. 
Winnipeg 


Quebec 

Rogers  Electric  Co.,  Ltd. 
Toronto 


St.  John  nauiax   

Uobbins  &  M\?er$  Motors 


r  1 1 1-     1 . v: ctrica l  n e w s 


July  1,  1918 


CONDULETS 

Gondulets  are  made  in  special  water-proof  types  and  meet  every  marme 
wiring  requirement  —  from  ordinary  elbows  to  junction  boxes,  lamp  out- 
lets and  high  capacity  plugs  and  receptacles. 

The  few  illustrations  here  given  only  suggest  the  lines.    Why  not  write  to-day  for  complete 

literature  ?    We  will  gladly  send  it  to  you.  Free. 


W'V.  \s 
W  A  I  KK  TICirr 
HAND  LAMP 


NAVAL   BRIGADE  TRAINING   SHIP  COMMODORE  JARVIS 


TYPE   PNX  \VATJ';R^ 
TIGHT  TUNfTKJN 
F,OX 


TYPE  AD  VVATER-TUliri 
JUNCTION  UUX 


TYPE  LR  OBROUNU  TYPE  LK  | |  = '  ' ) ' ^.1^ 


CONDULET  BODY 
WITH  BLANK  METAL 
COVER 


CONDUI.KT  IIODY 


TYPE  sex  PROJECTOR 
(1/J(X)-WATT; 


TYPE  VL 
MOISTURE- 
PROOF 
CONDULET 


TYPE  BRHD  WATER- 
TIC.HT  PLUC,  RE- 
CEPTACLE EQUIP- 
MENT 


TYPE  SDA  PROJEC  TOK 
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consideration  the  increase  in  labor  and  material,  found  it 
necessary  to  provide  for  a  total  revenue  of  approximately 
len  million  dollars  for  the  twelve  months  ending  June  ::Oth, 
I'.mi.  This  gross  revenue  exceeds  the  revenue  of  the  year 
ending  June  liOth,  1017,  by  an  amount  of  $3,500,000,  during 
which  period  the  fares  averaged  4. lie  per  revenue  passenger. 

"The  increased  cost  of  wages  and  material,  as  well  as 
tlic  increased  fixed  charges  due  to  additional  capital  required, 
lirin-^  up  the  estimated  cost  per  revenue  passenger  to  ap- 
proximately 5.5c.  This  increase  of  about  $3,500,000,  is  made 
up  as  follows: 

(a)  Estimated  increase  in  wages  for  13  months...  $750,000 

(b)  Deficit  incurred  since  the  putting  in  force  of  the 
contract  until  June  30th,  1918    400,000 

(c)  Estimated  increased  cost  of  material  and  sup- 
plies  l.OOO.OdO 

(d)  .Additional  fixed  charges   3H0,()0!i 


Montreal  Tramways  Gommission 
Recognizes  Justice  of  Fare  Increase 

Tlie  advance  in  wages  and  the  iiigh  cost  of  materials 
have  caused  the  Montreal  Tramways  Commission  to  raise  the 
fares.    The  company  submitted  detailed  information  show- 
in-  tliat  the  cost  of  material  has  risen  from  13  per  cent,  to 
TOO  per  cent,  in  some  instances.    The  Commission  has  de- 
cided that  tlie  old  rate  of  0  tickets  for  35c  and  8  workmen's 
tickets  for  the  same  money  will  be  abolished,  and  that  m 
what  is  called  the  uniform  tariff  territory  the  rate  will  be  live 
tickets  for  35c,  with  a  cent  extra  for  transfers,  except  from 
5  to  8  in  the  morning,  when  transfers  are  free.    The  cash 
fare  from  s  a.m.  until  midnight  will  be  (ic,  in  addition  to  a 
cent  for  a  transfer,  while  after  midnight  tlic  cash  fare  will 
be  15c.     School  children  will  obtain  7  tickets   for  35c,  the 
lickets  beimt  availalile  from  S  a.m.  to  0  p.m.,  transfers  free. 
\nother  schedule  of  rates  has  been  fixed  for  districts  outside 
ihe  uniform  tariff  territory,  these  being  generally  5c  lor  local 
irafiic,  10c  after  midnight,  with  the  unif.irm  tariff  extra  when 
passengers  are  carried  into  that  territory,    in  some  instances 
there  is  an  actual  reduction  in  fares  from  Montreal  to  out- 
side points.     In  order  to  Kct  over  the  inconvenience  of  pay- 
niK  for  individual  transfers,  arrangements  will  be  made  to 
sell  strips  of  transfer  tickets. 

In  explanation  of  the  decision,  the  Tramways  Commis- 
sion state:  "The  revenue  to  be  derived  from  such  tariffs  are 
to  provide  tramways  service  at  cost.  The  Tramways  Com- 
mission, after  a  careful  study  of  the  expenditures  mcurred 
by  the  Tramways  Company  in  previous  years  and  taking  into 


Elimination  of  Unnecessary  Shock 

Winnipeg,  Man.,  June  13th,  lOlJS. 

Editor,  Electrical  News: 

While  numerous  bodies  have  from  time  to  time  promul- 
gated rules  for  protection  of  property  against  hazardous 
methods  of  electric  installation,  it  is  only  recently  that  any 
attempt  has  been  made  to  grapple  with  the  question  of  this 
danger  to  persons  from  such  causes.  Noteworthy  efforts  are, 
however,  discernible  in  certain  directions,  such  as  those  of 
the  Hydro-electric  Power  Commission  rules,  wir.ch  are  a 
step  in  advance,  and  more  especially  the  National  Electric 
Safety  Code,  issued  by  the  Bureau  of  Standards.  Washington. 

As  illustrating  one  little  point  in  above  connection  1 
enclose  copy  of  a  notice  recently  sent  out  by  us  to  all  manu- 
facturers of  electric  ranges.  There  is,  to  my  mind,  no  valid 
reason  why  women  and  children  should  be  exposed  to  risk 
of  shock  in  such  ways  as  are  spoken  of,  when  they  can  be  so 
easily  protected.  It  is,  I  think,  up  to  electrical  engineers  and 
plant  superintendents  to  bring  pressure  to  bear  on  this  prob- 
lem and  insist  upon  the  elimination  of  these  needless  hazard.s. 
Yours  truly, 

F.  A.  Cambridge, 

City  Electrician. 

Notice  to  Electric  Range  Manufacturers 

While  we  have  on  several  occasions  drawn  your  atten- 
tion tf)  the  necessity  of  placing  the  indi^•idual  switches  on 
electric  hot  plates  and  ranges  on  one  of  the  "outer"  wires 
of  the  three-wire  feeds,  and  not  on  the  neutral,  we  still  find 
considerable  carelessness  in  the  observance  of  this  require- 
ment. 

Illustrating  the  necessity  for  the  abo\e  precaution  I 
would  point  to  two  comidaints  recently  received. 

(a)  Woman  while  wiijing  off  top  of  ranse  with  a  damp 
cloth  complained  of  receiving  shocks,  althou.uh  all  element 
switches  were  "off"  at  the  time. 

(b)  Woman  picking  up  kettle  and  with  other  hand  louch- 
in;^-  range  l)ody  got  shock  although  all  element  switches 
were  "off."  In  this  case  there  would  appear  to  ha\e  been 
some  substance  accidentally  bridgin.i;  the  kettle  bottom  and 
the  element  wire. 

Both  above  cases  were  fortunately  in  districts  where 
the  neutrals  are  grounded,  hence,  the  maximum  voltage  to 
ground  would  be  limited,  but  it  is  exident  that  with  un- 
grounded neutrals  shocks  (d'  much  greater  intensity  are  pos- 
sible. A  fatal  accident  due  to  such  a  cause  would  not  only 
be  exceedingly  regrettable,  but  would  materially  check  the 
growing  popularity  of  electric  cooking. 

May  1  count  on  your  thorough  co-operati(ui  in  eliminat- 
ing the  above  risk? 
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Chicoutimi  Pulp  Go.  Expanding 

The  C  liKoiilinii  riilji  i,\Muii,in\-.  I'.^.J.,  ;inno\incrs  (liat 
it  lias  aciiuircil  a  ci>ntrolliii^;  inuiist  of  hhaiis  in  llic 

Sagucnay  Lii;ht  &  I'owcr  C'omiian\.  which  upcralcs  an  (.Kc- 
trie  liijlit  ami  power  system  in  the  town  of  C'hicoiUiiui  ami 
siirroiimling  district.  'Vh\>  compaiiN-  owns  ami  controls  val- 
uable water  .grants  on  the  IV-rilionca  Ri\cr,  hydro-electric 
statii'ii  on  the  e'hici>uiimi  Ri\er,  ami  two  small  hydro-electric 
Stations  on  the  Hal  11a!  River,  the  oiilimt  of  which  is  sold 
to  the  Ha!  Ha!  Bay  Sulphite  I'ompany.  Limited.  This  latter 
company  controls  throu.i;!!  stock  ownership  La  Cdmpai^nie 
ilii  Telephone  Saiiuenay-Quehec.  operating  over  Loot)  miles 
of  telephone  lines  in  the  vicinity  of  (.'liicontimi  and  Lake  St. 
lohn.  and  connectin.u  with  the  telephone  companies  into  the 
city  of  Quehec.  It  al^o  controls  tliriui,L;li  stock  ownership 
Le  Credit  Municipal  Canadien,  operating  a  small  electric 
light  and  power  company,  located  at  Rimouski,  Province  of 
Quebec. 


B.  G.  Gontractors  Association 

The  H.  C.  .\ssociation  of  Electrical  Contractors  and 
Dealers  held  their  reL;ular  monthly  meeting  at  40G  Yorkshire 
Huilding,  Vancouver.  B.C.,  on  the  4th  instant.  There  was  a 
large  attendance,  the  chair  being  taken  by  the  president,  Mr. 
C.  H.  E.  Williams.  The  business  of  the  meeting  consisted 
of  the  appointment  of  a  secretary-treasurer,  Captain  W.  J. 
Conway,  1575  13th  Ave.  W.,  Vancouver,  B.C.;  and  the  ap- 
pointment of  a  special  committee  to  make  arrangements  for 
the  ne.xt  (second)  annual  meeting,  which  is  to  be  combined 
with  a  picnic  to  be  held  at  Victoria,  B.C.,  about  the  middle 
of  August,  when,  it  is  hoped,  Mr.  Elliot  of  San  Francisco 
will  be  present  to  repeat  his  kindness  of  last  year,  by  giving 
the  association  the  benefit  of  his  advice  on  matters  electrical. 
The  president  read  his  report  on  the  California  Convention, 
and  was  tendered  a  vote  of  thanks  for  his  excellent  work  and 
report.  Mr.  Hayward  was  present  as  a  delegate  from  the 
Victoria  Association. 


National  Gontractors  Association  Convention 

The  eighteenth  annual  convention  of  the  National  Asso- 
ciation of  l':iectrical  Contractors  and  Dealers  will  be  held  m 
Cleveland  July  15-20.  with  headquarters  at  the  Hollenden 
Hotel.  The  executive  committee  meetings  will  occupy  Mon- 
day and  Tuesday,  and  the  convention  proper  will  be  opened 
at  10  o'clock,  Wednesday,  July  17.  .A.n  interesting  item  on 
Wednesday's  program  will  be  a  paper  by  L.  K.  Comstock, 
of  New  York,  on  "Scientific  System  of  Wage  Adjustment." 
On  Thursday.  J.  R.  Strong,  past-president  of  the  Associa- 
tion, will  speak  on  "Organization,"  and  W.  L.  Goodwin  will 
describe  the  Goodwin  Plan.  On  Friday,  G.  M.  Sanborn,  of 
Indianapolis,  will  read  a  paper  on  "How  to  Open  a  Retail 
Store."  .\nother  interesting  paper  will  be  "How  an  Electrical 
Contractor  Can  Become  a  Successful  Retailer." 


Montreal  Employees  Get  Increase 

After  prolonged  negotiations,  the  Montreal  Tramways 
Company  has  come  to  an  agreement  with  its  employees  as 
to  advances  in  wages.  The  representatives  of  the  men  asked 
for  a  larger  increase  than  is  to  be  given,  and  as  the  com- 
pany put  forward  a  lower  schedule,  a  compromise  was  agreed 
upon.  The  advance  will  involve  an  average  increase  of  20 
per  cent,  of  the  wages  bill  of  the  company,  or  a  total  of 
$600,000.  Motormen  and' conductors  obtain  increases  of  from 
6  to  9  cents  an  hour,  the  new  rates  being  from  31  cents  an 
hour  to  37  cents  an  hour.  .\11  other  branches  are  included  in 
the  arrangement,  including  power  house,  linemen,  rolling 
stock,  car  barn,  construction,  and  bridges  and  building  de- 
partments. The  raises  here  are  from  BJ^  to  1:3  cents  an  hour, 
switchboard  operators  and  assistant  engineers  being  the  high- 
est paid  employees  in  the  electrical  department,  with  wages 
of  42  and  421/2  cents  per  hour  respectively.  The  linemen  are 
paid  32^2  cents  per  hour.  Ten  hours  will  constitute  a  day's 
work,  with  time  and  a  half  to  be  paid  for  all  time  over  ten 
hours. 

00  per  cent,  are  granted  rate  increases. 


Mr.  Samuel  Insull,  President  of  the  Commonwealth 
Edison  Company  of  Chicago,  recently  said  that  out  of  460 
applications  made  by  L'nited  States  central  station  companies 
for  increased  rates  in  the  year  1917  upward  of  400  decisions 
were  given  favorable  to  an  increase.  Mr.  Insull  added:  "The 
experience  with  those  of  us  who  have  appealed  to  the  pro- 
perly constituted  authorities  to  deal  with  the  question  of  our 
rates  gives  me  every  confidence  that,  if  we  are  diligent  in 
the  presentation  of  our  situation  to  those  properly  consti- 
tuted authorities,  we  are  bound  to  get  relief." 


Toronto  Hydro  Seventh  Annual  Report 

The  Toronto  Hydro-electric  System  have  issued  their 
seventh  annual  report  covering  the  year's  operations  January 
1  to  December  31,  1917.  The  gross  income  for  the  year 
amounted  to  $2,049,383;  cost  of  electric  current,  including 
expense  of  operation,  management,  repairs  and  maintenance, 
$1,294,023.  This  left  surplus  income  on  operating  account  of 
$753,300.  Interest,  depreciation  and  sinking  funds  required 
$720,893,  which  left  a  net  surplus  of  $34,467. 

The  number  of  meters  in  use  is  now  50,461,  an  increase 
of  15  per  cent,  for  the  year.  The  connected  load  is  169,118 
h.p.,  an  increase  of  20  per  cent.  "The  number  of  kw.  hours 
sold  during  the  year  was  171,691,213,  an  increase  of  24  per 
cent.  Rates  have  been  reduced  as  follows:  Residence  lighting 
9.4  per  cent.;  commercial  lighting  8.1  per  cent. ;  commercial 
power  10.1  per  cent.  The  total  assets  of  the  system  now 
amount  to  $10,317,531. 

The  year's  operations  may  be  summarized  from  the  gen- 
eral manager's  report  as  follows:  Increased  income  for  the 
year,  $343,200 — roughly  a  gain  of  20  per  cent,  over  1916;  in- 
creased operating  expenses.  $66,600— an  increase  of  only  12^4 
per  cent.  Thus  the  revenue  has  increased  at  a  considerably 
more  rapid  rate  than  has  the  cost  of  operation — and  this  in 
spite  of  a  lower  revenue  per  kw.  hour  sold. 

A  number  of  interesting  itetns  are  mentioned  in  the  gen- 
eral manager's  report,  such  as  the  difficulties  encountered  due 
to  power  shortage;  the  inconvenience  caused  by  their  head 
office  fire;  the  extension  work  necessitated  for  the  supply  of 
power  to  British  Forgings,  Limited;  the  decision  to  carry 
the  System's  insurance  in  connection  with  the  Workmen's 
Compensation  Act;  for  this  laeter  purpose  a  fund  has  been 
set  up  to  which  is  credited  a  sum  based  on  the  cost  of  carry- 
ing the  insurance  if  placed  through  an  insurance  company. 
The  report  also  notes  that  a  special  sub-department  has  been 
started  to  deal  with  accident  prevention  along  educational 
lines;  the  installation  of  synchronous  apparatus  for  the  cor- 
rection of  the  system's  power  factor;  the  prosperity  of  the 
appliance  department,  in  which  the  number  of  articles  sold 
was  in  the  neighborhood  of  20,000.  and.  finally,  the  honor 
roll  on  which  it  is  noted  that  during  the  year  additional 
casualties  include  2  killed  in  action  or  missing  and  7  wound- 
ed. The  commissioners  have  continued  the  grant,  as  before, 
to  the  dependants  of  the  employees  with  the  colors,  the  cost 
being  debited  to  the  year's  operations. 


Dr.  S.  S.  Wheeler.  President  of  the  Crocker-Wheeler 
Company,  stated  at  the  .\tlantic  City  convention  that  there 
are  now  forty  blind  men  in  the  employ  of  his  company, 
making  good  wages  winding  coils. 
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Association  of  Municipal  Electrical  Engineers 

Holds  First  Annual  Convention  at  Niagara  Falls— Inspection  of  Ontario  Hydro 
Commission's  300,000  h.  p.  Chippawa  Development 


The  first  aiunKil  conviiiliou  of  llu'  Association  of  Muni- 
cipal Electrical  ICni-ineers  of  tlu'  I'rovinco  of  Ontario  was 
held  at  Nia.ujara  Falls  on  Friday  and  Saturday,  June  14-15, 
Mr.  E.  \'.  Buchanan,  general  niana,i;cr  of  tlu'  Loiulon  I'ublic 
L'tilities  Coinniissiou,  presidin.t;.  In  his  oiieniuL;-  atlross  Mr. 
Buchanan  remarked  on  the  fitness  of  the  location  for  the  lirst 
convention  of  the  Association  of  Municipal  Electrical  En- 
j,i„eers — the  centre  of  Hydro-electric  power  for  the  province 
and  where  so  great  a  reserve  of  water-power  still  awaits 
development.  He  did  not  think  any  Ljronp  of  electrical  men 
on  the  glolie  had  a  greater  heritage  than  we  in  Ontario,  and 
in  this  connection  he  coupled  the  name  of  Sir  Adam  Beck, 
whose  recognized  ability,  tireless  as  it  was  keen,  was  chiefly 
responsible  for  the  development  of  the  whole  great  project. 
The  Tresident  regretted  that  a  number  of  the  municipalities 
had  not  yet  joined  the  Association  and  urged  that  each  mem- 
ber should  become  a  recruit  in  explaining  to  these  munici- 
palities the  advantages  to  be  gained  through  membership. 

Brief  reports  were  presented  by  the  secretary,  treasurer 
and  the  officers  of  the  standing  committees.  These  indicated 
that  the  Association  was  in  a  most  healthy  condition,  both 
as  regards  members  and  finances.  The  various  standing  com- 
mittees, for  the  most  part,  had  little  to  report  on  account  of 
the  short  interval  that  had  elapsed  between  their  election  to 
otlice  and  the  present  convention. 

Amendments  to  Constitution. 

One  of  the  first  amendments  to  come  up  for  discussion 
was  that  regarding  the  advisability  of  including  manufactur- 
ers as  members  of  the  Association.  A  keen  discussion  by 
Messrs.  Yates,  Shearer,  Ireland,  Kribbs,  Lines,  Leacock, 
Phelps.  Chase  and  others,  resulted  in  the  adoption  of  a 
motion  to  the  effect  that  an  annual  fee  of  $10.00  be  charged 
and  that  manufacturers  should'  consider  themselves  free  to 
send  as  many  representatives  as  they  wished.  The  discussion 
rather  tended  to  favor  a  grading  of  the  fee,  but  it  was  felt 


that  this  could  l)e  left  for  further  consideration   at   a  later 
date. 

Another  amendment  to  the  constitution  related  to  the 
expenses  of  the  members  of  the  executive  committee  to  ^the 
various  meetings  in  Toronto  and  it  was  finally  decided  that 
it  would  be  fair  that  delegates  should  charge  their  railway 
expenses  to  the  Association  and  their  other  expenses  to  their 
municipalities  on  the  supposition  that  the  members  would  be 
able  to  combine  with  the  business  of  the  Association  a  cer- 
tain amount  of  business  for  their  own  municipalities. 

Another  important  amendment  dealt  with  the  represen- 
tation of  the  various  municipalities  on  the  executive  com- 
mittee of  the  Association,  the  province  being  divided  into 
sections,  each  electing  a  member. 

The  President  then  introduced  Mr.  H.  F.  Strickland,  who 
read  a  paper  on  "The  Evolution  of  Electrical  Inspection  in 
Ontario." 

Discussion  on  Mr.  Strickland's  Paper. 

There  was  a  considerable  amount  of  discussion  and  criti- 
cism of  the  rules  and  regulations  of  the  Commission,  many 
of  the  objections  doubtless  being  well  taken.  It  was  pointed 
out  by  Mr.  Strickland,  however,  that  the  Fire  Underwriters' 
Association  absolutely  controls  the  situation  and  they  are 
guided  by  the  National  Code.  Mr.  Strickland  further  em- 
phasized the  fact  that  this  National  Code  is  the  result  of  most 
careful  deliberation  of  the  various  electrical  organizations 
of  the  United  States,  and  if  they  felt  that  these  regulations 
were  in  the  best  interests  of  the  electrical  industry  at  large 
we  could  probably  not  do  better  than  follow  in  their  foot- 
steps. Mr.  Scott  asked  Mr.  Strickland  to  give  the  association 
some  ideas  on  the  evolution  of  electrical  rules,  and  Mr.  ■ 
Strickland,  at  some  length,  described  the  various  phases  of 
discussion  and  consideration  through  which  these  rules  must 
pass  before  they  become  law. 

As  the  outcome  of  Mr.  Strickland's  paper,    and  the  dis- 


Prtsident  E.  V.  Buclianan,  London, 


Secretary  S.  R.  A.  Clement,  Toronto. 
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cusM.in  vvliich  foll..w.-<l.  a  motion  was  carried  requesting  the 
Rules  and  Regulations  Committee  of  the  Hydro-electric 
Rower  Commission  to  allow  a  representative  of  the  Associa- 
tion to  he  added  to  that  Committee.  Mr.  Scott,  who  intro- 
duced the  suugeMion.  emphasized  the  fact  that  the  men  m 
the  field  were  mnre  closely  in  touch  with  the  requirements 
as  reo-ards  rules  and  regulations  than  the  Hydro  men  them- 
selves" could  possibly  be  and,  for  this  reason,  they  should  have 
a  representative  on  the  Committee.  Mr.  Strickland  favored 
the  suggestion.  A  representative  will  be  named  by  the  chair- 
man of'the  Rules  and  Regulations  Committee  of  the  Associ- 
ation. 

Enquiry  was  made  as  to  the  outcome  of  the  resolution 
previously  submitted  to  the  Hydro  Commission  asking  that 
the  name  of  the  Inspection  department  be  changed  so  as  to 
omit  the  word  "Hydro."  As  the  secretary  reported  that  no 
decision  had  ever  been  given  on  this  point  he  was  instructed 
to  write  the  Commission  again  to  urge  that  action  be  taken 
immediately . 

"Factory  Lighting" 

An  interesting,  illustrated  paper  on    "Factory  Lighting" 
was  presented  by  Mr.  H.  H.  Madgsick,  of  the  Engineering 
Department  of  the  National  Lamp  Works    of  the  General 
•  Electric  Company.  A  hearty  vote  of  thanks  to  Mr.  Madgsick 
was  moved  by  Mr.  Kribbs.  ,   ,  ,  • 

On  Friday  evening  the  Association  supper  was  held  m 
the  restaurant  of  the  Administration  Building  of  the  Queen 
Victoria  Park  Commissioners,  at  which  some  IGO  delegates 
were  present.    The    chairman    dispensed  with  unnecessary 
toasts  and  introduced  Mr.  Fred  W.  Field,  H.  M.  Trade  Com- 
missioner, of  Toronto,  who  spoke  on  "Overseas  Trade.  Mr. 
Field  explained   that   the  relationship   between  the  colonies 
and  the  Mother  Country  was  being  more  closely  cemented 
as  the  various  units  of  the  Empire  realized  one  another  s 
resources,  and  in  this  respect  Canada  had  come  m  for  a  great 
deal  of  valuable  publicity.   At  the  present  time  a  very  keen 
interest  was  taken  by  the  Mother  Country  in  Canadian  trade 
which  after  the  war  would  doubtless  develop,  if  properly 
handled,  to  tremendous  proportions.   With  this  end  in  view 
the  number  of  trade  commissioners    had    been  increased, 
Canada  now  having  four,  Mr.  Field  himself  representing  the 
Province  of  Ontario. 

Mr  Geo  C.  Rough,  president  of  the  Packard  Electric 
Company,  followed  with  an  intensely  interesting  address  on 
his  experiences  during  "Thirty  Years  as  an  Electrical  Sales- 
man "  Mr.  Rough  deprecated  the  idea  that  salesmen  are 
born  and  not  made.  Of  course  a  good  salesman  is  all  the 
Letter  for  having  natural  tact  and  ability  to  size  up  the  cus- 
tomer at  first  glance,  but  success  in  selling  is  very  largely  a 
matter  of  hard  work,  long  hours,  and  the  faculty  of  arousing 
the  interest  of  the  customer  through  an  appeal  to  one  or 
other  of  his  personal  hobbies.  A  description  of  the  visit  of 
jne  Fissette  to  an  electrical  convention  in  Quebec  City  was 
the  climax  of  a  thoroughly  enjoyable  half-hour. 

On  Saturday  morning  Mr.  J.  F.  S.  Madden,  sales  engineer 
nf  the  Hydro-electric  Power  Commission,  delivered  an  address 
„n  "Sales  Service."    Mr.  Madden  discussed  a  number  of  in- 
teresting points  which  resulted  in  considerable  discussion 
One  of  the  points  about  which  considerable  interest  centered 
was  that  of  a  central  purchasing  department  and,  in  connec- 
li.m  with  it,  the  action  of  manufacturers  combining  together 
for  the  purpose  nf  securing    better    prices.    Mr.  Madden 
pointed  nut  that  m  the  United  States  the  power  ot  manufac- 
tuvers  to  fix  prices  will  probably  soon  be  legalized  and  the 
tendency  appears  to  be  in  the  same  direction  in  this  country. 
\  number  of  the  delegates  considered  that  a  centralized  pur- 
chasing department  was  not  without  its  disadvantages.  Ihe 
larger  municipalities  did  not  stand  to  profit  as  much  as  did 
the  smaller    Tlie  chief  objection  to  such  an  arrangement, 


however,  seemed  to  be  that  by  placing  a  very  large  order 
with  one  manufacturer,  competitors  in  this  particular  line 
were  for  the  time  being  greatly  inconvenienced  and,  so,  un- 
able to  keep  their  organizations  together.  At  the  same  time 
the  one  manufacturer  who  had  obtained  the  order  would  be 
over-driven  and  probably  unable  to  make  delivery.  If  the 
order  were  given  to  another  manufacturer  the  next  time  this 
condition  would  simply  be  reversed.  In  Mr.  Madden's  opinion 
it  was  largely  this  practice  that  had  driven  the  manufac- 
turers to  combine  for  self-defence.  Unless  it  were  possible 
for  a  central  purchasing  committee  to  distribute  the  orders 
fairly  evenly  it  appeared  to  be  the  consensus  of  opinion  that 
municipalities  had  better  be  left  to  do  their  own  purchasing. 
Delegates  who  participated  in  the  discussion  included  the 
Presfdent,  Messrs.  Yates,  Sifton,  Coleman,  Kribbs,  Phelps, 
Shearer,  Fisk  and  Chase. 


Synchronous  Motors. 

Mr  M  J  McHenry.  manager  of  the  Hydro-electric  Sys- 
tem Walkerville,  read  a  paper  on  "Applications  of  Synchro- 
nous Motors."  Mr.  Lee,  of  the  Toronto  Hydro  System,  dis- 
cussed Mr.  McHenry's  paper  at  some  length  as  did  also 
Messrs.  Lines,  Ireland,  Sifton,  Yates,  Kribbs,  Heeg  and 
Scott  The  opinion  was  generally  expressed  that  the  cus- 
tomer should  be  held  responsible  to  a  greater  degree  for  the 
correction  of  power-factor.  Mr.  Lee  thought  a  little  educa- 
tion would  go  a  long  way  in  this  direction.  It  was  pomted 
out  that  many  customers  are  now  charged  on  a  power  factor 
basis— that  is,  they  are  penalized  if  their  power  factor  is  poor, 
or  bonused  if  it  is  particularly  good.  This  seems  to  be  the 
fairest  method  of  adjustment  for  everyone  concerned  and  it 
has  quite  frequently  been  found  possible  to  correct  the  trou- 
ble without  resorting  to  the  installation  of  corrective  appar- 
atus. 

Resuscitation. 

Mr  Wills  Maclachlan,  safety  engineer,  Toronto,  gave  a 
demonstration  of  resuscitation  on  two  hydro  linemen.  Mr. 
Maclachlan  has  practically  organized  the  whole  province  m 
resuscitation  work  and  accident  prevention,  both  for  the 
Hydro-electric  Power  Commission  and  for  the  private  com- 
panies, and  a  noticeable  decrease  in  accidents  is  reported. 
Evidence  of  his  good  work  is  shown  on  every  hand. 

The  Saturday  session  concluded  with  a  brief  description 
of  the  Chippawa  development  of  the  Ontario  Commission  by 
Mr  H  G  Acres,  chief  hydraulic  engineer.  Mr.  Acres  outlm- 
ed  the  various  schemes  that  had  been  considered,  explaining 
the  advantages  of  the  route  finally  adopted.  Following  Mr. 
Acres'  discussion  the  delegates  were  cjriven  by  motor  over 
the  twelve-mile  route  and  given  a  chance  to  observe  actual 
operations.  A  brief  description  of  this  development  work 
appears  on  another  page. 

Municipal  Delegates 

Oswald  IT.  Scott,  lielleville;  G.  E.  Chase,  Bowmanville ; 
Geo.  Ostrander,  John  Spiers,  Brampton ;  VV.  P.  Catton,  An- 
drew Mcl'arland,  Brantford;  Royal  Quick,  Brighton:  W.  S. 
iiussell,  Campbellford:   J.    E.   Comfoot.   Cannington;   J.  G. 
Jackson,  Chas.  E.  Clements  (Mayor),  Chatham;  11.  li.  t  haul. 
Clinton:  J.  E.  Skidmore,  Cobourg;  E.  J.  Stapleton,  W.  P.. ^11. 
Patton  (Mayor),  S.  Burnside,  Collingwood:  Charles  Eherlec, 
Dresden;  Geo.  E.  Whitnn.  Dun.las;  R.  Elliott.  Gait;  V.  F. 
Hunt.  Gravenhurst;  John  J.  Heeg,  M,  W.  Wheeler,  Guelph; 
E    1.  Sifton,  VV.  H.  Childs,  Hamilton;  M.  E.  Jardme.  W  .  H. 
Scott,  Hespeler:  H.  G.  Hall,  Ingersoll;  S.  A.  Saylor,  Keiu.ra: 
V.  S.  Mclntyre,  Geo.  Lippert,  Kitchener;   E.  J.  Hartnck. 
Kingston;  C.  J.  DeBatts,  Leamington;  W.  E.  Reesor.  Lind- 
say °E  V  Buchanan,  A.  C.  Hunt,  G.  W.  Hlay,  London;  W.  R. 
Saviony.  Tames   Rennie,  Merritton;  J.  S.  Milliken.  Midland ; 
\    C   Clemens,  J.  C.  Grosch,  Milverton;  Tlios.  E.  Hell,  Geo 
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Stiibbs.  Mimico;  (.  liarlcs  A,  Walters.  Nai>;nu-o;  (ioo,  Morlo\, 
Xcw  Hamburg;  J.  W.  Cook,  New  l\>n>ni<i;  J.  \\  .  I!a\  liss, 
G.  E.  l-'oster,  Xiajjara  l-'alls:  \\  .  Daykin,  Xoi  wit  li :  A.  T. 
Hicks.  Oshawa;  J.  R.  McLiiiden,  A.  l-".  Armstrong,  Owin 
Souiul;  H.  O.  risk.  Peterboro:  G.  W.  Currie,  I'etrolia;  V.  1!. 
(.\>U'man,  Port  Hope;  C.  S.  MacKenzie,  Preston;  J.  E.  i'>. 
I'helps,  Sarnia:  11.  \\  Shearer.  Geo.  B.  Frost,  Smith's  I'alls; 
P.  1!.  Yates,  F.  M.  Sewos,  St.  Catharines;  E.  A.  BurKcss.  1'".  E. 
Welker.  I.  H.  Rutsacher,  St.  Jacobs;  V..  II.  Canipholl,  J.  J.  Ivo- 
lierts.  St.  Thomas;  R.  H.  Myers,  StralUud;  E.  K.  Siiiitliairn, 
Sirathroy;  J.  E.  Techoe,  Tilsonburg;  R.  H.  Martinilale,  Sud- 
bury; H.  H.  Couzeiis,  E.  M.  Ashworth,  R.  G.  Lee,  \V.  C. 
Burch,  C.  E.  Schwenger,  .A..  W.  J.  Stewart,  J.  B.  Kitchen,  C. 
W.  b'att.  \Vm.  F.  Kelly,  Toronto:  W,  J.  McHenry,  Walker- 
ville;  J.  R.  Forbes,  T.  C.  Savage  W  alerword;  Geo.  Grosz, 
Waterloo;  H.  E.  Timmerman.  W  etland;  A.  G.  F'ierson,  F.  G. 
Cousins,  Weston;  O.  M.  Perry,  Windsor;  W.  J.  McTntyre, 
Whitby:  J.  G.  Archibald,  Woodstock. 

O.M.E..-\.  Delegates — \V.  K.  Sanderson  (St.  Thomas), 
W.  Ellis  (Hamilton). 

.\ssociates — F.  A.  Gaby,  J.  S.  Parker,  S.  L.  Eisenhoffer, 
Gordon  Kribhs.  G.  F,  Drewry,  G.  J.  Mickler,  R.  M.  Bond,  E. 


K.  Eavvler,  A.  G.  Lang,  J.  N.  Wilson,  J.  H.  Caster,  J.  J.  Jef- 
I'ery,  L.  G.  Ireland,  S.  R.  A.  Clement,  R.  C.  McCollum,  H.  J. 
Surtees,  F.  T.  Stocking,  J.  F.  S.  Madden,  W.  M.  Bostwick, 
Wills  Maclachlan,  W.  H.  Mulligan,  K.  R.  McClellan,  E.  T. 
lirandon,  B.  O.  Salter,  H.  C.  Don  Carlos,  H.  F.  Strickland, 
\\  .  P.  Dobson,  Hydro-electric  Power  Commission  of  Ontario. 

Visitors— J.  A.  Shand,  J.  F.  Hill,  W.  H.  Christie,  H.  A. 
Burson,  Canadian  Crocker  Wheeler  Co.;  J.  W.  Taylor,  A.  C. 
Johnston,  W.  M.  Andrew,  Canadian  Westinghouse  Co.;  W'. 
\<.  Greenshields,  Canada  Wire  &  Cable  Co.;  H.  E.  Hunter, 
K.  A.  Mahoney,  C.  H.  Beavis,  A.  S.  McCordick,  B.  F.  Selby, 
Wm.  A.  Bucke,  A.  G.  Cooper,  W.  G.  Young,  Canadian  Gen- 
eral Electric  Co.;  S.  L.  B.  Lines,  Chamberlain  ■&  Hookham 
Meter  Co.;  W.  S.  Ewens,  H.  J.  Hammond,  Northern  Electric 
Co.;  R.  H.  Starr.  Geo.  D.  Leacock,  Moloney  Electric  Co.; 
Geo.  C.  Rough,  Packard  Electric  Co.;  C.  C.  Bothwell,  Laco- 
Phillips  Company;  Fred  W.  Field,  H.  M.  Trade  Commis- 
sioner; H.  G.  Acres,  Hydraulic  Engineer,  H.  E.  P.  Co.;  S.  L. 
Weber,  St.  Jacobs;  S.  Stroud,  Hamilton;  C.  N.  Farrow,  J.  J. 
O'Hearn,  Toronto;  L.  M.  Bradley,  St.  Thomas;  K.  M.  Sor- 
rich,  Chatham:  C.  V.  Edmonds,  V.  K.  Stalford,  Geo.  W. 
Howse,  A.  T.  Smith,  wiring  inspectors,  H.  E.  P.  Co. 


The  Evolution  of  Electrical  Inspection  in  Ontario 

—  —  By  Mr.  H.  F.  Strickland  


Electrical  Inspection  in  (Jntario  dates  back  approximately 
to  the  year  1892,  as  near  as  I  can  recollect,  a  year  or  two 
after  what  was  then  known  as  the  Toronto  Incandescent 
Electric  Light  Co.,  was  established.  At  that  time  I  was  con- 
nected with  the  old  Incandescent  Company  under  Senator 
Frederic  Nicholls  and  had  a  good  deal  to  do  with  the  ob- 
taining of  contracts  for  the  installation  of  wiring  and  motors 
in  Toronto,  the  estimating  on  these  jobs  and  looking  after 
this  part  of  the  work  generally. 

Electrical  inspection  at  this  time  was  introduced  by  the 
Fire  Underwriters  as  a  precautionary  measure  and  what  in- 
spection there  was  then  was  in  charge  of  Mr.  A.  Bruce  Smith, 
then  Superintendent  of  Construction  for  the  G.N.W.  Tele- 
graph Co.,  and  now  Manager  of  Telegraphs  for  the  Grand 
Trunk  Pacific  Railway.  The  peculiar  part  of  the  situation  in 
those  days  was  that  inspectors  carefully  and  in  due  form 
certified  to  what  we  now  w^ould  just  as  carefully  condemn. 
This  was  not,  of  course,  through  any  fault  of  the  inspectors. 
In  those  days  I  can  distinctly  remember  the  lay-out  of  wiring 
jobs  and  often  think  how  dif¥erent  they  were  from  the  present 
day  and  more  often  what  would  occur  in  Ontario  to-day 
if  wiring  was  still  performed  in  the  same  manner.  No  doubt 
you  have  all  used  the  argument  and  had  it  used  in  turn  upon 
you,  at  least  I  know  we  have,  that  because  a  wiring  in- 
stallation as  performed  twenty  years  ago  did  not  always 
burn  the  building  down  the  first  night  it  was  connected  up, 
that  it  is  just  as  good  as  the  work  done  to-day  and  that  there 
were  not  more  fires  then  than  there  are  now.  This  state- 
ment may  sound  perfectly  logical  to  anyone  who  wants  to 
believe  it  without  knowing  the  facts. 

In  those  days  I  knew  almost  every  installation  which  was 
connected  up  in  the  City  of  Toronto,  and  practically  every 
wiring  job  which  was  being  done  in  the  same  city.  Toronto 
was  at  that  time  a  city  of  considerable  proportion  and  popu- 
lation and  it  was  not  very  long  after  that  when  there  was  a 
very  large  building  boom.  Nevertheless,  when  there  were 
three  or  four  wiring  jobs  being  done  at  the  same  time,  things 
were  what  we  might  say  "humping." 

In  the  year  1892  and  the  two  or  three  years  following, 
wiring  was  installed  in  a  variety  of  ways,  which  to  say  the 
least  would  be  startling  and   interesting  to   behold    at  the 


present  day.  I  can  at  the  moment  clearly  see,  with  my  mind's 
eye,  the  wiring  in  a  building  in  Toronto  which  has  since  been 
pulled  out  which  consisted  of  rubber-covered  wire  threaded 
through  the  joists  with  gimlet  holes  and  then  tacked  on  to  the 
brick  ways  between  the  strapping  with  pieces  of  tape  and 
a  nail,  much  in  the  same  way  as  a  Virginia  Creeper  would 
be  trained  up  the  side  of  a  house.  When  these  wires,  or 
electric  creepers,  were  carefully  tacked  on  the  walls  they 
were  then  covered  in  with  fresh  wet  plaster.  These  circuits 
were  ostensibly  protected  by  wooden  cutouts  dipped  in  paraf- 
fine  with  open  fuse  wire  and  then  mounted  in  wooden 
pockets  in  the  walls,  strictly  without  asbestos. 

The  chief  form  of  protection  and  general  finish  in  most 
wiring  was  a  good  daubing  up  with  P.&B.  compound,  which 
was  commonly  known  as  "stink."  So  long  as  a  wireman 
could  daub  a  lot  of  P.&B.,  on  the  cutout  box  and  generally 
daub  everything  up  that  did  not  look  right  electrically,  it 
was  generally  considered  a  very  good  job. 

The  service  equipment  consisted  generally  of  a  piece  of 
board  nailed  up  some  place  handy;  it  did  not  make  much  dif- 
ference whether  it  was  in  a  clothes-closet,  basement  or  attic. 
The  service  wires  came  in  from  outside  through  a  couple  of 
gimlet  holes  in  the  board  and  after  being  wrapped  with  tape 
they  generally  ran  directly  to  the  branch  cutouts  after  pass- 
ing through  an  Edison  electrolytic  meter.  No  doubt,  theor- 
etically this  meter  was  the  most  accurate  registering  meter 
which  was  ever  produced,  but  no  doubt  before  the  customer 
received  his  bill  there  were  several  inaccuracies  which  might 
creep  in,  such  as  the  weighing  of  the  elements  and  the 
recording  of  same  in  the  books,  and  ultimately  the  comput- 
ing of  it  in  dollars  and  cents.  Of  course,  we  know  that  no 
one  in  the  electrical  business  would  think  of  increasing  a 
customer's  bill,  but  1  merely  point  out  what  an  easy  matter 
it  would  be  with  meters  of  this  description  for  someone  to 
read  these  meters  as  high  or  low  as  was  considered  advisable 
or  necessary. 

When  this  meter  was  installed  on  the  board,  the  meter 
board  such  as  it  was  was  likewise  well  daubed  up  with 
"stink"  and  the  service  was  completed  in  due  form. 

The  salvation  of  a  great  deal  of  the  wiring  in  those 
days  was  undoubtedly  owing  to  the  high-class  of  wire  used. 
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Rubber-covered  wire  was  very  superior,  and  I  may  say  vast- 
ly superior,  to  the  wire  which  has  been  used  in  Ontario  up 
to  the  last  year  or  two,  in  fact  rubber-covered  wire  became 
a  standing  joke  and  I  have  heard  it  stated  on  good  authority 
that  one  manufacturer  made  the  broad  statement  that  he 
was  making  rubber-compound  for  wire  without  using  any 
rubber.  The  new  Code  rubber-covered  wire  which  is  requir- 
ed to-day,  is  however,  very  much  superior  to  that  which  has 
been  used  during  the  past  ten  or  fifteen  years,  but  I  doubt 
very  much  whether  it  is  as  good  as  the  rubber-covered  wire 
which  appeared  in  the  early  part  of  1900. 

It  does  not  require  a  very  great  amount  of  abstruse  cal- 
culation to  answer  the  question  touched  upon  a  few  moments 
ago  as  to  why  there  were  no  more  fires  at  that  time  than 
there  are  to-day  with  all  our  modern  improvements;  one  has 
only  to  consider  the  ratio  as  between  the  amount  of  current 
used  then  and  at  the  present  time,  to  answer  this  question. 
In  those  days  the  large  percentage  of  electric  light,  especi- 
ally in  the  large  cities,  was  direct  current,  and  the  question 
of  break-down  between  high  and  low  tension  and  the  ground- 
ing of  secondary  did  not  enter  very  largely  into  the 
question  at  all,  until  some  few  years  later  and  where  there 

I  was  one  building  wired  up  in  those  days  there  are  many 
hundreds  to-day. 

It  now  seems  an  opportune  time  to  pass  some  comments 
on  the  Electrical  Inspection  of  the  past  to  make  it  very  plain 
that  I  do  not  wish  to  reflect  in  any  way  upon  the  past  inspec- 
tion or  anyone  connected  with  it.  One  might  as  well  com- 
pare the  efiiciency  of  a  soldier  with  the  old  flintlock  musket 
and  the  marksmanship  of  a  crack  shot  armed  with  a  modern 

j    Enfield  rifle.  The  present  inspector  is  vested  with  Rules  and 

]  Regulations  which  are  the  outcome  of  past  experience,  and 
now  enjoys  a  legal  status  which  did  not  exist  in  those  days. 

The  Fire  Underwriters,  who  inspired  the  first  production 
of  an  electrical  code,  did  not  do  so  out  of  love  for  their  fel- 
low men  but  as  a  protection  to  themeslevs  and  no  one  should 
blame  them  for  having  so  done.  It  seems  to  me  that  when 
an  aggregation  of  companies  is  expected  to  pay  for  fire  losses 

j    that  they  have  a  right  to  know  what  they  are  paying  for. 

I  The  motive  of  the  Underwriters'  Regulations  has  always 
been  the  protection  of  buildings  against  fire,  and  they  did 
not  pretend  to  make  regulations  for  thr  protection  of  life, 
although  there  are  a  certain  number  of  rules  in  the  National 
Code  which  have  been  adopted  for  that  purpose,  but  only 
recently. 

A  few  years  ago,  practically  the  only  inspection  which 
was  carried  on  in  the  North  American  Continent  was  that  of 
the  Underwriters'  Inspection  Bureau  in  the  different  cities 
and  towns  of  Canada  and  the  United  States.  This  has  been 
followed  in  recent  years  by  some  of  tiic  cities,  where  civic 
ordinances  were  passed  causing  Electrical  Inspection  to  be- 
come mandatory. 

In  most  cases  the  Underwriters  objected  to  anyone  doing 
electrical  inspection  but  themesleves.  Possibly  they  are  to 
be  excused  for  this  attitude,  owing  to  the  fact  that  they  are 
paying  for  the  losses.  I  know  that  at  the  present  time  the 
I  Fire  Underwriters  frequently  hand  nic  ^(iinc  comments  to  the 
effect  that  our  electrical  inspection  is  far  from  being  as 
effective  as  it  should  be,  and  it  was  only  during  the  last 
month  that  I  was  told  l)y  the  chief  official  of  the  Under- 
writers' Association  that  we  arc  unable  to  carry  this  inspec- 
tion as  far  as  we  should  and  in  many  respects  it  is  a  failure. 
I'his,  of  course,  was  said  to  me  in  an  apparently  friendly 
-pirit  and  no  doubt  this  body  sincerely  believes  this  to  be 
true. 

This  Would  Satisfy  the  Underwriters. 

There  is  only  one  system  of  Electrical  Inspection  which 
will  ever  satisfy  the  Underwriters  (and  this  is  said  witii  (he 
best  feeling  and  with  all  deference  to  them)  and  that  is  a 


system  of  inspection  which  will  not  allow  any  electrical 
work  to  be  installed  in  buildings  at  all,  nor  any  electric  cur- 
rent to  be  supplied  thereto  and  the  only  electric  light  which 
should  be  permitted  in  buildings  to  be  in  the  form  of  port- 
able flashlights.  Such  a  condition  would  be  ideal  for  the  Fire 
Underwritefs  as  there  would  be  positively  no  fire  losses  from 
electrical  causes. 

Commenting  further  on  the  attitude  of  the  Underwriters 
towards  this  inspection,  I  think  the  chief  trouble  is  that  they 
have  not  really  seriouly  analyzed  the  work  of  the  Inspection 
Department  or  made  a  fair  comparison  as  between  what  is 
being  done  now  and  what  was  done  in  the  old  days.  Having 
been  Chief  Electrical  Inspector  for  the  Canadian  Fire  Under- 
writers Association  for  a  period  of  five  years  I  think  that  I 
can  justly  claim  to  know  as  much  about  the  subject  as  anyone 
else.  As  a  matter  of  fact,  I  was  the  first  inspector  employed 
by  the  Underwriters  who  was  called  upon  to  devote  his 
whole  time  to  organizing  and  enlarging  the  whole  system. 

When  I  took  over  Electrical  Inspection  in  Toronto  some 
twelve  years  or  more  ago,  the  entire  work  was  being  carried 
on  by  Mr.  Smith,  who  was  Superintendent  of  Construction 
for  the  G.N.W.  Telegraph  Co.  No  one  who  knows  Mr. 
Smith  would  say  anything  about  him  except  what  would'  be 
favorable  from  every  point  of  view.  Mr.  A.  B.  Smith  en- 
joyed the  respect  and  admiration  of  everyone  who  knew  him 
and  undoubtedly  if  he  had  the  opportunities  which  I  have 
had  and  had  devoted  his  whole  time  to  Electrical  Inspection 
he  would  have  made  a  great  success  of  it  and  my  effort 
would  have  looked  very  small  in  comparison.  At  that  period, 
however,  Mr.  Smith's  time  was  very  largely  devoted  to  the 
work  of  the  Telegraph  Company  and  as  there  was  no  law 
requiring  inspection,  no  one  was  obliged  to  have  work  in- 
spected. Such  conditions  tended  to  produce  chaos.  For  in- 
stance, no  wireman  could  tell  whether  to  figure  on  a  good 
job  or  a  bad  one.  The  general  result  with  the  wiring  was  that 
a  good  contractor  wished  to  do  a  good  job  and  only  did  so 
when  he  had  the  work  at  his  own  price,  or  after  having 
ascertained  who  was  competing  with  him.  If  only  two  or 
three  good  wiremen  were  asked  to  figure  on  the  job  there 
was  some  chance  of  getting  a  fairly  good  job  done,  but  if  two 
or  three  cheap  men  had  a  hand  in  the  pie,  chances  were  that 
the  jpb  was  a  poor  one  with  no  guarantee  that  it  ever  was 
inspected,  in  fact  it  often  was  not.  As  soon  as  it  was  ready 
(and  often  before)  the  electric  light  company  would  issue  a 
service  certificate. 

I  can  remember  in  the  early  days  of  the  Toronto  Hydro 
where  rows  of  houses  were  being  built,  it  was  often  a  race 
between  the  Toronto  Electric  Light  Co.,  and  the  Hydro  for 
service  and  I  have  seen  one  or  the  other  of  these  supply 
authorities  install  services  in  a  whole  row  of  houses  before  they 
were  lathed  and  plastered,  and  put  the  meters  in  and  turn  on 
the  current.  This  was  a  very  undesirable  state  of  affairs,  and 
it  was  a  wonder  that  there'^  were  not  a  number  of  people 
killed  or  a  number  of  fires  resulting  from  this  mad  rush  for 
current  re,gardless  of  the  safety  of  others. 

I  distinctly  remember  one  case  where  a  couple  of  Italians 
were  digging  in  the  cellar  of  a  house  when  one  of  tiiem  haji- 
pened  to  touch  the  main  switch.  He  got  a  nasty  shock  and 
out  of  retaliation  he  took  his  spade  and  smashed  the  meter 
and  everything  else  to  pieces. 

Companies  Mixed  Their  Meters. 

Things  became  worse  and  worse  and  I  have  known  cases 
where  the  companies  forgot  whose  meters  were  whose.  1 
remember  another  instance  where  a  Hydro  meter  was  in  a 
house  and  was  connected  up  to  the  Toronto  Electric  Light 
Co's.  service  wires,  so  lliat  one  comi)any  was  deriving  a 
revenue  from  the  other  company's  wires  through  their  own 
meter.   Jumpers  around  meters  to  shut  them  out  altogether 
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was  also  a  very  iiopii'iir  past-lime  in  those  ilays  and  no  ono 
need  he  deprived  oi  service  owiiif*  to  a  tilown  fuse  so  Kuir 
as  there  was  a  wire  nail  or  a  pant  hutloii  not  workiuK.  But 
this  was  not  all.  There  were  a  lew  legitiinale  wirins;  contrac- 
traciors  in  Toronto  and  vicinily  and  a  score  or  more  of  peo- 
ple doiu>:  wirins  (with  the  aeoent  on  the  doing);  and  not 
only  doing  the  wiring  hut  also  the  i.e..ple  for  whom  they  were 
iloini;  it.    You  can  judge  to  what  an  extent  this  was  carried 
when  1  tell  you  that  1  know  of  a  row  of  houses  in  which 
the  wiring  was  let  to  some  itinerant  contractor  and  the  huild- 
ers.  alter  having  paid  this  contractor  ahout  S.")  per  cent,  of 
his  total  contract   (.of  course  without  inspection)  suddenly 
discovered  that  there  were  no  wires  in  the  houses  at  all,  that 
the  contractor  had  merely  wired  up  to  the  outlets  and  suc- 
ceeded in  some  way  in  having  it  lathed  over  before  his  little 
joke  was  discovered.    In  other  words,  the  woods  were  full 
of  carpet-hag  contractors,  hoys  and  other  aisiateurs  who  con- 
sidered themselves  quite  competent  to  wire  up  anything  as 
they  felt  disposed. 

1  have  in  this  paper  so  far  alluded  chiefly  to  the  condi- 
tions in  Toronto.  Ths  is  owing  to  the  fact  that  Electrical 
Inspection  in  Ontario  was  very  largely  a  matter  of  Toronto. 
There  was  a  little  inspection  done  on  the  side,  consisting  of 
the  local  managers  of  the  G.N.W.  Telegraph  Co.,  in  Ham- 
ilton. Brantford,  and  Kingston,  and  only  after  I  took  over 
the  Underwriters'  inspection  there  was  an  inspector  appoint- 
ed in  the  City  of  Ottawa. 

To  make  a  long  story  short  and  to  make  a  fair  compari- 
son of  the  conditions  which  exist  to-day  as  against  those  ex- 
isting in  the  days  of  Underwriters'  inspection,  one  has  only 
to  state  that  to-day  in  the  Province  of  Ontario  there  is  not  a 
square  inch  of  territory  left  uncovered.  Electrical  inspec- 
tors are  now  duly  appointed  and  have  been  carrying  on  their 
work  in  the  difTerent  districts  extending  from  Windsor  to 
Ottawa  and  from  the  very  southernmost  part  of  the  Niagara 
Peninsula  right  up  to  Kenora.  Sudbury  and  Timmins  on  the 
north. 

Touching  on  Electrical  Inspection  as  it  is  to-day  one  of 
the  most  important  requirements,  in  fact  I  believe  that  it  is 
the  very  backbone  of  the  whole  inspection  system,  is  the 
permit,  which  is  required  before  the  work  may  be  performed. 
If  the  law  merely  called  for  an  application  for  inspection 
on  all  work  as  performed  or  that  had  been  performed,  it 
would  not  begin  to  be  as  effective  as  the  permit.  Any  itiner- 
ant or  other  doubtful  wireman  could  always  make  the 
excuse  that  he  intended  having  the  work  inspected.  This 
excuse  could  be  raised  a  day,  a  week  or  if  necessary  a  year 
after  the  work  was  done,  but  the  permit  to  perform 
the  work  clinches  the  argument  at  the  start  and  I 
believe  it  has  been  the  means  of  weeding  out  more 
doubtful  and  inferior  wiremen  than  any  step  which  has  been 
taken,  and  I  am  glad  to  say  that  the  Comrnission  has  sup- 
ported us  in  enforcing  this  requirement. 

Activities  of  the  Inspection  Department. 

The  energy  of  the  Inspection  Department  has  not  been 
solely  devoted  to  the  inspection  of  new  work  either,  as  the 
following  figures  will  show:  From  June  1st,  1917,  to  May 
11th,  1918,  the  sum  of  $241,936.46  has  been  expended  by 
electric  light  consumres,  owners  of  buildings  and  others  re- 
sponsible, in  removing  dangerous  and  doubtful  wiring  and 
these  figures  would  have  been  much  greater  were  it  not  for 
the  abnormal  price  of  labor  and  material. 

In  addition  to  this  we  have  annual  contracts  with  455 
manufacturers  and  other  concerns  which  entitle  these  parties 
to  a  monthly  inspection  of  their  works.  These  monthly  in- 
spections have  proved  so  satisfactory  that  the  larger  pro- 
jjortion  of  them  were  renewed  this  year  and  such  as  dropped 
out  have  been  replaced  with  new  ones.  I  have  not  heard  of 
any  inspection  department  on  this  Continent  which  carries 


on  a  system  precisely  the  same  as  this,  nor  do  I  know  of 
any  department  where  the  permit  system  is  as  strictly  en- 
forced or  as  generally  uniform  as  it  is  in  this  province. 
There  are  a  few  departments  in  the  States  where  they  have 
local  by-laws,  each  with  its  peculiar  differences  in  law  and 
interpretation  but  1  do  not  know  of  any  district  as  vast  as 
Ontario  which  is  under  one  administrative  head  and  which 
is  under  the  same  uniformity  of  law  and  interpretation  as 
this. 

Nor  are  we  behind  the  times  in  our  methods  of  construc- 
tion. In  many  up-to-date  inspection  departments  in  Canada  . 
and  the  States  the  open  switch  and  service  equipment  is  still  ^ 
accepted  as  o.k.    I  have  seen  electric  services  in  many  cities  ^ 
in  the  States  and  Canada  and  do  not  know  of  anything  which  f 
is  more  up-to-date,  more  finished  looking,  safer  or  modern  ' 
than  our  iron-clad  service  equipment,  especially  when  hitched 
up  to  an  A-1  conduit  installation. 

At  this  juncture  I  would  hint  at  an  innovation  which  is 
likely  to  materialize  in  the  very  near  future,  in  fact  before 
this  paper  is  read  it  may  have  become  a  reality,  and  that  is  a 
new  method  which  has  been  submitted  to  the  Commission 
and  approved,  covering  the  installation  of  electric  fixtures. 
This  system  does  away  at  one  sweep  with  all  the  objections 
to  the  hanging  of  and  wiring  to  the  fixtures  at  the  outlets. 
Of  all  the  dirty  jobs  in  the  wiring  of  a  house,  the  hanging 
of  a  fixture  is  the  meanest  to  be  found.  Anyone  familiar 
with  house  wiring  knows  that  under  the  fixture  canopy  is 
the  weakest. spot  in  the  job.  Often  we  find  here  a  mixture 
of  crowfeet,  joints  in  wires  and  screw  nails,  all  jumbled  up 
in  a  heap  right  at  a  hole  in  the  ceiling  where  shavings  and 
other  inflammable  material  accumulate  and  where  a  fire  can 
be  beautifully  encouraged  with  the  draught  which  is  so 
common  between  joists  in  any  building.  V 

Result  of  a  Transformer  Breakdown. 

I  remember  quite  clearly  an  incident  in  a  large  city  in 
Ontario  where  a  transformer  broke  down  one  afternoon  and 
something  like  twenty-two  fires  developed  in  a  few  city 
blocks  supplied  from  this  large  transformer. 

I  examined  a  number  of  these  installations  and  in  nearly 
every  case  the  fire  broke  out  under  the  fixture  canopy.  The 
new  method  referred  to  will  enable  a  school  child  to  install 
the  ordinary  electric  fixtures  in  a  house  with  a  twist  of  the^ 
wrist.  The  brackets  can  be  put  in  as  easily  as  an  electric 
iron  can  be  attached  to  a  receptacle  and  the  only  diflference 
with  the  pendants  being  the  assistance  of  a  step  ladder,  and 
fixtures  can  be  removed  just  as  easily  and  quickly.  In  order 
to  make  this  method  of  installing  fixtures  possible  and  to 
facilitate  the  adoption  of  same,  the  Rules  and  Regulations 
of  the  Commission  will  be  amended  to  call  for  outlet  boxes 
on  all  outlets  in  connection  with  knob  and  tube  work,  now 
only  a  recommendation.  The  added  cost  of  an  outlet  box  is 
a  small  matter  and  the  first  installation  of  fixtures  on  a 
job  will  more  than  pay  the  entire  cost  and  it  will  be  a  gain 
each  time  fixtures  are  put  in  and  taken  down. 

The  enforcing  of  electrical  inspection  sometimes  appears, 
different  to  the  inspected  then  it  does  to  the  inspector  and; 
we  meet  with  all  kinds  of  people  and  all  kinds  of  arguments. 
In  all  fairness  to  the  Electrical    Inspection    Department  it ^ 
must  be  conceded  that  in  order  to  carry  on  a  system  of  in- 
spection it  is  first  of  all  necessary  to  have  a  set  of  Regula-| 
tions  and  by  the  very  nature  of  electric  construction  it  islj 
demonstrated  that  they  must  contain  a  great  variety  of  detail"^ 
and  figures.  There  are  times  when  the  enforcing  of  a  Regu- 
lation may  appear  arbitrary.  On  the  other  hand,  a  h"ttle  laxity 
may  appear,  to   the  other  fellow  as  rank  favoritism.  This 
depends  entirely  upon  the  attitude  of  the  parties  interested 
and  whether  they  are  the  inspected  or  the  inspector. 

We  have  endeavored  in  every  possible  way  in  enforcing- 
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these  rules  to  keep  the  new  work  strictly  up  to  the  Rules 
and  Regulations.  This  seems  to  be  the  only  way  to  give 
ultimate  satisfaction  and  I  think  I  can  safely  say  that  the 
majority  of  the  best  wiring  contractors  and  parties  interested 
in  Ontario  appreciate  this  fact.  By  so  doing,  all  contractors 
and  others  are  placed  on  a  fair  basis  when  estimating  on 
work,  and  .if  not  now,  perhaps  sooner  or  later  people  will  feel 
that  they  have  some  measure  of  protection  when  letting  con- 
tracts for  wiring  when  they  call  for  the  production  of  the 
inspector's  certificate. 

Inspectors  are  Experienced  Wiremen. 

Neither  the  writer  nor  any  of  the  inspectors  on  this  staff 
claim  to  be  a  finality  on  everything  electrical,— far  from  it. 
I  do  claim,  however,  that  every  man  holding  a  position  as 
electrical  inspector  on  the  Commission's  staff  has  been  a 
well-trained  journeymen  wireman  before  he  commenced  his 
training  as  an  inspector,  in  fact  the  large  majority  of  these 
inspectors  served  many  years  in  the  electric  wiring  trade 
with  the  largest  and  best-known  electric  concerns  in  Can- 
ada and  the  States,  and  not  only  were  they  familiar  with  the 
trade  itself  but  were  well  posted  on  the  tricks  of  the  trade. 

There  is  an  old  saying  that  "it  takes  a  thief  to  catch  a 
tliief"  and  the  varied  tricks  of  shady  wiremen  and  contractors 
are  quickly  detected.  Not  only  must  inspectors  keep  abreast 
nf  the  wiring  trade  and  the  development  of  this  art  but  they 
must  keep  thoroughly  familiar  with  every  fitting  which  is 
used,  just  why  it  is  used  and  whether  it  is  real  or  imitation, 
and  incidentally  keep  track  of  the  doings  and  sayings  of  all 
the  different  wiremen  and  their  peculiarities. 

We  are  frequently  confronted  with  electrical  installa- 
tions which  are  almost  in  accordance  with  the  Rules.  This  is 


a  very  distressing  condition  because  if  one  person  is  permit- 
ted to  get  away  with  work  that  is  almost  right,  the  next  con- 
tractor is  prone  to  take  advantage  of  it,  and  so  on,  all  down 
the  line  and  eventually  the  rule  which  has  been  almost  brok- 
en will  become  very  much  dislocated  and  openly  violated,  in 
the  long  run. 

It  would  take  a  great  deal  of  time  and  space  to  intelli- 
gently record  and  put  into  interesting  reading  form  all  the 
idiosyncrasies  of  the  Electrical  Inspection  business.  There 
are  many  things  we  would  like  to  speak  of  and  some  things 
for  obvious  reasons  we  cannot,  and  in  touching  on  these  ques- 
tions of  the  tricks  of  the  trade  we  do  not  like  to  pass  over 
the  point  without  speaking  in  no  uncertain  terms  of  appre- 
ciation of  the  co-operation  we  receive  from  regular  bona 
fide  contractors  and  their  affiliated  organizations. 

We  have  tried  in  every  way  to  improve  the  wiring  condi- 
tions and  bring  electrical  construction  and  inspection  up  to 
a  high  and  sane  standard  in  this  province  and  we  hope  to 
continue  to  do  so,  as  long  as  we  receive  the  support  which 
which  we  now  do  from  the  Commission  and  the  co-operation 
which  is  enjoyed  from  the  contractors  and  others. 

With  the  foregoing  remarks  I  will  bring  this  paper  to  a 
close.  If  my  subject  has  proved  at  all  interesting  and  there  is 
any  discussion  to  follow  I  would  be  glad  to  hear  any  sugges- 
tions or  questions  which  may  arise  and  in  concluding  I  can 
only-say  that  Rome  was  not  built  in  a  day  and  I  think  I  can 
fairly  claim  that  our  efforts  in  developing  this  inspection  work 
in  the  Province  have  met  with  at  least  some  measure  of  suc- 
cess and  that  no  stone  will  be  left  unturned  to  further  im- 
prove conditions.  All  I  ask  is  that  hasty  judgment  or  de- 
structive criticism  be  avoided. 


The  Commercial  Application  of  Synchronous  Motors 


By  Mr.  M.  J.  McHenry 


The  theory  of  the  synchronous  motor  in  its  application 
as  a  power  factor  corrector,  is  familiar  to  every  engineer, 
and  is  not  greatly  complicated.  It  is  not  the  purpose  of  this 
paper  to  discuss  this  theory  or  to  call  attention  to  the  most 
approved  methods  of  design  calculation.  An  attempt  will  be 
made,  however,  to  point  out  the  principal  characteristics  of 
this  type  of  apparatus,  which  make  it  applicable  to  certain 
classes  of  service,  and  further  to  discuss  the  industrial  use 
uf  these  motors  in  relation  to  the  central  station  and  its  cus- 
tomers. A  few  remarks  will  also  be  included  on  the  selection 
of  the  proper  motor  for  different  classes  of  load. 

The  discussion  of  the  characteristics  of  synchrorious 
motors  can  probably  best  be  accomplished  by  comparison 
with  those  of  the  well  known  polyphase  induction  motor. 
Almost  everyone  to-day,  is  more  or  less  familiar  with  the 
induction  motor  and  its  operation,  since  this  type  of  inotor 
has  been  almost  universally  applied  wherever  electric  power 
supply  is  available.  In  considering  the  industrial  application 
of  synchronous  motors,  such  a  comparison  should  be  made 
with  reference  to  the  operation  of  the  apparatus.  This  would 
call  for  a  comparison  covering  starting  characteristics,  rug- 
redness  and  durability  of  the  equipment,  simplicity  of  con- 
■.truction,  efficiency  and  freedom  from  interruption  of  service. 
Synchronous  Motor  Maintains  High  Power  Factor. 
The  principal  characteristic  of  the  synchronous  motor, 
■Mul  the  one  which  gives  it  a  commercial  value,  is  its  ability 
to  maintain  high  power  factor  and,  if  necessary,  to  be  used 
to  improve  a  poor  power  factor  due  to  other  equipment  on 
the  system.  For  any  given  load,  the  induction  motor  oper- 
ates at  a  constant  power  factor  which  is  always  lagging— 
the  lighter  the  load,  the  greater  the  lag.    The  power  factor 


of  the  synchronous  motor,  on  the  other  hand,  is  always  with- 
in the  control  of  the  operator  and  can  be  made  unity,  lagging 
or  leading  at  will,  by  manipulation  of  the  field  rheostat.  This 
feature  is  of  particular  importance  to  the  central  station  to- 
day, especially  where  there  is  long  distance  transmission  and 
heavily  loaded  lines,  or  where  the  feeder  regulation  is  poor. 
It  also  becomes  of  great  interest  to  the  customer  whose 
power  factor  is  low  and  who  is.  consequently,  being  pen- 
alized by  the  power  company.  This  ability  to  correct  power 
factor  calls  for  the  use  of  the  synchronous  motor  commer- 
cially, to  increase  the  capacity  on  transmission  lines  which 
are  operating  under  an  overload  in  current  due  to  low  power 
factor,  to  increase  the  capacity  of  transformers  similarly 
overloaded,  to  raise  the  power  factor  of  isolated  industrial 
loads  and  to  assist  in  maintaining  the  voltage  of  feeders  and 
transmission  lines  within  proper  limits. 

The  starting  characteristics  of  the  synchronous  machine 
do  not  differ  greatly  from  those  of  the  induction  motor,  either 
machine  drawing  a  heavy  lagging  current  from  the  line  if 
starting  under  its  load.  It  must  be  remembered,  however, 
that  it  is  comparatively  easy,  in  certain  types  of  induction 
motors  to  so  design  them  that  they  can  come  up  to  full 
speed  with  full  load,  and  not  cause  a  severe  drain  on  the  sys- 
tem. r)n  the  other  hand,  synchronous  motors  that  can 
develop  as  good  torque  in  starting  up,  are  generally  of  quite 
special  con.struction.  Consequently,  it  is  not  possible  to  apply 
the  synchronous  motor  to  every  service  that  can  be  taken 
care  of  by  the  induction  motor.  .\s  the  starting  torque  of 
the  synchronous  motor  is  usually  obtained  by  means  of 
amortisseur  windings,  similar  to  the  squirrel  cage  winding 
in  the  rotor  of  an  induction  motor,  it  is  possible  to  vary  the 
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practicul  propositiiMi.  Inil  lov  various  lnails,  ii  is  lunliilnliil 
by  the  ciimnuTcial  ciKsi  ol'  tin.'  ilosign  ri-quivi-d .  It  is  el  in- 
torcsl  to  nolo  tliat  wiili-ly  ililTorciU  ^-liaiacU  rist ii  s  l  ati  In.' 
ohtaiiu'il  l>y  tlu-  uso  of  ilitYciout  maU-vials  ami  niclhods  of 
ilfsi.nn  in  the  amortissour  wiiulin.iis  of  a  sy lu-hronoiis  niolor 
without  serious  detriment  to  the  iMicieiu-y  ol  llie  motor, 
since  it  always  runs  in  sy neiironisni  under  load,  t'u  the  other 
hanil.  tlie  induction  motor  always  has  a  slip  with  conse(itient 
losses  in  the  rotor  wiudin.u,  which  losses  are  increased  with 
an  increase  of  the  resistance  in  the  windin;;-.  The  slarting 
apparatus  required  for  hoih  tspcs  of  motors,  is  soiBcwhat 
similar,  hut  there  is  the  additional  C( unplication,  in  the  case 
of  the  synchronous  motor,  introduced  hy  the  d.c.  held  with 
its  special  exciter. 

Simplicity  an  Advantage  of  the  Induction  Motor. 
From  a  luechanical  view  point,  there  is  no  question  but 
that  the  induction  motor,  with  its  alisence  of  sliding  contacts 
and  its  simply  constructed  r..tor,  lends  itself  to  more  se*vcre 
service  than  the  synchronous  motor  with  its  more  compli- 
catc<l  rotating  field  and  au.xiliary  exciter.  From  an  electrical 
standpoint,  the  induction  motor  still  has  its  advantage  of 
simplicity,  since  little  auxiliary  ec|uipment  is  required  for  its 
operation  and  little  attendance  is  necessary  after  it  is  once 
started.  The  synchronous  motor,  on  the  other  hand,  must 
have  a  separate  d.c.  exciter  with  rliecjstats,  field  switches, 
etc..  and  good  operation  depends  largely  on  the  degree  of 
field  excitation  given  the  motor. 

With  regard  to  the  possibilities  in  efficiency,  the  synchro- 
nous motor,  in  its  nature,  has  the   higher   efficiency  at  the 
higher  loads  and  the  induction  motor,    at  the  lower  loads, 
this  difference  being  due  to  the  energy  required  for  excita- 
tion of  the  synchronous  machine  as  comp^ircd  with  the  rotor 
losses  of  the  induction  motor.  In  the  synchronous  motor,  due 
to  the  larger  air  gap  and  the  limitations  in  heat  dissipation 
in  the  field  coils,  the  excitation  at  "no  load"  is  relatively  high, 
but  this  excitation  is  not  increased  greatly  at  "full  load."  In 
the  induction  motor  the  secondary  loses   at    "no  load"  are 
small  as  compared  with  those  at  "full  load."  In  general,  how- 
ever, it  is  possible  to  ol)tain  higher  efficiencies  with  synchro- 
nous apparatus  than  with  induction  motors.  As  an  example 
 let  us  compare  the  efficiencies  of  two  machines  of  approxi- 
mately the  same  size  as  sliown  in  Fig,  1.    This  figure  gives 
efficiencies  for  a  sqiurrel  cage  induction  motor  of  250  h.p. 
capacity,  600  r.p.m.,  2200  volt.  :i  phase,  60  cycle,  and  also  the 
efliiciencies  for  a  synchronous  motor  of  240  h.p.,  000  r,p,m., 
2200  volt,  3  phase,  60  cycle.  Curve  No.  1  gives  the  efficiencies 
for   the   synchronous  motor  at   100  per  cent,  power  factor; 
Curve  No.  2,  for  the  synchronous  motor  at  80  per  cent, 
power  factor  leading;  Curve  No.  3,  the  efficiencies  for  the 
induction  motor,  and  Curve  No.  4,  the  corresponding  power 
factor  for  the  induction  motor.   It  will  be  noted  that  at  full 
load  and       load,  the  efficiency  of  the  synchronous  motor 
exceeds  that  of  the  induction    motor,   while    at  the  lighter 
loads,  the  induction  motor  has  the  advantage.    It  must  be 
remembered,  however,  that  at  the  lighter  loads,  the  synchro- 
nous motor  has  the  advantage  of  maintaining  a  high  power 
factor,  while  the  induction  motor,  has  a  very  low  power 
factor,  as  will  be  noted  from  the-  curve.    Furthermore,  the 
induction   motor  power  factor  is  always    exceedingly  low 
compared  with  that  which  can  be  obtained  from  the  synch- 
ronous   motor.    Extremely    good    efficiencies    have  been 
obtained    with    synchronous    motors,    the    following  be- 
ing those  obtained  on  actual  test  with  a  250  h.p.,    :i  phase, 
60  cycle,  4000  volt,  1200  r.p.m.  synchronous  motor  for  direct 
connection  to  centrifugal  pump. 

Full  load   !>5.3rft 

■M  load   'J^-S'^" 

load   93.4% 


The  eniciencies  to  be  obtained  with  a  squirrel  cage 
induction  motor  of  the  same  capacity  and  rating,  would  be 
as  follows: 

Full  load   93  % 

■Ki  load   93^4% 

y,  load   91  % 

From  an  efficiency  standpoint,  it  would  appear  in  general 
that  better  results  can  be  obtained  with  the  synchronous 
motor, 

A  valualde  characteristic  of  the  synchronous  motor  is- 
thc  possibility  of  increasing  its  excitation  in  such  a  manner 
that  the  motor  is  not  in  danger  of  breaking  down.  It  is  well 
known  that  the  maximum  torque  of  the  synchronous  machine 
can  be  increased  by  over  excitation.  This  increase  in  exciting 
current  can  be  accomplished  by  means  of  a  field  regulator 
actuated  by  automatic  relays,  or  in  the  case  of  motor  gener- 
ator sets,  by  series  coils  on  the  motor  fields,  excited  from 
the  d.c,  generator  armature.  The  maximum  torque  of  the 
induction  motor  on  the  other  hand,  is  fixed  for  any  one 
machine,  provided  the  voltage  is  constant. 

It  is  well  known  that  once  a  synchronous  motor  has 
fallen  out  of  step,  the  excitation  must  be  reduced  or  entirely 
removed  in  order  to  get  the  motor  back  into  synchronism. . 
This  is  sometimes  used  as  an  argument  for  the  induction 
motor  in  cases  where  the  line  voltage  is  likely  to  be  inter- 
rupted for  a  short  time  or  drop  to  such  a  low  value  that  the 
motors  fall  out  of  step.  This  argument  is  questionable,  how- 
ever, as  should  full  voltage  come  on  an  induction  motor  at 
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rest  or  running  at  low  speed,  the  draught  of  current  would 
be  so  great  as  to  trip  the  oil  switch  and  necessitate  starting 
up  in  the  usual  manner.  It  is  the  general  experience  in  prac- 
tice, that  synchronous  motors  behave  much  better  under 
such  conditions  as  partial  short  circuit,  or  even  the  dead 
short  circuit  to  ground  of  one  phase  of  the  line  running  to 
the  motor,  than  induction  motors.  This  is  due  to  the  fact 
that  the  synchronous  motor  has  its  excitation  supplied  from 
an  outside  source  and  this  excitation  tends  to  raise  the  volt- 
age at  its  terminals,  rather  than  to  reduce  it  when  there  is 
any  cause  at  work  on  the  lines  tending  to  drop  the  voltage; 
and  furthermore,  to  the  fact  that  any  given  strength  of  field 
on  a  motor  tends  to  maintain  the  ability  of  a  motor  to  carry 
load  when  the  potential  back  of  the  motor  is  reduced.  On 
the  other  hand,  in  the  case  of  the  induction  motor,  any  drop 
in  voltage  in  the  lines  leading  to  the  motor  must  result  in  a 
still  greater  reduction  of  the  voltage  at  the  motor  and.  con- 
sequently, an  increased  current  to  carry  the  load.  This  in- 


July  1,  1918 


THE   ELECTRICAL  NEWS 


35 


creased  current,  in  turn,  results  in  a  still  further  reduction  of 
the  supply  voltage  and  consequent  dropping  out  of  step. 

Before  concluding  the  comparison  of  these  two  types  of 
motors,  it  would  be  well  to  consider  the  question  of  torque 
characteristics,  Fig.  2.  This  figure  gives  the  comparative 
torque  characteristics  of  250  h.p.,  1200  r.p.m.,  60  cyc'e,  2200 
volt  synchronous  motor  and  squirrel  cage  induction  motor. 
The  speed  torque  curve  given  for  the  synchronous  motor 
can  be  taken  as  characteristic  of  this  type  of  motor  with 
squirrel  cage  winding  of  average  resistance,  or  that  most 
common  in  commercial  machines.  It  will  be  noted  that  the 
initial  torque  of  the  synchronous  motor,  exceeds  that  of  the 
induction  motor  but  that  the  f^nal  or  "pull  in"  torque  of  the 
induction  motor,  is  much  better  than  that  of  the  synchronous 
motor.  By  using  the  curves  of  apparent  torque  efficiency, 
we  note  that  for  the  same  input,  the  torque  of  the  synchro- 
nous motor  is  greater  up  to  about  80  per  cent,  of  speed. 
It  then  falls  off  rapidly,  until  at  90  per  cent,  of  speed,  it  is 
not  much  more  than  one-half  that  of  the  induction  motor. 
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Beyond  this  point  the  synchronous  motor  torque  is 
in  comparison  with  the  induction  motor  until  the  d.c 
is  excited  at  about  9.5  per  cent,  of  full  speed,  when  it  rises 
abruptly  to  full  torque. 

In  view  of  the  foregoing,  it  is  perfectly  obvious  that 
either  type  of  motor  has  advantages  which  are  peculiar  to 
itself,  proper  consideration  of  which  will  enable  the  engineer 
to  put  the  right  motor  in  the  right  place.  It  is  useful  to  keep 
in  mind  the  broad  distinction  that  the  induction  motors  are 
poor  and  expensive  at  low  speeds  while  they  are  exceedingly 
satisfactory  and  comparatively  cheap  at  high  speeds.  Also 
the  gfeatcr  the  capacity  of  the  machine  required,  the  greater 
the  advantage  of  the  synchronous  motor  in  relation  to  first 
cost.  It  is  evident  that  for  extremely  small  applications  of 
power  the  synchronous  apparatus  (except  in  a  few  isolated 
cases)  has  the  disadvantage  of  extremely  high  first  cost  and 
complicated  equipment  and  operation  when  compared  with 
the  induction  motor. 

It  may  be  stated  in  general  that  the  customer  of  a  power 
company  has  little  technical  interest  in  the  use  of  synchro- 
I  nous  equipment,  since  it  is  more  expensive  than  induction 
motor  equipment,  is  not  readily  adapted  to  extremely  small 
unit  installation  and  is,  even  with  the  present  design,  less 
rugged  and  easy  to  operate.  On  the  other  hand,  in  the  larger 
units,  these  points  are  of  less  significance  and  industrial 
application  of  synchronous  motors  can  be  made  where  rela- 
tively large  concentrated  power  applications  occur.  This 
may  sometimes  be  supplemented  by,  but  is  generally  differen- 
tiated from,  group  and  individual  motor  drives  in  a  manufac- 
turing plant.  It  will,  therefore,  be  found  that  such  applications 


will  be  made  on  large  centralized  equipment,  such  as  air 
compressors,  refrigerating  machines,  pumps,  motor  generator 
sets,  etc.,  or  in  certain  instances  where  there  is  one  central- 
ized power  supply  using  mechanical  distribution  throughout 
the  plant.  An  example  of  this  latter  case  is  the  smaller  mill- 
ing concerns,  where  all  the  manufacturing  processes  are 
correlated  and  there  is  no  diversity  factor  since  all  machines 
operate  at  load  when  the  mill  is  in  commission.  This*  parti- 
cular case  gives  an  opportunity  for  the  commercial  applica- 
tion of  synchronous  machines  more  especially  so  as  there  is 
no  requirement  for  frequent  starting  and  stopping  which 
obviously  is  not  advantageous  to  the  synchronous  equip- 
ment. 

From  the  standpoint  of  the  consumer  of  power,  the 
motive  for  the  synchronous  motor  application  is  found  either 
in  a  power  rate  favorable  to  unity  power  factor  or  leading 
load,  in  a  sharing  of  the  expense  of  initial  installation  by  the 
central  station  company,  or  in  a  special  rate  lower  than  that 
for  the  induction  motor  service  and  offered  by  the  central 
station  in  consideration  of  the  improvement  of  distribution 
conditions  which  will  prove  advantageous  to  the  central 
station  company. 

Almost  all  modern  systems  of  charge  for  electric  power 
are  based  on  the  maximum  demand  in  conjunction  with  the 
kilowatt-hours  usually  in  the  form  of  a  direct  charge  for 
power  and  another  direct  charge  for  energy  or  on  a  load 
factor  distributed  over  a  period  of  time.  In  the  latter  case 
the  charge  comes  back  to  either  a  recorded  demand  charge 
or  the  rating  of  the  connected  equipment.  Uusually  a  metered 
system  of  demand  seems  to  be  distinctly  preferable. 

If  such  a  metered  demand  were  based  on  the  kilovolt 
amperes  rather  than  on  the  kilowatts,  the  consumer  has  a 
distinct  interest  in  maintaining  the  power  factor  as  near  to 
unity  as  possible.  In  the  case  where  energy  is  supplied  from 
a  hydroelectric  plant,  over  a  long  distance  transmission  line, 
this  is  the  rule  and  the  customer  has  an  incentive  to  make 
synchronous  installation  of  usually  from  ten  to  thirty  per 
cent,  of  the  annual  cost  of  power. 

When  operating  companies  take  account  of  the  power 
factor  of  the  customer's  load  in  making  their  rates,  it  is  to 
the  customer's  benefit  to  install  condenser  capacity  and  thus 
obtain  the  benefit  of  decreased  power  rates,  if,  by  so  doing, 
the  saving  in  power  cost  will  pay  the  fixed  charges  on  the 
capital  required,  as  well  as  the  increased  operating  charges, 
due  to  the  installation  of  such  an  equipment.  Another  in- 
stance of  the  value  of  the  correction  of  the  power  factor 
alone  would  be  in  case  the  customer  owns  the  step-down 
transformers  and,  due  to  the  natural  growth  of  this  plant, 
the  induction  motor  load  has  reached  the  limit  of  the  trans- 
former capacity.  The  jKiwer  factor  of  the  average  commer- 
cial induction  motor  load  is  in  the  neighborhood  of  70  per 
cent,  so  that  l)y  installing  a  synchroiKius  motor,  which  in 
addition  to  delivering  mechanical  power  would  also  furnish 
sufficient  leading  current  to  raise  the  power  factor  ot  thi' 
whole  load,  the  capacity  of  the  plant  could  lie  increased  i)y 
a  considerable  amount  without  increasing  the  transformer  or 
switching  equipment.  Under  these  conditions  a  synchronous 
motor  of  :>5  per  cent,  of  the  total  transformer  capacity  will 
deliver  an  energy  load  of .  20  per  cent,  of  tlie  total  capacity 
and  at  the  same  time  raise  the  power  factor  of  the  system 
to  90  per  cent. 

The  efficiency  of  a  generator  is  affected  by  the  power 
factor,  although  this  variation  is  greatly  modified  iiy  the  ratio 
of  the  constant  to  the  variable  losses  in  the  machine.  This 
is  determined  by  the  design  of  the  generator.  There  will  be 
a  difference  of  2  to  2J/2  per  cent.,  however,  in  the  eiliciency 
of  a  generator  operating  at  normal  load  and  unit\-  power 
factor,  and  the  same  generator  oiieraling  at  the  same  kv-a. 
and  0.8  power  factor.    The  excitation  reciuired  by  a  genera- 
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tor  when  oporatinK  at  O.S  powor  fact.-v  will  Uv  in  llu'  lu  i-li- 
horhood  of  50  iu>r  cent.  j>reatiT  than  lhal  inciniua  for  tlio 
same  kv-a.  at  unity  power  factor.  Tliis  rate  of  increase  in 
excitation  does  h  'I  conlinue  for  power  factors  Iichnv  80  per 
cent . 

The  effects  oi  s.nxin.i;  ilu-  power  factor  on  t ranstorniers, 
althousih  smaller  in  maijnitiulc  than  the  effects  on  the  j>cn- 
erator;  must  be  considered  since  they  occur  twice,  at  tlie 
step-up  and  step-down  transformers.  The  losses  in  a  trans- 
former with  constant  kv-a.  outpnt  arc  practically  the  same 
for  any  power  factor.  However,  since  the  losses  are  usually 
small  in  a  well  designed  transformer,  the  decrease  in  the 
elliciency.  due  to  decreased  power  factor,  will  be  about  0.4 
per  cent,  with  a  reduction  in  power  factor  to  O.S. 

Due  to  the  fact  that  transformers  contain  a  certain 
amount  of  inductance  it  is  readily  seen  that  lagsing  current 
will  cause  an  increase  in  the  internal  voltage  drop  of  the 
transformer  and  thus  will  aiTfect  the  regulation,  particularly 
in  the  case  of  large  transformers  which  usually  have  a  high 
reactance.  The  capacity  of  a  transformer  decreases  with 
the  poweu  factor  in  the  same  manner  as  in  the  generating 
equipment . 

The  decrease  in  eflicicncy,  betwa^cn  unity  and  0.8  power 
factor  for  constant  kv.a.  in  a  circuit,  which  includes  gener- 
ator, transformers  and  the  transmission  line,  assuming  aver- 
a.i;e  values,  will  be  approximately  as  follows: 

Generator    2.0  per  cent. 

Transformers   0.8  per  cent. 

Transmission  Lines    3.S  per  cent. 

This  gives  a  total  of  5.0  per  cent,  decrease  in  efficiency. 
The  regulation  of  the  system  becomes  steadily  worse  with 
lower  power  factors,  although  the  increase  varies  in  differ- 
ent portions  of  the  circuit.  This  condition  results  in  either 
greatly  increased  excitation  on  the  generators,  or  else  widely 
varving  voltages  at  the  receiving  end  of  the  circuit  for  vary- 
ing'loads.  The  capacity  of  the  system  for  equal  heating 
will  be  decreased  directly  with  the  power  factor.  This  point 
is  modified,  however,  in  the  case  of  the  generator  fields, 
which  will  suffer  an  increase  in  temperature  with  lagging 
power  factors,  due  to  the  increased  excitation  required. 

It  will  be  noted  that  by  an  investment  of  a  relatively 
small  amount  in  the  condenser,  a  much  larger  amount  re- 
presented by  the  prime  movers,  generators,  transmission  line 
and  transformers,  is  made  available.  In  addition,  the  oper- 
ating efficiency  of  the  entire  system  is  very  greatly  increased. 

An  attempt  has  been  made  in  the  foregoing  to  point  out 
various  conditions  which  make  the  installation  of  the  syn- 
chronous equipment  of  commercial  value.  The  discussion 
has  been  primarily  confined  to  that  covering  a  synchronous 


TCAT.  NEWS 


July  1.  1918 


motor  carrying  both  mechanical  load  and  condenser  load, 
'i'his  is,  of  course,  the  ideal  arrangement  as  highest  efficiency 
is  obtained  from  the  synchronous  machine  under  those  con- 
ditions. There  is,  however,  a  special  application  of  synchron- 
ous motors  coming  under  the  classification  of  "Synchronous 
Condensers"  and  divided  into  two  main  classes  of  service. 
First— the  regulation  of  power  factor,  merely,  without  me- 
chanical load;  second,  the  regulation  of  voltage  by  means 
of  varying  power  factors.  In  the  first  class  of  operation, 
the  condenser  would  probably  be  installed  as  a  portion  of 
the  customer's  equipment  and  would,  therefore,  probably 
be  removed  from  the  control  of  the  power  company.  Where 
a  condenser  is  used,  however,  for  regulating  the  voltage  of 
a  transmission  line,  the  condenser  will  probably  be  the  pro- 
perty of  the  owner  of  the  line  and  will  be  operated  as  a  part 
thereof,  and  moreover  will  probably  be  controlled  by  an 
automatic  voltage  regulator. 

In  the  case  of  the  first  class  for  power  factor  correction 
only,  the  synchronous  condenser  will  only  be  required  to 
deliver  leading  current  and  would  cost  approximately  15  per 
cent,  less  than  synchronous  motor  having  the  same  continu- 
ous rated  capacity. 

In  the  case  of  the  second  class  for  voltage  regulation 
where  automatic  regulator  is  used  in  conjunction  ■  with  the 
motor  to  maintain  the  voltage  constant,  the  condenser  must 
deliver  both  leading  and  lagging  current  and  the  cost  will 
be  practically  the  same  as  a  synchronous  motor  of  the  same 
capacity . 

a  The  installation  of  the  synchronous  equipment  is,  how- 
ever, not  warranted  in  every  instance  and  is  a  matter  wdiich 
should  be  given  every  detailed  consideration  before  the  in- 
stallation is  proceeded  with. 

For  any  such  installation  which  may  be  under  considera- 
tion the  matter  should  be  brought  down  to  a  dollar  and  cents 
basis,  if  possible.  The  cost  of  the  new  apparatus  should  be 
balanced  against  increase  in  capacity.  Increased  operatmg 
costs  should  be  balanced  against  increase  in  efficiency,  and 
a  comparison  should  be  made  of  the  service  with  and  with- 
out the  condenser. 

In  general  a  synchronous  condenser  will  have  the  most 
effect  and  therefore,  will  be  of  the  greatest  value  when  it  is 
installed  at  the  same  point  as  the  load  since  in  this  case  it 
benefits  all  apparatus  between  itself  and  the  generator.  A 
further  gain  is  obtained  by  driving  a  mechanical  load  in 
addition  to  the  corrective  action  of  the  condenser. 

For  the  average  industrial  use,  it  may  be  taken  as  a 
general  rule  that  the  synchronous  motor  having  equal  motor 
capacity  and  condenser  capacity,  is  the  most  efficient  and 
economical.  In  this  case,  the  motor  will  carry  full  rated 
mechanical  load  at  approximately  71  per  cent,  power  factor. 


The  New  300,000  H.  P.  Hydro  Development 


Probably  the  most  interesting  item  in  connection  with 
the  convention  was  the  illustrated  description  of  the  pro- 
gress of  the  work  of  the  Ontario  Commission  on  the  300,000 
h  p.  Chippawa  plant,  given  by  Mr.  H.  G.  Acres,  chief  hyd- 
raulic engineer  to  the  commission.  This  was  followed  by  an 
inspection  of  the  work  by  the  delegates  who  motored  over 
the  route. 

The  plans  of  the  commission  have  now  reached  a 
stage  when  we  are  able  to  reproduce  a  lay-out  of  the  whole 
scheme  and  also  a  cross-section  of  the  development  works 
at  the  power-house. 

As  will  be  seen  from  the  drawing,  the  canal  encircles 
the  city  of  Niagara  Falls,  Ont.,  having   its   intake   at  Hog 


Island,  Chippawa,  and  its  outlet  just  above  Queenston  and 
in  close  proximity  to  the  famous  Brock  monument.  The 
total  length  of  the  canal  is  approximately  twelve  miles. 
After  the  most  careful  study  of  cost  and  efficiency  figures,  it 
was  decided  to  make  an  open  cut  throughout,  though  for  a 
section  of  the  course  where  there  is  a  heavy  rock  cut  the 
advisability  of ,  tunnelling  was  carefully  considered.  It  w-as 
shown,  however,  that  the  advantages  were  in  favor  of  the 
canal  even  on  this  section. 

The  canal  follows  the  course,  for  about  the  first  four 
miles  of  the  work,  of  the  old  Welland  River,  in  \vhich  the 
(lireclion  uf  the  stream  has  been  reversed— that  is.  the  Nia- 
gara River  is  tapped  at  Hog  Island,  the  water  being  drawn 
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Canal  intake  at  Hog  Island,  outlet  just  above  Queenston— A  12-niile  open  cut. 


west  up  the  Welland  River  some  four  miles  before  it  turns 
north  into  the  canal.  The  .yrade  of  the  canal  throughout 
is  such  that  the  current  will  vary  from  one  to  four  miles  per 
hour,  the  velocity  over  the  greater  portion  of  the  distance 
beinfr  around  the  latter  figure.  At  this  higher  speed  there  is 
practically  no  danger  of  the  formation  of  ice. 

The  work  of  excavation  is  going  along  as  well  as  could 
possibly  be  expected  under  all  the  adverse  conditions  of  the 
present  day.  A  feature  of  the  construction  is  the  use  of  elec- 
tric power  down  to  practically  the  minutest  detail.  The 
engineers  of  the  commission  studied  this  question  very  care- 
fully and  were  able  to  show  a  saving  of  almost  50  per  cent, 
over  other  sources  of  power  supply.  One  of  the  features  of 
the  excavation  work  is  an  8-yard  Bucyrus  shovel,  also  elec- 
trically operated. 

The  canal  and  all  the  general  works  are  planned  for  a 
development  of  300,000  h.p.,  though  it  is  probable  that  only 
100.000  h.p.  equipment  will  actually  be  required  at  the  start. 
.\  cross-section  showing  the  general  plan  of  the  fore-bay, 
gate-house,  generating,  and  transforming  house,  is  also 
shown  herewith.  The  total  head  obtainable  according  to  this 
drawing  is  that  approximately  between  elevation  554.0  and 
elevation  246.0,  a  difference  of  308.0  ft. 

The  standard  width  of  the  canal  will  be  48  ft.  and  the 
maximum  depth  of  cut  135  feet.  Approximately  one-third 
of  this  cut  is  through  rock.  The  earth  sections  will  be  con- 
crete lined  as  will  also  the  rock  sections  if  it  can  be  shown 
that  a  sufificient  added  capacity  would  result  to  justify  the 
additional  expenditure..  The  penstocks  connecting  the  head 
gates  with  the  turbine  room  will  be  approximately  14  ft.  in 
diameter,  and  450  feet  in  length.  This  latter  figure  indicates 
that  the  penstocks  will  be  almost  in  a  vertical  position,  this 


being  possible  by  the  advantageous  location  of  the  power- 
house, which  will  stand  at  the  water's  edge  under  a  sheer 
rock  precipice.  The  turbines  will  be  single  runner  type.  50,000 
h.p.  capacity,  so  that  the  initial  installation  will  call  for 
two  units.  Generators  will  be  vertical  type,  suspension  bear- 
ings, operating  at  187i^  r.p.m.  and  generating  12,000  volts. 
The  ultimate  installation  will  probably  be  seven  such  units — 
six  for  continuous  operation  and  the  seventh  as  spare. 

The  work  of  installation  also  necessarily  includes  the 
erection  of  a  large  number  of  bridges,  including  accommoda- 
tion for  four  railways. 

A  most  interesting  feature  in  connection  with  the  design 
of  this  plant  is  an  experimental  duplicate,  in  miniature,  at 
present  in  course  of  erection.  The  results  of  tests  with  this 
miniature  plant  will  be  utilized  to  verify  the  theoretical  con- 
clusions of  the  commission's  engineers  and  will  have  a  direct 
bearing  on  the  ultimate  design  of  a  number  of  the  details. 
This  plant  is  nearing  completion  at  Duf¥erin  Island,  which  is 
located  a  short  distance  above  the  falls. 

The  work  of  installation  on  the  50,000  h.p.  addition  to 
the  Ontario  Power  Company's  plant  is  also  going  forward, 
and  it  is  expected  this  amount  of  power  will  be  in  readiness 
for  the  next  winter's  peak.  When  the  larger  development  is 
completed,  it  is  the  understanding  that  the  new  additional 
installation  at  the  O.  P.  Company's  plant  will  be  dismantled, 
this  being  considered  an  economical  proposition  on  account 
of  the  much  greater  capacity  obtainable  from  the  same  quan- 
tity of  water  owing  to  a  practical  doubling  of  the  head. 


The  city  council  of  St.  Thomas.  Out.,  have  under  con- 
sideration the  purchase  of  one-man  cars  to  be  operated  as  a 
means  of  reducing  the  annual  deficit. 
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Canadian  Electrical  Association  Convention 

One-Day  ''War"  Session  at  Chateau  Laurier,  Ottawa— Valuable  Reports 
Presented— A.  Monro  Grier,  K.  C,  New  President 


The  3Sth  annual  meeting  of  the  Canadian  Electrical 
Association  was  held  in  the  Chateau  Laurier,  Ottawa,  on 
June  31,  1918.  On  account  of  war  conditions  it  was  decided 
to  confine  the  meeting  strktly  to  business  so  as  to  encroach 
as  little  as  possible  on  the  time  of  the  delegates.  As  a  re- 
sult, only  one  day  was  given  over  to  the  convention. 

Following  the  policy  of  a  year  ago,  no  papers  were  pre- 
sented for  discussion,  the  programme  consisting  almost  en- 
tirely of  the  reading  and  discussion  of  reports  of  the  various 
committees.  The  session  opened  at  10  o'clock  on  Friday 
morning  with  President  D.  H.  McDougall's  address,  followed 
by  the  report  of  the  secretary-treasurer.  Mr.  T.  C.  Martin, 
secretary  of  the  National  Electric  Light  Association,  was 
present,  and  addresed  the  delegates.  Mr.  Wills  Maclachlan 
gave  a  demonstration  of  resuscitation  from  electric  shock, 
and  a  brief  description  of  the  accident  prevention  work  he 
is  carrying  on  throughout  the  province. 

The  following  reports  were  presented  in  more  or  less  de- 
tail: 

Prime  Movers  Committee  Report — Mr.  R.  M.  Wilson. 
Overhead  Lines  Committee  Report — Mr.  A.  A.  Dion. 
Committee  on  Electrical  Apparatus  Report — Mr.  J.  F. 
Neild. 

Meter  Committee  Report — Mr.  William  Volkman. 
Commercial  Light  and  Power  Sales  Committee  Report — 

Mr.  H.  E.  Randall. 
Representative  of  N.E.L.A.  Light  Sales  Bureau — Mr.  E. 

N.  Hyde. 

Rate  Research  Committee  Report — Mr.  P.  T.  Davies. 
A  number  of  these  reports  are  printed  in  the  following 
pages. 

Pressure  was  brought  to  bear  on  Mr.  McDougall,  the 
retiring  president,  and  who  has  held  the  office  for  three  years, 


to  continue  for  another  year.  Mr.  McDougall  was  able  to 
advance  sufficient  reasons,  however,  for  relinquishing  the 
office,  and  his  resignation  was  regretfully  accepted.  Mr.  A. 
Monro  Grier,  K.C.,  vice-president  Canadian  Niagara  Power 
Co.,  was  unanimously  chosen  to  succeed  him.  The  complete 
list  of  officers  and  executive  follows: 

President,  A.  Monro  Grier,  K.C.;  first  vice-president,  E.  A. 
Dunlap,  M.P.P.,  Pembroke  Electric  Light  Company,  Pem- 
broke, Ont.;  second  vice-pres.,  C.  S.  Bagg,  Montreal  Light. 
Heat  &  Power  Company,  Montreal;  third  vice-pres.,  A.  P. 
Doddridge,  Quebec  Railway,  Light,  Heat  &  Power  Company, 
Quebec;  hon,  sec,  T.  S.  Young,  Toronto;  sec.-treas.,  W. 
Volkman,  Toronto. 

Management  Committee — D.  H.  McDougall,  Toronto 
Electric  Light  Company,  Toronto;  J.  S.  Norris,  Montreal 
Light,  Heat  &  Power  Company,  Montreal;  P.  T.  Davies, 
Southern  Canada  Power  Company,  Montreal;  P.  M.  McDon- 
ough.  Quebec;  J.  S.  Gould,  Citizens'  Electric  Light  Company, 
Limited,  Smith's  Falls.  Ont.;  H.  M.  Hopper,  St.  John  Rail- 
way Company.  St.  J(jhn,  N.B.;  Louis  Pratt,  Dominion  Power 
&  Transmission  Company,  Hamilton,  Ont.;  J.  B.  Woodyatt, 
Southern  Canada  Power  Company,  Montreal;  W.  H.  Mcln- 
tyre,  Ottawa  Electric  Company,  Ottawa;  E.  J.  Beaumont, 
Shawinigan  Water  &  Power  Company,  Montreal;  H.  E.  Ran- 
dall, Shawinigan  Water  &  Power  Company,  Montreal;  A.  V. 
Gale,  Hull  Electric  Company.  Hull;  J.  F.  Neild,  Toronto. 

A  number  of  interesting  reports  were  submitted  at  the 
afternoon  session,  and  a  unique  demonstration  was  given  with 
the  assistance  of  two  linemen  from  the  Ottawa  Electric  Com- 
pany, who  feigned  electrocution  in  order  that  the  delegates 
might  be  given  an  (ipportunity  of  seeing  the  prone-pressure 
method  of  resuscitation.  The  proceedings  .wound  up 
with  a  banquet  in  the  Chateau  Laurier. 


Presldent-Elect.  A.  Monro  Grier,  K.  C. 


Past-President  D.  H.  McDougall.  who  has  just  been 
elected  third  vice-president  of  the  N.  E.  L.  A. 
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Report  of  Committee  on  Light  and  Power  Sales 


la  piocmin.^  ..ur  iciuui  1ktc\\u1i,  vour  i.  nnniutloe  has 
u.lKuvcil.  with  II  lew  uuuHfications,  the  subdivisions  sci  loilli 
in  report  of  h»st  year,  aiul  has  triod  to  carry  out  m  a  con- 
cise manner  the  extension  of  ideas  iIumo  presented,  m-  to  the 
present  time. 

i.u;ii  ri xc  SAi.i'.s 

Residence  Lighting 

The  use  of  semi-indirect,  indirect  and  dense  ornamental 
li-hting  units  has  been  increasing  throughout  the  past  year 
due  to  the  softness  and  uniiornnty  and  pleasing  appearance  of 
the  light  obtainable  fron>  then,,  together  with  the  not-too- 
cxorbitant  cost  of  operating  such  lighting  units,  brought 
about  bv  the  use  of  high  efficiency  lamps,  the  general  ten- 
dency today  is  to  make  the  lighting  of  the  house  more  m 
accord  with  the  ornamentation,  and  to  eliminate  the  use  ot 
l,are   uglv  lighting  units  in  an  otherwise  artistic  room. 

This 'increased  use  means,  in  spite  of  high  efhciency 
lamps,  a  very  materially  increased  use  of  electricity,  and  one 
wh-ch  warrants  the  increasing  attention  ot  the  central  sta- 
tion and  can  probably  best  be  handled  by  the  use  of  special- 
ists who  will  indicate  to  the  consumer  the  advantage  and 
disadvantage  of  various  lighting  units,  and  will  in  this  way 
assist  in  bettering  the  class  of  lighting  in  residences  along 
the  lines  of  pleasing  appearance,  softness  and  uniformity,  all 
tending  toward  the  more  secure  position  of  electricity  as  the 
ultimate  source  of  artificial  illumination,  equallmg-if  not 
surpassing-daylight.  This  tendency  will  undoubtedly  react 
very  much. to  the  advantage  of  the  central  station. 


Store  Lighting 

The  same  general  conditions  which  have  brought  about 
the  softening  of  the  source  of  light  in  residences  have  been 
even  more  plainly  manifested  in  the  lighting  of  stores,  ihe 
present-day  merchant  is  daily  becoming  more  convinced  of 
the  usefulness  of  high  grade  lighting  in  bringing  customers 
to  his  store,  and  pleasing  them  when  they  are  there.  Win- 
dow lighting,  due  to  the  more  aggressive  spirit  of  the  stores 
and  the  results  obtained  in  store  lighting,  has  made  re- 
markable strides.  The  use  of  very  high  lighting  intensities 
in  store  windows,  properly  produced  by  suitable  hxtures  con- 
cealed from  view  and  distributing  the  light  uniformly  over 
the  display,  is  coming  into  more  general  use.  This  recogni- 
tion of  the  value  of  good  lighting  of  the  storekeeper  is  a 
fertile  field  for  the  central  station,  due  to  long  burning  hours 
and  the  large  units  taken,  and  should  be  cultivated  intensely. 

It  is  interesting  to  note  that  in  those  sections  of  the 
country  where  window  lighting  has  been  reduced  on  account 
of  power  shortage,  the  storekeepers  report  that  they  never 
realized  the  great  value  of  proper  window  lighting  until  .le- 
prived  of  it. 

Industrial  Lighting 
The  central  stations  of  (  anada  liave  played  an  import- 
ant part  in  the  production  of  munitions  in  a  way  not  usually 
thought  of,  that  is,  by  assisting  manufacturers  to  increase 
their"  night  production,  and  their  day  production  m  dark 
parts  of  their  factories,  by  adequate,  properly  designed  fac- 
tory lighting.  The  effect  of  such  lighting  is  incontestably  to 
materially  increase  the  production  possible  with  old-time  fac- 
tory lighting,  and  to  make  possible  a  night  production  equal 
to  the  day  production.  At  this  time  of  shortage  of  man 
power  also,  there  is  the  other  aspect  of  a  very  material  re- 
duction in  industrial  accidents  brought  about  by  adequate 
factory  illumination.  .  ,■  ,  • 

The  necessity  and  the  usefulness  of  this  type  of  lighting 
is  so  apparent  today  that  every  central  station  should  immedi- 


ately look  over  its  field  to  determine  if  it  cannot  aid  in  muni- 
tions production,  or  in  general  industrial  activity,  by  assist- 
ing the  manufacturers  in  properly  lighting  their  factories,  lo 
the  mutual  benefit  of  l)oth  the  manufacturers  and  the  central 
sVdUon  for  whom  the  high  load  factor  of  this  lighting  service 
should  be  a  material  benefit. 

Outdoor  Illumination 
The  use  of  flood  lighting  for  the  lighting  of  large  spaces 
has  gone  forward  rapidly  during  the  past  year,  for  nighi 
work  on  construction  jobs,  for  working  in  large  industrial 
store  yards,  and  for  police  protection  around  plants  of  every 
description.  The  use  of  flood  lighting  at  night  has  demon- 
strated its  usefulness  in  making  every  passer-by  a  policeman, 
thus  allowing  more  efficient  protection  to  our  factories, 
waterworks,  and  shipyards,  etc..  without  materially  increas- 
ing police  protection  with  a  diminished  police  force. 

A  new  use  which  is  coming  to  the  front  for  this  type  of 
lighting  is  the  lighting  of  the  area  around  a  burning  building 
to  assist  the  firemen  at  night  and  to  prevent  theft. 

Many  American  cities  are  now  using  flood  lights,  erected 
on  the  corners  of  the  high  buildings  in  the  busy  sections  of 
the  city,  for  intensely  illuminating  the  corners  where  traffic 
congestion  exists— this  supplementing  the  ornamental  and 
ordinary  illuminations  existing  at  these  points. 

Wherever  tried,  the  reduction  of  accidents  and  the  ease 
with  which  traffic  can  be  handled  at  night  without  a  police- 
man has  been  amply  demonstrated,  and  is  leading  to  the  use 
of  this  type  of  lighting  for  corners  in  the  less  congestea 
districts. 

Street  Lighting 

Extensions  to  street  lighting  services,  due  to  general 
war  conditions,  have  not  been  numerous  during  the  past  year, 
it  being  the  general  tendency  in  those  sections  where  street 
lighting  contracts  are  expiring,  or  where  new  types  of  street 
lighting  are  being  considered,  to  continue  with  the  present 
type  oF  lighting  until  a  more  favorable  cost  for  lighting  units 
exists,  as  otherwise  street  lighting  services,  which  are  very 
largely  a  capital  cost  proposition,  will  be  materially  increased, 
perhaps  to  the  detriment  of  proper  street  illumination.  There 
is  a  tendency,  however,  to  change  from  arc  lighting  systems 
to  high  efficiency  incandescent  lamp  systems  and  to  make 


extensions  wherever  possible  on  the  incandescent  lamp  sys^ 
tern,  due  in  considerable  measure  to-day  to  the  lower  first 
cost  of  the  incandescent  system,  and  its  lower  maintenance 
cost,  thus  freeing  men  for  other  services.  The  use  of  bare 
incandescent  lamps  is  practically  discontinued  in  sizes  over 
100  c.p.  An  extensive  use  of  glassware  which  properly  dis- 
tributes the  light  for  street  lighting  purposes  is  becoming 
evident. 

Daylight  saving,  which  came  into  effect  in  this  country 
in  the  early  spring,  has  not  been  in  effect  long  enough  to 
accurately  determine  its  efifect  on  lighting  income,  but  it 
would  presently  appear  that  lighting  income  during  the  sum- 
mer months  will  be  decreased  some  10  per  cent.,  which,  how^ 
ever,  will  prohalily  be  made  up  liy  the  increased  use  ot  light 
which  generally  f.dlows  upon  a  reduction  of  lighting  bills, 
which  should  be  of  considerable  assistance  in  increasing  light 
ing  income  during  the  winter  months:  so  that  although  this 
feature  should  be  carefully  reported  on  next  year,  it  is  prol)- 
alile  that  the  gross  income  over  a  year's  period  trom  lighting 
service  will  be  actually  increased  after  a  few  years'  opera 
tion  of  the  daylight  saving  law. 

Moreover,  the  increased  demand  for  domestic  servicel 
as  set  forth  later  in  this  report,  will,  during  the  sunune 
months,  if  properly  cultivated,  more  than  offset  the  sligh 
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decrease  in  liglitiiig  income  which  will  exist  during-  this'  year 
and  for  a  few  years  to  come. 

General 

It  seems  evident  that  the  tendency  to-day  is  for  the  con- 
sideration of  electric  lighting,  not  merely  as  a  plain,  iigiy 
source  of  light,  liut  as  a  means  of  producing  a  soft,  pleasing, 
properly  distnl)Uted,  artistic  illumination,  which  can  be  ob- 
tained at  low  cost,  and  which  is  beyond  competition.  The 
uses  of  light  in  an  industrial  w^ay  are  playing  an  important 
part  in  business  and  in  the  production  of  munitions,  and  this 
role  is  becoming  much  more  generally  recognized.  The  cen- 
tral station  may,  therefore,  with  some  degree  of  satisfaction 
review  its  activities  in  the  lighting  field  over  the  past  year, 
and  should  endeavor  to  play  a  still  more  important  part  in 
the  lighting  field  in  the  years  to  come. 

POWER  SALES 
The  demand  of  the  central  stations  for  the  supply  of 
jiovver  in  large  quantities  on  short  notice  to  munition  plants 
has  continued  and  increased  throughout  the  past  year.  The 
supplying  of  this  power  has  in  some  sections  of  the  country 
produced  an  acute  power  shortage,  which  has  occasioned 
more  careful  study  of  power  delivery  conditions  to  munitions 
plants. 

Such  studies  have  in  many  cases  indicated  that  the  sup- 
ply of  power  to  these  plants,  which  was  assumed  originally 
to  have  been  of  a  very  temporary  nature,  was  carried  out  over 
lines  which  were  of  small  capacity  and  which  occasioned 
very  heavy  losses  in  power  as  the  manufacturers  increased 
their  loads.  In  many  instances  the  handling  of  these  loads, 
or  increases  thereto,  has  been  more  satisfactorily  carried  out, 
both  from  a  service  standpoint  and  a  saving  in  power  stand- 
point, by  the  delivery  of  power  to  the  larger  munitions  plants 
over  high  tension  circuits  with  transformer  equipment  at  the 
manufacturing  plant. 

Power  demands  have  also  increased  materially,  due  to 
coal  shortage,  which  has  again  brought  to  the  front  the  more 
economical  production  of  power  by  central  station  means,  as 
demonstrated  by  the  Fuel  Controller's  coal  saving  through 
the  use  of  central  station  plants  for  power  supply  rather  than 
the  isolated  plants  in  the  various  factorfes. 

Those  central  station  companies  generating  by  hydraulic 
power  are  in  this  way  very  materially  assisting  in  the  elimin- 
ation of  the  coal  shortage,  and  thus  helping  in  the  solution 
of  the  transportation  prol)lem. 

The  power  shortage  has  called  to  the  attention  of  the 
cmiipanies  suf¥ering  from  it  the  necessity  of  being  much 
more  careful  in  their  sale  of  power,  and  the  conditions  of 
sale,  among  which  perhaps  the  most  imp(jrtant  is  the  regula- 
tion of  power-factor.  In  the  past,  due  to  loose  power-factor 
conditions  and  non-en fnrcement  thereof,  power  lines  have 
become  encumbered  with  motors  of  excess  capacity  nr  of 
improper  voltage,  or  improperly  repaired,  with  the  result  that 
many  companies  were  supplyin.g  motor  loads  at  a  very  lnvv 
power  factor,  materially  decreasing  their  line  capacity,  their 
generating  station  capacity  and  transformer  capacity,  all  of 
which  is  so  urgently  needed  at  the  present  time  fur  imini- 
tions  and  general  purposes. 

Most  companies  thrr)ughout  the  country  are  now  strictly 
cnftircing  their  power-factor  regulation  clauses,  or  writing 
in  new  power-factor  clauses  in  their  new  contracts,  with  the 
result  that  the  users  of  power,  due  to  penalties  involved  for 
poor  power-factor,  are  readjusting  their  e(iuipment  to  oper- 
ate al  a  prii]ier  and  reasonable  power-factor,  which  has  worked 
\ery  iniich  \n  the  benefit  both  of  the  central  station  and  of 
llic  coiisunier. 

The  power  shortage  in  some  sections  of  the  country  has 
made  necessary  the  curtailment  of  the  supply  of  power  to 
iion-cssential  industries,  and  if  relief  is  not  afforded  will  tend 
to  the  complete  elimination  of  power  supply  to  such  indus- 


tries. It  would  seem  to  your  Committee  that  provision  should 
lie  made,  liy  government  assistance  or  otherwise,  just  as 
much  to  the  power  company  as  to  the  munitions  manufac- 
turer, inasmuch  as  the  power  company  is  supplying  one  of 
the  most  important  raw  materials — that  is,  power — to  so 
enalile  the  power  company  to  maintain  its  business  so  that 
the  normal  manufacturing  activities  of  the  country  may  go 
on,  thus  tending  to  stabilize  the  industrial  conditions  in  the 
country  after  the  war,  and  in  many  instances  allow  the  estab- 
lishment or  expansion  of  industries  to  supply  export  demands 
which  were  previously  supplied  from  Germany.  If  this  coun- 
try is  to  maintain  its  industrial  place  and  to  make  this  place 
a  more  important  one,  the  activities  of  legitimate,  normal  in- 
dustries of  the  country,  even  although  not  strictly  employed 
on  munitions  work,  should  be  encouraged  and  assisted  in 
every  proper  manner,  and  should  by  no  means  be  allowed  to 
be  stamped  out,  due  to  a  shortage  of  power. 

We  also  feel  that  new  applications  for  power  supply  for 
motor  power  uses  should  be  met  insofar  as  is  physically  pos- 
sible, inasmuch  as  it  would  build  up  the  industrial  activity  of 
the  country  and  make  for  a  more  stable  condition  after  the 
war. 

Domestic  Service 

Nowadays  the  use  of  electricity  in  the  home  is  far  from 
limited  to  the  simple  electric  light,  but  it  is  becoming  more 
and  more  important  for  other  domestic  uses,  such  as  toasters, 
grills,  percolators,  flat-irons,  vacuum  cleaners,  washing  ma- 
chines, dish  washing  machines,  sewing  machines  and  other 
small  motors,  and  to  a  larger  degree  the  electric  range  and 
electric  water  heaters.  Your  Committee,  therefore,  believes 
that  this  report  should  comprise  a  section  devoted  to  these 
domestic  uses  of  electricity  outside  of  electric  light,  as  these 
l)id  fair  to  far  surpass  the  income  from  domestic  electric  light, 
and  under  present-day  conditions  serve  also  as  important  con- 
servers  of  fuel,  thus  aiding  the  national  cause. 

The  use  of  the  smaller  of  the  household  appliances  noted 
above  has  increased  greatly  during  the  past  year,  due  to  the 
difficulty  experienced  by  householders  in  obtaining  domestic 
help,  and  they  have,  therefore,  turned  to  this  "universal  ser- 
vant" for  assistance  and  have  been  in  this  way  made  familiar 
with  the  great  assistance  that  electricity  can  offer  through 
the  above  appliances. 

The  familiarity  with  domestic  electric  appliances  which 
the  householder  has  thus  gained,  and  the  absolute  success  of 
these  appliances,  make  it  easy  for  the  central  station  to  get 
a  very  much  increased  amount  of  this  business  during  the  pre- 
sent year,  and  campaigns  with  this  in  view  should  be  carried 
out. 

The  most  important  source  of  domestic  service  revenue 
is  the  electric  range,  from  which  an  income  of  between 
and  $75  a  year  can  in  general  he  secured,  which  is  many  times 
the  income  from  the  same  householder  for  lighting  service 
only. 

At  this  time  the  use  of  electric  range  becomes  more  and 
more  impnrtaiit  as  it  is  a  conserver  of  fuel,  c\'en  though  the 
electricity  is  generated  in  a  steam  generating  station.  The 
average  range  will  consume  something  between  10  and  IT.') 
kw.h.  per  month,  which  generated  in  a  modern  steam  gener- 
ating i)lant  would  lint  recpiire  more  than  200  to  :{")0  lbs.  of 
coal,  whereas  the  ordinary  coal  range  consumes  some  (iOO  to 
1,000  lbs.  a  month,  thus  mak'iiig  a  net  gain  of  approximately 
(')()  per  cent.,  which  if  applied  to  all  the  hmisehnlders  of  Can- 
ada would  mean  a  tremendous  difference  in  the  congestion  of 
our  railroads  and  the  amount  of  money  sent  out  of  the  coun- 
try for  coal.  Of  course,  where  water  power  is  the  source  of 
electricity,  the  net  saving  of  coal  is  100  per  cent. 

.Ml  companies  having  available  power  and  who  have  l)ecn 
supplying  electric  ranges  previously  report  trcmeiidou,s  in- 
creases in  the  use  of  electric  ranges,  vvliich  amply  (Iciiioiistrate 
their  success. 

We  therefore  recommend  tliat  every  central  station  im- 
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meiliatcly  insosti.naie  caii'l'ully  llio  okuMru-  nmi^c  possilnlilios 
ami  make  suitable  rates  tlieretur,  as  we  leel  ilu-  iiuniue  to  l>e 
thus  i>l)taineil  will  l>e  a  most  imiuutant  laetor  in  the  central 
station  industr\  ui  the  very  near  mime. 

We  further  recommeiul  lliat  the  sale  oi'  all  elect rie  ranges 
he  carried  out  on  an  installed  price  basis,  so  lliat  only  one 
sale  lias  to  be  ntade  covering  complete  raiiRC,  as  it  is  found 
that  where  a  range  is  sold  by  itself  it  is  sometimes  difficult  to 
make  the  sale  of  the  installatiini  on  account  of  its  excessive 
cost  in  certain  sections  oi  the  country. 

In  those  cases  where  tlie  central  station  does  not  do  the 
installation  work,  this  basis  can  still  he  used  by  co-operation 
with  the  contractors'  association  or  the  contractors  in  the 
various  cities. 

As  electric  cooking  represents  a  new  and  advanced  type 
of  cooking,  it  is  very  necessary  that  central  stations  going 
after  the  electric  range  business  should  be  prepared  to  furnish 
adequate  service,  preferably  by  means  of  a  competent  demon- 
strator, so  that  all  purchasers  of  ranges  will  be  properly  in- 
structed in  their  operation,  and  during  the  lirst  few  months 
of  operation  periodical  inspections  should  be  made  to  ensure 
that  everytiiing  is  operating  satisfactorily,  and  that  llie  pur- 
chaser is  obtaining  all  tlie  information  which  will  lead  to  the 
fullest  success  of  the  range.  The  purchaser  should  be  made 
to  feel  that  attention  to  details  or  repairs  or  any  defect  with 
the  stove  will  1)e  immediately  and  satisfactorily  taken  care  of, 
and  that  when  a  purchaser  takes  an  electric  stove  he  is  going 
to  be  absolutely  satisfied  therewith. 

W  hile  this  service  is  very  necessary  at  the  present  time, 
later,  when  the  use  of  electric  cooking  l^ecomes  universal,  and 
as  standard  stoves  are  developed,  the  necessity  for  this  ser- 
vice will  probably  disappear,  as  it  has  in  the  gas  business. 

It  is  already  noticeable  that  manufacturers  are  following 
up  the  suggestions  made  l)y  the  central  stations  and  are  in 
this  way  obtaining  what  will  soon  become  a  standard  range, 
which  will  be  practically  free  from  minor  defects,  and  which 
will  require  practically  no  attention.  The  central  stations 
should  continue  this  policy  of  suggestions,  because  they  are 
in  the  best  position  to  determine  the  slight  defects  which  ex- 
ist and  the  slight  changes  which  may  be  necessary  to  per- 
fect the  electric  range,  and  we  feel  certain  that  all  range 
manufacturers  will  be  very  glad  to  get  the  suggestions  from 
central  stations. 

Electric  water  heating  is  becoming  more  and  more  com- 
mon on  all  services  supplied  from  hydraulic  plants,  and,  as 
stated  in  last  year's  report,  it  seems  certain  that  the  electric 
water  heater  should  always  be  installed  whenever  an  electric 
range  is  installed  on  systetns  with  such  a  source  of  power 
supply.  Marked  improvements  and  betterments  in  electric 
water  heaters  have  been  brought  about  during  the  past  year, 
and  heaters  now  available  are  giving  excellent  service.  On 
those  installations  on  electric  water  heaters  in  which  fur- 
naces are  used  for  water  heating  in  the  winter  time  and  the 
electric  water  heater  only  used  in  the  summer  time,  water  heat- 
ing load  gives  a  more  uniform  yearly  load  curve  for  the  in- 
stallation, as  it  is  thus  prevented  from  overlapping  the  lighting 
peak  in  the  winter  and  fills  up  the  valleys  of  the  load  curve 
which  normally  exist  in  the  summer. 

Most  central  stations  are  supplying  water  heater  ser- 
vices on  a  flat  rate  basis,  either  directly  or  on  a  double  throw 
switch,  so  that  electric  stove  and  electric  water  heater  cannot 
be  used  simultaneously. 

Other  Uses 

Arc  Heating  Processes  during  the  past  year  have  expanded 
in  use  by  the  industries  reported  last  year.  Calcium  carbide, 
ferro-silicon  and  steel  have  very  largely  increased,  probably 
in  the  total  by  50,000  h.p.,  whereas  the  production  of  zinc  by 
arc  f>rocess  has  been  discontinued.  The  use  of  the  electric 
steel  furnace  for  average  steel  friundry  |)ractice  seems  to  have 
become  assured,  as  for  the  average  small  foundry  it  offers 


a  uuans  of  making  a  superior  steel  at  low  cost  and  with  a 
freedom  from  uncertainty  which  is  (luite  impossible  with  the 
inetliods  hitherto  used.  It  is  probable  also  that  electric  fur- 
naces of  this  type  will  also  be  used  for  grey  iron  casting,  and 
it  might  be  that  in  small  foundries,  casting  both  iron  and 
steel,  the  same  furnace  be  used  for  both.  Central  stations 
should  look  over  their  field  of  operation  and  call  the  atten- 
tion of  steel  foundries  to  the  use  of  the  electric  furnace. 

Resistance  Heating  Processes  have  increased  materially, 
notably  for  calcining  coal  and  the  manufacture  of  carbon 
electrodes,  and  very  largely  for  abrasives.  During  the  past 
year  the  use  of  electrically-heated  japanning  ovens  has  grown 
to  a  large  extent,  both  for  light  sheet  metal  products  and  for 
heavier  products.  This  type  of  load  being  a  very  high  load 
factor  is  very  desirable  for  the  central  station. 

Electric  Welding  has  advanced  materially  during  the  past 
year  and  seems  to  be  now  expanding  in  usefulness  for  the 
lieavier  welding  processes.  Spot  welders  are  becoming  al- 
most universal  in  replacing  light  riveting  processes. 

Electric  Bake  Ovens  have  Ijeen  installed  in  many  places 
in  Canada  and  are  giving  universal  satisfaction,  turning  out 
a  superior  quality  of  bread  at  very  low  baking  cost.  This 
use  of  electricity  is  destined  to  largely  expand  in  the  near 
future  and  ofTers  an  attractive  use  for  off-peak  power,  al- 
though the  business  readily  stands  the  firm  power  rates.  The 
use  of  electrically-heated  muffle  furnaces  for  heat  treatment 
and  other  purposes  is  expanding  considerably,  and  the  use  cf 
small  electrically-heated  melting  pots  for  base  metals  is  com- 
mencing". 

Electrolytic  Processes 

No  material  advances  to  electrolytic  processes  have  taken 
place  during  the  past  year  except  for  the  production  of  hydro- 
gen, oxygen  and  chlorine.  Electrolytic  generators  for  hydro- 
gen, oxygen  and'  chlorine  furnish  a  cheap  and  easj'  means  for 
the  production  of  these  gases  in  relatively  small  quantities 
for  industrial  uses.  Industries  requiring  these  gases  are  be- 
coming more  and  more  numerous,  and,  due  to  the  difficulty 
of  obtaining  these  in  the  open  market,  many  companies  are 
installing  their  own  gas  generators. 

Industrial  Trucks 

During  the  past  year  the  use  of  small  storage  battery 
trucks  and  tractors  has  increased  considerably.  These  trucks 
are  used  in  industrial  establishments  for  moving  materials 
through  the  plants,  in  railway  stations  for  handling  baggage, 
tnail  and  express  to  and  from  trains,  for  freight  terminals, 
steamship  docks  and  a  great  many  other  purposes.  These 
trucks  replace  a  great  numlier  of  men  used  as  truckers,  and 
not  only  free  them  for  the  national  service,  but  materialh'  de- 
crease the  cost  of  service.  This  load,  being  in  general  an 
ofY-peak  battery  charging  proposition,  is  a  very  attractive  one 
for  the  central  station.  This  report  of  your  Committee  is 
intended  to  concisely  state  the  advances  in  electric  lighting 
and  power  sales  which  have  taken  place  during  the  past 
year,  and  advances  in  the  use  of  electricity.  A  review  of  this 
report  must  indicate  the  tremendous  value  of  the  central 
station  industry  to  the  country  and  the  most  important  part 
that  it  is  accomplishing  in  the  production  of  munitions,  in  the 
advancement  of  industry  in  the  solving  of  the  servant  prob- 
lem in  the  home,  in  the  conservation  of  fuel  and  thus  in  trans- 
portation, the  conservation  of  man  power,  and  in  many  other 
ways — all  materially  assisting  in  the  attainment  of  the  success 
of  our  national  efforts  and  in  the  building  up  of  the  industrial 
condition  of  this  country,  not  only  to  be  of  service  in  winning 
the  war,  but  to  be  of  ser\  ice  in  the  general  upbuilding  of.  the 
country  after  the  war. 

Respectfully  submitted, 
W.  H.  Mclntyre,  F.  M.  Dusenberry, 

L.  W.  Pratt,  M.  C.  Gilman, 

H.  E.  Ixandall  (Chairman).  R.  B.  McDunnough, 
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Rate    Research    Committee  Report 


To  the  President  and  Members  of  the  Canadian  Elec.  Assn.: 

Gentlemen : — ■ 

Your  Committee  reports  that  they  have  carefully  watched 
the  trend  of  current  events  with  a  view  to  incorporating  m 
their  report  any  changes  in  rates  or  any  tendencies  in  public 
opinion  and  have  noted  the  following  matters  as  being,  m 
their  opinion,  worthy  of  notice.  Using  the  chart  which  was 
designed  last  year  as  a  basis  for  their  investigations,  they 
have  looked  into  the  following-  matters: 

Contracts 

Legal  Arbitrations — An  outstanding  matter  for  Canada 
has  l)een  the  settlement  of  the  Tramways  Franchise  in  the 
city  of  Montreal  by  a  Board  appointed  by  the  Provincial 
Government.  The  matter  of  a  new  franchise  for  the  city  of 
Montreal  and  its  surroundings  has  been  the  centre  of  political 
agitation  for  a  matter  of  some  six  years,  but  in  the  fall  of 
11)17  the  matter  was  taken  out  of  the  hands  of  the  civic 
authorities  and  placed  in  the  hands  of  a  commission,  who  had 
authority  to  study  the  details  and  had  to  report  back  to  the 
provincial  government  their  ratilications. 

The  contract,  or  franchise,  as  linally  approved  is  a  three- 
sided  agreement  whereby  the  company  is  protected  in  its 
investment,  the  pulilic  protected  on  the  rate  of  fare,  and  the 
city  i^  prdtected  nn  the  point  of  view  of  taxation,  and  gen- 
eral conditions  involving  routes  of  cars  and  maintenance  of 
service,  etc.  The  agreement  is  a  very  long  one,  but  the 
special  point  worthy  of  notice  is  the  fact  that  tlie  company 
is  permitted  to  charge  fares  which  will  cover  their  bond  in- 
debtedness and  up  to  a  reasonable  percentage  on  the  com- 
mon stock.  .\fter  providing  for  renewals  and  the  city's 
portion  a  fund  is  created  into  which  all  surplus  earnings  are 
placed.  When  this  fund  exceeds  a  certain  amount,  the  fares 
are  automatically  reduced,  and  if  the  reduction  does  not  effect 
this  fund  then  further  reductions  may  be  ordered.  If,  how- 
ever, the  fund  is  eaten  into  then  rates  are  automatically 
raised  again. 

The  interesting  point  about  this  agreement  is  that  the 
province  of  Quebec  has  followed  the  lines  of  the  United 
States  Government  in  protecting  privately  owned  pulilic  utili- 
ties, and,  at  the  same  time,  protecting  the  public.  While  this 
policy  has  been  in  force  throughout,  the  United  States  for  the 
past  eight  or  ten  years,  and  is  continuously  becoming  more 
widespread,  in  Canada  on  the  contrary,  privately  owned  pub- 
lic utilities  have  regularly  been  singled  out  for  political  ac- 
tivity with  a  resulting  insecurity  of  investment,  which  has 
tended,  especially  in  Ontario  and  the  West,  to  curtail  their 
development. 

Obligations 

The  (jl)Iigalions  of  customers  in  Canada  in  view  of  the 
shortage  of  power  and  high  cost  of  machinery  have  been  in- 
creased in  the  matter  of  providing  proper  apparatus,  csi)cci- 
ally  with  a  view  to  the  employment  of  power  factor,  where- 
as in  the  past  power  factor  clauses  have  not  been  vigorously 
applied.  Nowadays  nearly  all  companies  are  requiring  the 
customer  to  keep  their  power  factor  within  reasonable  limits 
at  all  times  and  to  pay  for  any  deficiencies.  The  ([uestion  of 
the  measurement  of  power  factor  as  to  whether  same  slioidd 
he  cinnputed  to  the  time  of  maximum  load  on  the  consumer's 
installation  or  to  the  time  of  maximum  load  of  the  company's 
system,  or  whether  the  average  power  factor  taken  liy  the 
customer  of  the  whole  period  of  his  operation  should  be 
taken  as  the  determining  factor  is  not  yet  standardized. 

Special.—  In  the  matter  of  rates  for  summer  business,  it 


is  a  known  fact  that  no  meter  rate  can  properly  produce 
enough  revenue  on  the  average  summer  customer  to  pay  the 
interest  on  the  investment,  and  it  should  be  noted  that  in  the 
United  States  rates  as  high  as  18c  per  kilowatt  hour  have 
lieen  tried. 

One  of  the  member  companies  has  instituted  a  new  type 
of  rate  this  year  witli  a  view  to  getting,  at  least,  fixed  charges 
out  of  these  customers,  the  rate  being  $1.00  per  outlet  for  the 
lirst  10  outlets  plus  50c  per  outlet  for  the  excess  over  10, 
payable  in  advance,  plus  4>lc  per  kilowatt  hour.  It  is  found, 
generally  speaking,  that  summer  customers  get  away  without 
paying  their  last  hill  and  are  very  difticult  to  trace  In  the 
case  of  the  above  rate  a  good  deal  of  the  charges  are  being 
collected  in  advance,  and  the  company  does  not  stand  to  lose 
so  much  revenue  from  "skips." 

Cooking  Rates. — study  of  the  rates  charged  for  electric 
cooking  in  the  United  States  shows  that  the  prevailing  rate 
is  :ic  per  kilowatt  hour  for  straight  cooking.  While  this  may 
seem  high  to  those  who  are  accustomed  to  the  low  rates  pre- 
vailing in  Winnipeg  and  Ontario,  nevertheless,  electric  cook- 
ing is  within  the  economical  reach  of  anyone  who  has  ever 
used  gas  or  oil  stoves.  An  average  taken  over  a  number  of 
cases  shows  that  for  cooking  in  the  average  family  that  2.5 
kilowatt  hours  are  required  per  person  per  month,  and  at 
the  above  rate  of  :ic  this  represents  75c  per  head.  After  hve 
or  six  persons  are  catered  for  the  usage  per  head  drops  off 
very  fast  and  the  usage  of  over  200  kilowatt  hours  per  month 
is  quite  exceptional.  Various  rate  forms  are  being  tried  out 
l)y  memlier  companies  for  electric  cooking,  but  the  com- 
mittee has  no  hesitation  in  advising  member  companies  that 
a  lic  net  rate  is  an  acceptable  and  profitable  rate. 

Revenue 

Measurements. — No  new  instruments  have  been  devised 
for  the  cheaper  measurements  of  maximum  demand,  and  the 
lack  of  such  instruments  is  still  felt.  The  same  thing  applies 
to  measurement  of  power  factor. 

Psychology 

Expediency — Political. — The  Rate  Research  Committee 
feel  that  they  can  hardly  present  their  report  without  re- 
ferring to  the  political  significance  of  the  shortage  of  power 
in  the  Niagara  district,  as  this  is  a  case  where  political  action 
has  resulted  in  a  curtailment  of  necessary  supplies  which 
may  have  a  very  important  liearing  upon  the  positions  of  the 
allies  in  the  great  war.  In  the  Niagara  district,  on  both  sides 
of  the  river,  are  many  idants  wdiose  output  is  essential  to 
the  successful  prosecution  of  the  war,  this  output  being  aI)so- 
lutely  dependent  on  the  supply  of  power.  Political  action 
placed  these  plants,  at  any  rate  on  the  Canadian  side — where 
they  are,  although  in  other  parts  of  Canada  ample  power  was 
available,  and  is  still  available   for  their  re(|uiremcnts. 

The  output  of  these  plants  has  been  regularly  and  seri- 
ously curtailed  owing  to  the  fact  that  the  political  machine 
in  Ontario  over-sold  their  output  in  a  l)liiid  manner,  and 
gambled  upon  Providence  helping  them  out.  Kven  today  it 
is  reported  tlial  the  output  of  the  plants,  instead  of  being 
supi)lied  to  the  necessary  and  essenliail  war  industries,  is  be- 
ing diverted  to  light  up  the  small  towns  and  \illages  far  dis- 
tant from  the  plants.  The  political  significance  of  this  action 
is  only  equalled  by  its  immorality. 

Bibliography 

The  weekly  issue  of  the  rate  research  bulletin  of  the 
N.1£.L..\.  will  keep  the  member  companies  supplied  with  the 
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most  recent  information,  ;uul  those  ol  nwv  nu-nibcr  n Mnpanit's 
who  arc  not  siibscrihint;  to  it  aic  stroii-ls  .uh  iscii  to  ilo  so. 

Cost  of  Service 

Tiic  cost  of  service  has  iiaturall>  laiscil  in  all  parts  ol 
the  country,  hut  it  is  with  prulc  ihal  llu-  electrical  intlustries 
in  Canada  can  point  to  the  fad  thai  ilic  cost  ol  service  to 
the  ordinary  consumer  has  lu't  .\ci  lucn  advanced.  In  the 
case  of  short  term  contracts  on  imimtion  business  hi,i;her 
prices  are  now  obtainable  than  ori,L;inall\\  but  in  most  cases 
the  rates  charged  are  in  no  \va.\  comparable  with  the  cost  of 
any  other  kiml  of  service. 

Taxes. — The  Committee  lind  that  tlie  original  chart  did 
not  include  the  snh-headin.u  "Taxes."  and  are,  therefore,  in- 
cluding one.    In  the  point  of  view  of  taxation,  a  new  impost 


has  been  developed  in  one  of  the  towns.  This  consists  of  a 
tax  of  2:>c  per  month  on  all  users  of  electricity.  This  tax 
was  successfully  passed  over  to  the  consumer,  although  the 
company  supplying  the  current  has  tried  to  do  the  collecting. 
While  any  tax  of  this  kind  is  lial)le  to  l)ecome  general,  mem- 
ber companies  are  warned  to  take  steps  to  see  that  the  tax 
is  i)laced  on  the  consumer  and  not  on  the  company,  and,  sec- 
ondly, that  such  tax  is  kept  as  low  as  possible,  as  even  25c 
per  head  has  had  the  effect  of  causing  some  users  of  elec- 
tricity to  discontinue  same. 

The  whole  respectfully  su'bmitted: 

A.  A.  Dion, 

M.  C.  Oilman, 

J.  B.  Woodyatt, 

P.  T.  Davies  (Chairman). 


Report  of  Committee  on  Electrical  Apparatus 


Your  committee  herewith  submit  the  following  notes  on 
the  progress  in  the  development  of  electrical  apparatus. 

The  past  year  has  been  one  of  high  pressure  in  business, 
the  insistant  demand  for  electrical  machinery,  particularly 
motors  of  all  kinds,  has  forced  the  intensive  production  of 
standard  types,  and  this  has  no  doubt  in  many  ways  re-acted 
in  delaying  the  normal  advancement  of  the  development  of 
electrical  apparatus. 

There  has  been  a  wide  expansion  of  the  application  of 
electrical  processes  in  the  metallurgic  and  chemical  indus- 
tries, causing  many  problems  to  arise  in  heat  control,  speed 
control,  protection,  etc.,  and  these  should  prove  a  very  fruit- 
ful tield  for  an.  interesting  report  in  the  future. 

The  development  of  remote  control,  self  control  and 
automatic  synchronizing  and  paralleling  devices  and  the  rug- 
gedness  of  machines,  has  made  possible  the  automatic  sub- 
station. The  fact  that  motor  generators  and  rotaries  are  now 
left  to  run  virtually  unattended,  speaks  eloquently  for  the 
progress  in  machine  design,  and  in  these  days  of  labor  short- 
age and  the  necessity  for  economy,  the  automatic  sub-sta- 
tion should  receive  the  widest  possible  attention. 

In  alternating  current  generators,  no  radical  changes 
appear,  but  the  mechanical  improvements  permit  of  higher 
speeds  in  larger  units.  A  horizontal  waterwheel  generator 
rated  at  20,000  kv.a.,  660  volts,  60  cycle,  and  operated  at 
:;60  r.p.m.,  represents  the  limit  of  this  class  as  attained  at 
present,  while  in  the  slow  speed  machine,  a  10,000  kv.a.,  6600 
volt  vertical  waterwheel  generator,  60  cycle,  has  been  built 
at  .5.5.6  r.p.m. 

In  alternating  current  motors,  the  speed  control  question 
is  developing,  and  now,  motors  of  220  h.p.  are  made  with  a 
speed  range  of  4:',0/.'500.  With  auxiliary  speed  control  ap- 
paratus, the  synchronous  speed  disappears,  and  control  can 
be  maintained  in  most  cases  without  sacrificing  torque. 

In  heavy  duty  motors  for  mill  work,  progress  is  being 
made  especially  in  the  reversing  drive  type,  and  installation 
has  been  made  of  a  22,000  h.p.  unit.  This  is  a  double  unit 
consisting  of  two  motors  electrically  in  series  on  a  common 
base.  The  current  is  supplied  by  a  flywheel  type  motor  gen- 
erator consisting  of  three  units  electrically  in  series. 

In  the  question  of  transformers,  the  princii>al  imiMove- 
ment  lies  along  the  lines  of  better  insulation  distribution,  and 
greater  ability  to  resist  the  mechanical  forces'  imposed  by 
short  circuits.  These  results  are  obtained  by  using  circular 
coil  construction. 

The  development  of  single  phase  self  cooled  transform- 
ers up  to  8,000  kv.a.  has  resulted  in  a  type  of  cooling  appar- 
atus using  external  radiators,  combined  with  the  standard 
corrugated  case.    Oil  conservator  tanks  are  also  used.  In 


this  arrangement  the  transformer  cases  are  air  tight,  and  are 
completely  tilled  with  oil,  the  expansion  being  taken  care  of 
in  the  external  conservation  tank  usually  placed  on  top  of 
the  case. 

In  direct  current  motors,  the  principal  advance  has  been 
in  speed  control,  being  obtained  by  an  auxiliary  winding  em- 
bedded in  the  main  pole  pieces,  additional  to  the  commutat- 
iiTg  poles.  This  compensating  winding  practically  prevents 
flux  distortion  losses,  permitting  rapid  acceleration  from 
low  to  high  speed. 

The  question  of  service,  particularly  on  high  tension 
power  lines,  is  demanding  efTectual  relay  application,  and  to- 
day important  feeders  are  no  longer  affected  by  troubles  be- 
ing allowed  to  spread. 

These  results  are  largely  brought  about  by  the  applica- 
tion of  balanced  currents  with  instantaneous  overload  relays 
of  the  single  plunger  type  or  with  relays  of  the  induction 
type. 

The  single  plunger  relay  is  now'  a  more  rugged  piece  of 
apparatus,  and  is  proving  capable  of  the  heavy  duty  at  times 
imposed  on  it. 

The  gieat  advantage  of  the  induction  type  relay  is  the 
accuracy  and  permanence  of  the  calibration. 

Your  committee  wish  to  express  their  appreciation  to 
those  who  have  assisted  them. 

Respectfully  submitted, 

J.  F.  Neild,  Chairman. 
Committee  on  Electrical  Apparatus. 


New  Use  for  Vacuum  Cleaner. 

During  the  recent  Red  Cross  campaign  in  New  York 
City  one  of  the  features  was  the  use  of  a  vacuum  cleaner 
to  extract  coins  and  bills  from  the  crowds  that  assembled 
around  the  speakers'  stand.  The  long  tube  was  thrust  out 
into  the  crowd  and  the  money  placed  at  the  opening  was 
quickly  whisked  out  of  the  donor's  hand  into  a  bag  at  the 
rear.  The  novelty  of  the  scheme  added  not  a  little  to  the 
sum  total  of  the  campaign. 


Canadian  Westinghouse  Secretary  is  Dead 

Mr.  John  H.  Kerr.  Secretary  of  the  Canadian  Westing- 
house  Company,  died  at  hi's  home  in  Hamilton  on  June  24, 
after  a  brief  illness.  Mr.  Kerr  was  born  in  Pittsburg  and 
was  associated  with  the  Westinghouse  Electric  and  Manu- 
facturing Co.  as  early  as  1892.  When  the  Canadian  company 
was  organized  in  190;!  he  then  was  appointed  secretary  and 
has  since  resided  in  Hamilton. 
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Report  of  the  Meter  Committee 


Owing  to  the  great  and  pressing  needs  brought  about 
by  the  war  there  has  been  little  time  available  for  manufac- 
tures of  meters  to  devote  to  new  developments,  so  that  m 
going  over  the  f^eld  we  find  very  little  change  during  the 
past  year. 

Watthour  Meters. 

The  General  Electric  Company  standardized  their  1-14 
watthour  meter  for  general  use  about  three  years  ago.  This 
meter  is  still  standard  with  them  and  no  changes  have  been 
made  in  the  design. 

The  Canadian  Westinghouse  Company  have  developed  a 
new  single  phase  watthour  meter  known  as  the  Type  CC, 
which  now  supercedes  the  Type  C  in  sizes  from  5  to  20 
amperes,  two  wire.  In  designing  this  meter,  simplicity  of 
construction,  calibration  and  manufacture  have  been  given 
great  attention,  all  parts  are  made  on  an  interchangeable 
basis,  and  the  assembly  of  parts  is  checked  by  gauges  so  that 
very  little  variation  is  found  in  the  product.  All  wearing  and 
calibrating  parts  are  readily  accessible  so  that  the  costs  of 
repairing  and  checking  are  reduced  to  a  minimum.  The  tests 
on  this  meter  show  a  performance  considerably  better  than 
the  Type  C.  The  60  cycle  meter  load  curves  show  a  varia- 
tion of  .2  percent  from  no  load  to  7.5  per  cent,  overload, 
and  a  drop  of  .8  per  cent  from  75  per  cent  to  100  per  cent 
overload;  the  performance  of  the  25  cycle  meter  while  not  as 
good  as  the  60  cycle  is  much  better  than  the  Type  C.  The 
load  curves  vary  about  .3  per  cent  from  no-load  to  full-load 
with  a  drop  of  1  per  cent  at  50  per  cent,  over-load  and  2.2 
per  cent  at  100  per  cent  over-load.  There  is  little  change  in 
the  accuracy  for  voltage  variations  10  per  cent  above  and  be- 
low normal. 

The  Sangamo  Company  have  made  no  changes  in  then- 
type  H.  meter  which  has  been  their  standard  for  the  last 
two  years.  It  might  be  of  special  interest,  however,  to  note 
that  the  Sangamo  Company  arc  now  assemliling  all  of  then- 
meters  and  manufacturing  1)0  per  cent,  of  the  parts  in  Can- 
ada. 

The  Packard  Company  have  made  changes  in  the  de- 
sign of  their  Type  K.  induction  meter  which  overcomes  the 
previous  difficulties  encountered  in  their  product. 

There  have  been  no  changes  in  the  line  of  d.c.  watthour 
meters  during  the  past  year  which  have  come  to  the  atten- 
tion of  your  committee. 

Graphic  Wattmeters. 

The  Westinghouse  and  General  Electric  Companies  have 
made  no  changes  in  tliei'r  line  of  graphic  meters  during  the 
past  year. 

The  Esterline  Company  have  made  some  changes  in  de- 
sign on  their  type  E.R.  meter  which  will  considerably  in- 
crease the  usefulness  of  this  meter.  We  understand,  however, 
that' these  improved  meters  are  not  as  yet  in  production,  so 
that  it  will  probably  be  three  or  four  months  liefore  they  be- 
come available  to  the  trade. 

The  Bristol  Company  have  developed  a  line  of  graphic 
strip  recording  meters  for  a.c.  and  d.c.  of  the  dynamometer 
type.  The  electrical  design  has  l)een  given  very  close  atten- 
tion so  that  these  meters  should  prove  very  acceptable  to  the 
trade.  The  clock  mechanism  is  very  substantial  and  is  ar- 
ranged for  a  normal  speed  i)er  hour  and  a  special  speed  by 
moving  a  lever  of  the  same  sjjeed  per  minute. 

Indicating  Meters. 

.Switch-board  type— There  has  been  very  little  change  in 
the  general  lines  of  ;,witch-board  meters  during  the  past  year. 


the  principal  changes  being  entirely  along  the  lines  of 
smaller  meters,  so  as  to  decrease  the  amount  of  switch-board 
space  required.  All  companies  manufacturing  these  lines  now 
have  a  line  of  small  meters. 

The  General  Electric  Company  have  placed  on  the  mar- 
ket a  miniature  round  pattern  a.c.  ammeter  approximately 
3  in.  diameter,  similar  in  appearance  to  their  direct  current 
instrument  Type  D.M.  This  instrument  has  a  rolled  bake- 
lite  cover  and  drawn  brass  cover  with  full  glass  dial. 

A  new  line  of  "fan-shaped"  instruments  has  been  placed 
on  the  market  by  the  Weston    Electrical    Instrument  Com- 
pany. These  instruments  are  of  the  permanent  magnet  type 
and  are  d.c.  voltmeters  and  ammeters  for  switchboard  mount- 
ing. There  are  four  sizes  known  as  models  267,  269,  271,  and 
273.    The  principal  dimensions    of     model     267 — 4-5/64  m. 
wide  X  33/^  in.  high  x  1  .3-32  in.  deep,    scale    length  2.5  in. 
and  the  large  instrument,  model  273,  dimensions  are  'J-5/16 
in.  X  7-31/32  in.  x  2-1/16  in.,  scale  length  7.6  in.    These  in- 
struments have  remarkably  long,  open  and  legible  scales, 
the  longest  scale  ever  attained  in  instruments  of  their  size. 
The  scale  arc  is  120  degs.  as  against  about  SC)  deg.  for  the 
round  pattern  Weston  meters  of  similar  principle.  The  shunt 
drop  of  the  ammeters  is  50  m.v.  and  the  voltmeters  have  a 
sensitivity  of  about  100  ohms  per  volt.     Each  model  has  a 
wide  list  of  standard  ranges,  for  instance,  model  267  voltme- 
ter being  listed  in  38  ranges  from  50  m.v.  to  150  volts,  and 
the  ammeter  ranges  run  from  1  amp.  to  150  amps,  in  21  capa- 
cities all  self-contained  to  30  amps. 

Laboratory  Instruments. 

A  laboratory  standard  line  of  voltmeter,  ammeter  and 
single  phase  wattmeter  known  as  the  Model  326,  has  been 
developed  by  the  Weston  Electrical  Instrument  Company. 
These  instruments  are  of  the  dynamometer  type  and  are  for 
a.c.  and  d.c.  service.'  These  instruments  are  conservatively 
guaranteed  to  be  within  1/10  of  one  per  cent  on  direct  cur- 
rent or  an  alternating  current  up  to  133  cycles,  or  if  specially 
ordered  up  to  600  cycles.  They  are  compensated  for  tem- 
perature, are  air  damped  and  shielded  from  external  mag- 
netic and  electrostatic  influences.  The  scales  are  provided 
with  mirrors  and  are  sub-divided  into  fifths  by  means  of 
diagonal  lines  intersecting  with  six  concentric  arcs.  The 
length  of  the  scale  is  approximately  twelve  inches.  The  in- 
struments are  provided  with  zero  correctors,  spirit  levels 
and  adjustable'  leveling  screws.  The  wattmeter  is  entirely 
compensated  for  phase  angle  errors  and  the  current  circuit  i« 
designed  for  100  jjer  cent,  continuous  overload. 

Demand  Meters. 

The  determining  of  customeis  ni.i.xinuim  demands  is 
probably  one  of  the  greatest  problems  of  the  meter  engineers 
at  the  present  time.  For  large  customers  this  is  not  as  great 
a  i)roblem'as  for  the  small  customers,  for  in  the  iornier 
case  the  power  company  is  justihed  on  account  of  the  great- 
er revenue  in  installing  the.  more  expensive  meters  now 
necessary  to  determine  the  maximum  demand,  but  lor  Miuill 
loads  this  method  cannot  be  consiilered . 

There  are  on  the  market  at  the  i)resent  time  (|uite  a 
number  of  definite  time  maximum  demand  meters  manufac- 
tured by  the  different  companies,  but  practically  all  of  these 
meters  are  open  to  the  objection  that  if  a  customer's  maxi- 
mum demand  does  not  occur  in  synchronism  with  one  of 
the  delinite  time  periods,  the  actual  maximum  demand  would 
iu)t   be   recoriled.    The   problem  of  obtaining  a  customer's 
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maximum  acnuuul  Ly  llu'  .K-rmito  tinu-  >l.'man.l  nutns  .!<.•- 
peiuls  of  course  ui>on  the  type  ot  In.ul  Ikui:^  suppln-a.  In 
other  words,  tlu-  nearer  a  customer  operates  to  too  per  cent, 
load  factor,  the  more  accurate  lliis  metluMl  lue.Mues.  Sniu- 
larly.  if  a  customer's  maxinmm  .leiuaiul  occurs  only  "uce 
or  twice  duriu-^  a  immth.  and  this  uiaMuunn  <leman,l 
is  consideral.lv  above  his  avera,.;e  loa.l,  the  operating 
company  is  liahle  to  lose  as  hij^h  as  M  per  ce.it.  ot  Us  revenue. 

From  a  meter  or  eni>ineeriug  standpoint  the  ideal  is  to 
he  able  t..  obtain  the  absolutely  correct  maximum  demand 
at  whatever  time  it  occurs.  However,  since  the  present  ranRC 
of  meters  are  not  always  pracucahle  for  this  purpose,  com- 
promises are  necessary  between  the  rate  charged  for  power 
and  the  method  of  determining  the  amount  of  power  used, 
so  as  to  insure  the  requisite  relurn  to  the  power  company 
for  services  supplied 

Probably  the  latest  development  in  the  line  of  maximum 
demand  meters  is  the  W  estinghouse  Type  K.  H.  meter, 
whcih  is  built  on  an  entirely  new  principle.  This  meter  is 
operated  on  a  thermal  and  heat  storage  basis.  A  coi  ed 
thermostat,  the  temperature  of  which  is  directly  controlled 
by  the  amount  of  kv.a.  in  the  circuit,  is  enclosed  m  a  metal  ic 
case  This  case  is  made  light  or  heavy,  depending  upon  the 
length  of  demand  period  desired.  Upon  any  change  m  load 
the  temperature  of  the  element  begins  to  change  and  con- 
tinues to  do  so  until  the  rate  of  heat  loss  is  balanced  by  the 
rate  at  which  energy  is  being  supplied.  The  change  in  tem- 
perature takes  place  according  to  a  logarithmic  law.  and 
it  is  in  this  respect  that  the  meter  gives  an  entirely  different 
type  of  maximum  demand  from  that  given  by  the  straight 
line  electro-magnetic  meters.  The  meter  is  designed  on  a  15 
and  30  minute  basis. 

The  principal  feature  claimed  on  this  meter  is  the  tact 
that  it  takes  into  account  the  heating  of  generating  equip- 
ment as  it  follows  the  same  general  laws.  However,  while 
this  is  true  the  adoption  of  the  meter  would  mean  an  entire 
re-arrangemcnt  of  rates  and  contracts  in  order  to  insure  the 
operating  company  the  necessary  income. 

Power  Factor  Determination. 
One  of  the  greatest  problems  which  the  operating  com- 
panies have  to  face  at  the  present  time,  owing  to  high  costs 
of  material  and  long  deliveries,  is  the  question  of  gettmg 
out  of  their  available  equipment  100  per  cent,  value.  Wher- 
ever a  c  power  is  used  for  power  purposes  the  capacity  of 
lines  and  apparatus  must  be  greater  than  would  actually  be 
necessary  if  we  did  not  have  to  provide  for  the  wattless 
energy  of  customers  apparatus. 

The  meter  to  be  desired  for  this  purpose  is  one  which 
will  record  volt  amperes  directly.  Considerable  time  and 
money  have  been  spent  in  an  attempt  to  design  a  meter  of 
tjiis  type,  but  as  yet  none  have  been  produced.  The  Westing- 
house  Type  R.  H.,  however,  comes  closer  than  any  other 
since  it  is  operated  entirely  on  the  thermal  principle  which, 
of  course,  takes  the  wattless  component  as  well  as  the  watts. 
Discussion. 

At  this  time,  when  central  stations  are  confronted  with 
the  problem  of  handling  an  ever  increasing  load  over  existmg 
lines  and  are  confronted  with  extremely  high  cost  for  addi- 
tions to  line  capacity,  the  relief  which  can  be  obtained  by 
the  bettering  of  power  factor  of  consumers'  loads  is  of  prime 

importance.  .  . 

Those  companies  which  in  the  past  have  not  paid  parti- 
cular attention  to  the  power  factor  of  their  customers'  loads, 
and  have  made  no  provision  for  a  reasonable  power-factor, 
or  have  made  such  provision  and  have  not  enforced  it,  have 
found,  upon  investigation,  that  in  general  the  power-factor 
of  these  consumers'  loads  is  extremely  low,  and  instances  of 
60  per  cent,  and  less  are  by  no  means  rare.  If  the  power 
factor  of  the  consumers'  loads  was  increased  to  some  reason- 


able figure,  say  85  per  cent,  to  90  per  cent.,  the  carrying 
capacity  of  secondary  lines  for  the  same  voltage  drop  would 
he  more  than  double,  and  a  corresponding  saving  in  power 
lost  would  result. 

In  the  past,  there  seems  to  have  been  no  standard  clause 
covering  the  regulation  of  power  factor  in  power  contracts, 
but  one  of  the  larger  power  companies  has  the  following 
clause,  which  would  seem  to  adequately  cover  the  entire 
correction  of  power  factor,  either  for  power  sold  on  a  maxi- 
imini  demand  basis,  on  a  kilowatt  hour  basis,  or  on  a  mixed 
rate,  as  follows: 

"If  at  any  time,  when  the  power  is  being  de- 
livered to  the  purchaser  at  normal  voltage  and 
frequency,  the  total  volt-amperes  so  delivered 
exceeds  that  which  would  result  if  the  power 
which  the  purchaser  is  then  taking  hereunder 
were  delivered  at  a  power  factor  of  85  per  cent., 
the  volt-amperes  delivered  shall  be  calculated  as 
power  upon  the  basis  of  85  per  cent,  power  fac- 
tor:" 

and  in  this  regard,  it  should  be  noted  that  the  determina- 
tion of  power  factor,  which  is  to  'he  used  as  a  basis  for  pen- 
alty, requires  a  materially  difTerent  method  of  determination 
when  applied  to  maximum  demand  power  or  when  applied 
to  kilowatt  hour  energy  consumption. 

Some  companies  have  adopted  the  practice  of  writing 
into  their  contracts  the  statement  that  kv.a.  for  billing  pur- 
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Flate  1. 

poses  is  to  be  taken  as  the  kw.;  this  is  applicable  to  both 
the  maximum  demand  method  and  kilowatt-hour  method. 
This  method,  of  course,  is  only  applicable  to  special  con- 
tracts, where  the  rate  can  be  readily  changed,  i.e.,  it  would 
not  be  entirely  fair  where  definite  power  rates  are  establish- 
ed for  an  entire  community  unless  all  contracts  are  written 
to  contain  the  clause. 

It  would,  therefore,  seem  of  importance  to  outline  the 
means  and  methods  available  for  the  determination  of  the 
power-factor  of  the  consumers'  loads;  in  order  to  properly 
apply  the  penalty  in  case  of  low  power-factor,  wh.ch_  will 
sooner  or  later  result  in  the  bettering  of  the  consumers  low 
power-factor,  and  in  the  meantime  will  allow  the  power 
company  a  reasonable  return  on  the  line  capacity  used  tor 
the  supply  of  power  to  low  power-factor  loads,  which  could 
otherwise  be  employed  io\  the  supply  ot  new  consumers. 
Methods. 

1.    The  instrument  first  brought  to  mind  to  obtain  some 
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record  of  power-factor,  is  some  sort  of  power-factor  recorder 
or  indicator.  These  instruments  have,  however,  not  been 
found  satisfactory  by  several  of  the  member  companies,  m 
that  they  require  at  least  60  per  cent,  of  full  load  to  be  o! 
sufficient  accuracy  to  warrant  their  use,  and  also  m  that  they 
are  least  accurate  at  low  points  of  the  scale,  where  most 
penalty  power-factors  lie.  One  of  the  member  companies  has 
cxone  so  far  as  to  abolish  their  use  entirely,  replacing  them 
by  a  graphic  watt  meter,  connected  to  read  the  wattless  com- 
ponent on  consumers'  loads,  and  even  in  power  stations.  For 
these  reasons,  these  instruments  can  be  assumed  as  unsatis- 
factory for  our  purposes. 

II  The  simplest  and  most  obvious  method  of  deter- 
mining average  power-factor   is  by    the   use   of  either  two 

C  B/i 


tween  the  difTerence  and  the  reading  of  the  single-phase 
meter,  or  vice  versa,  as  the  case  may  be.  The  average  power 
factor  is  then  determined  from  the  curve,  and  the  total  con- 
smnption  increased  in  the  ratio  of  contract  power  factor  to 
the  actual  value. 

Metering  Badly  Unbalanced  Loads, 
in.  In  cases  of  badly  unbalanced  loads,  or  in  cases 
where  power  is  sold  on  a  maximum  demand  basis,  the  above 
method  is  not  applicable,  and  it  becomes  necessary  to  use 
equipment  which  will  give  the  average  power-factor  of  an 
unbalanced  load,  or  power-factor  at  the  time  of  peak. 

One  method  availal)le  to  determine  average  power-factor 
under  these  conditions  is  by  connecting  a  standard  watthour 
meter  or  graphic  wattmeter  to  read  proportional  to  the  watt- 
less component  of  the  load.  This  method  was  partly  descriV)- 
ed  by  H.  S.  Baker  before  the  1911  convention  of  the  Cana- 
dian Electrical  Association.  This  equipment  used  in  connec- 
tion with  ordinary  apparatus  giving  true  power  or  energy 
of?ers  a  means  of  obtaining  power  factor  at  peak. 

In  plate  II.,  Fig.  A,  is  shown  the  standard  connection 
of  a  meter  to  read  true  power,  or  the  energy  component  of 
the  load.  Fig.  B.  shows  the  connection  in  which  the  indica- 
tion is  proportional  to  the  wattless  component,  in  which  it 
is  noted  that  the  current  in  element  I  of  the  meter  is  reversed, 
while  the  potential  of  element  1  is  taken  from  phase 
B.C.  instead  of  B.A.:  the  current  of  element  II  is  unchanged 
but  its  potential  is  taken  from  phase  B.A.  instead  of  B.C. 
It  may  be  shown  that  with  the  meter  connected  in  this 
manner,  the  indication  is  equal  to  3  VT  sin  »  for  balanced 
loads,  and  for  unbalanced  loads,  it  is  still  proportional  to 
the  wattless  component.  By  multiplying  this  indication  by 
86.6  per  cent.,  the  true  wattless  component  is  obtained. 
Therefore,  from  llie  corrected  reading  of  this  meter  in  con- 
nection with  reading  of  true  power,  the  angle  of  lag,  and 


Plate  TI. 

single  phase  meters,  or  one  single-phase  meter  in  connection 
with  a  polyphase  instrument,  which  gives  the  total  energy 
consumption.  This  method  is  of  course  applicable  in  cases 
only  where  the  consumer  is  charged  on  a  straight  kilowatt- 
hour  rate,  or  on  a  mixed  rate  basis.  This  method  assumes 
exact  balance  of  load,  and  is  not  applicable  to  loads  which 
are  badly  unbalanced.  On  large  loads  of  induction  motors, 
however,  there  is  no  objection  to  using  it,  as  very  closely 
balanced  loads  are  the  rule. 

Assuming  balanced  load,  then,  in  any  three-phase  cir- 
cuit, the  reading  of  one  single-phase  watthour  meter  will  be 
W,=VI  cos  (0+30°) 
while  W.=VI  cos  (0—30°) 

will  be  the  reading  of  the  second  single  phase  meter. 

The  sum  of  these  two  quantities  may  l)c  shown  to  be 
the  total  power  in  the  circuit,  while  the  ratio  of  their  sum 
and  difference  may  be  reduced  to  the  following  quantities: 

Tan  0=(W>— W.)-^(W,  +  W...) 
therefore,  the  angle  of  lag  may  be  foun.l     from    which  the 
cosine  or  power-factor  may  be  taken    from    any     table  of 
natural  functions. 

An  easier  method,  perhaps,  of  determining  power-factor 
is  to  read  of?  the  value  of  power-factor  from  a  curve  plotted 
between  power-factor  and  ratio  of  watthour  meter  readings. 
One  familiar  form  of  this  curve  is  shown  in  Plate  1  attached, 
the  ratio  being  expressed  as  less  than  one,  that  is  the  ratio 
of  the  smaller  to  the  larger  reading. 

ill  cases  where  single-phase  meters  are  employed,  m 
connection  with  polyphase  meters,  the  reading  of  the  former 
is  to  be  subtracted  from  the  latter,  the  ratio  l)emg  taken  be- 
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and  hence  the  power  factor,  may  be  determined  by  taking  the 
ratio  of  Sd.d  per  cent,  of  the  former  to  the  latter  reading, 
or  again  a  curve  may  be  constructed  between  ratio  and  power 
fact  (jr. 

instead  of  using  the  above  factor  of  SC,.(i  per  cent.,  there 
is  iin  reasdii  why  the  manufacturers  of  the  various  types  of 
meters  could  not  turn  them  out  to  read  the  wattless  com- 
poiieiit  (lirrrtly.  liidrcil  niu-  of  the  larger  manufacturers  has 
already  done  this  for  one  of  tiie  memlier  companies. 

Considerable  care  should  be  exercised  in  connecting  up 
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this  nu-ter  to  ol>i;uii  llio    i-oircol     iiulii-al ion     Oiu-  iiuIIkhI 
found  to  l>c  successful  is  as  follows: 

Roferriiig  to  IMate  11,  Fig.  A— It  iioU-iiii:il  K;ul  d 
element  1  is  connected  to  phase  (.".  instead  of  A.  tin-  poU  iitial 
lead  of  element  11  is  connected  to  pliasc  A.  instead  nl  C  . 
the  middle  wire  heing  unchaniicd.  wliilc  no  clian.m  s  arc  made 
to  the  current  coils:  if  the  nu'ter  \\a>  comuctcd  correctly  at 
first,  the  indication  under  the  revised  connection  will  be  zero. 
If  it  is  not  the  current  coils  should  be  chan.ned  until  a  zero 
indication  is  ohtained. 

\\ .  A  third  \iietho,l  wbudi  is  aiiplicable  to  wattiiour 
meters  and  indicating  watt  meters.  and  whieli  lias  been 
applied  to  an  indicalin.n  wall  meter  by  a  Cerman  instrument 
ci>mpany.  consists  esscnti.illy  of  nverla.y.uin--  the  potential 
element  of  the  meter,  ib.it  the  au-le  between  unity  power- 
factor  current,  flux  and  the  potential  lliix  will  be  DO  plus  an 
angle,  say  alpha  instead  of  '.iti.  This  overlagging  may  be 
accomplished  liy  inserliu-  an  external  reactor  in  the  poten- 
tial circuit  of  the  meter.  (U-  liy  using  tlie  compensating  coils 
of  the  commercial  type  of  meter,  sluuild  a  sufficient  amount 
he  ohtainal>le  for  cases  met  m  practice, 

.\ssuming  a  contract  power-factor  of  8.5  per  cent,  as  a 
basis  to  work  upon,  llic  ideal  meter  would  be  one  which 
would  indicate  85  per  cent,  of  kv.a.  for  all  values  of  power- 
factor.  To  approach  this  ideal  condition,  this  method  consists 
of  artificially  shifting  the  voltage  coil  current  so  that  the  in- 
dication will  he  a  certain  percentage  of  kv.a.  at  85  per  cent, 
power-factor,  and  so  that  the  registration  will  be  as  near  85 
per  cent,  of  kv.a.  as  possible,  at  the  actual  operating  power- 
factor. 

With  the  meter  compensated  to  read  a  certain  percentage 
of  kv.a.  at  85  per  cent,  power-factor,  the  voltage  vector 
will  be  turned  through  some  angle,  say  </>,  to  ef?ect  the  de- 
sired compensation;  then  the  readings  of  the  two  elements 
of  the  polyphase  meter  will  be  as  follows: 

W,=:VI  cos  (30°-|-(«— <^)) 

W.^VI  cos  (30°— («—</')) 
To  illustrate  the  equations  four  curves  have  been  plotted 
as  per  Plate  HI.  in  which  dif?erent  degrees  of  compensation 
have  been  chosen,  which  are  shown  in  the  table  below: 


iration.  so  that  it  should  not  be  used  unless  a  reduction  in 
price  per  kw.h.  for  energy  taken  at  leading  power  factors 
is  jusliliable.  .Also  an  inherent  drawback  of  the  compensated 
meter,  as  well  as  of  the  ordinary  meter,  is  that,  as  the  power- 
factor  decreases  the  rate  of  under-charge  decreases,  a  much 
less  desirable  arrangement  than  if  the  rate  of  undercharge 
decreased  only  when  power-factors  of  more  than  contract 
amount  were  obtained. 

Example. 

One  example  of  additional  revenue  to  the  central  station 
from  the  application  of  penalty  due  to  low  power-factor  may 
be  cited.  Power  is  sold  to  this  consumer  on  a  kilowatt-hour 
basis,  and  the  load  is  a  very  closely  balanced  one,  power- 
factor  being  determined  from  ratio  of  readings  of  two  single- 
jihase  watthour  meters. 

Month  Average  P.P.       Return  due  to  low  P.P. 

Jan.  82.f.'^^f  $109.68 


Curve. 

e  at  85% 

Reading  at 

Angle  of 

P.  F. 

85%  P.  F. 

Compensation 

A 

31°  48' 

85%  KVA 

0° 

B 

31°  48' 

100%^  " 

31°  48' 

C 

31°  48' 

90%  " 

6° 

D 

31°  48' 

95%  " 

13°  30' 

Feb. 
Mar. 
Apr. 
May 


79.5% 
78.5% 
83.1% 
78.5% 


260.16 
282.03 
91.54 

338.64 
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Conclusion. 

Summarizing,  it  may  again  be  emphasized  that  the  question 
of  consumers'  power  factor  is  of  vital  importance  to  central 
stations  in  these  days  of  increasing  loads  and  costs,  and  all 
available  means  of  bettering  conditions  should  be  rigorously 
investigated. 

We  have  seen    that,    among   others,  four  methods  are 


From  a  consideration  of  these  curves  it  will  be  seen  that 
with  a  70  per  cent,  power-factor  load,  and  with  a  meter  com- 
pensated to  read  95  per  cent.  kv.a.  at  85  per  cent  power-factor,  ■ 
shown  by  Curve  C,  Plate  III,  the  consumer  would  be 
charged  actually  85  per  cent  of  kv.a  .  and  for  variations  m 
power-factor  of  5  per  cent,  either  way,  the  meter  would 
register  sufficiently  accurate  for  all  material  purposes. 

Upon  examination  of  curve  B.  which  is  for  a  meter 
compensated  to  read  100  per  cent.  kv.a.  at  85  per  cent, 
power-factor,  it  is  seen  that  the  power-factor  may  vary  from 
70  per  cent,  to  95  per  cent,  without  a  result  in  error  greater 
than  3  per  cent,  in  volt-ampere  measurement.  Therefore,  on 
consumers  whose  power-factor  falls  between  these  limits,  it 
would  be  possible  to  install  a  meter  with  this  compensation 
taking  85  per  cent,  of  the  readings  as  amount  to  be  charged 
for.  assuming,  of  cour-f.  rontract  power-factor  to  be  of  this 
value. 

Plate  IV.  shows  curves  similar  to  those  of  Plate  III.,  but 
drawn  to  show  the  rate  of  overcharge  and  undercharge  at 
various  power-factors  for  the  different  compensations.  It 
should  be  noted  in  connection  with  this  type  of  meter  that 
for  leading  power-factor,  there  will  be  a  deduction  in  regis- 


60  TO  <5» 


Plate    IV.-A— CiiNc   |,.r   ArMnate   M.le  ■ 

B^Coni|.rn.alol   li.  read  100 /r  ^--V-A.  at  ^o,f  r.r. 

C-Con,i.ensate,l    lo   read     W/r  K.V  A.  at  85%  P .  1  . 

i)_Compensated  lo  read     ilS'/i  K.V, A.  at  ,>•,>',  P.l. 

available,  the  graphic  power  factor  meter  probably  being  of 
little  use,  and  may  be  rejected.  The  single-phase  meter 
method  is  cheap  and  simple,  but  assume  balanced  load,  and 
also  is  of  no  use  where  power  is  sold  on  a  maximum  demand 
basis. 

The  third  method  of  connecting  standard  wattmeters  oi 
watthour  meters  to  register  proportional  to  the  wattless 
component  would  seem  to  be  most  preferable  in  cases  ot  un- 
balanced load  of  widely  varying  factors,  both  for  power  sold 
on  a  maximum  demand  basis,  or  kilowatt  hour  basis. 

The  fourth  method,  the  compensated  meter,  is  applicable 
for  load,  the  power-factor  of  which  is  fairly  constant,  and 
has  the  advantage  of  reading  kilowatt-hours  at  contract 
power-factor  directly,  provided  the  meter  with  correct  com- 
pensation can  be  taken. 
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PHILUPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows.— 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  m.. 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor.  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  it..    Thickness  of  lead  sheath,  .15  in.    Overall  diameter. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


FOR  SALE 


K.lfitiK  l.iulx  I'liinl  in  kiuhI  lown,  divisional 
IKiinl  in  .\ll>crla,  cxoUisivc  fianoliisc,  roiuI  rales 
anil  SihmI  luail.  Reason  (or  selling,  owners  in- 
Ictcsirtl  in  oiluT  business.  llo\  7  Hi.  ICIeoti  ioal 
News,  Toronto.  1-  '•'! 


MOTORS  FOR  SALE 

1  T'.-  II  1".  I  r,.l-;..  .Motor,  r..'>0  volls,  i^liasc, 
•.''I'c.vclc.  with  compensator,  no  vollaRe  release, 
praciically  new. 

1  ;i  II. r..  t'.C'i.K.  Motor,  ."id  voll.  t!l>  cyele,  .! 
|il<ase.  new. 

I— 'j,    II. I'.  Swiss   Motor,   1111  voll,       |iliase.  (!() 

cycle.   sliRlitly   "si<l.   sliding  rails. 
1-1  li.p.  Westinsliouse  Motor,        volts,  U  phase, 

(ill  cycle,   wilii   bed  I'late. 
1     >'j    II. 1'.   Mi'lor.  ."I'lO  volt,   n.C.  slow  variable 

speed.  27ri-:C>ii  K.l'.M.,  with  starting  box  and 

rlieoslat   on  slate  slab. 
The  above  can  be  bought  right  by  users.  The 
usual  discount  will  be  given  jobbers. 

llox  ".">•■!.  Klectrical  News,  Toronto.  i:'.  1". 


FOR  SALE 


1— ISellis  &  .Morconi.  Ltd..  1-15  K\V.  Verlical 
(.'ompound  patent  sell-lubricaliiii!  steam  en- 
gine, ilirect  connected  to —  t-  i 

1— f-.eneral  Klectric  Co.,  l-td.  (London,  Kng.) 
direct  current  conipouncr  wound  C.enerator,  (idii 
amp.,  :J2tl  volts,  speed  4111  r.p.ni. 

and 

1— Bellis   &    Morcom,    Ltd.,   'Ala    KW.,  Vertical 

Compounil   patent    self-lubricating   engine,  di 

rect  connected   to — 
1— f.eneral  Kleetiic  Co.,  Ltd.,  direct  current  coni- 

poun<l  wound,  interpole  generator,  loOO  amp  . 

:;.">.)  volts,  speed  3")l>  r.p.m. 

Immediate  <lelivery. 

Montreal   Public  Service  Corporation, 
y'y-,  Montreal,  Oue. 


ij-:c-rRiCy\L  NEWS 
FOR  SALE 


July  1.  I'JlS 


;10  K\\  Motor  (.'.enerator,  .^ll  li.p.,  Llf)  eyc-lc,  .I.")!! 
voll,  ."  phase  motor,  L>;i(l-2.''>l)  voll,  D.C.  ('.en- 
erator, T'-'li  r.p.m. 

Mil. TON'  iS:  I'R1':XT1.'-'.S, 

Ticidiis    lirnik  Itnililiiiij;, 

i:;  ]:;  Turotitn.  ( 


Large  Transformers 
For  Sale 


.'5-  li;.")   K.\'..\.,  ^.L-^.t'.,  Single  Phase,  2.5  Cycle, 
I'.imary    Voll.me    2411(1(1.  1 21  Hid   V.  . 
.Secondary    \'nlia-e   24(1(1  IJIKI  Cdd  V. 
■With   tops   for   5'  v  ,    Id' v  ,   ITi'  ,  variation. 
First    Class    Condilinn.      Immediate  Shipment. 
.\lso  — 

:i    T.  P.S.T.  ;?dd  .Xni]!.,  25(100  Volt  .\utomatie  (3il 
S\\  itches. 

Toronto  &  York  Radial  Railway  Co. 


i:t-i:{ 


Toronto,  t.>nt. 


POSITIONS  VACANT 


Wanted — Experienced  man.  returned  soMici 
preferred,  to  act  as  iMeter  Reader  and  IiispLcioi. 
Apply,  stating  experience,  to  Smiths  Falls  llyilio 
Flectiic    System.  12-t.f. 


W.\NTED — Experienced  Gas  Producer  Oper- 
ators; those  with  Electrical  expeiience  preferred. 
Apply    l!ox  754,  Electrical   News,  Toronto.  i:'.-14 


PETRIE'S  LIST 

of  New  and  U«ed 

MOTORS 

FOR  IMMEDIATE  DELIVERY 

No.    LLP.  Phase  Cycle  Volts    Speed  Maker 


100 
7.5 


Id  :i 

15  8 

;5  3 

;5  f! 

5  ?. 
7'/3  .-! 

4  3 

y,  3 


25  550  7.50  Westg. 

25  5.50  75d  Westg. 

Cid  55d  .'^50  'Westg. 

25  5.50  720  Westg. 

(;0  2000  900  C.  G.  E. 

25  5.50  750  Westg. 

25  .5.50  7.50  C.  G.  E. 

25  550  720  Westg. 

25  550  1400  Excelsior 

1^5  550  140O  Excelsior 


30  to  60  DAYS'  DELIVERY 


35 
25 
10 


lyi  3 

3 


25 
25 
25 
25 


.550 
55(1 
550 
550 
550 
550 


7.50  C.  G.  E. 

750  C.  G.  E. 

750  C.  G.  E. 

7.50  Westg. 

750  C.  G.  E. 

750  Westg. 


Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 


Front  St.  West 


Toronto,  Ont. 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 
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CAN  SHIP  IMMEDIATELY 

2-  450  K.V.A.  25  Cy.  550  or  2200  Volt,  3  Ph.  125  R.P.M. 

West'g  Generators,  direct  connected  to  Mcintosh  & 
Seymour  Engines,  complete  units. 

1-300  K.V.A.  60  Cy.  2200  Volt,  3  Ph.  Generator  Dir.  con.  to  engine 

3-  100  K.V.A.  25  Cy.  S.P.  Transformers,  13200  to  6600/2200  Volt. 

LARGE  LIST,  MOTORS,  GENERATORS,  TRANSFORMERS-IMMEDIATE  DELIVERY 

WANTED    Large  and  Small  Capacity  Units  in  Motors,  Gen- 
erators, Transformers,  etc. 

Wire  or  write 


E.  A.  LOWRY 


GUELPH 


ONTARIO 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


8  PHASE,  60  CYCLE  MOTORS 
Qu.  H.P.  Make       Volts  Type  Speed 


5  2 

5  '.i 

2  3 

3  3 

6  3 
1  3 
3  3 
3  3 
6  5 
3  5 
1  5 
1  5 
9  5 
1  5 

53  7 


110 

110  KT 
110  I 
220  KT 
220  KT 
440  13 
220  KT 
220  KT 


,  220  KT 
,  220  KT 
.  .220  KT 
.  220  KT 
.  220 
.  220  KT 

220  Q 

550  d 

220  CCL 


1  'A  R&M  NEW 
1    'A  (j.E.  NEW. 

1    !/2  G.E  

5  1      G.E.  NEW 

1  1  G.E  

1  1     Fbks.  M.  .. 

1  2  G.E  

G.E.  NEW 

Wslgh.  New.  220  CS 
K&M  NEW.  220 

G.E  

(;.E.  NEW 

G.E  

G.E  

Cr.  Wh.  ... 
G.E.  NEW 
Cr.  Wh.  .. 
Cr.  Wh.  .. 
Wstgh.  .  . . 
Wstgli.    New  220  CS 
Wstgh.  New  220  CS 
G.E.  (motors 
only)    550 

1  7^^-15  Cr.  Wh.  220/440  865/1735 

2  7'A  G.E.  NEW  .  220  KT  ISfM) 

1  TA  G.E.  NEW   .220  KT 
6  TA  G.E.  (motors 

only)    550  KT 

2  7A  G.E.  NEW  .  220  KT 
2  10  (;.E.  NEW  .  220  KT 
4  10    G.E.  NEW  .  220  KT 

1  10    Wstgh   220  CCL 

1  10    Wstgh   220  CS 

1  10    Cr.  Wh.  with 

resistance 

type  starter  550  O  ISOO 

1  10    G.E   220  L  1200 

1  10  Robhins  &  M  220  K  1750 
1  15    C.  E   220  I  000 

1  15  Wsiyh   220 


1700 
1800 
ISOO 
ISOO 
1800 
1200 

900 
1800 
1130 
1150 
ISOO 
1200 

900 
1200 
1720 
1800 
1720 
1720 
1700 
1735 
1130 


1200 


1200 

ISOO 
900 
1800 
1200 
1700 
1150 


Qu.  H.P.     Make     Volts  Type  Speed 

2  15    G.E.  NEW  .  220  KT  000 

2  15    Fbks.  M.  220/440  KBV  1200 

2  20    Wstgh               220  CS  llO'l 

1  20    Fbks.  M            220  B  1200 

.50  20    Fbks.  M.  220/440  KP.V  1200 

19  25    Wagner.   220/440  BP  1120 

2  .30    Wagner  New  220  ■'-5(1 

1  :!5    G.E                 220  KT  GOO 

1  35  Triumph.  220/440  900 
1  40  Wagner 

NEW  .  220/440  BP  850 

1  40    Fbks.  M             220  900 

1  35    G.E.  NEW  .  220  M  900 

1  .S5    Westgb             220  1170 

1  40    Westgh.  New  220  CS  870 

1  50    Westgh            220  860 

1  50    Triumph  ....  220  720 

1  75    Westgh.  New  440.  CS  720 

1  100  Westgh            440  1200 

1  125  G.E                 220  L  600 

1  150  G.E.  NEW.  220  CW  695 

1  150  G.E.  NEW  .  220  M  580 


3  PHASE,  25  CYCLE  MOTORS 

7  2  5  Westgh.  ...  220  CCL  70! 
1    12/,  G.E.elev.lype- 

higb  torque  220  KTE 


1  55 


Allis-Ch 
Allis-Ch.  .. 

G.E  

Wstgh.    .  . 
Allis  Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control 

ler  

Wstgh. si. rg. 
30  cycles, 
complete. 
00 '45/30  G.E.  110 


220 
220 
44i,  K 
220  MW 


440 


440 


750 
750 
750 

r.^io 

695 


500 


86(J 

100/375/250 


GEORGE  SACHSENMAIER  &  CO. 

Office  and  Salesrooms:  141-43-45  N.  Third  Street. 
Warehouses:  928  30-32  N.  Third  Street, 

PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale ; 


A  lla,.dbook  on  the  Steam  Engine,  l-y  l'<^';"=»"  "''t.^^'  J'f 
Hslie.i  in  1014  by  Crosby,  Lockwood  &  Son.  0-^  pages, 
illustiated.     Price  $3.00. 

Company.    24S  pages,  illustrated.     Pnce  $2.00. 

in  ll»Ui.    •-'■2;{  pases,  illustrated.     Price  S-J.4I1. 

Baudot  Printing  Telegraplj  System,  by  H    W.  Pend.^  Pub; 
lislied  in  1913  by  Whittakcr  &  Company,    xtt  p<«b  . 
trated.     Price  ?1.00. 

,   c-     •       >'  K„  'iv.rell  Croft    Ist  edition  pubbshed  in 

'■''"^^^  ^'"^'.S^Graw^-Hin  Book^Co..'lns.  332  pages,  illus- 
trated.    Price  $2.50.  ,  ,.  ,  , 

tratcd.     Price  $3.00. 
Pi..ect  Current  Machinery.  T.^-ry  and  Ope-ti^.>],,°f^,\^/^^^' 
^Va^i^Hm'to^;  inc"    2:«5'paS!  inU\rate§.    Price  $2.50. 

pondence.    230  pages,  illustrated.     Pnce  $1.00. 

trated.    Price  $2.00. 

pages,  illustrated.     Price  $1.50. 

Co     318  pages,  illustrated.     Price  $2.00. 

416  pages,  illustrated.    Pnce  $3.00.  .  ,   ^  . 

illustrated.    Price  $3.00.  ^ 

"Electric  Traction."  a  treatise  on  the  application  of^  elect.^^ 

illustrations  and  five  f°W-Sj'f         _      ,,3,,^  i„  1912 

^•^^^.r  John 'Wile^  i  S^ons^-  tY  pace's     P He e^O  cents. 

by  John  vv>'ey  Carus-Wilson.  Published 

^'^1;°T/98''by"Lo'ngS"Gteer&   Company.     298  pages. 

-=vi£""  SofiftJi  ^fc^-  cz'-"; 

Illustrated.     Price  50  cents.  „     r>  i, 

illustrated.     Price  $3.00.  r>    t  tj- 

T^i^.„   .0   Make   High-Pressure  Transformers,   by   Professoi    I  . 
E   AiJstIn     Second  edition,  just  published.    48  pages,  illus- 


"Practica!  Electricity,"  by  Terrell  Croft.  First  edition  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustiated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft  First  edition, 
published  by  the  McGraw-Hill  Book  Co.    225  pages,  illus- 

ira'cd.      Price  $2.00. 

Principles  of  Direct  Current  Machines  by  Alexander  S.  Langs- 
dorf  M  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.    404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  R^lph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Pnce  $4.50. 

Principles  of  Electrical  Design-D.C  and  A.C.  Ge"=rators,  by 
Alfred  Still.  Published  in  1916  by  McGraw-Hill  Book  Co. 
365  pages,  illustrated.    Pnce  $3.00. 

Radiodynamics-The  Wireless  Control  °f  j°rpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner  ^"^1'^^^^.,'"^,;^^°  ^if^^s' 
Van    NostraiKl    Company.      206   pages.    112    illust,  alions. 

Price  $2.00. 

just  published  by  McGraw-Hill  Book  Co.,  Inc.    205  pages 
illustrated.    Price  $1.75. 

trated.     Price  $2.50. 

Standard  Wiring  1918  ^f.^'-^-^'.^f^^^^^'-B^  h"^  C.  Cusllint 
^r.*°L'e'Jth°er  ror.%'ocie?s"ir'^  Price  $1^.50  postpaid. 

Tj  PI, r,tc— Their  Design  and  Construction,  by  Henry 

^'"C  M^y^r'^  Clis^ied^y  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.    Price  50c. 

-"E  j^if  c'^rr  &^sS'-  29rss  T».'sa 

Price  $1.00. 

pages..   Price  $1.00. 
Telegraphy:^A  ?etailgi  Exposition  of  Uie  T<^^  System  of 

?,:ir"d':drL^.°"p?bthe;inV6  by  WhitUker  &  Company. 
985  pages,  630  illustrations.     Price  $2.00. 

504  pages.     Pnce  $1.00. 

F„^9S'■by  'D''*C%"..^Irf  C;n,p.W^     224  p.,«.  S5 
illustrations.     Price  $2.50. 
The  Electrical  Contra^on  PHnciple^  of  Cost-K^ing  and  Es- 
'MeG;a"^-Hm  Book  C^ompany'^'se  pages,  illustrated.  Pnce 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  WaUis^  Published  in 
1909  by  Whittaker  &  Company.    Pnce  $4.00. 
T  •  .  ^-         At     Tfc    Pvartire    and    Possibilities,    by  M. 

Price  $4.50. 

trated.     Price  $1.00. 
Treatise  on  Thermodynamics,  by  Dr^  Max  Planck.  Published 
in  1903.    272  pages.    Pnce  $1.00. 

Wray's  Manual  of  Car  Lighting.     P^t'l-f'^ed  i" /^^l  i^SO 
Publishing  Company.    340  pages,  illustrated.     Pnce  ?1.S0. 
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Give  It 
the 

Voltage 
Test 


Electric  Rupture  200-400  Volts 

per  1/1000  Thickness 


9> 

TJIGH  Electrical  resistance,  plus  its  tough  horn- 
like  non-breakable  composition,  practically 
indestructible,  that  will  withstand  jar,  j(dt,  vibration — 
rough  usage  of  every  kind,  makes  Spaulding  Hard 
Fibre  the  ideal  insulator  that  is  fast  replacing  porcelain 
and  hard  rubber. 

Made  in  sheets,  tubes,  rods,  washers  and  special  shapes; 
red,  black  and -grey  colors.     Send  for  samples 

J.  SPAULDING  &  SONS  CO. 

TONAWANDA,  N.Y. 
499   Broome   Street,  New  York  City. 
166  N.  Clinton  Street,  Chicago,  111. 


The 
EDEN 
Electric 
Washer 


Good  Profits  -Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


Made  in  Canada 

Reamers 
Drills 


TAPS 

Sold  on  Merit 

Cutters 
Dies 


Ask  for  our  new  catalogue  No.  8. 


Pratt  &  Whitney  Co.  of  Canada,  Limited 


Montreal 

723  Drummond  Bldg. 


DUNDAS,  ONTARIO 

Winnipeg 
1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 


54 


THE    ELECTRICAL  NEWS 


July  1, 


1918 


Mica  Insulation 

We  nuiiuifacture  everything,  including:— 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 


Raw  Mica  (cut  or  uncut) 


iroun 


dM 


ica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co, 

Bay  City,  Mich. 


i!^^  FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 

New  and  Used  Machinery 

MOTORS  GENERATORS 
TRANSFORMERS 

WRITE  US  WHAT  YOU  WANT  TO  BUY  OR  SELL 
Large  Stock  Carried 


Our  Service 

Not  only  promptness, 
attention  and  court- 
esy,— which  we  rend- 
er as  a  matter  of 
course, — but  a  thor- 
ough knowledge  of 
your  needs  in  ELEC- 
TRIC FIXTURES 
and  how  to  meet 
them. 


Representative — 

Toronto— J.  A.  McKay,  108  Grace  Street. 

Agents —  „ 

Montreal-Armour  Bros.-122  Board  of  Trade  Building 
Winnipeg— Reynolds  &  Co.— 406  Confederation  Life  Building. 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by  any  other  type  of  Conduit  made,  which 
recommends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  H  inch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 


Yi  inch  Socket  Toinis 
Puncluie  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 


Write  for  literature 


American  Conduit  Company 


East  Chicago,  Ind.,  U.S.A. 


140  Nassau  St.,  New  York  City 


Installing  a  Trunk  Line  Sub\ 
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Fixture  Catalogue 


Our  new  Catalogue 
contains  a  large  range 
of  Portables,  Fixtures, 
Brass  Fixture  Parts 
and  Supplies. 


Nerlich  &  Co.  -  Toronto  ^ 


WE  ARE 

in  a  position  to  know  tliat  whenever  you  buy  without  first  obtaining  our  prices,  you  risk 

GIVING  AWAY 

dollars  which  should  stay  in  your  pocket,  for  OUR  PRODUCTS  are  °f  the  RIGHT 
QUALITY  -  at  THE  RIGHT  PRICES  -  and  we  can  make  deliveries  to  suit  of 

Electric  Fixtures,  Parts,  Fittings 
and  Accessories, 

Our  New  and  Up-to-date  Showrooms  and  City  Sales  Office  at 

80  KING  STREET  WEST 

are  NOW  OPEN  FOR  BUSINESS,  and  we  extend  a  Cordial  Invitation  to  the 
Electrical  Trade  to  Visit  us  and  inspect  our  new  location. 

W.  H.  BANFIELD  &  SONS,  LTD.,  TORONTO,  CAN. 

LarKe.t  Manufacturer,  and  Jobber,  of  Electrical  Fixture  Parlsana  Fitting.  inCanada 

CUy  Sale.  Office:  80  Kin«  Street  W.  Adel.  104  General  Office  and  Factories  370-386  Pape  Ave. 
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Railway  &  Power  Engineering  Corporation,  Limited 


MONTREAL 

I'owoi  nidn.     I'd.  Main  5667 


Head  Office— TORONTO 


USED  EQUIPMENT 


Motors 


TORONTO 

Can.  Pac.  Ry.  Bldg.— Tel.  Adelaide  2675 


I 


3  PHASE— 25 

CYCLE 

3  PHASE- 

-60  CYCLE 

11.1". 

Make 

Tyi.f 

Volt 

R.P.M. 

No. 

H.P. 

Make 

Type 

Volt 

R.r.M. 

1 

12(10 

G.  E. 

J.I'. 

20SO 

250 

1 

1000 

West. 

H.F. 

2200 

360 

750 

West. 

220 

292 

1 

300 

G.  E. 

ATL 

2300 

225 

1 

275 

G.  E. 

Syn. 

CGOO 

275 

1 

300 

A.  C. 

ANY 

2200 

505 

.3 
1 

250 
500 

Burke 
West. 

Ind. 
C.S. 

660O,'220O 
2200 

514 
11. -|0 

Transformers 


25  CYCLE 

:!75  K.V..\..  1  pli.,  i;!2IIO/(;onO-440/220  G.  E. 
liiii  K.\\.\.,  1  ph.,  l:!2ll<l/<i<'><10-220ll  C.  K. 


60  CYCLE 

3—070  K.V.A.,  1  ph..  2:;iiii  (in -70-90-1 05  G.  E. 

12  -25(1  K.V..\.,  1  ph.,  0000/2.300  G..E. 

;;    l."n  KA'.A..  1  ph.,  2.300/70  Wagner. 


275  K.V.A., 
— 4(H>  K.V.A., 
—2.50  K.V.A., 
— IIMI  K.V.A., 

—  75  K.V.A., 

—  511  K.V.A. , 


ALTERNATING  CURRENT 


25  cycle,  tmO  voU, 

GO  cycle,  4.S0  volt, 

CO  cycle,  2300  volt, 

GO  cycle,  2200  volt, 

CO  cycle,  2300  volt, 

GO  cycle,  2200  volt, 


275  R.l'.M. 
COO  R.P.M. 
COO  R.P.M. 
900  R.P.M. 
27C  R.P.M. 
1200  R.P.M. 


Belted-Generators 


G.E.  coni])lete. 
G.E.  complete. 
Burke 

Ft.  Wagner. 
W.  E.  Co. 
Westinghouse. 


DIRECT  CURRENT 

1 — .30(1  Amp.,  0  volt,  D.C.  plating  generator,  complete. 

1 — 300  KW.,  1)11(1  volt,  100  R.P.M.  Westinghouse  Rly.  Generator  complete. 
1—500  KW.,  550  volt,  Type  M,  320  R.P.M.  Westinghouse  Generator. 
1 — 150  KW.,  550  volt.  Type  M,  575  R.P.M.  Westinghouse  Generator. 
1 — 1.50  KW.,  250  volt.  Type  M,  .320  R.P.M.  Westinghouse  Generator. 


Engine  Generator  Sets 


ALTERNATING  CURRENT 

1— j.50  KW.,  G.E.,  231,0  volt,  3  phase,  (jl)  cycle,  100  R.P.M.,  direct  con- 
nected to  Allis  cross  compound  Engine,  complete  with  Wheeler  con- 
dirnser  and  feed  water  liLaters. 

1  -i>:K)  KW.,  West.  Alternator,  2300  volt,  3  phase,  (iO  cycle,  direct  con- 
nected to  West,  cross  compound  Engine. - 

1 — 7>tl)  KW.  Eitto,  direct  connected  to  gas  Engine. 

1— .\lternator,  C.G.E.,  00  cycle,  type  T.T.I?.,  class  48-000-1501,  Form  E., 
volt  2,2IK»,  amp.  15S,  s|.ec.l  1.50,  direct  connected  to  a  Rice  &  Sargent 
Providence  Engineering  Works  18  in.  x  .30  in.  x  .32  in.,  horizontal 
cross  compoun<l  condensing  engine,  complete  with  condensers;  Wain- 
wright  horizontal  cojjper  inln  u  ati  i -heater ;  switchlioard,  i>iping  and 
valves.    Ask  for  further  infoi  niatinn. 

DIRECT  CURRENT 

1 —  .5.50  KW.,  COO  volt,  A.C'.l!.  (Jenerator,  direct  connected  to  a  Goldie  & 
McCulloch  cross  compound  Corliss  Engine,  complete. 

MOTOR  GENERATOR  SETS 

1  .'{(Kt  KW.,  G.E.,  125/2.50  volt,  7211  K.l'..\r.,  D.C.  Generator,  direct  con- 
nected to  one  4.50  II. P.,  3  phase,  40IM»/2:!IM)  volt,  CO  cycle,  Ind.  motor, 
complete  with  switchboard  eijiripment. 

I  150  G.E.,  12.5/2.50  volt,  900  R.P.M.,  D.C.  Generator,  direct  connected 
to  suitable  syn.  motor,  230<)  volt,  3  phase,  (iO  cycle,  complete  with 
switchboard  C(|uipnunt. 

2~  :V>  KW.,  125  volt.  West.,  1140  R.P.M.,  D.C.  Generator,  direct  con- 
nected to  one  3  phase,  C^t  cycle,  220/440  Ind.  motor. 

ROTARY  CONVERTERS 

2—  200  KW.,  3  phase,  25  cycle,  C!K)  volt,  D.C.,  primary,  1.3200/1180  volt. 
1—500  KW.,  5.50  volt,  D.C,  West.,  3  phase,  25  cycle,  with  3  suitable  S.P. 

Transformers,  132fK)  volt  P.  and  390  volt  S. 
4 — -VH)  KW.,  fiflf)  volt,  D.C,  Rotary  Converters,  3  phase,  25  cycle,  with 

suitable  transformers;  CC00/5S40  volt  P.,  430-28e-143  volt  S. 
1    :\ii(t  KW  ,  .575  volt,  D.C:.,  :'.70  volt,  A.C.,  (iOO  R.P.M.,  complete  willi 

ihree  ^H')'  K.V..\.,  W  cycle  transformers.  2200  volt  P.,  .370  volt  S. 


STEAM  TURBINES 
2 — 400  KW.,  West.,  3600  R.P.M.,  KM)  lb.  Steam,  23(.n;i  volt,  3  phase,  6:i 
cycle,  complete. 

1—1500  KW.,  G.E.,  Curtis,  3  phase,  CO  cycle,  23(H>  volt,  3(>00  R.P..M. 
Complete. 

1— SCO  KW.,  Allis-Chalmers,  2200  volt,  3  phase,  00  cycle,  3(iO(i  R.P.M. 
complete.  \ 

1 —  1000  KW.,  AUis-Chalmers,  GOO  volt.  3  phase,  GO  cycle,  comjilete  with 
condensers. 

HYDRO  ELECTRIC  UNITS 

2 —  Hydro  Electric  units,  each  consisting  of  one  1200  H.P.  double  bronze 
runner,  horizontal  cylindrical  Leffcll  Turbines,  complete  with  Govern- 
ors anil  Draft  Tnlu  -  Uiiiil  c<innected  to  oacli  of  these  units  are  two 
4.37  K  \'..\..  :;  pha-i\  li-i  Ic.  44ii0  volt.  300  R.P.M.",  G.E.  (Generators. 
EiHii|inient  is  cunii'ltli-  \Mtli  .Su  itchboard.  Oil  Switches,  Instrument 
Transformers,   etc.     Eipiipment   practically  new. 

1— Hydro  Electric  luiit,  1200  H.P..  as  above,  with  one  875  K.\'.-\.,  G.E. 
direct  connected  unit. 

PUMPS  AND  COMPRESSORS 
1 — 1,000  gal.   Underwriter  Fire  Pump. 
1 — 800  ft.,  30  lbs.,  Vertical  Air  Compressor. 
1 — GOO  ft.,  30  lbs.  Horizontal  Air  Compressor. 

1-  200  H.P.,  Worthington,  2  stage,  12-inch  Turliino  Pmnp.  rated  cap.icity 
4000  G.P.M.,  at  cCl  lbs.  pressure,  direct  connected  to  one  100  11. P.,  3 
pliasr,  (;o  cyile,  440  \..U,  575  R.P.M.,  Westinghouse  Induction  Motor. 
coni]>lcle  wilh  anl.]  siaiUr  and  no-voltage  release. 

1 — lltJO  ft.  Sullivan  two  stage  belt  driven  air  compressor  complete. 

1 —  lij.SC  ft.  Sullivan  two  stage  belt  driven  air  compressor,  complete. 

MISCELLANEOUS 

2 —  r.iglit  Freight  Car  Trucks,   sjilendid  condition. 

1 — 10-ton,  4  wheel  double  block  steam  locomotive,  construction  crane. 
1 — 50  H.P.  Foss  Gas  Engine,  speed  200  R.P.M.,  one  cylinder;  llywheel 
4  ft.  X  12  in.    Used  only  three  weeks. 


We  also  handle  a  full  line  of  Electric  Railway  Equipment  and  Supplies 

Our  stock  changes  daily  and  above  list  is  only  a  small  ]M-o])ortion  of  what  we  ha\  c.  Vov  further  par- 
■iculars  wire,  telephone,  or  write.  Let  us  solve  your  problems.  All  en,<;ineenno  service  without  ohlioation. 
W'e  advertise  and  sell  vour  released  equipment  without  cost  to  you. 
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MICABOND 

The  Standard  Mica  Insulation 


V  Rings 
Cloth 
Paper 
Washers 
Tubes 
Heater 
Plates 

Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator 
Segments 


THERE  is  a  special  Mica- 
bond  insulation  pre- 
pared for  every  electrical 
condition. 

Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B/P's 
or  samples  and  let 
us  figure  your  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,iInd. 

Address  Dept.  D, 


i 


^iiiiii^r^iiiiiia 


Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sale.  Offices  and  Branch  Warehouse!: 
501  Merchant.  Bank  Building.  MONTREAL 

592  Notre  Dame  Avenue  WINNIPEG 
No.thwestern   Engineerine   and  Supply   Co.,    Ltd..  CALGARY 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


Outdoor  Type 

Moloney 
Transformers 


furnished  complete, 
supplying  DELTA 
STAR  "S.  R.  E.", 
High  Speed,  Sphere 
Gap  Lightning  Ar- 
restors.  The  load 
fuse  is  unaffected  by 
lightning  discharge. 


IVIOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 

  Vft     _   1^  f  v^^^VXTf 


Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  Bldg.,  TorOUto 


Branch  Offices 

Montreal,  Halifax,  Winnipeg,  Vancouver 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarks  H.  mitcbell 
Pcrcival  H.  mitcbcll 

ConsultlB9  and  Sopervlslnt 
Cngiattrt 

ll>Jraullc.  Strain  anJ  KIcctrical  Power  I'luiits, 
InJviHtiiitl  and  ^!  iHiixipal  I'lrigiiierring. 

Frndert  Bank  Building,  Toronto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydiaiilic,  Electric. 
Reports,  Eslimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates.  Reports,  Designs,  Specifica- 
tions. Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gb» 

Plans,  Specifications.  Estimates, 
Te»t8.  Reports  and  Supervision. 
625    Coristine    Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Teit4,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plant* 

Telephone  Main  6737  6*J5  McGill  Bldg. 

Montreal,  P.Q. 


B  Sc.  .McGill.     A.  M.  Can.  Soc.  C  E. 

Clarence  Thomson 

(Ei.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGIHEER 
and  PATENT  ATTORNEY 

Tel  Main  6817        326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Excel.ior  Life  Bldg.  TORONTO 


Cliaries  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers 

Arbitrations.  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates :  A.  L.  Mudge,  A.  L.  Mieville 
Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus.  Wires,  Cables, 
Insulators,  Transmission  Toweis  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTdN,  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents.  Trade  Marks,  Designs, 
Copyrights  and  Infringements.  20  Years' Ex- 
perience in  Patents  and  Practical  Engineering 

Kent  Building,  TORONTO 
Yonge  and  Richmond  Sis., 


^  COPYRIGHTS  &jirm|j 


STANLEY  LIGHTF007 

BEG  O  PATENT  SOLICITOR  AND  ATTOKNEY 
LUMSDEN    BLDG.nVo"  GE  '  )  TORONTO. 


I  PROMPTLY  SECUREDi 

Electrical,   Mechanical   and   Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.  


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Physical 
Test*  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


fROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATENT  LITIGATION 


SEND  FOR  HAND  BOOK 

ATENTS 


PHONI 
MAIN 
26S2 

RIDOUT  &  MAYBEE 

59  Yonge  Street 
TORONTO       .       .       .  CANADA 


ESTABLISHED  1849 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  infornxa- 
tion  no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
OflSces  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N.B.; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed 
monton,  Alta. 

THOS.  C.  IRVING. 
Gen.  Man.  Western  Canada,  Toronto, 
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ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30  to  50  MORE  STRESS  than  the  Welded  Eye 
Delivery  from  Stock.  Plain  or  Hot  Galvanized.  Get  Our  Prices 

ACME  STAMPING  AND  TOOL  WORKS,  LIMITED,  """S" 


Safety  Panels  and  Switchboards 


For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 

220  King  Street  West 


TORONTO 


The  National  Board  of 
Fire  Underwriters  approve 


Allen  Sodering  Fluxes 

llic  only  nux  thai  won  llieir  ofiicial 


at  it 
since 

'93 


W 


aiiiiioval 

■'There's  a  reason"— a  dozen  reasons. 

AihI  America's  greatest  electrical  tcle- 
grapli  and  telephone  corporations 
give  it  emphatic  preference. 

Bissett  &  Webb 

126   Lombard  -  Winnipeg,  Man.,  Can. 


GALVANIZED  STEEL 

TOWERS  AND  POLES 

The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 

standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 

The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


Redmanol 

^^^^^^        "The  material  of  a  thousand  uses" 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


GO 
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ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Wesiinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse  llinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatheway  &  Knott,  Inc. 
loyncr.  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical   Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse  llinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell  Company.  Harvey 
National  Metal   Molding  Company 

AUTO  STARTERS 
Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric   Railway   Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago   Fuse   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground   Cable  Company  of  Can- 
ada.  Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Pringle,  R.  E.  T.,  .Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National   Metal  Molding  Company 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard   Underground   Cable   Company  of  Can- 
ada, T-imited. 
Steel  City  Electric  Company 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Canadian    Westinphouie  Company 


CAR  EQUIPMENT 
Ohio   Urass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 
Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal   Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 

Canadian  Crocker-Wheeler  'Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National   Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
.Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Pliillips   Electrical   Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 
CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 

National    Electric   Heating  Company 

Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Nortliern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 

Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian  General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott.  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  ><t  Knou,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  4S) 
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If  a  Brush 
Absolutely  Refuses 
To  Spark! 

is  that  not  a  very  good  reason  for  fitting  it  on 
your  motor  generators  and  commutators? 

wear  longer  because  they  are  frictionless  and  self- 
lubricating.  The  remarkable  economy  of  these 
brushes  will  appeal  to  you.  They  have  often  out- 
lasted the  ordinary  brushes  8  to  12  times  over. 

Write  for  our  latest  bulletin. 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


How  long  will  it 
stand  up? 


That  is  the  most 
important  quest- 
ion in  Transform- 
er selection.  You 
owe  it  to  your  customers  and 
yourself  to  investigate. 

It  is  QUALITY   that  makes 
them  externally  dependable. 

Send  for  Bulletin  96113 

of  Canada  Limited -Montreal 

.  '!i7  Arlplaide  St  W..  Toronto 

Power  Bldgr..  Montreal.  Adeiaiae  sc. 


such  as  on  the  circuit  that  provides  power  for  this  big 
battery  of  drills— the  cost  of  fusing  is  an  item  that  is  care- 
fully checked  up  on. 

ECONOMY  renewable  FUSES 

Cut  Annual  Fuse  Maintenance  Costs  80% 

Economy  Fuses  lead  in  accuracy.  That  is  the  chief  reason 
why  they  are  used  by  prominent  munitions  plants,  by  the 
U.  S.  Navy  and  others  who  must  consider  absolute  elec- 
trical safety  above  every- 
thing else  when  buying 
fuses.  Any  inexperienced 
hand  can  replace  the  Hnk 
and  renew  the  fuse  in  a 
jiffy.  And  that  80  per 
cent,  saving  is  not  to  be 
ignored.  ^^.-^^  ^^j.  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO. 
OF  CANADA,  LIMITED 

UNITY  BUILDING     -  MONTREAL 

Manufacturers  in  Canada  of  S  &  C  Hifth 
Potential  Fuses— to  160,000  Volts. 


An  inexpensive  little  '  Drop 
Out"  Renewal  Link  restores 
a  blown  Economy  Fuse  to  its 
original  effeciency. 
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FUSE  BOXES 
L'louse  Uiiuls  Company  oi  Canada,  Limited. 
Northern  Electric  Company 
Squaie  I>  Company 

GENERAT9RS 
Canadian  Ciocker  Wheeler  Company 
(.anadian  General   Electric  Company 
Canadian   Wesiingliouse  Company 
(.'anadian  N'ickeis,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Keiranti   Electrical   Company   of  Canada 
Lancasliiie  Dynamo  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  Fred 
Toronto   &   Hamilton   Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  (Condulets) 
Crouse  Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground  Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatlieway  &  Knott,  Inc. 
National   Electric   Heating  Company 
Northern  Electric  Company 
Spielmann   Agencies,  Registered 

HYDRAULIC  MACHINERY 
Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis  Chalmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada.  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney  Electric   Company  of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse-Hinds  Company  of  Canada.  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

llatlicway  &  Knott 

High  Efficiency  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

NorUiern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney   Electric  Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General   Electric  Company 

Northern  Electric  Company 

Ohio  Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros.1 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Enpneering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 
Calebaugh  Self- Lubricating  Carbon  Co. 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 
Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 
Ohio  Brass  Company 


i 


PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 

PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin    Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric  Porcelain  Company 
Ohio  Brass  Company 


POTHEADS  &  SLEEVES 

Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can 
ada,  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic  &  Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company,  Fred 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh  Electric  Company 

RODS 

International   Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin  Electric  Manufacturing  Company 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
National  Meta'   Molding  Company 
Northern  Electric  Company 

(Continued  on  Fare  64) 
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Safeguarding  the  Lamp 

LOSONDoes  It! 


From  Theft 
or  Breakage 


One  turn  of  the  key  and  the  lamp  can't 
come  out.  Loxon,  the  lamp  guard,  is 
popular  all  over  America.  It  sells  at  a 
single  price  at  a  single  glance. 


Many  other  electrical  specialties  which 
will  make  money  for  you.  Get  in  touch 
with  us.    Illustrated  price  lists  free. 


McGILL  MANUFACTURING  COMPANY,  Valparaiso,  Ind. 


660  Watt 
Brass  Sockets 


Vs"  and  Vs" 
Caps 

Key  and 
Keyless 


Approved 


Snap 
Cap 


No.  660 


Manufacturers 


The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -  MONTREAL,  QUE. 


THE 


MARK 


QUALITY 


ELECTRICAL 

PORCELAIN 

Special  porcelain  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split  knobs,  standard  knobs,  cleats,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U.S.A. 
Toronto,  Canada,  307-308  Tyrrell  Building 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British  Columbia  Cedar  Peles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
bolineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obligation 
from  our  nearest  office. 

The  Lindsley  Brothers  Company 

NELSON,  B.C. 

General  Sales  Office— 72  W.  Adam*  St..  Chicago.  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 
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SOI-DEKING  FLUXES 
Allen  Company,  L.  B. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
Nalional   Elcctiic   Healing  Company 

STANDARD  CELLS 
Weston  Electvical   Insuument  Company 

STORAGE  BATTERIES 
Canadian  C.encial  Klcctiic  Company 
Canadian   Hait   Accunuilator  Company 
Northern  Electric  Company 

STREET  LIGHTING  FIXTURES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse  Hinds  Company  of  Canada,  Limited. 
Joyner,   Limited,  A.   H.  Winter 
Nortliern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Weslingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Oevoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
llatlieway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
.N'orthcrn  Electric  Company 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Weslingliouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Oevoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
Banfiold  &  Sons,  W.  11. 

TAPE 

I'ackard  Electric  Company 
Northern  Electric  Company 
TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 
Northern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 
Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Kuhlnian  Electric  Company 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &   O'Hearn  . 
Thordarson  Electric  Manufacturing  Company 
Wagner   Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 
Canadian  Bridge  Company 

TROLLEY  GUARDS 
Ohio  Brass  Company  i 
TUBING 

Northern  Aluminum  Company  ^ 


TURBINES 

lioving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 
Gest,  Limited,  G.  M. 

Northern   Electric   Company  ,     t  .j 

Standard  Underground  Cable  Co.  of  Canada,  Ltd 

VACUUM  CLEANERS 

Houston  &  Company 
Onward  Manufacturing  Company 
Pringle,  R.  E.  T. 

VARNISHES 
Spielraann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 
Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 
Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Lt( 
Canada  Wire  &  Cable  Company 
U.  &  W.  Fuse  Company 
international   Nickel  Company 
Northern  Electric  Company 
Pliillips  Electrical  Works,  Ltd.,  Eugene  t 
Standard   Underground   Cable   Company  of  Cai 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


I 


A  National  Necessity 


1  ^ 


Large  Gear  broken  in  centre  and  .ucces.fully  welded 


The  urgent  necessity  for  the  highest 
efficiency  and  a  maximum  production 
have  forcibly  demonstrated  the  value 
of  the  Oxy-Acetylene  Process  for  all 
industrial  purposes  nivolving  the  join- 
ing of  metals  and  cutting  wrought  iron 
and  steel. 

As  a  means  of  conserving  valuable  ma- 
terial and  the  saving  of  Time.  Labor 
and  Money,  its  utilization  i.s  not  only 
a  question  of  efficiency  and  economy, 
but  under  existing  circumstances  is  the 
performance  of  a  National  Duty. 

L'AIR  LIQUIDE  SOCIETY 

Manufacturers  of  all  requisites  for  the 
Oxy-Acetylene  Process 

Toronto,      Montreal,      Winnipeg,  Halifax 


July  1. 
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Weld 
and  Win 

Electric  Arc  Welding  is  proving  a  vital 
factor  in  winning  the  war.  Startling  evi- 
dence of  this  is  accumulating  every  day. 

Lincoln 
Arc  Welders  i 

are  now  gixing-  the  Rock  Island  Lines  1400 
days  more  engine  service  per  year  hv  h;ist- 
enino-  their  engine  repairs.  They  say  that  a 
full  equipment  of  these  welders  will  be 
equal  to  the  purchase  of  23  new  engines. 
And  this  is  only  one  of  many  roads  using 
Lincoln  equipment. 

These  welders  are  saving  days  of  time  on 
vital  shi])  repairs  in  large  eastern  dry  docks. 

They  arc  increasing  and  speeding  up  the 
output  of  steel  castings  by  hllmg  with 
molten  steel,  blowholes,  shrinkage  cracks 
and  other  defects  that  would  scrap  5  to  10 
per  cent,  of  the  product.  Steel  castings  are 
al)solutely  essential  in  locomotives,  steam- 
ships, motor  trucks  and  most  of  all  in  the 
actual  fighting  equipment,  cannon,  machine 
guns,  rifles,  etc. 

Get  our  48  page  illustrated  book  on  welding 
and  see  what  this  wonderful  equipment  can 
do  in  the  industry  you-  are  interested  in. 
Write  on  your  business-  letterhead. 

.\sk  for  Catalog  104-D. 

The 

Lincoln  Electric  Co. 

of  Canada,  Limited 


Head  Office 
1 109  Temple  Building 

TORONTO 
Ontario 

Branch  Office 
MONTREAL 


Standard 
Underground  Cable  Co. 

of  Canada,  Limited 
General  Offices  and  Works 
Hamilton,  Ont. 


We  have  unexcelled  facili- 
ties for  meeting  your  re- 
quirements, however  large, 
of  the  following  products: 

Copper,  Brass,  Bronze  Wire 
Colonial  Copper  Clad  Wire 

Magnet  Wire 
Weatherproof  Wire 
Rubber  Insulated  Wire 
Varnished  Cambric  Cables 
Paper  Insulated,  Leaded  Cables 
Rubber  Insulated,  Leaded  Cables 
Steel  Tape  Armored  Cables 
Steel  Wire  Armored  Cables 
Cable  Terminals 
Cable  Junction  Boxes 
"Ozite"  Insulating  Compounds 
Miscellaneous  Cable  Accessor- 


If  you  are  in  the  market  for 
any  of  the  above  products 
it  will  be  to  your  advantage 
to  get  our  prices.  Write 
our  nearest  office. 


Montreal 
Toronto 


Hamilton 
Seattle 
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Westinghouse 

H  S  Induction  Motors 


Their  mechanical  and  electrical  parts 
are  designed  and  built  for  one  purpose, 
to  insure  the  user  continuous,  success- 
ful operation  at  a  minimum  main- 
tenance cost. 

Their  reliability  and  efficiency  have 
been  demonstrated  by  exhaustive 
tests. 

Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


Toronto       Montreal  Ottawa 


Halifax      Ft.  William     Winnipeg  Edmonton 


Calgary  Vancouver 


Traders  Bank      52  Victoria      Ahearn  &  Soper       105^Hollis      Cuthbertson  15|PorUge 


2U  McLeod      Grain  Exchange  Bank  of  Ottawa 


Bld2. 


Sq. 


Ltd. 


Block 


Bldg. 


Bldg. 


Bldg. 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
They  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  the  laminated  copper  contact.     All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any  frequency  on  multiple  circuit  or  D.C.  Senes  circuit. 

Write  for  complete  descriptive  particulars 

Electrical  Maintenance  &  Repairs 

Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


Phone 
Adelaide 
902-903 


Beach 
1723  1930 


JONES  &  GLASSCO 

(REG'D) 

ENGINEERS 
MONTREAL  AND  TORONTO 

Specialists  in 

POWER   TRANSMISSION  CHAINS 

CANADIAN  AGENTS  FOR 


"RENOLD" 

Patent  Silent  and  Bush  Roller  Chains 


"MORSE'' 

Rocker  Joint  Silent  Chains 


CHAIN  DRIVES  FROM  1/4  H.P.  TO  5000  H.P.  IN 
SUCCESSFUL  OPERATION 


Write  for  particulars  to 


Head  Office 


Branch  Office; 


ST.  NICHOLAS  BUILDING 

MONTREAL 


1204  TRADERS  BANK  BUILDING 

TORONTO 
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ELECTRIC  REPAIRS 


We  can  keep  you  running 
while  we  make  your  repairs 


I 


Fred  Thomson  Co.,  Limited 


7-13  ST.  GENEVIEVE  STREET 

MONTREAL 


IJIIIIIIIlllllllllllllllllllllllllllllllllllhllhllllllllllllllllllllllllllllllllllllllllllllinilllllHIl 

The  Essential  Details 

of 

G  &  W  DISTRIBUTION  BOXES 

are  very  carefully  perfected 

In  the  primary  box  illustrated,  switch  blade  ac- 
tion is  combined  with  bolted  contact  efficiency 
—  Unit  cable  potheads  with  ample  compound  space 

=       make  an  easy  installation  without  sacrifice  of  safe,  permanent  cable 

S  end  insulation.  11,1^1  a 

=  The  entire  box  is  lined  with  insulating  material— all  bolt  heads, 

=  etc    are  covered  and  different  polarities  are  thoroughly  barriered. 
=  in  the  secondary  box  double  U  clips  give  better  contact  alignment 

=  than  would  a  single  U  clip.  ,         .  . 

=  The  unit  cable  potheads  attach  at  an  angle,  gaining  roominess 

=  without  using  excessive  wall  space.  . 
=  The  line  of  this  material  is  complete,  ofifenng  constructions  suit- 

=  able  for  all  conditions. 

=  Let  us  quote  you  on  your  requirements 

I     G  &  W  ELECTRIC  SPECIALTY  CO. 


Primary  Box  for  2300  Volt  Use 


=      7440-52  So.  Chicago  Ave. 


CHICAGO,  U.S.A. 


A    H.  W-.ntcr  Joyner.  Ltd.,  100  Well.nston  St.  W.,  Toronto. 
A    H    Winter  Joyner.  Ltd.,  17  St.  John  Street,  MontreaJ 
Benu-R.chardson   Co.,   Ltd.,   692   Notre   Dame  Ave..  Winmpeg. 
General  Supplies,  Limited,  Calgary  and  Edmonton. 


Secondary  Box  for  Low  Tension  Use 


Vol.  AAV  11     INO.  14 
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FIXTURES 


Ready  for  Distribution 


CUTTER  INDUSTRIAL 

LIGHTING  EQUIPMENT 

is  doing  its  part  to  speed  up  pro- 
duction,    eliminate     waste  and 
spoilage,  prevent  accidents  and 
delays  and  make  it  safe  for  the 
men  who  are  helping  win  the 
war.     A   new   bulletin  de- 
scribing modern  industrial 
lighting     equipment  is 
ready  for  distribution. 

Write  Today 
for  Your 
Copy 


CUTTER  INDUSTRIAL  LIGHTING  EQUIPMENT  is  designed  for  scientific  illumination  of  the  in- 
teriors of  factories,  and  for  the  exterior  or  protective  lighting  of  industrial  plants  of  all  kinds.  If  you 
require  fixtures  for  Mazda  Lamps,  wiring  devices,  and  distributing  apparatus  for  an  efficient  and  up-to- 
date  wiring  installation,  consult  our  lighting  experts.  The  services  of  our  Engineering  Department  are 
at  your  disposal. 

GEORGE  CUTTER  COMPANY 


SOUTH  BEND,  INDIANA 


C  AN  ADIAN  DISTKIBUTOKS    C  nn:i(li;in  WeslinMluuise  Company.  I.iniittil .  N  ii  lturn  Kleclik  Coinpa 


U,nilr,l 


THE   ELECTRICAL  NEWS 


July  15,  lyiS 


0 

ll 

(c  1 

North (^r^  Etcctrfc 

Household  Utensils 

It  is  a  known  fact  that  electricity  has  done  more  than  anything 
else  towards  the  cstabUshment  of  efficiency  plus  economy  in  the  home. 

Here  are  a  few  of  our  Electric  Household  Heating  Appliances 
w  hicli  are  always  in  demand.  We  urge  Dealers  to  stock  a  moderate 
sujjply  of  these  high  grade  lines  because  our  Consumer  Announce- 
ments in  the  Daily  Papers  from  coast  to  coast,  will,  in  part,  feature 
these  Northern  Electric  Household  Appliances. 

ELECTRIC 
Coffee  Percolators 


Coffee  Percolator,  Pot  Style. 
Xo.  11793.  Holds  7  cups 
or  2}4  pints.  Finished  in 
nickel ;  comes  with  cord 
and  attachment  plug  com- 
plete. 


Pot  Style,  No.  11493.  Holds 
8  cups  or  three  pints;  fin- 
ished in  nickel ;  comes  with 
cord  and  attachment  plug 
complete. 


Urn  Style,  No.  12793.  Grace- 
ful and  ornamental.  Fin- 
ished in  nickel ;  holds  7 
cups  or  lYz  pints;  comes 
with  cord  and  attachment 
plug  complete. 


ELECTRIC 
Toasters,  Irons  and 
Chafing  Dishes 


.V.  ]•:.  jn.'JO  Toaster.  ^  Up- 
right open  Toaster,  finished 
in  nickel ;  comes  with  cord 
and  attachment  plug  com- 
plete. 

N'.  E.  15142.  Handsomely  de- 
signed Chafing  Dish.  Holds 
three  pints;  finished  in 
nickel ;  comes  complete 
with  cord  and  attachment 
plug. 


N.  E.  Xo.  2  Iron.  Nickel 
plated,  weight  6  pounds, 
complete  with  cord  and  at- 
tachment plug. 


Write  our  house  nearest  you  for 
further  particulars,  Uterature  and 
prices. 

We  ship  promptly. 


Norther  ft  Eke  trie  Compartf 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


^^^^^^^^^^ 
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Guarding  the  Grade  Crossings 
with  National  Trolley  Guard 
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The  picture  shows  a  grade  crossing  with  particularly  hazard- 
ous possibilities — but  it  is  protected  by  National  Trolley  Guard. 

National  Guard  is  a  conductor  in  the  form  of  an  inverted 
trough  of  open  wire  mesh.  If  the  trolley  wheel  leaves  the  wire 
the  Guard  catches  it  and  furnishes  current  to  carry  car  and 
passengers  safely  out  of  the  danger  zone. 

National  Guard  is  on  duty  at  hundreds  of  crossings.  After  a 
company  has  once  watched  the  first  installation  it  usually  pro- 
tects the  rest  of  its  crossings  with  National  Guard. 

"Guarding  the  Grade  Crossings"  is  a  new  booklet  which  des- 
cribes National  Guard  and  illustrates  various  installations.  If 
you  have  not  already  received  a  copy,  write  to-day. 

The  Ohio  Brass  Company,  Mansfield,  Ohio 

New  York      Philadelphia      Pittsburgh      Chicago      f.os  Angeles      San  Francisco 
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Specify  FLEXTUBE  on  your  orders 
to  your  jobber,  and  insist  that  t  LEX- 
TUBE  be  shipped.     It  will  save  you 
labor  costs,  material  costs  and  bother  of 
all  kinds. 


Write  for  Bulletin  No.  151  and  sample. 


National  Metal  Molding  G 

^  Manufacturers  of  ^"-^ 

Electrical  Conduits   &•  Fittings 
118  Fulton  Building.  PITTSBURGH, PA. 


Atlanta 
Boston 
Buffalo 

Chicago 

Buenos  Aires 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Head  Office, 

District  Sales 
Winnipeg 
Calgary 
London 


Dallas  Los  Angeles 

Denver  New  York 

Detroit  Philadelphia 
Portland  St. 
Havana 


Louis 
Manila 


Salt  Lake  City 
San  Francisco 
Seattle 

Paris 


TORONTO 
Offices: 


Edmonton 
Nelson 
Vancouver 
South  Porcupine 


Double  Compounding 


Double  Value 


F  10 
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&  ONLY  GOOD  GOODS  ARE  IMITATED 


Some  folks  have  tried  to  imitate  DURADUCT. 
In  doing  so  they  have  complimented  us,  for 

"Imitation  is  the  Sincerest  Flattery." 

But  the  original  in  this  case  is  hard  to 
imitate. 

It  is  always  best  to  get  the  best,  so  get  the 
original 


DURADUCT 


(Keg  Can.  F'aient  Offio 


OF  COURSE! 


Northern  Efectr/c  Com  pony 


Montreal 

Halifax 

Ottawa 


UMITED 

1 «.  ruiiio 
London 
Winnipeg 


DURADUCT 


Regina 
Calgary 
Vancouver 
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The  Excellence  of  the  Products  is  Establishing  the  Line! 

Write  Now  for  Warm  Weather  Sales 


pROl'TI"  ami  I'KI'Mli'.R  l-.lcctrical 
■'^^  Appliances  are  linkiHl  together, 
l^specially  during  warm  w'eather 
days.  For  now  is  the  time  that  the 
comfort  and  con\enience  of  elec- 
tricity appeal  most  '  strongly.  And  now 
is  the  time  to  oa^h  in  on  the  PREMIER 
advertising'  camiiaign. 

You'll  lind  rRl'Alli'.R  appliances  "all 
that  the  name  implies,"  all  that  we  claim 
for  them,  all  that  you  would  expect  from 
this  organization. 


They  are  built 
who  have  grown 
the    industry,  men 


by  men 
up  with 
who  are 


known  throughout  the  trade  for 
producing  appliances  of  merit,  for  fair 
dealing,  for  progressive  ideals. 

Few  trades  are  harder  to  break 
into  with  a  new  line  than  the  elec- 
trical appliance  field.  Yet,  PREMIER 
distribution  is  coming  faster  even  than 
we  had  hoped.  That's  because  PREMIER 
appliances  are  sturdier,  more  handsome  in 
design  and  finish,  better  value. 

Tliey  carry  a  guarantee  that  has  no  strings  or 
qualitications. 

Test  the  PREMIER  line  now— while  warm 
weather  is  stirring  sales.  Write  for  facts  and 
figures,  illustrated  folders. 

Superior  Electrics,  Limited,  Pembroke 


Brown    Fraser    Co.,  Ltd. 
Vancouver,  B.C. 
Distributors  for 
British  Columbia 


Merchants  Hardware 
Specialties,  Ltd. 
Calgary,  Alta. 
Distributors  for  Alberta 


PREMIER 

"All  That  the  Name  Implies" 

Electrical  Appliances 


Fixture  Catalogue 


Our  new  Catalogue 
contains  a  large  range 
of  Portables,  Fixtures, 
Brass  Fixture  Parts 
and  Supplies. 


Nerlich  & 


Company,  Toronto 
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Absorbs  the  Shock 


Our  special  C.  &  H.  Poly-Phase 
Meter  is  safe  because  it  is  fitted 
with  new  double  terminal  blocks 
that  absorb  the  shock  and  reduce 
the  danger  of  accident  resulting 
from  overloaded  wires  and  from 
surge  conditions  during  lightning 
storms. 


C&H  Poly.Phase 


The  Company's  guarantee  goes 
with  every  instrument.  The  new 
Poly-Phase  is  as  near  perfect  as  it 
is  possible  for  a  meter  to  be. 


This  meter  also  has  more  inside 
room  for  the  connections,  and  the 
three  or  four  lines  are  carried 
straight  through  the  meter  from  the 
left  to  right.  In  every  respect  this 
C.  &  H.  Poly-Phase  is  a  Safety 
Meter,  and  is  undoubtedly  the  one 
to  select  for  Installation  on  Long 
Distance  Transmission. 


The  Safety  Meter 


Get  Full  Information 
Write  the  Makers 


Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St.,  TORONTO  61  Albert  Street,  WINNIPEG 

340  University  Street,  MONTREAL 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing" Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


A  cc  i  d  e  n  ts  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire" machines, 
•minimum  incon- 
venience from 
such  breakdowns. 


750  K.V.A.  Alternator  direct  coupled  to  engine. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada,  Ltd. 

Montreal  107-109  Duke  St.,  Toronto 


s 
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Petrie,  H.  W   41 

Philips  Electrical  Works,  Eugene  F.  4- 
I'liiladelphia  Electric  Company,  Sup- 
ply Dept   It 

Power  Plant  Equipment  Companj-..  5) 

Pratt  &  Whitney  

Pringle,  R.  E.  T   61 

Railway    and    Power  Engineering 

Corporation  10-4: 

Redmonal  Chemical  Products  Co...  4 

Ridout  &  Maybee   5 

Robertson  Limited,  J.  M   5 

Robbins  &  Myers  Company    2 

Rose  &  O'Hearn   4 

Renfrew  Electric  Companj-   

Sachsenmaier  &  Co.,  George   4 

Sammett,  M.  A   5 

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan    l| 

Spaulding  &  Sons  Company,  J.  ... 

Spielmann  Agencies  Regd   o 

Square  D  Company   5 

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   4 

Steel  Company  of  Canada   1 

Superior  Electric  Company   

Tallman  Brass  and  Metal  Company  1 

Thompson,  Clarence   5 

Thompson,  Fred  &  Co  

Thompson-Levering  Company   A 

Thordarson  Manufacturing  Company  ." 

Toronto  and  Hamilton  Electric  Co..  ■! 
Tubular  Woven  Fabric  Company  ... 


Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Company... 
\A'hite  Electrical  Company,  T.  C... 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  In  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  tliorouglily  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
oi  such  an  instiument,  is  unusually  rugged.  It  is  a  separate  element  and  may  he  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  Ave. 


Electrical  Measuring  Instruments 


PHILADELPHIA,  PA. 
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A  GALVADUCT  Building 


GALVADUCT 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quahty. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 


corrosive  agents. 


If  your  jobber  cannot  supply 
you — write  us. 


Conduits  Company  Limited 


Toronto 


Montreal 


LORICATED 
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Railway  &  Power  Engineering  Corporation 

Limited  

MONTREAL  TORONTO 

p„^„  Bldg  Head  Office:    TORONTO  Can.  Pac.  Ry.  Bldg. 

Tel.  Main. Wt'  Adelaide  2675 

Railway,  Light  and  Power  Equipment 

We  Manufacture  in  Canada  the  following  Equipment: 

Railway  Motor  Armature  Coils  Trolley  Wheels 

Railway  Motor  Field  Coils  Trolley  Bases 

The  Eraser  Patent  Threadless  Pipe  Fitting 

This  fitting  is  a  new  device  and  saves  a  large  percentage  of  the  labor  cost  on  installation  of  any  pipe 
frame  work,  for  switchboards,  switch  and  bus  structures,  and  greatly  improves  their  appearance.  This 
device  is  also  ideal  for  Architectural  and  Marine  use  for  pipe  railings,  etc. 

WE  ALSO  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
Gar  Equipment  and  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

"Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods,  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

The  Trolley  Supply  Company 

CANTON,  OHIO 

Trolley  Retrievers,  Catchers,  Headlights  and  Street  Railway  Supplies. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

V/e  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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The  Needs  of  the  Empire 


NEVER  BEFORE  in  the  history  of  Canada  has  greater 
opportunity  been  offered  her  Sons  and  Daughters  to 
render  SERVICE  to  the  Empire; — and 

NEVER  BEFORE  have  the  needs  of  the  Empire 
demanded  as  high  a  standard  of  QUALITY  in  thought, 
deed  and  product  as  at  present. 

HOW  NOBLY  CANADA  has  responded  is  now  known 
around  the  World  and  history  will  record  it  for  the  future. 

THE  PRODUCTS  OF  OUR  MILLS  are  at  the  Fronts 
and  on  the  Seas,  in  the  Shipyards  and  Factories  and  in 
the  Fields,  faithfully  fulfilling  their  mission  of  reliable 
performance  wherever  the  Government's  War-Winning 
Programme  directs,  as  we  are,  and  have  been,  stripped  for 
action  since  the  first  call  to  arms. 

THE  NEEDS  OF  THE  EMPIRE  are  many  and  the 
War- Winning  Programme  changes  as  necessity  demands; 
but  it  matters  not,  the  needs  of  the  Empire  are  paramount 
and  must  be  supplied. 

THEREFOPvE,  if  in  these  trymg  times,  we  do  not  deliver 
promptly  to  you  such  of  the  products  of  our  Mills  or 
Blast  Furnaces  as  you  may  need,  console  yourself  with 
the  thought  that  through  us,  you  are  rendering  Service 
to  the  Empire  and  to  the  Cause  that  matters  most  for 
the  Liberty,  Justice  and  Freedom  of  the  World. 

THE 

STEEL  COMPANY 

OF 

CANADA 

LIMITED 

HAMILTON  MONTREAL 


4* 
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Piopcr  Oil 
Level 
Plainly 
Marked 


Look  Inside 


Shellac 
Insulated 
Secondary  Leads^ 


Connection 
Board  Under 
Oil -Static  r,. 
Discharges  Cannot )  P 
Start  Arcs  ' 


m      (  (Silicon' 
I      \Steel  Core_ 

5  Conlv  Two  Joints 

i  {Maqneiic  Circuity 
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iBiMtimHsii 


/^/t  Gasket 
keeps  Out 
Dust 
and  Moisture  I 


Varnished 
Cambric 
Insulation 
for  Prjmary 

Heads, 
No  Rubber 
\  Inside  Tank, 

Fool  Proof 
Connection 
do  ardrlmpossihle 
to  Short  Circuit 
Primary  Coils 


Varnished 
Cambric  Tubes] 
Insulate 
Coil  Leads^ 


■  Mica 

H    /  Insulation 
here 

Protects  PrimaryJ 


CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head   Office:   Toronto.     Sales   Offices:    Montreal,    Quebec,    Halifax,  Sydney,  Ottawa,  Cobalt.  South  Porcupine,  London.  Winnipeg.  Calgary. 

Edmonton,  Nelson  and  Vancouver. 
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No.  5400 

DEPENDABLE  PULL  CHAIN  SOCKET 


Approved  b\)  the  Inspection  Department  of  the 
Hydro  Electric  Power  Commission  oj  Ontario. 


ADVANTAGES: 


Oaick,  Positive  Break 

Equipped  with  Arc  Eliminator 

A  Ouility  Device  at  a  reasonable  price 

The  Socket  with  the  Switch  Mechanism 


1038  MOTOR  STARTING  SWITCH 

The  CR-1038  Switch  is  used  for  connfotinj^-  small  -\-C.  motors  directly  to  the  line,  and  is 
suitahlc  for  use  with  motors  u,)  to  and  including-  3  h.p.,  110  volt,^;  3  h.p.,  220,  volts;  3  h.  )..  4-10 
\()lts.  and  3  h.p.,  .350  volts. 


A  \mA^  opens  and  a  pull  closes 
this  .\.C.  Motor  starting-  switch. 
\'ou  can't  open  a  co\er  mde-.s  tlu- 
*>\vitch  is  o])en,  aiul  you  can't  closr 
the  switch  if  a  cover  is  ()j)en.  A 
new  type  of  ])rotecti\  e  ])lug-  guard- 
ing the  Motor  against  ox'erdoads 
gix-es  a  time-limit  feature  and  i:- 
rene..  (d  at  remarlsahK   low  cost. 


I     CANADIAN  GENERAL  ELECTRIC  CO. 

I  LIMITED  I 

B  Hinil    Otficc.    Toronto.      Sales    Offices:    Montreal,    Quebec,   Halifax,  Sydney,  Ottawa,  C'ol)alt,  Sonlli  I'orcuiiine,  l.oniloii.  Winripetf.  Calgary.  | 

g  Edmonton,  Nelson  and  Vancouver.  | 
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ARE  YOU  WASTING  POWER  through 
Inefficient  and  Antiquated  Turbines  ? 

Maximum   Efficiency  Assured  with 

"  SMITH" 
HYDRAULIC  TURBINES 

The  acLoinpniiyin^  illustration  sliows  a  horiz- 
ontal shaft  unit  of  2000  H  P.  capacity  under 
\-2   head.      Write  Dept.  "N"  for  Bulletin. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

II.  B.  Van  Every,  405  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

I-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us  for  them.    Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 


Type  W 


New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone  Bldg. 

ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore. 


Cliicago,    Monadnock  Block. 
Pittsburgh,    Park  Building. 
Minneapolis,  Metropolitan  Life  Bldg. 


ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30  to  50  MORE  STRESS  than  the  Welded  Eye 
Delivery  from  Stock.  Plain  or  Hot  Galvanized.  Get  Our  Prices 

ACME  STAMPING  AND  TOOL  WORKS,  LIMITED,  "i"?;!;?;?'* 


July  15,  1918 


THE   ELECTRICAL  NEWS 


15 


One  of  the 
many 

Marine 
Fixtures 

we  are 
now  making 


"KiUark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


Catalog  No.  2704 


The  right  fuse  for  every  make  of  car 
and  motor  cycle 
profitable  line  and  a  convenient  method 
of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG  COMPANY 

ST.  LOUIS,  Mo. 


STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.  PITTSBURGH.  Pa. 

Canadian  Sales  Agents 

HATHEWAY  &  KNOTT,  Inc. 


Electrical  Merchandise 


120  Liberty  Street,  NEW  YORK 


New  York  Headquarters  for  the  Canadian  Electrical  Trade 


rERRANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY— 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 


IP 
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WE  ARE 

in  a  pi>sit ion  to  know  that  whenever  yon  buy  without  first  obtaining  our  prices, you  risk 

GIVING  AWAY  J 

dollars  which  should  stay  in  your  pocket,  for  OUR  PRODUCTS  are  of  the  RIGHT 
QUALITY  —  at  THE  RIGHT  PRICES  —  and  we  can  make  deliveries  to  suit  of 

Electric  Fixtures,  Parts,  Fittings 

and  Accessories.  \ 

Our  New  and  Up-to-date  Showrooms  and  City  Sales  Office  at 

80  KING  STREET  WEST 

are  NOW  OPEN  FOR  BUSINESS,  and  we  extend  a  Cordial  Invitation  to  the 
Electrical  Trade  to  Visit  us  and  inspect  our  new  location. 

W.  H.  BANFIELD  &  SONS,  LTD.,  TORONTO,  CAN. 

Largest  Manufacturer,  and  Jobbers  of  Electrical  Fixture  Partsand  Fittings  in  Canada 

City  Sale.  Office:  80  King  Street  W.  Adel.  104  General  Office  and  Factorie.:  370-386  Pape  Ave. 


A  Portable  Lamp 

makes  a  most  appropriate 

Wedding  Gift 

We  carry  a  large  variety  in  stock  and 
can  make  prompt  deliveries. 


"THfiY'RE  DIFFERENT" 

Representative — 

Toronto— J.  A.  McKay,  108  Grace  Street. 

'^"'Montreal— Armour  Bros.— 122  Board  of  Trade  Building. 

Winnipeg— Reynolds  &  Co.— 406  Confederation  Life  Build. ng. 
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NO  CLAMPED  OR 
CEMENTED  FITTINGS 

Metal  Bushings,  Die-cast  on  Porcelain, 
Distribute  Stress  Uniformity 

Note    the    TRIPLE    protection— The  knurled 
surface  of  the  porcelain  to  prevent  rotation;  the 
grooves  to  prevent  sliding,  and  the  grips  of  the 
die-cast  metal  bushing  which  equalizes  all  irregu- 
larity of  the  porcelain. 


j5r/lTI0H 


"FRANKLIN" 

Bus  Bar  Supports 

Stronger  Mechanically  and  Stronger  Electrically 

For  safety  of  bus  structure  continuous  service — 
use  "FRANKLIN"  Bus  Bar  Supports.  They  have 
greater  cantilever  strength,  NO  f^ashover  points — 
they  hold  the  bus  bars  firmly. 

Send  for  Bulletin 

SELLING  AGENTS: 

THE  PHILADELPHIA  ELECTRIC 
COMPANY  SUPPLY  DEPT. 
132  South  Eleventh  Street 
Philadelphia 


Moloney  Service  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Made  in  Canada 

MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 
Bank  of  Hamilton  Bldg.,  TorOnto 


Branch  Offices 
Montreal,  Halifax,  Winnipeg,  Vancouver 
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Kraft  Cord  "Braiduct" 

Made  in  Canada  under  Canadian  Patent  No.  147,057  01 

This  cut  is  reproduced  from  an  actual  photograph,  and  illustrates  the 
.  behavior  of  the  material  in  this  rigid  test— perfect  flexibility.    We  cut  the 
ends  to  show  plainly  the  sunerior  construction — note  the  high  grade  Canvas 
Duck  Lining  and  the  KRAFT  CORD  winding.   This  KRAFT  CORD  is  made 
to  our  own  specifications  and  is  fire-proofed,  which  is  entirely  new. 

KRAFT  CORD  "BRAIDUCT"  is  in  a  class  by  itself— superior  to  any 
imported  conduit— is  absolutely  the  last  word  in  flexible  non-metallic  con- 
duit construction. 

We  are  now  making  our  own  insulating  compounds,  consequently  every 
lot  will  be  uniform  in  flexibility,  and  every  foot  is  fished  at  the  factory. 

KRAFT  CORD  "  BRAIDUCT  "  is  easy  to  instal— easy  to  cut—easy  to 
secure,  as  it  is  made  in  ovir  own  country,  and  easy  to  buy,  as  our  price  is  right 

KRAFT  CORD  "  BRAIDUCT"  is  regularly  inspected  and  labelled  l)y 
the  Underwriters'  Laboratory  under  the  direction  of  the  National  Board  of 
Fire  Underwriters  and  every  coil  carries  their  lal)el. 

We  will  he  glad  to  send  you  a  sample. 

The  Flexible  Conduit  Co. 

Limited 

Guelph        ^  Canada 
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HEMCO 


(TRADE  MARK) 


660 
Watts 


Tu-Lite 


250 
Volts 


A  Fixture  That  Increases 
Electric  Lighting 
Convenience 

Unique  tor  its  convenience,  strength,  safety,  compact- 
ness and  general  utility. 

Connections  can  never  be  broken.     They  are  solidly 
moulded  in  hard  insulating  material. 
Neat  in  design,  will  not  tarnish,  and  is  practically  un- 
breakable.    Can  be  used  under  a  shade. 
APPROVED  BY  HYDRO-ELECTRIC  POWER  COMMISSION 


We  are  now  prepared  to  make  immediate  deliveries  from  stock 
Write  today  for  further  information  on  this  big  sales  maker 


Hessco  Electric  Mfg.  Co. 

210  Adelaide  Street  West         -  Toronto 
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Electrical  Machinery  and  Repairs 


Armatures  Complete,     Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


Tenders 

A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


ERICO 
Featherweight  Portable  Welder 

The  Rheostat  shown  above  weighs  140  pounds,  and 
the  Welder  weighs  65  pounds.  The  outfit  installs  stan- 
dard ERICO  Rail  Bonds,  and  will  operate  on  voltages 
between  250  and  750. 

No  flame  or  arc  strikes  bond  or  rail. 

Write  for  prices. 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 

CLEVELAND 


$8.50  Retail 

Gives  a  better  profit  to  the  trade  than  any  fan 
we  know  of. 


Height,  8  inches 
Blade,    6  " 
Equipped  with  Cord  and  Plug 
Two  Speeds 
Guaranteed  for  the  Season 


Electric  Fan 


Get  Enuff  of  'em  this  time 

Advertised  in  the  Saturday  Evening  Post,  Ladies'  Home  Journal,  Cosmopolitan 

Magazine,  etc.,  etc. 

You  will  never  know  what  a  real  big  fan 
turnover  is  until  you  sell  the  Polar  Cub. 

This  shortened  season  means  Polar  Cub 
Sales.  The  public  won't  want  the  big  ones, 
perhaps-but  they  won't  hesitate  to  buy  the 
small  fellow.  They  have  seen  the  Gilbert 
ads.,  and  their  mind  is  .made  up. 

Send  your  order  in  by  wire  at  our  expense 

The  A.  C.  Gilbert-Menzies  Co.  Ltd. 

439  King  St.  W.  Toronto 

Canadian  Branch  of  A  C.  Gilbert  &  Co.,  New  Haven,  Conn. 
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Both  Appreciate  R&M  Quality  When  Selecting 
Motor-Driven  Household  Devices 


Whether  the  husband  or  wife 
makes  the  actual  purchase,  the 
dealer  is  sure  of  the  good  will 
of  both  when  he  sells  house- 
hold helps  which  are  equipped 
with  ROBBINS&  MYERS 
MOTORS. 

The  record  of  R  &  M  equip- 
ped devices  in  use  is  invariably 
a  record  of  efficient  reliable 
service. 

And  this  fact  is  generally 
known  to  men  and  women 
everywhere.  For  a  decade 
the  R&M  Motor  has  been 
advertised  consistently  to 
the  general  public  through 
the  leading  popular  maga- 


zines. R&M  Motor  Quality 
is  known  to  nearly  all  men 
and  women  who  are  prospec- 
tive purchasers  of  motors  or 
motor-equipped  devices. 

The  R&M  Motor  on  any 
device,  whether  for  home, 
office,  store  or  factory,  is  a 
known  product  which  speaks 
for  the  quality  and  reliability 
of  the  machine. 

Leading  electric  -  driven  de- 
vices of  all  kinds  can  be 
obtained  with  R&M 
Motor  Drive.  Dealers 
find  such  machines  easy, 
profitable  sellers. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,   Philadelphia.   Boston,   Buffalo,  Cleveland.  Cincinnati.  Chicago.  St.  Louis,  San  Francisco. 

CANADIAN  DISTRIBUTORS 

The  Century  Electric  Co.  Costello  &  Crowe  Dawson  &  Co..  Ltd.  La  Cie  Codere  &  Fils,  Inc.         Mechanics  Supply  Co.,  Ltd. 


Montreal  Ottawa  Moutreal  Sherbrooke 

Eastern  Electric  Co.        John  Starr.  Son  &  Co.,  Ltd.  Great  West  Electric  Co. 

St.  John  Halifax  Winnipeg 


Quebec 
Rogers   Electric   Co.,  Ltd. 
Toronto 


Uobbins  &  M^ers  Motors 
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HUGHES 

ELECTRIC 
WATER 
HEATERS 


Made  for  i  lo  or  220  volt  service.  Simple, 
Durable  and  Economical.  Built  on  lines  of 
best  Electrical  Construction.  Easy  to  install 
on  Domestic  Hot  Water  Systems.  Single  or 
three,  heat  control,  also  for  two  voltage  systems, 
two  heat. 


TYPES 

WATTS 

HEATS 

VOLTAGE 

S-5 

500 

S.H. 

110  or  220 

S-7 

750 

S.H. 

110  or  220 

S-1 

1000 

S.H. 

110  or  220 

S-13 

1000 

3  H 

110  or  220 

S-153 

1500 

3  H 

110  or  220 

S-152 

1500 

2  H 

110  ar  d  220 

S-23 

2000 

3  H 

110  or  220 

S-22 
S-33 

200a 

2  H 

110  and  220 

3000 

3  H 

110  or  220 

S-32 
S-4 

3000 

2  H 

110  and  220 

4000 

6  H 

110  or  220 

Hughes  Electric  Heating  Co. 

364  Richmond  St.  W. 

Toronto,       -  Ontario 
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of  the  use  of  the  arc  process  at  numerous  points  throughout 
the  country  were  forcibly  presented.  He  explained  the 
simple  working  of  this  prcess,  the  possibility  of  usmg  it  at 
ofif-peak  hours  without  loss  of  efficiency,  the  advantages  of 
establishing  comparatively  small  plants  at  numerous  favor- 
able locations  and  the  improvement  in  load-factor  which 
would  follow  to  the  central  station.  The  paper  also  points 
out  that  this  process  works  in  admirably  with  a  coke-oven 
plant  to  produce  ammonium  nitrate.  This  latter  suggestion 
may  well  prove  a  valuable  lead  to  Canadian  operators  who 
have  large  areas  of  coking  coal  at  their  disposal.  E.xtracts 
from  this  most  interesting  paper  appear  elsewhere  in  this 
issue. 
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Fixation  of  Nitrogen 
Off-peak  for  Smaller  Plants 

The  need  of  the  present  moment  is  explosives  and  of 
the  immediate  future,  in  Canada  at  least,  is  fertilizers.  For 
both  of  these  nitrogen,  in  one  form  or  another,  is  essential, 
which  seems  to  make  the  problem  of  the  fixation  of  this 
element  from  the  atmosphere  one  of  the  most  important 
both  present  and  future. 

There  are  different  methods  of  capturing  nitrogren 
from  the  air.  but  the  simplest  is  by  the  arc  process.  For 
this  process  a  considerable  amount  of  electric  power  is  re- 
quired and  the  cost  of  this  form  of  energy  has,  m  the  past, 
been  the  chief  obstacle  in  the  way  of  its  greater  use  in  this 
industrial  development.  However,  the  present  is  no  time 
to  consider  low  cost  as  a  first  essential.  The  main  thing 
would  seem  to  be  expediency  and,  for  this  reason,  it  would 
appear  that  the  fixation  of  nitrogen  by  the  arc  process  is 
not  receiving  the  amount  of  attention  it  deserves.  With  the 
uncertain  state  of  ocean  transportation  it  surely  is  not  wise 
to  depend  entirely  on  the  Chile  beds,  which  represent  the 
main  source  of  nitrates  to  the  Allies,  especially  when  there 
are  coal  and  water  resources  in  abundance  lying  idle  which 
could  be  readily  utilized,  to  say  nothing  of  spare  generating 
capacities  at  numerous  Canadian  points.  Why  not  utilize 
these  dormant  powers  to  the  discomfiture  of  the  enemy, 
both  (luring  and  after  the  war? 

\l  the  recent  convention  of  the  A.I.E.E..  held  in  At- 
lantic City.  Mr.  E.  K.  Scott  read  a  paper  on  "Electric 
Power  for  Nitrogen  Fixation,"  in  whicli  the  points  in  favor 


Public  Control  with 
Private  Operation 

It  is  understood  that  General  Manager  Kidd,  of  the 
British  Columbia  Electric  Railway  'Company,  which  sup- 
plies transportation,  light  and  power  to  Vancouver  and  vic- 
inity, is  making  an  offer  to  the  city  council  whereby  the  sys- 
tem shall  be  operated  at  cost,  the  company  merely  acting  in 
the  capacity  of  administrators— as  Mr.  Kidd  puts  it:  "The 
citizens  would  control  and  the  company  would  operate." 
The  idea  evidently  is  that  the  rates  would  be  placed  on  a 
floating  basis  as  is  done  in  one  or  two  cases  in  the  United 
States.  A  schedule  of  rates  is  arranged  which  are  tempor- 
arily on  trial.  If  at  the  end  of  a  pre-determined  period  there 
is  just  sufficient  to  cover  operating  expenses,  reasonable  in- 
terest on  investment,  depreciation  and  sinking  fund  charges, 
the  rates  stand  for  another  similar  period.  If  there  is  a  defi- 
cit the  rates  are  graded  upwards;  if  a  surplus,  the  grading  is 
downwards. 

Even  the  strongest  advocates  of  municipal  ownership 
should  see  much  in  favor  of  such  an  otifer  for.  in  effect,  the 
only  difference  between  that  and  municipal  ownership  in  its 
purest  form  is  that  in  one  case  the  company  receives  the 
interest  on  the  investment  for  distribution  to  the  bond  and 
shareholders,  while  in  the  other  it  is  paid  direct  to  the  Ijond- 
hoklers.  Further,  the  arrangement  of  public  control  and 
private  operation  is  a  combination  that  is  believed,  by  many 
students  of  the  subject,  to  be  the  best  solution  of  the  pre- 
sent situation— it  is  the  average  between  the  two  extremes. 
E.xcellent  as  the  theory  of  municipalities  owning  their  own 
utilities  may  be,  there  is  no  doubt  whatever  that  it  has  been 
a  fatal  policy  for  many  of  our  cities  and  towns  throughout 
Canada,-  who,  in  their  endi^avor  to  avoid  the  evil  of  uncon- 
trolled iirivate  ownership,  fell  into  the  trap  of  uncontroll- 
able municipal  ownership. 

There  is  evidence,  however,  that  all  over  Canada,  hav- 
ing now  had  experience  with  both  evils,  we  are  sitting  back 
and  taking  a  survey  of  the  whole  situation  with  a  view  to 
ef?ecting  a  compromise  that  will  incdude  as  many  as  pos- 
sible of  the  good  points  and  as  few  as  possililc  of  the  bad 
points  of  the  two  tried  systems.  Mr.  Kidd's  offer  to  the 
\'ancouver  municipality  seems  to  be  coming  pretty  near  the 
mark . 


Electric  Truck  Operating  Costs  Data 

In  selecting  transportation  equipment,  sentiment,  likes 
and  dislikes,  fancied  or  otherwise,  should  play  a  very  small, 
if  any,  part.  Transportation  engineering — for  transportation 
is  an  engineering  problem,  and  should  be  approached  like 
any  other  science— should  be  applied,  particularly  if  most 
economical  and  elTicient  results  are  to  be  realized. 

In  the  final  analysis,  the  real  test  of  a  truck's  value  is  its 
service  record  for  a  period  of  time  sufficiently  long  to  meet 
l)oth  good  and  bad  conditions.    A  single,  one-day  demon- 


Till-:    1'  Ll'.CTRlCAJ.  NKWS 


July  l.j,  1918 


stration  iiiuler  iilcal  loiiilitious  is  not  IhikuI  cnmiuli  It 
slunilil  take  at  least  a  inonili  nl'  slo.ulx  work  to  provi-  llic 
.uUHhI  inialitics  of  a  ti'iii'U.  aiiil  lirm^  out  all  its  weak  i)()itits, 
if  any. 

I*"olli>\vinn:  is  a  rei'oiil  of  a  oM)  lb.  oU'ctric  liiu-k  used  in 


orilinary  city  ilcliveries  foi  tliiit\  workiiij^  days.  Compare 
witli  horse-draw  II  and  .yasolinc  tnu  k  costs  to  fully  appreciate 
its  true  value: 

Days  operated   3(1 

Miles  traveled   1U0.5 

Kilowatt  hours  used   :il'.).5 

Number  of  miles  per  kilowatt  hour   3.57 

Greatest  current  coiisiiiiiption  for  1  day  ...   ..  kw.li.  13. 

Smallest  current  consumption  for  I  day  kw.h.  10. 

Average  current  consmnptioii  for  1  day  kw.h.  10.65 

Shortest  run  miles      3.!. 5 

Longest  run  miles  46.5 

.\verage  run  miles  38.01 

Greatest  merchandise  load  (overload  of  750  Ihs.)  Ihs.  1,500 

Smallest  merchandise  load  lbs.  500 

.Vverage  merchandise  load  (overload  of  250  His.)  lbs.  1,000 

Current  cost  per  car  mile  at  :'c  per  kw.h   $.()0H 

Current  cost  per  car  mile  at  4c  per  kw.h  Oil 

Current  cost  per  car  mile  at  5c  per  kw.h  014 

Maintenance  (maximum  estimate)  including  repairs 
and  renewal  of  all  mechanical  and  electrical  parCs, 
including  tires,  battery,  and  painting  of  wagon 
should  not  exceed,  per  car  mile   .04 


Power  Situation  in  Great  Britain  to  be  Under 
Control  of  Five  Commissioners 

Troublesome  as  the  power  situation  has  been  at  certain 
points  in  Canada  it  is  easily  understood  that  in  the  British 
Isles,  where  the  demand  has  been  so  much  greater  and 
more  insistent  and  where,  besides,  there  are  few  large  water- 
powers,  the  need  for  conservation  has  been  much  greater. 
Conditions  governing  operation  are  different,  too,  in  Eng- 
land, in  that  there  are  very  few  long-distance  transmission 
lines,  each  small  centre  operating  its  own  plant  by  coal, 
and  as  the  result  of  this  absence  of  interconnection,  it  is 
not  possible  to  utilize  excess  power  which  may  be  lying  idle 
in  one  tow-n  for  manufacturing  purposes  in  another  town. 
Also,  as  often  happens  with  old  steam  plants,  no  doubt  just 
as  it  is  in  Canada,  the  efificiencies  become  very  low  and  much 
more  coal  is  consumed  than  should  be  allowed. 

In  order  that  a  careful  study  may  be  made  of  the 
power  situation  in  England  and  some  constructive  recom- 
mendations based  upon  the  results  of  these  studies  ofTered 
in  solution,  the  British  Board  of  Trade  recently  appointed 
an  Electric  Power  Supply  Committee  "to  consider  and  re- 
port what  steps  should  be  taken,  whether  by  legislation  or 
otherwise,  to  insure  that  there  shall  be  an  adequate  and  eco- 
nomical supply  of  electric  power  for  all  classes  of  consum- 
ers in  the  United  Kingdom,  particularly  industries  which 
depend  upon  a  cheap  supply  of  power  for  their  develop- 
ment." Representative  associations  throughout  the  country 
were  invited  to  give  evidence  and  the  Committee  has  now 
brought  in  a  recommendation  that  five  electrical  commis- 
sioners should  be  given  complete  control,  one  commissioner 
to  each  of  five  districts,  and  that  the  existing  system  under 
which  electricity  is  separately  generated  for  small  areas 
should  be  abolished,  utilizing  larger  units  from  which  the 
various  municipalities  should  buy  their  power.  Briefly,  the 
recommendations  may  be  summarized  as  follows: 

■fa)  That  a  new  bcjdy,  to  be  called  the  Electricity  Com- 
missioners, should  be  set  up,  to  whom  should  be  transferred 
the  existing  powers  of  the  Board  of  Trade,  Local  Govern- 
ment Board,  local  Government  Board  for  Ireland,  and  Scot- 


tish (  )rru'e,  relating  to  the  supply  of  electricity,  and  to  whom 
large  additional  powers  should  be  given  for  regulating  and 
encouraging  the  generation  and  distribution  of  electricity. 

(b)  That  the  Electricity  Commissioners  should,  subject 
to  an  appeal  to  Parliament  in  certain  cases,  have  general 
control  over  the  generation  and  distribution  of  electricity 
in  the  United  Kingdom. 

(c)  That  the  existing  system  under  which  electricity  is 
separately  generated  for  small  areas  should  be  abolished. 

(d)  That  the  Electricity  Commissioners  should;  after 
local  inquiries,  divide  the  United  Kingdom  into  districts  tech- 
nically suitable  for  the  economical  generation  and  distribu- 
tion of  electricity. 

(e)  That  in  each  electrical  district  a  District  Electricity 
Board  should  he  set  up  which  should  purchase  all  generat- 
ing stations  of  authorized  distributors,  whether  local  auth- 
orities, companies,  or  power  companies. 

(f)  That  the  District  Electricity  Board  should  be  re- 
sponsible, by  themselves  or  their  lessees,  for  the  future 
generation  of  electricity  in  their  district  and  for  the  estab- 
lishment of  new  generating  stations  and  proper  systems  for 
the  main  transmission  of  electricity  in  their  district. 

(g)  That  existing  electrical  undertakers  should,  if  they 
so  desire,  retain  their  power  of  distributing  electricity  with- 
in their  local  areas,  but  should  purchase  electricity  in  bulk 
from  the  District  Electricity  Boards  or  their  lessees, 
due  provisions  being  made  for  controlling  the  profits  of 
of  distributors  so  as  to  ensure  a  cheap  supply  of  electricity 
to  consumers. 

(h)  That  District  Electricity  Boards  should  make  no 
divisible  profits. 

(i)  That  District  Electricity  Boards  should  be  financed, 
in  whole  or  in  part,  by  funds  raised  with  government  assist- 
ance, except  where  it  is  shown  to  be  desirable  and  practic- 
able to  finance  the  boards  locally. 

(j)  That  largely  extended  powers  should  be  granted 
for,  inter  alia:  (a)  The  use  of  overhead  wires:  (b)  way- 
leaves;  (c)  acquisition  of  water  rights. 


Daylight  Saving  in  Canada  Has  Not 
Had  Revolutionary  Effects 

Central  stations  everywhere  in  Canada  viewed  with 
some  trepidation  the  introduction  of  t  he  daylight-saving 
scheme.  Being  an  entirely  new  departure  here  they  were 
unable  to  form  any  reasonable  judgment  as  to  its  probable 
ef¥ect  on  the  load  factor  or  the  revenue.  However,  we  have 
now  had  an  experience  covering  over  two  months  and,  for 
the  most  part,  we  can  say  that  nothing  very  much  out  of  the 
ordinary  has  happened.  Recently,  with  a  view  to  gathering 
the  results  of  experiences  to  date,  we  addressed  enquiries 
to  a  number  of  the  prominent  private  and  municipal  oper- 
ating organizations  asking  what  noticeable  effect  the  change 
had  made  on  their  load  factor.  From  a  large  list  of  replies 
it  would  appear  that  no  very  great  loss  in  revenue  has  been 
sustained  nor  is  there,  in  general,  any  appreciable  change 
in  the  load  curves.  Perhaps  under  normal  conditions  the 
efTect  would  have  been  more  evident,  but  owing  to  war  busi- 
ness, the  load  in  the  majority  of  cases  has  not  only  beeft 
greatly  increased,  but  also  has  entirely  changed  in  its  char- 
acteristics so  that  it  is  impossible  to  compare,  say,  June  of 
TJ18  with  the  corresponding  month  in  1917 — about  the  on\f 
reasonable  basis  of  comparison.  The  replies.  Iiowever,  arc 
interesting  from  an  operating  standpoint,  and  we  quote  sii 
number  of  extracts  from  the  letters  received: 

1.  We  cannot  trace  any  great  change  in  our  load  curves. 
On  the  other  hand,  we  certainly  ntUice  it  on  our  financial 
statement.  It  is  my  opinion  that  daylight  saving  will  aft'ecti 
the  lighting-revenue  from  15  per  cent,  to  20  per  cent,,  and  we 
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will  need  to  sell  lots  of  irons  and  apparatus  to  coax  the  elu- 
sive dollar. 

2.  'On  account  of  the  short  time  during  which  daylight- 
saving  has  been  in  operation,  it  has  not  yet  been  possible 
to  analyse  the  effect  of  this  change  of  time. 

:i.  In  so  far  as  our  plant  is  concerned  it  is  somewhat  dif- 
ficult to  determine  with  a  fair  degree  'of  accuracy  to  what 
extent  daylight  saving  reduces  the  load  factor. 

In  the  first  place,  it  is  ditficuU  to  make  a  comparison  of 
our  load  curves  of  last  month  with  those  of  the  same  month 
a  year  ago  as  the  load  conditions  have  undergone  value.  A 
comparison  of  the  curves  for  the  first  month  that  daylight 
saving  was  in  force  with  those  of  the  month  previous  is 
also  of  little  value,  because  the  change  in  load  conditions 
at  that  period  of  the  year  are  so  rapid  that  little  information 
would  result  from  this  comparison.  However,  we  find  by 
taking  the  totality  of  kw .  hours  supplied  for  lighlmg  pur- 
poses for  February  and  March  that  they  are  practically  the 
same  as  the  kw .  hours  supplied  for  the  same  months  a  year 
ago  On  making  the  same  comparison  for  May  we  find  a 
reduction  of  approximately  33  p^r  cent.  This  32  per  cent., 
I  believe,  represents  approximately  the  effect  of  daylight 
saving  on  the  current  supplied  for  lighting  purposes. 

4.  Our  lighting  load  and  any  load  that  would  be  af- 
fected by  daylight  saving  is  so  small  in  comparison  to  our 
other  load  that  daylight  saving  has  no  affect  on  the  load 
factor  of  our  station. 

5  We  are  unable  to  supply  this  information  with  any 
degree  of  accuracy  owing  to  the  fact  tlmt  while  our  lighting 
load  shows  a  falling  off  this  is  more  than  offset  by  the  gam 
in  power  sales,  so  that  there  is  but  a  very  slight  change  m 
our  load  factor.  It  is  also  a  difficult  matter  to  make  com- 
parisons from  revenue  because  our  rates  for  electric  light 
and  power  now  in  force  are  cnsiderably  lower  than  the 
rates  prevailing  during  the  corres]). .nding  period  last  year. 

6.  The  "daylight-saving"  is  noticed  very  little  in  our 
plant.  The  reason  for  such  would  be  that  the  streets  are 
lighted  by  natural  gas,  all  the  houses  are  piped  for  natural 
gas  and  have  been  for  years  before  the  electric  light  plant 
was  installed.  With  natural  gas  at  15c  per  1,000  cubic  feet, 
and  electricity  at  Gc  per  kw.h.,  long  hours  of  daylight  m 
Western  Canada,  puts  us  in  a  pnsilion  that  the  extra 
lighting  load  could  scarcely  be  read  at  our  switch  board. 

'  7.  It  is  a  very  difficult  matter  for  us  at  the  present  time 
to  determine  what  the  effect  on  the  load  factor  has  been, 
owing  to  the  abnormal  demand  for  power  for  munition  pur- 
poses. We  are  looking  over  our  station  records  endeavor- 
ing to  segregate  the  purely  residential  districts  from  the 
others,  with  a  view  to  obtaining  the  load  fa-tor  on  these 
circuits  before  and  after  the  new  bill  came  into  operation. 

If  the  information  thus  obtained  furnishes  any  data  of 
interest  we  will  be  pleased  to  forward  it  to  you,  but,  as 
stated  above,  we  arc  unable  to  determine  what  effect  the 
new  hill  has  had  on  the  load  factor  of  the  total  system,  due 
to  the  increase  at  the  present  season  in  the  demand  for 
power  for  munition  purposes. 

8.  We  are  unable  to  find  that  it  has  had  any  effect  what- 
ever upon  our  load  factor. 

<).  We  are  not  in  a  position  to  compare  our  load  curves 
as  to  effect  of  "daylight-saving,"  owing  to  the  variation  on 
power  load. 

10.  On  acount  of  the  load  being  so  much  under  control, 
due  to  the  shortage  of  power,  our  charts  do  not  show  the 
saving  due  to  the  change  in  the  clocks. 

11.  We  have  pleasure  in  enclosing  typical  lighting  curve, 
which  we  believe  will  give  you  the  information  you  require 
for  your  article.  As  noted  on  the  curve,  the  li,ghting  load 
increased  10.5  per  cent.,  but  the  peak  is  reduced  8..'!  per 
cent.,  which  demonstrates  the  effect  of  "daylight  saving". 


13.  Our  load  is  largely  a  power  one  and  as  yet  we  can 
notice  very  little  difference.  In  fact  we  are  all  very  much 
pleased  with  the  "Daylight  Saving"  and  would  like  to  see 
it  carried  right  through  the  year.  We  believe  in  the  fall  of 
the  year  it  would  reduce,  if  not  wipe  out  altogethei  ,  the 
severe  overlap  of  light  and  power  between  5  and  6  p.m.  II 
we  could  be  relieved  of  this  overlap  we  think  that  it  would 
more  than  compensate  us  for  any  reduction  in  the  demand 
for  light. 


What  Will  Become  of  Canada's  So-called  In- 
dustrial "Prosperity"  When  the  Orders 
for  War  Materials  Stop  Coming? 

It  has  been  said  that  Canada's  industrial  condition  to- 
day is  better  described  as  "active"  than  as  "prosperous." 
That  is  to  say,  a  business  which  is  more  or  less  temporary, 
as  this  war  business  must  be,  does  not  represent  a  real  sta- 
bility and  prosperity  as  we  interpret  this  term  in  normal 
times.  This  condition  may  last  five  years  or  it  may  only 
last  as  many  months  and  it  is  nothing  more  than  common, 
everyday  horse-sense  to  ask  ourselves  what  will  happen,  in- 
dustrially, when  the  war  is  over. 

Statistics  show  that  Canadian  exports  in  1917  exceeded 
those  in  19i:!,  the  last  year  before  the  war,  by  something 
over  one  billion  dollars.  This  was  made  up  roughly  of  40 
per  cent,  agricultural  and  60  per  cent,  manufactured  pro- 
ducts. It  may  reasonably  be  argued  that  the  40  per  cent,  of 
agricultural  export  will  still  be  required  after  the  war.  and 
much  more,  but  the  same  is  not  true- of  the  60  per  cent, 
made  up  of  manufacturers.  It  is  plainly  an  urgent  question 
then  as  to  how  our  manufacturers  are  going  to  weather  the 
inevitable  slump.  There  will  be  ample  labor,  ample  raw 
material  and,  to  all  appearances,  ample  capit.il,  but  where 
will  the  orders  come  from? 

Our  captains  of  industry  are  not  indifferent  to  these 
conditions  and  have  a  worthy  leader  in  Senator  Frederic 
Nicholls,  president  and  managing  director  of  the  Canadian 
General  Electric  Company,  who  has  repeatedly  raised  his 
voice  in  warning  during  the  past  two  years  that  we  must 
be  prepared  for  the  future.  Senator  Nicholls  has  champion- 
ed the  cause  of  the  manufacturers  in  the  Canadian  Senate 
where  it  is  safe  to  say  his  forceful  and  unanswerable  argu- 
ments on  international  trade  questions  have  made  him  the 
outstanding  figure  of  the  past  two  sessions.  Nor  has  he  been 
satisfied  to  rest  the  matter  there.  Before  meetings  of  the 
Manufacturers'  Association  and  in  the  financial  and  technical 
press  he  has  advanced  telling  arguments  in  favor  of  a  defi- 
nite, thoroughly  organized  plan  of  co-operation  between  the 
manufacturers  and  the  government,  to  the  end  that  the  ex- 
port trade  of  the  Dominion  may  not  suffer  with  the  cessation 
of  war  orders. 

Senator  Nicholls  makes  a  strong  point  when  he  calls  at- 
tention to  the  recognized  adaptability  of  the  Canadian  manu- 
facturer to  new  conditions.  He  recalls  that  very  high  offi- 
cials in  the  British  War  Office  stated  that  Canada  had  shown 
greater  adaptability  in  the  matter  of  munition  manufacture 
than  even  the  Motherland.  He  naturally  concludes  that  there 
should,  therefore,  be  no  sound  reason  why  we  cannot  adjust 
ourselves,  to  whatever  extent  it  may  be  necessary,  to  after- 
war  conditions. 

Senator  Nicholls  is  now  addressing  himself  to  the  general 
press  of  the  country  and  asking  for  co-operation.  During  the 
past  few  days,  letters,  of  which  k  copy  is  reproduced  below, 
have  been  sent  out  to  the  newspapers  and  there  is  little  doubt 
they  will  give  it  lluir  hearty  support.  In  years  to  come 
when  Canadian  manufactured  products  shall  have  become 
as  commonly  known  the  world  over  as  were  (lerman  pro- 
ducts before  the  war,  it  will  not  be  forgotten  that  the  success 
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is  larjicly  iliic  to  ihc  ixurajic  aiul  iHr>i>liiit  itu-r;4y  nf  this 
man  who  has  never  lost  contulcnci'  in  ilu-  uliimati'  triuiiipli 
oi  C'an:)ila  as  a  Krcat  export  nuinul;K'liiriiij^  world  power. 

Senator  Nicholls'  Letter. 

~t-'  Kin-  Street  We.st.  'rormito. 
Dear  Sir:  J""^' 

I  venture  to  ilireet  ycuir  alunium  In  a  matter 
in  which  llie  newspapers  may  render  a  .^reat  puMie  service. 

At  present  tliis  country-  is  e\eeedin,i.;ly  prosperous  by 
reason  of  the  balance  of  trade  which  is  so  greatly  in  our  tav- 
or.  When  the  war  is  over,  and  aur  exports  of  nuinilioiis  and 
war  materials  to  the  value  of  over  a  liillitni  dcdlars  yearly 
sliall  have  ceased,  we  will  i>e  left  with  huge  fnuincial  ohli.na- 
tions  the  cost  of  (Uir  share  of  war  expenditure,  and  unless 
we  prepare  and  are  ready  to  meet  the  chan.ued  conditions,  we 
will  be  face  to  face  with  the  most  serious  iinaneial  situation 
that  Canada  has  yet  experienced. 

The  responsibility  of  sounding  a  note  of  warning  and 
also  a  call  for  action  lies  with  the  newspapers  of  Canada, 
which  are  the  educators  of  the  public  in  regard  to  conditions 
as  they  may  arise,  and  I  submit  that  next  to  winning  the  war 
the  most  important  problem  before  the  Canadian  public  is 
the  question  of  preparedness  for  adverse  conditions  that  must 
arise  following  the  conclusion  of  the  war. 

The  interest  and  sinking  fund  charge  per  capita  on  our 
national  debt  has  increased  frqm  ipl.TO  to  1913  to  $10.00  at 
present,  or  over  five  hundred  per  cent,  in  four  years,  and  is 
still  increasing,  and  the  Reconstruction  Committee  of  the 
Federal  Cabinet  should  be  urged  to  initiate  some  policy  de- 
signed to  ofTset  the  shrinkage  of  exports  of  agricultura',  man- 
ufactured and  natural  products  which  will  most  certainly  di- 
minish as  soon  as  the  war  ends. 

The  fanner,  the  lumberman,  the  manufacturer,  the  miner, 
the  financier,  the  mechanic  and  the  laborer,  in  fact  every 
class  of  the  community,  are  directly  concerned,  and  the 
press  of  the  country  can  render  great  puljlic  service  in  urg- 
ing the  importance  of  preparedness  and  the  mobilization  of 
our  national  resources  in  an  efficient  manner. 

I  enclose  herewith  some  facts  and  figures*  which  have 
been  carefully  compiled. 

Yours  faithfully, 

Frederic  Nicholls. 

*A  booklet  containinft  reprints  of  addresses  and  di^-t  i  rn^  i  i  lliis 
subject  in  the  (,'anadian  Senate,  and  articles  written  Ijy  Svi  jh  r  .Xicliulls 
for  the  Technical  Press. 


Annual  Meeting  Montreal  L.  H.  &  P.  Co. 

The  gross  revenue  of  the  Montreal  Light,  Heat  &  Power 
Consolidated  for  the  past  year  was  the  largest  in  the  history 
of  the  company,  said  Sir  H.  S.  Holt,  at  the  annual  meeting 
on  June  5.  This  was  due  in  part  to  the  demand  for  power 
by  the  munitions  companies  and  also  to  the  high  prices  re- 
ceived for  by-products.  There  was  no  reason  to  look  for  any 
slackening  of  this  demand  for  electrical  energy  as  plants 
formerly  engaged  in  munition  work  were  already  taking  up 
other  lines  of  business  and  .continuing  with  electric  power. 

.As  to  the  amount  written  off  for  depreciation,  the  presi- 
dent explained  that  this  was  necessary,  and  stated  that  no 
company  in  Canada,  and  but  few  in  the  United  States,  pro- 
vided so  liberally  for  depreciation  as  did  their  company.  Old 
engines  that  were  in  use  a  few  years  ago  have  been  thrown 
aside  for  more  economical  ones. 

The  demand  for  power  had  necessitated  the  installation 
of  two  new  units  at  Cedars,  .which  would  be  in  operation  l)y 
September. 

The  price  of  gas  and  electricity  in  Montreal  was  the  low- 
est in  .America,  but  if  materials  and  taxes  continued  to  ad- 
vance, the  company  would  be  forced  to  increase  the  cost  of 
the  commodities  it  sold. 


Winnipeg  Municipal  Electric  Display 

.\t  the  recent  conventit)n  of  the  Retail  Merchants  Associ- 
ation, held  in  Winnipeg,  the  Municipal  Light  and  Power  De- 
part nunt  liad  an  attractive  display.  The  decorations  of  the 
exhibit  were  white  trellis  woodwork,  back  and  sides  covered 
with  creeping  nasturtiums,  the  whole  effect  being  light  and 
attractive  to  the  eye.  .\n  interesting  contrast  was  shown  be- 
tween the  old  and  modern  methods  of  cooking  by  an  electric 
range  in  the  centre  with  a  coal  range  and  a  gas  range  on 
either  side  of  it.  The  former  had  a  display  of  coal,  wood  and 
ashes  ticketed  up  "Coal  to  carry,"  "Wood  to  Chop,"  "Ashes 
to  clear  away."  On  the  gas  range  there  was  the  following 
show  card: 

YOUR  MONTHLY  GAS  BILL! 
WILL  YOU  LET  ELECTRICITY  CUT'IT  IN  HALF? 


A  few  examples  of  how  electricity  has  saved  money  for 
other  citizens  of  Winnipeg — why  not  you? 


Monthly 

Monthly 

Gas 

Electric 

Bill 

Bill 

Mr.  Frank  Wiley,  64  Middlegate   $10.00 

$4.50 

Mr.  F.  K.  Herchmer,  986  Grosvenor.  .  9.00 

3.08 

Dr.  Christie,  150  Canora   8.00 

2.50 

Dr.  Fletcher,  330  Elm    5.85 

1.76 

Mr.  J.  Swan,  605  Alfred  Ave   3.50 

1.60 

This  card  gave  the  salesman  a  strong  talking  point.  They 

also  had  a  display  of  other  electric  cooking  ranges,  heaters. 

water  heaters,  show'cards,  etc.   The  visiting 

merchants,  as 

well  as  the  general  public,  were  much  interested  in  the  dis- 
play, and  the  management  are  confident  the  exhibit  will  prove 
a  beneficial  advertisement  for  future  business.  The  exhibit 
was  in  charge  of  Mr.  R.  A.  Sara,  sales  manager. 


Promotion  by  Merit 

Our  Union  Government  has  given  evidence  of  their  sin- 
cerity regarding  the  abolition  of  the  patronage  system  in  the 
promotion  of  Mr.  W.  E.  Lemon  to  the  City  of  Toronto  post- 
mastership.  It  is  true  Mr.  Lemon  is  eminently  fitted  for  the 
post,  but  this,  in  the  past,  has  not  been  considered  sufficient 
qualification  when  in  competition  with  importune  politicians 
who  have  had  to  be  provided  for.  It  is  to  be  hoped  the  old 
system  has  gone  forever.  Without  doubt  the  appointment  of 
Mr.  Lemon  will  have  a  1)eneficial  ef¥eet  throughout  the  Cana- 
dian Civil  Service,  the  members  of  which  will  see  in  it  a 
recognition  of  the  principle  that  merit  and  devotion  to  duty 
are  to  be  determining  factors  in  selecting  men  for  positions 
of  greater  trust. 


Prize  for  Paper  on  Co-ordination  of  Research 
in  Works  and  Laboratories 

The  Council  of  the  Institution  of  Electrical  Engineers 
are  prepared  to  receive  papers  on  the  subject  of  "The  Co-or- 
dination of  Research  in  Works  and  Laboratories."  with  a 
view  to  the  paper  being  read  and  discussed  at  one  of  the  or- 
dinary meetings  of  the  Institute  in  London  and  also  before 
one  or  more  of  the  local  sections. 

Papers  should  not  exceed  15,000  to  30.000  words  in 
length,  and  the  Council  are  prepared  to  award  a  special  pre- 
mium of  £25  to  the  author  of  the  paper  which  in  their  judg- 
ment best  fulfills  the  objects  of  the  discussion,  provided  such 
paper  reaches  the  standard  aimed  at  by  the  Council. 

Papers  should  be  sent  to  the  secretary  of  the  Institution 
not  later  than  the  4th  November,  1918.  It  is  the  intention  of 
the  Council  to  publish  the  selected  paper  (which  will  become 
the  property  of  the  institution)  in  the  Journal,  together  with 
the  discussion.  Competitors  intending  to  submit  papers  are 
invited  to  communicate  with  the  secretary. 
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Electric  Power  for  Nitrogen  Fixation 

Production  by  Arc  Process  Has  Merit  of  Simplicity  and  Low  Cost  for  Fquip- 
ment— Off-peak  Output  of  Small  Plants  May  be  Utilized 


One  of  the  most  powerful  combination 
that  connected  with  the  expUiitation  of  Chile  nitrates,  and 
to  extend  the  uses  of  that  material  and  regulate  prices,  etc., 
there  is  a  Chile  Nitrate  Committee  supported  by  the  various 
interests  concerned. 

It  was  created  for  propaganda  work  amongst  farmers 
and  others,  to  facilitate  the  use  of  nitrate  as  a  fertilizer  but 
since  the  advent  of  air  nitrates  some  attention  has  been 
given  to  discrediting  the  methods  of  fixing  nitrogen  from 
air.  This  has  been  done  partly  by  paragraphs  in  the  press 
throwing  doubt  on  the  financial  and  technical  success  of 
such  methods,  etc.  German  influence,  working  through 
political  clubs  and  the  press,  also  assisted  the  Chile  nitrate 
propaganda  while  at  the  same  time  German  scientists  were 
being  assisted  in  every  possil)le  way  to  develop  air  nitrate 
processes  in  their  own  country. 

Years  before  the  war,  some  of  us  saw  the  question  of 
supplies  of  Chile  nitfate  for  the  manufacture  of  explosives 
would  be  an  important  factor,  and  in  lull,  at  the  Ports- 
mouth meeting  of  the  British  Association,  and  later  at  a 
meeting  of  the  Society  of  Arts  in  London,  I  sounded  a  note 
of  warning. 

To  show  how  different  the  Germans  tackle  these  ma*- 
ters,  I  may  say  that  when  the  war  started,  the  German  gov- 
ernment appointed  an  electrical  engineer,  head  of  the  All- 
gemeine  Elektricitats  Gesellschaft,  to  expedite  the  manu- 
facture of  explosives. 

On  the  other  hand  when  the  British  government  started 
its  explosives  department  a  lawyer  politician  was  put  m 
charge,  and  even  afterwards,  when  a  Minister  of  Munitions 
was  appointed  he  also  was  a  lawyer  politician  and  had  as 
second  in  command,  a  doctor  of  medicine. 

The  api)ointment  of  politico-legal  persons  to  positions 
concerned  with  scientific  and  engineering  matters,  has  been 
favorable  to  Chile  nitrate  and  to  German  propaganda,  in 
that  it  retarded  developments  that  would  have  assisted  to 
make  the  Allies  independent  of  Chilean  supplies. 

F.vcn  after  three  and  a  half  years  of  war,  the  Allies 
still  remain  practically  dependent  for  exjjlosives  on  supplies 
which  have  to  be  brought  thousands  of  miles.  This  requires 
nuu-h  shiiiping  that  might  be  used  for  other  purposes  and 
also  occupies  the  attention  of  part  of  the  Navy,  in  order  to 
keep  open  the  sea  routes. 

It  is  to  their  credit  that  certain  scientists  and  engineers 
of  this  country  luit  only  saw  the  danger,  but  insisted  on  the 
authorities  taking  action  by  providing  money  to  establish 
plants  for  the  manufacture  of  nitrates. 

At  the  same  time,  in  this  country  as  well  as  in  England, 
there  has  been  time  lost,  owing  to  certain  parties  man- 
oeuvring to  ol)tain  the  adoption  of  their  own  process  to  the 
exclusion  of  others.  In  so  large  a  field  as  nitrogen  fixation 
there  must  necessarily  arise  numerous  improvements  in  the 
various  processes  so  that  it  is  not  possible  to-day  for  any- 
one to  gauge  or  forecast  their  future  relative  economic 
values . 

This  is  particularly  the  case  with  processes  in  which 
electrical  energy  plays  a  leading  part  for  it  is  a  sort  of  in- 
grained habit  of  the  electrical  engineer  to  simplify  and  re- 
volutionize existing  methods  that   they   eventually  become 

•  Before  the  A.  I.  E.  K. 


 .By  E.  Kilburn  Scott*  —  —  

m  the  world  is  ■  essentially  electrical.    The  whole  history  of  electrical  pro- 


gress,  and   especially   of   electro-chemistry   and  metallurgy 
establishes  that  fact. 

I  consider  that  boards  or  committees  dealing  with  nit- 
rate problems  should  !)e  largely  made  up  of  engineers  who 
have  expert  first  hand  knowledge  of  electrical  power  condi- 
tions and  of  appartus,  etc.  Chemists,  pure  and  simple,  are 
useful  but  they  should  not  have  power  to  pass  upon  pro- 
cesses in  a  field  which  electrical  engineering  is  capturing  so 
completely  as  the  production  of  nitrates. 

In  certain  quarters  there  has  been  too  great  a  readiness 
to  listen  to  the  tittle  tattle  of  propaganda  such  as  hinted 
of  above. 

I  feel  that  the  merits  of  the  arc  flame  process  for  mak- 
ing nitric  acid  have  not  been  adequately  and  sympathetic- 
ally considered,  and  this  paper  is  written  with  the  special 
object  of  stating  them.  I  wish  also  to  remove  the  miscon- 
ception that  the  arc  flame  process  is  dependent  on  water 
power  and  that  it  can  only  be  installed  economically  on  a 
very  large  scale.  The  matter  is  one  of  special  interest  to 
electrical  engineers  because  the  process  is  essentially  an  elec- 
trical one. 

Electric  Power. 

As  a  basic  load  for  a  power  house  the  direct  arc  process 
presents  the  advantage  that  it  can  l)e  established  anywhere, 
because  the  raw  materials  being  only  air  and  water,  consid- 
erations of  transportation  do  not  enter  into  the  situation. 

It  is  particularly  suitable  for  off-peak  or  off-season 
loads,  for  there  is  no  fused  material  to  solidify,  and  little  to 
deteriorate  in  case  of  stoppage.  Some  of  the  furnaces  can 
be  switched  on  and  off  like  an  arc  lamp,  without  detriment 
to  brickwork  or  structural  details,  or  to  the  jirocess  of  man- 
ufacture . 

As  there  seems  to  be  some  doubt  as  to  the  possibility 
of  running  arc  furnaces  intermittently  on  a  commercial 
scale,  I  would  mention  that  about  seven  years  ago  a  nitric 
acid  factory  was  built  at  Legnano,  Italy  to  utilize  10.000 
horse  power,  especially  during  the  night.  Of  course  this 
plant  has  been  considerably  extended  especially  since  the 
war.  I  am  also  credibly  informed  that  in  Germany  there  is 
a  very  large  arc  process  .plant  working  with  off-peak  power. 
At  any  rate  there  is  no  dii'liculty  in  doing  it,  whereas  it  is 
impossible  to  work  intermittently  with  any  other  method 
of  fixing  atmospheric  nitrogen. 

In  some  ways,  it  is  an  advantage  to  run  a  plant  for 
8000  or  less  hours  per  year,  instead  of  the  full  number,  he- 
cause  the  spare  time  can  be  conveniently  used  fur  renewals 
and  repairs.  Less  spare  plant  is  thus  required  and  the  plant 
can  be  operated  by  two  shifts  of  men. 

Because  the  plants  in  Norway  are  very  large  and  only 
use  hydro-electric  power,  a  mythology  has  grown  up,  that 
the  arc  flame  process  can  only  be  worked  commercially  on 
a  very  large  scale,  and  with  water  power.  .\s  a  matter 
fact  it  is  well  worth  while  to  build  plants  of  10.000  kw. 

As,  a  matter  of  fact  hydro-electric  power  may  be  a  ilis- 
advantagc  because  of  its  distance  from  industrial  centres, 
for  either  the  factory  has  to  be  placed  in  an  out-of-the-way 
position,  or  e'se  the  i)ower  has  to  be  transmitted  over  a  long 
transmission  line.  1  am  of  the  opinion  that  electrochemical 
factories  should  be  placed  near  the  power  supply,  and  tht 
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The  Bu^i^bear  of  Electrical  Merchandising 
is  "Inadequately  Wired  Houses*' 

1  lu  >>K  K-ly  UM-  l  .Ucii  Kal  I  jcvclopnu'iit  have  stavU'il  uiil 
on  their  advcrtisiuj-  campaijjn  prcpaiatory  to  Iho  ScrvKc 
OutU't  drive  they  will  make  in  September  next.  It  would 
seem  that  this  year  the  Society  has  struck  at  the  very  root  of 
the  reason  why  more  domestic  appliances  are  not  used  in 
the  home  and  that,  by  concentrating-  their  energies  on  making- 
it  possible  to  nse  these  appliances,  they  will  get  nnu  h  hi-.-er 
results,  eventually,  than  they  could  possil)ly  do  l)y  urging 
the  merits  of  equipment  which,  in  the  home  of  the  average 
householder,  is  practically  useless.  By  this  campaign  the 
Society  recognizes  the  force  of  the  argument  that  the  weak 
point  in  electrical  merchandizing  lies  in  that  overwhelming 
majority  of  poorly  wired  houses  for  which,  in  the  mam,  wc 
have  the  indifferent  altitude  of  the  architect  to  thank.  The 
proper  time  to  wire  a  house  for  any  electric  service,  and  to 
instal  the  necessary  outlets  is  when  the  house  is  hi  ing  erected, 
but  these  are  essentials  in  modern  home-building  that  are 
conspicuously  absent  from  the  plans  and  specifications  of 
ninety-nine  out  of  every  hundred  liuildings.  It  is  to  be  hoped 
the  forthcoming  campaign  will,  in  part,  bring  this  fact  home 
to  the  architect  and  the  householder  alike.  In  that  case  it 
will  have  served  a  double  purpose. 

The  first  letter  in  the  campaign,  which  has  just  been 
received,  is  entitled  "Save  food,  fuel,  time,  money— l)y  wire." 
A  number  of  good  arguments  are  advanced  and,  in  the  mam, 
a  strong  case  is  made  for  more  outlets.  The  following  are 
extracts  : 

Does  the  use  of  electrical  specialties  actually  conserve 
food.  fuel,  time  and  money  in  the  household  ? 

If  so.  a  broader,  more  thorough  application  of  such 
devices  must  go  a  long  way  toward  furthering  war  work,  if 
not,  then  the  figures  of  household  statisticians,  as  well  as  the 
inherent  beliefs  of  millions  of  housewives  who  have  bought 
and  are  buying  such  appliances,  are  all  wrong. 

But  that  Great  Purchasing  Agent,  the  housewife,  is  sel- 
dom wrong  in  her  choice  of  what  will  save  labor  and  money 
in  her  home,  and  assuredly  not  in  this  case.  The  remarkable 
increase  in  the  sale  of  household  electrical  api)liances  and 
specialties  since  the  war  began  is  not  the  result  oi  whim, 
chance  or  guesswork  on  the  part  of  that  vast  army  of  women 
buyers.  On  the  contrary,  it  is  worthy  of  note  that  the  sale  of 
such  labor  saving  devices  increases  fastest  in  those  territories 
wbere  the  "better  half"  is  most  active  in  Red  Cross  and  cor- 
re^onding  war  work. 

Said  a  central  station  manager  recently:  "The  more  time 
the  woman  must  spend  outside  of  her  home,  these  days,  the 
more  she  turns  her  attention  to  those  electrical  devices  that 
cut  hours  of  housework  ofif  her  daily  schedule,  the  quicker 
she  buys  them,  regardless  of  price,  and  the  more  she  depends 
upon  them." 

It  would  be  difficult  to  reconcile  the  sale  last  year  in  the 
U.  S.  of  more  .than  $10,000,000  worth  of  washing  machines, 
more  than  $4,000,000  worth  of  vacuum  cleaners,  and  more 
than  $7,000,000  worth  of  other  electrical  labor  saving  appli- 
ances, with  anything  but  the  fact  that  there  is  a  real  and  ever 
growing  need  for  such  appliances  in  the  home. 

Even  the  skeptic,  who  sees  the  electric  washej  save  the 
woman  a  day  a  week  (not  to  speak  of  the  60  per  cent,  saving 
in  linen  and  lingerie  saved  by  doing  away  with  the  wash- 
board) cannot  dispute  the  essentialness  of  this  when  he  learns 
that  the  200  washers  sold  each  day  last  year  gave  the  women 
of  this  country  3,000,000  r.rirliti<,;':.1  'I;ivv  to  do  with  as  they 
wished. 

Let  the  man  who  love.-,  lo  gei  u  down  ni  lilack  and  white 
— ^jn  actual  figures — take  pencil  and  paper  and  do  a  bit  of 


figuring  in  his  own  liome.  Start  with  the  job  of  housecleaning. 
'I'vvice  a  year,  how  many  days  were  given  over  to  dust-pan, 
mop  aiui  broom?  F.ach  day,  how  much  dusting,  sweeping. 
Ideating  of  rugs  and  carpets?  Then  put  down  against  the  old 
method  the  hour  a  week  (or  whatever  the  small  amount  of 
time)  used  in  cleaning  the  "electric  way."  It  makes  no  differ- 
ence whether  the  servant  liad  to  do  the  work,  or  the  house- 
wife. Servant's  tinu'  is  vahiable — and  servants  are  becoming - 
scarcer  every  day.  l-et  him  figure  what  he  might  save  if  his 
servant  could  lie  dispensed  with.  And  many  families  are 
supplanting  them  with  electrical  specialties. 

These  are  reasons  enough  for  any  intensive  campaign  or 
propagan(hi  that  helps  to  deliver  the  message  of  greater  con- 
servation, greater  efficiency,  greater  economy  into  every  home. 
It  will  hardly  be  denied,  therefore,  that  the  Society  for  Elec- 
trical Development's  Campaign  for  a  broader,  better  use  of 
electrical  household  helps  strikes  a  popular  chord.  It  does 
not  matter  so  much  as  to  how  the  appeal  is  made,  or  what 
form  the  educational  matter  takes,  so  long  as  it  is  built  on 
sane,  sober,  serious  lines,  such  propaganda  cannot  fail  to  pro- 
duce faithful  returns. 

The  Viewpoint  of  the  Industry 
That  the  electrical  industry,  in  its  every  ramification,  is 
faced  with  serious,  vital  problems  today  will  not  be  denied. 
Neither  will  it  be  contradicted  that  the  government  desires. 
Neither  yill  it  he  contradicted  that  the  government  desires, 
where  and  when  possible,  tn  keep  Imsiness  intact.  It  would 
prefer  to  see  every  business  on  a  "going  basis."  It  is  not  say- 
ing to  the  electrical  contractor,  for  instance:  "You  shall  not 
become  an  electrical  merchandiser,"  nor  does  it  say  "If  you 
have  the  opportunity  to  secure  construction  and  installation 
business  that  will  enable  you  to  keep  your  business  intact, 
you  shall  not  go  after  it."  It  puts  the  success  or  failure  of 
each  man's  business  squarely  up  to  each  man. 

The  main  problems  facing  the  central  station,  the  contrac- 
tor-dealer, the  electrical  jobber  and  manufacturer  require  no 
recountal  here.  They  are  too  well-known.  But  it  is  inter- 
esting to  study  how  the  forthcoming  campaign  will  benefit 
each  of  these  branches  of  the  industry.  The  use  of  more 
outlets  on  the  present  lines  of  the  central  stations  need  not 
necessarily  result  in  increased  peak.  It  affords  the  quickest, 
easiest  means  of  saturating  present  lines,  of  filling  the  valleys 
in  the  24  hour  load,  and  of  furnishing  work  for  salesmen  who 
miglit  otherwise  have  to  be  laid  off'. 

For  the  contractor-dealer  it  offers  the  quickest  solution 
of  his  trouble  "where  to  get  Imsiness  and  how."  Every  ser- 
vice connection  he  puts  into  a  customer's  house  (new  house 
or  already  wired,  it  matters  not)  can  be  made  a  revenue  pro-^ 
ducer  for  him,  for  a  long  time  to  come,  if  he  wills  it.  When 
electric  service  goes  into  the  home  for  lighting,  only  the  first 
step  has  been  taken.  The  contractor-dealer,  or  any  electrical 
merchandiser  owes  it  not  any  more  to  himself  than  the  cus- 
tomer, to  demonstrate  the  utmost  possibilities  of  that  service. 
If  the  electrical  specialist  does  not  believe  this,  he  had  better 
take  a  few  days  off,  and  sell  himself  on  his  own  proposition. 

Finally,  tliat  which  benefits  the  central  station  and  con- 
tractor-dealer must  lienefit  the  jobber  and  manufacturer. 
Their  cooperation  in  the  movement  is  assured. 

A  feature  of  such  a  campaign  is  that  it  automatically 
adapts  itself  to  any  wiring  or  appliance  campaign  the  con- 
tractor, central  station  or  merchandiser  may  have  scheduled 
for  that  same  period.  It  will  stimulate  wiring  orders  as 
quickly  as  it  will  stimulate  appliance  sales,  even  though  the 
drive  is  concentrated  on  additional  outlets,  plugs  and  recep- 
tacles. 


The  Bell  Telephone  Company  has  moved  into  a  new 
building  at  Smith's  Falls.  It  is  of  the  usual  type  of  the 
company's  fireproof  structures,  specially  designed  for  tele- 
phone purposes,  and  fitted  with  magneto  equipment. 
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High  Tension  Work  in  Quebec  Province 


Carrying  out  the  policy  of  extending  its  system,  the 
Southern  Canada  Power  Company  has  completed  and  put 
into  operation  a  high  tension  transmission  line  between 
Bromptonville  and  Cowansville,  a  distance  of  78  miles.  The 
line  recently  underwent  a  severe  test  in  the  way  of  a  very 
heavy  windstorm,  and  stood  up  under  the  strain. 

The  line  passes  through  a  district  which  has  considerable 
industrial  possibilties,  and  one  in  which  new  industries  are 
being  located,  one  reason  being  that,  even  in  these  times  of 
scarcity  of  labor,  there  is  a  fair  supply  to  be  obtained.  Na- 
turally the  availability  of  dependable  power  is  another  im- 
portant consideration,  and  in  this  connection  experience 
shows  that  industries  will  locate  at  points  where  they  can 
obtain  this  power.  Recently  a  number  of  copper  mines  have 
been  opened  up  in  the  Sherbrooke  &  Eastray  districts.. 

The  line  is  48,000  v.  3  phase,  of  5/16  in.  steel  wire,  re- 


Standard  Out  door  Sub  station— Southern  Canada  Power  Co. 

wet  flashover  test,  and  were  supplied  by  the  Canadian  Porce- 
lain Co.,  Ltd.,  Hamilton. 

Mr.  J.  M.  Robertson,  of  Montreal,   was    the  consulting 

engineer. 


High  tension  line,  leaving  Granbv. 

presenting  a  departure  in  long-distance  transmission  in  Can- 
ada. The  poles  are  of  wood,  35  ft.  7  in.  tops,  two  cross  arm 
triangular  type,  the  5/10  in.  steel  ground  wire  being  on  a 
bayonet  extension  at  the  top  of  the  pole.  A  private  telephone 
line  is  placed  six  feet  below  the  lower  cross  arm. 

The  power  is  supplied  from  Sherbrooke,  instead  of  as 
formerly,  from  a  number  of  small  plants  along  the  route  of 
the  line.  Sub-stations  are  located  at  Foster,  West  Shefford, 
Granby,  Cowansville,  and  Bromptonville,  with  provision  for 
sub-stations  at  Eastman,  Magog,  Rock  Forest  and  Adams- 
ville.  Various  points  are  equipped  with  a  standard  sectional- 
izing  tower  and  outdoor  sul)-station.  designed  for  300  kw . 

For  crossing  the  river  at  (Jranby  two  steel  towers  were 
erected  by  MacKinnon,  Holmes  &  Co.,  Ltd.,  Sherl)rookc. 

The  insulators  are  of  the  pin  type,  tested  for  125,000  volts 


3-500  kw.  18,000  2400  volt  transformers,  Granby. 

The  company  is  also  building  additional  high  tension 
transmission  lines  connecting  the  new  development  at  Drum- 
mondville  with  the  city  of  Sherbrooke  and  with  St.  Hyacinthe. 


A  deputation  from  Perth,  Ont..  which  recently  waited  on 
the  Hydro-electric  Power  Commission  of  Ontario,  was  as- 
sured of  almost  immediate  deevlopment  at  the  High  Falls 
site,  recently  purchased  by  the  Commission.  Tiie  work  will 
involve  an  expenditure  of  between  $300,000  and  $400,000. 
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Electric  Deliveries  of  Coal 

 By  A.  Jackson  Marshall  ~ 

Mvi'ii  tliuufjli  w  I'  arc  ori'iliiid  wuli  ri  laliv  short  inc- 
iimrics.  the  vicissilnilcs  of  lasl  wiiiU'r.  parlirularly  llidsc 
ri'sullii\f'-  from  scarcity  of  coal,  have  luen  loo  iiulcliljly 
slaiupcil  on  our  niiiuls  to  he  ra|>i(lly  eradiialeil  h>  a  lew  days 
of  warm  weather.  Besides,  there  is  anoilur  vvinler  eomiuf; 
and  there  arc  no  assurances  that  it  will  he  free  from  vexing 
coal  problems.  Therefore,  havinji  had  one  series  of  severe 
lessons,  and  with  prospects  of  others  likely  to  he  eiicoun- 
tercil.  it  behooves  us  to  take  such  steps  as  may  be  necessary 
to  adetpialely  fortify  ourselves,  and  one  of  the  most  im- 
portant phases  of  the  coal  situation  which  may  be  antici- 
pated and  provided  for  is  that  of  transptirlation,  particularly 
in  the  delivery  of  coal  from  the  railroad  cars  to  place  of 
consumption . 

The  horse,  heretofore  the  most  jxipular  motive  power, 
is  rapidly  being  shown  to  be  a  liability  rather  than  an  asset, 
and  while  such  means  of  locomotion  may  be  called  upon  in 
emergency,  the  far-sighted  and  progressive  coal  dealers  are 
rapidly  discarding  such  inefficient  motive  power  for  the  tire- 
less, dependable,  sturdy  and  economical  motor  truck;  and 
many  dealers  who  have  approached  their  delivery  pro1)lems 
from  a  transportation  engineering  basis,  have  selected  elec- 
tric trucks  which  luive  proven  most  satisfactory  in  service. 

An  interesting  comparison  of  the  performance  of  an 
»;lcctric  truck  and  two  gasoline  trucks  operated  in  Boston, 
follows:  Three  trucks  were  employed  on  a  contract  for  coal 
to  be  delivered  to  the  State  House  on  Beacon  Hill.  The 
round  trip  from  the  loading  platform  was  .3.7  miles,  condi- 
tions of  loading  and  unloading  were  exactly  the  same,  and 
the  time  constituted  a  full  day's  performance  for  each  truck. 
The  "electric"  was  a  six-ton  unit,  while  the  gas  trucks  were 
five-ton.  and  four  and  one-half  ton,  respectively.  The  five- 
ton  gas  truck  delivered  49  tons  of  coal  in  13  trips;  the  four 
and  one-half  ton  gas  truck  40  tons  in  13  trips,  and  the  six- 
ton  "electric"  86  tons  in  13  trips.  The  actual  running  time 
of  the  electric  truck  was  from  7:13  in  the  morning  until 
4:40  in  the  afternoon,  with  one-half  hour  out  for  lunch.  It 
will  be  noticed  from  these  figures  that  the  "electric"  was 
consistently  overloaded,  and  that  both  gas  trucks  were  un- 
derloaded. The  battery  of  the  electric  truck  was  "boosted" 
once  during  this  period. 

Electric  Hauled  Twice  as  Much. 

It  is  interesting  to  note  that  the  two  gas  trucks  hauled 
practically  the  same  amount  of  coal  during  the  day  that 
was  hauled  by  one  electric  truck.  That  this  was  not  a  freak 
performance  of  the  "electric"  is  evidenced  by  the  fact  that 
the  next  day  the  "electric"  ca.rried  13  loads  of  78  tons,  and 
the  following  day  12  loads  of  70  tons,  making  a  total  of  240 
tons  in  three  nine-hour  days.  This  same  "electric,"  a  few 
days  later,  on  shorter  hauls,  delivered  133>^  tons  of  coal  in 
19  loads,  leaving  with  the  first  load  at  7:13  a.m.  and  finish- 
ing at  the  garage  at  5.05  p.m.,  with  about  -)4  of  an  hour 
rest  at  noon.  The  loading  time  was  six  minutes  per  load, 
and  the  actual  miles  covered  were  26^-  The  company  oper- 
ating these  trucks  estimates  that  their  per  diem  cost  on  the 
gasoline  trucks  is  from  50  to  70  per  cent,  greater  than  it  is 
on  an  "electric." 

Follows  some  data  on  operating  cost  for  coal  delivery 
which  was  the  result  of  four  years'  study  and  research  work 
along  these  lines  by  the  Massachusetts  Institute  of  Technol- 
ogy. In  studying  these  figures  it  should  be  borne  in  mind 
that  they  are  average  costs  covering  several  large  installa- 
tion? that  have  been  in  operation  for  a  number  of  years. 


Estimate  for  Coal  Delivery  (5  ton  rating). 

Average  maximum  loack  approx  10,000  lbs. 


Mileage  per  trip    0 

Hours  per  trip  for  loading    0.2 

Hours  per  trip   for  unloading    0.7 

Hours  per  working  day    9.0 


\  ehieles  ll.OOi)  lb.    10,000  lb.  3-Horse 


wagon 

Electric    Gasoline    3  Extra 
horse 


Average  running  speed,  miles 

per 

hour   

6. 

7.5 

o 

Hours  per  trip,  standing   .  .  . 

0.9 

0.9 

0.9 

Hours  per  trip,  moving   

1.0 

0.8 

2.0 

Hours  per  trip,  total  

1.9 

1.7 

2.9 

Average  no.  trips  per  9-hour 

day . 

4.7 

5.3 

3.1 

Miles  per  day   

28.0 

33.0 

18.5 

Tons  delivered  per  day  .... 

33 . 5 

36.5 

15.5 

Days  used  per  year   

395.0 

370.0 

285.0 

Vehicles  miles  per  year    .  .  . 

8000.0 

8600.0 

5300.0 

Tons  delivered  per  year  .  .  . . 

6700.0 

7150.0 

4400.0 

Expense 

— Annual. 

Tires  or  shoeing,  etc  

.  $400. 

$520. 

$175. 

Reiiairs   

.  300. 

700. 

100. 

Battery   

.  440. 

15. 

70. 

Eleetrieitv  at  :;e  per  Inv.h,.. 

390. 

Gasoline  at  Ulc  per  gallon  .. 

4:!0. 

Feed  

900. 

370. 

270. 

3:>5. 

1210. 

1280. 

1210. 

400. 

760. 

Interest  

135. 

150. 

45. 

150. 

300. 

40. 

3610. 

4380. 

3135. 

Cost  per  day   

13.30 

16.30 

11.00 

Cost   per   ton  delivered  

.54 

.61 

.71 

Cost  per  mile   

.45 

.51 

.59 

It  should  be  noted  that  in  the 

above 

rating  the 

price  of 

gasoline  is  quoted  at  IGc  per  gallon,  which  is  considerably 
below  the  present  price,  and  would  greatly  affect  the  total 
yearly  expense  given  of  $430. 

While  economy  and  efificiency  both  favor  the  "electric," 
as  the  above  statements  show,  there  is  still  another  factor 
which  we  have  not  considered  and  that  is  the  humane  ele- 
ment. Anyone  who  has  ever  watched  a  struggling  team  of 
horses  hauling  a  4  or  5-ton  load  of  coal  over  wet  pavement, 
or  an  icy  road,  or  who  has  seen  them  strain  every  muscle, 
with  heads  bent  nearly  to  the  ground  in  the  effort  to  haul 
this  load  up  a  steep  hill,  has  probabl)'  been  impressed  with 
the  thought  that  the  requirements  of  modern  haulage  de- 
mand something  more  powerful  than  the  "animal  motor." 
While  buildings  have  continued  to  increase  in  size  and  the 
demand  for  fuel  has  grown  in  proportion,  many  dealers 
have  continued  to  use  the  same  delivery  methods  that  were 
used  a  decade  ago  when  the  horse  was  quite  capable  of  per- 
forming the  necessary  labor.  But  to-day,  when  a  commod- 
ity such  as  coal  must  be  supplied  in  such  great  bulk,  it  is  not 
only  uneconomical  to  use  horse  equipment,  but  inhumane 
and  illogical. 

The  simplicity  of  operation  is  also  an  argument  for  the 
"electric"  as  it  does  not  require  a  skilled  mechanician  for  a 
driver,  and  its  necess.iry  repairs  are  slight  and  infrequent 
— a  feature  of  considerable  importance   these  daj-s  of  dc- 
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plcted  man-power  and  scarcity  of  machined  repair  material. 
In  this  connection  it  is  noted  from  a  rejiort  from  the  Glas- 
gow Cooperative  Society  (London)  that  one  of  their  three- 
ton  electric  coal  trucks  was  out  of  commission  one  after- 
noon and  the  following  morning  during  an  entire  year  (307 
working  days)  thus  attaining  a  reliahility  coelVicient  of  99.G5 
per  cent. 

Three  Rivers  Safety  Car 

Herewith  we  illustrate  the  light  safety  car  in  use  on  the 
system  of  the  Three  Rivers  Tract-ion  Company,  Three  Rivers, 
Que.  It  derives  its  name  in  part  from  the  device  by  which 
the  car  is  brought  to  a  standstill  in  the  event  of  the  motor- 
man  taking  his  hand  off  the  controller.  The  power  is  then 
automatically  shut  off  and  at  the  same  time  the  doors  of  the 


Women  Drivers  in  Scotland 

An  interesting  table  appears  in  a  recent  issue  of  the  Tram- 


way Journal  with  re 
as  tramcar  drivers  i 
women  employed  a- 


ard  to  the  num1)er  of  v/omen  employed 
Scotland,  and  showing  the  numbers  of 
(hivers  and  conductors  on  all  Scottish 
undertakings.  Tlie  iienxntage  of 
of  male  conductors,  13. 

Aberdeen  Corporation   

Aberdeen  Suburban   

Ayr  Corporation   

Rroughty  Ferry   

Coatbridge  '  

Dundee  Corporation  

Dumbarton   

Dunfermline  

Edinburgh  

Falkirk   


Greenock   

Kilmarnock  Corporation 
Kirkcaldy  Corixu'ation  .  . 

Lanarkshire   

Leith  Corporation  .  ... 

Musselburgh  

Paisley   

Perth  Corporation  .   . .  . 

Rothesay  

Stirling  

W'emyss  


female 

drivers 

is  18-0 

and 

1  nn 

(J 

10 

111 

a 

10 

•J 

IG 

1 

20 

1  J. 

4 

11 

() 

20 

105 

1 5 

3 

25 

iC  L 

31 

354 

73 

244 

\  1 

18 

1  OT 

'3 '  >  0 

253 

1  435 

1 7' 

3() 

54 

10 

8 

20 

2;» 

o 

24 

1  '7' 

1 04 

165 

XI 

10 

r  o 

(i 

0 

1  c. 

59 

77 

15 

15 

2 

1 

4 

4 

1() 

1,998 

45;-! 

370 

2.403 

car  are  opened.  In  case  of  an  accident  to,  or  sudden  illness 
of,  the  motorman,  there  is  no  danger  of  the  car  getting  out 
of  control.  The  car  is  of  the  one-man,  pay-as-you-enter  type; 
will  seat  30  people  and  is  fitted  with  an  automatic  sander. 
It  was  manufactured  by  the  St.  Louis  Car  Company,  St.  Louis. 


Public  Service  at  Cost 

The  Buzzer,  the  breezy  little  pamphlet  distributed  by 
the  P).  C.  F.lectric  Ry.  Co.  among  its  patrons,  puts  the  whole 
matter  of  increased  costs  and  fixed  revenue  of  central  station 
companies  in  a  nutshell,  as  follows: 

Public  utility  service  at  less  than  cost  cannot 
go  on  indefinitely. 

Cost  includes  the  cost  of  operation  and  a  fair 
return  on  the  investment. 

Public  service  commissions  agree  that  in  order 
to  safeguard  the  public  service,  companies  must 
receive  sufficient  to  pay  the  cost  of  operation  and 
a  return  on  the  investment  sufficient  to  attract 
new  capital. 

Whether  in  the  railway  or  the  light  and  power 
department,  service  at  less  than  cost  means  that 
the  public  service  will  suffer. 


The  Wcstinghouse  Electric  &  Manufacturing  Company, 
Pittsburgh,  Pa.,  has  purchased  the  property,  business,  and 
goodwill  of  the  Krantz  Manufacturing  Company,  Inc., 
Brooklyn,  N.Y.,  manufacturers  of  safety  and  semi-safety 
electrical  and  other  devices,  such  as  auto-lock  switches,  dis- 
tribution panels,  switchboards,  floor  boxes,  bushings,  etc.  The 
Supply  Department  of  the  Westinghouse  Electric  &  Manu- 
facturing Company  will  act  as  exclusive  sales  agents. 


M.  &  S.  C.  Want  Higher  Rates 

The  Montreal  &  Southern  Counties  Railway  Company 
has  applied  to  the  Railway  Commissioners  for  authority  to 
increase  the  passenger  and  freight  rates.  For  the  company 
it  was  submitted  that  the  same  reasons  existed  for  increases 
in  the  case  of  electric  railways  as  in  the  case  of  steam  rail- 
ways, and  that  as  one  had  been  granted  there  was  equally 
good  reason  for  the  granting  of  the  other.  The  united  muni- 
cipalities served  by  the  lines  of  the  company  strongly  oppos- 
ed the  application,  mainly  on  the  ground  that  under  con- 
tracts entered  into  in  1909  it  was  agreed  that  the  present 
rates  and  charges  should  stand  for  20  years.  The  munici- 
l.ialities  argued  that  this  contract  should  be  resiiected.  Judg- 
ment was  deferred. 


Winnipeg  Railway  Changes 

'  A  reorganization  of  the  traffic  department  of  the  Winni- 
peg Electric  Railway  is  announced.  There  will  in  future  be 
three  divisions — central,  south  and  north.  Mr.  C.  Colwell, 
formerly  chief  inspector  of  traffic,  has  been  appointed  super- 
intendent of  the  central  division  and  J.  S.  Beckwith  and  M. 
Flood,  formerly  travelling  inspectors,  wiU  have  the  north 
and  south  divisions  respectivley.  The  divisional  superintend- 
ents will  have  charge  of  the  operation  of  all  cars  on  their 
divisions  and  will  be  responsible  to  Mr,  U.  R.  Knox,  traffic 
superintendent.  The  company  have  also  in  view  the  estab- 
lishing of  an  instruction  department  for  new  men. 


The  Levis  County  Railway,  Levis,  Que.,  intend  making 
improvements  to  their  track  equipment.  When  the  line  was 
buill  no  ballast  of  any  kind  was  provided,  the  rails  being  laid 
on  ordinary  country  road  without  drainage.  The  line  will 
now  be  ballasted  with  st(Mie;  rails  and  ties  will  he  replaced 
and  necessary  grading  carried  out. 
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Personals 

Mr.  S.  A.  Neilson,  nsuKiit  iMi;4iiu'ir  nl  llic  Hull  I-'Kh-- 
inc  .  I'U-.  luis  lii-cii  cU'CU'il  a  jnnior  nunilHr  cl  llic  i'.ii- 
jjiiu-rinn  Institute  of  (."aiKula. 

Mr.  R.  G.  Black,  for  ilio  past  four  yi'ar>  ilio  inriulu-r  ol 
the  Toronto  I  Ivilro- Electric  I  oumiission  riprcsinlin.n  tiu- 
|irovincial  ctMiuuissitui,  luis  resigned  tiial  otliee. 

Mr.  J.  A.  Burnett,  electrical  engineer.  Grand  Trunk 
Railwav  Systeiu,  Montreal,  has  l)een  app"intt"tl  technical  as- 
sistant to  the  British  W  .ir  Mission  at  W  ashington. 

Mr.  Herbert  J.  S.  Dennison,  paUiU  attorney,  has  an- 
nounced his  change  of  address  from  ihc  Star  Building,  18 
King  Street  West,  to  the  Kent  lUiildiny,  N'onge  and  Kich- 
u)ond  Streets.  Toronto. 

Mr.  W.  Nelson  Smith,  electrical  engineer,  with  twenty- 
live  years"  experience  in  many  electric  railroad  centres  of  the 
United  States,  has  recently  joined  the  staff  of  the  Winnipeg 
Klectric  Railway  Co.  He  will  make  a  study  of  matters  affect- 
ing power  rcquirenicnts  and  distribution,  paying  particular 
attention  to  the  eliiuination  of  electrolysis. 

Mr.  George  H.  Thompson,  one  of  the  vice-presidents 
of  the  Union  Rank  of  Canada,  has  been  elected  a  director 
of  the  Bell  Telephone  Company.  On  the  board  of  directors 
he  succeeds  the  late  Mr.  C.  F,  Sise.  Mr.  Thompson  has  lived 
all  his  life  in  Quebec  City  and  was  at  one  time  president  of 
the  Quebec  Railway,  Light,  Heat  and  Power  Company. 

Mr.  George  Wright  has  been  appointed  by  the  Hydro- 
IClectric  Power  Commission  to  succeed  Mr.  R.  G.  Black,  re- 
signed. Mr.  Wright  was  born  in  Glasgow  and  early  in  life 
joined  the  British  Navy.  Later  he  was  connected  with  the 
Canadian  Pacific  Railway  Company  and  is  now  the  head  of 
the  f^rm  of  George  Wright  &  Company,  proprietor  of  the 
Walker  and  Carls-Rite  Hotels,  Toronto. 

Mr.  George  Garret,  for  sixteen  years  master  mechanic 
and  superintendent  of  rolling  stock  on  the  staff  of  the  Win- 
nipeg Electric  Railway  Co.,  has  resigned  his  position  and 
will  take  a  well  earned  rest  before  taking  up  similiar  duties 
elsewhere.  Mr.  Garret  has  been  succeeded  by  W.  H.  McAl- 
oncy  of  Halifax,  N.S.,  who  for  some  years  was  superintend- 
ent of  rolling  stock  for  the  Denver  Tramways. 

Mr.  F.  F.  Espenschied  has  resigned  as  assistant  engineer 
of  the  Hydro-electric  Power  Commission  of  Ontario  to  be- 
come connected  with  the  Combustion  Engineering  Corpora- 
tion of  New  York  City.  Mr.  Espenschied  is  a  graduate  of  Cor- 
nell University,  190,5,  and  before  coming  to  Canada  was  gen- 
eral manager  of  the  Interstate  Light  and  Power  Company, 
Galena.  111.,  and  previous  to  that  with  the  West  Penn  Power 
Company  at  Connellsville  and  Pittsburgh,  Pa. 

Lieut.  C.  E.  Knox  was  among  those  included  in  a  list 
of  officers,  mentioned  in  dispatches  by  Sir  Douglas  Haig  for 
conspicuous  work  in  France.  Lieut.  Knox  is  a  son  of  R.  R. 
Knox,  traffic  superintendent  of  the  Winnipeg  Electric  Rail- 
way Co.  He  has  been  in  France  for  the  past  two  years  having 
left  with  the  101st  battalion.  His  entire  platoon  was  made 
up  of  conductors  and  motormen.  Lieut.  Knox  was  in  the  em- 
ploy of  the  company,  before  going  overseas,  as  chief  clerk  to 
his  father. 

Mr.  J.  E.  Brown,  general  manager  of  the  Ottawa  Hydro- 
electric Commission,  has  been  elected  a  member  of  the  En- 
gineering Institute  of  Canada.  Mr.  Brown,  who  commenced 
his  electrical  career  with  the  Royal  Electric  Co.,  Montreal, 
has  been  connected  with  the  Standard  Electric  Co.,  Ottawa, 
Deschenes  Electric  Co.,  P.Q.,  Hull  Electric  Co.,  Ottawa, 
and  Hull  Power  Co.,  Consumers'  Electric  Co.,  Ottawa,  and 
since  190.5  has  been  with  the  Ottawa  Hydro-electric  Com- 
mission, of  which  he  was  appointed  general  manager  in  1912. 

Mr.  J.  S.  Gillies,  of  Gillies  Bros.,  Ltd.,    lumber  merch- 


;iiits.  Rr;iesi(Ie,  and  Mr.  Harry  A.  Sifton,  Ottawa,  son  of  Sir 
Clifford  Siflon,  have  joined  the  Board  of  the  Southern  Can- 
ada Power  (  o.,  while  Mr,  C.  j.  McCauig  has  retired.  The 
Hoard  is  now  constituted  as  uncler:  Messrs.  W.  C.  Haw- 
kins, president;  F.  W.  Teclc,  vice-president;  Jas.  B.  Wood- 
yatt,  general  manager;  L.  C.  Haskell,  secretary-treasurer; 
W.  K.  Baldwin,  H.  T.  Chalifoux,  James  Davidson,  W.  H. 
Miner,  Ll.-Col.  J.  R,  Moodie,  A.  J.  Nesbitt,  Geo.  Parent,  K. 
C,  Chas.  E.  Read,  J.  M.  Robertson,  C.  W\  Tooke,  J.  S.  Gil- 
lies, and  Harry  A.  Sifton. 


Obituary 

Mr.  Charles  Cassils,  vice-president  of  the  Bell  Telephone 
Co.,  and  director  of  the  Northern  Electric  Co.,  died  in  Mon- 
treal, on  July  ;3nd,  aged  77.  Mr.  Cassils,  who  was  a  Scotch- 
man by  birth,  was  also  a  director  of  several  other  companies. 
He  was  identified  with  the  iron  and  steel  business,  represent- 
ing British  and  American  companies. 

Speaking  at  a  recent  gathering  of  telephone  employees. 
Mr.  Cassils  related  how  he  came  to  this  country  on  the  same 
vessel  as  Alexander  Graham  Bell.  Mr.  Bell  was  accompanied 
by  his  father  and  mother,  the  latter  of  whom  was  very  deaf. 
Mr.  Cassils  recalled  the  fact  that  when  Mr.  Bell  played  the 
piano  Mrs.  Bell  used  a  very  large  ear  trumpet,  which  was 
placed  right  into  the  piano.  Mrs.  Bell's  deafness  was  one  of 
the  reasons  which  led  Mr.  Bell  to  study  the  subject  of  sound, 
and  which  resulted  in  the  invention  of  the  telephone. 


Wilford-  Phillips,  for  seventeen  years  general  tnanager 
of  the  Winnipeg  Electric  Railway  Company,  passed  avvay  at 
Rochester,  Minn.,  on  June  13th,  following  a  prolonged  illness 
and  an  operation.  Mr.  Phillips  retired  from  his  post  as  gen- 
eral manager  of  the  company  on  October  1st,  1917,  as  a  re- 
sult of  ill  health,  and  from  that  time  until  his  death  had  been 
under  the  doctor's  care.  His  remains  were  interred  at  To- 
ronto. 

The  late  Wilford  Phillips  was  born  on  Oct.  8th  in  Prince 
Edward  County,  Ontario.  He  reiuained  on  the  farm  until  he 
was  38  years  of  age,  during  which"  time  he  gathered  a  know- 
ledge of  engineering,  and  in  March,  1890.  accepted  a  position 
with  the  Metropolitan  Street  Railway,  Toronto,  the  first  rail- 
way to  successfully  operate  an  under-running  trolley  road  in 
Canada.  He  remained  there  until  July,  1893,  when  he  ac- 
cepted the  position  of  engineer  and  superintendent  of  the 
North  Toronto  Waterworks  and  Electric  Light  Co.  In  March, 
1893,  he  became  engineer  of  the  Niagara  Falls  Park  and 
River  Railway  and  in  1896  was  appointed  manager  of  the 
same  company.  In  June,  1900,  he  resigned,  and  in  August, 
1900,  accepted  the  managership  of  the  Winnipeg  Electric 
Railway  Co.  He  was  married  in  June,  1881,  to  Susan  Dor- 
land  of  Prince  Edward  County.  His  wife  and  one  son  sur- 
vive him. 


Electric  Light  for  Matheson. 

The  ratepayers  of  Matheson,  Out.,  decided  on  Friday. 
June  38th,  to  accept  the  scheme  for  an  electric  lighting  and 
pumping  plant  which  had  been  submitted  by  J.  Everard 
Myers,  electrical  contracting  engineer,  of  Toronto  and  Hailey- 
bury.  The  plant  will  consist  of  oil  engine,  550  volt  generator, 
exciter,  main  switch  board,  transformers,  40  street  lamps  and 
overhead  feeders  lYz  miles  from  town  for  driving  pump,  con- 
sumers lighting,  etc.  The  plant  will  cost  about  $10,000.  The 
council  are  arranging  for  the  poles  and  erection  of  .saiue.  AM 
(_)thcr  work  will  be  carried  out  liy  J.  Everard  Myers.  The 
lighting  will  be  ready  for  use  by  October. 


Plans  for  enacting  legislation  in  the  United  Slates  auth- 
orizing government  control  of  telegraph,  telephone,  calde 
and  radio  systems,  are  under  way. 
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How  a  Small  Merchandising   Business  was 
Turned  into  a  Huge  Success  by  Applying 
a  Few  Practical  Ideas 

There  is  an  old  saying  that  "nothing  succeeds  -like  suc- 
cess." and  yet  it  is  probably  nearer  the  truth  that  the  same 
policy  that  produced  the  original  success  is  the  cause  of  its 
continuance.  If  a  man  is  successful  in  business  it  is  generally 
because  his  methods  are  right  and,  vice  versa,  if  his  merchan- 
dising methods  are  good,  business  success  is  almost  mevit^ 
able.  This  is  as  true  of  the  electrical  contractor-dealer  as  m 
any  other  kind  of  business. 

An  interesting  story  of  merchandising  success  was  re- 
cently told  before  the  Wisconsin  contractor-dealers  by  Mr. 
Acker,  of  Sheboygan,  and  is  reported  in  Electrical  Merchan- 
dising, as  follows: 

In  our  old  building  we  were  doing  a  merchandising  busi- 
ness that  ran  from  $50  to  $75  per  month,  but  the  basement 
location  did  not  seem  to  be  suited  for  retail  trade  so  we  de- 
cided to  move.  We  bought  a  building.  The  Iniilding  we  pur- 
chased did  not  prove  to  be  entirely  suitalile  for  our  purpose, 
however.  It  was  a  two-storey  affair  about  18  ft.  wide  and 
was- so  arranged  that  it  was  necessary  to  put  the  fixture  stock 
on  the  second  floor.  We  found  it  was  difficult  to  get  people 
to  go  upstairs  to  look  at  these  things,  so  after  a  very  short 
stay  here  we  decided  on  making  another  change. 

We  were  very  fortunate  in  being  able  to  lease  at  a  fav- 
orable figure  a  building  in  the  very  heart  of  the  retail  dis- 
trict of  the  city.  At  the  same  time  we  found  it  possilile  also 
to  rent  the  building  we  had  purchased,  at  a  figure  high 
enough  to  pay  our  rent  in  the  retail  section.  We  had  the 
owner  of  the  leased  building  put  on  a  good  front  for  us.  and 
moved  upttjwn . 

We  fitted  up  a  rest  room  in  the  front  of  the  Iniilding  with 
rugs,  rocking  chairs,  a  telephone  from  which  free  service  was 
furnished,  and  other  accommodations,  which  pleased  the  fem- 
inine trade. 

Then  we  began  to  work  all  sorts  of  schemes  and  ideas 
to  get  the  women  to  come  into  our  jdace  of  business.  We 
let  it  be  known  that  this  front  vestilnile  was  open  to  the 
women  for  all  sorts  of  public  work.  They  have  conducted 
Red  Cross  and  Liberty  Loan  campaigns  from  this  heackpiar- 
ters  regularly  until  it  has  become  one  of  the  downtown  social 
centres. 

Since  we  recognize  that  a  great  deal  of  our  trade  does 
come  from  the  women,  we  make  an  extra  effort  to  keep  the 
store  clean.  It  is  scrul)bed  and  swept  with  precise  regularity. 
Moreover,  we  have  gone  in  rather  strong  for,  'Warner'  cases 
so  that  a  woman  does  not  have  to  know  the  name  of  a  piece 
of  electrical  goods  in  order  to  buy  it.  She  can  walk  up  to 
one  of  these  cases  and  say  T  want  one  of  those,'  pointing  out 
the  article  to  which  she  is  referring,  and  can  get  it  without 
any  lengthy  conversation  with  the  clerk. 

We  make  it  a  point  to  carry  a  good  line  of  the  expensive 
hollow  ware.  Some  of  this  runs  from  $50  to  $75  a  set,  l)ut  it 
gives  the  store  tone,  and  we  manage  to  turn  over  enough  of 


it  to  make  it  pay  to  carry  the  line.  Uur  women  customers  help 
us  very  materially  in  this. 

The  fixture  business  is  now  carried  on  (jn  the  ground 
floor.  Three  booths  have  been  constructed  for  this  business. 
In  connection  with  the  fixture  trade  we  have  done  something 
which  I  believe  is  extraordinary,  in  that  we  have  built  up  a 
considerable  business  in  dresser  brackets.  We  have  put  fix- 
tures of  this  sort  on  some  of  the  best  furniture  in  town,  and 
we  consider  it  extraordinarily  good  business  because  the  in- 
stallation of  fixture  brackets  always  makes  for  additional  out- 
lets on  any  wiring  job. 

I  have  known  of  instances  wherein  twenty-five  to  thirty 
additional  outlets  have  been  placed  in  a  single  house  owing 
to  the  necessity  for  providing  current  taps  for  these  dresser 
brackets.  Sometimes  as  many  as  five  outlets  will  be  placed 
in  a  single  bedroom  to  make  it  convenient  to  hook  up  the 
dresser  in  several  of  the  locations  which  it  may  occupy  at 
different  seasons. 

In  connection  with  the  dresser  bracket  idea  it  is  always 
possible  for  us  to  talk  heating  pads  which  also  furnishes  the 
store  with  profitable  business.  It  is  our  policy,  in  talking 
about  these  dresser  brackets,  to  quote  the  price  for  the  brac- 
ket installed  with  the  outlets  in  a  lump  sum.  The  prices  for 
the  installation  of  these  brackets  run  from  $3.50  to  $S  apiece. 
The  value  of  carrying  out  the  fixture  business  along  these 
lines  may  be  judged  from  the  fact  that  our  fixture  business 
has  increased  about  500  per  cent  since  we  have  moved  into 
the  new  store. 

In  fact,  by  improving  the  looks  of  his  store  both  as  to 
exterior  and  interior  appearance,  the  contractor-dealer  puts 
himself  in  a  position  where  he  cannot  avoid  getting  increased 
business.  Over  the  counter  in  our  new  store  during  the  first 
year  we  did  a  business  of  from  $150  to  $300  a  month.  .\t 
present  our  cash  sales  will  run  from  $500  to  $700  a  month. 
The  sales  which  are  made  on  charge  accounts  will  add  ap- 
proximately 50  per  cent  to  this  figure. 

It  is  my  opinion  that  a  store  whicli  will  do  a  real  mer- 
chandising Inisiness  along  these  lines  need  imt  fear  competi- 
tion from  its  local  central  station.  Last  fall  we  made  a  re- 
cord of  our  sales  and  reduced  this  record  to  wattage  so  that 
we  could  show  the  record  to  tiie  officials  of  our  light  and 
power  company.  At  this  time  they  were  thinking  about  start- 
ing a  merchandising  deijartnient.  When  they  discovered  what 
a  thorough  job  of  loading  their  lines  we  were  doing  through 
our  merchandising  activities,  they  slated  that  our  store  was 
of  as  much  value  to  their  company  as  any  merchandising  de- 
partment operated  by  other  properties  in  the  same  sydicate. 
They  of  course  decided  to  let  well  enough  alone  and  have  not 
gone  into  the  merchandising  business  in  Sheyl)oygan. 

The  problem  of  jobber  competition  likewise  will  take  care 
of  itself  if  merchandising  is  handled  on  a  !)usinesslike  l)asis. 
When  the  jtJjber  sends  the  contractor-dealer  a  letter  stating 
that  a  certain  firm  in  his  town  has  asked  for  prices  on  an 
electrical  product,  the  contractor-dealer  should  go  out  and 
get  the  business  and  answer  the  jol)ber's  letter. 

Too   many  contractor-dealers   take   the  stand   tiiat  tiie 
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man  will  have  to  come  mto  tlu'  >tiivo  .iiul  luiy  tlu'  niat*'vial 
anyway,  so  it  is  no  use  to  lollow  ui'  ilu-  j.ililu  r  >  nKiinry 
closely.  This  sort  of  inactivity  leads  li.  c.ilU  liy  the  jobbers' 
salcsnicn  upon  the  i)rt)Si)eetive  cnstoiiu  r.  ami  of  course  leads 
to  loss  of  business. 

.\  hijIRiT  problem  lliaii  hancilini.;  cciilral  ^lalimi  or  jobber 
compction  is  the  problem  oi  lunullm;.;  Nlore  liclii.  I  lhorouL;b- 
ly  believe  that  the  contractor  dealer  >bould  dele,i;ate  to  bis 
store  help,  full  authority  to  run  ibe  Nlore.  U  is  a  very  j^ood 
thinn  for  him  to  be  around  and  l.>  do  missionary  work,  and 
to  handle  cases  where  customers  demand  to  see  the  owner 
of  the  store.  Nevertheless,  tbe  force  sboidd  be  snlTiciently 
well  trained  and  snliiciently  comiulent  to  handle  any  prol)- 
lenis  that  come  up.  \l  my  store  the  force  consists  of  a  girl, 
a  bookkeeper  and  one  additional  man,  all  of  whom  are  cap- 
aide  of  quotintj  on  small  wiring  jobs. 

"To  sum  up.  it  seems  to  me  that  the  cardinal  points  in 
bringing  to  the  store  of  the  contractor-dealer  ;i  bi,L;Kcr  vol- 
ume of  merchandising  business  are:  (1)  To  conduct  a  con- 
sistently clean  place  of  business;-  Ci)  To  work  all  sorts  of 
plans  to  get  the  women  to  come  into  the  stcire;  and  (3)  To 
use  every  means  possible  to  impress  upon  the  customers  the 
fact  that  they  .get  courtesy,  even  down  to  the  point  of  bemg 
waited  on  in  their  proper  turn." 


How  to  Increase  the  Sale  of  Electrical  Appliances 
—Everything  Depends  on  Co-operation  of 
Manufacturer,  Wholesaler,  Con- 
tractor and  Dealer 

Plans  for  the  success  of  any  electrical  merchandising 
campaign  cannot  be  carried  through  unless  c.mplete  unanim- 
ity prevails  among  the  various  interests.  Neither  can  such 
plans  be  carried  out  by  a  few.  There  must  be  team  work  and 
everybody  must  be  in  it.  This  is  the  text  of  an  address  by 
Mr.  J.  G.  Spurr,  recently  delivered  before  the  New  Jersey 
\ssociation  of  Electrical  Contractors  and  Dealers,  when  he 
spoke  of  plans  to  increase  the  turnover  of  every  man  m  the 
state  connected  in  any  way  with  the  electrical  business. 

One  object  of  the  plan  is  to  vastly  increase  installations 
tor  electric  service,  to  make  these  installations  better,  to  in- 
crease the  sale  of  current  consuming  devices,  which  wdl,  of 
course,  be  followed  by  an  increase  in  the  consumption  of 
current.  Fundamentally,  we  must  recognize  that  our  busi- 
ness possibilities  increase  directly  with  the  increase  of  in- 
stallations for  electric  service.  Therefore,  it  is  the  avowed 
intention  to  vigorously  go  about  the  increasing  of  these  in- 
stallations so  as  to  increase  the  electrical  business  opportuni- 
ties as  to  the  sale  of  appliances,  supplies  and  labor. 

The  first  movement  will  be  the  education  of  the  general 
public  to  the  valuable  service  that  can  be  had  by  the  use  of 
electric  service  in  connection  with  light,  heat,  cooking  and 
power.  We  will  then  take  up  the  education  of  the  architects 
and  owners  of  buildings  to  be  more  complete  in  their  plans. 

For  every  new  circuit  installed  will  make  added  business 
immediately  for  some  one,  and  open  a  field  for  the  future, 
that  would  be  restricted  by  just  that  much  were  the  circuit 
not  available. 

Organization. 

The  work  that  is  being  done  is  the  organizing  of  the  dif- 
ferent branches  of  the  industry.  One  organization,  that  of 
the  manufacturers,  one  that  of  the  jobbers,  and  one  that  of 
the  contractors  and  dealers.  Each  one  of  these  separate 
organizations  to  carefully  consider  their  interest  m  the  mat- 
ter to  thrash  out  the  objects  they  wish  to  attain,  lo  have 
these  objects  so  broad  that  they  can  be  subscribed  to  by  the 
vast  majority  of  all  concerned,  and  then  to  bring  these  or- 
ganizations together  to  be  molded  into  a  single  group  re- 
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presentative  of  the  whole,  with  a  declaration  of  principles, 
and  a  code  of  ethics  that  will  insure  success  for  future  efforts. 

Jobbers'  Organization. 

We  are  organizing  all  the  electrical  jobbers,  both  large 
and  small,  who  are  located  in  the  State,  into  one  general  or- 
ganization, which  will  meet  each  week  for  the  purpose  ol 
discussing  ways  and  means  for  the  increase  of  sales  of  eled 
trieal  merchandise,  and  to  appoint  such  committees  as  are 
necessary  to  co-operate  with  the  electrical  contractor  and 
dealer,  and  with  the  lighting  companies  for  the  purpose  of 
assisting  them  in  educating  the  architects,  increasing  the  de- 
mand for  quality  goods,  and  insuring  the  maximum  outlets 
being  provided  for  in  all  new  buildings,  and  co-operating  with 
them  in  all  ways  that  will  tend  to  increase  electrical  current 
consumption . 

Contractors'  and  Dealers'  Organization. 

In  the  organization  of  the  contractors  and  dealers  it  is 
intended  to  include  "all  individuals,  firms,  and  corporations 
that  engage  in  the  business  of  electrical  contracting  and  the 
retail  dealers  in  current-consuming  appliances.  This  organ- 
ization, through  committees,  to  work  in  harmony  with  otheri 
organizations  connected  with  this  movement  to  do  their  part! 
to  attain  the  common  goal. 

Manufacturers'  Organization. 

The  organization  of  the  manufacturers  will  wait  on  tht 
successful  organization  of  the  jobbers  and  the  contractor; 
and  dealers.  When  this  is  done  the  manufacturers  will  un 
doubtedly  organize  on  similar  lines. 

A  movement  of  this  kind  must  necessarily  be  in  th( 
hands  of  those  who  have  gone  into  the  details  of  the  opera 
tion  and  know  the  possible  results.  Certainly,  no  man  in  bus 
iness  can  be  hurt  by  what  it  is  intended  to  do,  and  it  is  jus 
as  certain  in  my  opinion  that  if  carried  to  a  successful  con 
elusion  the  individual  interest  of  every  man  in  the  business 
will  be  served  in  a  most  substantial  way  and  increase  in  gros^ 
and  net  profits  must  result. 

I  would  like  to  have  you  consider  the  Goodwin  plan  un 
der  which  we  are  operating. 

1.  The  Goodwin  Plan — 

A  plan  of  organization  strong  enough  to  undertake  th. 
solution  of  all  problems  afTecting  the  four  branches  of  th' 
industry  and  to  provide  a  code  of  principles  or  ethics  b: 
means  of  which  all  interests  can  work  harmoniously,  ead 
paying  due  respect  to  the  functions  performed  by  the  othe 
without  discrimination  to  any  branch  or  to  the  public  in  gen 
eral . 

2.  Joint  Action  is  Necessary — 

Without  joint  action,  i.e.,  all  four  branches  of  the  indus 
try  working  in  harmony,  it  is  impossible  to  reorganize  an 
industry,  much  less  the  electrical.  Contractor-dealers,  jobber- 
manufacturers  and  central  stations,  must  have  their  associa 
tions,  and  these  associations  working  through  their  join 
committees  can  eliminate  many  of  the  ills  of  the  industry. 

3.  Let  Us  Face  Facts — 

The  old  basis  of  competition  was  price.  The  new  basi 
is  service.  Your  business  cannot  stand  still  for  any  length  c 
time— it  must  either  advance  or  go  backward.  A  successfi 
business  requires  time,  money  and'  knowledge,  which  is  tru 
of  the  electrical  and  all  industries. 

4.  Stand  by  Your  Leaders — 

(a)  As  industrial  and  commercial  enterprises  expand, 
demand  for  able  leadership  becomes  more  and  more  insi| 
ent. 

(b)  No  plan,  no  matter  how  well  designed  or  how  can 
fully  installed,  can  be  effective  unless  all  who  are  concern* 
in  its  operation  co-operate  to  the  full  extent  of  their  abilit 
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and  stand  by  their  leaders,  irrespective  of  the  fact  that  they 
may  be  wrong  temporarily. 

5.  The  Closed-Door  Policy- 
Nothing  can  be  gained  by  keeping  allied  interest  in  ignor- 
ance of  your  operations.    Associations  are  built  on  the  prin- 
ciple of  the  co-operation  of  all,  not  on  the  will  of  a  few. 
Nothing  is  more  destructive  than  suspicion  of  action  or  in- 
tentions. 

6.  Statistics  will  show  Contractors  Importance — 

The  electrical  contractor  is  the  largest  single  factor  in 
the  purchase  of  electrical  material,  but  because  he  is  poorly 
organized  has  less  to  say  about  its  distribution  than  any  of 
the  other  branches  of  the  industry. 

7.  A  Good  Sale  is  a  Good  Buy — 

(a)  It  is  recognized  to-day  to  be  both  poor  ethics  and  bad 
bu>iness  to  stock  a  dealer  with  anything  that  he  cannot  sell 
to  advantage. 

(b)  A  sale  is  not  a  coldly  scientific  process;  it  is  a  friendly 
red-blooded  man-to-man  transaction. 

9.  Develop  Non-Competitive  Business — 

(a)  Many  who  would  never  take  a  five  cent  piece  belong- 
ing to  another  appear  to  have  no  conscientious  scruples  about 
cutting  when  he  knows  the  price  of  the  other  man. 

(b)  In  the  best  sense  true  profits  are  the  rewards  of  a  real 
service,  of  foresight  and  judgment,  which  often  requires  cour- 
age, good  sense  and  great  ability. 

(c)  The  business  cemetery  is  full  of  contractors  and  job- 
bers who  have  tried  to  sell  their  service  too  cheap. 

10.  Help  Your  Jobber  and  Let  Him  Help  You— 

(a)  Partly  because  of  the  general  ignorance  of  the  job- 
ber's service,  a  suspicion  has  arisen  that  his  service  is  un- 
economical and  not  worth  the  money  to  be  paid  for  it. 

(b)  The  middleman  is  influential  in  helping  to  establish 
relatively  uniform  prices  over  comparatively  large  areas. 

(c)  The  services  rendered  by  the  jobbers  is  that  of  a 
specialist  in  distribution. 

(d)  Prices  must  never  get  so  low  as  to  eliminate  margins 
of  all  who  serve. 

(e)  (ioods  are  made  for  the  consumer,  not  the  jobber  or 
dealer,  and  so  every  step  in  distribution  must  be  planned  for 
the  needs  of  the  consumer. 

In  closing,  gentlenu-ii,  1  wish  to  say  that  the  next  step 
forward  in  the  organization  of  our  industry  will  be  along  the 
lines  of  finding  and  adopting  the  true  standard  conditions 
under  which  we  shall  all  labor. 


enthusiasm  and  the  enthusiasm  of  the  manufacturers  and 
wholesalers  does  not  wane. 

As  announced  in  last  issue,  a  number  of  members  of  the 
Toronto  Electrical  Contractors'  Association  will  attend  this 
convention.  A  registration  fee  of  $5.00  will  be  charged  to  help 
defray  convention  expenses.  The  convention  is  open  to  any 
one  who  is  sufificiently  interested  to  attend  and  listen  to  or 
take  part  in  the  discussions. 


"Pegging  Away"— Do  You  Happen  to  Know  Jim? 

The  loafers  gather  on  the  steps  of  Jones'  Electric  Store; 
there's  dust  on  Jonescy's  counter;  there's  junk  on  Joncsey's 
floor.  There's  a  snag  in  Jonesey's  system — that's  as  plain  as 
ABC;  not  a  thing  that's  ever  wanted  is  where  it  ought  to 
be.  Jim  never  cleans  his  windows — says  it  makes  the  light 
too  strong;  he  never  straightens  out  his  stock — it  takes  too 
cussed  long.  Jim  Jones  abhors  "fine  fixin's,"  says  he  doesn't 
think  they  pay.  "I'll  git  along,"  says  Jim,  "as  long  as  1  kin 
peg  away."  So  Jim  he  pegs  away  at  this  and  pegs  away  at 
that,  sells  Mrs.  Binks  an  iron,  or  wires  up  a  flat,  takes  an  or- 
der for  a  washer,  or  sells  an  eight-inch  fan.  He  pegs  away 
at  keeping  store  and  does  the  best  he  can,  ])ut  with  all  of  Jim's 
persistence  he  doesn't  .get  ahead — says  lousiness  needs  assist- 
ance, that  the  dad  blamed  town  is  dead.  So  he  tinkers  in  his 
workshop,  says  he  "hopes  to  make  'er  pay,"  and  "By  Heck,  I 
dim't  see  why  she  won't — 1  always  peg  away."  Jim  could  take 
a  hundred  hunches  from  the  grocer  up  the  street,  who  sells 
green  stuff  tied  in  i)unches,  who  is  bugs  on  bein.g  neat,  who 
never  mixes  spuds  and  greens,  or  calibages  and  peas,  who 
keeps  his  records  perfect,  and  collects  his  liills  with  ease,  who 
knows  the  cash  tliat  each  day  brings,  the  profit  on  each  sale, 
knows  how  to  watch  the  little  things  and  gather  in  the  kale. 
That's  why  this  man  of  corn  and  beans  can  joyride  in  his  bus, 
while  Jim.  who  ought  to  have  the  means,  must  peg  away  and 
cuss. — Contact.  ' 


National  Contractors'  Convention,  July  15-20 

The  IHtli  annual  convention  of  the  National  Association 
of  Electrical  Contractors  and  Dealers  will  be  held  in  Cleve- 
land July  15-20  inclusive.  An  attractive  programme  has  been 
prepared,  including  the  following  papers:  Scientific  System 
of  Wage  Adjustment,  by  L.  K.  Comstock;  Organization,  by 
James  R.  Strong;  The  Goodwin  Plan,  by  W.  L.  Goodwin; 
How  to  Open  a  Retail  Store,  by  G.  M.  Sanborn;  How  an 
Electrical  Contractor  Can  Become  a  Successful  Retailer;  The 
Application  of  l-'-lcctricity  as  Applied  to  Industrial  Plants; 
and  so  on.  Doubtless  the  greatest  interest  centres  around  a 
discussion  of  the  famous  Goodwin  plan,  which  its  originator 
designed  to  bring  into  closer  touch  the  contractor,  the  manu- 
facturer, and  the  wholesaler.  There  is  plenty  of  evidence  that 
this  plan  is  working  well,  but  it  is  also  evident  that  all  the  ills 
of  the  electrical  industry  have  not  l)een  removed  as  completely 
or  as  quickly  as  it  was  anticipated  they  might  be.  by  a  closer 
cooperation  of  the  various  elements  of  the  trade,  when  this 
plan  was  originally  suggested.  There  seems  to  be  a  tendency 
to  take  it  for  granted  that  this  plan  will  work  itself  out,  when, 
as  a  matter  of  fact,  it  will  be  necessary  that  the  various  con- 
tractors' associations  be  constantly  on  the  alert  that  their 


New  South  Philadelphia  Works  of  the  Westinghouse 
Electric  and  Manufacturing  Company 

Spurred  on  by  the  urgent  need  of  the  government  for 
ships,  the  Westinghouse  Electric  and  Manufacturing  Com- 
pany has  made  a  record  in  the  erection  and  operation  of 
its  South  Philadelphia  Works,  now  devoted  entirely  to  the 
production  of  ship  propulsion  machinery  for  the  Navy  and 
the  merchant  fleet.  A  little  over  a  year  ago,  the  present  site 
was  plowed  field;  now  it  contains  seven  large  buildings  which 
gives  employment  to  3,500  people.  These  buildings,  com- 
prising a  Amiii-  '-pace  of' over  000,000  square  feet,  include  a 
pattern  storage  foundry,  forge  shop,  power  house,  erect- 

ing shop,  and  two  machine  shops.  It  is  expected  that  eventu- 
ally, fhis  plant  will  be  of  a  size  comparable  with  the  East 
Pittsburgh  Works,  which  now  em|)loy  in  the  neighborhood 
of  25,000  people,  and  cover  a  floor  space  of  over  100  acres. 
A  portion  of  the  land  will  l)e  devoted  to  a  townsitc  capable 
of  accommodating  aljout  5,000  people. 


.\  numl)er  of  tool  manufacturers  are  devoting  a  consider- 
ai)le  portion  of  their  facilities  to  the  manufacture  of  tools 
needed  by  the  United  States  Government  to  help  win  the 
war.  Prominent  among  them  is  the  Smith  &  Hemenway  Co.. 
Inc.,  whose  plant  at  Irvington,  N.J.,  is  very  largely  given 
over  to  the  making  of  tools  for  Uncle  Sam.  The  "Red  Devil" 
tools  have  proven  so  satisfactory  to  the  Government  that 
•Smith  &  Hemenway  Co..  Inc..  have  I)een  obliged  to  put  up 
a  new  building,  which  is  now  being  completed.  New  mach- 
inery of  the  latest  design  is  Iieing  installed,  and  the  result 
will  be  an  increased  output  and  a  saving  of  time  in  jiroducing 
it.  Late  last  year  the  factory  in  Hill.  N.H.,  added  a  new 
building,  which  has  increased  the  facilities  for  producing 
"Red  Devil"  glass  cutters  at  that  factory. 


as 
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What  is  New  in  Electrical  Equipment 


Motor-Driven  Machines  in  Cork  Factory. 
Prosrcssive  niamitactiirers  of  hotUc-corks  fnul  that  pro- 
liuclion  is  multiplied  anil  costs  reduced  1)y  the  installation 
of  electrically-driven  automatic  iiKuhin(.->.  A  ,L;hitue  through 
one  of  these  modernized  cork  works  i>  cpiilc  interesting. 
The  raw  cork  is  imported  trom  rnriu.L^al  and  arrives  at  the 
factory  in  Hat  blocks  from  to  2}/'  inches  thick.  The  first 
operation  is  to  cut  these  hlocks  into  strips  the  width  of 
which  is  determined  liy  the  length  of  the  corks  to  be  made. 
For  this  process  circular  >aws  are  used,  each  being  driven 
by  a  Westinghonsc  alurnaling-current  motor  running  at  a 
speed  of  172.')  revolutions  per  minute.  .\s  the  strips  are  saw- 
ed they  drop  into  large  baskets,  anil  are  then  taken  to  the 
punching  machines. 

In  the  older  factories  the  punching  machines  -were  ar- 
ranged in  groups  and  driven  from  a  line  shaft.  The  punch- 
ing was  done  by  a  rapidly  revolving  cylindrical  knife  which 
could  be  moved  sidewise  by  operating  a  pedal.  Thus  the 
operator  fed  in  the  strips  of  cork  and  punched  out  each 
cork  by  pressing  the  pedal.  In  our  improved  factory  we 
find  these  machines  each  driven  by  its  own  34  horsepower 
Westinghouse  motor  and  operating  two  punches  instead  of 
one.  No  special  skill  is  required  of  the  operator  who  sim- 
ply feeds  in  two  strips  of  cork;  all  other  operations  being 
performed  by  the  machines  and  the  finished  cylinders  drop- 
ping into  barrels  behind  the  machines. 

Many  of  these  straight  cylindrical  corks  are  used  in  this 
form,  but  for  most  purposes  they  must  be   tapered.  The 


Cutting  cork  into  strip; -Four  circular  saws  each  driven  by  a  one 
horsepower  Westinghouse  single-phase  motor. 

tapering  machine  is  entirely  automatic.  The  cork  cylinders 
are  thrown  into  a  large  hopper  which  narrows  at  the  bot- 
tom to  a  pipe,  through  which  the  corks  pass  in  single  file. 
At  the  end  of  this  pipe  a  mechanism  seizes  each  cork  and 
holds  it  against  a  disc-shaped  knife  revolving  on  a  horizon- 
tal plane.  This  knife  removes  a  thin  shaving  wliich  is  car- 
ried away  by  the  exhaust  system,  while  the  finished  cork 
drops  into  a  basket.  This  machine  can  be  adjusted  so  that 
any  desired  degree  of  taper  can  be  obtained.  Ten  of  these 


tapering  machines,  a  knife-grinder,  and  a  blower  are  driven 
as  a'  group  by  a  Westinghouse  squirrel-cage  induction  mo- 
tor of  five  horse-power  capacity. 

After  being  tapered,  the  corks  are  sorted  by  hand,  no 
machine  having  as  yet  been  designed  which  will  successfully 
perform  this  work.    In    the    highest  grade,  the  corks  are 


Punching  cork  cylinders  from  strips— Five  automatic  Duplex  cork 
machines,  each  driven  by  Westinghouse  alternating- 
current  motor. 

smooth  and  almost  free  from  imperfections,  while  m  the 
lowest  grade  they  are  coarse  and  full  of  small  holes  and 
woody  ducts.  Between  these  extremes  are  various  grades 
according  to  the  degree  of  perfection  and  the  uses  to  which 
they  are  to  be  put.  The  last  process  is  cleaning  and  polish- 
ing the  corks,  which  is  done  in  a  tumbling  barrel,  after 
which  they  are  ready  for  market. 


Siemens  Now  Entirely  British 

"The  firm  of  Siemens  Bros.  &  Co.,  Ltd.,  London.  Eng., 
with  an  office  in  Montreal,  is  now  entirely  British,  the  Ger- 
man interests  having  been  eliminated.  The  Siemens  Bros. 
Dynamo  Works  Ltd.  has  been  taken  over  by  Siemens  Bros. 
&  Co.  It  was  stated  at  the  annual  meeting  in  London  that 
the  business  in  1917  was  a  third  larger  than  that  of  the  pre- 
vious year,  and  that  the  expansion  _was  principally  in  insu- 
lated wire  and  cables,  ebonite  and  batteries.  Considerable 
work  had  also  been  done  in  installing  automatic  telephone  ex- 
changes. 

Since  the  entry  of  the  new  directors  into  office  negotia- 
tions had  been  inaugurated  with  other  companies  doing  snn- 
ilar  industrial  business  with  the  object  of  bringing  such  man- 
ufacturers together  for  the  reduction  of  unnecessary  com- 
petition and  the  avoidance  of  duplicating  machinery  work- 
shops, and  ofifices.  Co-operation  would  make  for  the  more 
continuous  running  of  p'ants,  with  the  attendant  advantages 
of  cheaper  production,  increased  efficiency,  and  improved 
quality  of  the  work  done,  avoiding  unnecessary  expense  in 
storage,  selling  organizations,  and  reducing  the  duplication 
of  stocks  to  a  minimutn.  An  even  more  important  advantage 
aimed  at  was  the  amalgamation  of  desi.gning  offices,  and  in- 
terchange of  experience,  designs,  and  methods  to  the  pro- 
motion of  economy  and  efficiency.  Such  industrial  alliance 
would,  moreover,  make  it  possible  to  carry  out  complete  in- 
stallations within  the  allied  group.  .\n  alliance  of  this  nature 
had  already  been  arranged  with  Messrs.  Dick.  Kerr  and  Co. 
Ltd..  in  the  field  of  dynamo  installations  in  all  its  ramifica- 
tions and  other  alliances  were  conteinplated. 
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A  Compression  Chamber  Arrester  for  10,000  and  13,200 
Volt  Circuits. 

To  protect  pole  type  transformers  on  10,000  and  13,200 
volt  distributing  lines,  the  Canadian  General  Electric  Com- 
pany has  placed  on  the  market  a  unique  form  of  compressor 
chamber,  multigap  lightning  arrester  in  which  is  embodied 
the  shunt  resistance  principle.  Fig.  1.  Gaps  of  a  snnple, 
hough  rather  unusual  design,  are  connected  in  shunt  with 
and  mounted  on.  the  resistance  rods  from  which  they  are 
suitably  insulated.  The  arrangement  of  the  gaps  and  resist- 
ances is  shown  in  Figs.  2,  :i  and  4.    Protection  from  the  wea- 


amount  that  can  be  extinguished  readily  by  the  series  gaps. 
The  arrester  affords  complete  protection  and  is  light,  efficient, 
compact  and  proof  against  fire  and  weather.  It  is  recom- 
mended for  outdoor  installations  of  small  capacity  trans- 
formers. 


Fig.  1 


A  Real  Safety  Switch 

In  many  steel  mills,  factories,  mines,  and  similar  indus- 
tries where  most  of  the  workmen  have  little  knowledge  of 
electricity,  it  is  desirable  to  use  switches  having  no  live  parts 
exposed  or  accessible  in  the  ordinary  operation  of  the 
switches  or  when  replacing  fuses.  This  is  fully  accomplished 
in  the  Krantz  auto-lock  switch,  now  marketed  l^y  the  Westing- 
house  Company  which  is  intended  for  use  on  main  circuits  or 
wherever  an  ordinary  knife  switch  is  applied.  The  switchmg 
parts  and  fuses  are  enclosed  in  a  steel  box,  the  cover  of  which 
is  in  two  parts,  one  part  being  screwed  on  to  form  a  per- 
manent covering  for  that  end  of  the  box  containing  the 
switch,  and  the  other  part  being  hinged  so  as  to  swing  back 
and  permit  the  renewal  of  fuses,  which  are  located  in  this 
portion  of  the  box.   An  ingenious  latching  mechanism  makes 


Fig.  2 


ther  is  obtained  by  enclosing  the  gaps  and  resistances  ni  a 
porcelain  tube.  By  reason  of  this  combination  of  gaps  and 
resistances  the  arrester  will  discharge  at  low  rises  in  poten- 
tial, is  sensitive  to  lightning  over  a  wide  range  of  frequency, 
and  following  the  lightning  discharge,  quickly  cuts  ofT  the 
generator  current  and  prevents  "grounds"  or  "shorts." 

Several  paths  for  the  lightning  discharge  through  the 
arrester  are  offered  by  the  four  units  of  shunting  resistance 


Resistonce  Rods 


^'^^^    Nine  Gaps 


Brass  AlloyRings 


Porcelain  Rings 


THIS  SIDL  DEAD 


THIS  SIDE  ALIVE 


it  impossible  to  open  the  cover  without  first  throwing  the 
switch  to  the  "off"  position  and  rendering  all  fuses  and  other 
accessible  parts  dead.  Thus  fuses  may  be  replaced  at  any 
time  with  absolute  safety.  As  long  as  the  door  of  the  case 
is  open,  the  switch  contacts  can  not  be  closed.  By  usmg  a 
padlock,  the  switch  handle  can  be  locked  in  the  "off"  posi- 
tion, making  it  impossible  for  any  one  to  close  the  switch, 
except  the  person  holding  the  key  to  the  padlock.  By  using 
another  padlock,  the  cover  may  be  locked  shut,  so  that  the 
fuses  cannot  be  tampered  with.  F.ither  of  these  padlocks 
can  be  used  independently  of  the  other,  so  that  the  svyitch 
cover  can  be  locked  shut  with  the  switch  either  "on"  or  "off," 
or  the  switch  can  lie  locked  in  the  "off"  position  with  the 
cover  either  locked  or  open. 

Contact  is  made  by  means  of  a  laminated  spring  copper 
brush,  double  ended  with  auxiliary  arcing  contacts  at  each 
end.  The  outer  leaves  of  the  l)rush  are  bronze  to  provide  ad- 


5WITCH  OFF 


ooooooooo  O 

ghjjinwng  Resistonce. 

Fig.  4 

used.  As  the  resistance  rod  in  contact  with  the  series,  gaps 
is  grounded  through  the  other  resistances  the  initial  dis- 
charge is  made  easy,  because  the  ground  potential  is  brought 
up  to  the  l)ottom  of  the  series  gaps.  The  path  which  the  dis- 
charge takes  after  passing  through  the  series  gaps  depends 
on  ihe  frequency  and  quantity.  Very  high  frequency  will 
discharge  straight  across  all  the  gaps.  Discharges  of  lower 
frequency  will  take  place  through  one  of  the  shunt  i)aths. 
The  generator  current  which  follows  the  lightning  discharges 
will  shunt  to  the  resistance  rods,  being  tlius  limited  to  an 


THIS  SIDE  DEAD 


ditional  spring  pressure.  The  stationary  contacts  are  ot 
liaiid-drawn  copper  and  are  nicniiiU'd  on  slate  bases,  one  of 
which  in  the  fused  switch  carries  one  of  the  fuse  clips  while 
the  otluT  forms  the  teniiiiial  block  for  the  incoming  line  and 
is  mounted  under  the  stationary  portion  of  the  cover.  1  he 
operating  mechanism  is  galvanized  steel  of  the  toggle  type, 
and  is  attached  to  the  under  side  of  the  stationary  end  of  the 
cover.   This  mechanism  can  be  easily  removed  for  inspection 
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by  removing  sovt-ial  screws.  In  closiiis.;.  tin-  prc-sun' 
twecn  llic  contacts  causes  titc  laiuinatioiis  u\  tlu  luusli  ii> 
spread  apart,  giving  it  a  wiping  or  sclf-cKaiiin?;  .u  iion.  I  hc 
Uoubic-oiuleil  brushes  provide  a  doul>K  lu\ak,  diviiiiii^  llic 
arc  between  the  two  ends,  each  i>f  which  is  iirov  idcd  w  ith  a 
separate  arcing  tip.  In  tiie  closed  position  ilu'  swiu  h  is  lu  ld 
in  positive  contact  hy  throwing  a  toggle  over  centre,  A 
spring  provides  a  cpiick-hreaU  for  opening,  the  iiuchaiiisni 
being  independent  i>f  the  oiKTating  handle.  Tlusi'  swilclu'S 
are  supplied  for  i.">0,  ."lOO  and  (iOO  volt,  for  citlicr  alternating 
or  direct  current  service,  and  in  caiiaeiiies  np  tn  L'.niio  am- 
peres. The  safety  feriturcs  of  this  switch  lia\e  been  recog- 
nixecf  liy  the  .\nierican  Muscnni  of  Safet\  w  liieh  lias  awarded 
it  a  gold  medal  and  special  mention. 


Armored  Corner  Insulators  for  Feeder  Cables 
A  new  I'lttshurgh-lype  corner  insulator,  for  securely  hold- 
iiij;  feeder  cables  on  curves,  is  l.cing  marketed  hy  the  West- 
inghonse  company.  It  is  provided  with  a  special  c  diar  or 
rotating  ring  for  use  where  the  curve  is  slight  and  the  c  ili'e 
likely  to  slip  olT  an  ordinary  insulator.  This  cidlar  has  an 
extended  lip  which  curves  up  around  the  cable  and  kct-jis  it 
in  the  groove  regardless  of  the  angle  at  which  the  cable  turns. 
Th"s  eliminates  the  >•.•.  r-.M  v  for  tie  wires  and  saves  time  in 


erection.  This  collar  is  free  to  move  on  the  insulator  cap,  so 
that  after  the  insulator  is  screwed  to  the  pin,  the  collar  may  be 
turned  until  the  cable  seat  is  in  the  proper  position  best  to 
support  the  cable.  For  sharp  curves,  the  insulator  can  be 
used  without  this  collar,  as  the  deep  side  groove  holds  the 
cable  tirmly  in  position.  These  insrdat'irs  are  made  of  mould- 
ed insulation  surrcnnided  by  a  sherardi/.cd  malleable  iron  cap. 
They  are  made  with  a  one-inch  pin  hole  and  are  furnished 
in  two  sizes  for  feeders  of  r.no.uon  and  1.000.000  circular  mils 
respectively.  * 


Important  New  Motor  Book. 
Lair  &  Lee,  Inc.,  Chicago,  announce  that  they  have  now 
in  press  the  1918-1919  edition  of  "The  Mf)dern  Motor  Car," 
hy  Harold  P.  Manly.  It  will  be  issued  in  one  compact  volume 
of  .'j:!6  pages,  large  12mo,  with  235  illustrations  from  detail 
drawings  and  photographs,  and  a  24-page  alphabetical  index, 
durably  bound  in  flexible  keratol,  with  round  corners  and 
colored  edges.  The  revisions  and  additions  bring  this  stand- 
ard work  up  to  the  very  minute,  making  it  a  complete,  prac- 
tical and  handy  reference  cyclopedia  on  all  matters  connected 
with  the  care,  repair  and  upkeep  of  every  type  of  automobile, 
old  and  new.    Price  $3.00,  postpaid. 


Mr.  Calhoun  Gets  Promotion. 

The  appointment  of  Mr.  L.  D.  Calhoun  as  assistant  sales 
manager,  has  been  announced  by  the  Square  D  Company,  De- 
troit, manufacturers  of  electrical  safety  switches.  Mr.  Cal- 
houn has  been  advertising  manager  of  the  .Scpiare  D  Com- 
pany for  the  past  year,  and  in  addition  to  his  new  duties,  will 
continue  to  handle  the  company's  advertising. 

The  Dominion  Bridge  Company  has  received  an  order 
from  the  Imperial  Tobacco  Company,  Montreal,  for  a  400  k.w. 
turbo-alternator. 


Banfield  Show  Rooms  on  King  West,  Toronto 

W.  II.  Ilanl'ielil  Sons,  Limited,  have  taken  Over  the 
luiildin.ns  at  SO  King  .Street  West,  Toronto,  where  they  have 
opened  up  new  and  up-ito-date  showrooms  and  sales  office, 
taking  in  the  whole  three  floors.  This  company  will  now 
ka\e  all  facilities  for  taking  care  of  their  city  and  out-of- 
town  eustnmers.  They  will  show  a  full  line  of  fixtures  and 
lixtiire  parts,  littings  and  accessories;  also  a  full  line  of 
glassware  and  ]>ortable  lamps. 


Two  More  Bucyrus  Shovels  for  Hydro 

The  Ontario  Hydro-electric  Commission  has  just  ac- 
quired through  the  Canadian  Equipment  Co.,  Ltd.,  Mon- 
treal, two  additional  Bucyrus  electrically  operated  shovels, 
making  a  total  of  eight  shovels  sold  to  the  Commission. 
These  shovels  are  used  in  connection  with  the  new  300,000 
h.p.  plant  of  the  Commission,  the  work  on  which  is  now 
bein,g  proceeded  with. 


H.  W.  Gillett,  chemist  of  the  Bureau  of  Mines,  Washing- 
ton, D.C.,  after  five  years'  experimentation,  carried  on  in 
co-operation  with  the  laboratory  of  Cornell  University  and 
the  American  Institute  of  Metals,  has  announced  a  perfected 
electric  melting  furnace  which,  it  is  stated,  will  revolutionize 
the  making  of  brass. 


The  aldermen  and  commissioners  of  Montreal  have  de- 
cided to  appeal  to  the  Public  Utilities  Commission  against 
the  increase  in  the  fares  of  the  Tramways  company  recently 
granted  by  the  Tramways  Commission.  There  has  been  a 
certain  amount  of  opposition  on  the  part  of  the  public  to  the 
increases,  the  proposal  to  impose  a  cent  for  a  transfer  being 
objected  to  in  particular. 


Trade  Publications 

The  Crouse-Hinds  Company  of  Canada  have  issued  a 
colored  folder  emphasizing  the  care  with  which  their  pro- 
ducts are  packed,  catalogued  and  shipped. 

Boiler  Peed  Pumps — Pamphlet  issued  by  the  De  Laval 
Steam  Turbine  Co.,  Trenton,  N.J.,  entitled  '"Centrifugal  Boiler 
Feed  Pumps,"  describing  the  De  Laval  combined  steam  tur- 
bine and  centrifugal  boiler  feed  pump. 

A  handsome  catalogue  is  being  distributed  hy  the  Jef- 
ferson Glass  Company,  Limited,  Toronto,  describing  and  illus- 
trating their  color  decorations,  etchings,  cuttings  and  other 
finishes  on  illuminating  glassware.  This  is  known  as  cata- 
logue No.  0,  and  will  be  mailed  on  request.  The  catalogue 
contains  70  pages  of  very  attractive  and  interesting  matter. 

L'Air  Liquide  Society  are  distributing  copies  of  their  new 
catalogue,  which  has  just  been  issued.  In  the  preparation  of 
this  catalogue  the  company  have  departed  somewhat  from 
the  usual  method  of  preparing  such  publicity  matter  and  have 
given  a  comprehensive,  though  necessarily  somewhat  cur- 
tailed, outline  of  the  oxy-acetylene  process  of  welding  and 
cutting  in  its  many  useful  and  indispensable  applications.  It 
also  mentions  the  chief  characteristics  of  the  apparatus.  The 
company  antunmce  that  a  copy  of  this  catalogue  will  be  sent 
on  request  to  anyone  interested  in  the  oxy-acetjdene  process. 

C.G.E.  Publications— Bulletin  No.  4f)018-A,  describing 
portable  instruments,  type  P-8;  also  descriptive  folders  cov- 
ering the  following:  CR  3105  drum-type  controllers;  CR  2940 
push  button  stations;  CR  2820-784  overload  relay  for  use  with 
magnetic  control  panels  on  a.c.  or  d.c.  circuits;  CR.  2820-723 
current-limit  relay;  CR  3100  drum  type  controllers;  Cata- 
logue No.  618,  twelve  pages  illustrating  and  describing  C.  G. 
E.  pipe  fittings;  Catalogue  No.  257,  twenty-two  pages,  illus- 
trating and  describing  Regent  bowls,  globes  and  reflectors 
for  commercial  and  ornamental  illumination. 


July  15,  1918 


THE   ELECTRICAL  NEWS 


41 


PHILUPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows. — 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  ir,.  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 


Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


4> 
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Current  News  and  Notes 


i 


Curmvall.  Ont. 

W.'ik  I'll  tlu-  lU'w  tr;insl'iiniu-r  sl;itinii  a  short  distance 
west  ut  cKnuvall.  Out.,  liy  tlic  Hydro-iKitric  rcnviT  com- 
mission of  (>ntari(\  is  projjrossintj  fav(^ral)l>-.  Tlu-  Idiiiulatioii 
is  rcaily  for  tlu-  ooncrcto  wliii-li  will  lu-  ii.imi  il  slimtly,  Hiock- 
villo  ami  Tri'soott  will  lu>  supplied  witli  luniiu  linin  this  sta- 
tion when  coiupliti'd. 
Fredericton,  N.B. 

The  Maritime  Electric  Company.  Fredericton,  N.B.,  have 
l>ecn  uranted  a  Dominion  charter  with  hydro-electric  powers 
and  an  early  developmi-nt  is  anticipated.  Several  sites  arc  un- 
der consideration.  In  the  meantime  sulheient  new  equipment 
is  to  be  purchased  to  allow  the  c<iinpany  to  generate  current 
sufficient  for  all  present  requirements. 

Gladstone,  Man. 

.\  by-law  providing  for  the  sum  of  $15,000  to  be  spent  on 
an  electric  lighting  system,  has  been  passed  by  the  rate- 
payers of  Gladstone,  Man.  The  Echo  Flour  Mills  Company 
of  Gladstone  will  generate  the  necessary  current. 

Kirkland  Lake,  Ont. 

Arrangements  liave  been  completed  for  the  installation 
of  electrically-driven  mining  plant  at  the  property  of  the 
Ontario  Kirkland  gold  mines  about  two  miles  south  of  Kirk- 
land Lake.  The  work  of  clearing  a  right-of-way  for  pole  line 
is  jiroceeding. 
London,  Ont. 

The  annual  meeting  of  the  Western  Counties  Telephone 
.Association  was  held  in  London  recently,  about  fifty  members 
attending.  Mr.  John  Perry,  of  St.  Marys,  was  elected  presi- 
dent for  the  coming  year;  Mr.  James  McEwing,  of  Drayton, 
first  vice-president;  Mr.  J.  R.  Forbes,  of  Waterford,  second 
vice-president  and  Dr.  W.  Doan,  of  Harrietsville,  secretary- 
treasurer  . 

Moncton,  N.  B. 

A  device  for  telephoning  from  moving  trains  has  been 
successfully  tested  on  the  Intercolonial  Railway  at  Moncton, 
.\'.  B.  The  instrument  has  been  patented  by  Isidor,  Abraham 
and  Samuel  Berliner,  of  Toronto,  who  have  also  submitted  to 
the  United  States  government  a  device  for  detecting  submar- 
ines. It  is  stated  that  three  conversations  can  be  carried  on 
from  one  train  and  that  the  voices  are  absolutely  clear. 

New  Westminster,  B.C. 

The  city  light  and  ijower  department  of  New  Westmin- 
ster, B.C.,  reports  a  revenue  of  $:i5,000  for  the  first  five  months 
of  1918,  compared  with  $:H,2;i8  for  the  first  five  months  of 
1917. 

Construction  has  started  at  New  Westminster,  B.C.,  on 
a  modern  steel  plant.  Electric  furnaces  will  be  used  for  the 
conversion  of  scrap. 

Port  Arthur,  Ont. 

The  City  Council  of  Port  Arthur  have  applied  to  the 
Railway  Board  for  permission  to  raise  the  fares  on  the  street 
railway.  The  new  schedule  is  as  follows:  Adults— Five  cents 
cash  fare  or  one  ticket  at  the  rate  of  five  tickets  for  25  cents. 
Children  ('>  to  12  years  inclusive) — Five  cents  cash  fare  or  1 
ticket  at  the  rate  of  eight  for  25  cents.  Under  five  years  of 
age,  free.  Good  between  the  hours  of  5. .10  a.m.  and  12  o'clock 
p.m.,  and  double  the  above  fares  between  the  hours  of  12  p.m. 
and  5.30  a.m.  Workmen's  tickets  will  be  abolished  and  the 
free  privileges  heretofore  extended  to  Dominion  policemen 
will  be  cancelled. 


St.  Stephen,  N.B. 

Application  has  been  made  by    the    Calais  Water  and 
Power  Company,  St.  Stephen,  N.B.,  for  permission  to  estab- 
lish a  new  scale  of  rates  for  the  town  of  Milton.  The  com- 
pany purchase  water  power  from  the  town  of  St.  Stephen. 
Sherbrooke,  Que. 

Lomis  Dakin,   Limited,  Sherbrooke,     Que.,     have  been 
appointed  general  contractors  for  the  construction  of  a  dis- 
tributing station  in  that  city. 
Toronto,  Ont. 

Employees  of  the  Toronto  Hydro-electric  system,  and 
their  families  and  friends,  to  the  number  of  about  thirteen 
hundred,  held  their  annual  outing  at  Queehston  Heights  on 
July  G.  l^rominent  figures  on  the  judging  committee  were 
Messrs.  P.  W.  Ellis  and  George  Wright,  of  the  Hydro  com- 
mission, and  General  Manager  H.  H.  Couzens. 
Vancouver,  B.C. 

Employees  of  the  British  Columbia  Electric  Railway 
went  on  strike  on  July  3  for  higher  wages  and  shorter  hours. 
Two  thousand  shipyard  employees  also  struck,  refusing  to 
work  with  machines  operated  by  the  "non-union"  current  of 
the  Western  Canada  Power  Company.  It  is  now  stated  that 
providing  the  city  council  of  Vancouver  will  agree  to  an 
increase  in  fares  the  B.  C.  E.  R.  Company  have  agreed  to 
meet  practically  all  the  demands  made  by  their  employees. 
The  recommendations  of  the  board  of  conciliation  appointed 
to  deal  with  the  dispute,  did  not  prove  satisfactory  to  the 
employees. 
Winnipeg,  Man. 

Tenders  have  been  recived  by  the  city  of  Winnipeg  for 
a  new  200  kw.  generator  and  switchboard  equipment  to  be 
installed  in  the  power  house  of  the  General  Hospital. 


Boilers  for  Immediate  Sale 

Suitable  for  shipyards,  munition  works,  mines,  mills,  elevators, 
electric  power  stations,  etc. 

5450  H.  P.  of  B.  &  W.  Stationary  Boilers 

with  forged  steel  headers,  and  superheaters,  in  the  following 
sizes : — 

2 —  450  h.p.  Boilers,  16  wide  12  high,  2  48-in.  drums  each,  in- 
stalled 1902. 

3 —  590  h.p.  Boilerk,  21  wide  14  high,  3  42-in.  drums  each,  in- 
stalled 1905. 

3 — 390  h.p.  Boilers,  16  wide  12  high,  2  42-in.  drums  each,  in- 
stalled 1910. 

1 —  580  h.p.  Boiler,  24  wide  12  high,  3  42-in.  drums,  installed 
1910. 

2 —  515  h.p.  Boilers,  21  wide  12  high,  3  42-in.  drums  each,  in- 
stalled 1910. 

Im.^IiI  lit  lluM-  eleven  I'loilcrs  .ire  now  allowed  150  pounds  steam,  and 
thiee  allowed  l.'lo  |iounils.     jMl  arc  in  operative  condition. 

If  it  is  dc  siml  to  add  to-'  the  capacity  of  any  niodevn  boiler  plant 
carrying  200  pounds  luessurc  for  supplying-  .steam  turbines,  these  boilers 
can  be  easily  adapted  .to?-iiO(»  pounds  pressure  by  being  lilted  with  new 
drums.  ^-    ~  -   -riji  .  ,  ,  ■, 

To  be  sold  as  they  nouf^stand,  including  grates  and  the  usual  boiler 
conuecliiiii-,  .11. d  fillings  attachcit.to  them.  Purchaser  to  nrake  his  own 
inspciliim,  i.i  li.nc  :iic<ss  to  all  available  records  in  owner's  possession, 
and  Id  nnic.vc    Knilns  at  his  ewn  expense. 

If  prompt  possession  of  any  or  all  of  these  Rollers  is  desired,  time 
will  be  saved  by  purchaser  sending  his  representalive  here  without  delay. 

Correspondence  desired  only  with  parlies  who  have  immediate  use  for 
any  or  all  of  the  lioilers. 

I'ln-ight  closed  type  feed  water  heaters,  and  boder  feed  pumps  In- 
longing  to  this  plant   are  also  for  sale. 

WINNIPEG  ELECTRIC  RAILWAY  COMPANY, 

 .  _  WINNIPEG.  MANITOBA 
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Weld 
and  Win 

Electric  Arc  Welding  is  proving  a  vital 
factor  in  winning  the  war.  Startling  evi- 
dence of  this  is  accumulating  every  day. 

Lincoln 
Arc  Welders 


are  now  giving  the  Ruck  Island  Lines  1400 
days  more  engine  service  per  year  by  hast- 
ening their  engine  repairs.  They  say  that  a 
full  equipment  of  these  welders  will  be 
equal  to  the  purchase  of  23  new  engines. 
And  this  is  only  one  of  many  roads  using 
Lincoln  equipment. 

These  welders  are  saving  days  of  time  on 
\  ital  ship  repairs  in  large  eastern  dry  docks. 

They  are  increasing  and  s])eeding  up  the 
output  of  steel  castings  by  filling  with 
molten  steel,  blowholes,  shrinkage  cracks 
and  other  defects  that  would  scrap  5  to  10 
per  cent,  of  the  product.  Steel  castings  are 
absolutely  essential  in  locomotives,  steam- 
ships, motor  trucks  and  most  of  all  in  the 
actual  fighting  equipment,  cannon,  machine 
guns,  rifles,  etc. 

Get  our  48  page  illustrated  book  on  welding 
and  see  what  this  wonderful  equipment  can 
do  in  the  industry  you  are  interested  in. 
Write  on  your  business  letterhead. 

104-D. 
The 

Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
1109  Temple  Building 

TORONTO 
Ontario 


Branch  Office 
MONTREAL 


DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Starting  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  Cell  Switches 

Lighting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboaads 
Distributing  Switchboards 

Switchboard  Fittings 

Fuses 

Fuse  Clips 
Fuse  Studs 

Spade  Handles 

Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bush*ngs 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 
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Hauling  Ice  Electrically 
Summer  brings  us  heat — aiul  coUl  ii  w  o 
pay  for  it.  Ice,  after  hoiiif^  slon-il  ;iti-l 
i-iil  tnatural  iccK  or  nuuk',  nuist  Ik-  ^Io- 
livered  at  coiisiilerablc  cost.  The  Coni- 
nuTcial  l-'conomy  Hoaril,  Council  of  Na- 
tional nefense,  Wasliinfiton,  P.C  .,  cui- 
ilucteil  an  investiKatioii  in  lliat  city  and 
fouml  that  nearly  one-half  of  each  dollar 
paid  by  consumer  went  for  transiiorta- 
tion. 

The  electric  vehicle  has  proven  to  be 
the  niost  economic  means  of  city  trans- 
portation. Ice  dealers  have  carefully  in- 
vestigated the  electric  vehicle,  and,  as  a 
result,  they  are  being  installed  in  in- 
creasingly large  numbers,  particularly  m 
wholesale  delivery. 

.\  Philadelphia  manufacturer  has  de- 
veloped a  special  type  of  electric  truck 
for  meeting  conditions  that  cannot  be 
economically  handled  with  the  ordinary 
.")-ton  equipment,  particularly  where  the 
time  for  loading  and  unloading  is  rela- 
tively great,  where  short  hauls  and  con- 
gested trartic  is  encountered,  and  where 
the  conventional  truck,  which  is  designed 
to  do  considerably  more  work  than  it  can 
possibly  do  on  account  of  restricted  con- 
ditions, will  cost  more  for  the  work  per- 
formed than  horses. 

The  special  electric  truck  is  arranged 
to  drive  on  front  wdieels  only,  the  large 


le.ir  wheels  lu-iu;^  sleel  lived;  the  speed 
i>  lower  and  tlie  battery  smaller,  resull- 
in-  ill  ,1  iii.ilerially  reduced  first  cost,  and 
a  rediutioii  in  amortization  and  interest. 
Mainteiiaiiee  is  also  greatly  reduced,  re- 
stdting  in  a  total  cost  lower  than  the  cost 
ul  doing  the  same  work  with  tlie  horse 
e(|iiii>meiit. — .\.    laekson  Marshall. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

FOR  IMMEDIATE  DELIVERY 


Large  Transformers 
For  Sale 

.■!--1125  K.V.A.,  (1-1  SC.  Sin^lr   I'liasc,  25  Cycle, 
Primary   N'.ili.i-:.    ■Jlno!)  fjiiiiii  V. 
.Sccoii.l.n  y    N-Ii.il;.    Ulim  IJdiMilKI  V. 
With   tov>    f.ii        ,  .    Ill',,    ir.',  \;ni:ili.m. 
Eirst    C'la'-^    (  Cmlil  i.m.      I  ninu  'li.iU-    SliipiiK  iit. 
•  Ako  - 

:;     I  I', s  r.  ;iO()  Amp,,  25t)00  Volt  Automatic  Oil 

Toronto  &  York  Radial  Railway  Co. 

p  Toronto,  Ont. 

POSITIONS  VACANT 


Wanted — Ex|iericnceil  man,  returned  soldier 
preferred,  to  act  as  Meter  Reader  and  Inspector, 
.XlM'ly.  stating  experience,  to  Smiths  Falls  Hydro- 
l>",Ieetnc    System.  12-t.f. 


WANTED — Experienced  Gas  Producer  Oper- 
ators; those  with  Electrical  experience  preferred. 
Apply  Box  T5i,  Electrical  News,  Toronto.  13-14 


Wanted  -  First  class  armature  winder.  Perman- 
ent job.  Apply  Public  Utilities  Commission,  Lon- 
don. Ont.  14-14 


No. 

ir.  p. 

Pha 

se  Cycle  Volts 

Speed 

Maker 

1 

lUO 

25 

.^no 

4S0 

Westg. 

1 

75 

3 

25 

550 

725 

Westg. 

1 

40 

3 

25 

550 

7.50 

C.  G.  E. 

1 

30 

3 

25 

550 

1.500 

T.   &  H. 

1 

30 

3 

25 

550 

710 

Swedish 

1 

25 

3 

60 

2000 

900 

C.  G.  E. 

25 

3 

25 

550 

750 

Westg. 

1 

20 

3 

25 

550 

1400 

Westg. 

1 

20 

3 

25 

550 

720 

Westg. 

1 

15 

3 

25 

5.50 

1500 

C.  G.  E. 

1 

10 

3 

25 

5.50 

720 

Westg. 

1 

5 

O 

25 

550 

1500 

C.  G.  E. 

1 

5 

3 

25 

550 

1400 

Westg. 

2 

4 

3 

25 

550 

1400 

Excelsior 

2 

3 

3 

25 

550 

1400 

Excelsior 

1 

3 

3 

25 

550 

750 

C.  G.  E. 

Write 

Us  for 

Prices 

H.  W.  PETRIE,  Limited 

Front  St.  West 


Toronto,  Ont. 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,     Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nakusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  without  obligation 
of  any    sort    from    our    nearest  ofifice. 

The  Lindsley  Brothers  Co. 

NELSON,  B.C. 

GenersI  Sales  Office-72  W.  Adams  St..  Chicaco,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 
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Friends  of  the  Electrician 


'ANTI-SULPHURIC  ENAMEL 


The  only  reliable  protection  against  the  action  of  acid  and 
chemical  fumes. 


FERRODOR 


Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
fies all  climatic  conditions. 


DRIOROL 

Oil -proof  Enamel.  Dries  quickly  over  greasy  Bnd  oily  surfaces. 
Not  afifected  by  lubricating  or  transformer  oils. 

''ARMOVR" 

Fire-resisting  paint,  or  colorless  solution. 

''ARMACELU' 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 


''OHMALINE 


Black,  quick  air-drying  insulating  composition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 

''SHAYDOLITE'' 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.   Dries  rapidly. 

''ARMABRON'' 

Ilitumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  II.  M.  Inipeiial  and  Overseas  Guvei  nnients ) 
STOCKED  BY 

SPIELMANN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


Safety  Panels  and  Switchboards 

For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 

220  King  Street  West  -  -  TORONTO 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


3  PHASE,  60  CYCLE  MOTORS 
Qu.  H.P.  Make        Volts  Type  Speed 


1 

Vi 

R&M  NEW. 

110 

1700 

1 

54 

G.E.  NEW.. 

110  KT 

1800 

1 

V2 

G  E 

110  I 

180C 

5 

1 

g!e;  new'. 

220  KT 

1800 

1 

1 

Fbks.  M.  ..  . 

440  B 

1200 

3 

Wstgh.  New 

220  CS 

1130 

2 

3 

R&M  NEW 

220 

115U 

2 

3 

G.E  

220  KT 

1800 

1 

3 

G.E  

.220  KT 

90U 

3 

3 

G.E  

220  KT 

1200 

1 

3 

Cr.  Wh.  . .  . 

220 

1720 

3 

5 

Cr.  Wh.  ... 

220  Q 

1720 

1 

5 

Cr.  Wh.  ... 

550  Q 

1720 

1 

5 

Wstgh  

Wstuh.  New 

220  CCL 

1700 

S 

5 

.  220  CCL 

1700 

53 

7 

G.E.  (motors 

only)   

550 

1200 

Qu.  H.P.     Make     Volts  Type  Speed 


7^-15  Cr.  Wh.  220/440  865/1735 
7/2   "       "  "' 
7/2 


2  15 

1  15 

1  15 

2  15 
2  15 
2  20 

50  20 


G.E.  NEW  .  220  KT 
G.E.  NEW  .220  KT 
G.E.  (motors 

only)   550  KT 

G.E.  NEW  .  220  KT 
G.E.  NEW  .  220  KT 

Wstgh   220  CCL 

Wstgh   220  CS 

Cr.  Wh.  with 

resistance 

type  starter  550  O 

G.E   220  L 

Robbins  &  M  220  K 
Wagner  New 
motor  only  .  .  440 
Wsloli.  New.  440  CS 

G.  E   220  I 

Wstsfh  220 

G.E.  NEW  .  220  KT 
Fbks.  M.  220/440  KHV 

Wstgh  220  C.S 

Fbks.  M.  220/440  K1!V 


ISOO 
1200 


1800 
900 
1800 
170(; 
1150 


1800 
1200 
1750 

1105 
1155 

!)00 
1155 

900 
1200 
1101 
12(l( 


13 

25 

Wagner..  220/440  KBV 

1200 

2 

30 

Wagner  New  220 

850 

1 

35 

G.E                 220  KT 

600 

1 

35 

Triumpli.  220/440 

900 

1 

40 

Wagner 

NEW  .  220/440  BP 

850 

1 

40 

Fbks.  M  220 

900 

1 

35 

G.E.  NEW  .  220  M 

900 

1 

35 

Westgh  220 

1170 

1 

40 

Westgh.  New  220  CS 

870 

1 

50 

Westgh  220 

860 

1 

50 

Triumph  ....  220 

720 

1 

50 

Allis-Chal.    .  220 

1750 

1 

75 

Allis-Chal.    .  550 

690 

1 

75 

Westgh.  New  440  CS 

720 

1 

100 

Allis-Ch.  .   .  550 

690 

1 

100 

G.E                 550  K 

600 

1 

10(t 

G.E.  NEW  .  550  M 

600 

1 

100 

Westgh  440 

1200 

1 

125 

G.E                 220  L 

600 

1 

150 

G.E.  NEW  .  220  M 

580 

3  PHASE,  25  CYCLE  MOTORS 


15  15 


2  5      Wstgh   220  CCL 

1  10    Wstgh.  New.  220  CS 
1    12\A  G.E.elev.type- 

high  torque  220  KTE 
Allis-Ch.  .  .  220 
Allis  Ch.    ..  220 
Wstgh.   .    .  220  MW 
Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control 

ler  

Wstgh. si. rg. 
30  cycles, 
complete . 
60/45/30  G.E.  440 


20 
40 
50 


440 


1  55 


.  440 


705 
750 

750 

750 
750 
695 


500 


860 


500/375/250 


GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms: 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON 


Limited 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Handbook  on  the  Slram  Engine,  by  Herman  Hacder.  Pub- 
lished in  1014  by  Crosby,  Lockwood  &  Son.  522  pages, 
illiistialed.     Tiice  $3.00. 

.\  Laboratory  Manual  of  Aliernating  Currents,  by  .Tolui  II. 
Morecro(t.  E.C.  Published  in  1912  by  Rcnoiif  Pubhshing 
Company.    24S  pages,  illustrated.  .  Price  $2.00. 

.Micinaling  Currents— Examples  for  Stiidcnls  and  Engineers, 
by  I'lof.  V.  E.  Austin.  Second  edition.  Vol.  I.  Publislied 
in  I'.Mti.     2-'.'!  panes,  illusl rated.     Trice  $2.4(1. 

Baudot  Printing  Telegraph  System,  by  H.  W.  Pcndry.  Pub- 
lished in  1913  by  Wiiittaker  &  Company.  144  pages,  illus- 
trated.    Price  $1.00. 

"Central  Stations."  by  Terrell  Croft,  1st  edition  published  in 
1917,  by  McGraw-Hill  Hook  Co.,  Ins.  S.TJ  pages,  illus- 
trated.    Price  .?2.50. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Direct  Current  Machinery,  Theory  and  Operation  of,  liy  Cyril 
^r  lansky,  B.S.,  B.A..  1st  edition,  just  pulilislird  by  Mr- 
C.raw-Hill  Co.,  Inc.  ■  2S5  pages,  illustrated.     Price  .$2.50. 

Dynamo  Electric   Machinery,  by   Francis   B.   Crocker,   E.  M., 
"    Ph.D.     Published  in  1908  by  American  School  of  Corres- 
pondence.    230  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
by  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Electric   Car  Maintenance,   by  Walter  Jackson.     Published  in 

1914  by  McGraw-Hill  Book  Company.  274  pages,  illus- 
trated.   Price  .$2.00. 

Electric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancastei-. 

Published  in  1914  by  D.   Van  Nostrand   Company.  330 

pages,   illustrated.     Price  $1.50. 
Electrical   Machinery— Principles,   Operation   and  Management, 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.     318  pages,  illustrated.     Price  $2.00. 

Electrical  Meters,  by  Cyril  M.  Jansky,  B.S.,  B.A.  Second 
Edition,  just  published  by  McGraw-Hill  Book  Company. 
416  pages,  illustrated.     Price  .$3.00. 

Electric   Railway,  by   A.   Morris   Buck,   M.    E.     Published  in 

1915  i>y  McGraw-Hill  Book  Company,  Inc.  390  pages, 
illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  Harding,  K  E. 
Second  Edition.  Published  in  1916  by  McGraw-Hill  Book 
.Company.    416  pages,  illustrated.     Price  $3.00. 

"Electric  Traction,"  a  treatise  on  the  application  of  electric 
power  to  tramways  and  railways,  by  A.  T.  Dover.  Pub- 
lished in  1917  by  Whittaker  &  Co.  <;61  pages  with  518 
illustrations  and  five  folding  plates.     Price  $fi.00. 

Electrical  Injuries,  by  C.  A.  Lauffer,  M.D.,  published  in  1912 
by  John  Wiley  &  Sons.    77  pages.    Price  50  cents. 

Electro-Dynamics,  by  Charles  Ashley  Carus-Wilson.  Published 
in  1.S9S  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and  Artificial  Lighting, 
by  Arthur  Blok,  A.M.I.E.E.  Published  in  1914  by  Scott, 
Greenwood  &  Son.     235  pages,  illustrated.     Price  $1,00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  22G  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M.  Jansky, 
B.  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212  pages,   illustrated.     Price  $1.50. 

Engineers*  Manual,  by  Ralph  G.  Hudson.  Just  published  by 
John  Wiley  &  Sons.    315  pages,  illustrated.     Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1),  by  F.  E.  Austin, 
B.S.    Published  in  1915.    223  pages,  illustrated.    Price  ,$2.00. 

Examples  in  "Battery  Engineering,"  by  Professor  F.  E.  Austin, 
E.E.    Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Physics  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.     Price  50  cents. 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.    Price  $3.00. 

How  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  Austin.  Second  edition,  just  published.  48  pages,  illus- 
irated,  price  65c. 


"Practical  Electricity,"  by  Tcnell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages.  Illustrated. 
Price  $2.50. 

Practical  Electric  •Illumination,  by  Ten  ell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.  225  pages,  illus- 
na'cd.     Price  $2.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.     404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design — D.C.  and  A.C.  Generators,  by 

Alfred  .Still.  Pulilished  in  191G  by  McGraw-Hill  Book  Co. 
365  pages,  illustrated.     Price  $3.00. 

Radiodynamics— The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.  Published  in  1916  by  D. 
Van  Nostrand  Company.  2U6  pages,  112  illustrations. 
Price  $2.00. 

"Radio  Communication,  Theory  and  Methods,  with  an  appendix 
on  Transmission  over  Wires,"  by  Tohn  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.    Price  $1.75. 

Radiation,  Light  and  Illumination,  by  Steinmetz.  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Standard  Wiring,  1918  Edition,  24th  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Ciishing, 
Jr.     Leather  cover,  pocket  size.     Price  $1.50  postpaid. 

Steam  Power  Plants — Their  Design  and  Construction,  by  Henry 
C.  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.    Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00. 

Telegraph  Practice,  a  Study  of  Comparative  Method,  by  John 
Lee,  M.A.  Just  published,  by  Longmans-Green  &  Co.  102 
pages.     Price  $1.00. 

Telegraphy — A  Detailed  Exposition  of  the  Telegraph  System  of 
the  British  Post  Office,  by  T.  E.  Herbert,  A.M.  Inst.  E.E. 
Third  edition.  Published  in  1916  by  Whittaker  &  Company. 
9S5  pages,  630  illustrations.     Price  $2.00. 

Telegraphy,  by  Sir  W.  H.  Preece.  K.C.B..  and  Sir  T.  Sivewight. 
M.A.  Published  in  1905  by  Longmans,  Green  &  Company. 
504  pages.     Price  $1.00. 

Test  Methods  of  Steam  Power  Plants— A  Reference  Book  for 
the  Use  of  Power  Station  Engineers,  Superintendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  M.E.  Pubhshed 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  S5 
illustrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 
timating, liv  Louis  W.  Moxev,  Ir.  Publislied  m  lOlU  liy 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.     Price  $4.00. 

The  Lighting  Art,  Its  Practice  and  Possibilities,  by  M. 
Luckiesh.  First  edition,  just  published  by  McGraw-Hill 
Book  Co.,   Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
volumes).  Volume  1.  Published  by  Electrofoice  Publish- 
ing Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Published 
in  1913  by  Van  Nostrand  Company.    155  pages.    Price  i5c. 

Transmission  Line  Crossings,  by  Frank  F.  Fowle.  Published 
in  1909  by  D.  Van  Nostrand  Company.  09  pages,  illus- 
trated.    Price  $1.00. 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Published 
in  1903.    272  pages.    Price  $1.00. 

Wray's  Manual  of  Car  Lighting.  Publi.-shed  in  1915  by  Wray 
Publishing  Company.     340  pages,  illustrated.     Price  $1.50. 
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660  Watt 
Brass  Sockets 


No.  660 


Manufacturers 

The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -  MONTREAL,  QUE. 


5  h.p.  4  to  1  back  geared  motor 

Slow  Speed  witlutut  excessive  loss  of  efficiency 
is  secured  by  usin^t^' 


Back  Geared  Type 

SINGLE  PHASE  MOTORS 

Iviiiy  ()ilin<?;  ])ho^|)li(ir  bronze  bearino;s 
tlirou<;houl. 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  28G 
I  ones  Si  Moore  Electric  C  o..  Ltd.,  2iH  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co.^  Ltd.,  Winnipeg 
Kndel  Helnap  Machinery  Co.,   Ltd.,  Can.   Express   Uldg.,  Montreal 
Rankin  &  Tlierrill,  B5  Hastings  St.  W.,  Vancouver,  B.C. 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength— Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes^  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Kimble  Motors 


"A  Touch  of  the  Toe  to  go  Fast  or  Slow." 

That  is  why  printers  insist  on  Kimble 
Motors — and  why  your  customer  will  buy  them. 

Kimble  Single  Phase  Variable  Speed  Motors 

are  made  for  all  standard  voltages  and  fre- 
ciuencies.  Wherever  wide  speed  variation  and 
smooth  running-  is  desiral)le  thev  will  fill  the 
bill. 

Distributors 

The  Masco  Company,  Ltd. 

91-93  Queen  St.  E.  TORONTO 

"JOBBERS  OP  STANDARD  ELECTRICAL  SUPPLIES." 


—MICA- 
KENT  BROTHERS 

Kingrston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,.   Cut    to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 
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Railway  &  Power  Engineering  Corporation,  Limited 


MONTREAL 

Power  lUJu.-  i  cl.  Main  5(i67 


Head  Office— TORONTO 

USED  EQUIPMENT 


TORONTO 

Can.  Pac.  Ry.  Bldg.~Tel.  Adelaide  2675 


Motors 


3  PHASE— 25 

CYCLE 

3  PHASE- 

-60  CYCLE 

I.IV 

.\I;ik(.- 

K.  I'.M. 

No. 

11.  P. 

Aiakc 

Type 

Volt  ■ 

R.P.M. 

c:.  E. 

i.r. 

X 

1000 

West. 

H.F. 

2200 

360 

7r>i> 

West. 

•2-20 

•J»2 

.  1 

300 

G.  E. 

y\TL 

2300 

225 

•J75 

G.  E. 

Syn. 

CUdO 

275 

1 

300 

A.  C. 

.'\NY 

2200 

505 

250 

lUirke 

Ind. 

0600/2200 

514 

1 

500 

West. 

C.S. 

2200 

1150 

3—375  K.\  ..\., 
3— lUO  K.\'..\., 


26  CYCLE 
1  ph.,  J3200/IK!00-440/220 
1  1320O/(J(i(JO-220O 


Transformers 


3—070  K.V.A., 
12—2.50  K.V.A., 
3—150  KA-'.A,, 


Belted-Generators 


60  CYCLE 

(;;■  -70-9))- 
i.h.,  oiiiiii  u:!0o 
pli.,  2:ji  0  70 


105 


G.  Er 
G.  E. 
Wagner. 


1—275  K.V'.A.,  25  cycle.  »;(iOO  volt, 

1—400  K.V..-\.,  GO  cycle,  4.S0  volt, 

1-250  K.V.A.,  CO  cycle,  2300  volt, 

1—1(10  K.V..\.,  60  cycle,  2200  volt, 

1      75  K.\"..\.,  GO  cycle,  2300  volt, 


1 


ALTERNATING  CURRENT 

275  R.P.M.        G.E.  complete. 
000  R.P.M.        (;.,E.  complete. 
GOO  R.P.M.  Burke 
900  R.P.M.       Ft.  Wagher. 

276  R.P.M.       W.  E.  Co. 
Wcstinghonse. 


50  K.V.A.,  GO  cycle,  22C0  volt,  1200  R.P.M. 


DIRECT  CURRENT 

1 — .'l-'^o  Amp..  0  volt,  1).C".  plating  gi  rerator,  complete. 

1— .".CO  KW.,  OilO  M)lt,  lliO  R.P.M.  W^stiiighouse  Rly.  Generator  complete. 
1—500  KW.,  G.''.!!  v^ll,    Type  M,  320  R.I'.M.  Westingliouse  Generator. 
1 — 150  KW.,  ~,r,ii  Type  M,  575  R.P.M.  Westingliouse  Generator. 

1 — 450  KV\'.,  2511  volt.  Type  M,  320  R.P.M.  Westingliouse  Generator. 


Engine  Generator  Sets 


ALTERNATING  CURRENT 

1  -450  KW.,  G.P:.,  2.ji,0  volt,  i.l.-ast,  O*  cyelc,  100  R.P.M.,  direct  con- 
nected to  .Mils  cross  compound  Engine,  complete  witli  Wheeler  con- 
denser and  feed  water  litaieis. 

1  -  GW  KW.,  West.  Alternator,  2300  volt,  3  phase,  00  cycle,  direct  con- 
nected to  West,  cross  compound  Engine. 

1 — 7lX»  KW.  Ditto,  direct  connected  to  gas  Engine. 

1— .-\lternator,  C.G.E.,  (>0  cycle,  type  T.T.13.,  class  -IS  O-Od-l  ,  Form  E-, 
volt  2,200,  amp.  15S,  speed  150,  direct  connected  1m  a  K'u  r  \  .Sartjent 
Providence   Engineering  Works  18  in.   x  30  in  in      Im  rental 

cioss  compound  condensing  engine,  complete  wiili  ihmI  h^i  :  W'.Lin- 
wriglit  horizontal  copper  tube  water-healer;  s  .i  i  h  01  m  i  n  0 ,  laiJinn  and 
valves.     Ask  for  further  information. 

DIRECT  CURRENT 
1  -.5.50  KW.,  6fJ0  volt,  A. CP..  Generator,  direct  connected  to  a  (loMie  iK: 
.McCullocli   cross  compound   Corliss   Engine,  comiilete. 

MOTOR  GENERATOR  SETS 
1— KW.,  (i.K.,  125,2.50  volt,  720  K.1'..\T.,  D.C.  Generator,  direct  con- 
nected to'  one  4.50  li.P.,  3  phase,  4000,  23IH)  voll,  00  cycle,   Ind.  motor, 
complete   with   switchboard  e(|uipnient. 

1  15(J  G.E.,  125/2.50  volt,  000  K.P.M.,  U.C.  Generator,  direct  connected 
to  suitable  syn.  motor,  2:'><J0  volt,  3  phase,  CO  cycle,  complete  with 
switchboard  e'luipment. 

2  :U)  KW.,  125  voll,  West.,  1140  R.P.M.,  D.C.  Generator,  direct  con- 
nected to  one  3  i.hase,  60  cycle,  220/440  Ind.  motor. 

ROTARY  CONVERTERS 
2_2fX)  KW.,  3  phase,  25  cycle,  000  volt,  D.C:.,  iirimary,  i;',200/imo  volt. 
1_5(Kj  KW.,  05fJ  volt,  D.(-.,  West.,  3  phase,  25  cycle,  with  3  suitable  .S.P. 

Transformers,  13200  volt  P.  and  390  volt  S. 
4  r^K)  KW     WO  volt,  D.C'..  Rotary  Converters,  3  phase,  25  cycle,  with 

suitable  transformers;  G<;()0/.5!)40  volt   P.,  4:',0-2,SG-]43  volt  .S. 
l_;i()0  KW  ,  575  volt,  D.C,  .370  volt,  .'\.C,  000  R.P.M.,  complete  with 

three  ISli'  K.V..S.,  (iO  cycle  transformers.  22(X)  volt  P.,  370  volt  S. 


STEAM  TURBINES 
2 — ^100  KW.,  West.,  360O  R.P.M.,  100  lb.  Steam,  2300  volt,  3  phase,  60 
cycle,  complete. 

1—1.500  KW.,  G.E.,  Curtis,  3  phase,  60  'cycle,  2300  volt,  3000  R.P..\I. 
Complete. 

1— .5110  KW.,  Allis-Chalmers,  2200  volt,  3  phase,  00  cycle,  3600  R.P..M, 
complete. 

1 —  1(H)0  KW.,  .Mlis-Chalniers,  000  volt,  3  phase,  00  cycle,  complete  witli 
condensers. 

HYDRO  ELECTRIC  UNITS 

2 —  Hydro  Elcctrie  iinils,  eacii  consisting  of  one  1200  H.P.  double  bronze 
runner,  liori/imtal  eylin.lrieal  Leffell  Turbines,  conii)lete  with  Govern- 
ors and  III, aft  Tulies.  I  )irect  connected  to  each  of  these  units  are  two 
4:\i  K.\\.\..  :;  phase.  111!  eyele,  44(i(t  vuU,  .•iliO  R.P.AI.,  G.E.  Generators. 
I^Hiiil'iiiciii  1-  c-mipl.  It  with  Sw  ilelilM.ard.  ()il  Switelies,  Instrnmeni 
I  1  a  1 1  ^  h  M  iiK  I  s.    lit,      J'ainipment    pr.ictieally  new". 

1— Hydro  Fleelrie  unit,  1200  H.P.,  as  above,  with  one  .S75  K;.V,.\..  G.E. 
direel    eiMnircled  unit. 

PUMPS  AND  COMPRESSORS 

1—1,000   gal.    ITnderwrifer   Fire  Pnni].. 

1— yOO  ft.,  .-'.O  llis  .   \-,aiu  al  .\ir  Compressor. 

1 — 000  ft..  :!(!  11--     l|o,i/onlal   Air   C  ompressor. 

l~-2iiii  III'..  \\  oi  I  111]  1^1  oi  I.  L!  ■-I...Lje.  12-ine!i  Turbine  Pump,  rated  capacity 
■iniiii  I,  .  .11   (ill  II, s,   imssma.  .lireet  connected  to  one  100  H.P.,  .". 

I'll  1-1,  0(1  ,>,k,  Ibi  \olt.  5,.".  R.r..M.,  Westingliouse  Induction  .Motor. 
Oil    «iih  auto  starter  and  no-voltage  release. 

1-  1  10  >  II-   '-iillivan  two  stage  belt  driven  air  compressor  complete. 

1-1.5,^,0  II.  .Milliv.an  two  stage  belt  driven  air  compressor,  complete. 

MISCELLANEOUS 

2i — l.inhi    h'lLight  C'ar  Trucks,  siilendid  condition. 

1 — 111  Ion,  4  wheel  double  block  steam  locomotive,  construction  crane. 
1 — 50  H.P.  Foss  Gas  Engine,  speed  200  R.P.M.,  one  cylinder;  iIvhIucI 
4  ft'.  .\  12  in.    Used  only  three  weeks. 


We  also  handle  a  full  line  of  Electric  Railway  Equipment  and  Supplies 

Our  .-,tock  chan,i,a->  'daily  and  above  list  i.s  only  a  small  proportion  of  what  wc  ha\-t\  Vor  further  par- 
ticulars wire,  tele])hone,  or  write.  Let  us  solve  your  problems.  All  engineering  service  w  ithout  obligation. 
We  advertise  and  sell  your  released  equipment  without  cost  to  you. 

 .  =  ^  ^  .  


July  ir,,  1918 


THE    ELECTRICAL  NEWS 


49 


The 
EDEN 
Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


Facilities  for  Service 


We  offer  you  a  conii)Iele  line  of 
high-grade  electric  wires,  cables,  and 
accessories,  and  unexcelled  facilities 
for  rendering  prompt  service  at  rea- 
sonable prices. 

Standard  Underground  Cable 
Co.  of  Canada,  Limited 

Hamilton,  Ont. 

MmiiIi,  :l  Toronto  -  Seattle 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
vk-ctrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  arc  called  upon  to  perform  the  tedious 
and  lahorious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  siuoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint! 


DOSSERT  &  CO./ 


242  Went  4l8l  St. 
NEW  YORK 

H.  B.  LOGAN,  President 


Irving  Smith,  Canadian  Rep.,  602  New  Birks  Bldg.,  Montreal. 


CANADIAN  PORCELAIN  CO. 

LIMITED 


HAMILTON 


CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 
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AlK   PKKSSURK  KKLAYS 
l',.i!.i.lcli.lii;i   KIccliu    *       Miri'ly  Hm'I. 

ALTERNATORS 
Canotian  General  Electric  Company 
Canadian  Weslingliouse  Conipanjr 
Fen  ami  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
Biilish  Aluminium  Company 
Northern   Aluminmn  Company 
Spielmann  Agencies,  Kcgisteied 

AMMETERS  &  VOLTMETERS 
Canadian  (general  Electric  Company 
Canadian  Westingliouse  Company 
CrouseHinds  Company  of  Canada,  Limited. 
Ferranti   Electrical  Company  of  Canada 
Hatlieway  &  Knott,  Inc. 
loyner,  Limited,  A.  II.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electiical  Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westingliouse  Company 
Crousc-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 
AdamsBagnall    Electric  Company 

BATTERIES 
Canadian   General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric   Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Wesringhouse  Company 
Chicago   Fuse   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole). 
Pliiladelphia   Electric    C...   Svipply  O'-pl. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Sumping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.   H.  Winter 
Pringle,  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  IJmited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National   Metal  Molding  Company 
fhilarlelphia    lilcctrii-   ('..   SupI'ly  Hipl. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.   &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia   Klectric   (.,.   Supply  Dipl. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Cuudian    Westinghouie  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 
Hoving   Hydraulic   &   Engineering  Company 
Canadian   AllisChalmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 
Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian   General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundli   Electric  Company 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

I'hiladL'lphia   Kleclric   Co.-  Supply    Hi  pi. 

CLAMPS.  INSULATOR 

Philadeli.hiu    ICli-rlric   Cd.   Supply  \>>],t. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National   Metal   Molding  Company 
Nortliern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh    Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National   Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spieimann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Pliillips   Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
U.  &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS   FOR   BUS   AND  SWITCH 
COMPARTMENTS 

Philadelphia   Klectric   Co.   Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 
National    Electric    Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian   AllisChalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited, 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Regiitered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatlieway  &  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  52) 
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THIS  TRADE  MARK 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Water 
Turbines 


Hydraulic 
Governors 


Turbo 
Pumps 


High 

Efficiency 

Substantial 
Construction 


Continuous 
Service 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 


LINDSAY 


ONTARIO 


25  Cycle  Engine  Generator  Sets  For  Sale 


These  units  were  in  use  only    300  K.VV.  three  months,  and  250  K.VV. 
seven  months,  and  are  in  first  class  condition. 


1-250  KW. 
1    300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1—60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

!— 100  K.W.,  25  Cycle,  Motor 
Generator  Set 

1—100   K.W.    Direct  i^urrent 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 
dem Compound  Engine 


Write  for  further  particulars  and  quotations 

Dominion 


Power  Plant  Equipment  Co.,  Bank  Bldg.  Toronto,  Ont. 
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FUSE  BOXES 
Ciouse-lliiuts  Coiiiimny  of  L'anai.la,  LiiiiilcU. 
Norlhern  Electric  Company 
Siiuarc  O  L'oinpauy 

GENERATORS 
Caiudiin  Crockei -Wlicclcr  t'ompany 
Canadian  Gcneial  l:^lccliic  Company 
Canadian   Wcstingliousc  Company 
Canadian  Vickcis,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical  Company  o(  Canada 
Lancashire   Dynamo   &   Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineeiing  Corporation 
Thomson   Company,   Limited,  Fred 
Toronto  &   Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  (Condulets) 
Crouse  llinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill   Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   of  Can 
ada,  Limited. 

HEATING  DEVICES 
Canadian  General   Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Wcstingliouse  Company 
Hatlieway  S:  Knott,  Tnc. 
National    Electric    Heating  Company 
Nortliern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Boving   Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  ^-  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Oialmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen   Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 

Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois   Electric    Porcelain  Company 
Moloney   Electric   Company   of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 
Philadelphia  Electric  Co.  Supply  Dept.  ■ 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Elcctiical   Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

High   ElTiciency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Nortliern  Electric  Company 

Ohio   Brass  Company 

Piingle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Joyner,  Limited,  A.   H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds   Nortlirup  Company 
Northern  Electric  Company 
Thompson- Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian   General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti   Electrical  Company  of  Canada 
Great  West   Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros. 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian    Westinghouse  Company 

Canadian  Vickers 

C"entury  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,  H.  W. 

Pringle,  R.  E.  T. 

Bobbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self-Lubricating  Carbon  Co. 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio   Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian   General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.    &   W.    Electric   Specialty  Company 
McGill    Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin    Electric    Manufacturing  Company 
Crouse-Hinds  Company  of  Canada, .  Limited. 
Hatheway  &  Knott,  Inc. 
Pi-ingle,  R.  E.  T. 

POLES 

Brown  Company 
l.indsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

llubbell  Company,  Harvey 

Northern    Electric  Company 

Steel   Company  of  Canada,  Limited 

PORCELAIN 

Canadian    Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois   Electric   Porcelain  Company 
Ohio  Brass  Company 

■       POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.   H.  Winter 
Northern   Electric  Company 
riiilailelpliia  Electric  Co.  Supply  Dept. 
Standard    Underground   Cable   Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving   Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 

Philadelphia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin    Electric   Manufactuiing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 

Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Piingle,  R.  E.  T. 

SOCKETS 

Benjamin    Electric   Manufacturing  Company 
Canadian    General    Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
National  Meta'    Molding  Company 
Northern  Electric  Company 

(Continued  on  Page  ,S4< 
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DUARE 


SWITCHES 


Wtif  noi a  Heaii  h  Heart  Talk 


THE  ORIGINAL 
SAFETY  SWITCH 


with  the  Plant  Electrician? 

You  know  in  a  general  way  the  many 
advantages  of  Square  D  Switches. 
Your  own  experience  and  observa- 
tion points  out  the  advisabihty  of 
eliminatiag  the  expensive  accidents 
which  result  from  contact  with  elec- 
trical current  by  replacing  open  knife 
switches  with  Square  D  Switches. 
But— do  you  know  how  easily  this  can 
be  done— how  great  a  saving  it  will 
effect— how  inexpensively  Square  D 
Switches  can  be  adapted  to  your  plant 
conditions? 

Your  electrician  does.  So  why  not  put 
the  Square  D  proposition  up  to  him.? 
His  advice  will  probably  remove  the 
very  objections  which  have  made  you 
defer  installing  Square  D  Switches. 

At  least  TALK  Square  D  Switches 
to  the  electrician— TODAY 

SQUARE  D  COMPANY 

Walkerville,  Ontario 

Critiadiiiii  FiHlnrx.  }V.iHiri.'ilIr,  Ont. 


SQUARE  D  5 

do  not  hinder  praductiaTi 


nn       ii^^^  ^g^i^ 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS— CONTINUED 


SOLDERING  KLUXES 
Allen  Compaiiy>  1'.  li. 
Houston  &  Company 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 
Weston    Electiical    Instmuient  Company 

STORAGE  BATTERIES 
Canadian  General  Elcctiic  Company 
L'anadian    Hart    Accumulator  Company 
Norlliern   Electric  Company 

STREET  LIGHTING  FIXTURES 
Itenjamin   lileciric   Manulactm  ing  (.,'ompany 
Canadian  General  Electric  Company 
(.1  .luse  l linils  Company  of  Canada,  Limited, 
loyner,   Limited,  A.   H.  Winter 
Nortliern  Electric  Company 
Pringle.  R.  E.  T. 

SWITCHES 
Itenjamin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Wcslingliouse  Company 
Chamberlain  &  Hookliam  Meter  Company 
Hcvoe  Electric  Switcli  Company 
Electrical  Development  &  Alacliine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
llatlieway  &  Knott,  Inc. 
Moloney   Electric  Company  of  Canada 
National   Metal   Molding  Company 
Nortliern  Electric  Company 
i'hiladelphia    Klectric   Co.   Supl'ly  Dipl. 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
llanlicld  &  Sons,  W.  11. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Nortliern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 

Adams- Bagnall  Electric  Company 

Canadian    Crocker- Wiieeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Ferranti   Electrical  Company  of  Canada 

Kulilmau  Electric  Company 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

I'ackard  Electric  Company 

Railway  &  Power  Engineering  Corporation 

Rose  &  O'Hearn 

Tliordarson   Electric   Manufacturing  Company 
Wagner  Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 
Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Bovin^  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 
Standard  Underground  Cable  Co.  of  Canada,  Ltd. 

VACUUM  CLEANERS 

Houston  &  Company 
Onward  Manufacturing  Company 
Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Ilatheway  &  Knott,  Inc. 
Northern  Electric  Company 


GROWTH 

Day  after  clay,  week  after  week,  month  after  month,  for  the  five  years  that 
Economy  Fuses  have  been  on  the  market,  the  sales  have  maintained  a  con- 
stant growth — not  alone  in  volume,  but  also  in  percentage  of  increase.  This 

IS  l^CC^USG 

ECONOMY  Renewable  FUSES 

are  absolutely  accurate  in  ojDeration  and  cut  annual  fuse  maintenance  costs 
8o%.  An  inexpensive  little  "Drop  Out"  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 

UNITY  BUILDING         -  MONTREAL 

Manufacturers  in  Canada  of  S.  &  C.  High  Potential  Fuses— to  150,000  Volts 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Work*.  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Salei  Oflficei  «nd  Branch  Wirehouiei: 
601  Merchanti  Bank  Building,  MONTREAL 

692  Notre  Dame  Avenue,  WINNIPEG 
Northweitern  Engineering  and  Supply  Co.,  Ltd.,  CALGARY 

Prompt  thipments  from  Factory  or  nearest  Warehou»e 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company.  1^ 
Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electric  Batteries  o  all  kind 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 


FLO* 


AILEMS50DERIH6  FLUX 


For  More  Sodered  Joints  and 
Better,  Stronger  Joints  per  man 
per  hour— 

—Any  metal  to  any  metal— (including  aluminum) 
\dopted  a»  Standard  by  the  Leading  Electrical,  Telephone 
and  Telegraph  Interests  of  the  U.S. 

SAMPLES  I'KEE 

BISSETT  &  WEBB 


126  Lombard 


Winnipeg,  Man.,  Canada 


iuiuiiiiiiiniiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii^ 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 
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Transformers 

Built  to  order 


^  With  twenty-four  years' 
experience,  a  modern 
factory,  and  a  staff  of 
specially  skilled  engi- 
neers, we  are  equipped 
to  design  and  build 
transformers  for  special 
work. 

^  If  you  have  an  unusual 
transformer  problem 
call  on  us. 

Kuhlman  Electric  Co. 

Bay  City,  Mich. 


No  Spark 
Brushes 


because  they  don't  cause  friction  in  the  gener- 
ators. They  don't  crumble,  crack  or  break.  In 
hundreds  of  cases  NO  SPARK  BRUSHES  have 
outlasted  8  to  12  sets  of  ordinary  brushes.  Grades 
and  sizes  to  suit  all  Electrical  Machines.  Let  us 
prove  our  claims  to  you.  Our  engineers  are  at 
your  service  to  insure  proper  selection  of  grade 
best  suited  for  each  machine. 

Our  interesting  bulletins  explain  all  about  these 
brushes. 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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Reaching 
Your 

Customers 


'THHE  logical  place  and 
time  to  talk  to  your 
customers  is  in  the  Elec- 
trical News  when  they 
are  thinking  of  things 
electrical. 

If  your  product  is 
bought  by  electrical  men, 
advertising  in  the  Elec- 
trical News  will  carry 
your  message  to  them. 

You  and  your  wares 
may  be  favorably  and 
nationally  known  to-day 
but  if  you  don't  advertise 
you  will  soon  be  forgot- 
ten. 


Electrical  News 

347  Adelaide  Street  West 

Toronto 


LAMPS  Locked  On 
Can^t  Get  Stolen 

They  can't  get  knocked  out  or  broken. 


guards  give  your  lamps 
just  such  protection. 

Sold  at  a  popular  price. 
Our  Loxon  Lamp  Guards 
and  other  Specialties  de- 
mand   the    attention  of 


every  handler  of  Electrical  Goods. 

Let  us  send  our  list. 

McGiU  Mfg.  Co. 

Valparaiso        -        -  Indiana 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


Standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Sti-uctural  Steel  of  all  Kinds 

Montreal  Office  in  New  Birks  Building. 
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Electrical 
Mechanica 


Directory  of  Engineers 


Special 
Interests 


CbarUf  H.  mitchell 
Percival  H.  milcbell 

Con»ultla9  and  Saptrvislnt 

tl>draultc.  Steam  uiul  Kle^'trical  Power  Plants, 
InJuittial  and  Mucuctpal  Knginerring. 

Traders  Bank  Building,  Toronto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates.  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mcchanickl,  Oacbical,  Hydraulic,  Steam,  Gas 
Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine    Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Superrision  of  Lighting  and  Power  Plants 

Tslephone  Main  6737  605  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McUill.     A.       Car.,  ^oc.  C  h. 

Clarence  Thomson 

(El.  Examinsr  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  eS17       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  iJovernment,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  .Stoani,  Electric  Light,  Power  and  kailroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry 


W.  G.  Chace 


N.  R.  Gibson 


KERRY  &  CHACE,  Limited 


Associates : 


ENGINEERS 

A.  L.  Mudge,        A.  L.  Mieville 


Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during-  manufacture,  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Towers  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents.  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years'  Ex 
perience  in  Patents  and  Practical  Engineermg 
Kent  Building,  TORONTO 
Yonge  and  Richmond  3ts., 


STANLEY  LIOHTFOOT 

BEO'O  PATENT  SOLICITOB  AND  ATTORNEY 

LUMSDEN   BLDCnVONGE"  )  TORONTO. 


PROMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  P.O.,  U.S.A.  


Electrical  Testing 

Laboratories 

"Electrical,  Phototnetrical  and  Physical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


PROCURED  !N  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATENT  LITIGATION 


SEND  FOR  HAND  BOOK 


ATENTS 


PHONI 

MAIN 

2SS2 


RIDOUT  8c  MAYBEE 

59  Yonge  Street 


TORONTO 


CANADA 


ESTABLISHED  1S49 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  Rathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout   the   civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada:  Halifax.  N.S. :  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St,  John.  N.B. ; 
Toronto,  Ont.;  Vancouver,  B.C.;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.  Man.   Western  Canada,  Toronto 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  repair  the 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker? 

How  much  have  YOV  lost  in  prestige 

through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOU  lost  in  Profit  on 
this  business? 


Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 
You  have  the  work  of  taking  out  and  re-installing  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  the  Trade  Discount  (More  Profit). 


Others  are  doing  it.    Why  not  you?    Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company^  Limited 


Phones: 
Adelaide  802 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Night!  and  Holiday! 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


^tllirillltmimilllllinilg^OXY- ACETYLENE  WELDING  &  CUTTING 


A  National 
Necessity 

All  these  parts  were  reclaimed  by 
Oxy-Acetylene  Welding,  and  the 
reclamation  of  one  part  alone  saved 
at  least  $150. 

More  important  than  this,  however, 
is  the  fact  that  they  were  all  re- 
stored to  immediate  service  again, 
thereby  obviating  the  waste  of 
time,  labor  and  material  that  would 
result  by  having  to  scrap  them. 

L'Air  Liquide  Society 

The  Pioneers  ul   (lie   Process  tlirouyhoul 
tile  world. 


Toronto, 

Winnipeg, 


Montreal, 

Halifax 


i!!ni;i7n!n!!iiiiiiiniii!ipMiMmn!iinmnnm33iiimniin::iiiiiimimi]imm!iimi!iiiim 
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MENOMINEE 


Our  make  of  Telegraphic  instruments  are 
in  use  throughout  the  Dominion. 

We  supply  everything  electrical  —  Bells 
Medical  Batteries,  Fans,  etc.,  etc. 

SOUNDERS 

See  illustration  below.  Nos.  112S  and  113S. 
Black  enameled  frame.  Brass  sounding  bar 
and  bridge.    Mahogany  finished  base. 


TWENTY-SIXTH 
YEAR 


LEGLESS  KEY 

No.  M  100 

See  above  illustration.  Polished  and  lacquered 
brass  base.  Nickel  plated  lever.  Coin  silver 
contacts. 

Send  for  Illustrated  Thrice  List  and 
all  particulars 

R.  E.  T.  Pringle,  Limited 

95  King  Street  East,  TORONTO 

302  Donalda  Block  401  New  Birks  Bldg. 

Winnipes  Montreal 
3402  Otier  Ave.  .Shaughnessy  Hu., 
Vancouver 


If  you  didn't  get  a  copy  of  the  new 

National  Electric 


Catalogue 


write  us  and  we  will  gladly  mail  you  one. 


Our  complete  line  is  shown  and  there 
is  a  lot  of  interesting  information  in  it. 


The  National   Electric  Heating  Co.,  Limited 

TORONTO,  CANADA 


:iectrical  New 

^    Generation,  Transmission  and  Application  of  Electricity  ^ 


WHO'S  WHO 

amongst  the  Prominent  Customers  of 


eonaid 


IT  is  a  significant  fact  that  most 
of  the  prominent  manufactur- 
ers and  users  of  electrical  appar- 
atus are  regular  customers  of 
Ward  Leonard  Electric  Com- 
pany, manufacturer  of  vitreous 
enamel  insulated  resistance  units, 
motor  field  rheostats,  motor  start- 
ers,  motor  speed  controllers, 
dynamo  controllers,  circuit 
breakers,  battery  charging  rheo- 
stats, theatre  dimmers,  and  other 
forms  of  controlling  devices. 

.Ward  Leonard/^ectric  Company 


VARIOUS 
GOVERNMENT 
DEP'TS 


Electric  LigktPlantJ 


^INIIEPfNDENT> 
COMPlETlttVE 
.PROGRESSIVEy 


Kobbins  &  M\^er$ 
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y^HE  demand  for  Northern  Electric  prod- 
vl/  ucts  and  the  fact  that  they  are  made 
by  the  largest  manufacturers  of  bare  and 
insulated  wires  and  cables  for  electrical  dis- 
tribution is  a  positive  assurance  of  quality. 

They  are  as  near  perfection  in  both  dependability 
and  durability  as  experience,  workmanship  and 
superior  materials,  combined  with  the  most  modern 
machinery,  can  make  them. 

Bare  copper,  rubber  covered  and  paper  insulated,  lead  covered 
cables  of  Northern  Eleadc  manufacture— are  designed  by  the  mo^ 
capable  engineering  skill  and  te^ed  to  ensure  safety  and  efficiency 
to  the  fullest  degree  possible. 

Our  nearest  House  ivill  be  pleased  to  submit  specifications 
and  prices  upon  recpiest. 

Northertt  Electric  Company 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


IK 


Armoured  Cables 
Annunciator  Wire 
Armature  Wire 
Asbestos  Covered  V^'irc 
Automobile  Wire 
Bare  Copper  Wire 
Brewery  Cord 
Bridle  Wire 
Brass  Wire 
Bell  Cord 
Canvassite  COrd 
Copper  Clad  Wire 
Car  Wire 

Counterweight  Cord 

Cambric  Insulated  Cables 

Deck  Cable 

Drop  Wire 

Electric  Heater  Cord 


Elevator  Cable 
Fixture  Wire 

Flameproof  Wire  and  Cable 

Lamp  Cord 

Lead  Covered  Cables 

Magnet  Wire 

Marine  Wire 

Motor  Boat  Wire 

Office  Wire 

Packing  House  Cord 

Pothead  Wire 

Paper  Insulated  Power  Cable 
Paper  Insulated  Telephone 

Cable 
Portable  Lamp  Cord 
Rubber  Covered  Wire 
Rubber  Covered  Cable 
Show  Window  Cord 


Signal  Wire 
Slow  Burning  Wire 
Slow  Burning  Weatherproof 
Wire 

Switchboard  Cable 
Switchboard  Cords 
Switchboard  Wire 
Telegraph  Cable 
Telephone  Cords 
Theatre  Cable 
Trolley  Wire 

Weatherproof  Copper  Wire 
Weatherproof  Iron  Wire 
Weatherproof  Aluminum  Wire 
Cable  Splicing  Compound 
Pothead  Compound 
Paper  Tape 

Cable  Terminals,  Etc.,  Etc. 
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Every  Woman  Needs  Its  Help — Now 

— but  when  the  fall  buying  season  comes,  will  you  be  ready? 

Why  Not  Order  a  Good  Supply  of 


North (^r^  Ehctnc 

Portable  Sewing  Machines 

NOW? 

Remember  the  greatest  need  for  sewing  by  electricity  is  now,  when  the  wo- 
men of  Canada  are  so  extensively  engaged  in  doing  their  own  as  well  as  a 
large  amount  of  patriotic  sewing  work  at  home. 

The  Northern  Electric  Sewing  Machine  eliminates  the  tiresome,  back-aching 
treadle  work  of  the  old  method,  and  enables  the  operator  to  do  twice  as 
much  sewing  without  effort. 

The  Northern  Electric  Sewing  Machines  are  of  the  highest  grade  in  design 
and  workmanship,  and  carry  a  guarantee  of  complete  satisfaction  in  every 
way. 

Several  different  types  are  obtainable 
in  both  portable  and  stand  style  mach- 
ines. You  can  secure  either  vibrating 
chuttle  or  bobbin  type. 

Closed  view  of  our  H^P*" 
Portable  Type  Machines 

Write  our  Nearest  House  for  at- 
tractive proposition,  descriptive  liter- 
ature, etc. 

North^tf/  E he  trie  Compatiy 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINN, PEG 


REGINA 

CALGARY 

VANCOUVER 


RICA  I.  NJCWS 
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Atlanta 

Boston 
Buffalo 


To  Cut  No.  222 

NAT'S  DEMONSTRATIONS-No.  4 

Nut  says — 

"Simply    notch  ; 
i   with  a   file  and  | 
break  away  from 
^^^jj^ji^    the  edges. 

Every  other  step 
in  installing  No. 
222  Molding  is 
equally  simple."  } 

Lowest  Installation  Cost  of  any  Metal  Wiring  System 

On  your  next  job  refer  to  your  copy  of  Bulletin 
101  and  place  your  order  with  your  jobber. 

Naiional  Metal  Molding  6 

1118     HJLTON  BUILDING  QJ 


PITTSBURGH 

Chicago                                      Detroit  Philadelphia 

Dallas                                        Los  Angeles  Ponland 

Denver                                       New  York  Salt  Lake  City 

Buenos  Aires                                  Havana  Manila 

Canadian  Distributors— Canadian  General  Electric  Co.,  Limited 


San  Trancisco 

Seattle 

St.  Louis 


Orpen  Conduit  Co.,  Limited 


Made  in  Canada 
Conduit 


Toronto 
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We  urge  you  to  use  these  famous, 

"better  service"  Keystone  Car  Specialties 


C-AR 


SI- 


.1:..,  i;CW.,.  ,;!,HV!C£,;SUt>;^.i^S  CO 


Faraday  Car  Signal  Systemii 

Opeia'es  from  line  voltage — no  Ijatteries.  Faraday  Piisli 
Buttons,  Buzzers  and  Resistances  frnnisli  an  ideal,  failure- 
proof car  signal  system. 


CHICAGO 


Illuminated  Car  £:gns 

With   these  signs  destination   names  can   easily  be  changed 
and   ears  rerouted.     Well  labeled  cars  make  more  money. 


Keystone  Rotary  Gongs 

.\  Ifjuder  gong  and  more  continuous 
to  meet  retiviiremenls  resulting 
from  modern,  heavy,  nuisy  traffic 
in  cities. 


Safety  Car  i^ighting  ilixtures 

To  ligi.l  up  your  cars  scientific- 
ally, efficirntly  and  safely.  To 
save   you  money. 


Keystone  Motorman's  Seats 

For  the  mntorman  oi"  coudnelor.  A 
ri  al  I  i>!la|isiiiK ,  safe  .ind  (Un  able 
SI  at.  They  make  uperators  more 
contented. 


Golden  Glow"  Headlights 


To  light  up  a  [lath  of  safely  for 
your  cars,  (jnly  their  famous 
reflectors  can  proje  ct  the  dis- 
tinctive "(Solilen   dlow"  light. 


Keystone  Trolley  Catchers 

To  prolcel  yoiu'  overhead  con- 
struction from  "Hying"  poles 
tints  preveiUing  delays  and 
til -mis. 


Keystone  Air  Sanders  and  Valves 

To  automal ic.'dly  sand  your  tracks  by  com- 
])resse(l  air.  A  real  device  lor  safety 
and  accident  prevention. 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17lh  and  Cambria  Sts.  50  Church  St.      Manadnock  BIcJk 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Diitributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  Bldg.        302  Donalda  Block         33  Melinda  St. 
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ARE  YOU  WASTING  POWER  through 
Inefficient  and  Antiquated  Turbines? 

Maximum   Efficiency  Assured  with 

"SMITH" 
HYDRAULIC  TURBINES 

riie  acconipanyinj;  illustration  shows  a  horiz- 
ontal shaft  unit  of  2()()()  H  P.  capacity  under 
12   head.     Write  Dept.  "N"  for  Bulletin. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

H.  B.  Van  Every,  405  Power  Bldg.,  Montreal 


Save  Hours  on  your  Job 

with  the 

J.C  Electric  Soldering  Iron 


•Vj  JI.l'.  Mot'ji  Stalor  toils  J!eing  Soldered  with  J-C  Soldering 
Iron,  in  Shops  of  Robertson  Elect.   Construction   Co.,  Buffalo. 


The  new  J.  C.  Electric  Soldering  Iron  saved  '^16  hours 
on  a  5  hour  job.  The  fastest  and  most  economical  method 
of  soldering. 

Instead  of  taking  5  hours  to  solder  the  terminal  leads  of 
the  stator  coils  of  this  motor  the  J.  C.  Soldering  Iron  cut  this 
time  to  1^  hours — a  saving  of  S^/^  hours.  The  secret  of  the 
efficiency  of  this  remarkable  Iron  is  the  fact  that  it  heats 
(jnly  while  in  contact  with  the  work,  and  then  heats  almost 
instantaneously. 

Write  for  Illustrated  Catalogue 

Clemens  Electrical  Corporation 

of  Canada,  Limited 
HAMILTON         -  CANADA 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by  any  other  type  of  Conduit  made,  which 
recommends  it  particularly  for  Underground  Systems  of  I5istribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  5^  inch  Walls 

Absorption,  ICX)  Hours,  less  than  1  per  cent. 


%  inch  Socket  Joints 
Puncture  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 


Write  for  literature 


American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Installing  a  Trunk  i.ine  .^iil 
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Kraft  Cord  "Braiduct" 

Made  in  Canada  under  Canadian  Patent  No.  147,057 

This  cut  is  reproduced  from  an  actual  photograph,  and  illustrates  the 
behavior  of  the  material  in  this  rigid  test— perfect  flexibility.  We  cut  the 
ends  to  show  plainly  the  superior  construction — note  the  high  grade  Canvas 
Duck  Lining  and  the  KRAFT  CORD  winding.  This  KRAFT  CORD  is  made 
to  our  own  specifications  and  is  fire-proofed,  which  is  entirely  new. 

KRAFT  CORD  "BRAIDUCT"  is  in  a  class  by  itself— superior  to  any 
imported  conduit— is  absolutely  the  last  word  in  flexible  non-metallic  con- 
duit construction. 

We  are  now  making  our  own  insulating  compounds,  consequently  everv 
lot  will  be  uniform  in  flexibility,  and  every  foot  is  fished  at  the  factory. 

KRAFT  CORD  "  BRAIDUCT  "  is  easy  to  instal— easy  to  cut— easy  to 
secure,  as  it  is  made  in  our  own  country,  and  easy  to  buy,  as  our  price  is  right 

KRAFT  CORD  "  BRAIDUCT"  is  regularly  inspected  and  laljcllcd  by 
the  Underwriters'  Laboratory  under  the  direction  of  the  National  Board  of 
Fire  Underwriters  and  every  coil  carries  their  label. 

Wc  will  be  glad  to  send  ^ou  a  sample. 

The  Flexible  Conduit  Co. 

Limited 

Guelph        M  Canada 


1 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  Stanii>ing  and  l\u.l  Work 

Allen  Company.  L.B  

Allen  Inspection  Company  ... 
.\merican  Conduit  Company 


1 

0 


r.anlield.  W  .  11  

Heaubicn,  Dc  Gaspe  

licnjamin  Electric  Mf.u.  Co  

IJissctt  &  \Vel)l>   "'l 

r.ranston  Company.  Charles  A. 

lioston  Insulated  Wire  and  Lah.e  C  n  II 

r.oviuji,'  Hydraulic  &  Engineerini."  C 

liradslreets  

Krandeis.  Charles   50 

Mritish  Aluminium  Company   12 

Calebaugh   Sell    Lubricating  Carbon 

Company   53 

Canada  Wire  and  Cable  Company..  47 

Canadian  Bridge  Company    51 

Canadian  Crocker  Wheeler  Co   14 

I'anadian  Hart  Accumulator  Co.  ..  11 
Canadian  General  Electric  Co.  ...  l(i-17 

Canadian  Krautz  

Canadian   Office  and  School  Furni- 
ture Company   -14 

Canadian  Porcelain  Company   49 

Canadian  Westinghouse  Company  ..  58 

Century  Electric  Company    57 

Chamberlain  &  Hookham  Meter  Co. 

Limited  

Chicago  Mica  Company   4T 

Clemens  Electrical  Corpniation  ....  6 

Cleveland  Armature  Works   

Conduits  Company,  Limited  ...  . .  18-1'J 

Crouse-Hinds  Company   24 

Cutter  Company   13 

Cutter  Company,  Geo  

Dennison,  H.  J.  S   ■  50 

Uevoe  Electric  Switch  Company  . .  . 

Dossert  &  Company  

Duncan  Electrical  Company   55 

Economy  Fuse  and  Mfg.  Co   53 

Elec.  Maintenance  and  Repair  Co.  59 
Electric  Railway  Improvement  Co. 


l'.\'Ctr,c  Service  SiM>i>lics  (.■oiiipany. 
Electrical  'resting  Lalioratories  .... 
l"'wart  &  Jaool)  


I'"crranti  Electric  Cmupany 
['"isher  Electric  Coiupany  .  , 
l''lc.\ililc  Coniluit  C'onipany 


Ci.  &  W.  Electric  S]iccialty  Co. 

(lest,  G.  M.,  l.nnilcil  

( lilbcvt-Menzies  Co  

(ircat  West  Electric  Company  ., 


50 
.50 

15 

7 

GO 
15 
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Hallieway  X:  Knott   H 

Hessco  C(nii])aiiy  

Hughes  Electric  Heating  Co  

Hlinois  Electric  Porcelain  Company  55 


Jefferson  Glass  Company 
Jones  &  Glassco  


Kelsch,  R.  S   50 

Kent  Brothers  •  • 

Kerry  &  Chace,  Limited   50 

L'Air  Liquide  Society   56 

Lancashire  Dynamo  and  Motor  Co. 

Leeds-Northrup  Company   8 

Lightfoot,  Stanley   50 

T^incoln  Electric  Company  of  Canada  47 

Lindsley  Brothers  Company   55 

London  Electric  Company    45 

Lowry,  E.  A.   45 

Lyman  Tube  and  Supply  Company.  5 

Malm,  Gordon  &  Company    50 

Masco  Company   ....... 

Marion  &  Marion   50 

McGill  Manufacturing  Company  ....  55 

Mica  Company  of  Canada,  Ltd.   ...  49 

Mitchell,  Charles  H.  &  Percival  H.  50 

Moloney  Electric  Co.  of  Canada   57 

National  Electric  Heating  Company 

National  Metal  Molding  Company..  4 

Nerlich  Company   20 

Northern  Aluminum  Company   49 

Northern  Electric  Company   3-3 


(Jhio  Brass  Company  

Onward  Manufacturing  Company. 
Orpen  Conduit  Company  


Packard  Electric  Company    1' 

Petrie,  H.  W   4 

Philips  Electrical  Works,  Eugene  F.,  4 
Philadelphia  Electric  Company,  Sup- 
ply Dept   2 

Power  Plant  Equipment  Company..  2 

Pratt  &  WHiitney   4 

Prin.gle,  R.  E.  T   3 


Railway    and    Power  Engineering 

Corporation    4 

Uedmonal  Chemical  Products  Co...  5 

Ridout  &  Maybee   5 

Robertson  Limited,  J.  M   5 

Ivobbins  &  Myers  Company    - 

Rose  &  O'Hearn  

Renfrew  Electric  Company   

Sachsenmaier  &  Co.,  George   4 

Sammett,  M.A   5 

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan   

Spaulding  &  Sons  Company,  J.   . .  .  4 

Spielmann  Agencies  Ixegd  

Square  D  Company  

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   5 

Steel  Company  of  Canada  

Superior  Electric  Company   


Tallman  Brass  and  Metal  Company 

Thompson,  Clarence  .-.  

Thompson,  Fred  &  Co  

Thompson-Levering  Company  

Thordarson  Manufacturing  Company 
Toronto  and  Hamilton  Electric  Co. 
Tubular  Woven  Fabric  Company  . . 

Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Company.. 
White  Electrical  Company.  T.  C.  .  . 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

Th<-  Tvoe  S  Bridge  is  a  tlioroughly  practical  instrument  for  sliop  and  field  use.  Being 
.-„„,r,lptP  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
X^  t  be  ng  but'^S  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent 
T?r,fr.  1/20  ner  cent  )  insures  accurate  measurements.  Tlie  galvanometer,  tlie  weakest  element 
of  M,cT.  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws  Tbe  battery  is  of  the  ordinary  flash 
irght"  type,  and  renevvals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


Electrical  Measuring  Instrument* 


4912  Stenton  Ave. 


PHILADELPHIA,  PA. 
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The  Needs  of  the  Empire 


NEVER  BEFORE  in  the  history  of  Canada  has  greater 
opportunity  been  offered  her  Sons  and  Daughters  to 
render  SERVICE  to  the  Empire; — and 

NEVER  BEFORE  have  the  needs  of  the  Empire 
demanded  as  high  a  standard  of  QUALITY  in  thought, 
deed  and  product  as  at  present. 

HOW  NOBLY  CANADA  has  responded  is  now  known 
around  the  World  and  history  will  record  it  for  the  future. 

THE  PRODUCTS  OF  OUR  MILLS  are  at  the  Fronts 
and  on  the  Seas,  in  the  Shipyards  and  Factories  and  in 
the  Fields,  faithfully  fulfilling  their  mission  of  reliable 
performance  wherever  the  Government's  War-Winning 
Programme  directs,  as  we  are,  and  have  been,  stripped  for 
action  since  the  first  call  to  arms. 

THE  NEEDS  OF  THE  EMPIRE  are  many  and  the 
War-Wmning  Programme  changes  as  necessity  demands; 
but  It  matters  not,  the  needs  of  the  Empire  are  paramount 
and  must  be  supplied. 

THEREFORE,  if  in  these  trying  times,  we  do  not  deliver 
promptly  to  you  such  of  the  products  of  our  Mills  or 
Blast  Furnaces  as  you  may  need,  console  yourself  with 
the  thought  that  through  us,  you  are  rendering  Service 
to  the  Empire  and  to  the  Cause  that  matters  most  for 
the  Liberty,  Justice  and  Freedom  of  the  World. 

THE 

STEEL  COMPANY 

OF 

CANADA 

LIMITED 

HAMILTON  MONTREAL 


''A 


if* 


!0 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 
by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 


Strong 

Rugged 

Durable 


Steel  Cases 

Light  in  Weight 

Easy  to  Handle 

Will   Not  Leak 

Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  Bldg. 
Toronto 


Donalda  Block, 
Winnipeg 
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One  of  the 
many 

Marine 
Fixtures 

we  are 
now  making 


Catalog  No.  2704 

STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.   PITTSBURGH,  Pa. 

Canadian  Sales  Agents 


"Killark"  Auto  Fuses 

Offer  substantial  profits  to 
every  dealer 


The  right  fuse  for  every  make  of  car 
and  motor  cycle 
profitable  line  and  a  convenient  method 
of  carrying  a  complete  stock 
KILLARK  ELECTRIC  MFG.  COMPANY 


ST.  LOUIS,  Mo. 


HATHEWAY  &  KNOTT,  Inc. 


Electrical  Merchandise 


120  Liberty  Street,  NEW  YORK 


New  York  Headquarters  for  the  Canadian  Electrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE. 
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Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 
in  the 

I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  us  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  circuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Office 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  in  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
or  the  wonderful  equip- 
ment of  the  Ford  Motor 
Company. 

The  Cutter  Company 

Bank  of  Hamilton  Building 
Toronto,  Ont. 

Main  Office  and  Factory: 
Philadelphia,  Pa. 


New  York,  50  Church  St. 
r)etroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone 

lildg. 

riiicago,   Monadnock  Block. 
Pittsburgh,  Park  Building. 
.Minneapolis,  Metropolitan 
Life  Bldg. 
ECCLES  &  SMITH  CO. 
I, OS  Angeles     San  Franciico 
Portland,  Ore. 


THE  BRITISH 
ALUMINIUM 
GO.  LIMITED 

PRODUCERS  OF 
ALUMINIUM 
IN  ALL  COMMER- 
CI  A  L  FORMS 

CANADIAN   HEAD  OFFICE: 

60  FRONT  ST.  WEST 
TORONTO,  CANADA 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  limited 


August  1,  1918 


THE    ELECTRICAL  NEWS 


Fixture 
Catalogue 


Our  new 

Catalogue 

contains 

a  large 

range  of 

Portables, 

Fixtures, 

Brass 

Fixture 

Parts 

and 

Supplies 

Nerlich 

&  Co. 

TORONTO 


L. 
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Efficiency  is  Imperative" 


400  H.  P.,  550  Volls.  60  Cycles.  450  R.P.M.  CiockcrWheeler  Wound  Rotor 
Induction  Motor 


CROCKER-WHEELER 

Type  D.  0.  Oil  Switch 

(See  cut  at  right) 

Epecially  developed  for  the  protection  of  small 
motors  under  most  severe  operating  conditions 

Completely  oil  immersed 
Arranged  for  conduit  wiring 
No-voltage  release  attachment 
Overload  relay  protection  on  all  phases 
Overload  adjustment 
Time  limit  adjustment 


That  is  the  War-time 
Service  Slogan  upon  which 
Crocker-Wheeler  Goods 
are  built 

The  design  of  Crocker- 
Wheeler  Induction 
Motors  includes 

Large  Shafts 
Large  Journals 
Cast  Weld  End 
Ring  Construction 

Open  Slots 
Form  Wound  Coils 
Heavy  Insulation 
High  Starting  Torque 


Crocker-Wheeler  Type  D  O  Oil  Switch  (tank  removed) 


THE  CANADIAN 

CROCKER-WHEELER  CO. 


LIMITED 

Manufacturers  and  Electrical  Engineers 


Held  Office  and  Works 

ST.  CATHARINES,  ONT. 


District  Offices 

MONTREAL  TORONTO 
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G.  M.  Gest^  Limited 

Contracting  Conduit  Engineers 


Vancouver 


Head  Office 

Power  Building 
Montreal 


Winnipeg 


PERI^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


7\ 


I? 

K 
K 
A 
N 
T 
1 


of  Canada,  Limited 


90  Sherbourne  St. 

TORONTO 


704  Unity  BIdg. 
MONTRF.AL 


592  Notre  Dame 
WINNIPEC; 


/\ 


-s^  ^ 


Type 
1-14 
Watthour 
Meter 


The  mere  mention  of  the  word  "Swiss"  in  connection  with 
watches  recalls  something  delicate  yet  durable,  accurate 
though  minute.  Those  world-famed  watchmakers  have  grown 
up  with  the  trade ;  they  are  masters  of  their  art.  Each  article 
that  leaves  their  hands  for  sale,  they  know  not  where,  is  a  liv- 
ing replica  of  their  workmanship,  is  a  vibrating  proof  of  their 
skill. 

A  meter  is  in  many  ways  a  mechanism  as  perfect  as  a  Swiss 
watch.  The  men  who  make  C-G-E  meters  also  are  masters  of 
their  craft. 

The  jewel  of  the  1-14  Meter  is  selected  and  minutely  scru- 
tinized for  bad  spots.  The  little  sapphire  must  be  perfect  if  it 
is  to  be  used  in  C-G-E  Meters.  In  the  manufacturing  of  the 
pivot  bearing,  the  coils,  and  the  registering  apparatus,  the 
same  care  is  exercised.  The  result  is  the  highly  favorable  light 
in  which  C-G-E  Meters  are  viewed  by  the  discriminating  men 
of  the  Electrical  profession. 


CANADIAN  GENERAL  ELECTRIC  CO. 


Head   Office.   Toronto.     Sales  Offices 


LIMITED 

:   Montreal,   Ouebec,    Halifa,\,  Sydney,  Ottawa,  Cobalt.  Soutli  Porcupine.  l.dn.Kin,  Wintiipeg,  Calgary. 
Edmonton,   Nelson  and  Vancouver. 
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The  Drudgery  of  Pedalling 
is  a  thing  of  ^ 
the  past 


SEW  E-Z 
MOTORS 
Always  a  Joy 


The  Hamilton  Beach  Home  Motor 


This  little  wonder  worker  can  he  attached  to  any  style  or  make  of  sewin<;-  machine,  new  or 
old,  and  instantly  converts  it  into  a  self-operating  electric.  When  not  in  use  for  sewing,  th(f 
Sew-E-Z  can  do  other  drudgery,  hy  special  attachments,  such  as  grinding-  knives,  or  huffing 
silver, or  running  a  fan. 

CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head   Office:    Toronto.     Sales   Offices:    Montreal,    Quebec,    Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine,  London.  Winnipeg,  Calgary, 

Edmonton,   Nelson  and  Vancouver. 
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iiiiiiiiii 


■[  Ill-:  i: i.ia  TRiCAL  news 


August 


A  "GALVADUCT"  Building 


"GALVADUCT' 


''GALVADUCT" 

I'hc  most  i)erfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
hi.c^h  quality. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
tvpe,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us 


Conduits  Company 


Limited 


TORONTO 


LORICATED 
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A  Li$ht  Where  You  Need  It 


Will  Conveniently  Carry  the  Current 


Opening  Up  a  New  Field  of 
Business 

For  the  Electrical  Contractor 

Everybody  will  want  this  clever,  quick  and  safe  way  of 
making  an  electrical  extension.  There  are  unlimited  possi- 
bilities for  the  use  of  WIREMOLD.  In  the  home  it  will 
provide  convenient  connections  for  the  electric  iron,  vacuum 
cleaner,  or  putting  lights  in  favored  corners.  The  business 
man  will  appreciate  the  ease  with  which  WIREMOLD  will 
bring  the  current  and  the  light  anywhere  he  wants  it  for  any 
inirpose.  No  stopping  work  to  fix  WIREMOLD.  No  dirt, 
fuss,  nor  loss  of  money.  We  are  telling  thousands  of  people 
every  day  about  the  advantages  of  easy  extensions  by 
WIREMOLD.  The  customers  are  already  on  the  way  for 
it.  You  will  reap  a  large  share  of  the  business  which  is 
bound  to  result  if  you  are  ready  to  supply  the  demand. 

SPECIAL  TRIAL  ORDER  LOT 

has  been  arranged  for  your  first  order.  It  contains  100  feet 
of  WIREMOLD  and  a  unit  package  of  each  of  the  15  fit- 
tings— all  that  is  necessary  for  any  average  job.  The  special 
lot  will  be  forwarded  to  von  on  receipt  of  your  cheque  for 
$24.<)6. 

There  is  i)ig  business  here  if  you  will  go  after  it.  WIRE- 
MOLD  in  itself  will  form  an  excellent  medium  for  intro- 
ducing your  electrical  goods  and  showing  the  ease  by  which 
they  can  be  connected  up  by  the  use  of  a  \\'IR|{MOLl)  ex- 
tension. 

We  will  help  you  with  our  advertising  literature  and  an- 
nouncements, (iet  to  business  now  and  write  I'or  a  trial 
order  of  W  1  RF.MCJLl ). 

These  books  and  the  WIREMOLD  advertisements  are  daily  spread- 
ing the  fame  of  WIREMOLD.  They  are  beautifully  illustrated  and 
contam  hundreds  of  interesting  ideas  showing  WIREMOLD  in  use 
WRITE  FOR  YOUR  COPIES. 

Canadian  Distributors 

Conduits  Company  Limited 


Toronto 
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\Me  Are 

in  a  position  to  know  that 
whenever  you  buy  without 
lirst  obtaining  our  prices, 
you  risk 

Giving 
Away 

dollars  which  should  stay 
in  your  pocket,  for  OUR 
PRODUCTS,  are  of  the 
RIGHT  QUALITY  — at 
THE  RIGHT  PRICES- 
and  we  can  make  deliveries 
to  suit  of 


Electric  Fixtures,  Parts,  Fittings 

and  Accessories 


at 

Our  New  and  Up-to-date 
Showrooms  and  City  Sales 
Office 

80  King  St.  West 

which  are  NOW  OPEN  FOR 
BUSINESS,  and  we  extend 
a  Cordial  Invitation  to  the 
Electrical  Trade  to  visit  us 
and  inspect  our  new  loca- 
tion. 

W.  H.  Banfield  &  Sons 

Limited 

Toronto,  Canada 

LargeS  Manufadlurers  and  Jobbers  of 
Electrical  Fixture  Parts  and  Fittings 

in  Canada. 
City  Sale*  Office  :  80  KING  ST.  WEST 
Phone  Adelaide  104 

General  Office  and  Factories : 
370-386  PAPE  AVENUE  TORONTO 
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I ![[  iff  I  iff  ir  Iff  iffi 


Bus'  S^ti*  ^uppoi*!:^ 

SAFEGUARD  YOUR  BUS  BARS 

„        They  support  your  bus  bars  so  strongly  that  they 

ifiP  can't  possibly  breakdown,  no    matter  what  load  is 
thrown  on  them. 

Their  use  will  protect  you  and  your  customers  against 
interruption  of  service,  no   matter  what  other  individual 
units  of  your  plant  may  break  down. 
Franklin  Bus  Bar  Supports  have  no  flashover  points. 
They  are  designed  by  practical  engineers  on  prac- 
tical work,  and  built  on  sound  mechanical  prin- 
ciples;  with  unique  patented  features  that  en- 
able us  to  guarantee  their  service.  Stronger 
electrically  and  stronger  mechanically 


liiilfp 


Write  for  illustrated 
bulletin. 


S£i.L/A/G  Agents' 


-Tko  Pkilddc'lpKia  EkdricGmpany  Supply  DG>pd^linG>nt 
132  ^pu^K  EWnlK  ^repi .    PliiladelpKia ,  P<a.^"^\ 


25  Cycle  Engine  Generator  Sets  For  Sale 


These  units  were  in  use  only    300  K.W.  tiiret-  moiitlis,  and  250  K.W 
seven  months,  and  are  in  first  class  condition. 


1-250  KW. 
1-300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1—60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

1—100  K.W.,  25  Cycle,  Motor 
(jenerator  Set 

1—100    K.W.    Direct  Current 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 
dem Compound  Engine 


Write  for  further  particulars  and  quotations 


Power  Plant  Equipment  Co.,  BaTrBTc.;  Toronto,  Ont. 


Till'    1'.  I.l'.C'  l"KirAT>  Nl-.WS 
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MENOMINEE 


A  Popular  Fan 


at 


A  Popular  Price 

no  Volt  Universal 

The  Fan  Season  is  here  ! ! ! !  Have 
you  secured  your  supply  of  fans?  The 
above  fans  can  be  supplied  in  two 
types: — Catalogue  No.  150  is  an  8-in. 
Universal,  Straight  Blow,  and  Cata- 
logue No.  155  is  an  8-in.  Universal  Os- 
cillating, h'or  office  or  household\ise  the  above  types  are  desirable  fans  (at  a  popular  price).  Ship- 
ments can  be  made  from  stock  at  Toronto  if  ordered  at  once.    Phone  or  wire  your  order. 

R.  E.  T.  Pringlc,  Limited 


Catalogue  No.  150-8  in. 


302  Donalda  Block 

WINNIPEG 


95  King  Street,  TORONTO 

3402  Osier  Ave.,  Shaughnessy  Hts. 

VANCOUVER 


401  New  Birks  Bldg. 
MONTREAL 


Electric  Fan 


$8.50  Retail 

Gives  the  retailer  a  good  profit 


Height  8  inches.     Bla.de  6  inches. 


We  also  have  limited  production  of 
a  Nine  Inch  Fan 

Retails  $12.00 


The  six  inch  of  the  species  has  become  the  romance  of  the  Electric  Trade 

of  this  Continent 

An  Ontario  dealer  reports  that  he  sold  50 
POLAR  CUB  Fans  to  the  EMPLOYES  OF  A 
MUNITION  PLANT. 

Could  this  happen  with  any  other  Fan? 

The  fact  that  it  costs  only  one  cent  per  day  to 
run,  helped. 

LINK  UP  WITH  OUR  ADVERTISING 

The  Saturday  Evening  Post  alone  gives  you  an  assured  demand. 

Buy  enough  and  advertise  in  the  local  papers 

WIRE  AT  OUR  EXPENSE  TO-DAY 

The  A.  C.  Gilbert-Menzies  Co.  Ltd. 

439  King  St.  W.,  Toronto 

Manufacturers  of  Erector;  Distributors  of  the  Gilbert  lines,  Toy  Motors. 
Electrical  Wireless  and  Telegraph  Sets— POLAR  CUB  HOME  MO- 
TORS for  Sewing  Machines,  Vibrators,  Butter  Mixers,  etc. 
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Both  Appreciate  R&M  Quality  When  Selecting 
Motor-Driven  Household  Devices 


Whether  the  husband  or  wife 
makes  the  actual  purchase,  the 
dealer  is  sure  of  the  good  will 
of  both  when  he  sells  house- 
hold helps  which  are  equipped 
with  ROBBINS& MYERS 
MOTORS. 

The  record  of  R  &  M  equip- 
ped devices  in  use  is  invariably 
a  record  of  efficient  reliable 
service. 

And  this  fact  is  generally 
known  to  men  and  women 
everywhere.  For  a  decade 
the  R&M  Motor  has  been 
advertised  consistently  to 
the  general  public  through 
the  leading  popular  maga- 


zines. R&M  Motor  Quality 
is  known  to  nearly  all  men 
and  women  who  are  prospec- 
tive purchasers  of  motors  or 
motor-equipped  devices. 

The  R&M  Motor  on  any 
device,  whether  for  home, 
office,  store  or  factory,  is  a 
known  product  which  speaks 
for  the  quality  and  reliability 
of  the  machine. 

Leading  electric  -  driven  de- 
vices of  all  kinds  can  be 
obtained  with  R&M 
Motor  Drive.  Dealers 
find  such  machines  easy, 
profitable  sellers. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

N  ew  York,   Philadelphia,   Boston.   BuTfalo,  Cleveland.  Cincinnati,  Chicago,  St.  Louis,  San  Francisco 

CANADIAN  DISTRIBUTORS 

The  Century  Electric  Co.  Costello  &  Crowe  Dawson   &   Co.,   Ltd.  La  Cie  Codere  &  Fils,  Inc.  Mechanics  Supply  Co  Ltd 

Montreal  Ottawa  Montreal  Sherbrooke  Quebec 

Eastern  Electric  Co.        John  Sl.irr    Son  &  Co.,  Ltd.  Great  West  Electric  Co.  Rogers  Electric   Co.  Ltd 

St.  John  Halifax  Winnipeg  Toronto 

Uobbins  &  M^er$  Motors 
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CONDULETS 


l^lectric  Conduit 
Outlet  Fittings 
That  Meet  Every 

Marine 
■Hp  Wiring 

Need. 


These  Cuts  Barely 
,         Suggest  the  Line. 


Tvpe  FS  (.oiKliila  !!oily 
With    Watir-tiKlU  Covti- 
tor  OpcralinK  Flush 
Switches 


Tyv-   CV  VV-alli'-'-Proof 
Coiiclulet  with  tiuard 


Write  for 

Catalogs 

and 

complete 
information 


Type   PHX  Water-Tight 
Condulet 


Type  VI,  Vai)or.  Has  anil 
Uii-i  I'toiif  Comlulet 


Type  VS  Water-Tight 
Hand  Lamp 


Type  Tli   Ohround  Con- 
dulet Body,  only 


VIEW  OF  THE  WAR  FOX,  WIRED  THROUGHOUT  IN  CONDULETS 


Type  VJ  Vapor,  Gas  and 
Dust- Proof  Condulet 


JTidgeii  Guard  Eqidpnicnt 
Mounted  on  Type  H 
Condulet 


Type    YKWC    Water  I  i;^!  i    (  ..ndiilet 
with  Switch  Arrange<l  for  (  .niiMlye  Fuses 


Type  IM>  Ohround  Con- 
dulet Hody 


Remember  our  Condulet  Catalogs  are  Mailed  FREE  for  the  Asking. 


Grouse-Hinds  Company 

OF  CANADA.  LIMITED 

Toronto,  Ontario,  Canada 
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Value  of  Resuscitation  Methods  Should 
Be  More  Generally  Known 

A  few  days  ago  an  accident  occurred  on  the  work  of  the 
Toronto  Harbor  Commissioners,  whereby  one  of  the  em- 
ployees received  an  electric  shock  which  resulted  fatally. 
There  were  a  numlier  of  other  workmen  in  the  immediate 
neighborhood  and  resuscitation  methods  were  promptly  cm- 
ployed.  The  men  claim  that  their  efforts  were  just  meeting 
with  success  and  tliat  there  were  actual  signs  of  returning 
consciousness  when  a  policeman  came  along  and  insisted  that 
the  work  be  stopped.  The  policeman  telephoned  for  an  am- 
bidance  and  the  injured  man  was  taken  to  the  hospital.  The 
pcdiccman  later  claimed  that  the  workman  was  dead  before 
he  arrived. 

The  greatest  difficulty  is  invariably  encountered  in  form- 
ing a  judgment  as  to  whether  a  man  might  have  died  who 
has  actually  been  resuscitated,  or  whether  a  man  might  have 
lived  had  resuscitation  work  l)een  commenced  earlier  or  car- 
ried on  longer,  or  been  followed  out  in  a  different  way,  l)ut 
in  the  present  case  there  seems  to  be  a  reasonable  probability 
that  the  arrival  of  the  policeman  on  the  scene  was  the  cause 
of  this  man's  death.  .At  least,  it  was  manifestly  unwise  to  take 
time  to  remove  the  injured  man  when  a  few  seconds  might 
mean  all  the  difTerence  l)etween  life  and  death.  There  is 
every  possil)ility  that  the  man  may  have  been  just  on  the  point 
of  recov  ering  and  tliat  continuation  of  resuscitation  work  may 
ha\e  brought  him  around  in  due  course.  However,  the  police- 
man arrives — an  all-powerful  authority — and  orders  the  work 
discontinued. 


It  is  another  example  of  v/hat  electrical  men  in  part  ca- 
lar  have  to  contend  with  in  connection  with  their  resuscita- 
tion work.  In  spite  of  the  fact  that  Ontario  has  now  been 
fairly  well  covered  by  a  resusc-tation  expert  who  has  given 
actual  demonstrations  to  practically  every  operating  company 
and  every  municipality  in  the  province  of  Ontario,  the  results 
so  far  do  not  appear  to  have  gone  beyond  the  electrical  oper- 
ating men  themselves.  It  looks  as  if  it  would  be  necessary 
to  start  out  on  a  new  tack.  Whatever  experience  this  un- 
fortunate man's  fellow  employees  may  have  had  in  resuscita- 
tion, or  whatever  their  knowledge  of  the  most  approved  pro- 
cess may  have  been,  any  policeman,  who  lacks  this  informa- 
tion, appears  to  have  had  the  power  to  prevent  the  work  be- 
ing carried  on.  Either  it  will  be  necessary,  therefore,  to 
keep  such  officials  off  the  ground  when  an  accident  happens, 
or,  which  seems  to  be  the  better  practice,  these  men  will  have 
to  be  trained  and  educated  so  that  they  may  intelligently  cope 
with  the  exigencies  of  such  an  accident. 

The  biggest  difficulty  lies  in  the  uncertainty  which  arises 
out  of  the  whole  situation.  It  has  never  been  possible,  and 
never  can  be,  to  say  absolutely,  when  a  man  has  been  resus- 
citated by  this  or  that  method,  that  he  would  have  died  with- 
out it,  but  there  is  evidence  enough  to  convince  those  who 
have  made  a  study  of  the  various  methods  that  these  are  of 
great  value  and  that,  under  ordinary  circumstances,  there  is 
one  best  method.  There  is  also  evidence  to  show  that  these 
methods  have  resulted  in  restoring  a  man  after  very  con- 
siderable periods,  and  it  is  recommended  that  work  should 
not  be  discontinued  inside  of  a  coui)le  of  hours  unless  there 
is  unmistakable  evidence  that  the  man  is  dead. 

We  hope  this  particular  case  will  be  given  so  much  pub- 
licity that  it  will  be  brought  to  the  attention  of  those  who  are 
primarily  responsible  for  the  apparently  unwarranted  action 
of  this  policeman,  so  that  there  may  be  no  future  recurrence 
of  such  a  fatal  mistake. 


Vancouver  Operators  Guilty  of 
Indefensible  Tactics 

The  placing  in  jeopardy  of  so  essential  a  pul)lic  service  as 
light,  power  and  electric  transportation  by  the  action  of  a 
body  of  men  who  acknowledge  no  responsibility  to  the  pulilic, 
is,  we  believe,  a  situation  which  should  not  be  allowed  to  pass 
without  all  possible  publicity.  During  the  last  few  weeks,  an 
unprecedented  state  of  affairs  has  arisen  in  Vancouver  due 
to  the  action  of  the  operators  of  this  company's  power  plants 
and  sub-stations  in  wilfully  attempting  to  close  down  all  elec- 
trical supply  as  a  means  of  enforcing  their  demands  regarding 
wages  and  other  alleged  grievances.  This  occurred  at  mid- 
night on  Saturday,  July  13,  without  notice  being  given  to 
the  company  or  the  public. 

The  agreement  between  the  B.  C.  Electric  Railway  Com- 
pan\',  the  Western  Power  Company  and  the  15.  C.  Telephone 
Company,  respectively,  and  the  electrical  workers,  expired  on 
June  30.  Previous  to  that  the  men  laid  a  new  agreement  be- 
fore these  companies,  embodying  many  drastic  ch;ingcs.  The 
two  first  named  offered  the  men  increases  of  10  per  cent.,  but 
this  was  refused.  Accordingly  a  conciliation  board  under  the 
Lemieux  Act  of  Canada  was  proposed,  but  again  the  men  re- 
fused, thereby  necessitating  the  Dominion  Goxernnient  nam- 
ing an  arbitrator  for  them.  The  conciliation  l)oard  was  formed, 
but  the  electrical  workers  refused  to  recognize  it. 

In  the  meantime,  an  arbitration  with  the  street  railwaj' 
men  employed  by  the  I!.  C.  Electric  Railway  was  going  on, 
but  its  sessions  did  not  close  until  June  28,  and  no  time  was 
left  in  wdiich  to  bring  down  a  decision  before  June  30.  The 
men  in  both  unions  decided  to  go  on  strike  at  midnight.  Jul>' 
1,  in  contravention  o{  the  law  of  Canada. 

It  is  believed  tliat  tlic  electrical  workers  fully  intended 
that  Vancouver  an  '  the  surrounding  countrv  should  lia\e  been 
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lefl  without  liiilit  or  power  on  their  j^oiiig  on  .stnki',  luil  llic 
electrical  superiiUeiHlem  ami  some  seven  or  ei^lil  of  his  as- 
sistants, mainiainecl  tiie  service  in  a  score  of  sul>-stations  scat- 
tercil  over  the  mainland.  Xo  inc.mx  cnioiu  c  w  as  occasioned 
except  by  the  absence  oi  street  car  scrx  ice.  partly  because  the 
street  car  men  were  on  strike  an.l  p.ntly  liecau^e  ihc  handful 
of  men  could  not  keep  tiic  rotanes  in  operation. 

On  Thursday  morniui;.  .lul\'  II,  ahont  t.iu  o'l-lnck,  the 
company  came  to  a  settlement  with  the  two  unions  and  agrce- 
ntents  were  sijjned.  Service  resumed  the  same  day.  It  was 
helieved  that  the  matters  at  issue  had  been  linally  settled  with 
the  exception  of  one  or  two  minor  details,  such  as  free  trans- 
portation and  a  lighting  rate  concession  which  had,  by  con- 
sent, been  left  to  be  adjusted  later. 

Struck  Again  After  Settlement 

The  astonishment  of  the  whole  district,  the  management 
of  tlic  company  included,  may  be  judged  when  a  few  minutes 
after  midnight  on  July  14,  suddenly,  and  without  warning,  all 
lights,  power,  street  cars  and  interurban  cars  fed  by  the  B.  C. 
Electric  sj'stem  stopped.  Thousands  of  persons  were  around 
at  this  hour.  Street  cars  were  loaded.  Interurban  cars  were 
miles  from  their  destinations.  One  car  with  60  passengers 
and  another  with  about  70  persons  in  it  was  stalled  at  New 
Westminster,  unable  to  proceed  along  the  Fraser  Valley  divi- 
sion. Other  interurban  cars  were  stalled  on  the  Lulu  Is- 
land and  Burnaby  lake  lines,  each  with  passengers  in  them. 

The  effect  of  the  stoppage  of  light  and  power  in  hospitals 
and  cold  storage  plants  need  not  be  emphasized.  It  is  evident, 
however,  that  the  men  intended  to  make  the  tie-up  com- 
plete, because  not  a  switch  was  left  in  place  in  the  main  re- 
ceiving station.  The  electrical  superintendent  arrived  there 
within  a  few  minutes  and  found  a  large  group  of  linemen  and 
operators  around  the  station.  Luckily  he  had  an  electric  torch 
in  his  automobile,  for  without  it  he  would  hardly  have  been 
ai)le  to  make  his  way  through  the  station.  There  was  not  a 
lantern  left.    The  sub-station  had  been  deserted. 

All  that  the  company  were  able  to  ascertain  was  that  the 
operators  had  received  orders  from  someone  unknown,  not  the 
load  despatcher,  to  close  down  the  plant.  The  operators  at  the 
Lake  Buntzen  hydro-electric  plant  were  telephoned  to  and 
they  threw  off  the  machines  there.  All  switches  throughout 
the  country  were  pulled,  thus  entailing  a  tremendous  mech- 
anical task  to  reinstate  them. 

Superintendent  Newell  immediately  got  in  touch  with 
Lake  Buntzen  and  aroused  the  superintendent  there,  who  had 
retired  for  the  night.  Other  engineers  arrived,  and  in  forty 
minutes  the  most  of  the  city  load  had  been  picked  up,  and  an 
hour  and  a  half  later  most  of  the  railway  lines  were  operated 
and  cars  were  able  to  proceed  to  the  barns.  Many  of  them 
finished  their  own  runs. 

An  attempt  was  made  to  arrive  at  the  cause  of  the  trouble, 
but  communication  with  E.  H.  Morrison,  business  agent  for 
the  electrical  workers,  could  bring  no  coherent  account.  Mr. 
Morrison  intimated  finally  that  they  would  not  meet  the  com- 
pany in  any  way  unless  the  electrical  superintendent  was  dis- 
charged. On  Sunday  morning,  Mr.  Morrison  called  up  and 
asked  if  this  had  been  done,  and  when  he  was  told  that  it  had 
not,  he  refused  to  have  further  communication  with  the  com- 
pany. He  mentioned  that  other  unnamed  officials  would  have 
to  be  discharged  also.  It  has  been  stated  in  the  newspapers 
that  the  men's  union  have  cabled  to  the  directors  of  the  com- 
pariy  in  London,  England,  demanding  the  dismissal  of  the 
electrical  superintendent. 

Employees  Were  in  the  Wrong 

On  .Sunday.  July  14,  members  of  the  board  of  trade  and 
Mayor  Gale  formed  a  committee  to  endeavor  to  bring  about 
a  settlement.  Street  cars  were  again  tied  up,  owing  both  to 
the  scarcity  of  current  and  to  the  refusal  of  the  men  to  work 
while  the  electrical  workers  were  on  strike.    A  joint  com- 


niitlec  was  fnrnied  having  un  it  several  laln)r  representatives 
and  the  company  laid  its  ease  before  them.  The  men  demand- 
ed transportation  and  lighting  concessions,  and  although  the 
company  pointed  out  that  these  had  never  come  up,  they 
graiitt'd  tliem  forthwith.  The  men  alleged  that  35  men  had 
been  dismissed  in  discriminating  fashion  and  strike  breakers 
kejit  on.  Mr.  VV.  G.  Murrin,  assistant  general  manager, 
showed  clearly  that  the  men  who  had  been  laid  off  were  line- 
men and  groundmen  and  were 'extra  staff  that  had  been  work- 
ing on  special  work  which  the  company  expected  to  lay  off 
several  weeks  since  on  the  completion  o'f  the  work.  These 
men  were  laid  off  strictly  according  to  the  length  of  their 
service  and  not  a  single  non-union  lineman  or  groundman 
v/as  in  the  emi)loy  of  the  companj'.  The  men  demanded  the 
dismissal  of  Mr.  Newell,  but  it  was  pointed  out  that  these 
::;5  men  had  not  been  laid  off  by  him,  but  by  the  foreman  in 
the  regular  course  of  work.  The  company,  however,  agreed 
to  place  the  case  of  the  electrical  superintendml  up  to  arbitra- 
tion while  the  electrical  workers  should  go  back.  This  solu- 
tion was  accepted  by  the  joint  executives  of  electrical  work- 
ers and  street  railway  men.  who  promised  to  recommend  it 
to  their  members.  The  street  railway  men  met  on  Monday 
and  car  service  was  resumed  the  same  afternoon.  The  elec- 
trical workers  met  on  Mon'day  night  but  refused  to  carry  out 
the  recommendations  of  their  executive  and  demanded  the 
dismissal  of  the  superintendent  immediately. 

The  arbitrary  attitude  of  the  electrical  workers  is  with- 
out precedent  in  this  country.  We  believe  that  they  will  be 
censured  without  exception  for  their  deliberate  attempt  to  tie- 
up  the  life  of  Vancouver  and  district  when  they  shut  down 
all  electrical  supply  without  warning  or  notice  on  the  morning 
of  July  14.  This  has  ceased  to  be  a  matter  between  the  B.  C. 
Electric  Railway  and  the  employees.  It  is  a  matter  for  the 
public  and  for  governments  to  settle — ^whether  they  will  allow- 
any  person  or  body  of  persons  to  close  dow^n  such  essential 
services  as  electric  light  and  power  without  a  moment's  no- 
tice and  without  responsibility  for  the  consequences.  The 
men  may  have  the  right  to  cease  work,  but  they  have  not  the 
right  to  tamper  with  the  company's  property,  therebj'  incon- 
veniencing thousands  of  persons  and  causing  destruction  of 
property  and  death. 


Hydro  Development  at  Armagh 

.'\  small  hydro-electric  development  is  in  course  of  con- 
struction at  Armagh,  near  Levis,  P.Q.,  from  plans  by  Messrs. 
Gauvin  &  Beauchemin.  consulting  engineers,  Quebec.  The 
water  power  is  on  the  Armagh  River,  and  it  is  proposed  to 
develop  400  h.p.  as  a  minimum.  The  plans  provide  for  the 
erection  of  a  concrete  dam,  81  feet  high,  with  a  concrete 
power  house  20  x  30  feet.  The  wooden  penstock  will  be  -itiO 
feel  long.  Two  180  kw.  generators,  supplied  by  the  Canadian 
Fairbanks-Morse  Companx,  will  l)e  direct  connected  to  hor- 
izontal turbines,  made  by  the  William  Hamilton  C<impany. 
Peterborough,  working  under  a  head  of  S8  feet.  The  power 
will  be  used  for  manufacturing  purposes.  The  Canada  Elec- 
tric Company,  Montreal,  are  the  contractors  for  the  electrical 
ecjuipment. 


The  Dominion  Railway  Board  has  .granted  the  Hamilton 
Railway  Company  permission  to  increase  their  passenger 
rates  subject  to  the  limitations  created  by  municipal  fran- 
chises. So  far  as  the  town  of  Burlington  is  concerned,  there- 
fore, there  will  be  no  change,  although  the  fare  to  inter- 
mediate points  may  be  increased.  There  is  no  agreement  in 
the  town  of  Oakxille  covering  radial  fares,  and  increases  at 
this  point  will  no  doulit  go  into  effect  shortly. 


Incor])orati<in  has  been  granted  to  the  (ilobc  Electric 
Company  of  Canada.  Limited,  Winnipeg,  as  a  jt>int-stock 
company.  The  capital  stock  is  $100,000. 
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Front  show  window— Interior  lights  on,  window  off. 


Front  show  window  — Interior  lights  off,  window  on. 


London  Hydro  System  in  New  Buildin: 


The  LondDii  ]  iydi  o-electric  Coinmission  have  just  moved 
into  a  hue  new  achiiiiiistration  buih;ling,  some  features  of 
wliich  are  illustrated  herewith.  It  will  be  seen  that  the  com- 
nieri  ial  end  of  the  enterprise  is  exceptionally  well  taken  care 
of,  for  it  is  doubtful  if  more  beautiful  and  attractive  demon- 
stration and  sales  rooms  are  to  be  found  anywhere  in  Can- 
ada. One  of  the  views  shows  the  interior  of  the  main  room; 
another  s-hows  a  section  of  the  basement.  In  this  latter  the 
li'.,ditinL;  arrangements  are  particularly  good;  the  majority  of 
the  li'-;ht  is  obtained  from  artificial  windows  in  the  wall  shown 
at  the  right  hand  of  the  photograph;  this  is  a  false  wall  anc,! 
Ijehind  it  are  mounted  numerous  lamps,  the  light  of  which  is 
directed  outward  against  the  real  wall  and  reflected  back  in- 
to the  basement  through  ground  glass  window  glass;  the 
reflecting  wall  is  painted  sky  blue,  so  that  the  final  ef?ect  is 
that  of  an  almost  perfect  daylight.  The  photograph  shows 
that  the  distribution  is  as  good  as  could  be  desired,  there  be- 
ing practically  no  shadows. 

The  other  two  photographs  are  exterior  views  of  the  show 
windows.    In  one  of  the  photos  the  window  lights  are  ofif  and 


tlie  interior  lights  on,  and  in  tlie  other  window  lights  are  on 
and  the  interior  lights  of¥.  This  latter  picture  demonstrates 
the  very  good  efYect  obtained  by  means  of  window  lamps  con- 
cealed in  the  archway  above  the  window  with  prism  glass 
mounted  along  the  under  side  of  the  arch. 

The  foundation  of  the  building  is  concrete,  witli  the  super- 
structure in  gray  Indiana  limestone.  The  partitions  are  of 
gypsum  block;  wire  glass  windows  are  used  in  all  partitions. 
The  floor  of  the  main  room,  shown  in  the  photograph,  is  tile, 
and  the  finish  is  Laurentian  marl)le.  Steel  trim  is  used 
tliroughout,  treated  to  imitate  Circassian  walnut.  The  only 
wood  used  in  the  l^uilding  is  said  to  be  the  top  of  the  coun- 
ters. The  stairs  leading  from  the  first  to  the  second  floors  arc 
also  Laurentian  marble. 

General  Manager  E.  V,  Buchanan,  who  is  largely  re- 
sponsible for  the  planning  of  this  fine  building,  states  that  it 
is  modelled  to  a  very  considerable  degree  on  the  New  York 
Edison  Company's  plan,  though,  of  course,  on  a  smaller  scale. 
The  building  is  approximately  50  x  90  feet,  three  storeys  and 
basement.    In  the  meantime  the  third  storey  is  being  oc- 


Interior  Main  Business  Office— London  Hydro. 
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cupicil  bv  tlic  Loiuliin  l^oaril  of  Eihuatioii.  The  cusi  wlun 
complctcil.  whicfi  will  he  in  about  a  uionth's  time,  will  be 
in  the  neighborluxnl  of  $li:>,000.     I'bc  bmblinii  was  olTicially 


New  Administration  Building  of  London  Hydro  Systtm. 

opened  on  July  10,  when  invitations  had  been  widely  issued 
by  the  government  to  Hydro  supporters  throughout  the  pro- 
vince. 


Fire  Loss  in  Canada  Greatest  in  World 

A  report  just  issued  by  the  Commission  o{  Conser\-alioii 
on  the  fire  waste  of  Canada  shows  us  up  in  a  very  unenviable 
light.  The  fact  is  that  our  fire  loss,  per  capita,  is  the  greatest 
in  the  world,  amounting  to  approximately  $;!.()().  This  is  a 
big  load  tor  every  man,  woman  and  child  to  carry  and  seems 
all  the  heavier  because  it  is  unnecessary  and  unreasonable. 

Of  course,  it  is  useless  to  argue  that  this  loss  is  borne 
by  the  insurance  companies.  It  all  comes  out  of  the  people — 
directly  out  of  those  who  pay  premiums  and  indirectly  out 
of  those  who  do  not,  for  lire  means  a  national  loss  which  is 
shared  by  all.  And  the  property  loss  is  not  all — there  I's  the 
inconvenience,  the  loss  of  business,  of  revenue,  of  wages — 
all  clogs  in  the  wheels  of  our  national  industries.  And  to 
think  that  much,  very  much,  of  this  is  due  to  sheer  careless- 
ness! The  report  sumrharis^es  the  results  of  the  Commission's 
investigations  and  offers  recommendations  for  remedying  the 
unsatisfactory  conditions: 

General  Conclusions 

1.  That  the  annual  loss  of  life  and  property  by  lire  in 
Canada — the  latter  averaging  $2.73  per  capita  annually  for  the 
years  1912-191.5 — is  greater  per  capita  than  in  any  other 
country  in  the  world,  and  constitutes  an  ciiMrmMus  and  in- 
creasing drain  upon  the  resources  of  the  iJoiniiiiDn,  l)csi(les 
most  seriously  affecting  the  economic  prosperity  and  general 
well-being  of  the  people. 

2.  That  such  losses  can  be  very  materially  reduced. 
This  is  clearly  shown  by  the  experience  of  European  coun- 
tries which  have  attacked  the  problem  at  its  source. 

That  the  loss  by  fire  is  chiefly  ascribable  to 
fa)   Carelessness  due  largely  from  a  sense  of  security 
created  by  the  present  system  of  lire  insurance. 
(h)  Faulty  building  construction. 


(c)  .\rson. 

(d)  Lack  of  ade(iuate  lire  prevention  laws,  such  laws  as 
e.xist  being  poorly  enforced. 

4.  That,  for  immunity  from  the  danger  of  fire  losses,  the 
people  of  Canada  are  relying  largely  upon  elaborate  and  ex- 
pensive systems  of  fire-lighting  and  are  giving  too  little  at- 
tention to  the  prevention  of  hre. 

5.  That  our  lire  departments,  while  among  the  best  in 
the  world  in  both  apparatus  and  personnel,  are  not  prevent- 
ing the  steady  growth  of  losses. 

(•).  That  the  monetary  indemnity  provided  by  lire  insur- 
ance does  not  restore  the  values  destroyed,  but  merely  dis- 
tributes the  loss,  through  the  channels  of  commerce,  over  the 
whole  people. 

7.  That  the  cost  of  lire  insurance  and  fire  prevention  is, 
in  a  large  measure,  determined  by  the  amount  of  the  fire  loss 
and  cannot  be  expected  to  decrease  except  as  the  tire  waste 
declines. 

y.  That,  although  the  aggregate  loss  by  fire  constitutes 
a  national  problem,  all  fires  are  local  in  origin  and  are,  there- 
fore, locally  preventable  and  controllal.>le. 

'.).  That  property  owners  generally  have  not  been  sufifi- 
c'cntly  influenced  by  their  own  interests  or  the  welfare  of 
the  country  at  large  to  use  effective  means  to  correct  fire- 
waste  conditions. 

10.  That  existing  legislation  respecting  the  prevention  of 
lire  is  inadequate  and  lacking  in  uniformity. 

11.  That  such  legislation  is  almost  entirely  conlined  to 
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cities  and  more  important  tpwns,  and  that  the  dangers  and 
hazards  of  Are  in  small  communities  and  rural  districts  are 
without  regulation  or  control,  despite  the  occurrence  of  a 
large  proportion  of  the  lire  w-aste  in  rural  districts. 

13.  That  the  only  possible  solution  of  the  national  lire- 
waste  problem  lies  in  the  adoption  of  compulsory  measures 
which,  by  reducing  to  a  minimum  the  tire  hazards  in  all  com- 
munities and  properties,  will  prevent  the  occurrence  of  fires. 

13.  That,  owing  to  the  failure  of  local  authorities  to  deal 
adequately  with  the  situation,  the  provincial  governments 
should  undertake  the  removal  of  a  burden  imposed  upon  the 
whole  people  and  should  safeguard  the  lives  and  property 
which,  in  the  final  analysis,  constitute  the  true  wealth  of  the 
country. 


Government  control  of  the  Iclcgraiih,  telephone,  cable 
and  radio  systems  in  the  Ihiited  States  was  put  into  effect  on 
July  .il.  .Authority  to  operate  the  lines  is  vested  in  the  post- 
master-general. 
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The  Oxide  Film  Lightning  Arrester 


-By  Crosby  Field*- 


This  paper  will  be  confined  to  a  brief  statement  of  the 
scientific  principles  underlying  a  new  type  of  lightning  ar- 
rester called  the  "oxide  film  arrester."  The  functioning  of 
this  arrester  depends  upon  the  fact  that  certain  dry  chemical 
compounds  can  be  changed  with  extreme  rapidity  from  very 
good  conductors  of  electricity  to  almost  perfect  non-conduct- 
ors l)y  the  application  of  a  slight  degree  of  heat.  Lead  perox- 
ide is  a  good  example  of  such  a  substance.  It  has  a  specific 
resistance  of  the  order  of  one  ohm  per  inch  cube.  Tlie  resist- 
ance varies  with  the  pressure  to  which  it  has  been  compressed. 
.\t  a  temperature  of  aliout  150  deg.  cent,  the  lead  peroxide 
(PbOs)  will  be  reduced  to  red  lead,  commercially  known  as 
minium  (Pb304).  This  has  a  specific  resistance  of  about  24 
millions  ohms  per  inch  cube.  At  slightly  higher  temperatures 
this  minium  will  be  reduced  through  the  sesquioxide  (Ph^Os) 
to  litharge  (PbO),  which  last  named  is  practically  an  insula- 
tor. [A  megger  reading  of  infinity  is  obtained  on  a  column 
3  millimeters  long  (0.11  in.)  and  5  square  millimeters  area 
(0.3  sq.  in.)] 

Again  the  oxides  of  bismuth  give  similar  characteristics. 
There  are,  furthermore,  several  other  compounds  and  mix- 
turts  of  compounds  that  will  give  these  same  results. 

Lead  peroxide  is  normally  in  the  physical  state  of  a  pow- 
der. If  this  powder  be  placed  between  two  electrodes  and  a 
current  passed,  the  temperature  due  to  the  resistance  at  the 
contact  of  the  peroxide  and  the  metal  "will  cause  heat  to  be 
generated  locally  at  the  surface.  When  this  heat  is  sufficient 
to  create  a  temperature  of  about  150  deg.  cent,  a  film  of  the 
lower  oxides  of  lead  forms,  producing  a  film  of  insulation 
which  stops  the  current.  This  method  of  film  formation  over 
any  large  area  is  rather  irregular,  and  of  course  the  oxide 
is  not  used  in  such  a  fashion  in  the  commercial  arrester.  In- 
stead of  this  formation  of  litharge  film  any  insulating  film 
may  .he  put  on  the  electrodes  initially.  As  msulating  film 
spread  on  the  metal  plates  there  have  been  used  thin  lay- 
ers of  the  following:  glass,  water  glass,  halowax,  cloth, 
balsam,  shellac,  oil,  paints,  lead  paints,  varnishes,  and  lac- 
(piers  of  all  available  kinds.  In  all  cases  the  results  are  sim- 
ilar, varying  only  with  the  voltage  at  which  puncture  of 
the  film  of  insulation  occurs. 

The  foregoing  statements  define  the  principle  of  tne 
commercial  oxide  film  arrester.  It  comprises  two  sheet 
metal  electrodes  set  about  0.5  in.  apart,  one  or  both  covered 
witii  a  thin  insulating  film  and  the  space  between  the  plates 
lilli'd  with  some  such  sulistance  as  that  described  above 
as,  for  example,  lead  peroxide.  At  a  permissible  voltage 
of  :i00  volts  per  cell  the  insulating  film  prevents  any  appre- 
ciable current  finwing  under  normal  conditions.  As  soon 
as  the  voltage  rises  slightly  above  normal  the  film  punc- 
tures in  one  or  more  microscopic  points,  the  lightning 
charge  meets  with  practically  no  resistance  and  flfnvs  to 
earth,  l'"ig.  1.  The  dynamic  current  starts  to  follow,  but  be- 
cause of  the  fact  that  the  insulation  was  punctured  in  such 
fine  points,  the  current  density  near  these  points  is  exceed- 
ingly great.  This  result-,  in  a  localized  heating  which  speed- 
ily raises  the  temperature  to  a  value  sufficient  to  change  to 
insulating  litharge  all  the  conduclin.g  i)eroxide  in  tiiis  min- 
ute path  of  the  current  flow  in  contact  with  the  electrodes. 
The  film  consequently  reseals.  stopping  the  further  How  of 
dynamic  current.  This  action  is  so  rapid  that  its  duration 
cannot  be  measured  on  an  oscillograph  giving  two  thousand 
cycles  per  second,  that   is  to  say,  the  action  of  rescaling 
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occurs  in  less  than  one  four-thousandth  part  of  a  second 
after  the  excess  of  lightning  voltage  has  ceased. 

Fig  2  shows  a  magnified,  imaginary  representation  of 
one  of  the  films  on  one  metal  plate.  As  shown,  the  film  is 
punctured  by  a  sjjark  and  filled  with  a  litharge  plug  which 
is  represented  1iy  the  open  circles.  The  cross-section  in  the 
discharge  jjath,  a  short  distance  away  from  the  metal  elec- 
trode, is  sulficiently  expanded  to  make  the  current  of  low 
enough  density  not  to  heat  the  pero.xide  to  a  temperature 
of  reduction  to  litharge.  The  peroxide  is  represented  l^y 
the  solid  dots  and  only  those  in  the  path  of  the  discharge 
are  shown.  At  the  other  electrode,  not  shown  in  this  mag- 
nified diagram,  a  similar  effect  may  be  takin.g  place,  al- 
though there  is  a  difTerence  between  the  positive  and  nega- 
tive crators. 

This  film  can  be  made  of  litharge  itself,  as  well  as  any 
of  the  insulating  materials  above  named.  For  example, 
metal  plates  may  be  inserted  in  any  of  the  well-known  lead 
electroplating  solutions,  and  thus  a  very  thin  lead  peroxide 
film  (measuring  a  few  hvmdred  thousandths  of  an  inch) 
formed.  By  proper  heating  this  will  be  changed  to  litharge 
and  this  form  of  electrode  can  be  used.  Peroxide  may  also 
he  sprinkled  over  any  metal  plate  and  the  plate  heated, 
which  will  reduce  the  peroxide  to  litharge.  Again,  the  met- 
al chosen  for  the  electrode  itself  may  be  lead  and  if  heated 
in  the  air  a  thin  film  of  litharge  will  be  formed  on  the  sur- 
face. Again,  an  aluminum  electrode  may  be  put  in  any  of 
the  common  electrolytes,  and  a  thin  aluminum  film  1)e  built 
up.  This  may  be  used  with  the  peroxide  powder.  Of  these 
methods  of  forming  the  film  the  most  preferable  is  by  dip- 
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Fig.  1.   Comparative  Characterislics  of  Oxide  and  Aluminum  Cells 

ping  in  varnish  or  lact|uer  hi.ghly  burnished  surfaces  of 
brass,  steel,  or  copper,  and  is  conset|uently  used  in  the  com- 
mercial arrester.  The  olimic  resistance  of  the  arrester  dur- 
ing discharge  is  cpiili'  hnv  (less  than  1  ohm  jier  cell).  Thus, 
when  the  insulating  film  is  imncturi'd  the  arrester  olTers 
very  sli.glit  impedance  to  the  How  of  energy  at  abnormal 
volta.ges . 

There  is  a  cert.iin  range  of  volta.ge  necessary  to  pierce 
any  given  insulation.  The  exact  voltage  depends  not  only 
upon  the  thickness  of  the  insulation  and  its  dielectric 
sircnglh  hut  also  on  the  relation  of  the  dielectric  spark  lag 
lo  the  duration  of  the  super-spark  potential  and  the  fre- 
(|nency  of  ;iUerations  of  the  transient  surge. 

if  an  .urester  is  to  ,!.;ive  protection  of  insulation  in  slum; 
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with  it.  the  arrostor  tmi>l  rilicvc  tlu'  ;iliii.irm;il  rUc  lrii-  prcs- 
suro  lH-li>ri'  ihnuai;r  is  iloiu-  in  ilic  iiiMil.il luii  Aliluui.uli 
tests  are  froquontly  muhU'  wuli  ilu'  ;iiiisur  and  tlu'  insula- 
tion it  is  to  proti-i-l  in  paralK  l.  a  lucn  i-  cum  i  iiii'iil  im  lliml 
has  Uvvn  standarili/cil  anil  is  known  as  llu'  icniuaKiil  -.pluii' 
fjap  test.  Hotli  the  insulation  anil  tin.'  arrester  are  coiiiparid 
hy  eomparinji  eaeh  to  the  eipiivalent  s])liere 

Tiic  equivalent  spluie  .i.;aii  ol'  the  oxide  liliii  arrester 
may  he  analyzeil.  as  in  oilu  r  eases,  into  sejiarate  and  distinet 
parts.  First,  there  is  tlu-  ei|iii\ .ileiit  splien-  gap  of  the  main 
>iap  to  initiate  a  ilisehari^e  thron,L;li  the  insuIatiiiL;  liliii  mi 
the  plate  surt'aee  of  the  eell.  Third.  I  lu  re  is  llie  e(|iiivaleiit 
sphere  nii\->  of  the  resistaiiee  drop  of  ilic  i  iirrent  diseliaruing 
throui>h  the  powdered  peroxide  in  its  ])atli.  Fourth,  there 
is  the  e<pii\aleiit  sphere  uap  of  llie  iiidiu'tanee  of  the 
arrester. 

Coinmentini;  on   these  faelors  in  lluir  rilalioti  to  this 


Fig  2.    Imaginary  representation  oi  Oxide  film  on  onemetal  pJate 

arrester,  the  main  gap  is  itself  a  sphere  gap  which  has  the 
fastest  spark  of  any  practical  gap.  The  gap  setting,  like 
that  of  the  aluminum  arrester,  is  only  slightly  above  that 
of  the  normal  voltage  of  the  circuit. 

The  equivalent  sphere  gap  of  the  film  is  several  times 
greater  than  the  thickness  of  the  film  because  solid  mater- 
ial has  a  greater  dielectric  spark  lag  than  air,  but  with  this 
multiple  of  the  thickness  of  the  film  the  equivalent  sphere 
gap  is  still  low.  Since  peroxide  is  a  good  conductor,  the 
series  resistance  in  the  path  of  the  discharge  is  insufficient 
to  give  an  undesirable  voltage  drop.  As  to  the  inductance 
of  the  arrester,  it  has  a  minimum  value  due  to  the  fact  that 
each  cell  is  only  0.5  in.  long,  and  these  cells  are  placed  one 
on  top  of  another.  In  other  words,  the  total  length  of  the 
arrester  (which  constitutes  the  inductance)  is  short  as  com- 
pared to  the  necessary  length  of  conductor  from  line  to 
earth . 

One  of  the  obstacles  that  had  to  be  overcome  in  the 
making  of  this  arrester  was  the  increase  in  the  resistance 
after  a  great  many  heavy  discharges  had  passed  through  it. 
The  predominant  reason  for  the  increase  seems  to  be  ex- 
plained by  the  following  theory.  The  current  passing 
through  this  small  puncture  in  the  film  heats  up  very  rap- 
idly not  only  the  powder  but  also  the  air  contained  within 
the  interstices  of  the  powder.  The  particles  are  thereby 
thrown  out  of  contact  with  each  other,  thus  producing  a  fluf- 
finess.  The  decrease  in  the  number  of  contacts  decreases 
the  actiial  cross  sectional  area, of  conducti6n  and  hence  in- 
creases the  resistance.  This  raises  the  equivalent  sphere 
gap.  This  action  is  accelerated,  of  course,  by  the'  giving  oft 
of  the  oxygen  itself  evolved  in  the  reduction  from  lead  per- 
oxide to  the  lower  oxide.  If,  h(^wever,  this  same  arrester 
he  violently  jarred  or  the  filling  powder  be  compressed,  or 
any  other  method  utilized  to  restore  the  particles  to  their 
previous  intimate  contact,  the  equivalent  needle  gap  will 
fall  again.  While  increased  flufifiness  appears  to  be  the  pre- 
dominant cause  of  change  of  the  equivalent  sphere  gap,  the 
increased  thickness  of  the  film  of  litharge  at  the  point  of 
puncture  of  the  film  is  finally  a  factor  of  moment.  The  total 
area  of  the  film  must  he  sufficient  to  give  a  reasonable  num- 
ber of  years  of  life  to  the  arrester.  There  are  other  factors 


relating  to  the  details  of  manufacture  which  give  a  limited 
degree  of  control  over  this  change  in  equivalent  sphere  gap. 

In  all  the  eoiiimereial  oxide  lilm  arresters  used  for  al- 
Urnating  eurrent  the  jjower  factor  is  nearly  unity.  For  spe- 
cial purjioses  however,  the  power  factor  can  be  made  any- 
tliiiig  desired  from  10  per  cent,  to  unity.  This  is  obtained 
by  eombiiiing  with  the  conducting  oxide  other  non-conduct- 
ing materials.  This  principle  has  been  made  use  of  for 
condensers,  but  it  has  not  been  found  desirable  to  incorpor- 
ate it  in  the  arrester. 

To  summarize — an  arrester  operating  under  a  new  prin- 
eiple  has  heen  made  which  comprises  in  essence  one  or 
more  metal  electrodes  covered  with  an  insulating  film,  and 
separated  by  a  conducting  powder,  which  has  the  peculiar 
characteristic  of  becoming  a  non-conducting  powder  upon 
the  application  of  heat.  Voltage  higher  than  that  which 
can  lie  withstood  by  the  insulating  film  punctures  it  in  one 
or  more  points  of  about  0.005  cm.  diameter.  Dynamic 
current  flowing  gives  a  high  current  density  in  the  conduct- 
ing powder  adjacent  to  these  punctures  which  in  turn  heats 
it  up  rapidly,  reducing  the  powder  to  a  non-conductor,  and 
sealing  the  holes  in  the  film.  The  powder  being  a  poor  heat 
conductor  localizes  this  action,  so  that  very  little  more 
powder  is  reduced  than  is  actually  necessary  to  seal  up 
these  minute  punctures. 

The  critical  spark  voltage  and  that  part  of  the  equiv- 
alent sphere  gap  controlled  thereby  is  a  function  of  the 
thickness  and  kind  of  material  used  for  the  film. 

Comparison  of  the  "Oxide  Film"  wnth  Aluminum  Arrester. 

The  earliest  form  of  non-electrolytic  film  arrester  was 
known  as  the  dry  aluminum  arrester.  It  was  a  direct  attempt 
to  utilize  the  dry  film  which  forms  on  the  surfaces  of  pure 
aluminum  immediately  after  it  comes  in  contact  with  the 
oxygen  of  the  air.  The  hydroxide  film  is  easily  formed  in 
electrolyte  and  on  drying  becomes  a  dry  lilni  which  gives 
sufficient  action  to  prevent  a  discharge  up  to  a  given  critical 
voltage,  depending  upon  the  thickness  of  the  film.  The  film 
can  also  be  formed  by  a  spark  or  arc  of  a  conductor  in  con- 
tact with  a  plate.  Naturally  this  conductor  should  be  of  a 
non-metallic  nature.  In  the  earliest  form  tried  powdered 
carbon  was  used  mixed  with  dioxide  of  maganese  which 
gives  a  liberal  supply  of  oxygen  at  the  heated  point. 

One  of  the  objects  of  the  development  of  this  arrester 
was  to  decrease  the  cost  of  manufacture  and  it  was  found 
with  the  new  principle  involved  in  the  oxide  film  arrester, 
where  the  powder  furnishes  the  film  rather  than  the  plate, 
that  the  aluminum  could  be  replaced  bj'  a  cheaper  metal, 
such  as  steel,  and,  as  already  described,  the  initial  film 
known  in  the  early  stages  of  development  as  the  "paint  skin" 
type  could  be  furnished  by  a  layer  of  varnish.  On  first  sight, 
knowing  the  extreme  thinness  of  the  hydroxide  film  imi 
wet  aluminum  cell  it  might  not  seem  that  the  dry  cell  would 
give  the  same  general  characteristics  as  the  wet  cell.  Rut  a 
comparison  of  the  volt-ampere  curves  shows  the  same  gen- 
eral characteristics.  For  a.c.  voltages  of  V>00  volts  average 
]3er  cell  the  current  in  the  dry  cell  is  of  negligibly  small 
value  up  to  10  milliamperes.  The  power-factor  is  nearly 
unity  and  the  current  flow  is  due  to  very  slight  leakages 
through  the  films.  In  the  case  of  the  aluminum  electrolytic 
cells  there  is  an  equivalent  condition,  the  d.c.  leaka.ge  cur- 
rent of  the  order  of  one  milliampere  being  due  to  leaks 
through  the  hydroroxide  film.  In  the  a.c.  aluminum  ar- 
rester the  leakage  current  on  the  plate  area  used  is  nuich 
greater,  due  to  the  destructive  action  of  the  .•ilternating 
current  on  the  hydroxide  film.  Furtlieniiore.  the  wet  cell 
with  its  thinner  film  is  a  condenser  of  appreciable  capacit- 
ance which  takes  a  charging  current  of  about  0.5  ampere  at 
(')()  cycles.  When  the  voltage  reaches  a  certain  critical  value 
which  is  between  liOO  and  400  volts  for  the  wet  aluminum  cell 
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ami  hctwecn  i'.OO  and  r.OO  for  tin-  oxide  cell  (or  higher  if 
llie  |iaint  film  is  made  thicker)  tlu-  current  is  allowed  ■  t<> 
pass  freely  through  the  cells,  limited  only  by  the  ohmic  re- 
sistance of  the  cell  independent  of  the  fdm.  Since  the  oxide 
lilm  arrester  has  no  dissolution  of  the  film,  as  occurs  in  the 
wet  aluminum  cell,  charging  is  not  only  unnecessary  but  un- 
desirable. This  extends  the  use  of  the  oxide  film  arrester 
to  localities  where  there  are  no  attendants. 

Although  the  wet  aluminum  plate  becomes  frosted  to 
an  apiireciable  thickness  by  the  passage  of  current  in  long 
use,  the  actual  thickness  of  the  film,  as  represented  by  the 
critical  voltage,  is  not  changed.    In  the  oxide  film  arrester, 


however,  the  film  less  than  one  1  mil  thick  initially  thick- 
ens up  by  the  addition  of  successive  spots  of  litharge  for 
each  successive  discharge.  This  represents  the  wear  on  the 
arrester  and  limits  its  total  life.  Fig.  1  shows  comparative 
volt-ampere  characteristics  o,f  the  oxide  film  arrester  and  the 
a.c.  aluminum  arrester.  Since  both  of  these  arresters  have 
a  leakage  current  which  wears  the  plates  of  the  cells  when 
alternating  current  is  supplied,  it  is  necessary,  as  previous- 
ly stated,  to  place  a  spark  gap  in  series  with  the  cells.  This 
spark  gap.  is  set  at  a  value  slightly  above  the  normal  poten- 
tial of  the  circuit  so  that  nothing  but  almormal  voltages  will 
cause  a  discharge. 


The  Electric  Vehicle  as  a  War  Measure 


By  James  H.  McGraw* 


Transportation  is  one  of  the  vital  proljlems  of  the  day. 
it  deserves  the  attention  of  the  biggest  men  in  every  industry. 
War  has  enormously  increased  congestion  in  factories,  on 
railroads,  in  warehouses  and  terminal  yards,  and  on  our  city 
streets.  We  have  more  raw  materials  and  more  products  to 
handle  with  fewer  men,  an<l  with  the  need  for  real  economy 
ill  handling  costs. 

More  minds  are  l)eing  concentrated  on  transportation 
than  ever  before.  Government  officials,  Washinnt-n  I'.ineaus 
and  War  and  Navy  Departments,  as  well  as  engineer^,  central 
station  men,  electrical  engineers  in  industrial  plants,  all  are 
considered  parts  of  the  problem. 

A  brief  survey  of  transportation  problems  in  this  country 
brings  striking  facts  to  light.  Forty-five  per  cent,  of  the 
population  live  in  11  per  cent,  of  the.  area  of  the  United 
States,  This  restricted  area  includes  N.  E.  States.  New  York, 
Pennsylvania,  New  Jersey,  Maryland,  (  )hio,  Indiana,  and  parts 
of  Illinois  and  Michigan. 

Of  all  goods  made  in  the  United  States,  approximately 
7(1  per  cent,  are  made  in  this  area.  This  concentration  of 
l)opulation  and  manufacturing  liriiigs  naturally  a  congestion 
of  traffic,  that  is  little  realized  until  a  tremendous  added  Inir- 
de.i  is  put  on  it  by  war  needs. 

Within  the  congested  area  is  a  still  smaller  zone  which 
to-day  is  the  red  flag  zone  of  the  government  departments. 
In  this  zone,  which  borders  the  ,\tlanl;c  and  extends  from 
Baltimore  to  Maine,  there  are  no  raw  materials,,  no  bitumin- 
ous coal,  no  iron  nor  other  base  supplies.  To  get  these  raw 
materials  into  this  region  they  must  go  through  four  ga,te- 
ways,  located  at  Willianisport,  .Mlooiia,  Shippinsburg  and 
llaltimore.  To  get  coal  and  basic  suiii>lit's  into  the  great 
manufacturing  district  of  .New  England,  where  there  are  so 
many  war  plants,  there  are  three  gateways:  llarleni  l\iver, 
l'(Uiglikeepsie  ami  Albany. 

No  Time  for  Building 

We  must  win  this  war  with  our  present  main  e<piipineiit. 
We  haven't  time  to  build  more  gateways,  more  railroads, 
more  trunk  lines.  The  so-called  red-llag  zone  this  next  year 
will  require  l)(),0()(),()()()  tons  of  bituminous  coal,  Hi),()()0,()0()  tons 
of  hard  coal.  All  this  product  must  go  through  the  fiiur  gate- 
ways. 

What  docs  this  mean?  Hrr)adl>,  it  means  that  wc  must 
cnuceutrate  our  attention  on  auxiliary  me;ius  of  lransi)orta- 
tiou  to  move  goods  faster  and  transfer  goods  more  quickly 
at  this  i)()int.  h'very  freight  car  must  ctumt.  According  to 
lately  gathered  statistics  we  need  loO.OOO  cars  for  replace- 
ment alone.    The  government  ordered  loo.ooo,  a  tremendous 
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order,  it  is  true,  but  only  a  part  of  what  is  needed  to  liandle 
materials. 

Electricity  ofifers  three  means  of  auxiliary  aid  to  the 
steam  railway  freight  problem  at  this  time.  Various  classes 
of  hoists  and  transfer  cranes  and  platforms  operated  by  elec- 
tricity are  in  use.  Second,  there  is  the  industrial  electric 
truck,  a  low-body,  small  wdieel  vehicle  which  is  being  used 
for  transfer  work  in  government  yards,  docks  and  terminals, 
munition  factories,  and  so  forth;  and  third,  commercial  elec- 
tric trucks  for  short-haul  many-stop  deliveries  from  ware- 
house to  merchant,  from  merchant  to  customer.  .  • 

In  both  these  fields  the  electric  vehicle  is  now  perform- 
ing work  of  direct  help  in  war  service,  and  there  is  a  very 
real  opijort unity  to  extend  this  development  tremendously. 

Electric  industrial  trucks  are  being  used  more  e.xtensively 
than  generally  realized  in  direct  government  work.  Hun- 
dreds of  trucks  are  in  use  at  embarkation  and  debarkation 
points.  Practically  all  goods  going  into  France  are  handled 
at  some  point  by  electric  trucks.  Special  trucks  with  crane, 
and  hoist  attachments  have  been  developed.  P.ecause  of  the 
nature  of  the  work,  it  is  not  possible  to  descril)e  these  appli- 
cations in  detail. 

Operation  Costs 

The  average  cost  of  operating  an  electric  industrial  truck 
of  this  kind,  including  tires,  battery  upkeep,  mechanical  re- 
pairs, charging,  drivers'  wages  and  interest  on  investment,  is 
between  five  and  six  dollars  a  <lay.  In  many  instances  one 
truck  will  do  the  work  of  four  to  six  men.  in  one  instance, 
a  truck  saved  eigliteen  men  a  day.  These  trucks  have  a  speed 
(>f  ti\e  miles  an  hour  loaded,  and  a  capacity  of  two  tons. 
They  are  particularly  serviceable  in  o])eration  in  munitions 
factories  because  the  risk  of  lire  is  practically  negligible. 
These  trucks  are  being  built  by  hundreds.  There  are  esti- 
mated to  be  .'i.OOO  ill  use  to-day. 

Specialized  electric  trucks  for  government  service  have 
;ilso  been  built  for  hospital  su|)|)ly  wagons  ai  j  ambulances  at 
base  hospitals.    An  electric  kitclien  wagon  also  has  been  built. 

Electric  tractors  are  in  operation  at  the  na\y  yards  and 
supply  depots  f(u-  hauling  ammunilioiis  cais. 

The  war  •  has'  esi)ecially  shown  the  inel'liciency  of  our 
methods  of  handling  goods  out  of  cars,  across  platforms  and 
into  warehouses.  (ioods  are  iiandled  and  rehamlled  witluuit 
regard  to  time  or  labor.  This  is  one  of  the  biggest  parts  of 
our  transportation  problem. 

It  should  be  a  matter  of  pride  to  realize  that  electricity 
at  the  terminals  and  gateways  is  helping  to  move  goods 
cheaiier  and  faster.  The  industrial  electric  truck,  the  electric 
driven  overhead  crane,  the  hoist  and  telpher  systems  operated 
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l>y  electricity,  the  ni.nht   illmiiiiKitiuii.  :\vv  all  l;ulcu-,  in  this 

Electricity  Doin^  the  Job 

l-.lcctnciiy  is  lu'l|)in!,;  to  .net  the  job  iloiie,  and  the  (leinand 
tor  the  iiulustrial  electric  truck  for  this  work  is  ahead  of  the 
supply.  althoU)L;h  the  trucks  are  hein^  turneii  out  by  several 
luaiuifacturers.  hor  ioadiut;  and  uuloadinn  steamships  the 
electric  industrial  truck  has  found  a  place,  out  only  liecause 
it  saves  time  and  labor,  but  because  practically  every  other 
type  of  power  vehicle  is  eliminated  from  both  docks  and 
steamships  by  insurance  comi)anies  on  account  of  lire  risks. 

Industrial  electric  trucks  are  helpin.n'  to  .net  work  done  in 
munition  factories  and  arsenals.  They  have  revolutionized 
the  niethods  of  handlini>  .yoods  in  many  plants.  These  fac- 
tories neetl  io-da\  to  increase  output  by  every  possible  means. 
They  also  need  to  conserve  men.  bt)th  laborers  and  mech- 
ics.  The  industrial  electric  truck  replaces  men,  speeds  up 
productii<n,  and  is  so  siniple  a  mechanism  that  it  reipiires 
little  skilled  attention. 

.\s  a  concrete  example  of  what  an  industrial  truck  will 
do.  the  Packard  Motor  Car  tdmpany  have  three  electric  in- 
dustrial trucks  handling  scrap  metal  from  the  lathes  and 
presses  where  formerly  4S  men  were  required. 

Electric  transportation  in  the  factory  is  simply  another 
example  of  the  widening  use  of  electricity  in  industries.  Cen- 
tral station  service  and  the  motor  drive  have  been  adopted. 
The  power  engineer  from  the  central  station  has  had  an  op- 
portunity to  act  as  an  electric  .engineer  of  transportation  and 
to  point  out  to  the  factory  manager  just  what  electricity  can 
do  for  transportation  to  his  factory. 

Local  delivery  methods  are  getting  the  same  overhauling 
as  railway,  terminal  and  factory  systems.  Men  are  growing 
scarcer.  Wasteful  delivery  methods  can  no  longer  be  toler- 
ated. The  problem  is  part  of  the  complete  city  transporta- 
tion needs. 

Economy  in  Retail  Service 

The  Commercial  Economy  Board  of  the  Council  of  Na- 
tional Defense  has  just  issued  a  booklet  entitled  Economy  in 
Retail  Service. 

The  Council  of  National  Defense  as  a  whole  also  has 
made  this  statement:  "The  Council  of  National  Defense  has 
given  its  formal  approval  to  all  measures  designed  to  facilitate 
the  use  of  motor  trucks  in  transportation  wherever  it  can  be 
utilized.  It  is  urging  all  communities  as  far  as  possible  to 
adapt  the  motor  truck  to  their  local  needs  and  encourage 
its  use  in  any  way  to  help  existing  transportation  problems." 
In  neither  of  these  pronouncements  is  direct  reference  made 
to  any  type  of  motor  truck,  but  the  general  idea  of  replacing 
horse  drawn  trucks  and  perhaps  more  antiquated  delivery 
systems  is  being  widely  promoted.  The  booklet  issued  by 
the  Commercial  Economy  Board  is  a  part  of  a  broad  program 
started  in  1917  to  show  how  economies  introduced  by  volun- 
tary co-operation  of  business  would  release  men,  materials, 
equipment  and  capital  for  carrying  on  the  war.  The  work  in 
retail  deliveries  was  undertaken  primarily  to  conserve  labor, 
to  make  it  unnecessary  for  merchants  who  lost  delivery  men 
through  the  draft  and  other  war  causes  to  replace  them  out  of 
supplies  available  for  ship  building,  farming,  railway  trans- 
portation, and  other  war  work.  A  careful  survey  of  the  whole 
country  was  made  among  retail  and  wholesale  merchants. 

Several  of  the  findings  of  this  survey  point  particularly 
to  present  opportunities  for  the  electric  vehicle  to  meet  the 
problem  of  local  delivery  under  war  conditions.  In  Massa- 
chusetts it  was  found  that  5,230  stores,  about  half  in  the  state, 
operated  4,473  vehicles.  Of  these  3,129  were  horse  drawn 
and  l,:i44  motor  trucks.  This  general  proportion  of  horse 
drawn  and  motor  propelled  trucks  holds  for  the  country. 

Cutting  Costs  of  Retailing 

A  second  point  in  this  general  investigation  worth 
the  attention  of  the  electrical  industry,  is  the  relative  im- 


portance of  this  transportation  cost  as  an  element  in  the 
merchant's  total  cost.  In  the  city  of  Washington,. the  delivery 
costs  for  bakery  products  averaged  19. K  per  cent,  of  gross 
sales;  for  dairy  products,  12.1  per  cent.;  for  ice  cream,  14.9 
per  cent.;  for  coal  and  wood,  15.2  per  cent.;  for  ice,  45.6  per 
cent.,  and  for  food  products,  as  a  whole,  7.4  per  cent. 

The  report  contains  detinite  suggestions  for  changing  the 
methods  of  delivery.  It  points  out  that  short  haul  many  stop 
deliveries  generally  provide  the  best  service  to  the  customer, 
and  it  suggests  plans  for  workiag  out  such  systems.  This,  of 
course,  is  the  ideal  field  for  the  electric  vehicle.  Ninety-five 
per  cent,  of  the  work  done  by  horses  on  the  street  can  be 
done  by  motor  trucks.  Eighty-five  per  cent,  of  the  city  haul- 
age can  be  accomplished  by  the  electric  vehicle.  Figures  com- 
piled many  times  show  the  inherent  economy  of  the  electric 
in  place  of  the  horse  drawn  wagon.  A  light  truck  will  move 
a  single  horse  wagon  load  of  goods  one  mile  for  one  cent 
(current  at  3  cents  per  kilowatt  hour).  Gasoline  for  that 
same  mile  would  cost  3  cents  and  oats  for  the  horse  5  cents. 
.And  this  is  only  one  element  in  the  cost. 

Saving  in  Hauling  Coal 

.Ml  of  the  coal  used  in  the  Hudson  Terminal  Building  ir. 
New  York  City  is  hauled  from  Jersey  City  by  two  five-ton 
electric  trucks.  By  hauling  the  coal  from  storage  and  buy- 
ing in  large  volume,  the  company  saves  $45  per  day.  The 
ferry  charges  were  reduced  several  dollars  a  day  because  the 
electric  for  the  same  capacity  was  about  three  feet  shorter 
than  a  gas  truck  and  so  came  in  a  lower  class.  The  cost  of 
handling  fuel  is  one  of  the  elements  in  our  fuel  supply  that  is 
receiving  careful  analysis.  The  electrical  truck  with  suitably 
adapted  bodies  is  an  economical  solution  of  the  problem.  In 
one  case  now  being  investigated  one  five-ton  truck  with  dif- 
ferent detachable  bodies  could  replace  both  horse  drawn  and 
gas  equipment,  eliminate  surplus  equipment  and  effect  a  large 
saving  of  about  35  per  cent,  to  40  per  cent. 

1  have  liriefly  summarized  the  way  that  electricity  is  a 
part  of  the  transportation  problem  to-day. 

The  general  advantages  of  the  electric  vehicle  as  a  part 
of  the  big  transportation  problem  may  be  summarized  as  fol- 
lows: 

General  Advantages 

Manufacture — Simplicity  of  design  requires  few  parts,  and 
almost  the  total  absence  of  machined  steel  in  power  plant. 
Need  of  skilled  mechanics  reduced  to  a  minimum. 

Operation — Skilled  mechanics  unnecessary.  Young  and 
old.  men  and  women,  are  successful  operators. 

Maintenance — Few  parts  and  absence  of  reciprocating 
features  assures  maximum  uninterrupted  service  with  mini- 
mum supervision  and  repair,  thus  releasing  skilled  meclianics 
for  more  vital  war  work. 

Costs-Operating — Lowest  for  work  accomplished  of  an}- 
form  of  mobile  transportation. 

Fuel — Current  for  battery  charging  taken  of¥-peak.  Con- 
ditions abroad  are  not  the  same  as  in  this  country,  ^^'e  are 
not  yet  faced  with  the  drastic  shortage  in  liquid  fuel  and 
operators  that  have  faced  our  allies.  The  fact  remains,  how- 
ever, that  the  electric  has  filled  a  very  definite  place  in  the 
transportation  development  aliroad.  For  example,  there  have 
l)een  six  times  as  many  electrics  put  into  service  in  England 
alone  during  the  past  three  years  as  in  all  the  time  before. 
Electrics  have  been  adopted  for  handling  municipal  work,  for 
example,  in  eighteen  towns  and  cities  for  garbage  collection, 
road  construction,  street  cleaning  and  coal  deliveries.  The 
Midland  Railway  has  about  110  electric  trucks  in  service  and 
the  Great  Northern  Railway,  with  eight  3^-ton  .\merican 
electric  trucks  displaced  the  entire  horse  unit  in  Leeds, 
horses  and  16  vans. 

The  Electric  Vehicle  Section  of  this  .Association  has  been 
working  with  the  French  High  Commission  in  New  York 
looking  forward  to  the  manufacture  of  the  electric  \ehicle 
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in  F"rance  as  a  part  of  the  great  problem  of  reconstruction 
and  water  power  development  under  way  in  that  country. 

Norway  is  to-day  an  active  market  for  the  electric  ve- 
hicle, both  commercial  and  pleasure  cars. 

Opportunity  for  Central  Stations 

This  discussion  has  been  undertaken  to  bring  before  this 
association  not  the  detail  economies  of  the  electric  vehicle, 
which  arc  well  known,  hut  the  opportunity  that  the  central 
stations  of  the  country  have  to  aid  the  government  by  tak- 
ing an  active  part  in  helping  to  solve  the  transportation  prob- 
lem as  a  whole. 

The  central  stations  to-day  are  furnishing  light,  heat  and 
power  to  meet  war  needs  and  to  conserve  men  and  materials 
in  the  commercial  and  domestic  life  of  the  nation. 

Thj  transportation  problem  needs  the  attention  of  our 
l)iggest  electrical  men.  Transportation  to-day  is  handled  with 
tremendous  losses.  The  movement  of  freight  to-day  is  a 
transjjortation  engineering-question.  As  an  engineering  ques- 
tion the  electrical  industry  will  play  a  large  part  in  the  future. 
Tlie  supply  of  electricity  for  the  big  developments  to  come 
in  cheapening  the  cost  of  handling  goods  in  terminals  and 
warehouses,  and  in  cutting  the  cost  of  deliveries  on  our  city 
streets  is  worth  the  attention  of  every  central  station.  The 
electric  vehicle  to-day  offers  an  economical  solution  for  an 
important  part  f)f  our  big  transportation  problem. 


More  Power  From  Shaft  by  Use 
of  Turbine 


Electric  motor  drive,  the  simplest  solution  to  additional 
power  supply  problem,  is  oftentimes  not  available  to  mill 
owners,  whose  plants  are  driven  by  line  shafts.  Often,  how- 
ever, there  is  sufficient  boiler  capacity  in  the  plant  to  do  the 
work,  if  it  is  ef?ectively  applied,  particularly  where  line  shaft 
drive  to  a  small  number  of  machines  is  used,  in  which  case 
the  installation  of  a  turbine  with  speed-reducing  gears  is  an 
ingenious  solution  to  the  problem.  A  unique  line  shaft  drive, 
consisting  of  a  low  pressure  turbine  and  a  daubee  reduction 
gear  has  been  installed  in  a  Western  Pennsylvania  paper  mill. 
There  are  two  main  line  shafts  to  which  the  machines  are 
belted.  To  one  of  the  line  shafts  are  belted  two  cutters,  ten 
beaters  and  one  Jordan.  An  identical  equipment,  with  the 
exception  of  the  cutters,  is  belted  to  the  other  shaft.  Only 
seven  of  the  ten  Ijeaters,  under  ordinary  running  conditions, 
are  in  operation  at  one  time,  and  these,  with  one  Jordan,  re- 
quire about  600  horse  power,  with  an  additional  30  horse 
power  for  the  rag-cutters.  Heretofore  these  two  line  shafts 
were  each  driven  by  a  non-condensing  reciprocating  engine. 
However,  one  of  these  engines  was  wrecked,  which  necessi- 
tated obtaining  a  drive  to  replace  it. 

It  is  interesting  to  note  the  considerations  entering  into 
the  final  selection  of  the  new  drive.  These  conditions  were 
somewhat  as  follows:  two  100  horse  power  non-condensing 
engines  turned  the  rolls  and  gears  and  gave  practically  all 
the  exhaust  steam  necessary  for  feed  water  heating,  so  that 
all  the  exhaust  steam  from  the  700  horse  power  non-condens- 
ing Corliss  engine  driving  one  of  the  line  shafts  would  have 
to  be  discharged  to  the  atmosphere,  unless  some  means  were 
provided  for  abstracting  the  energy  still  available  in  it.  A 
low  pressure  turl)ine  was  the  logical  prime  mover,  without  a 
(loul)t,  but  it  would  have  been  of  little  use,  on  account  of  its 
liigh  speed,  had  there  not  l)een  a  reduction  gear  to  receive 
the  power  generated  and  to  deliver  it  to  the  line  shaft  at  low 
s|)eed. 

Wliilc  tliis  particular  mill  was  not  enlarged,  it  is  evident 
that  with  a  given  amount  of  exhaust  steam,  eitlicr  from  non- 
condensing  engines  or  condensing  engines  run  non-condens- 


ing, a  large  increase  of  power  is  made  available  by  the  in- 
stallation of  a  low  pressure  turbine.  Further  evidence  of  this 
possibility  for  expansion  is  the  fact  that  in  this  paper  mill 
when  the  two  line  shafts  were  driven  by  non-condensing  re- 
ciprocating engines,  a  battery  of  \.i  boilers  was  required, 
whereas,  now  only  eight  boilers  are  required  for  the  maximum 
load. 

So  far  this  has  beeen  a  discussion  of  the  application  of  a 
low  pressure  turbine,  but  the  means  of  transmitting  its  high 
speed  power  to  a  slow  speed  line  shaft  is  fully  as  interesting 
and  important.  The  change  in  speed  is  made  by  means  of 
two  reduction  gears  because  the  first  cost  of  a  single  gear 
and  pinion  of  ratio  36  to  11  would  be  prohibitive,  and  the  gear 
would  be  very  large  and  unwieldy.  The  first  speed  reductiijn, 
3,600  r.p.m.,  to  730  r.p.m.,  is  made  with  a  fixed  bearing  type 
of  reduction  gear,  the  gear  shaft  of  which  is  direct  connectetl 
to  the  pinion  shaft  of  the  second  gear  which  reduces  the  speed 
from  730  to  103  r.p.m.  This  larger  reduction  gear  is  of  the 
flexible  pinion  frame,  Westinghouse  I-Beam  type.  It  is  this 
I-beam  feature  which  makes  the  application  of  the  geared 
drive  possible. 

It  may  be  asked  why  a  fixed  bearing  type  of  reduction 
gear  was  used  in  one  case  and  an  I-beam  in  the  other.  It 
was  a  question  of  tooth  pressure  which  determined  the  de- 
sign. Take  for  instance  a  pinion  transmitting  600  horse  power 
at  3,600  r.p.m.,  which  was  the  case  of  the  first  reduction  gear 
in  the  particular  installation  under  liscussion.  If  the  same 
pinion  were  to  turn  at  730  r.p.m.  and  witli  the  same  tooth 
pressure  (i.e.,  pounds  pressure  per  inch)  oif  tooth  face  it  would 
be  capable  of-  transmitting  one-fifth  of  600  horse  power,  or 
130  horse  power  only.  It  follows,  then,  that  the  second  gear 
would  have  been  made  five  times  as  large  as  the  first  if  the 
same  type  had  been  used,  and  for  the  transmission  of  the 
same  amount  of  power.  Such  reduction  gear  would  have 
been  large  and  bulky.  It  would  also  have  been  costly,  be- 
cause cost  is  a  function  of  size. 


Hydro  Tenth  Annual  Report 

The  Hydro-electric  Power  Commission  of  Ontario  have 
issued  Vd\.  3  of  their  tenth  annual  report,  which  covers  the 
year  ended  October  31,  1917.  This  report  contains  a  review 
of  the  operation  of  the  various  systems  controlled  by  the 
Commission,  financial  expenditure  on  each,  quantity  of  power 
used,  extensions  made  during  the  year,  and  so  on.  The  horse- 
power load  on  the  various  systems  in  October,  1917,  was  as 
follows:  Niagara,  131,538;  Severn  System,  7,854;  Eugenia  Sys- 
tem, 1,715;  Wasdell's  System,  375;  Central  Ontario  System, 
17,436;  Muskoka  System,  930;  St.  Lawrence,  739,  and  (Jttawa, 
6,500.  The  expenditures  noted  on  the  various  systems  are: 
Niagara,  .$14,386,531;  Severn,  ,$867,971;  Eugenia,  $1,371,736; 
Wasdell's,  $364,731;  Muskoka,  $190,339;  St.  Lawrence,  $307,- 
334;  Ottawa,  $433,000;  Port  Arthur,  $109,438;  Renfrew.  $30,- 
389;  Central  Ontario,  $9,505,349;  Ontario  Power,  $7,996,617. 
The  grand  total  of  expenditure  to  date  is  placed  at  $37,176,901. 
The  report  also  contains  information  covering  the  financial 
operations  of  the  various  municipalities  throughout  the  pro- 
vince— their  rates,  expenditures,  earnings,  etc. 


In  order  tiiat  the  financial  difficulties  of  the  city  of  Prince 
Albert,  Sask.,  due  in  a  large  measure  to  the  expenditure  of 
over  a  million  dollars  on  the  abandoned  La  Colle  Falls  hydro- 
electric scheme,  may  be  overcome,  it  is  proposed  that  the 
Saskatchewan  government  should  lend  $50,000  a  year  for  a 
few  years  at  a  low  rate  of  interest,  and  debenture  holders  l)c 
asked  to  agree  to  the  suspension  of  sinking  fund  payments 
for  a  similar  period,  pending  the  reorganization  of  finances. 


A  new  Hell  Telephone  exchange  at  St.  Ilyacmthc.  I'.  Q.. 
will  soon  be  put  in.  A  change  will  be  niaijc  from  magneto  to 
central  energy  service. 
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Teaching  the  Public  Why  Higher  Fares  are  Essential 


I  (.  .ii'i'  r.n-toii  l".lcv-iru-  r.MH|'an\  ,  npci  at i iig  an  c'liH-tnc 
railway  in  Sydney,  \.S.,  rci-oiilly  luadc  applitalii'ii  to  lli<-' 
I'lililic  Service  (."onimissioncrs  of  their  proviiu-o  Inr  an  in- 
crease ill  fares,  ll  is  iiulicative  of  the  i-haii;^e(l  attitude  nl  the 
average  iniblic  .serxice  organi/alion  toward  tiie  people  it 
serves  that  coincident  witii  tiiis  application  the  emniiaiiy  in- 
aujrnrated  a  systematic  campaign  of  advertising  in  the  hual 
press  in  an  endeavor  to  advise  tlie  general  pnhlie  of  the  lads 
and  eilucate  them  up  to  the  point  where  they  will  he  ahle  to 
make  a  fair  judgment  on  this  (pieslion.  The  average  citizen 
dots  not  stop  to  consider  that  the  eo>t  of  operating  an  elerlr  r 
railway  system  has  increased  in  ahout  the  same  prop.irtion 
as  the  price  of  the  average  commodity  he  buys,  whereas  the 
rate  of  fares  which  the  railway  company  is  allowed  to  charge 
for  its  service  remains  tixed.  if  .">  cents  was  a  reasonal>le 
charge  for  the  average  rate  four  years  ago,  then,  by  the  law 
of  averages,  it  should  cost  7,  8  or  9  cents  to  provide  the  same 
convenience  to-day.  As  a  matter  of  fact,  though  this  rate 
would  he  justilicd  in  many  cases,  no  company  has  asked  for  any 
such  increase.  They  have  hrst  turned  their  attention  to  every 
possible  economy,  and  now,  all  sources  of  revenue  having 
been  exploited,  they  are  forced  to  ask  for  fare  increases. 

The  form  which  the  advertising  of  this  company,  under 
the  control  of  C.  C.  Curtis,  manager  of  the  company,  has 
taken,  is  an  advertisement  about  7  x  10  inches  in  the  Vnun  of 
••One-Minute  Talks."  For  example,  in  Talk  No.  8  there  are 
a  few  paragraphs  explaining  how  the  prosperity  of  the  com- 
pany and  of  the  public  go  hand  in  hand.  Talk  No.  11  explains 
about  the  appointment  of  a  .select  committee  to  look  into  the 
same  question  in  the  British  Isles.  Talks  Nos.  13,  13,  14,  15 
and  16  are  along  the  same  lines,  each  of  them  pointing  out  one 
separate  viewpoint  which  is  probably  new  to  the  railway  pat- 
rons. As  typical  of  the  form  these  arguments  take  we  are 
reproducing  three  of  them  below: 

A  campaign  of  a  similar  nature  is  also  going  forward  in 
other  Canadian  cities.  For  example,  in  Montreal,  where  the 
Montreal  Tramways  Commission  conceded  the  company  the 
right  to  increase  the  fares,  an  effort  is  being  made  to  prevent 


One  Minute 
Tram  Talk* 


Talk 
No.  12 


Capitalization  Does  Not 
Affect  Fares 

For  wdien  it  comes  to  a  question  of  what  price 
a  Public  Utility  may  charge  the  public  the  con- 
sideration of  the  amount  of  stock  and  bonds 
which  it  has  outstanding  is  all  cast  to  one  side. 

The  Public  Service  Commissioners  ascertain 
the  fair  value  of  the  property  used  for  the  bene- 
fit of  the  public,  what  the  owners  have  received  on 
that  fair  value  in  the  way  of  income  and  what  will 
be  received  in  the  future.  They  ascertain  the 
earnings  and  expenses  and  the  needs  of  the  Com- 
pany for  proper  up-keep. 

After  thorough  investigation  they  will  render 
their  decision  based  on  the  law  which  allows  a 
Company  to  earn  at  least  6  per.  cent,  on  its  actual 
investment. 

The  Company  never  has  earned  this  amount 
and  will  not  with  only  the  small  increase  in  fares 
now  proposed. 

C.  C.  CURTIS,  Manager, 
Cape  Breton  Electric  Company,  Limited. 


One  Minute 
Tram  Talks 


Talk 
No.  16 


THE  FACTS  IN  A 
NUT  SHELL 

Their  earnings  are  strictly  limited  by  law  and 
i'ulilic  L'tililies  cannot  make  war  profits.  If  they 
make  war  losses  they  can  seldom  recover  them. 
Therefore  they  must  be  kept  financially  sound  and 
healthy  at  all  times  if  they  are  to  fulfil  their  duty 
to  the  pul)lic. 

The  increase  in  fare  asked  for  is  estimated  to 
liring  in  about  .i;:iO,n()0. 

All  this  and  more  is  needed  to  take  care  of  in- 
creased wages  and  increased  costs  of  material  and 
to  keep  the  property  generally  in  good  operating 
condition. 

We  hope  for  your  support,  not  only  in  our  own 
interest,  but  also  in  yours. 

C.  C.  CURTIS,  Manager, 
Cape  Breton  Electric  Company,  Limited. 


One  Minute 
Tram  Talks 


Talk 
No.  8 


Your  Prosperity  and  Ours 
Go  Hand  in  Hand 

Are  we  interested  in  your  prosperity." 
Most  decidedly,  YES. 

Personally  we  are  interested  because  prosperity 
is  more  conducive  to  happiness  than  poverty  and 
hard  times. 

In  a  business  way  we  are  interested  because 
our  Company  cannot  prosper  and  grow  unless  you 
and  the  community  in  which  you  live  have  a  fair 
share  of  prosperity. 

We  are  dependent  upon  you. 

Are  you  interested  in  our  prosperity? 

We  believe  you  are. 

You  depend  upon  us  for  tram  service,  for  trans- 
portation to  and  fnnii  work;  to  and  from  play. 

You  could  walk  but  then  you  wouldn't  have  the 
time  yon  now  have  for  work  and  for  play. 

if  we  arc  not  prosperous  we  cannot  furnish 
good  service;  we  cannot  improve  our  service. 

If  a  merchant's  expenses  are  greater  than  his 
income  he  quickly  goes  out  of  business. 

We  are  subject  to  the  same  laws  of  business 
aiuL common  sense. 

C.  C.  Curtis,  Manager, 
Cape  Breton  Electric  Company,  Limited 


the  execution  of  the  on-der.  It  is  surely  a  perverted  idea  ol 
justice  that  would  require  a  tramway  company,  or  any  other 
public  utility,  to  continue  operation  at  a  loss,  but  this  is  wdiat 
is  demanded  of  the  Montreal  Tramways  Company  by  a  por- 
tion of  the  city.  To  correct  the  false  impression  being  creatcii 
by  the  propaganda  of  these  people  this  company  also  is  hav- 
ing resort  to  the  daily  papers.  Following  are  a  couple  o* 
their  recent  advertisemepts; 
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Tramways  and  the  Rising  Tide 

Unprecedented  increase  in  cost  of  material 
eats  up  earnings  rapidly 

The  unprecedented  increase  in  the  costs  of  all 
materials  used  in  construction  and  operation  of 
street  railways,  has  placed  the  street  railway  busi- 
ness in  a  very  serious  position.  In  most  cities  in 
the  United  States  the  5-cent  fare  which  has  pre- 
vailed for  many  years  has  been  found  to  be  quite 
insufficient  to  enable  them  to  do  business  at  a 
protit,  and  testimony  Ijefore  various  Public  Ser- 
vice Commissions  has  shown  that  many  of  the 
companies  are  heading  straight  toward  bank- 
ruptcy— or  will  be  if  relief  is  not  granted  in  the 
shape  of  higher  fares.  Not  half  of  the  Upstate 
companies  in  New  York  States,  for  instance,  are 
earning  even  their  fixed  charges,  and  matters  are 
growing  worse.  In  some  cities  fares  have  already 
been  raised  to  6  cents  or  higher,  and  practically 
e\'ery  important  street  railway  company  in  the 
United  States  is  applying  for  an  increase. 

Exactly  the  same  condition  of  affairs  confronts 
the  Montreal  Tramways.  Since  the  war  broke  out 
the  costs  of  all  materials,  supplies,  and  labor,  have 
increased  enormously.  Everything  the  street  car 
companies  buy  or  do  costs  more  money  than  ever 
before.  Mere  are  the  main  facts  of  the  present 
situation  in  the  Montreal  Tramways  Service: 

1.  The  ticket  has  been  buying  more  and  better 
car  service  for  you  everj'  year  since  street  rail- 
ways were  invented. 

2.  The  ticket  buys  for  the  company  less  than  it 
ever  did  of  the  labor  and  materials  needed  to  give 
service. 

ft  takes  nearly  twice  as  many  tickets  to  pay 
for  the  Montreal  Tramways  Company's  supply 
hills  as  it  did  Five  years  ago. 

The  reason  why  the  quarter's  worth  of  tickets 
has  shrunk  to  a  value  of  15  cents  is  shown  by  the 
following  increases  in  prices,  as  compared  with 
the  prices  paid  in  19i:5: 

Increase  in  prices  1918  as  compared  with  prices 
in  1913: 


Per  cent. 

Per  cent. 

Asbestos    . . 

2.50 

Motor  Equipment 

Armatures    (  W. 

Nails  

10.-,  i/:i 

5:!.3)  

.  104 

1  12 

.Axles  

171 

Nuts  

.Switches,  electric 

109 

Babbitt  

147 

1 1 0  w/r. 

lirooms,  corn  . 

1  IS 

I'ins,  cotter  .. 

112 

1 '.rushes,  carbon 

21)0 

i'aint  

l!rass,  sheet  . . 

200 

IMumbers'  fitting 

s 

lUittons,  push 

4.-)0 

 100 

to 

Car  r?odies    . . 

.  .^O 

I 'olcs  1  rolley   .  . 

100 

Castings  

1  (iO 

I'inions   .  . 

liOO 

Charcoal  

140 
.    1 2.S 

'■iope  . .   . , 

100 

Copipcr,  sheet  . 

Kivcts  

Chain  

192 

Saltan  

Cement  

H9 

Uails  

140 

Controllers 

.  100 

Rods,  tie  . .   . . 

12.') 

Coal,  Irun-of-minc  1 10 

Solder   

144 

Slack  

14:5 

Screws,  iron. 

Switches,  track 

.  M9>4 

wood   . .    . . 

129 

I'ibre  

J41 

Screws,  Ijrass  . 

200 

<  ilass  

2:55 

Steel,  mild  . .  . 

11!  7 

( iears  

180 

Spikes  

( iear  Cases   . .  . 

21.'-)  I/:. 

Shellac   .  .  . 

17(1 

1  1  eater  luiuii'menr 

Tacks   

200 

1  Ki 

'I'roliey  bases  . 

104 

Iron,  wrought 

.  I.jli 

Tin  

lOS 

Increased  Rates  Granted  to 
Public  Utility  Companies 

The  movement  for  higher  fares  on  the  Street 
Railways,  caused  by  unprecedented  increases  in 
the  cost  of  materials  and  operating  is  now  general 
throughout  the  United  States.    The  following  are 


some  of  the  fares  recently  put  in  force: 

St.  Louis,  Mo                               •  ■  .    ...  0  cents 

Kansas  City   6  cents 

State  Railways  of  Missouri   fi  cents 

Middlesex  &  Boston  Street  Railway  ...  7  cents 

Philadelphia   <>  cents 

Buffalo  (authorized  by  city)    0  cents 

Portland,  Ore   0  cents 

New  Haven   6  cents 

Scranton   (i  cents 

Fall  River   cents 

Bridgeport   <3  cents 

New  Bedford    (i  cents 

Lowell   <3  cents 

Hartford   0  cents 

Reading   0  cents 

Lynn    6  cents 

Lawrence    6  cents 

Sioux  Falls   6  cents 

Wilmington   7  cents 

Pittsburgh   5-7  cents 

Edmonton,  Alta.  (municipally  owned)..  7  cents 

Forty-one  other  cities  in  the  United  States  of 


over  100,000  population,  including  New  York, 
Chicago,  Baltimore,  Minneapolis,  Indianapolis  and 
Albany,  have  applied  for  a  6-cent  fare  or  higher, 
and  the  applications  are  now  being  considered. 


The  Administrative  Commission  of  Montreal  have  been 
in  conference  with  the  representatives  of  the  Montreal 
Light,  Heat  &  Power  Consolidated.  Montreal  Water  & 
Power  Co.,  Bell  Telephone  Co.,  Public  Service  Corporation, 
Montreal  Tramways  Co.,  and  Dominion  Gresliam  Guarantee 
Co.,  on  the  subject  of  repairing  lireaks  in  the  streets.  It 
was  agreed  to  abolish  the  old  fixed  rate  of  $2.50  a  cubic  yard 
paid  by  the  companies  and  that  the  latter  pay  the  actual 
cost  of  repairing  the  roadways  after  the  excavations  have 
l)een  mafle.  With  a  view  to  the  general  convenience,  it  has 
been  arranged  that  the  companies  make  deposits  of  lump 
sums;  when  a  company  applies  to  break  up  a  road,  an  esti- 
mate of  the  cost  of  repair  will  i)e  made  by  the  engineering 
department  of  the  city,  and  the  permit  granted  if  there  be 
sufficient  money  on  deposit  to  cover  the  cost.  No  road  is 
to  be  broken  up  without  a  permit,  except  in  very  exception- 
al circumstances,  such  as  breaking  of  water  or  gas  mains. 


Mr.  Justice  Lafontaine.  in  the  Superior  Court  of  Ouebec, 
has  just  ruled  that  ptdes  and  wires  of  telegraph  systems  can- 
not he  taxed  as  "immovable  property"  for  school  or  muni- 
cipal revenue.  The  school  commissioners  of  Lachine,  Que., 
had  brought  an  action  against  the  (!reat  Northwestern  Tele- 
graph Company  asking  thai  the  poles  and  wires  of  tlie  com- 
pany— no  mention  being  made  of  the  number  or  place — be 
hypothecated  for  the  recovery  of  $20.80  alleged  to  be  due  as 
school  taxes  for  the  years  I915-l()-17.  The  action  was  dis- 
missed. 


I'ares  on  the  Tacoma  street  railway  have  been  raised  li^> 
7  cents. 
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The  Manufacturer's  Relation  to 
the  Contractor 


-By  J.  Nelson  Shreve. 


At  times  it  seems  as  if  the  manufacturer's  interest  often 
ended  at  his  own  shipping;  door.  Nowadays  more  and  more 
manufacturers  are  realizing  that  in  the  electrical  business 
the  retailer  posseses  even  more  power  to  make  or  mar  the 
product  of  a  manufacturer  than  in  other  lines  of  industry 
where  less  engineering  is  involved.  Besides  this  considera- 
tion of  the  contractor's  ability  to  assist  in  the  engineering 
end,  we  have  a  consideration  of  the  fundamental  economic 
principles  of  all  business.  Unless  these  are  understood  and 
industry  based  upon  them,  its  foundation  is  of  sand.  In  the 
past  there  have  been  too  many  sand  foundations.  It  is  true 
we  are  getting  away  from__this  period,  which  was  due  large- 
ly to  the  fact  that  econo'mic  principles  were  regarded  as 
purely  academic.  The  idea  of  applying  them  to  everyday 
commercial  life  was  thought  Utopian.  If  they  are  sound 
they  are  practical,  a  truth  which  every  business  man  must 
recognize.  As  a  nation  we  have  in  the  past  been  handicap- 
ped in  our  industrial  development  by  too  much  individual- 
ism and  too  many  laws  supporting  it.  We  are  just  entering 
the  age  which  older  nations  entered  years  ago— the  age  of 
co-operation . 

Efficient  co-operation  is  possible  only  when  the  func- 
tions of  every  factor  in  an  industry  are  clearly  understood, 
and  their  interrelation  honestly  recognized  by  everyone  in 
the  industry,  and  when  each  is  supported  by  all  in  the  ex- 
ercise of  its  proper  functions.  This  is  the  only  sound  basis 
for  practical  co-operation,  and  it  seems  to  me  no  one  has 
presented  this  so  clearly  as  Mr.  Goodwin. 

Two  Primary  Parties. 

So  far  as  the  electrical  industry  is  concerned  there  are 
two  primary  parties  to  every  transaction— the  manufacturer 
and  the  ultimate  consumer,  or.  I  might  say,  the  public.  A 
sale  is  not  completed  until  the  goods  are  in  service,  the  f^nal 
payment  made  and  the  public's  approval  obtained.  This  ap- 
proval does  not  depend  solely  upon  the  manufacturer,  and 
it  is  not  determined  immediately  but  only  after  satisfactory 
service  for  years.  Between  the  manufacturer  and  the  public 
are  interjected  several  important  factors:  The  jobber  upon 
whom  many  manufacturers  depend  for  the  distribution  of 
their  product,  and  the  contractor  who  installs  it.  The  archi- 
tect and  the  engineer  are  also  important,  though  indirect 
factors,  as  they  are  responsible  for  planning  the  electrical 
system  and  advising  the  ultimate  consumer  as  to  the  qual- 
ity of  materials.  However,  the  manufacturer  is  principally 
concerned  with  the  jobber  and  the  contractor.  The  forego- 
ing is  general  and  I  shall  now  consider  specifically  the  points 
raised. 


♦President  of  the  Electric^able  Company,  before  New  York  State  As- 
sociation of  Electrical  Contractors  and  Dealers. 


Responsibilty  to  the  Public. 

The  manufacturer  must  at  all  times  be  conscious  of  his 
responsibility  to  the  public,  if  he  would  secure  and  hold  its 
approval.  This  is  the  very  essence  of  a  successful  business 
policy.  It  means  that  his  goods  must  be  of  a  quality  that 
will  insure  their  rendering  the  public  efficient  service.  In 
establishing  prices  he  must  consider  the  following: 

(1)  What  are  the  most  economical  units  in  which  he  can 
manufacture  ? 

(3)  What  is  a  fair  additional  cost  for  disbursing  them  in 
quantities  ordinarily  used  by  the  wholesale  trade? 

(3)  What  further  costs  are  justified  when  distributing 
goods  in  quantities  suitable  for  the  retail  trade 

These  are  important  considerations  in  cost  accounting, 
and  any  manufacturer  who  ignores  them  is  fooling  himself, 
as  well  as  the  public.  Recognition  by  the  manufacturer  of  the 
service  function  fulfilled  by  the  electrical  jobber  and  the 
electrical  contractor  tikes  the  form  of  discount.  Now 
everyone,  I  believe,  will  agree  that  there  are  only  two  reas- 
ons for  discount — quantity  and  service,  either  or  both.  A 
concern  that  claims  maximum  discounts  from  a  manufactur- 
er on  any  basis  but  that  of  quantity  and  service,  should  not 
have  the  claim  recognized.  The  fact  that  a  concern  is  in  the 
electrical  jobbing  or  the  contracting  business,  or  a  member 
of  an  association,  is  not  sufficient  reason  for  according  the 
recognition  asked.  To  do  so  would  be  unjust  to  those  whose 
services  entitle  them  to  the  maximum  consideration.  Manu- 
facturers' selling  schedules  should  be  arranged  on  a  basis  of 
differentials  which  attract  and  encourage  the  wholesaler  to 
buy  in  the  most  economical  units,  and  the  retailer,  in  turn, 
to  buy  as  to  render  maximum  service  to  the  manufacturer, 
the  jobber  and  the  consumer. 

"Reputation"  is  Proper  Basis. 

Reputation,  which  forms  the  basis  of  business  building, 
necessarily  plays  an  important  part.  What  encouragement 
is  there  for  a  manufacturer  of  high  quality  materials  to  give 
the  maximum  recognition  to  a  jobber  or  retailer  whose  pol- 
icy is  formed  solely  on  price  Or  to  a  contractor  who  sells 
his  services  not  on  the  basis  of  quality  but  of  cheapness? 
None  whatever.  I  nthe  first  instance,  he  is  encouraging  the 
inefficient  distribution  of  his  product;  and  in  the  second  in- 
stance, he  is  promoting  a  quality  of  work  that  may  make  it 
impossible  for  his  goods  to  render  the  service  they  are  cap- 
able of  rendering.  The  result  is  loss  of  the  public's  approval. 
I  am  presenting  no  new  thought.  The  facts  I  have  called  at- 
tention to  are  well  known,  but  they  are  not  always  given 
proper  consideration  in  estalilishing  a  sales  policy,  and, 
therefore,  reiteration  is  justified. 

Right  Also  in  Practice. 

T  know  the  argument  that  will  be  advanced  in  some 
quarters  in  opposition  to  this  policy.  It  will  be  said  that 
theoretically  it  is  all  right,  but  that  competition  makes  its 
full  practical  application  impossible.  This  is  not  true.  The 
policy  is  all  right  in  theory  and  in  practice;  it  is  the  only 
sound,  economical  policy;  it  can  be  applied  fully  and  con- 
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tinuously.  I  know  this  is  true  Ijecause  1  have  studied  it  in 
older  industries  and  other  branches  of  the  electrical  indus- 
try, and  have  proved  it  in  my  own  company.  I  make  this 
latter  assertion  because  first-hand  experience  is  the  mast 
convincing.  The  public  does  not  demand  unfair  competition 
hut  it  wants  all  that  it  pays  for.  Think  of  the  leading  con- 
cerns in  any  line  of  business.  Have  they  attained  their  posi- 
tion by  selling  cheap  or  by  selling  on  the  basis  of  service 
and  quality,  with  the  recognition  of  the  fundamental  prin- 
ciples of  all  business  ?  The  question  answers  itself.  It  is 
not  worth  while  wasting  time  on  a  prospective  customer  to 
whom  you  cannot  sell  policy,  quality  and  service,  as  well  as 
material  goods. 

Cost  Accounting. 

The  electrical  industry  is  comparatively  now,  and  one 
of  its  most  serious  faults  is  that  it  has  not  developed  scien- 
tific merchandising  to  the  same  extent  as  older  industries. 
The  subject  is  a  large  one,  and  I  shall  refer  only  to  one 
phase  of  it — cost  accounting.  Unless  we  have  an  accurate 
knowledge  of  costs,  scientific  merchandising  is  impossible. 
Inaccurate  cost  accounting  is  the  real  cause  of  most  of  the 
unfair  competition  that  exists  to-day.  Let  me  illustrate 
what  I  mean  by  presenting  a  well-known '  condition  in  the 
electrical  industry. 

There  are  concerns  whose  activities  include  two  or  more 
of  the  factors  between  the  manufacturer  and  the  ultimate 
consumer.  A  light  and  power  company  may  act  as  a  dis- 
tributer of  electrical  equipment;  a  jobber  may  do  contracting 
work,  and  a  contractor  may  be  a  wholesaler  and  a  retailer 
of  electrical  devices.  Serious  objection  has  been  raised  to 
this  practice  on  the  ground  that  it  promotes  unfair  compe- 
tition. There  are  many  who  believe  that  each  factor  should 
he  confined  to  its  special  function.  1  do  not  agree  with  this 
|)oint  of  view.  It  is  not  economical  to  attempt  to  build  arti- 
ficial barriers  in  the  channel  of  distribution.  Unfair  competi- 
tion does  not  arise  because  the  concern  is  operating  more 
than  one  branch  of  the  industry,  but  because  it  is  not  scien- 
tifically merchandising  its  goods  or  its  brains,  and  the  reas- 
on for  failure  to  do  so  is  faulty  cost  accounting.  Costs  are 
averaged  with  the  result  that  a  profitable  branch  of  the  bus- 
iness is  often  made  to  carry  an  unprofitable  one.  You  recall 
the  old  saying,  "Every  tub  should  stand  on  its  own  bot- 
tom." This  contains  a  sound  ecomonic  truth.  The  central 
station,  for  example,  is  not  an  undesirable  factor  in  jobbing 
or  contracting  or  retailing,  provided  it  recognizes  the  fac- 
tors of  cost  applying  to  these  branches,  and  thus  preventing 
its  main  business  from  being  used  to  create  destructive  com- 
petition in  other  lines  of  the  trade  in  which  specialist  con- 
cerns depend  for  their  entire  living.  Every  branch  of  a  bus- 
mess  should  be  treated  as  a  separate  unit  in  the  determining 
of  costs,  and  made  to  show  a  profit;  otherwise  it  is  working 
an  injury  to  the  trade  as  a  whole  from  which  it  must  itself 
suffer  III  time.  Accurate  cost  accountmg,  scientific  merchan- 
dising—on these  depend  the  fullest  development  of  our  in- 
dustry. As  soon  as  they  receive  practical  recognition,  un- 
fair competition  will  disappear.  No  concern  can  justly  ob- 
iect  to  fair  competition.  If  it  cannot  meet  such  comiietitinn 
the  fault  is  in  itself,  and  not  in  any  extratieous  condition. 
Practical  Co-operation. 

The  war  has  taught  us  many  econfimic  facts,  and  the 
necessity  for  practical  co-operation  is  one,  and  perhaps  the 
.greatest.  The  government  has  recognized  the  necessity  for 
■holding  in  abeyance  laws  that  obstruct  legitimate  co-opera- 
tion, and  this  may  be  regarded  as  preliminary  to  their  abo- 
lishment or  amendment.  In  no  time  in  our  history  has  there 
been  greater  necessity  for  business  men  to  co-operate  in 
lirmging  about  the  scientific  merchandising  of  our  goods,  our 
j  hr.iins  and  our  experience.  The  winning  of  tlu'  war  and  the 
future  prosperity  of  our  country  dei)end  upon  it.    This  is 


one  of  the  principal  problems  of  the  War  Industries  Board 
at  the  present  time. 

The  Contractor  An  Essential  Part  of  the  Industry. 

Therefore,  for  the  development  of  each  individual  con- 
tractor's business,  and  for  the  furtherance  of  the  nation's 
interest  as  a  whole  in  the  war,  it  is  the  duty  of  every  con- 
tractor to  consider  himself  an  essential  part  of  the  great 
electrical  industry,  and  endeavor  to  completely  fulfill  his 
functions.  This  involves  not  only  running  his  own  business 
at  a  profit — which  is  a'  fundamental  obligation — but  assisting 
the  jobber  and  the  manufacturer  to  run  their  business  at  a 
profit  and  to  forward  the  industry  as  a  whole. 

Each  must  co-operate  in  local.  State  and  national  or- 
ganizations as  far  as  possible.  The  more  the  contractor  re- 
gards the  manufacturer  and  the  jobber  and  central  station 
as  necessary  parts  of  his  business,  the  more  they  will  re- 
gard him  as  a  necessary  part  of  theirs.  Only  by  organized 
co-operation  can  the  electrical  contracting  and  merchandis- 
ing business  be  built  up  to  the  strong  position  it  must  oc- 
cupy in  order  to  do  its  full  part  in  the  development  in  this 
country  of  the  great  electrical  industry. 


Electrical  Contracting  and 
Retailing 

—  —  By  J.  E.  Sweeney*^  ^ 

Just  a  few  short  years  ago  the  average  man  got  out  of 
bed  shivering  on  a  dark,  cold  morning,  lit  a  smelly  kerosene 
lamp,  hustled  into  his  cold  clothes,  fussed  around  lighting  a 
wood  or  coal  fire,  put  on  the  kettle  for  cofTee,  shaving  water 
and  face  and  hand  hath.  Waited  around  for  half  or  three- 
quarters  of  an  hour  for  the  fire  to  burn  up  and  breakfast  lo 
be  prepared.  If  he  wished  to  go  to  the  basement,  closet  or 
dark  outbuilding  he  carried  that  smoking  kerosene  lamp,  a 
flickering  candle  or  a  dim  lantern.  When  ready  to  go  to  his 
work  he  walked  four  or  five  blocks  to  the  horse-car  line,  with 
straw  or  hay  on  the  floor  as  the  heating  apparatus,  which  car- 
ried him  along  in  semi-darkness  and  full  discomfort  at  the 
rate  of  possibly  six  or  seven  miles  an  hour. 

If  his  office  was  above  the  ground  floor  he  tramped  up 
flight  by  flight  of  tiresome  stairs.  If  he  wished  to  communi- 
cate with  any  other  person  in  the  city  he  either  walked  out 
to  see  them  or  sent  a  message  by  the  errand  hoy.  All  day 
long  that  man  was  dependent  on  direct  manual  service.  On 
dark  days  he  was  at  a  loss  for  any  suitable  light;  on  a  hot 
day  he  wielded  a  palm-leaf  fan,  swcu'e  at  the  heat,  mopped 
perspiration  from  his  brow  and  let  it  go  at  that,  to  the  sac- 
rifice of  his  comfort  and  efficiency. 

In  his  office  he  wrote  his  own  letters  long-liaml;  if  he 
wanted  to  add  a  column  of  figures  he  did  it  as  he  had  done 
in  school,  and  probably  had  it  checked  by  a  clerk  who  used 
the  same  method.  Arriving  home  again  at  niglit,  lo  com- 
municate with  a  neighbor  meant  a  visit,  to  summon  a  (lortt)r 
in  sickness  meant  possibly  a  dangerous  dela\-.  I^verythiiig 
that  he  did  was  in  a  way  or  by  a  method  that  we  lo-(la\-,  less 
than  a  generation  later,  would  call  most  uneconomical  and 
inefficient.  His  whole  daily  life,  both  commercial  and  do- 
mestic, was  only  a  slight  imi)rovement  in  materials  and  meth- 
ods over  that  of  the  savage. 

What  Electricity  Has  Done 

Now  let  us  see  what  electricity  has  wrought.  In  the 
electrically  equipped  home  when  Mr.  Man  retires  at  night 
he  does  so  without  a  houselndd  worry.  If  a  burglar  tries  to 
break  into  the  house  a  gong  sounds  both  inside  and  outsiile 
of  the  house,  a  light  flashes  in  Mr.  P.urglar's  face,  sending  him 
♦Before  Waterloo  Kotary  Club 


38 


Till-:    ELECTRICAL  NEWS 


August  1,  1918 


Hying  away.  At  ilie  propi'v  time  in  llic  m.unm-  an  cKhUk- 
ally-i>i>cratetl  thfiniKstat  airanges  things  sn  that  the  leinpcra- 
ture  of  the  room  will  he  jtist  rii;ht,  aiul  upon  arising  he  has 
light  at  the  touch  i>l  a  button,  lin'aklast  also  can  be  pre- 
pared at  the  touch  of  a  button,  and  when  he  is  ready  to  go 
to  work  he  can  telephone  to  the  garage  fm  his  cUntnc  coupe 
or  walk  to  the  corner  and  iioard  a  bright,  clean,  elcctrically- 
heateil.  ventilated  and  well-lighted  electric  street  car,  and  is 
whisked  to  his  business  in  safety  and  cmutort.  Reaching  hi^ 
otVu-e  building  he  climbs  no  stairs,  but  an  electric  elevator 
hoists  him  smoothly  and  ([uickly  to' the  second  or  steenth 
floor,  where  his  oflicc  is  brightly  liglited  and  cheerful.  He 
has  telephones,  dictograph,  addin-  macliines  and  other  elec- 
trically-operated appliances.  All  day  long  the  electric  cur- 
rent surrounds  him  and  works  for  liiui;  smooths  his  pathway 
in  business  and  pleasure,  saves  him  time,  effort,  energy  and 
worry  and  increases  his  etViciency,  lengthens  his  day,  shortens 
his  working  hours  and  tirelessly  works  for  his  safety,  com- 
fort and  convenience. 

In  the  Factory 

So  much  for  the  man  in  his  office.  Let  us  go  out  to  the 
electrically-operated  factories,  where  we  will  find  electric  mo- 
tors directly  connected  to  every  known  kind  of  a  machine 
tool,  increasing  production  and  efficiency,  and  making  better 
articles  and  more  of  them  than  was  possible  with  the  older 
methods,  or  with  the  same  machine  tools  driven  with  other 
means  of  power.  We  also  fmd  proper  lighting,  reducing  the 
possibility  of  accidents  and  making  better  working  conditions 
for  employees.  In  fact,  every  process  that  can  be  electrified 
is  always  handled  in  this  manner. 

The  Home 

And  then  coming  back  to  the  home  again.  In  these  days 
we  find  that  you  are  giving  your  wife  a  square  deal  and  full 
advantage  is  taken  of  the  many  labor-saving  devices  designed 
to  make  the  work  of  the  woman  easier  and  more  pleasant. 
Household  appliances  have  been  developed  to  such  a  point 
that  with  their  assistance  the  work  of  the  ordinary  home  can 
be  accomplished  without  the  aid  of  hired  help  and  without 
the  work  being  a  burden  to  your  wife.  Such  machines  as 
electric  washers,  vacuum  cleaners,  electric  irons,  dish  washers, 
toasters  and  percolators  have  been  developed  almost  to  per- 
fection and  should  be  placed  at  the  disposal  of  the  women  in 
the  home  by  all  means.  Take,  for  instance,  a  washing  ma- 
chine; I  venture  to  say  that  if  Mr.  Hubby  were  to  make  an 
agreement  with  Friend  Wife  to  do  the  washing  turn  about 
that  it  would  work  out  something  like  this;  there  would  be 
just  three  real  regular  wash  days;  she  would  do  the  first  wash- 
ing. Hubby  would  do  the  second  washing,  and  Friend  Wife 
would  do  the  third,  but  when  it  came  Hubby's  turn  again  he 
would  see  to  it  that  it  was  done  electrically,  and,  in  all  prob- 
ability, would  arrange  to  have  a  number  of  other  electrical 
devices  put  into,  the  home,  such  as  sewing  machine  motors, 
percolators,  toasters,  etc.,  if  they  were  not  there. 

Low  Cost  of  Operation 
And  then,  too,  let  us  consider  the  cost  of  operation  of 
these  remarkable  conveniences.  A  washing  machine  is  oper- 
ated at-an  approximate  cost  of  H  cent  per  hour;  a  sewing  ma- 
chine will  run  for  about  five  hours  for  1  cent;  a  40-watt  Mazda 
lamp,  which  gives  approximately  40  c.p.,  costs  10  cents  for  25 
burning  hours.  .Another  remarkable  feature  is  that  in  spite 
of  the  increasing  cost  of  labor  and  materials  no  increase  has 
been  made,  as  yet,  in  the  cost  of  electric  service  or  Mazda 
lamps. 

It's  Up  to  the  Contractor 
Now  comes  the  part  that  I  am  interested  in  as  an  elec- 
trical contractor  and  dealer.  You  should  realize  that  the  in- 
stallation of  electrical  wiring  and  equipment  in  a  modern 
building,  whether  it  be  factory,  office  or  residence,  is  one  ol 
the  most  important  elements  in  the  satisfactory  and  com- 


fortable use  of  that  building.  Provision  should  be  made  for 
all  of  the  electrical  conveniences  of  to-day  and  foresight  used 
in  providing  for  other  devices  that  we  know  will  be  com- 
n'.crcialized  in  the  near  future. 


Telephones  in  Trains 

Reports  have  recently  been  made  public  of  a  successful 
test-of  telephone  communication  between  a  train  despatcher's 
oflice  and  a  moving  train,  made  by  the  Canadian  Government 
between  Moncton  and  Humphries'  Station  in  New  Bruns- 
wick. It  is  stated  that  communication  was  easily  established 
between  the  despatcher  and  the  conductor  when  the  tram 
was  moving  at  a  rapid  rate;  also  that  the  conductor  in  one 
part  of  the  train  was  able  to  communicate  satisfactorily  with 
the  engineer,  who  filled  orders  to  disconnect  his  engine,  pro- 
ceed forward,  stop,  return,  recouple,  back  the  train  onto  a 
switch  and  perform  other  operations  without  any  other  means 
of  communication.  There  seems  little  reason  to  doubt  that 
it  is  merely  a  matter  of  time  when  sufficient  refinements  will 
have  been  made  in  this  phase  of  telephone  equipment  to  per- 
mit passengers  in  transit  to  place  themselves  in  communi- 
cation, for  business  or  social  purposes,  with  friends  and 
acquaintances  many  miles  away. 


New  Hydro  Development  in  Port  Arthur  District 

Sir  Adam  Beck,  Chairman  of  the  Hydro-electric  Power 
Commission  of  Ontario,  has  announced  the  probability  of 
another  hydro-electric  power  development  in  the  neighbor- 
hood of  Port  Arthur  on  the  Nipigon  River.  On  this  river 
there  are  two  sites  with  a  combined  possibility  of  approxi- 
mately 70,000  h.p.  each.  At  one  of  these  points— the  one  it 
is  proposed  to  develop  first — there  are  two  main  falls  withm 
a  short  distance  of  each  other,  with  a  combined  head  of  105 
feet.  One  of  these  falls  alone,  it  is  calculated,  would  give 
about  30,000  h.p.  under  a  head  of  something  over  50  feet.  The 
Commission's  engineers  have  not  yet  determined  just  what 
plan  will  be  pursued,  but  present  indications  are  that  the 
first  development  will  be  planned  to  include  the  whole  head 
of  105  feet  for  an  ultimate  capacity  of  75.000  h.p.  An  order- 
in-council  has  already  been  passed  for  an  initial  development 
of  30,000  h.p.  This  will  probably  require  four  units  and  the 
expenditure  authorized  for  this  development  is  $4,500,000. 

This  site  is  about  65  miles  from  Port  Arthur,  which  city 
will  be  connected  with  the  power  site  by  a  110,000  volt  trans- 
mission line.  The  Canadian  Northern  Railway  runs  within 
a  few  hundred  feet  of  it  so  the  development  work  will  be 
greatly  facilitated. 


Re-establishing  Cripples 

Much  has  been  said  regarding  the  plans  of  the  l^oniiiuon 
Government  to  help  war  cripples  secure  remunerative  em- 
ployment in  spite  of  even  the  most  serious  wounds  or  other 
injuries,  but  comparatively  few  people  have  seen  actual  evi- 
dence of  the  miracles  being  wrought  for  the  men  by  special- 
ized vocational  training  and  physical  reconstruction.  At  the 
Canadian  National  Exhibition  some  fifty  men  who  have  been 
restored  to  full  usefulness,  will  demonstrate  how  the  soldier 
beneficiaries  of  the  government's  rehabilitation  programme 
have  been  made  economically  self-supporting.  Included  will 
be  a  number  of  blind  men.  who  have  been  re-educated  and  are 
back  on  the  civic  payroll.  These  men  will  demonstrate  at 
least  15  industrial  processes,  including  typesetting,  oxy-acety- 
lene  welding,  jewelry  manufacture,  lens  grinding,  assaying, 
etc. 


A  newspaper  report  states  that  the  Marconi  Company 
will  shortly  erect  the  world's  largest  wireless  station  near 
lUienos  Aires.  Three  towers,  each  the  size  of  the  Eiffel  tower, 
are  to  be  erected. 
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What  is  New  in  Electrical  Equipment 


Kraft  Cord  "Braiduct" 

The  Mexiljle  Conduit  Company,  Limited,  of  Guelph,  Ont., 
liave  placed  on  the  market  an  addition  to  their  lines  -of  flexilile 
conduits,  under  the  name  of  Kraft  Cord  "Braiduct."  A  new 
feature  is  that  the  Kraft  Cord  is  fireproofed  and  made  to 
special  specifications  prepared  by  the  company.  The  insulat- 
ing compounds  used  are  made  in  the  company's  own  plant 


complete  expansion  of  the  steam.  Since  the  unit  is  design- 
ed to  occupy  the  least  possible  space,  the  manufacturer  has 
equipped  the  generator  with  ball  bearings  (no  bearings  be- 
ing required  on  the  turbine  instead  of  the  usual  type  of  sur- 
face Ijearing;  thus  saving  in  Ijcaring  friction  with  a  conse- 
quent decrease  in  length  and  weight  of  the  unit  is  efTected. 
Moreover  these  self-aligning  ball  bearings  on  small  units 
are  suited  for  a  variety  of  services,  particularly  for  marine 
work  which  often  times  compels  the  unit  to  operate  at  an 
angle  due  to  the  position  of  the  ship. 


New  Hughes  Water  Heaters 

The  Hughes  Electric  Heating  Company  have  placed  a 
new  type  of  water  heater  on  the  market  in  various  capacities, 
as  shown  in  the  accompanying  illustrati(.)n.  These  heaters 
are  made  in  sizes  .500,  750,  1,000,  1,500,  2,000,  :!,00()  and  4,000 
watts.    Larger  sizes  are  made  to  order.    In  capacities  less 


r' 


and  the  product  is  uniform  in  flexibility.  Every  foot  is  fished 
by  an  automatic  fishing  device  invented  by  themselves.  The 
company  further  state  that  Kraft  Cord  "Braiduct"  is  regu- 
larly inspected  and  labelled  by  the  Underwriters'  Laboratory, 
under  the  direction  of  the  National  Board  of  Fire  Under- 
writers, and  every  coil  carries  the  Underwriters'  label. 


Westinghouse  Brings  Out  Small  Turbo-Generator  Unit. 

The  Westinghouse  Electric  &  Manufacturing  Company 
has  recently  produced  a  small  turbo-generator  unit  for  di- 
rect-current service.  This  unit  is  designed  for  10  kilowatts 
output,  although  a  temporary  load  of  approximately  12.5 
kw.  may  be  obtained.  The  most  important  feature  of  this 
unit  is  that  it  is  but  one  revolving  element  in  which  the  gen- 
erator shaft  is  extended  so  that  it  also  carries  the  turbine 
riit(]r.    This  not  only  makes  a  very  compact  machine,  but 


eiiniinatcs  all  coupling  and  misalignment  troubles,  and  dis- 
penses with  turbine  bearings  and  packings.  'J"he  tnrl)iiie 
rotor  is  made  of  a  high  grade  open  hearth  steel  forging  ac- 
urately  llnislu-d,  in  llie  periphery  of  which  are  placed  blades 
of  electric  furnace  steel  which  are  held  in  place  by  pins 
tightly  driven  in  through  blade  and  rotor.  The  blades  arc  of 
llu-  impulse  type  and  although  there  is  only  one  row  of 
blades  yel  by  means  of  a  reversing  chamber  the  same  sleam 
is  passed  through  the  blades  a  second  time,  tlius  allowini' 
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than  1,000  watts  only  single  heal  switches  are  supplied:  from 
1,000  to  :!,000  single,  two  or  three  heat;  4,000  and  over,  six 
heat.  'Jliese  healers  arc  manufactured  with  a  very  sjjccial 
insulation  and  are  claimed  to  l)e  very  cl'ticient.  The  fact 
that  some  700  of  llieni  h;ive  been  sold  within  llie  last  six 
mnnlhs  .-ipiiears  In  bear  out  this  claim.  They  are  manufac- 
tured fur  either  110  or  230  volts. 


Two  linemen  were  severely  shocked  in  St.  Thomas  re- 
cently while  cutting  and  trimming  trees.  .1  large  limb  fell  on 
a  high  tension  wire,  short  circuiting  (he  street  lighting  sys- 
tem. Considerable  damage  was  caused  in  the  power-lnnise 
and  til  smaller  wires  ihrouglioiil  the  city. 
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Wiremold  Catalogues 
L\>iulilits  <."ouipan> .  l.miiU'il,  lias  o  iss\u'il  .\u  allractn  c 
Wiremold  catalogue  with  installatjon  su>igesti(Mi>.  I  liis  i  tuu- 
pany  are  sole  Canadian  ilistrihutors  for  W'ircnioM.  ami  in  lliis 
booklet  point  oiit  the  economical  possibilities  of  its  use.  It 
is  stated  that  :i.Tl)0  feet  of  Wiremold,  as  comiiared  with  an 
equal  quantity  of  .'/•  inch  conduit,  saves  a  tnn  of  sleel— no 
small  consideration  at  this  time,  when  so  much  of  the  latter 
commodity  is  required  for  war  purposes.  The  catalogue  is 
divided  into  three  sections:  section  I.  descrihcs  the  \arious 
littiugs  and  their  method  of  installation;  section  II.  contains 
some  notes  on  !>ending  W  irenndd.  passing  around  beams, 
lapping,  etc.;  section  ill.  illustrates  a  number  of  typical  Wire- 
mold  installations  in  homes,  stores,  offices  and  factories.  'I  he 
company  have  also  ready  for  distribution  a  couple  of  attractive 
booklets,  "Wiremold  in  Your  Business"  and  '■Wiremold  in 
Your  Home."  In  these  booklets  actual  installations  are  por- 
trayed showing  the  many  uses  to  which  Wiremold  may  be  put 
and  the  resulting  conveniences. 


The  fare  on  the  B.  C.  E.  R.  in  Vancouver  is  now  six 
tickets  for  ;!5  cents,  or  six  cents  straight.  No  money  is  to  be 
deposited  in  fare  box — single  tickets  must  be  purchased  from 
the  conductor  and  placed  in  the  box  by  the  passenger.  To 
relieve  the  shortage  of  coppers  the  company  have  issued  one- 
cent  coupons  which  are  accepted  as  cash  by  conductors  or 
redeemed  at  the  head  office. 


Personal 

Mr.  Arthur  Parent,  superintendent  of  lighting  for  the  city 
of  Montreal,  has  been  appointed  a  deputy  director  of  the  civic 
Public  Works  Department,  with  charge  of  the  lighting,  parks 
and  ferries,  incineration,  and  municipal  buildings. 

Dr.  Alfred  Stanfield,  for  many  years  professor  of  metal- 
lurgy at  McGill  University,  has  been  in  British  Columbia  for 
some  time  investigating  the  possibility  of  the  electrical  smelt- 
ing of  iron  ores  in  that  province.  The  investigation  is  being 
undertaken  on  belialf  of  the  Department  of  Mines. 

Mr.  C.  H.  Tillett  has  been  appointed  electrical  engineer 
of  the  Grand  Trunk  Railway,  in  succession  to  Mr.  J.  A.  Bur- 
nett, who  has  been  appointed  technical  assistant  with  the 
British  War  Mission,  Washington.  Mr.  J.  J.  Ginty  succeeds 
Mr.  Tillett  as  supervisor  of  signals,  eastern  lines. 

Major  William  Thomas  Wilson,  R.  E.,  A.M.E.l.C,  has 
been  awarded  the  Military  Cross.  Major  Wilson  was  formerly 
a  member  of  the  engineering  staf¥  of  the  Montreal  Light,  Heat 
&  Power  Company,  and  later  manager  of  the  Dorchester 
Electric  Company,  Quebec,  now  controlled  by  the  Shawinigan 
Water  &  Power  Company.  He  joined  the  overseas  forces  in 
101.5,  and  was  afterwards  transferred  in  France  to  the  Imperial 
Forces,  being  promoted  to  captain,  and  in  1916  to  major.  He 
has  been  twice  mentioned  in  despatches. 

Mr.  M.  C.  Oilman,  for  several  years  with  the  Toronto 
Electric  Light  Company,  latterly  as  sales  manager,  has  re- 
signed to  become  manager  of  Willis  L.  Adams'  Montreal 
office,  at  .501  Power  Building,  who  handle  the  sale  of  Pack- 
ard transformers  and  meters;  Thomson  spot,  butt  and  seam 
welders;  Majestic  electric  heaters;  a  line  of  motors  and  arc 
welders;  and  "oil  gas"  furnaces  in  Canada  east  of  the  C.P.R. 
line  Kingston  to  Renfrew.  In  addition  to  his  regular  work 
with  the  Toronto  Electric  Light  Company,  Mr.  Gilnian  has 
been  particularly  active  in  association  work.  Latterly  he  has 
been  secretary  of  the  Canadian  Electrical  Association,  in  ad- 
dition to  which  his  name  has  always  been  in  evidence  on 
committees.  Some  of  the  most  valuable  committee  reports 
presented  before  the  .Association  in  recent  years  have  been 
largely  due  to  Mr.  Gilman. 


Vancouver  Convention 

The  second  annual  meeting  of  the  British  Columbia  .As- 
sociation of  h:icctrical  Contractors  and  Dealers  will  be  held 
at  \  icloria  on  b'riday  and  Saturday,  August  16-17,  and  will 
include  banquets  and  a  picnic,  in  addition  to  the  regular  busi- 
ness. It  is  felt  by  the  officers  of  the  Association  that  this 
will  be  the  greatest  meeting  of  electrical  men  ever  held  in 
Western  Canada,  and  a  cordial  invitation  is  extended  to  the 
electrical  trade  everywhere  to  be  on  hand,  if  at  all  possible. 
It  is  announced  that  Albert  Elliot,  of  San  Francisco,  will  be 
present  to  address  the  gathering.  Further  information  and 
particulars  regarding  the  convention  may  be  secured  from 
the  secretary,  Captain  W.  J.  Conway,  406  Yorkshire  Build- 
ing, Vancouver. 

The  British  Columbia  Electric  Railway  Company,  Van- 
couver, B.C.,  have  outlined  a  tentative  proposal  to  the  city  to 
operate  their  system  on  a  "carry  for  cost"  basis,  the  com- 
pany requiring  only  a  reasonable  interest  on  the  capital  value 
of  the  plant  and  facilities  used,  to  be  established  by  valuation. 

At  a  meeting  of  the  ratepayers  of  Mount  Dennis,  Ont., 
recently,  it  was  decided  to  enter  negotiations  with  the  Hydro- 
electric Power  Commission  for  a  supply  of  power  for  the 
town.  It  was  pointed  out,  as  an  argument  in  favor,  that  the 
town  of  Woodbridge,  where  the  installation  was  only  four 
years  old,  was  now  entirely  out  of  debt. 


Trade  Publications 

C.G.E.  Publications — Type  IL  series  transformers  for 
street  lighting  service.  This  is  a  transformer  designed  to 
operate  single  15-20  amp  MazdaC  series  lamps,  the  current  be- 
ing stepped  up  from  standard  6.6  or  7.5  amp.  The  dimen- 
sions are  such  that  the  transformer  may  be  comfortablj' 
housed  in  the  post  of  the  lamp-pole,  or,  if  necessary,  may  be 
placed  underground  near  the  lamp-pole.  Other  publications 
include  a  folder  describing  CR  3204  drum  type  controllers  for 
slip-ring  induction  motors,  and  folder  CR  2820-797  time  ele- 
ment overload  relay. 

Electrical  Catalogue  No.  45E,  by  Nerlich  &  Company, 
Toronto,  contains  descriptions  and  illustrations  of  fixtures, 
portables,  glassware,  brass  parts,  supplies,  flashlights  and  ap- 
pliances carried  by  the  company. 
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PHILLIPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows. — 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE.— Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  ,094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt.  .21  ir..  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto  Winnipeg  Regina  Calgary  Vancouver 


Phillips  Factory 
at  Montreal 


4? 
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Current  News  and  Notes 


Braimord,  Ont. 

Tlio  Urantl'ord  Municipal  UaihvaN'  I '.iiuini>-.i<iiu'rs  have 
aeciileil  to  eliniiiKite  the  ci.uhl-lor-a-quartcr  liinilc.l  t'ckets, 
ri'taininj;  tlie  six-for-a-(|iiarler  tickets  which  may  he  used  at 
any  time.  Tliere  will  he  no  further  changes  at  present,  the 
cash  fare  remaining  at  :>  cents.  On  the  (iraml  Valley  Kail- 
way,  however,  lares  have  been  raised  frnni  :!()  cents  to  I!:')  cents. 

Hull,  Que. 

.\n  increase  in  tlie  passenger  and  freight  rates  on  tlie 
Hull  Klectric  Railway  company's  lines  to  Aylmcr  and  inter- 
mediate points  has  been  allowed  hy  the  Board  of  Railway 
(."ommissioners.  Passenger  rates  are  to  be  increased  approxi- 
mately l'>  per  cent,  and  freight  rates  will  vary  in  increase 
according  to  the  cnmmodiiy  transported. 

Kingston.  Ont. 

b'or  the  lirst  lime  in  its  history  the  Camden  Independent 
Telephone  Company  is  unable  to  pay  a  dividend.  It  is  thought 
that  the  recent  increases  in  the  price  of  material  and  labor  will 
necessitate  a  higher  rental. 

Montreal,  Que. 

.\.  .\.  Giddings  &  Company,  Limited,  have  been  granted 
letters  patent  to  carry  on  a  general  electrical  business.  Head 
office  is  to  be  in  Montreal,  and  capital  stock  $50,000.  The 
present  business  of  A.  A.  Giddings  &  Company  is  to  be  taken 
over. 

La  Conipagnie  d'Ouvrages  Artistiques  en  Cuivre,  Ltd., 
has  been  formed  with  a  capital  stock  of  .$49,000,  to  manufac- 
ture electroliers,  light  fixtures  and  electric  heating  apparatus, 
electric  clocks,  and  other  electrical  supplies.  The  principal 
place  of  business  is  Montreal. 

The  Globe  Electric  Company  of  Canada,  Limited,  Mont- 
real, have  been  granted  a  Dominion  charter. 

Newcastle,  N.B. 

The  city  council  of  Newcastle,  N.B.,  have  under  consider- 
-  ation  the  expenditure  of  $13.5,000  on  an  electric  plant.    It  is 
proposed  to  generate  power  on  the  Sevogle  River,  26  miles 
from  the  town,  and  a  rep(jrt  on  the  feasibility  of  such  a  plan 
is  now  being  prepared. 

Rainy  River,  Ont. 

The  Rainy  River  Electric  Light  &  Power  Company  have 
completed  arrangements  to  sell  their  property  to  the  muni- 
cipality. The  latter  will  take  possession  in  the  course  of  the 
next  few  weeks.  Mr.  W.  H.  Green,  manager  of  the  Rainy 
River  company  is,  fortunately,  retaining  his  position  with  the 
municipality. 
Regina,  Sask. 

The  Great  Western  Electric  Company,  Limited,  Regina, 
have  made  application  to  change  the  name  of  their  company 
to  the  Midland  Electric  Company,  Limited. 

St.  Catharines,  Ont. 

The  financial  report  of  the  St.  Catharines  light  and  power 
department  for  the  month  of  June  showed  earnings  of  $t1,- 
74:i;  expenses  $9,0r!.5;  gross  surplus  $2,708,  and  net  surplus 
$1,708.  There  are  3,270  consumers  and  a  steady  increase  in 
business. 

Scarboro  Township,  Ont. 

The  power  lines  of  the  Ontario  Hydro-electric  Commis- 
sion, being  constructed  through  Scarboro  township,  are 
practically  completed  and  ctirrent  will  soon  be  availa1)le  in 
Agincourt. 


Sorel,  Que. 

The  Sorel  Electric  Light  &  Power  Company,  Sorel,  Que., 
are  changing  their  system  from  30  to  60  cyles  and  their  trans- 
mission voltage  from  11,000  to  30,000  volts.  The  change-over 
includes  installing  automatic  induction  regulators  on  all  feed- 
ers, changing  the  town  distribution  from  3,300  volts,  3  wire, 
to  4000  volts,  4  wire,  and  the  building  of  new  sub-stations  and 
installation  of  synchronous  condensers. 

St.  Hyacinthe,  Que. 

Millette  &  Company,  electricians,  St.  Hyachinthe,  Que., 
have  registered. 

Teeswater,  Ont. 

The  ratepayers  of  Teeswater,  Ont.,  voted  July  15,  on  the 
fluestion   of  purchasing  the  privately  owned  electric  plant 
and  operating  it  as  a  municipal  system. 
Toronto,  Ont. 

The  Hydro-electric  Power  Commission  have  granted  the 
city  of  Toronto  a  rebate  of  $1  for  each  street  light  discon- 
tinued under  the  conservation  of  electricity  scheme,  and  it 
is  estimated  this  will  mean  a  saving  of  .$44,000  yearly  for  the 
taxpayers. 

The  Leaside  Munitions  Company,  Toronto,  have  applied 
to  the  Hydro  commissioners  for  a  supply  of  2,500  horsepower. 

The  Toronto  Hydro-electric  commissioners  have  under 
consideration  a  supply  of  power  for  the  new  Union  Station. 

Walkerville,  Ont. 

The  net  surplus  of  the  Walkerville  municipal  light  and 
power  department  for  the  last  financial  year  amounted  to 
$10,386,  an  increase  of  approximately  100  per  cent,  over  the 
previous  year.  Earnings  during  the  past  year  totalled 
$152,162  as  compared  with  $112,465  the  previous  year. 

White  Rock,  B.C. 

The  Corporation  of  the  District  of  Surrey,  Cloverdale, 
B.C.,  have  commenced  the  installation  of  20  street  lights  at 
White  Rock,  having  signed  an  agreement  with  the  British 
Columbia  Electric  Company  to  furnish  current  for  seven  years. 


Produce  and  Save 

The  management  of  the  Canadian  National  Exhibition 
have  distributed  this  year  a  poster  entitled,  "Produce  and 
Save."  Production  is  impersonated  by  a  young  maiden. 
"Agriculture,"  who  is  shown  with  a  graceful,  powerful  stride 
scattering  the  grain  broadcast  over  the  prepared  land.  In 
the  background  are  shown  the  exhibition  buildings,  as  typical 
of  the  time  and  place  where  we  are  taught  how  best  both  to 
produce  and  to  save.  The  paster  draws  attention  to  the  date 
of  the  exhibition,  August  26  to  September  7,  inclusive,  and, 
briefly,  to  the  most  prominent  features,  which  include  1.200 
performers,  a  spectacle  of  courage  and  faith  in  "Britannia 
Militant,"  the  usual  varied  and  complete  exhibits  of  farm  pro- 
ducts— live  stock,  and  an  unusual  display  of  tractors  and  other 
man-power-saving  devices.  In  view  of  the  importance  of  agri- 
culture in  winning  the  war,  our  national  exhibition  should 
attract  more  than  ordinary  attention  this  year. 


The  Hydraulic  Power  Company.  Niagara  Falls.  N.Y.,  are 
working  on  an  addition  to  their  present  plant,  which  will  have 
an  ultimate  capacity  of  330,000  horsepower.  This  will  be 
made  up  of  10  units  of  33,000  h.p.  capacity  each.  The  im- 
mediately present  installation  calls  for  two  such  units  and 
these,  it  is  expected,  will  be  in  operation  this  autumn. 
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Give  It 

The 
Bending 

Test 


Bend  It,  Twist  It— Try  to  Tear  or  Break  It 


Yuur  twn  hands  will  tell  you  the  reason  for  the  sui'er- 
iority  of  S]iaul(ling  Hard  iMbre  as  an  insulator  and  uni- 
versal mechanical  material. 

Made  in  sheets,  tubes,  reds,  washers  and  special  shapes; 
red,  black  and  grey  colors..  Send  for  samples. 

J.  SPAULDING  &  SONS  CO. 

T(JNAWANDA,  N.Y. 

'  49!)   Broome   .Street,  New  York  City. 
IGG  N.  Clinton  Street,  Chicago,  111. 


The 
EDEN 
Electric 
Washer 


Good  Profits-  Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  slays  sold  and  brings 
nev/  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


DIES 

For  all  kinds  of 
Screw  Cutting 


Ours  is  the  "Guaranteed  Line"  of 

Reamers    Drills  -  Cutters  Taps 

Made  in  Canada  and  Sold  on  Merit 

Pratt  &  Whitney  Co.  of  Canada,  Ltd. 


Montreal 

723  Drummond  BIdg. 


DUNDAS,  ONTARIO 

Winnipeg 

1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 
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Steam  En^jines  for 
Immediate  Sale 

^'\lllal>lc    l*M    ^t'luial   mill   \vi>ik,  liiuisiuis- 
MOM  l>y  lifit,  loi'r  "Irivo  or  >|>iii  i;t'aiiiiK>  f<ir  liiiv- 
IKK  wixhIwoi  kiii(!,  Krixilini!,  civisiiing,  or  hoisliiiR 
marliiiicry,  or  aii   comprt  SMii  s,   in  factories,  saw 
nulls.  ]>\\\\>  aiul  |>a|>ri   mills,  ship  yaids,  munilion 
works,   mines.   Riain   elevators,  etc. 
^-  r><H»  li.p    vertical  cro>s  coiii|M>iiml,  4  valve  en- 
gines Willi  shaft  Kovernors.  cyliiulers,  IS  anil 
X  -4  in..  ir>0  r.p.in..  with  surface  con<leiis- 
inc  equipment  for  each  engine. 
1 -SHM  h.p.  veitical  cio!-s  compouml.  4  v:ilvc  cn 
gine  with  shaft  governor,  cyliiuleis,  '.'II  ami  ;1N 
\  J4  in.,  irK>  r.i>.m.,  without  condenser. 
J    tnnt   hp.    horizontal    cioss   conipomul,  (,"orlt>- 
KnRines.    l.**  ami   ;!4   x  A'2   in.   cylinilcis,  tut 
r.p.m.,  with  SM'a'ate  suiface  comlonsing  cquii' 
ment   for  each  engine. 
l_i;>(Ht  h.p.  cross  compouml  Corliss  engine,  cylin 
tiers.  'Jt)  and  52  x  4.S  in.,  ^,')  r.p.m.,  with  sur- 
face  condensing  cMuipnunt. 
•2 — llSKt  cross  compound  Wluelock  gridiron  valve 
engines,  cylinders  27  and  52  x  4U  in.,  !H)  r.p.ni. 
One  surface  condensing  eiiuipmenl   for  the  2 
engines. 

These  engines  now  have  electrical  generators 
mounted  ui>on  them  which  the  present  owner 
wishes  to  keep,  ("lenerators  to  ho  removed  from 
engine  shafts  and  engines  sold  without  them. 

These  engines  could  he  I'lttid  with  new  drive 
wheels  for  either  belt  or  rope  driving,  or  with 
spur  gearing,  making  them  available  for  any  kind 
of  factory  duty. 

The  1210  h.p.  Corliss  engine  is  an  especially 
heavv  machine.  .\ll  of  them  have  been  oper- 
ated at  i:So  pounds  steam  pressure  and  about  25 
inches  vacuum. 

There  is  also  one  2511  h.i>.  Whcelock  type,  cross 
compound  engine,  cylinder^  Ki  &  27  x  40  in.  with 
belt  tvpe  flvwheel  and  surface  condenser. 

These  engines  are  to  be  sold  as  they  stand. 
«)vcrhcad  hami  traveling  cranes  in  place  available 
for  dismantling. 

Purchaser  to  make  his  own  inspection,  to  have 
access  to  all  available  records,  and  to  remove 
engines  and  condensing  c<iuipmcnt  at  bis  own 
expense.  The  air  and  circulating  pumps  to  ac- 
company the  condensers. 

If  piomjit  possession  of  any  or  all  of  these 
engines  is  desired,  time  will  be  saved  by  the 
Purchaser  sending  his  representative  here  witli- 
om  delay. 

Correspondence  is  desired  only  with  parties 
who  have  immediate  use  for  any  or  all  of  these 
engines. 

WIWll'Fr,  KLECTRfC  K.MKWAY  CO., 
15-1(;  Winnipeg.  Man. 


POSITIONS  VACANT 


Wanted— Experienced  man,  relumed  soldier 
preferred,  to  act  as  Meter  Reader  and  [rspjcior. 
Apply,  stating  experience,  to  Smiths  Falls  Hyd  o- 
Klectiir   pvstem.  12  t.f. 


WANTED 
Competent  Electrical  Wiremen 

Steady  Employment,  (lood  Wages,  Ideal  Con- 
ditions. 

.\pply  Gutta   Percha  &  Rubber,  Limited, 
laO  O'Hara  Avenue, 
^-,.^s  Toronto,  Ont. 
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2 — 'Vj  h.p.  ii><il  niolois  2,11110  i.pni. 
;!  1..  hp.  usi  d  imilnis  1,4110  r  p.m. 
I  I.e.,    2211    \  oIls;    sliuiil    or    rniiipi)\iiiil    w  ound. 

Kiliaiue    l''.iiKra\ ing  Cninpaiiy, 
1  l;i   I'niviisily  .Avenue, 
1,",  l,''!  'roronlii,  I  )iil. 


BOILERS 

For  Immediate  Sale 

Suitable  for  ship   yards,   munition  works, 
mines,  mills,  elevators,  electric 
power  stations,  etc. 

5450  H.P.  of  B  &  W  Station- 
ary Boilers 

with  forged  slcel  headers,  and  sujierlieaters,  in 
the   following  sizes: — 

2  -4.50   h  p.    lioiln  s,   10   wide   12   hieh,   2—48  in. 

drums   ,  ,1,  h.    imM.iIIi  .1  10112. 
,V  .5011   h  p.  L'l    wide    14   liigh,  3 — 42  in. 

(lllini-.     ,  ,H  h,  10115. 

;!--  l,  p     I'H.ilris,    K;  wide    12  high,  2 — 42  in. 

dnnr-     ..i.li,     iiiMall.d  lOlU. 

1 —  5.SII   lip     r..iilii,   24   wide   12  liigh,   3 — 42  in. 
dnmis,    iMvl.-iiUd  1010. 

2—  51.''i   h  p.    Ilnilns,  21   wide  12  high,  ,3 — 42  m. 
drums              installed  1910. 

Ei.ulil  tliisc  11  Boilers  arc  now  allowed  150 
pounds  sh  am  and  3  are  allowed  135  pounds.  All 
are  in   o]icialive  condition. 

If  il  is  desired  to  add  to  the  capacity  of  any 
modern  boiler  plant  carrying  20O  pounds  pres- 
sure for  supplying  steam  turbines,  these  boilers 
can  be  easily  adapted  to  20O  pounds  pressure  by 
being  fitted   with   new.  drums. 

To  be  sold  as  they  now  stand,  including  grates 
and  the  usual  boiler  connections  and  bttings  at- 
tached to  them.  Purchaser  to  make  his  o-wn  in- 
spection, to  have  acce.=  s  to  all  available  records 
in  Owner's  possession,  and  to  remove  Boilers  at 
his  own  expense. 

If  prompt  posses.sion  of  any  or  all  of  these 
Boilers  is  desired,  time  will  be  saved  by  Pur- 
chaser sending  bis  representative  here  without 
delay.  •  .  ,  .  , 

Correspondence  desired  only  with  parties  w'ho 
have  immediate  use  for  any  or  all  of  the  Boilers. 

Upright  closed  type  feed  water  heaters,  and 
boiler  feed  pumps  belonging  to  this  plant  are 
also   for  sale. 

WINNIPEG  ELECTRIC  RAILWAY  CO., 
15-lfi  Winnipeg,  Man. 


FOR  SALE 
Belliss  and  Morcom  Engine 

\'ertical,  225  II. I'..  150  lbs.,  425  R.P.M.,  direct 
connected  to  150  K.W.,  D.C.  generator,  3  wire, 
110/220  volts.  Set  practically  as  good  as  new 
and  can  be  sold  low  enough  to  warrant  scrapping 
the   generator  if  desired. 

PUMP 

.Miilor  diix'u.  l..^<io  I'.  S.  gals,  per  iniu,.  LSI)  lbs., 
dircrt  c.nuH.lc.l  I"  OT."i  if.P.  motor,  22itO  v(dls, 
.",  idiase,  DO  tviles,  ll.Mt  R.P.M.  in  tirst  class 
condition,  with  accessories,  including  spare  ini- 
pelkr,  foot  valve,  butterfly  valve,  switchboard 
liuhluiiiK    arrtsters,  etc. 

Apply  l!ox  7i;5,  Electrical  News,  ll'J  Board  of 
Tiailc   r.nilding,  Montreal.  15-15 


August  1,  lOlS 

Making  Consumer  100  Per  Cent.  Efficxei 

A  government  patriotic  food  show,  o 
copying  one  entire  building,  will  be  or 
of  the  features  at  the  coming  Canad:a 
Natiotial  Exhibition.  The  show  w-ill  1 
in  cliarge  of  the  Food  Controller's  Bi 
parlinent  and  experts  from  Macdonal 
Institutes,  at  Guelph  and  Quebec,  froi 
Toronto  University  and  other  domest 
science  schools,  will  demonstrate  th 
many  discoveries  in  kitchen  economic 
made  since  Miss  Canada  took  up  the  tas 
of  food  conservation.  It  will  be  tf 
most  comprehensive  attempt  yet  mad 
by  the  government  to  teach  in  a  simpli 
IDractical  way  the  housewife  methods  c 
keeping  down  expenses  without  lesser 
ing  in  the  least  the  nutritive  and  palai 
able  qualities  of  her  meals.  To  mak 
Canada  100  per  cent,  efficient  in  foo 
consumption  is  the  avowed  object  of  th 
display. 


PETRIE'S  LIS! 

of  New  and  Used 

MOTORS 


FOR  IMMEDIATE  DELIVERY 


No. 

H.P. 

Phase 

Cycle  Volts 

Speec 

Maker 

1 

lUO 

3 

25  550 

4S0 

Westg. 

1 

40 

3 

25 

550 

750 

C.  C."  E. 

1 

35 

3 

25 

550 

720 

Wtstg. 

1 

30 

3 

25 

550 

1.5110 

T.   &  IL 

1 

25 

3 

60 

2000 

900 

C.  G.  E. 

1 

20 

3 

25 

550 

1440 

L  S:  M. 

1 

15 

3 

25 

550 

1500 

C.  G.  E. 

2 

10 

3 

25 

550 

720 

Weste. 

1 

5 

3 

25 

550 

1500 

c.  g.\e. 

1 

5 

3 

25 

550 

1440 

Excelsior 

1 

5 

3 

25 

550 

1400 

Wests 

1 

4 

3 

25 

550 

140O 

Excelsinr 

1 

3 

3 

25 

550 

1500 

C.  G.  E. 

3 

3 

3 

25 

550 

140O 

Excelsior 

1 

'A 

1 

-60 

110 

3400 

Diehl. 

Writ* 

Us  for 

Prices 

H.  W.  PETRIE,  Limited 

Fro«t  St.  We»t  -  Toronto,  Col 


tFINE 

BANK.OFFICE: 
OOURT  HOUSE  ft 
IDBUESTORE  FITTINGS 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 

Prompt  Shipments   from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


THE    ELECTRICAL  NEWS 


4j 


FOR  IMMEDIATE  DELIVERY 

2-450  K.V.A.  25  Cy.  550  or  2200  Volt,  3  Ph.  125  R.P.M. 
West'g  Generators,  direct  connected  to  Mcintosh  & 
Seymour  Engines,  complete  units. 

1--300  K.V.A.  60  Cy.  2200  Volt,  3  Ph.  C.G.E.  Generator. 


1--150  " 

61 

n 

ti 

it  a 

a 

1--  75  " 

U 

a 

it 

"  West'g. 

it 

1--  50  " 

u 

u 

C.G.E. 

it 

TRANSFORMERS.    3--100  K.V.A.  25  Cy.  13200  to  6600/2200  VOLT  C.G.E.  S.P. 

Also  Large  List  in  60  Cycle 

MOTORS.    25  anJ  69  Cy.  MOTORS  JN  550  and  2200  VOLT,  3  Ph. 

WANTED— 100  to  200  K.  V.A.,  25  Cy.,  3  Ph.  Generators,  also  large  units  of 
1000  K.V.A.  and  upwards,  any  type. 

Wire  or  write 


A.  E.  LOWRY, 


Guelph,  Ontario 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


3  PHASE,  60  CYCLE  MOTORS 
Qu.  H.P.  Make       Volts  Type  Speed 


I 
1 
1 
5 
J 
4 
2 
2 
1 

3  3 
1  3 
3  5 
1  5 
1  5 
8  5 
53  7 


R&M  NEW. 
G.E.  NEW.. 
G  K 

G.E.  NEW.' 
Fbks.  M.  ... 
Wstgh.  New. 
R&M  NEW. 

G.E  

G.E  

G.E  

Cr.  Wh  

Cr.  Wh 
Cr.  Wh 


110 

110  KT 
110  I 
220  KT 
440  B 
220  CS 
220 

220  KT 
,220  KT 
220  KT 
220 
220  Q 
550  Q 


Wstgh   220  CCL 

Wstgh.  New.  220  CCF- 
G.E.  (motors 

only)    550 

15  Cr.  Wh.  220/440  865/1735 


7/2 

TA  G.E.  NEW  .  220  KT 
T/i  G.E.   NEW   .220  KT 
'■■  TA  G.E.  (motors 

only)    550  KT 

2  I'A  G.E.  NEW  .  220  KT 
2  10    G.E.  NEW  .  220  KT 

1  10    Wstgh   220  CCL 

1  10    Wstgh   220  CS 

I   10    Cr.  Wh.  with 
resistance 
type  starter  550  O 

I  10    G.E   220  L 

1  10    Robbins  &  M  220  K 

il  15    Wagner  New 
motor  only  .  .  440 
2  15    Wstgh.  New.  440  CS 
1  15    G.  E   220  I 

1  15    Wstgh  220 

-  i5    G.E.  NEW  .  220  KT 

2  15    Fbks.  M.  220/440  KBV 

j  2  20    Wstgh   220  CS 

50  20    Fbks.  M.  220/440  KBV 


1700 
1800 
1800 
1800 
1200 
1130 
1150 
180(1 
900 
1200 
1720 
1720 
1720 
1700 
1700 

1200 


1S(M) 
1200 

180(» 
900 
1800 
1700 
1150 


1800 
1200 
175(1 

1 1(15 
1 155 

900 
1155 

900 
1200 
1100 
1200 


Qu.  H.P.     Make     Volts  Type  Speed 

i;!  25    Wagner..  220  440  KBV  1200 

2  30    Wagner  New  220  .'oK 

1  35    G.E                  220  KT  000 

1  35  Triumph.  220/440  900 
1  40  Wagner 

NEW  .  220/440  BP  8.50 

1  40    Fbks.  M              220  900 

1  35    G.E.  NEW  .  220  M  900 

1  35    Westgh  -220  1170 

1  40    Westgh.  New  220  CS  870 

1  50    Westgl)             220  860 

1  50    Triumph             220  720 

1  50    Allis-Chal.    .    220  1750 

1  75    Allis-Clial.    .   550  690 

1  75     Westgh.  New  440  CS  720 

1   101)  AlHs-Ch.   .    .  550  090 

1   loii  I  ,  K                  550  K  600 

1  loo  ( ;  K.  NEW  .  550  M  Ooo 

1  10(1  Westgh             440  T.'OO 

1  125  G.E                  220  L  O  KI 

1  150  G.E.  NEW  .  220  M  5sn 


8  PHASE,  25  CYCLE  MOTORS 


2  5      Wstgh   220  CCL 

1  10    Wstgh.  New.  220  CS 
1    I2y,  G.E.elev.type- 

high  torque  220  KTE 
15  15      Allis-Ch,  .  .  220 
7    20      Allis-Ch.    ..  220 
1    40      Wstgh.   .    .  220  MW 
1    50     Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control- 
ler  440 

1    55      Wstgh. sl.rg. 
30  cycles, 
complete.    .  440 


1     60/45/30  (^.E.  440 


705 
750 

750 
7.50 
750 
695 


500 


860 


500/375/250 


GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms: 
Warehouses : 


141-43  46  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


FOR  SALE 
Immediate  Delivery 

4—300  H.P.,  200  lb.  pressure  water  tube  "Atlas"  Canada  Foundry 
boilers. 

4—  201  H.P.,  160  lb.  Babcock  &  Wilco.x  water  tube  boilers. 
1 — Feed  water  treating  tank. 

5 —  Boiler  feed  pumps. 

1 — Wainwright  feed  water  heater. 

3 —  Jet  Condensers. 

l-i,(KN»   TLP.,  98  R.P.M,,   24   inch   .s   SC,   inch    x   4(i  inch  Inglis 

Vertical  Cross  Comiiound   Condensing  Engine. 
1 — Canada    Foundry  Triplex   Pump,   motor  driven,  .'100  gallons  (ler 

minute;   cylinders  8  inch  .x  12  inch. 

1 —  Traveling  Crane,  35  foot  span. 

2 —  1.50  K.W.,  2.50  volt,  n.C.  Generatois,  direct  connected  to  Peer- 
less self-oiling  aiUonialic  engines,  125  lbs.  working  pressure. 
230  R.P.M. 

2—400  K.W.,  2.50  volt,  .300  R.P.M.,  belted  Compound  1).C.  Gen- 
erators, C.G.E. 

4-  2(M)  K,W.,  .•«iO  R.P.M.,  single  phase,  (iO  cycle,  22(M)  volt,  C.(;.E. 
A.C  Generators. 

(Juantity  of  .52  inch  belling,  idlers,  and  various  boiler  and  engine 

room  accessories. 
Piping,    Valves,    Fittings,  etc. 
ISO— Type    TI,    C.G.E.    2200/220/11(1,    (iO   cycle    line  transf,)riners 
sizes  1  K.W.  to  15  K.W. 
L'OOO    Poles  in  var  ious  lengths,  60  ft.  to  20  ft.    Crossarnis.  biackets 
insulators,  etc. 

(hiantity  of   No.   6  weatheri)roof  wire. 
l.")()(i    Watthour  meters,  110/220  volt,  (iO  cycle,  and  2.50  volt  DC 
Ferranti  and  C.G.E.    Various  sizes  from  5  amp.  to  1,50  anni 
10    D.C.  motors,  500  volt,  1   H.P.  to  20  H  P. 

Miscellaneous   lot   of  general   cfiuipment   used   in   coiuicclion  with 

the  generation,  distribution  and  sale  of  electric  power. 
Call  or  address 

C.  T.  BARNES,  Manager 

London  Electric  Co. 

Richmond  St.,  LONDON,  Ont. 
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Railway  &  Power  Engineering  Corporation,  Limited 


MONTREAL 

I'owiT  niilji.    Tel.  Main  5(>67 


Head  Office— TORONTO  TORONTO 

Can.  Pac.  Ry.  Bldg.— Tel.  Adelaide  2675 


USED  EQUIPMENT 


3  PHASE— 25  CYCLE 

No.  11.1".  Make  Type 

1             J:;0(t              ("..  E.                     I. P.  2t).S() 

•J             750             West.  220 

1             275             G.  E.                   Syn.  6600 


Motors 


R.P.M. 
250 
202 
275 


No. 
1 
1 
1 
3 
1 


H.P. 

1000 
300 
300 
250 
500 


3  PHASE— 60  CYCLE 


Make 
West. 
G.  E. 
A.  C. 

Burke 
West. 


Type 
H.F. 
ATL 
ANY 
Ind. 
C.S. 


Volt 
2200 
2300 
2201) 
6600/2200 
2200 


R.P.M. 

36:) 
22.J 
505 
514 
1150 


Transformers 


-10(1 


25  CYCLE 
K.V..\.,  1  ph.,  i;i:i(;0,  60(10  410/220        C.  E. 
K.\'..\..  1  iih.,  13200/66(;0-2200  C.  E. 


60  CYCLE 

3_07(i  K  \'-.\.,  1  I'll.  L':!iii  (l!i-7()-0()-l(i5  G.  E. 

12 — 2riii  K  \  ,  \.,  1  pli,.  CCidi)  '-'."UO  G.  E. 

3—151)  K.V.A.,  1  pli.,  2:icO,  7(1  Wagner 


Belted-Generators 


ALTERNATING  CURRENT 

1-  275  K.V.A.,  25  cycle,  6600  volt,    275  R.P.M.  G.E.  complete. 

1    4fM)  K.\'..-\.,  GO  cycle,    480  volt,    600  R.P.M.  G.E.  complete. 

1     L'.-.<)  K.V.A.,  CO  cycle,  2300  volt,    600  R.P.M.  Burke 

I     KM)  K.V.A.,  60  cycle,  2200  volt,    900  R.P.M.  Ft.  Wagner. 

1      75  K.V.A.,  60  cycle,  2.300  volt,    276  R.P.M.  W.  E.  Co. 

1      .50  K.V.A.,  60  cycle,  2200  volt,  1200  R.P.M.  Westinghouse. 


DIRECT  CURRENT 

1-3(10  Amp.,  (i  volt,  D.C.  i)latin,L;  .^i  iK  i  ator,  complete. 

1 — 3(:0  KW.,  (JflO  volt,  161)  R.P.M.  \\\  s| ingliouse  Rly.  Generator  complete. 
1—500  KW.,  550  volt,  Type  M,  320  R.P.M.  Westinghouse  Generator. 
1 — 150  KW.,  550  volt,  Type  M,  575  R.P.M.  Westinghouse  Generator. 
1-^50  KW.,  250  volt,  Type  M,  320  R.P.M.  Westinghouse  Generator.  ^ 

I 


Engine  Generator  Sets 


ALTERNATING  CURRENT 

1  1.'.0  KW..  G.E.,  2.3(10  volt,  3  phase,  (iO  cycle,  100  R.P.M.,  direct  con- 
nected to  Allis  cross  compound  Engine,  complete  with  Wheeler  con- 
denser and  feed  water'  heaters. 

1— 6(HI  KW.,  West.  Alternator,  2300  volt,  3  phase,  60  cycle,  direct  con- 
nected to  West,  cross  compound  Engine. 

1  —  700  KW.  Ditto,  direct  connected  to  gas  Engine. 

1  .\lternator,  C.G.E.,  60  cycle,  type  T.T.B..  class  48  )!()0-15(ll,  Form  E  , 
volt  2,200,  amp.  15S,  speed  1.50,  direct  connected  to  a  Rice  &  Sargi  tit 
Providence  Engineering  Works  18  in.  x  36  in.  ,x  32  in.,  horizontal 
cross  compound  conilensing  engine,  complete  with  conilensci  s ;  Wain- 
Wright  horizontal  copper  tube  watcr-lieater ;  switchboard,  piping  and 
valves.     Ask  for  further  information. 

DIRECT  CURRENT 
1     ."..50  KW.,  600  volt,  A.C.B.  Generator,  direct  connected  to  a  Goldie  & 
.McCulloch  cross  compo)jnd  Corliss  Engine,  complete. 

MOTC»R  GENERATOR  SETS 
1— 3fXJ  KW     GE     12.5/2.50  volt,  72<i  K.I'  .M.,  D.C.  Generator,  direct  con- 
nected to'  one  4.50  H.P.,  3  phase.  4         L'.liM)  volt,  60  cycle,  Ind.  motor, 

complete  with  switchboard  equiim. m 

1—  150  GE  125/250  volt,  900  R.P.M.,  DC.  Generator,  direct  connected 
to  suitable  syn.  motor,  2.3(X)  volt,  3  phase,  60  cycle,  complete  with 
switchboard  equipment. 

2  30  KW  125  volt  West.,  1140  R.P.M.,  D.C.  Generator,  direct  con- 
nected io  one  3  phase,  Gl)  cycle,  220/440  Ind.  motor. 

ROTARY  CONVERTERS 

2—  2fXJ  KW.,  3  phase,  25  cycle,  600  volt,  D.C,  primary,  13200/1180  volt. 
1_5(X)  KW    .550  volt,  U.C.,  West.,  3  phase,  25  cycle,  with  3  suitable  S.P. 

Transformers,  13200  volt  P.  and  390  volt  S. 
4—500  KW     6^)0  volt,  D.C.  Rotary  Converters,  3  phase,  25  cycle,  with 

suitable  transformers;  6fK)O/.5940  voli    I'.   4. in  2.^6-143  volt  S. 
l_3fX)  KW    .575  volt,  D.C,  370  volt,  .\.(  .,  cuo  R.P.M.,  complete  with 

three  185*  K.V.A.,  60  cycle  transformers.  22(J0  volt  P.,  370  volt  S. 


STEAM  TURBINES 

3(j(.)0  R.l'.M.,  KiO  lb.  Steam,  23(X)  volt,  3  phase,  6^1 


Curtis,  3  phase,  60  cycle,  2300  volt,   300U  R.P.M. 


2—4(10  KW.,  West., 

cycle,  complete. 
1— 150O   KW.,  G.E., 

Complete. 

1— 5i:()  KW.,  Allis-Cl-.almers,  2200  volt,  3  phase,  60  cycle,  3600  R.P.M, 
complete. 

1 — KXIO  KW.,  Allis  Chalmers,  600  volt,  3  phase,  60  cycle,  complete  with 
condensers. 


HYDRO  ELECTRIC  UNITS 

-Hydro  Electric  units,  eacii  consisting  of  one  1200  H.P. 


iliniu:r,   horizontal  e\lii!.l 
oi  s  and  1  )i  aft  Tnl  k        I  ' 
4.37  K.\'..\..  3  phase,  OH 
Eepiipnient    is  cetmjilete 


double  bionze 

iv.i]    I  I  iTell   Turliincs.  complete  with  Cloverr.- 
i.il  e.mnected  to  each  of  these  units  are  two 
\ele,  44i:0  volt,  3(10  R.P.M.,  G.E.  Generators, 
uitli    .S«  itelilioard.   Oil   Switches,  Instrnmeiu 
Transfiirniei  s,   etc.     ]Ci|iiipnieiil   ].i  .u  lically  new. 
1— Hydro  Electric  unit,  1200  II. 1'.,  as  above,  with  one  875  K.V.A.,  G.E. 
direct  connected  unit. 

PUMPS  AND  COMPRESSORS 

1 — 1,000  gal.   Underwriter   Fire  Pump. 

1 — 800  ft.,  30  lbs..  Vertical  Air  Compressor. 

1 — 600  ft.,  30  lbs.  Horizontal  Air  Compressor. 

1 — 2(J0  H.P.,  Worthington,  2  stage,  12-inch  Turbine  Pump,  rated  capacily 
4000  G.P.M.,  at  60  lbs.  pressure,  direct  connected  to  one  100  11. P.,  3 
phase,  60  cycle,  440  volt,  575  R.P.M.,  Westinghouse  Induction  Motor, 
Complete  with  auto  starter  and  no-voltage  release. 

1 — 1160  fti  Sullivan  two  stage  belt  ilriven  air  compressor  complete. 

1 —  15S6  ft.  Sullivan  two  stage  belt  driven  air  compressor,  complete. 

MISCELLANEOUS 

2 —  I-ight   Freight  Car  Trucks,   splendid  condition. 

1 — 10-toii,  4  wheel  double  block  steam  locomotive,  conslniction  crane. 
1 — 50  H.P.   Foss  Gas  Engine,  speed  20O  R.P.M.,  one  cylinder;  liywhecl 
4  ft.  X  12  in.    Used  only  three  weeks. 


We  also  handle  a  full  line  of  Electric  Railway  Equipment  and  Supplies 

Our  stock  change,  dailv  and  above  list  is  only  a  small  iH-oportion  of  what  we  have.  For  further  par- 
ticulars wire,  telephone,  or  write.  Let  us  solve  your  problems.  All  engineering  service  without  obligation. 
We  advertise  and  sell  your  released  equipment  without  cost  to  you. 
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New 
Lincoln  Motors 

IN  STOCK 

In  Toronto 


H.P. 

Phncp 

Volt- 

R.P.M 

Three 

1 

0 

25 

550 

1500 

Five 

2 

3 

25 

550 

1500 

Tv.  elve 

3 

3 

25 

550 

1500 

Two 

3 

25 

550 

1500 

Two 

10 

3 

25 

550 

1500 

One 

\5 

3 

25 

550 

1500 

One 

20 

3 

25 

550 

1500 

One 

3 

25 

550 

7^0 

One 

10 

3 

25 

550 

750 

One 

15 

3 

25 

550 

750 

Two 

20 

3 

25 

550 

750 

One 

25 

o 

25 

550 

750 

One 

30 

3 

25 

550 

750 

One 

7 'A 

3 

60 

550 

1200 

One 

10 

3 

60 

550 

1200 

One 

15 

3 

60 

550 

1200 

( )ne 

30 

3 

60 

550 

1200 

'  )ne 

75 

3 

60 

550 

1200 

WE  HAVE  MANY  OTHERS  FOR 
EARLY  DELIVERY 


Th« 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
1  109  Temple  Building 

TORONTO 
Ontario 


Branch  Office 
MONTREAL 
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MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator 
Segments 


nPHERE  is  a  special  Mica- 
■■■      bond  insulation 
pared    for  every 
condition. 


pre- 
electrical 


Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B/P's 
or  samples  and  let 
us  figure  your  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,ind. 

Address  Dept.  D. 


u 


S3. 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 


Salet  Offices  and   Rranch  Warehouiei : 
601  Merchaiiti  Rank  Building,  MONTREAL 

592  Notre  Tianie  Avenue.  VVINNIPEf. 
Noithwe»tern   Engineering  and   Supply   Co.,    Ltd.,  CAI.GARY 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


THE    ELECTRICAL  NEWS 


August  1,  1918 


Mica  Insulation 

We  iiuinufacture  everything,   including: — 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut)  Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


Bronze  or  Cast  Iron  Brackets 


for 


Ontside  Lighting 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bidg. 
Toronto,  Ont. 


Reaching 
Your 

Customers 


npHE  logical  place  and 
time  to  talk  to  your 
customers  is  in  the  Elec- 
trical News  when  they 
are  thinking  of  things 
electrical. 

If  your  product  is 
bought  by  electrical  men, 
advertising  in  the  Elec- 
trical News  will  carry 
your  message  to  them. 

You  and  your  wares 
may  be  favorably  and 
nationally  known  to-day 
but  if  you  don't  advertise 
you  will  soon  be  forgot- 
ten. 


Electrical  News 

347  Adelaide  Street  West 

Toronto 


Augrst  1. 
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CANADIAN  PORCELAIN  CO 


LIMITED 


HAMILTON   -  CANADA 

Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


Hydro  Electric  Equipment  For  Sale 


-350  KVA.,  2300  volt,  3  phase,  60  cycle,  360 
r.p.m.,  rotating  field  V.ertical  A.C.  generators 
with  two  guide  bearings  bnt  no  thrust  bear- 
ings, 40-degree  continuous  operation,  23  per 
cent  overload  for  24  hours,  50  degree  rise. 

-15  K.W.,  125  volt,  360  r.p.m.,  4  ])oles,  No.  10 
SV  frame,  type  "S"  D.C.  generators,  vertical 
type,  for  excitation  of  above  A.C.  machines. 

-lM(Ur-i)anel  switchboard  with  'i'irrill  regulat- 
or lor  control  of  above  three  A.C.  generators 
and  one  feeder  circuit.  All  of  the  above  elec- 
trical machinery  is  of  WestinghoUse  manu- 
facture. 

-Truni])  pattern  water  turbines,  vertical  type, 
of  454  I  1.1'.,  each  under  not  less  than  50  feet 
head,  at  that  head  using  6,(XX)  cubic  feet  of 
water  ]>er  minute,  with  an  I'lhciency  ol  <X0  per 


cent.  Also  3  cast  iron  heads  with  trash  racks, 
3  sections  of  50  in. — ]/\  in.  steel  pipe  between 
turbines  and  gate  valve,  3  sections  50  in. — 
34  in.  steel  pipe  between  trash  rack  and  gate 
valve.  3 — draft  tubes  5  ft.  long  and  48  in.  di- 
ameter. 

3 — Woodward  Compensating  povernors  for  water 
turbines. 

3 — 50  in.  gate  valves  witli  bronze  screw,  nut, 
bronze  seat  and  bronze  face  on  valve  where 
it  comes  in  contact  with  seat,  etpiipped  with 
by-pass  vah  e. 

These  turbine  wheels  and  connec- 
tions manufactured  by  the  Pratt 
Iron  Works^  Akron,  Ohio 


Dominion  Iron  and  Wrecking  Co.,  Ltd. 

Head  Office  :        Transportation  Building        Montreal,  Que. 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarkf  H.  mitcbell 
Pcrcival  H.  mucbcil 

ConsulllBt  and  Saperoltln« 

ll>Jranlii.  Steam  aiul  Klcilrical  Power  rinntN 
liulmtMul  «n>l  Municipal  KiiginccrinB. 

Tritdert  Bank  Building,  Toronto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic,  Steam,  Gai 

Plans,  Specifications,  Estimates, 
Tssts,  Reports  and  Supervision. 
625   Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       328  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Ooverninent,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     :  MONTREAL  


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry       W.  G.  Chace        N.  R-  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates:  A.  L.  Mudge,  A.  L.  MieviUe 
Steam  and  Hydro-electric  Developtnente.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSFECTIOH  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wire.,  Cables, 
Insulators,  Transmission  Toweis  end 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON.  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Reiistored  Attorney 

Expert  in  Patents,  Trade  Marks  Designs 
r^Svr  ghts  and  Infringements.  20  Years  Ex 
^r^ence  in  Patents  and  Practical  Engineering 
Kent  Building,  TORONTO 
Yonge  and  Richmond  its.. 


STANLEY  LI0HTF007 

HEG  D  PATENT  SOLICITOR  AND  ATTOHNEY 

«,  r^r-  ^COf«.  MlU>lDt\  TORONTO. 
UUMSDEN   BLDG.^  jyONGE  /TORONI'-'. 

NEW  BOOKLET  OF  COMPLETE  INFOBMATIO^N  fRt^^ 


AT  EN  T  5 


PPnMPTLY  SECURECB 

o^Sin^tr^oi^;:;^'  ^7'= 

Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  DC,  U.S.A.  ^  


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  »nd  Physic 
Test*  and  In«pection«". 


80th  Street  and  Ea«t  End  Avenue, 
New  York,  N.Y.,  UJ5.A. 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATENT  UTIGATKll 


SEND  FOR  HAND  BOOK 

ATENTS 


m 

MAI 

RiDOUT  &  maybe: 

59  Yonge  Street 


TORONTO 


CANAA 


ESTABLISHED  IMO 

BRADSTREET' 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Noa,  346  and  348  Broadway,  New  York  Ci 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gath. 
information    that    reflects   the  financial  con 
tion    and    the    controlling    cii  cumstances 
every  seeker  of  mercaiUile  credit.     Its  bu 
ness  may  be  defined  as  of  the  merchants, 
the    merchants,    for    the  merchants.     In  p 
curing,  verifying  and   promulgating  inforn 
tion"  no  efliort  is  spared,  and  no  reasonal 
expense  considered  too  great,  that  the  resu 
may  justify  its  claim  as  an  aullioiity  on 
matters  affecting  commercial  aflairs  and  ni 
cantile    credit.       Its    offices    and  connectii 
have  been  steadily  extended,  and  it  furnis 
information     concerning    mercantile  pers. 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  i 
nished  and  are  available  only  by  repuis 
wholesale  jobbing  and  nianufactunng  c 
cerns,  and  by  responsible  and  worthy  fir 
cial,  fiduciary  and  business  corpovatic 
Specilic  terms  may  be  obtained  by  a<idr< 
ing  the  company  at  any  of  its  offices  t 
respondcnce  invited. 

THE  BRADSTREET  ''TMPAKV 
Offices  in  Canada:  Halifax,  N.S. :  Hi 
ton,  Ont. ;  London,  Ont. ;  Montreal,  C 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N 
Toronto,  Ont.;  Vancouver,  B.O. ;  Vici." 
B.C. ;  Winnipeg,  Man.;  Calgary,  Alta.  ; 
monton,  Alta. 

TTIOS.  C  IRVING, 
Gen.  Man.   Western  Canada.  Tore:' 
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ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30  to  50  MORE  STRESS  than  the  Welded  Eye 
Delivery  from  Stock.  Plain  or  Hot  Galvanized.  Get  Our  Prices 

ACME  STAMPING  AND  TOOL  WORKS,  LIMITED,  "*1?n'!;J?'' 


Safety  Panels  a.d  Switchboards 

For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 


Rose  &  O'Hearn 


220  King  Street  West 


TORONTO 


MOy-Af  in  FOR  SQDERING 

ANALYZE  your  sodering  problems 

and  you'll 

ALLENIZE  your  sodering  practice 

Because  ALLEN  Sodering  Fluxes  prove 
"^^^^  their  ability  to  make  sodered  joints  three 

times  as  strong  as  muriatic  acid  flux  and  much  stronger 
than  any  other  advertised  fluxes. 

Samples  Free  -Stick,  Paste,  Salts  or  Liquid 

BISSETT  &  WEBB 

IZGLombard,       Winnipeg,  Man. ,  Canada 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 


Power 
Telephone 


and 


Trolley 
Lines 


Standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 

Montreal  Office  in  New  Birks  Building. 


Redmanol 


'I'he  material  of  a  IliousaiKl  uses 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  Hquids. 
Write  lis  for  (n\v  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

11,0  lollow.n>4  .■cj;..latioiis  apply  to  all  advertiscrs:-Eighth  page,  every  issue   three  head- 
ings; quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings.   


AlK  PKESSUK1-;  KKLAYS 
Philadtrlpliin  Klrcliii-  I'o    Snm'b  IVi.t. 

ALTERNATORS 
CinaJian  Gene.al  Electric  Company 
Canadian  Weslingliouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Wcstinghouse  Company      ,  .    .  . 
Crouse  llinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatheway  &  Knott.  Inc. 
Joyner.  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electiical   Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse   Company  . 
Crouse  llinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal   Molding  Company 
AUTO  STARTERS 
AdamsBagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton   &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

^  BOLTS 

McGill    Manufacturing  Company 
BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago   Fuse   Manufacturing   Company  _ 
Crouse-Hlnrls  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle.  R.  E.  T. 

BOXES  (Manhole) 
Philadelphia  Electric  Co.  Supply  Di^pt. 
Standard  _  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Pringle.  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Philadelphia   Electric   Co.   Supjily  JJtpt. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D    &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, T,imited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia   KU'  i,;,;  (  „.   Supply  1><\,1. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Cvudian    Westinghouie  Company 


CAR  EQUIPMENT 
Ohio  Brass  Company 

CENTRIFUGAL  PUMPS 
Hoving   Hydraulic   &   Engineering  Company 
Canadian   AllisClialmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 
Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundh   Electric  Company 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

l'hilaik'l|iiiia   JClccliic   Cu.   .Supply  IlLpl. 

CLAMPS,  INSULATOR 

I'liilailtlpliia  Electric  Co.  Supply  Dept. 

COILS 
Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Rcdmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National   Metal   Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS   FOR   BUS   AND  SWITCH 
COMPARTMENTS 

I'liiladclpliia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,   Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 

National    Electric    Heating  Company 

Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian    Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 

Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  I'i  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin    Electric    Manufacturing  Cotnpany 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman   Brass   &  Metal  Company 

FLASHLIGHTS 

Northern    Elect  tie  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  S:  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit   Fuse  &   Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

T-faflieway       Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Scjuare  D  Company 

fConriniied  on  page  ,S4 ) 
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You  Know 

the  Noise! 

caused  by  commutators  sparking-  and 
Hashing — the  result  of  undue  friction  be- 
tween brushes.  This  trouble  can  be  cured 
l)y  fitting  your  machines  with 

They  run  smooth,  do  away  with  the  con- 
tinual cleaning,  replacing  and  resetting 
because  these  brushes  are  frictionless  and 
self-lubricating.  Try  "NO  SPARK" 
Brushes.  Other  engineers  are  enthusias- 
tic over  them.    Why  not  you? 

CALEBAUGH 
Self -Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


We  Have  Power 
To  Sell— 


continuous,  dependa1:)le,  ever-ready  power. 
When  you  buy  a  Wagner  Motor  you  are  not 
getting  only  so  much  iron,  copper  and  insula- 
tion. You  are  getting  a  power  unit  that  will 
serve  you  under  the 
most  adverse  conditions 
and  for  years  to  come. 


.\iid  that  is  what  you 
want.    It  is  the  Quality 

in  Wagner  Motors  that  makes  them  more  than 
w(jrth  the  preference  you  pay.  Are  you  get- 
ting yUALITY-power  when  you  ])uy  motors? 
Let  us  send  Bulletins  11013  and  11113. 

WaiiiaEkdncManiifa<^hii^G)mpan^ 

of  Canada  Limited-Montreal 


Power  Bldg..  Montreal. 


M7  Adelaide  St.  W..  Toronto 
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GROWTH— 

Day  after  clay,  week  after  week,  month  after  month,  for  the  five  years  that 
Economy  Fuses  have  been  on  the  market,  the  sales  have  maintained  a  con- 
stant growth — not  alone  in  volume,  but  also  in  percentage  of  increase.  This 

IS  1)CC3.1.1SC 

ECONOMY  Renewable  FUSES 

are  absolutely  accurate  in  operation  and  cut  annual  fuse  maintenance  costs 
8o%.  An  inexpensive  little  "Drop  Out"  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 

UNITY  BUILDING         -  MONTREAL 

Manufacturers  in  Canada  of  S.  &  C.  High  Potential  Fuses— to  150, 000  Volts 
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FUSE  BOXES 
CrotisC'Ilimls  Company  of  Canada,  LiuiilcU. 
Norllicrn  Elecliic  Company 
Smiare  1)  Company 

GENERATORS 
Csnailian  Crocker-W'liecler  Company 
Canailian  C>ciicial   Elccliic  Company 
Canadian    Wcsliniilioiise   Company  - 
Cauadiaii  \'ickcis,  Limited 
Elcctiical   Maintenance  &  Repairs  Company 
Fciiaiili   Elect!  ical   Company   of  Canada 
l.ancasliiic   Oynamo  &   Motor  Company 
l.incotn  Etcctiic  Company  of  Canada 
Tower  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  l-red 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 
JefTerson  Glass  Company 

GUARDS  (Condulets) 
Crousc-IIinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian   General   Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westingliouse  Company 
Hatheway       Knott,  Inc. 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Bo\nng  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  niassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Oialmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Cliicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney   Electric   Comjpany   of  Canada 
Mica   Company   of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 
Philadelphia  Electric  Co.  Supply  Dept. 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Elcctiical    Maintenance   &   Repairs  Company 

Hatheway  &  Knolt 

High    Edicicncy   Lamp  Company 

l.iiuohi  Electric  Company  of  Canada 

Moloney   Electric  Company 

NorUiern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams  Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Cliamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West   Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Hros, 

Mica  Company  of  Canada 

MOTORS 

Canadian   Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian   Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,   Limited,   H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  S;  Hamilton  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugb  Self-Lubricating  Carbon  Co. 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 
Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 
Ohio  Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian   General  Electric  Company 
(.'rouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  .Switch  Company 
Northern   Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &   W.    Electric   Specialty  Company 
McGill    Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G:  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.   H.  Winter 
Northern  Electric  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Standard   Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 

Philadelphia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  AUis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.'  Fred 

REVERSE  PHASE  RELAYS 

riiiliuldiiliia  Electric  Co.  Supply  Dept. 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 

Benjamin   Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Mf'lding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin    Electric    Manufacturing  Company 
Canadian    General    Electric    Company  ^ 
Cronse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
National  Meta'    Wolding  Company 
Northern  Electric  Company 

(Continued  on  Page  ,se> 
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Are  Your  Lamps  Imprisoned? 

THE  LOXON  INVENTION 


prevents  loss  by 
theft  or  breakasre. 


Get  our  list  describing  the  Loxon  Lamp 
Guards,  and  giving  prices  and  particulars  of 
this  and  many  other  Electrical  Specialties. 


McGILL  MANUFACTURING  COMPANY 


VALPARAISO,  INDIANA. 


660  Watt 
Brass  Sockets 


y^'  and  ^" 
Caps 

Key  and 
Keyless 


Approved 


Snap 
Cap 


No.  660 


Manufacturers 


The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -   MONTREAL,  QUE. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


THE 

MARK 


A 


OF 


QUALITY 


ELECTRICAL 

PORCELAI 

Special  porcelain  of  all  kinds.     In  qual- 
ity and  design  you  will  find  our  porcelain 
split  knobs,  standard  knobs,  deals,  tubes 
insulators,  etc.,  unsurpassed. 

Send  for  Catalog 

Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U  S.A. 
Toronto,  Canada,   307-308  Tyrrell  Building 


OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office. 

THE  LINDSLEY  BROTHERS  CO. 

NELSON,  B.C. 

General  Salei  Office  — 72  W.  Adam.  St.,  Chicoso,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 


.'•6 
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SOLDERING  FI.UXES 
Allen  Compiiiiy.  1..  1!. 
Houston  &  Coiiipaxy 

SPECIAL  HEATING  APPLIANCES 
Nalioiial   Elcciiic   Healing  Company 

STANDARD  CELLS 
Weston   Electiical    Inslmnicnt  Coniiiany 

STORAGE  BATTERIES 
Canadian  Gencial  Elcciiic  (.'ompany 
Canadian   Hait    Accinuiilator  Company 
Noitliern  Electric  Company 

STREET  LIGHTING  FIXTURES 
tScnjamin   Electric   Maniifaclining  Company 
Canadian  General  Electric  Company 
lionsc-llinils  Company  of  Canaila,  Limiled. 
Joyner,   Limited,  A.   11.  Winter 
Noithern  Electric  Company 
Pringle.  R.  E.  T. 

SWITCHES 
Renjamin   Electric   Manufacturing  Company 
Canadian  General   Electric  Company 
Canadian   Wcsiingliousc  Company 
Chamberlain  &  Hookliam  Meter  Company 
Hevoe  Electric  Switciv  Company 
Electrical  Oevclopmcnt  &  Macliine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney   Electric   Company  of  Canada 
National   Metal   Molding  Company 
.Northern  Electric  Company 
I'liiladflpliia  Electric  Co.  Supply  Dept. 
-Square  D  Company 

SWITCHBOARDS 
Canadian  General   Electric  Company 
Canadian   Westingliouse  Company 
Crousc-Hinds  Company  of  Canada,  Limited. 
I)evoe  Electric  Switch  Company 
Ferranti   Electrical   Company   of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pi  ingle,  R.   E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
lianllcld  &  Sons,  W.  11. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National   Kleclric   Heating  Company 
Northern  Kleclric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 
Adams-Bagnall  Electric  Company 
Canadian    Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Kulihiian  Electric  Company 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &  O'llearn 

Thordarson   Electric   Manufacturing  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,   Limited,   G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  Ltd. 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,  R.   E.  T. 

VARNISHES 
Spielmann  Agencies,  Regd. 

VIOLET  RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER    POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS  j 
Canadian   Allis-Chalmers   Company  j 

WELDING  EQUIPMENT  \ 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada   Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Nortliern   Electric  Company 
Pliillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard   Underground   Cable   Company  of  Can 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hailieway  &  Knott,  Inc. 
Nouliern  Electric  Company 


Boiler  Section  reclaimed  by  Oxy-Acetylene  Welding 


A  National 

Necessity 

Now  that  a  maxiinvuii  production 
and  100  per  cent,  efficiency  are  vital- 
ly im]iiirtant,  the  utilization  of  the 
6xy-.\cet}iene  Process  is  imper- 
ative in  all  industries  upon  whose 
])roduction  the  future  of  Canada  de- 
pends. 

Tens  nf  tliousands  of  dollars  are  Jieiiig 
s;i\ liy  the  reclamation  of  broken 
iiKu'liiiicry  and  other  discarded  material 
l)y  I  ).\y-.\L'ct\ lenc  Welding',  and  its  use 
gi\es  greater  strength  and  durability 
with  freedom  from  future  trouble  in  the 
joining  of  metals  for  all  industrial  pur- 
])Oses. 

L' Air  Liquide  Society 

The  Pioneers  of  the  Process  throughout 
the  world. 


Toronto, 

Winnipeg, 


Montreal, 

Halifax 


i-^-T-^T!!!ll!!r[i;M!limi!llll!i!ll!il[TlI!n!II'"'''''''^''''™™^ 
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Fuse  a  small 


Repulsion — Start — Induction 
SINGLE  PHASE  MOTOR 

1/10  to  1/4  H.P. 

so  that  it  will  be  properly  protected 

under  full  load 


and  that  fuse  will 
be  of  sufficient 
capacity  to  en- 
able it  to  success- 
fully start  full 
load. 

IU„st,aHn.al«  H.P.  Motor  ^^^^-^^^  ^^j^^^. 

sizes  up  to  40  Horse  Power. 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  299 
li.i.t-s  &  Moore  Elecliic  <  o..   Ltd..  2!M   Adelaide  St    VV.,  Toronto 

Great  West  Electric  Co.j  Ltd.,  Winnipeg 
Kudel  lielnap  Macliineiy  (  o  ,   Ltd.,  t  an.   Express   BIdE..  Montreal 
Kankin  &  Cherrill.  T>Ti  flaslings  St.  W.,  Vancouver,  B.C. 


Protected    Disconection  Terminal. 

IF  you  are  a  user  of  cable  terminals  you  should 
have  a  copy  of  our  bulletin  on  Outdoor  Cable 
Terminals  (Type  D.O.A.)    In  addition  to  ter- 
minals for  ordinary  light,  power  and  railway  ser- 
vice the  following  types  fur  special  uses  are  de- 
scribed : 

Pipe  Top  Terminals 

Protected  Disconnection  Terminals 

Borehole  Terminals 

Small  Telegraph  or  Pressure  Wire  Termmals 

Third  Rail  Terminals 

Mine  Shaft  Inverted  Terminals 

There  are  also  complete  tal)les  of  dimensions, 
weights  etc.,  and  instructions  for  orderin--  and  install- 
in-- \vhich  should  be  in  the  files  of  all  terminal  users. 
Write  our  nearest  office  for  your  copy. 

Standard  Underground  Cable  Co. 

of  Canada,  Limited 
HAMILTON         -  ONT. 

Montreal         Tor.nito         Hamilton  Seattle 


Moloney  Service  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
?re  designed  by  Engineers  and  built  by  men  who 
■  make  a  specialty  of  this  work. 


Made  in  Canada 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  BIdg.,  TorOIlto 


Branch  Offices 

Montreal,  Halifax,  Winnipe{i,  Vancouver 
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W^stinghouse 


Electric  Irons  and 
Turnover  Toasters 


2nd  Operation 


Two  Profitable  Leaders 

The  Iron  is  practically  indestructible,  has 
no  delicate  pieces.  All  heat  is  given 
off  at  the  ironing  surface.  Radiation 
from  top  is  prevented  by  a  dead-air 
space.  A  heat  storage  plate  stores  the 
h  eat,  making  it  stay  hot  longer. 

The  Turnover  Toaster  besides  turning 
the  toast  without  danger  of  burning  the 
fingers,  acts  also  as  a  hot  plate  for  keep- 
ing the  toast,  plates  or  coffee  pot  hot,  etc. 


Catalogue  8-C  gives  full  description 

4fh  Operation 

Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 

Toronto       Montreal        Ottawa  Halifax      Ft.  William     Winnipeg         Edmonton  Calgary  Vancouver 

Traders  Bank      52  Victoria      Ahearn  &  Soper       105    Mollis      Cutlibertson         158  Portage  211  McLeod      Grain  Exchange   Bank  of  Ottawa 

Bldg.  Sq.  Ltd.  St.  Block  Ave.  E  BIdg.  Bldg.  Bldg. 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  tliat  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
They  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  the  laminated  copper  contact.    All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any   frequency  on   multiple  circuit  or   D.C.   Series  circuit. 

Write  for  complete  descriptive  particulars 

T'*^  Electrical  Maintenance  &  Repairs 

Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


Phone 
Adelaide 
902-903 


Night! 
Beach 
1723  1930 


Safeguard  Your  Lighting  System 

The  Knife  Switches  used  on  the  ordinary  panel  board 
are  dangerous.    Protect  your  employees  by  using — 

Krantz 

Safety  Panel  Boards 

The  lights  can  be  turned  on  and  off  without 
the  slightest  possibility  of  contact  with  live 
parts.    The  fuses  are  locked  beneath  the 
second  door,  and    are  reached  only  by 
authorized  persons. 

Besides  being  safe,  these  boards  are  very 
handsome    in    appearance    and    are  an 
ornament  to  the  building  not  an  eyesore. 

j 

I 

Send  for  complete  descriptive  catalogue. 

Canadian  Krantz  Co.,  Inc. 

TORONTO,  CANADA 

Ik. 
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JVe  have  a  large  stock  of 


New  and  Used 

Motors  and  Generators 


Fred  Thomson  Co.,  Limited 

7-13  ST.  GENEVIEVE  STREET 

MONTREAL 

fVe  extend  a  cordial  invitation  to  the  electrical  fraternity 
to  call  upon  us  in  our  new  building— the  largest  and  best  equipped 
electrical  repair  establishment  in  Canada. 


The  Essential  Details 

of 

i  II  ELECTRIC  II  ^  ^  I  DISTRIBUTION  BOXES 


=  \mSPECIALTl£S. 


are  very  carefully  perfected 


In  the  primary  box  illustrated,  switch  blade  ac- 
tion is  combined  with  bolted  contact  efficiency 

Unit  cable  potheads  with  ample  compound  space 
make  an  easy  installation  without  sacrifice  of  safe,  permanent  cable 
end  insulation. 

The  entire  box  is  lined  with  insulating  material — all  bolt  heads, 
etc.,  are  covered  and  different  polarities  are  thoroughly  barriered. 

In  the  secondary  box  double  U  clips  give  better  contact  alignment 
than  would  a  single  U  clip. 

The  unit  cable  potheads  attach  at  an  angle,  gaining  roommess 
without  using  excessive  wall  space. 

The  line  of  this  material  is  complete,  offering  constructions  suit- 
able for  all  conditions. 

Let  us  quote  you  on  your  requirements 

G  &  W  ELECTRIC  SPECIALTY  CO. 

7440-52  So.  Chicago  Ave.  CHICAGO,  U.S.A. 

A.  H.  Winter  Joyner,  Ltd.,  100  Wellington  St.  W.,  Toronto. 
A    H.  Winter  Joyner,  Ltd.,  10  Cathcart  Street,  Montreal. 
Bentz-Richardson   Co.,   Ltd.,  592   Notre   Dame  Ave..  Winnipeg. 
General  Supplies,  Limited,  Calgary  and  Edmonton. 


Primary  Box  for  2300  Volt  Use 


 ^  ■^-sxgT*^*^ 

Secondary  Box  (or  Low  Tension  Use 


3  = 


^1 


It 


Toronto,  August  15,  1918 


liiiiiiiiiiiiiiijiiiiitiiii  """"'1 

|,„„„„„„  ,1,1,  ,  „„|||  llllllllllKlfll  HIIIII  Mill  Illllllltlllt  lllllllllll  Iltllllll  llllllllllllllllllllllll  IIIIIIIIillllllllllllllllllllMIIIIIItllllllllllllltlllllllllllllllllllllllimiHIII^^   llllillllllNlllllllllllimilllll  Ill  Illllllllllllllllllllllllllllllllllllllllllll  Illllllllllllllllllllll  iiuiiimnuiilL 


TRADE^ 

m 


Auto  Fuses 


Plug  Fuses.  Every 
type,  size  and  capa- 
city used  in  Electric- 
al work. 


Catalogue  sent  only  iiy  n'|iii-M. 
Write  for  samples  ot  any  Fuse 
yiu    atr    iiitert^ti'l  in- 


This  is  the  sign  and  name 
of  America's  foremost  Fuses 
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■^V^ERY  Buss  Fuse  has  been  made  with  the 
thought  and  understanding-  that  it  must 
safeguard  precious  life  and  valuable  i)ro])erty. 

Every  Buss  Fuse  is  therefore  made  with  in- 
finite care;  absolute  accuracy. 

Every  Buss  Fuse  will  hold  an  over-load  of  10 
per  cent,  indefinitely,  and  ''1>low"  at  50  jjer 
cent,  over-load  in  time  limit  allowed  by  Un- 
derwriters. 

E.xpert  test  proves  Buss  the  best.  Used  most 
extensively  by  Governmental  and  jirivate  en- 
gineers. 


Canadian  Trade  Supplied 
Direct  from  Toronto  Branch. 
ROSE  &  O'HEARN, 
220  King  Street  West. 


BUSSMAN  MANUFACTURING  CO. 

ST.  LOUIS.  U.  S.  A. 

Supply  Branches: 

NEW  YORK— 731  Broadway.  SAN  KR  A N C I  SCO— 221  Second  St. 

CHICAGO— 627  W.  Jackson  Blvd.  NEW  ORLEANS- 821  Union  St. 
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Easier  and  Better 

House  Cleaning 


Northern  Electric 

VACUUM  CLEANER 


Appeals  to  the  thrifty  housewife  because  it 
means  real  economy  in  time,  energy  and 
health. 

The  extra  large  nozzle,  specially  designed 
nozzle  brush,  combined  with  the  large  fan 
and  high  speed  motor  make  this  cleaner, 
faster,  more  thorough  and  fully  dependable. 

Extra  attachments  make  it  possible  to  clean 
walls,  picture  moulding,  draperies,  upholstered 
furniture,  pianos,  etc.,  etc. 

It  is  strong  and  durable.  Weighs  only  twelve 
pounds. 

Write  our  Nearest  House  for  literature  and 
full  particulars  to-day 

Northi^rtt  Ekctric  CompottY 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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turn  over  and  down  on  the  wire  - 


clinch  f.i3  lips  and  the  job  is  done. 


TROLLEY  FROGS 
PREVENT  TRAFFIC  DELAYS 

Simplicity  causes  O-B  Trolley  Frogs  to  go  up  on 

the  line  with  minimum  delay  to  traffic.     Their  • 

strength  and  endurance  keep  them  there. 

Trolley  wires  are  anchored  by  a  single  powerful 
clamp  secured  in  the  Type  E  by  two  bolts,  in 
the  smaller  Type  D  by  one. 

O-B  Bronze  Gam  Tips  form  the  approaches. 
The  pictures  show  how  easily  they  slip  into 
place.  These  Tips  make  a  smooth  path  for  the 
wheel  from  wire  to  pan.  It  is  easy  to  renew  them. 

THE  OHIO  BRASS  COMPANY,  Mansfield.  Ohio 


O-B  Type  D  Fro^.  suitable  for  moderate  speeds  and  all 
Ereneral  city  set  vice. 


Send  for  *  'Saving  Time  on  the 
Line."  It  describes  the  com- 
plete line  of  O  -  B  Cam  Tip 
Devices. 


O-B  Type  E  P'rogr,  adapted  for  hieh  speed  service  and  for  use  where  several  types  of 
cars  are  operated  over  sams  line. 
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"Flextube" 


LEXTD 


The  non-metallic,  flexible  conduit  you 
should  buy  —  for  economy's  sake  and 
for  your  wiremen's  sake.  Flextube 
samples  and  descriptive  Bulletin  No. 
I  5  I  sent  on  request. 


National  Metal  Molding  6. 

^  Manufacturers  of 

Electrical  Conduits   &•  Fittings 
1118  Fulton  Building.  PITTSBURGH, PA. 


Atlanta 
Boston 
Buffalo 


Chicago 


Buenos  Aires 


Dallas  Los  Angeles  Salt  Lake  City 

Denver  New  York  San  Francisco 

Detroit  Philadelphia  Seattle 

Portland  St.  Louis 

Havana  Manila  Pa"* 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Montreal 
Halifax 
Ottawa 
Cobalt 


Head  Office,       -       -       -  TORONTO 
District   Sales    Offices : 

Winnipeg  Edmonton 
Calgary  Nelson 
London  Vancouver 

South  Porcupine 


Double  Compounding 


Double  Value 
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'iM  ONLY  GOOD  GOODS  ARE  IMITATED  ^JWm 


What  flexible  tubing  do  they  try 
to  imitate  for  its 

Roller  Bearing  Wireway 


Northern  Etectrfc 

DURADUCT 


HcK.  Can.  Patent  Offit. 


of 


course  i 


Northern  Ehctric  CompattY 


Montreal 

Halifax 

Ottawa 


UMITED 

'I'oronto 
London 
Winnipeg 


Regina 
Calgary 
Vancouver 


"  "  "s  Vh  e  "maVk  "q  " ' 
DURADUCT 


Make  your  plans  now  for  the 
Convenience  Outlet  Campaign 


8 


Till'.     L  icci' K  K^•^  T.  news 
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Wire  For  Service 
As  Well  As  Ught 

A  Business  Building  Plan  for  Contractors 

CONTRACTORS  who  include  in  their  plans  lighting- 
outlets  only,  are  losing  an  opportunity  to  build  prestige  and 
attract  business.  By  installing  outlets  for  appliances  as  well 
as  for  lamps,  contractors  give  increased  satisfaction  to  patrons  as 
well  as  earn  tlie  good-will  and  co-operation  of  central  stations. 


Benjamin 

Current  Tap  Sockets 

help  electrical  contractor.s  render  this  two-fold  service. 
This  2-in-l  socket  has  the  appearance  of  an  ordinary  socket.  But 

in  addition,  it  has  a  receptacle  for  an  attachment  plug  which  fiinii-^hed  with  the 
device.  It'  wins  the  users',  appreciation  by  giving  double  the  conveniLiux-  of  tho 
usual  socket.  And  it  wins  the  >uiMi')rt  of  central  stations  because  it  creates  a 
market  for  elect,  ical  devices  and  hL-lii-  the  off-peak  load. 

Get  the  full  facts  about  the  Benjamin  Current  Tap  Socket  and 

other   Benjamin  prestige  and  Inisiness  building  electrical  equipment. 


Benjamin  Electric  Mfg.  Co.  of  Canada,  Ltd. 

11-17  Charlotte  Street,  Toronto,  Canada 

Benjamin 
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Absorbs  the  Shock 


Our  special  C.  &  H.  Poly-Phase 
Meter  is  safe  because  it  is  fitted 
with  new  double  terminal  blocks 
that  absorb  the  shock  and  reduce 
the  danger  of  accident  resulting 
from  overloaded  wires  and  from 
surge  conditions  during  lightning 
storms. 


C&H  Poly-Phase 


The  Company's  guarantee  goes 
with  every  instrument.  The  new 
Poly-Phase  is  as  near  perfect  as  it 
is  possible  for  a  meter  to  be. 


This  meter  also  has  more  inside 
room  for  the  connections,  and  the 
three  or  four  lines  are  carried 
straight  through  the  meter  from  the 
left  to  right.  In  every  respect  this 
C.  &  H.  Poly-Phase  is  a  Safety 
Meter,  and  is  undoubtedly  the  one 
to  select  for  Installation  on  Long 
Distance  Transmission. 


The  Safety  Meter 


Get  Full  Information 
Write  the  Makers 


Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St.,  TORONTO  61  Albert  Street,  WINNIPEG 

340  University  Street,  MONTREAL 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  in- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


350  H.  p.  Self  Starting  Synchronous  Motor  Driving  Colliery 
Ventilating  Fan. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire "  machines, 
minimum  incon- 
venience from 
such  breakdowns. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada^  Ltd. 

Montreal  107-109  Duke  St.,  Toronto 
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Philadelphia  Electric  Company  Sup- 
ply Dept   19 

Power  Plant  Equipment  Company..  51 

Pratt  &  Whitney  

Pringle,  R.  E.  T  

Railway    and    Power  Engineering 

Corporation     10 

Redmonal    Chemical   Products   Co..  47 

Ridout  &  Maybee   58 

Robertson  Limited,  J.  M   58 

Robbins  &  Myers  Company   21 

Rose  &  O'Hearn   45 

Renfrew  Electric  Company   

Sachsenmaier  &  Co.,  George   45 

Sammett,  M.  A   58 

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan    14 

Spaulding  &  Sons  Company,  J.  ... 

Spielman  Agencies,  Regd   45 

Square  D  Company   53 

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   49 

Steel  Company  of  Canada   11 

Superior  Electric  Company  

Tallman  Brass  and  Metal  Company  57 

Thompson,  Clarence   58 

Thompson,  Fred  &  Co  

Thompson-Levering  Company   44 

Thordarson  Manufacturing  Company  55 

Toronto  and  Hamilton  Electric  Co.  45 

Tubular  Woven  F'abric  Company  .  .  5 


Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Company.. 
White  Electrical  Comiian}-,  T.  C. 
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THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resifitance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Katio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
nf  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  tlie  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Steaton  Atc. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA. 
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TULLMAN  FLOOR  OUTLETS 


'BANNER"  ASSORTED  CARTON 


Fig.  104 
Sectional  view  of  No.  421  Out- 
let and  No.  466  Nozzle  witli  Bryant 
Receptacle  No.  1363  and  Plug  No. 
1110  mounted  on  lugs  of  Adjusting 
Ring. 

Ouarter   Actual  Size. 


NO  MORE  BULLETINS 
Our  new  complete  catalog  No.  33  just  off  the 
the  press.     Yours  for  the  Asking. 

"THE  QUALITY  LINE" 


STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.   PITTSBURGH,  Pa. 


Tliis  is  a  small,  compact, 
at  low  cost.     It  contains  100 
sorted  as  follows  : 
30  No.  lAG— 20  amp.    15  No 
.5  No.  2AG — 15  amp.    10  No 
5  No.  2AG— 20  amp.      5  No 
5  No.  3AG— 10  amp.    10  No. 
The  fuses  in  all  Killark 
individual   cartons,   witii  cont 
possibility  of  error. 

,  No  charge  is  made  for  th 
the  cost  of  the  fuses  only. 


carton  giving  a  very  good  assortment 
glass  tubing  cartridge  type  fuses,  as- 

3AG — 15  amp.    5  No.  SAG — 15  ami>. 

3AG— 20  amp.    5  No.  .5AG— 30  amp. 

4AG— 10  amp.    5  No.  6AG— 20  amp. 

4AG~15  amp.  Total  List  $7,011 

assorted  cartons  are  packed  in  little 
ents   clearly   marked,   preventing  all 

ese  cartons — the  list  prices  represent 


A  POINT  TO  REMEMBER 

Packing   Auto   Fuses  in  Cartons  of  10  means 
increased  Sales  and  Profits 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


PERI^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 


Ferkantio^ 
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Railway  &  Power  Engineering  Corporation 

MONTREAL  TORONTO 

^^--^  ^^^^-^ ••  Toronto  ^an.  p„c.  r^.  b^,. 

1  ol.  Mam  :i(ib7  " 

Adelaide  2675 

Railway,  Light  and  Power  Equipment 

We  Manufacture  in  Canada  the  following  Equipment: 

Railway  Motor  Armature  Coils  Trolley  Wheels 

Railway  Motor  Field  Coils  Trolley  Bases 

The  Fraser  Patent  Threadless  Pipe  Fitting 

This  fitting  is  a  new  device  and  saves  a  large  percentage  of  the  labor  cost  on  installation  of  any  oioe 
frame  work,  for  switchboards,  switch  and  bus  structures,  and  greatly  improves  their  appearance  This 
device  is  also  ideal  for  Architectural  and  Marine  use  for  pipe  railings,  etc  appearance,  iiiis 

WE  ALSO  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO.  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
Gar  Equipment  and  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

"Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods,  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder; 

The  Trolley  Supply  Company 

CANTON,  OHIO 

Trolley  Retrievers,  Catchers,  Headlighls  and  Street  Railway  Supplies. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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Hamilton  PIG  IRON 

OPEN  HEAUTn  STEEL  BILIETS^ 
STEEL  AND  IRON  DARS'J 
RAILWAY  FASTENINGS-FORGINGS. 
BOLTS  NUTS  AND  WASHERS.   .  |k 
POLE  LIN E  HARDWARE .    / (f^Vf 
SCREWS-WROUGHT  PIPE-  J/   I  ^ 
WIRE-AHD  WIRE  PRODUaS 
EVERY  DESCRIPTIQIN.  ,  t1 


HAMII.TO 
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NEUCO 
Electric  Ranges  and  Broilers 

For  Hotels,  Restaurants,  Clubs,  Factories, 
Hospitals,  Mess  Kitchens 

'I'liere  is  no  \)\:\cc  w  Iutc  eleclric  ccjokinj;-  has  been  more  successful  than  in  large 
kitcliens.  Mi  idem  hotels  and  restaurants  are  fast  replacing-  coal  and  gas  equipment 
witli  this  suhstantial  api)aratus  and  large  sclujols  and  hospitals  are  i)rohting  through 
their  installation. 

The  Neuco  way  of  cooking  means  better  cooking.  Emile  Bailly,  the  famous  chef 
at  llu'  St.  Regis  Motel,  New  York  City,  in  speaking  of  the  Neuco  electric  cooking  ap- 
pliani,H'>  installed  there,  said,  "This  range  hel])s  to  make  the  St.  Regis  cooking  dis- 
lincti\e  in  quality  and  llaxor."  This  statement  is  conclusive  evidence  that  Neuco  re- 
sults are  ])erfect. 

Neuco  hotel  ranges  are  heavily  built  to  stand  the 
severe  us.age  of  commercial  cooking.  They  are  compact 
and  ccjnvenient,  ht  back  to  back  and  side  by  side  to  make 
any  suitable  arrangement  of  units.  Additional  units  may 
be  installed  at  any  time  to  increase  the  capacity  of  the 
installation. 

The  Range  shown  is  not  only  a  strong  and  practical 
electric  range,  but  its  outward  appearance  is  very  attrac- 
tive. The  drop  doors  are  i)rotected  by  spring-  balances 
with  positive  catch,  the  wrought  iron  being  re-inforced 
at  all  joints  and  hinges. 

It  is  a  complete  range  in  itself.  Additional  units  may 
be  placed  side  by  side  or  l)ack  to  back  to  meet  the  require- 
ments of  anv  size  kitchen. 


m 
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NEUCO  ELECTRIC  HOTEL  RANGE 

In  the  broiling  of  meats,  fish  and  birds,  Neuco  broilers  are  fast 
replacing  other  means.  The  perfect  cleanliness  of  the  operation,  the 
saving  of  fats  for  other  uses,  the  convenience  and  speed  with  which 
the  work  is  done,  are  factors  in  Neuco  success. 

The  meat  is  su])])orted  horizontally  and  the  juices  are  retained. 
X'ertical  sup])ort  of  broiling  meats  allows  the  juices  to  drip  off,  leav- 
ing the  meat  dr_\-  and  tasteless. 

Control  of  temperature  is  effected  by  a  single  switch.  Each  unit 
is  fused. 


NEUCO  ELECTRIC 
HOTEL  BROLIER 


CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head   Office:   Toronto.     Sales   Offices:    Montreal.    Quebec,    Halifax,  Sydney,  Ottawa,  Cobalt.  South  Porcupine,  London.  Winnipeg,  Calgary, 

Edmonton,  Nelson  and  Vancouver. 

Illllllllllllll 
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PORTABLE  LAMPS 


Two  Push 
Sockets 


Height 

22  inches 


6  feet  of  Silk  Cord 
and  Plug 


Antique  Bronze 
Finish 


Diameter  of  Shade 
16  inches 

iii!iiii:iiii:iiii^iiiiiiiiiiiiiiiiiiiiiiiiiiiiii 
Opal  Glass  with 
Amber  Tint 


L.  B.  1)05  C.G.E.  Special  Caiiipaign  Lamp 


Announcing — our  Special  Portable  Lamp  for  Fall 
Business.  Note  the  specifications  and  write 
our  nearest  office  for  prices  which  will  amaze 
you. 

•  Ask  also  for  figures  on  L  343  Utility  Desk 
Lamp  and  L  2519  Adjustable  Boudoir  and 
Reading  Lamp. 

Now  is  the  time  to  order  for  the  Fall  Trade 


m 


I     CANADIAN  GENERAL  ELECTRIC  CO.  I 

i  LIMITED  m 

S  IIc.nl    onicc.    Toronto.      Sales    (JfTices:    Montreal,    Oiieliec,    Halifax,  Sydney,  Ottawa,  (  olialt,  Soulli  I'onniiiiiu',  I.oiuhin.  VVinnipcR,  C'alftaryr  = 

g  "  Ednionlon,  Nelson  and  Vancouver.  = 
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ARE  YOU  WASTING  POWER  through 
Inefficient  and  Antiquated  Turbines? 

Maximum   Efficiency  Assured  with 

"SMITH" 
HYDRAULIC  TURBINES 

The  accompanying  illustration  shows  a  horiz- 
ontal shaft  unit  of  2000  H. P.  capacity  under 
\2   hcail.      Write  Dept.  "N"  for  Bulletin. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

H.  B.  Van  Every,  406  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


TYPE  W 

Non  closable  on  overload.     Direct  acting,  time   limit  and 
"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

I-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE  CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 

New  York,  50  Church  St.  Chicago,  Monadnock  Block. 

Detroit,  Mich.,  Ford  Bldg.  Pittsburgh,  Park  Building. 

Indianapolis,  Ind.,  Telephone  Bldg.    Minneapohs,  Metropolitan  Life  Bldg. 

ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore, 


ANCHOR  RODS 

DROP  FORGED  EYES 

Will  stand  30 1  to  50  MORE  STRESS  than  the  Welded  Eye 
Delivery  from  Stock.  Plain  or  Hot  Galvanized.  Get  Our  Prices 

ACWE  STAMPING  AND  TOOL  WORKS,  LIMITED,  "^JkST 
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GET  THE  GENUINE 

Look  for  the  Name 


WHITE'S  PORCELAIN  STRAIN  INSULATORS 


You  want  strain  insulators  that  are  strong  physically,  that 
stand  up  under  the  exceptional  conditions  of  the  heavy  storm ; 
that  hold  up  under  a  load  of  sleet ;  that  don't  crack  when  the 
thunder  rolls,  the  lightning  flashes,  and  the  wind  whistles. 

This  is  the  kind  of  strains  T.  C.  White  Company  is  mak- 
ing of  porcelain  in  a  variety  of  sizes  for  different  loads,  and 
several  designs  for  varying  conditions. 

It  will  pay  you  to  write  for  bulletin  which  shows  designs 
and  gives  the  complete  data  on  strain  and  electrical  tests. 

Write  today. 


Type  No.  600 


T.  C.  White  Electrical  Supply  Co, 


1122  Pine  Street, 
ST.  LOUIS,  Mo. 


Moloney  Service  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Made  in  Canada 

MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 

Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  Bldg.,  TorOIlto 


Branch  Offices 

Montreal,  Halifax,  Wi  nnipe^,  Vancouver 


Till':    ICI.ECTRICAL  NJ-:WS 


August  15,  H)is 


The  Great  Lighting  Economy 

^  VVirmiold  is  what  the  electric  lighting  world  has  heen  seeking;    a  con- 

1        venient,  safe  and  economical  means  of  conveying. 

Light  to  Any  Desired  Spot 

Winin.dd  is  wanted  in  tlu'  hnme.  ol¥ice  and  factory.  It  is  the  essence 
'  of  lightin.y  convenience  and  its  saving  of  current  is  the  logical  answer  to 
j         the  demand  for 

1 

Power  Conservation 

Whether  to  a  hedside,  table  or  standard  lamp,  to  an  electric  washing 
machine,  iron  toaster,  vacuum  clearer;  whether  to  the  desk,  shelf,  cupboard, 
bench  or  counter,  Wiremold  conveys  the  light— right  there. 

It  does  not  mar  the  buildings  it  serves.  It  beautifies  them  and  its  in- 
1        geniously  arranged  extensions  can  be  connected  by  anyone. 

Figure  for  a  moment  on  the  wide  field  of  possibilities  Wiremold  as  a 
sales  maker  opens  up  for  you.  This  field  is  illimitable.  Not  only  has  the 
use  of  Wiremold  become  essential,  but  it  carries  with  it  the  introduction  to 
all  the  electrical  goods  you  stock. 


Let  This  Special  Trial  Order 
Lot  Convince  You 

It  has  been  arranged  for  your  first  order  and  contains  100  feet  of  WIRE- 
MOL-D  and  a  unit  package  of  each  of 'the  15  fittings— all  that  is  necessary 
for  any  average  job.  The  special  lot  will  be  forwarded  to  you  on  receipt  of 
your  cheque  for  $24.96. 

Associate  your  business  with  Wiremold.  Get  it  in  front  of  your  cus- 
tomers and  you  will  reap  a  harvest  of  sales  from  a  lighting  improvement 
that  t'vcry  consumer  will  and  must  recognize  as  a  necessity.  We  have 
•iliuiidanl  advertising  literature  tii  assist  vou.  Make  full  use  of  it,  and  GET 
rHh:  TKL'\L  ORDER  WITHOUT  DELAY. 

The  liooks  shown  here  will  prove  valuable  to  you  by  their  useful  infor- 
mation, and  illustrated  use  of  Wiremold.  They,  with  other  forms  of 
advertising  literature,  have  told  the  simple  story  of  Wiremold  to  tens  of 
thousands.  A  postal  brings  them  by  return. 


Canadian  Distributors 

Conduits  Company  Limited 

Toronto 
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A  "Galvaduct"  Building 


"GALVADUCT" 

and  LORICATED 


"GALVADUCT" 

The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  (|uah'ty. 

Always  specify  Galvaduct  or 
Loricated 


LORICATED'' 

A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 


rill'   !•: I. I'.r  r R K' A  1.  news 
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Standard  Package  Assortments 

-OF- 

Decorated  and  Etched 

Illuminating  Glassware 

Illustrated  in  Catalogue  No.  6 

Selected  from  the  best  sellers 
in  the  line 

In  order  to  make  it  easy  for  our  customers  to  carry  in  stock  our  Color 
Decorated  and  Etched  Shades  we  have  made  up  Standard  Package  Assort- 
ments of  6  dozen  Shades — 12  different  designs — 6  pieces  of  each 


Also  Standard  cases  containing  6  Decorated  or  Etched  Bowls 

each  one  different 

Full  particulars  on  application  Order  now  for  Fall  delivery 

Made  in  Canada  by 

Jefferson  Glass  Co.,  Limited 

Factory  and  Head  Office:  388  Carlaw  Ave.,  T/^DOMTO 
Down  Town  Show  Rooms:   164  Bay  Street    1  V/lV^l^  1  V-^ 


MONTREAL 
285  Beaver  Hall  Hill 


WINNIPEG 
Scott  Block 


VANCOUVER 
325  Howe  Street 
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SAFEGUARD  YOUR  BUS  BARS 

They  support  your  bus  bars  so  strongly  that  they 
fii^  can't  possibly  breakdown,  no    matter  what  load  is 
thrown  on  them. 
Their  use  will  protect  you  and  your  customers  against 
interruption  of  service,  no   matter  what  other  individual 
units  of  your  plant  may  break  down. 
Franklin  Bus  Bar  Supports  have  no  flashover  points. 
They  are  designed  by  practical  engineers  on  prac- 
tical work,  and  built  on  sound  mechanical  prin- 
ciples ;  with  unique  patented  features  that  en- 
,„...-^..:  f  ^   able  us  to  guarantee  their  service.  Stronger 
IrNjiri  f  /-|tii^;i^^^      electrically  and  stronger  mechanically 


*ssrt  3 


Write  for  illustrated 
bulletin. 


Sfij./a.'g  Agents' 

Th(?  PKilddGlpka  Ekciric  Company  Siipply  tJippa^tinGiit 
132  Squ^K  ElpvenlK  Slrept ,    PKikdelphia. ,  Pa 


Milling 
Cutters 


Taps 
Reamers 


Dies 
Drills 


A  Line  that  is  Made  in  Canada 
Guaranteed  and  Sold  on  Merit. 

Pratt  &  Whitney  Co.  of  Canada,  L  imited 

Dundas,  Ont. 


Montreal 

723  Drummond  Bldg. 


Winnipeg 

1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 


'rilK    !•  I.  I-U'  l- R  1  C  A  L  NF.WS 


Kraft  Cord  "Braiduct 

Made  in  Canada  under  Canadian  Patent  No.  147,057 

This  cut  is  reproduced  from  an  actual  photograph,  and  illustrates  the 
behavior  of  the  material  in  this  rigid  test— perfect  flexibility.  We  cut  the 
ends  to  show  plainly  the  superior  construction— note  the  high  grade  Canvas 
Duck  Linmg  and  the  KRAFT  CORD  winding.  This  KRAFT  CORD  is  made 
to  our  own  specifications  and  is  fire-proofed,  which  is  entirely  new. 

_  KRAFT  CORD  "  BRAIDUCT  "  is  in  a  class  by  itself— superior  to  anv 
imported  conduit— is  absolutely  the  last  word  in  flexible  non-metallic  con- 
duit construction. 

We  are  now  making  our  own  insulating  compounds,  consequently  everv 
lot  will  be  uniform  in  flexibility,  and  every  foot  is  fished  at  the  factory' 

KRAFT  CORD  "  BRAIDUCT  "  is  easy  to  instal— easy  to  cut— easy  to 
secure,  as  it  is  made  in  our  own  country,  and  easy  to  buy,  as  our  price  is  right 

KRAFT  CORD  "  BRAIDUCT"  is  regularly  inspected  and  labelled  bv 
the  Underwriters'  Laboratory  under  the  direction  of  the  National  Board  of 
Fire  Underwriters  and  every  coil  carries  their  label. 

W e  will  be  glad  to  send  j;ou  a  sample. 

The  Flexible  Conduit  Co 

Limited 

Guelph        M  Canada 


Her  Good  Will  is  Your  Best  Sales  Help 


Every  woman  who  is  getting  satisfac- 
tory service  from  her  fan,  suction 
sweeper,  washing  machine  and  heating 
devices,  becomes  a  very  effective  sales 
aid  for  tlie  electrical  dealer,  contractor 
and  central  station, 

This  is  especially  true  to-day  when 
household  servants  are  difficult  to  ob- 
tain and  women  are  making  greater  use 
of  electrical  aids  to  replace  them.  The 
woman  who  is  getting  reliable  serv- 
ice from  her  electrical  household 
helps  is  always  an  enthusiastic 
booster  for  them  when  discussing 
the  housework  problem  with  her 
friends.  Electrical  Dealers  and 
Central  Stations  find  that  it  pay's 


big  to  make  sure  that  their  customers 
buy  those  devices  which  are  absolutely 
dependable  and  which  earn  the  good- 
will of  every  user. 

Devices  equipped  with  R  &  M  Motors 
can  always  be  depended  upon  to  give 
service  which  makes  satisfied  customers 
and  brings  orders  from  the  customer's 
friends.  And  they  have  the  additional 
advantage  that  the  R  &  M  Motor  is 
advertised  dominantly  in  the  lead- 
ing magazines.  Its  reliability  is 
known  to  practically  every  pro- 
spective user  of  motor-driven  de- 
vices. Leading  household  devices 
of  all  kinds  can  be  obtained  with 
R  &  M  Motor  equipment. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,  Philadelphia,   Boston,   Buffalo,   Cleveland,  Cincinnati,  ChicaKO,  St.  Louis,  San  Francisco. 

CANADIAN  DISTRIBUTORS 

The  Century  Electric  Co.  Costello  &  Crowe  Dawson  &  Co.,  Ltd.  La  Cie  Codere  &  Fils,  Inc.         Mechanics  Supply  Co.,  Ltd. 

Montreal  Ottawa  Montreal  Sherbrooke  Quebec 

Eastern  Electric  Co.        John  Starr.  Son  &  Co.,  Lid.  Great  West  Electric  Co.  Rogers  Electric   Co.,  Ltd. 

St.  John  Halifax  Winnipeg  Toronto 

Uobbins  &  M^er$  Motors 
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The  Central  Station's 

Problem 


Revenue 

jAisr. 

FEB. 

MAR. 

APE/. 

d  UJ-X 

boosts  the  load  where  it  needs  boosting  and  brings 
back  to  normal  the  ratio  of  expense  to  revenue. 

P'urthermore,  with  the  new  daylight  saving  plan 
the  central  station's  peak  has  shifted,  thus  making 
the  cooking  load  even  more  attractive. 

Range  campaign  plans  and  publicity  for  the  asking. 

Hughes  Electric  Heating  Co. 

364  Richmond  St.  West 
Toronto,  Ontario 


ELECTRIC 
COOKING 


# 
• 


August  15,  1918 


TH 


TRICAL  NEWS 


23 


•  ."  Geneiatim,  Transmission  and  Application  of  Electncity 


Published  Semi-Monthly  By 

HUGH  G.  MACLEAN,  LIMITED 

HUGH  C.  MacLEAN,  Winnipeg,  President. 

THOMAS  S.  YOUNG,  General  Manager. 

W.  R.  CARR,  Ph.D.,  Editor. 
HEAD  OFFICE  -  347  Adelaide  Street  West,  TORONTO 

Telephone  A.  2700 
MONTREAL  -  Telephone  Main  2299  -  119  Board  of  Trade 
WINNIPEG  -  Tel.  Garry  856  -  Electric  Railway  Chambers 
VANCOUVER  -  Tel.  Seymour  2013  -  Winch  Buildmg 
NEW  YORK  -  Tel.  3108  Beekman  -  1123  Tribune  Buildmg 
CHICAGO  -  Tel.  Harrison  5351  -  1413  Gt.  Northern  Bldg. 
LONDON,  ENG.   -  16  Regent  Street  S.W. 

ADVERTISEMENTS 
Orders  for  advertising  should  reach  the  olfice  of  publication  not  later 
than  the  5th  and  20th  of%he  month.    Changes  ,n  advertisements  will  be 
made  whenever  desired,  without  cost  to  the  advertiser. 

SUBSCRIBERS 

The  "Electrical  News"  will  be  mailed  to  subscribers  in  Canada  and 
Great  Britain  pos?  free,  for  $2.00  per  annum.  United  States  and  foreign. 
$2  50     R^mit'  by  currency,  registered  letter,  or  postal  order  payable  to 

""^Sub^crSTe  r^eSesUd  to  promptly  notify  the  publishers  of  failure 
or  delay  in  delivery  of  paper.   


miles  a  year.  The  company  had  now  1,150  passenger  cars 
and  73  freight  cars. 

Lieut.-Col.  Hutcheson,  the  general  manager,  Mr.  W .  P. 
Graves,  the  chief  engineer,  and  Mr.  A.  S.  Byrd,  superinten- 
dent of  power  plants,  also  gave  evidence,  the  first  named 
stating  that  in  his  opinion,  the  proposed  increase  in  fares 
would  result  in  a  decrease  of  7  per  cent,  in  traffic.  The  earn- 
ings of  the  company  had  been  adversely  affected  by  reason 
of  so  many  young  men  joining  the  army.  The  cross-examma- 
tion  on  behalf  of  the  city  was  directed  to  show  that  the 
estimates  of  increased  expenses  by  the  company  were  ex- 
cessive. 


Authorized  by  the  Postmaster  General  for  Canada,  for  transmission 
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Heavy  Depreciation  and 
Low  Labor  Efficiency 

Particulars  of  the  large  depreciation  in  the  value  ot 
obsolete  cars  were  given  by  Mr.  David  E.  Blair,  C.  E.,  the 
superintendent  of  the  Montreal  Tramways  Company,  durmg 
the  hearing  of  the  appeals  to  the  Quebec  PubHc  Utilities  Com- 
mission against  the  proposed  increased  fares.  The  Tramways 
Commission  has  issued  a  schedule  of  fares,  the  mam  feature 
being  a  5c  fare  with  Ic  transfer;  against  this  the  City  of 
Montreal  and  others  apepaled,  while  the  Tramways  Company 
on  its  part  asked  for  a  7c  fare  with  free  transfers.  The  Com- 
pany submitted  a  mass  of  information  to  show  that  it  would 
be  impossible  to  run  the  cars  at  a  profit  unless  this  increase 
was  granted. 

Mr.  Blair  told  of  how  the  efficiency  of  labor  decreased 
notwithstanding  that  wages  increased.  When  a  car  be- 
came obsolete  the  Company  burned  it,  and  sold  the  parts 
as  scrap.  Only  about  3  per  cent  of  a  car  could  be  salved,  ten 
per  cent  of  the  trucks  and  9  per  cent  of  the  motor  equipment. 
In  a  recent  car  scrapped  the  figures  were:  Former  value  $3,- 
350;  cost  of  body,  $3,500;  cost  of  electrical  equipment,  $1,300; 
cost  of  truck,  $350;  cost  of  assembling  these,  $250;  scrap 
value  of  the  body,  $35;  scrap  value  of  the  electrical  equip- 
ment, $100,  $50  for  each  motor;  scrap  value  of  the  truck,  $35; 
and  perhaps  $20  for  all  oiher  parts,  $190  in  all.  The  Com- 
pany believed  that  the  salvage  just  paid  the  cost  of  scrap- 
ing. At  present  prices  cars  were  bought  for  $15,000  and  in 
1914  for  $8,000.    Each  car  was  supposed  to  run  about  40,000 


Progress  in  Electric  Illumination 

The  general  trend  of  practice  for  direct  lighting  is  very 
decidedly  toward  units  of  low  brightness.  The  extended  use 
of  the  high-powered  incandescent  .lamps  has  stimulated  the 
appreciation  of  good  diffusing  devices  which  will  give  satis- 
factory light  distribution  but  by  their  low  brightness  minim- 
ize glare.  The  enormous  increase  in  commercial  activities, 
particularly  in  those  lines  which  are  connected  with  sup- 
plies for  the  Government,  has  made  night  work  the  rule  and 
brought  a  realization  of  the  importance  of  proper  illumina- 
tion from  the  standpoint  both  of  the  maintenance  of  quality 
and  quantity  in  production  and  of  the  health  and  comfort 
of  the  worker.  Progress  toward  this  end  is  evidenced  in 
the  revision  of  industrial  lighting  codes  in  several  states 
and  by  the  appointment  of  a  National  Committee  on  Light- 
ing to  act  as  a  sub-committee  of  the  Advisory  Commission- 
Council  for  National  Defense  for  the  preparation  of  sug- 
gested regulations  to  govern  industrial  lighting,  which  have 
subsequently  been  published  in  the  form  of  a  Code  of  Light- 
ing by  the  Committee  on  Labor. 

War  conditions  have  also  brought  about  a  more  careful 
consideration  of  protective  lighting  and  the  best  way  to  utilize 
it.  Thus  it  has  been  found  that  in  many  cases  inexpensive 
reflectors  of  the  ordinary  type  may  be  used  for  lighting  open 
spaces  in  and  around  a  plant  leaving  the  special  flood  light- 
ing units  for  those  locations  requiring  particular  treatment. 
In  many  cases  the  use  of  a  large  number  of  properly  shaded 
low-intensity  units  will  avoid  dangerous  shadows  better  than 
high  powered  sources,  even  though  the  light  flux  from  the 
latter  is  greater. 

A  sphere  formerly  considered  impregnably  held  by  the 
arc  lamp  has  been  finally  invaded  by  the  incandescent  lamp. 
Motion  picture  projection  work  required  light  flux  of  ex- 
tremely great  intensity  and  the  small  area  and  high  intrinsic 
brilliancy  of  the  source  of  light  in  the  arc  has  enabled  it  to 
meet  the  requirements  in  a  way  hard  to  duplicate.  By  using 
a  mirror  back  of  the  filament  and  for  a  condensing  lens  one 
of  the  Fresnel  type,  it  has  been  found  possible  to  make  an 
incandescent  lamp  which  will  give  satisfactory  results  within 
a  certain  limited  field  of  motion  picture  work. 

The  motion  picture  theatre  has  in  itself  become  an  arena 
in  which  unique  lighting  effects  are  being  experimented  with 
continuously.  Thus  in  several  cases,  by  the  use  of  several 
circuits  in^each  fixture,  lamps  of  different  colors  may  be  light- 
ed and  thereby  give  a  color  to  the  whole  illumination. 

The  action  of  the  Government  in  attempting  to  save  fuel 
by  restricting  its  use  for  lighting  purposes  has  shown  in  many 
localities  the  important  part  played  by  display  lighting  in 
maintaining  the  illumination  of  streets  and  sidewalks. — Re- 
port of  A.  I.  E.  E.  Lighting  Committee. 


The  City  of  Verdun,  P.  Q.,  has  inaugurated  the  new 
underground  conduit  and  lighting  system,  already  described 
in  our  columns  by  Mr.  A.  S.  Clarson,  the  city  engineer.  The 
lighting  system,  which  is  located  on  the  three  principal 
streets,  was  installed  by  the  Northern  Electric  Company. 
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Electrical  Industry  in  the  Enemy  Country 

A  report  on  ■Tu-rmaii  Trade  aiul  tlu'  \\  ar,"  pulilislicil  by 
the  L'.  S.  ncpartinciu  oi'  t.'omiiurcc,  says  in  regard  tti  tlu' 
electrical  iiuUistry: 

The  electrical  industry  is  coiiceiitratiil  in  tlio  liands  of  a 
few  K'Santic  firms  or  combines  wliicli  an-  inlatcd  or  have 
working  agreements,  so  that  the  exploitation  of  foreign  busi- 
ness is  greatly  facilitated.  The  .-Mlgcnicine  IClektrizitats- 
(.lesellschaft  of  Berlin,  capitalized  at  1.5,'i,000,0()()  marks,  has 
branches  all  over  the  world  and  also  workint;  a.uixi'Uients 
with  large  electrical  undertakings  abroad,  and  tlu'  other  large 
concerns.  Siemens-Halske  and  Siemens-Schucken.  liave  sim- 
ilar connections.  In  H>i:i  the  exports  of  electrochemical 
products  from  Germany  were  valued  at  .$()!),082,000.  The 
chief  products  exported  were  appliances  for  illumination, 
transmission  of  power,  electrolysis,  etc.,  valued  at  .$1 7,()33,000, 
and  incandescent  lamp.s— chiefly  metallic-filament  lamps- 
valued  at  $11,451,000.  In  1913  Germany  produced  97,161,000 
incandescent  lamps,  import ed  3,294,000,  and  exported  58,3.3^,- 
000.  The  exports  declined  somewhat  in  1913.  The  electric 
concerns  have  also  worked  for  military  needs,  and  the  Allge- 
mcine  Electrizitats-Gcsellschaft  was  able  to  increase  its  net 
profits  during  the  first  year  of  the  war  to  26,570,000  marks, 
as  against  18,153,000  in  1913-14.  The  net  profits  for  1915-16 
were  26,487,000  marks,  and  for  1916-17  39,574,000  marks.  The 
capital  of  the  company  was  increased  to  184,000,000  marks  in 
1916-17.  The  shares  of  the  company  were  quoted  at  333  at 
the  end  of  1917. 

The  electrotechnical  factory  of  Max  Schorch  at  Rheyclt, 
which  had  been  paying  8  per  cent  during  the  years  1910  and 
1913,  increased  its  dividend  to  12  per  cent  in  1914.  The  fac- 
tories of  the  company  were  fully  employed  during  the  war, 
night  shifts  being  necessary  at  times.  In  1915  the  turnover 
was  five  times  as  large  as  in  the  preceding  years,  and  the 
company  distributed  a  dividend  of  20  prer  cent,  with  a  bonus 
of  one  new  share  for  every  two  old  shares,  thus  really  pay- 
ing a  dividend  of  70  per  cent. 

In  Bavaria  and  Saxony  steps  have  been  taken  to  make 
the  production  of  electric  power  a  state  monopoly.  This 
action  would  seem  to  make  impossible  the  institution  of  an 
imperial  monopoly  of  electricity. 

In  December,  1917,  the  government  of  Prussia  announc- 
ed its  intention  to  build  a  large  central  plant  in  Hanover  for 
the  production  of  electric  energy.  The  initial  production  is 
estimated  at  50,000,000  kilowatt-hours.  The  stale  ulti- 
mately to  monopolize  the  jjroduction  of  electric  energy, 
though  not  its  distribution.  The  existing  private  and  muni- 
cipal works  may  remain  in  operation,  and  the  state  is  to  seek 
close  co-operation  with  them. 


A  Big  Electric  Picnic 

A  representative  gathering  of  Toronto  electrical  men 
met  in  the  Engineers'  Club  on  Tuesday,  August  13th,  to  talk 
over,  in  a  informal  way,  the  prospects  and  possibilities  of  a 
huge  picnic,  to  include  all  men  connected  with  the  electrical 
industry  in  Toronto  and  vicinity.  It  had  been  hoped  that  con- 
ditions would  favor  holding  such  a  picnic  this  autumn,  prob- 
ably within  the  next  couple  of  weeks,  but  Mr.  Frank  T. 
Groome,  who  occupied  the  chair,  in  summing  up  the  express- 
ed opinions  of  the  members  present,  concluded  that  it  would 
be  a  great  mistake  to  run  any  risk  of  failure  by  hurrying  the 
matter  forward  unduly,  and  that  it  would  apparently  be  in  the 
interests  of  the  industry  to  proceed  deliberately,  so  that  the  pic- 
nic organization  may  be  as  nearly  perfect  as  possible.  It  was 
therefore  decided  to  call  a  general  meeting  at  some  later  date 
in  the  near  future,  at  a  time  convenient  to  all,  so  that  a  thor- 
ougly  representative  gathering  may  have  an  opportunity  of 


discussing  the  whole  situation.  The  opinion  was  freely  ex- 
pressed that  under  proper  conditions  there  should  be  little 
difliculty  in  getting  three  or  four  thousand  people  (including 
the  wives  and  children)  together,  and  with  this  object  in 
view  the  meeting  was  temporarily  adjourned.  It  is  possible 
the  matter  may  be  discussed  before  the  Electric  Club  of  To- 
ronto, when  it  meets  again  this  autumn.  Committees  should 
be  arranged  early  and  a  complete  organization  set  going  so 
that  every  detail  may  be  worked  out  properly  without  any 
undue  haste.  It  may  be  said  of  the  idea  of  a  monster  picnic, 
that  it  met  with  the  approval  of  every  member  present,  and 
there  should  be  comparatively  little  difficulty  in  making  the 
suggestion  a  reality  some  time  during  the  summer  season  of 
1919. 


New  Plant  for  Pulp  Company 

A  special  general  meeting  of  the  shareholders  of  the 
Riordon  Pulp  and  Paper  Company  has  been  called  for  Septem- 
ber 10  in  connection  with  the  financing  of  the  new  plant  of 
the  Kipawa  Fibre  Company,  Limited,  which  the  Riordon  in-, 
terests  will  operate.  The  circular  issued  in  this  connection 
says,  in  part:  "At  the  last  annual  meeting  the  directors 
reported  that  the  company  had  undertaken  the  establishment 
of  a  mill  at  Temiskaming,  Que.,  fpr  the  manufacture  of 
bleached  sulphite  pulp.  The  site  has  been  purchased,  water 
power  and  timber  rights  secured  and  the  construction  of  the 
mill  is  well  under  way.  This  new  mill  will  be  constructed 
and  operated  by  the  Kipawa  Fibre  Company,  Limited,  which 
will  be  managed  jointly  with  your  company  and  have  the  ad- 
vantages of  our  experience  in  manufacturing  and  facilities  for 
marketing  the  product.  In  addition  to  the  investment  to  be 
made  by  your  company,  which  will  ensure  permanent  control 
and  a  large  share  in  future  profits,  your  directors  have  de- 
cided that  it  is  advisable  to  secure  a  further  sum  of  approxi- 
mately $3,000,000  for  investment  in  the  new  company,  and 
subject  to  the  approval  of  the  shareholders,  tentative  arrange- 
metns  have  been  made  for  the  sale  of  bonds  or  debentures, 
particulars  of  which  will  be  announced  in  due  course,  after 
the  requisite  legal  formalities  in  connection  with  the  issue 
of  the  securities  have  been  completed." 


Transmit  at  140,000  Volts 

The  Consumers  Power  Co.  has  recently  completed  a 
liydro-electric  plant  in  the  state  of  Michigan  which,  though 
rated  at  only  16,500  kw.,  is  being  operated  with  a  transmission 
voltage  of  140,000  over  a  100  mile  line  to  Grand  Rapids.  This, 
we  believe,  is  the  highest  transmission  voltage  on  record 
for  any  considerable  amount  of  power.  Transmission  is  at 
7,500  volts  and  the  7,500/140,000  transformers  of  5,000  kv.a. 
capacity  are  Westinghouse  manufacture.  On  each  transform- 
er are  120,000  volt  to  140,000  volt  taps  arranged  in  5.000  volt 
steps.  The  140,000  volt  oil  switches  which  are  type  G.2,  300 
amp.  units,  are  non-automatic,  solenoid-operated  and  set  on 
concrete  foundation.  The  140,000  volt  electrolytic  lightning 
arresters,  with  their  horn-gap  structure,  are  also  on  concrete 
foundations  and  are  served  by  a  cone-stack  derrick. 


The  War  Labor  Board  of  the  United  States  have  just 
awarded  wage  increases  to  the  employees  of  street  railways 
in  16  cities,  including  Chicago,  Detroit,  Cleveland,  Buffalo 
and  Rochester.  Increases  in  fares  are  to  be  granted  where- 
ever  they  may  be  necessary  to  meet  advanced  costs  of  opera- 
tion. 


The  minting-  of  a  six  cent  coin  is  a  possibility  in  the 
United  States  for  convenience  in  paying  the  six  cent  fare  now 
charged  on  so  many  electric  railways. 
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A  Review  of  Recent  Electrical  Engineering  Progress 


By  E.  W.  Rice,  Jr.* 


In  the  early  days  the  progress  of  the  electric  science 
and  arts  was  so  rapid  that  it  was  relatively  easy  to  find  each 
year  plenty  of  material  for  a  review.  Progress  has  con- 
tinued and  will  continue,  but  naturally  a  decided  tendency 
to  saturation  is  shown  in  many  directions.  In  some  in- 
stances, this  saturation  can  be  demonstrated  to  be  due  to 
the  fact  that  limits  of  perfection  have  been  so  closely  ap- 
proached that  little  remains  of  possible  accomplishment. 
In  other  instances  the  slowing  up  is  due  to  lack  of  knowl- 
edge, or,  especially  at  the  present  time,  to  lack  of  workers, 
such  workers  having  been  diverted  to  the  work  imperatively 
needed  to  secure  us  against  the  attack  of  our  enemy  on  the 
foundations  of  our  existence. 

There  has  been  no  material  improvement  for  several 
years  in  the  matter  of  efficiency  in  electrical  units,  such  as 
dynamos,  motors,  transformers,  etc.  The  efficiencies  stated 
in  Past-President  Lincoln's  address,  in  1915,  still  remain  al- 
most exactly  of  the  same  values,  and  for  the  reasons  which 
he  so  clearly  pointed  out. 

The  efficiency  of  conversion  of  mechanical  into  electrical 
energy,  or  the  reverse,  of  electrical  into  mechanical  energy, 
is  still  about  90  per  cent  in  the  average  case,  under  practical 
conditions  of  operation;  the  efficiency  reaching  as  high  as 
97  per  cent  or  98  per  cent  in  the  most  favorable  cases,  with  the 
large  units,  and  falling  below  90  per  cent  in  unfavorable  cases, 
or  in  the  small  units.  The  efficiency  of  conversion  of  electricity 
from  high  to  low  potential,  as  in  transformers,  also  remains 
substantially  the  same,  reaching  as  high  as  98  plus  per  cent 
in  the  largest  units.  It  is  obvious,  as  Lincoln  pointed  out  that 
no  material  change  can  be  expected  where  such  practical  per- 
fection has  been  reached. 

Increase  Efficiency  in  Converting  Water  to  Electric  Power. 

The  conversion  of  mechanical  power  of  falling  water  into 
electrical  energy  by  our  water-wheels  and  electric  generators 
has  increased  from  about  87  per  cent  to  90  per  cent  in  the 
largest  units  of  40,000  h.  p.  This  represents  about  the  limit 
which  may  be  expected, 

hi  the  field  of  thermodynamic  engines,  represented  large- 
ly by  the  steam  turbo-generator  unit,  some  improvement  has 
l)een  oldained.  Lincoln  stated  that  75  per  cent  of  Rankine 
efficiency  had  been  obtained  in  some  large  modern  steam  tur- 
l)o  units  in  1915,  Tliis  has  now  been  increased  to  about  80 
per  cent  is  quite  common  practise  even  in  such  moderate 
sized  units  as  10,000  kw.  This  improvement,  while  n-ot  large 
IS  doubly  impoitant  because  of  the  great  increase  in  the  cost 
of  fuel.  It  has  been  realized  mainly  by  bringing  the  practical 
design  more  nearly  in  accord  with  the  theoretical,  by  in- 
creasing the  number  of  stages  or  processes  of  steam  ex- 
traction, reducing  various  losses,  and  liy  improving  many 
,  details  which,  when  properly  looked  after  make  in  the  ag- 
gregate, gains  of  practical  importance. 

Increase  in  the  initial  pressure  of  steam  and  lowering 
of  terminal  pressure,  by  lietter  condenser  arrangements,  have 
alsf)  contributed  to  improvement,  as  it  enables  an  increase 
in  the  range  of  temperature  to  be  utilized.  This  makes  pos- 
siiile  better  thermal  efficiencies,  even  with  the  same  per  cent 
of  Rankine  efficiencies. 

The  following  information  illustrates  the  improvement 
in  efficiency  of  turbo-electric  units  beginning  with  tiie  first 
5000  kw.  installed  in  this  country,  in  190:!,  and  continuing  up 
to  the  close  of  1917: 


Year 

Size,  kw. 

 Steam  Conditions  

Steam       Superheat  Back 
pressure    fahrenlieit  pressure 

Lbs.    Per  cent, 
per  of  rankine 
k\v-hr.  efficiency 

1903 

5,000 

175  lb. 

0 

2 

in. 

24,00 

37.8 

1908 

14,000 

200  11), 

125o 

in. 

13,50 

66.1 

1911 

20,000 

235  lb. 

lOOo 

I'A 

in. 

13.20 

67.0 

1913 

20,000 

200  lb. 

200o 

1 

in. 

10,74 

75,9 

1916 

20,000 

250  lb. 

250.. 

1 

in. 

10.00 

76,5 

1917 

35,000 

230  lb. 

200o 

1 

in. 

10.14 

78.7 

It  is  gratifying  to  note  that  a  percentage  of  Rankine  effi- 
ciency of  approximately  80  has  been  reached.  This  progress 
reflects  great  credit  upon  the^  designers  of  turbo-electric 
machines  and  is  a  record  of  achievement  found  only  in  elec- 
trical development. 

Improvements  in  Steam  Producing  Devices. 

Concurrently  with  this  improvement  in  the  turbo-elec- 
tric machines,  great  advances  have  been  made  in  the  design 
and  operation  of  steam  producing  devices — the  boilers,  and  in 
auxiliaries  and  other  features  of  the  modern  power  station. 
As  a  result  the  thermal  efficiency  has  been  rapidly  improved, 
/fhe  thermal  efficiency  to  which  I  refer  may  be  stated  as  the 
ratio  of  the  total  energy  produced  at  the  terminals  of  the 
generator,  to  the  total  energy  in  the  fuel  burned — express- 
ed as  a  percentage.  It  takes  account  of  all  losses  from  the 
coal  under  the  boiler  to  the  electricity  at  the  dynamo  ter- 
minals. It  is  the  ratio  of  the  heat  units  equivalent  to  one 
kw.hr.,  divided  by  the  similar  heat  units  in  the  fuel 
consumed  to  produce  one  kw-hr.  at  the  generator  terminals. 

This  thermal  efficiency  is  after  all,  to  the  electrical  engineer, 
the  most  important  measure  of  progress.  It  measures  the  ad- 
vance in  station  fuel  economy,  and  as  stated,  many  factors 
in  addition  to  the  improvement  in  turl)o-generators  have  con- 
tributed to  the  result.  Thermal  efficiency  may  obviously 
be  used  to  express  the  results  of  a  single  unit,  consisting  of 
turbo-generator,  with  its  bank  of  boilers  and  other  accessories, 
or  it  may  be  used  to  designate  the  combined  result  of  all  the 
units  in  a  given  power  station. 

The  progress  in  the  case  of  a  combination  unit.  i.e.  turbo- 
generator, with  its  boilers,  auxiliaries,  etc.  has  been  as  fol- 
lows: 


Size 

Thermal 

Year 

of  unit 

efficiency 

kw. 

per  cent. 

1  903 

•  5,000 

10,15 

1908 

14.000 

15 

1911! 

20,000 

IS 

1917-18 

:i5,000 

21,(i 

"President  A,  I.  E.  E.  Before  Annual  Convention. 


For  comparison,  I  may  state  that  large  gas  engines  in 
steel  mill  practice,  under  best  test  conditions,  shtjw  25  per 
cent  thermal  efficiency,  but  in  actual  operatieni,  an  efficiency 
higher  than  18  to  20  per  cent  is  rare. 

High  compression  oil  engines  of  the  Diesel  type,  drivin.g 
electric  generators,  realize  25  to  26  per  cent  thermal  effi- 
ciency when  new,  but  are  difficult  to  .maintain  at  such  effi- 
ciency. 

The  figures  given  must  not  be  confused  with  the  much 
higher  thermal  efficiencies  often  quoted  for  gas  and  oil  en- 
gines, which  refer  to  indicated  horse  power  and  not  to 
electrical  output. 
Further  Advances  Possible  in  Steam  Turbo-electric  Unit, 
'{'he  steam  turbo-electric  unit  has  not  reached  its  limit 
of  thermal  efficiency.  Calculations  show  that,  with  pressures 
of  the  order  of  500  lb.  gage,  a  thermal  efiiciency  of  20  per 
cent  should  be  easily  realizj-d.  For  any  further  sulistantial 
improvement,  we  must  look  to  new  methods,  such  as  the 
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use  «.>t  two  tliiiils,  lor  example  im-rcury  ami  sti-ani,  as  planiifc! 
by  W.  L.  R.  Emiiu-t.  Tliis  nu-thod  is  still  under  development 
l>ul  its  pro};ress  has  been  hampered  by  the  pressure  of  war 
work. 

As  a  matter  of  interest  of  electrical  engineers,  1  may  say, 
parenthetically,  that  the  steani  turbine  in  this  country  owes  its 
existence  and  development  almost  entirely  lo  the  electrical 
engineer,  and  this  is  not  surprising  as  the  electrical  engineer 
was  familiar  with  the  advantages  of  rotary  machines,  atul 
perhaps  it  is  not  too  much  to  say,  prejudiced  in  their  favor. 

\\"hile,  as  stateil,  the  efficiency  of  electrical  units  reached 
about  its  limit  some  years  ago,  those  familiar  with  electrical 
engineering  development  are  aware  that  progress  has  been 
made  and  is  still  possible  in  the  generation,  transmission  and 
utilization  of  electrical  energy.  The  struggle  for  improve- 
ment in  cfticiency  has  been  transferred  from  the  unit  to  the 
aggregate,  called  the  system.  We  cannot  have  a  system 
of  maximum  efficiency  with'iut  units  of  maximum  efficiencj', 
i>ut  individual  units  of  highest  efficiency  do  not,  of  them- 
selves, insure  that  the  system  upon  which  they  are  used  will 
be  of  the  highest  efficiency,  so  progress  has  been  made  in 
the  direction  of  improving  the  system  economy  or  system 
efficiency. 

To  obtain  the  highest  efficiency  in  practical  operation, 
the  clement  of  time  enters  as  a  powerful  factor.  Our  con- 
ception of  efficiency  should  not  be  limited  to  a  consideration 
of  the  relation  betwe-'n  the  instantaneous  value  of  available 
heat  units  in  coal  and  the  electrical  units  produced  at  the 
point  or  points  of  consumption,  but  should  consider  the  re- 
lation between  the  total  number  of  heat  units  in  fuel  con- 
sumed in  a  given  time,  say  24  hours,  to  the  total  number 
of  electrical  units  produced  and  used  in  the  same  time.  The 
attempt  to  improve  the  efficiency  of  the  system  has  shown 
the  necessity  for  utilizing  the  generator  units  and  trans- 
mission and  distributing  systems,  for  the  maximum  possible 
time. 

Elements  in  the  Efficiency  Problem. 

This  has  led  to  the  study  of  such  questions  as  load  fac- 
tors of  generators,  of  stations,  and  of  the  system  as  a  whole, 
to  the  study  of  the  diversity  factor,  to  the  red^lction  of  idle 
currents  in  alternating  current  systems  by  the  use  of  syn- 
chronous condensers,  and  to  means  for  the  reduction  of  the 
constant  and  no-load  losses  in  all  machinery,  in  transformers, 
etc. 

The  resulting  improvement  has  been  effected,  not  only 
by  changes  in  designs  of  the  units  themselves,  but  also  by 
their  method  of  use,  based  upon  the  recognition  of  the  fact 
that  the  elimination  or  reduction  of  the  losses  at  light  load 
will  greatly  improve  the  total  efficiency,  especially  when  the 
time  of  use  of  the  apparatus  under  load  is  a  small  part  of  the 
total  time. 

Automatic  substations  for  transformers  and  synchronous 
converters  have  come  into  existence;  different  power  houses' 
of  the  same  system  have  been  tied  together  electrically;  trans- 
mission lines  of  different  systems  have  been  interconnected,  so 
that  the  units  may  be  usefully  employed  for  the  maximum  per- 
iod, or  lie  idle  or  unloaded  for  the  minimum  time. 

This  general  development  has  led  to  marked  improve- 
ment in  total  energy  efficiency,  represented  by  the  amount  of 
fuel  burned  per  electrical  unit  sold  or  utilized,  and  has  also 
reduced  cost  of  operation  and  charges  for  investment.  There 
is  still  room  for  continued  improvement  in  this  direction  and 
the  progress  will  be  rapid  due  to  the  pressure  for  maximum 
efficiency  in  the  use  of  coal  and  of  existing  investment  at  the 
present  time. 

Plants  Linked  Together  for  Exchange  of  Power. 

Many  interesting  examples  of  the  methods  and  devices 
adopted  to  improve  station  and  system  economy  and  effi- 
ciency may  be  found  throughouf  the  country.    In  California, 


largo  electrical  systems  have  been  arranged  to  be  tied  to- 
.gcUicr  electrically,  for  exchange  of  power.  In  Washington 
and  Idaho,  power  systems  under  different  management  have 
made  similar  arrangements.  In  the  South,  all  important 
hydro-electric  systems  have  been  tied  together  for  exchange 
of  power.  The  advantage,  as  I  have  stated,  of  such  arrange- 
ments is  better  utilization  of  variable  stream  flow,  improve- 
ment in  load  factor,  increased  reliability  of  service,  and  the 
net  result  is  to  improve  the  efficiency  of  the  system,  not  only 
financially,  but  in  a  purely  technical  sense.  One  most  im- 
portant advantage  is  the  obvious  reduction  of  the  necessary  in- 
vestment in  reserve  machinery  of  every  description. 

In  Montana,  eight  hydro-electric  plants  successively  use 
the  same  stream  flow,  the  total  effective  head  amounting 
'  to  600  feetj  and  not  only  is  the  natural  flow  of  the  stream 
thus  successively  utilized,  but  all  the  storage  water  is  effect- 
ively used  by  each  plant  in  series.  In  this  same  system,  the 
yearly  load  factor  is  stated  to  reach  75  per  cent  and  the- 
monthly  load  factor  to  reach  80  per  cent. 

The  interconnection  of  hydro-electric  plants  brings  about 
another  extremely  important  saving,  based  upon  the  var- 
iation of  rainfall  in  amount  and  time  on  the  different  water- 
sheds which  are  thereby  brought  to  serve  a  common  system. 
It  frequently  happens  that  there  will  be  plenty  of  precipita- 
tion on  one  watershed,  while  another  watershed  may  suffer 
from  long  continued  drought.  This  condition  varies  not 
only  in  the  same  year,  but  in  different  years.  Interconnec- 
tion serves  to  eliminate  these  variations  by  a  process  of  aver- 
aging, and  where  the  inter-connected  system  covers,  a  suf- 
ficiently wide  area,  a  remarjtable  increase  in  total  useful  power 
is  made  available. 

It  has  frequently  happened  that  thousands  of  horse  power 
have  been  wasted  over  the  dams  of  one  system,  the  water- 
sheds of  whose  plants  happened  to  have  a  wet  year,  and  at 
the  same  time,  a  nearby  hydro-electric  plant,  supplied  by  an- 
other watershed,  was  without  water  power.  The  result  has 
been  that  one  system  wasted  power,  while  the  other  was  suf- 
fering from  a  power  shortage  which  would  frequently  be 
made  up  by  burning  a  large  amount  of  high  grade  coal,  in 
the  operation  of  an  auxiliary  steam  plant.  This  condition  has 
to  a  large  extent  been  remedied  by  the  interconnections  to 
which  I  refer. 

'Interconnection  May  Increase  Efficiency  25  Per  Cent. 

It  has  been  estimated,  and  it  seems  a  conservative  esti- 
mate, that  through  the  saving  in  reserve  equipment,  improve- 
ment in  load  factor,  and  the  diversity  of  different  loads,  the 
useful  output  of  groups  of  large  systems  may  through  inter- 
connection be  increased  about  25  per  cent. 

Electric  regeneration  of  power,  that  is  the  utilization  of 
the  weight  of  trains  running  on  a  down  grade  due  to  the 
force  o'f  gravity  to  generate  electricity  which  is  fed  back 
into  the  electric  system  to  help  other  trains  up  grade,  is  an 
illustration  of  the  same  important  improvement  in  the  system 
efficiency. 

I  have  thought  it  desirable  to  call  your  attention  to  the 
improvements  obtained  in  system  economy  of  efficiency  be- 
cause of  the  important  savings  in  investment,  in  coal,  in 
transportation,  in  labor  and  material,  which  in  the  aggregate 
have  already  been  realized.  It  illustrates  tbe  wonderful  flexi- 
bility, value  and  economy  of  a  general  system  transmitting 
energy  by  electricity,  compared  with  any  other  possible 
method. 

These  advances  have  been  more  rapid  during  the  last 
year,  due  to  the  imperative  demands  for  economy,  saving  and 
increased  efficiency  imposed  by  the  war.  It  is  a  great  satis- 
faction that  the  foundation  had  all  been  w-ell  prepared  during 
the  times  of  peace. 

The  development  of  our  industry  has  been  so  rapid  that 
the  need  of  intelligent  and  constructive  standardization  was 
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realized  some  years  ago.  The  Standards  Committee  of  the 
Institute,  formed  in  1898,  has  been  of  inestimable  value  to 
the  profession  and  to  the  industry.  The  standards  adopted 
have  been  flexible  enough  to  ensure  progress  and  yet  to  dis- 
courage variations  which  were  valueless.  The  standards  pro- 
mulgated by  our  committee  have  so  appealed  to  the  profes- 
-lon  and  to  the  industry  that  they  have  been  cheerfully  fol- 
hiwed,  and  I  am  convinced  that,  as  a  result,  the  cost  of  elec- 
trical apparatus  to  the  consumer  has  been  greatly  reduced 
over  a  number  of  years  and  the  quality  has  not  been 
sacrificed,  but  has  been  improved.  I  consider  that  the 
money  value  of  the  work  so  done  could  be  conservatively 
placed  at  many  millions  of  dollars. 

Si.xty-cycle  systems  have  shown,  during  the  past  few  years, 
a  more  rapid  growth  than  2.5-cycle,  and  it  is  now  estimated 
that  (lO-cycle  systems  represent  about  70  per  cent  of  the 
total  power  supplied  in  the  country.  This  is  undoubtedly 
due  to  the  lowered  cost  of  transformers,  generators,  induc- 
tion motors,  and  similar  apparatus.  The  relative  growth  of 
C)0-cycle  as  compared  with  2.5-cycle  systems  is  reflected  in 
steam  turbine  installations.  In  1910  about  60  per  cent  of 
the  steam  turbine  energy  of  the  country  was  supplied  from 
co-cycle  units;  in  1917,  this  had  risen  to  approximately  75  per 
cent. 

This  is  an  instance  where  standardization  is  desirable 
.md  economical.  It  will  hasten  the  time  so  often  predicted, 
when  a  network  of  transmission  lines,  carrying  electrical 
energy,  will  cover  the  country.  These  will  be  fed  by  super- 
power stations,  suitably  located  with  respect  to  cheap  re- 
liable supplies  of  coal  for  fuel,  and  water  for  condensing  pur- 
poses and  into  the  same  network  will  also  be  fed  energy  from 
the  various  hydroelectric  installations. 

Electric  Furnace  Comes  to  the  Front. 

Marked  advances  have  been  made  during  the  past  year  in 
the  application  of  electricity  to  the  electric  furnace.  It  is 
estimated  that  the  number  of  electric  furnaces  in  the  United 
States  has  been  increased  about  40  per  cent  in  the  past  year 
and  that  there  are  now  in  operation  over  five  times  the  number 
that  existed  five  years  ago.  The  world's  output  of  steel  from 
electric  furnaces  has  grown  to  approximately  four  million 
tons  per  annum. 

Exi)erience  has  demonstrated  that  the  electric  furnaces 
can  utilize  the  cheapest  and  most  inferior  raw  material  to 
produce  steel  of  the  most  uniform  and  highest  quality,  with 
the  greatest  regularity.  The  cost  of  steel  so  produced,  while 
reasonable,  considering  its  quality,  was  higher,  until  re- 
cently, than  that  produced  by  the  open-hearth  method.  It 
is  now  possible  to  produce  electric  steel  at  substantially  the 
cost  of  that  produced  by  the  open-hearth  method.  This 
result  has  been  brought  about  partly  by  the  increased  cost 
of  the  open-hearth  method,  due  to  a  variety  of  well  known 
causes,  but  largely  by  a  reduction  in  the  cost  of  electric 
furnace  operation.  The  marked  change  which  has  taken 
place  in  the  reduction  of  the  cost  of  operating  electric  fur- 
naces is  based  upon  greatly  increasing  the  rate  at  which 
energy  is  delivered  to  the  metal,  both  during  the  melting 
and  the  refining  period.  This  has  reduced  the  time  required 
for  an  individual  heat  and  also  the  kilowatt  hours  required 
lier  ton  of  metal  melted,  with  a  net  result  of  increasing  the 
daily  outjjut  of  the  furnace. 

As  a  concrete  example,  1  mention  the  history  of  a  five- 
ton  furnace.  It  was  originally  supplied  with  800  Kv-a.  at  SO 
volts.  This  was  increased  to  2000  kv-a.  at  150  volts  for  the 
melting  period  and  about  1400  kv-a.  at  100  volts  for  the  re- 
fining period.  The  time  for  the  heat  was  reduced  from  six 
to  three  hours,  power  consumption  was  reduced  from  877 
kw-hr.  to  5.S8  kw-hr.  per  ton,  and  the  number  of  heats  per 
21  hours  was  increased  from  tliree  to  five,  increasing  the 
net  output  from  15  to  35  tons. 


Electric  resistance  furnaces  of  large  sizes,  for  special 
heat  treatment  requiring  unusual  exactness,  are  being  ex- 
tensively used,  producing  results  greatly  superior  to  oil  or 
gas  fire  furnaces. 

Electric  welding,  both  l)y  the  arc  and  incandescent  met- 
hod, is  iK'ing  rapidly  extended  and  is  destined  to  greater  de- 
velopment in  ship-building  and  similar  operations. 

The  Electrical  Engineer's  War  Activities 
Electric  engineers  have  been  devoting  much  time  to  the 
solution  of  many  war  problems.  It  is  not  desirable  or  pos- 
sible to  review  such  work  at  present,  but  when  the  veil  is 
lifted,  we  will  all  be  gratified  with  the  result.  We  must  con- 
tent ourselves  with  the  mere  statement  that  this  work  has 
covered  means  for  the  detection  of  the  pirate  submarine: 
wireless  signalling  and  telephoning  for  army  and  navy,  and 
aircraft  devices;  searchlights  of  novel  design  and  great 
power;  improved  methods  in  manufacture  of  ammunition  and 
ordnance;  electro-chemical  work  of  every  description;  elec- 
tric welding;  X-ray  sets  of  greater  simplicity  and  accuracy 
and  many  other  lines  too  numerous  even  to  mention. 

The  great  industrial  research  laboratories,  the  educa- 
tional and  governmental  research  departments  have  all  co- 
operated enthusiastically  and  efYectively,  and  the  members 
of  their  staf?s  have  lal:)ored  day  and  night,  without  regard 
to  pecuniary  reward  or  pul)lic  applause,  sustained  entirely 
l)y  the  high  purpose  of  giving  their  best  to  the  service  of  the 
country.  I  hope  the  time  may- come  when  the  story  may  be 
told,  so  that  the  world  may  realize  the  debt  which  it  owes 
to  scientific  men  and  engineers,  without  whose  arduous,  un- 
selfish and  almost  inspired  work,  our  cause,  righteous  as  it 
is,  would  have  no  chance  of  a  victorious  conclusion. 

In  my  address  at  the  opening  of  the  mid-winter  con- 
vention of  the  Institute,  in  February,  1918,  I  called  attention 
to  the  advantages  which  it  seemed  to  me  would  follow  a 
more  general  electrification  of  the  steam  railroads  of  the 
country.  I  merely  repeat  at  the  present  time  that  electric 
locomotives  have  been  so  improved  and  simplified  that  they 
are  competent  to  haul  the  heaviest  train  that  can  be  held  to- 
gether with  the  present  train  construction;  to  operate  at  the 
highest  speed  permissible  by  the  alignment  of  the  road  and 
independent  of  its  grades;  and  that  the  electric  locomotives 
can  meet  in  the  most  efficient  and  adequate  manner  the  trans- 
portation problems  confronting  the  country,  and  of¥er  better 
results  than  are  now  obtained  or  seem  possible  with  steam 
locomotives. 

Electrification  Would  Help  the  Transportation  Situation 

There  can  be  no  question  that  railroad  electrification  is 
not  only  economical  but  imperatively  needed  to  improve  the 
present  standards  of  steam  operation.  Our  mountain  districts 
are  congested  almost  entirely  by  the  limitations  of  the  steam 
railroad  systems,  and  the  addition  of  more  tracks,  under 
such  conditions,  is  not  the  best  solution  of  the  problem.  The 
electrified  divisions  of  the  steam  roads  have  been  free  from 
troubles  during  the  past  severe  winter  and  I  repeat  that  the 
coal  famine  which  the  country  suffered  last  winter  could  have 
been  largely  avoided  if  the  steam  railroads  had  been  electri- 
fied. Moreover,  it  should  not  be  forgotten  that  steam  loco- 
motives burn  about  25  per  cent  of  the  entire  coal  mined  in  the 
United  States  and  that  12  per  cent,  of  the  entire  ton  mileage 
movement  of  freight  and  passengers  carried  over  our  rail- 
road tracks  is  represented  in  cars  and  tenders  recpiired  to 
haul  coal  to  supply  steam  for  the  locomotives. 

It  is  a  truism,  which  has  been  fre(|uenlly  stated,  tiiat 
war  requires  the  mobilization  of  the  nation's  industries  and 
their  devotion  to  essential  work.  This  is  especially  true  in 
this  country,  as  it  has  been  necessary  in  addition  to  create 
substantially  new  industries  on  an  enormous  scale,  such  as 
the   production   of  ships,   ordnance,   ammunition,  airplanes, 
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ihiiuu  vU  l\<  I'lui.iu  ilu'si'  iiuhisirils,  it  has  lunii  noiHs- 
sary  to  mobilize  to  tlu-  fullest  cxtciu  our  axailaKK-  matiiial 
ami  labor,  but  maiorial  ami  lal>t)r  can  only  be  convcrliil  iiil<i 
war  work  by  the  application  of  power.  This  power,  in  \iew 
oi  its  Kfi'i't  economy  an<l  tiexihilit) .  must  be  eleclrioal. 

While  this  country  was  foriunaie  in  liaviuL;  availabU-  a 
maKitilicent  system  of  power  stations,  so  j>'real  was  the  niai^ni- 
tuile  of  the  »lemand  for  increased  power,  created  li\  llic  war 
industries,  that  it  is  estimated  that  there  will  he  a  shortai;e 
of  at  least  ,'>00.l)00  kw.  of  electric  power  in  the  I'.astern  dis- 
trict. 

It  takes  from  one  to  two  years  to  luiihl  and  eciiiip  the 
larjje  units  which  are  essential  for  the  production  ol  such 
power.  This  illustrates  the  importance  of  all  of  the  inelhods 
which  1  have  mentioned  to  conserve,  utilize  and  increase  the 
etViciency  of  existing  ecpiipiuent  and  investment.  as  such 
methods  can  produce  results  in  a  much  shorter  time. 

It  is.  however,  vitally  important  that  the  great  electrical 
power  producing  companies  of  this  country  should  be  helped 
in  every  way  to  meet  the  heavy  demand  which  is  placed  upon 
them.  It  has  been  demonstrated  that  the  quickest,  most  effi- 
cient, and  altogether  best  way  to  meet  the  demand  for  power 
is  through  the  expansion  of  such  existing  organizations  and 
installations. 

Fortunately,  there  is  general  ai)p''eciation  of  the  fact 
and  comprehensive  schemes  are  under  consideration  which 
will  provide  for  the  erection  of  large  steani  electric  power 
stations  in  the  mining  regions.  Favorable  locations  exist 
which  are  within  reach  by  transmission  lines  of  electric  power 
stations  now  serving  large  industrial  areas.  By  intercon- 
nection, present  investment  and  machinery  will  be  better  uti- 
lized and  a  large  amount  of  additional  electric  power  made 
available,  without  making  any  increased  demand  upon  our 
congested  railroad  facilities. 

It  is  evident,  therefore,  that  we  need  to  consider  and  put 
into  effect,  every  practical  method  for  conserving  our  exist- 
ing developments,  and  also,  we  should  take  a  courageous 
view  of  the  future;  we  should  provide,  for  the  future  growth 
at  least  as  liberally  as  has  been  the  custom  of  the  managers 
of  the  great  public  service  systems  in  the  past.    It  has  been 


their  custom  to  build  from  two  to  three  years  in  advance  of 
c\istin,g  rc(|itirements,  in  anticii)ation  of  the  future.  I  have 
>'ct  to  learti  of  a  single  important  instance  where  such  fore- 
sight has  not  been  amjdy  justified. 

1  would  say  in  conclusion  that  the  saving  in  fuel,  bj' 
such  improvements  as  1  have  mentioned  in  various  parts  of 
uiy  address,  amounts  to  many  millions  of  tons  every  year; 
the  saving  in  material  and  investment  represents  millions  of 
dollars,  which  manifestly  represent  service  of  the  highest 
valm'  to  the  industry  and  to  the  country.  Such  work  is  just 
as  much  the  province  of  the  electrical  engineer  as  improve- 
ments in  the  design  and  efficiency  of  the  electrical  units,  and 
requires  the  same  scientific  ability,  vision  and  industry. 

\Vhile  I  admit  to  considerable  prejudice  in  favor  of  things 
electrical,  I  think  that  in  no  other  field  of  engineering  has 
there  been  such  a  remarkable  improvement  and  a  condition 
which  so  nearly  approaches,  in  the  matter  of  efficiency,  to 
too  per  cent,  as  has  been  shown  in  the  field  of  electricity. 
This  phenomenal  record  is  not  the  result  of  accident.  It  has 
l)een  due  to  the  enthusiastic  devotion  of  the  scientist  and  en- 
gineer and  executives  to  their  work.  They  have  not  been 
satisfied  with  things  as  they  are,  or  with  mediocrity.  They 
have  wanted  the  best;  have  not  been  contented  with  a  75  per 
cent,  to  80  per  cent,  efficiency  when  something  better  was 
obtainable.  The  causes  of  inefficiency  have  been  scientifically 
attacked;  the  loses  have  been  studied  and  their  causes  dis- 
covered and  removed. 


Handsome  Montreal  Showrooms. 

The  cut  herewith  shows  the  interior  of  the  new  sales 
and  show  room  of  the  Montreal  Light,  Heat  &  Power  Con- 
solidated, at  the  corner  of  Mountain  and  St.  Catherine 
Street,  Montreal.  The  lower  floor  is  utilized  .for  the  display 
of  various  electrical  and  gas  fixtures  and  appliances,  and  as 
the  cut  indicates  these  are  effectively  arranged.  The  whole 
interior  is  very  attractive.  At  the  rear  are  the  cashier's 
desks,  and  next  to  these  is  the  rest  room,  furnished  with 
Persian  rugs  and  easy  chairs.  The  windows  are  also  utilized 
for  the  showing  of  appliances.  A  large  electric  sign  is  erect- 
ed over  the  entrance  on  St.  Catherine  Street. 


Interior  of  new  show  and  sales  room  of  Montreal  L.  H.  &  P.  Co. 
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Engineers   and   the  European  War 


-By  Major  General  William  M.  Black*- 


It  is  an  honor  to  be  privileged  to  address  you  on  a  sub- 
ject of  such  importance  to  our  country,  the  duty  of  the 
iMioineers  in  war.  Although  the  part  played  by  Engineers  ni 
this  war  is  great  and  the  responsibilities  of  the  profession 
are  correspondingly  large,  this  war,  like  all  wars  in  the  past, 
is  and  must  be  a  war  carried  on  in  accordance  with  the  prin- 
ciples of  the  art  of  war,  which  are  unchanging  and  which 
have  been  recognized  and  taught  ever  since  organized  armies 
were  first  created. 

Do  you  realize  that  almost  the  only  absolutely  modern 
method  of  warfare  now  in  use  is  the  warfare  of  the  air?  The 
invention  of  submarines  was  made  during  the  American 
Revolution,  and  submarines  were  used  successfully,  though 
to  a  limited  extent,  in  our  own  Civil  War.  Gas  and  flame 
fighting  are  of  ancient  origin.  Trench  fighting  is  hardly 
better  known  to-day  than  it  was  to  the  veterans  of  Grant 
and  Lee,  of  Sherman  and  Jrdinson. 

Engineer  Must  Add  to  His  Peace  Equipment. 
The  advances  in  human  knowledge  have  caused  corres- 
ponding improvements  to  be  possible  in  the  weapons  of  war- 
fare   Increased  knowledge  of  chemistry  has  produced  more 
powerful  explosives    and    improved  methods  in  metallurgy 
have  enabled  these  explosives  to  be  utilized,  by  making  pos- 
sible heavier  and  more  powerful  guns.  Improvements  in  the 
means  of  transportation  have  enabled  larger  bodies  to  be 
moved  more  quickly  and  more  readily  and  to  be  subsisted  and 
supplied  with  greater  certainty.  The  telegraph,  the  telephone 
and  the  wireless  have  al?orded  a  means  of  prompt  commun- 
ication and  have  enabled  larger  bodies  of  men  to  be  given  co- 
ordinated action.   With  such  changes,  battles  are  fought  on 
the  same  principles  and  won  or  lost  from  the  same  causes 
as  in  the  time  of  Alexander  the  Great.   This  war  has  been 
called  a  people's  war   and  so  it  is  in  the  sense  that  due  to 
modern  facilities  the  entire  resources  of  the  people  can  be 
utilized  to-day  as  they  could  not  have  been  utilized  in  the 
days  of  old.  It  has  also  been  called  an  Engineer's  war  be- 
cause in  the  quickness  of  movement  and  in  the  works  neces- 
sitated by  these  modern  inventions  the  services  of  Engineers 
become  more  conspicuous  and  perhaps  more  necessary  than 
in  the  past.   But  engineering  in  warfare  has  always  been  es- 
sential and  it  is  _even  doubtful  whether  the  science  of  en- 
gineering does  not  owe  its  birth  to  the  works  of  war.  An 
Kngincer  myself,  I  would  be  the  last  to  belittle  the  work 
of  our  profession.    It  is  a  matter  of  pride  that  the  men  of 
our  profession,  due  to  the  nature  of  their  employment  in 
time  of  peace,  are,  of  all  the  civil  professions,  most  prepar- 
ed to  serve  the  cnintry  in  war,  but  to  >erve  the  country  ade- 
quately in  war,  the  Engineer  must  add  to  his  peace  equip- 
ment for  professional  work.    The  profession  of  arms  is  a 
profession  in  itself  and  it  is  the  profession  which  deals  with 
the  very  greatest  in  magnitude  of  all  the  endeavors  of  men. 
The  effective  use  of  an  army  which  is  properly  constituted 
exemplifies  the  best  that  nun  can  do  in  organization,  in  dis- 
cipline and  in  the  devolion  to  duty  which  causes  a  man  to 
regard  his  own  life  as  a  thing  of  small  moment  toward  the 
attainment  of  the  end  sought. 

Deluge  of  Suggestions. 
There  .would  be  a  great  amount  of  effort  saved  if  our 
lieople  recognized  more  clearly  the  existence  of  the  teclmi- 
calities  of  the  profession  of  arms.  The  government  is  simply 
deluged  with  suggestions  and  so-called  inventions  for  the 
♦  Chief  EnEineer.  U.  S.  Army,  before  A.  I.  I?.  K.  Convention. 


winning  of  the  war.  The  records  show  that  about  98  per 
cent  of  all  of  these  are  without  military  value  and  that  time 
and  labor  have  been  thrown  away  by  men  eager  to  help,  but 
entirely  ignorant  of  the  history  and  conditions  of  warfare. 

An  example  with  which  some*  of  you  are  familiar  is  the 
electrical  gun.    For  years  the  possibility  of  such  a  weapon 
has  been  a  fascinating  line  of  study    to    electricians.  The 
principle  of  the  solenoid  is  the  germ.    If  a  series  of  solenoid 
coils  were  to  be  energized  and  de-energized  in  succession 
sufficiently  and  rapidly,  such  a  series  around  a  tube  can  be 
made  to  impart  a  movement  of  translation  and  rotation  to 
a  projectile.    But  practical  results  are  to-day  impossible.  A 
six-inch  service  rifle  having  a  length  of  20  feet,  fires  a  pro- 
jectile weighing  110  lbs.  with  a  muzzle  velocity  of  2,600  ft. 
per  sec,  or  in  other  words,  the  projectile  leaves  the  muzzle 
with  a  kinetic  energy  of  translation  of  115, .500  ft-lb.  This 
energy  has  been  stored  in  the  projectile  during  its  travel 
through  the  bore  of  the  rifle,  or  say  m   l/(i5th  of  a  second. 
The  average  power  expended  has  therefore  been  at  the  rate 
of  7,607,500  ft-Ib.  per  second  or  aliout  14,000  h.p.  or  10,500 
kilowatts.     These     figures    are  simply  approximations  and 
neglect  entirely  the  power  required  for  imparting  velocity 
of°rotation  and  for  overcoming  the  friction  in  the  bore.  You 
can  easily  estimate  the  weight  and  dimension  of  the  gener- 
ating equipment  which  would  be  required  for  even  a  moder- 
ately powerful  gun  were  all  the  mechanical  and  electrical 
problems  of-  its  manufacture  solved,  and  making  due  allow- 
ance for  the  short-load  periods.   You  can  understand  the  im- 
practicability of  transporting  the  electrical  plants  required 
for  any  number  of  such  guns,  and  the  impossibility  of  distri- 
buting this  power  over  shell-swept  ground  to  guns  whose 
position  must  be  constantly  shifted,  and  which  must  be  put 
in  action  on  a  few  seconds'  notice.    I   think  that  you  will 
agree  that  until  new  discoveries  give  a  much  improved  meth- 
od of  storing  or  generating  electricity,  smokeless  powder  will 
continue  to  be  the  most  compact    and    convenient  form  ol 
stored  energy  for  guns. 

And  yet  there  has  been  a  good  deal  of  time  and  money 
wasted  in  trying  to  perfect  such  a  gun  by  men  whose  patriot- 
ism is  undoubted,  and  whose  ignorance,  also,  is  undoubted. 
In  other  words,  if  a  man  has  an  invention  or  an  idea  of  an 
invention,  by  all  means  let  him  work  on  it.  but  before  he 
goes  to  Washington  and  takes  up  the  time  of  men  busy  try- 
Tng  to  devise  means  to  beat  the  Boches,  let  him  make  sure 
that  he  knows  the  conditions  of  war  and  what  he  is  trying 
to  do  to  meet  those  conditions,  and  then  if  he  is  sure  of  the 
means,  let  him  present  his  ideas  and  invent  ions  to  the  proper 
authorities. 

We  want  all  we  can  get  and  want  the  best  we  can  get. 
We  want  the  inventive  power  of  our  coutry  il  it  can  be  exer- 
cised to  do  good . 

Inventors'  Home  Proposed. 

There  was  a  proposition  made  seriously  at  Washington 
recently  that  the  Lhiited  States  should  provide  a  fund,  of  I 
do  not  know  how  many  million  didlars.  and  make  a  Home 
for  Inventors,  where  any  one  who  thought  he  had  an  in- 
vention would  be  able  to  go,  and  work  it  out  at  the  public 
expense;  and  recently,  although  we  had  a  committee  of  ex- 
perts there  to  pass  upon  t'hesc  inventions,  the  results  were  so 
utterly  unsatisfactory  to  the  inventors  that  they  came  in  a 
perfect  horde  upon  the  secretary  of  the  navy  and  the  secre- 
tary of  war,  so  much  so  that  they  had  to  make  a  brand  new 
committee  of  three  men,  who  could  be  much  better  occupied 
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tu  i^o  iiliiail  aiul  ik>  >;imi.'  lliiiij;:  ;>iul  i  aiu  huIn  waltiiit; 

i»>r  the  next  «lrivc  of  iiivi'iilors  to  show  ili.u  tlii>  >.i>iuniil tic 
will  not  suit  thciu  i>tu'  particle  hotter  lliaii  ihc  ulil  oiic  did. 

In  acKlitioii.  witlioiit  doiil)t,  there  are  m;m.\  men  in  niir 
country  of  the  highest  patrii>tisni  who  are  sorc-liearled  he 
caiisf  they  arc  Hot  H'vcn  soiiiethiiiy  in  do  directly  toward  the 
winning  of  the  war.  They  ih>  not  mulcrstand.  that  some  coii- 
ilition  peculiar  to  themselves,  possiids  auc,  possihly  physical 
coutlition,  possihly  uiere  ignorance  of  war  and  its  conditions, 
compel  it  that  the  hit  that  the>-  nin-it  do  for  their  country 
at  this  time  is  to  continue  in  tiuir  work  in  civil  life  and  do 
tiicir  part  in  keeping  up  the  normal  life  (d'  the  country — in 
itself  a  service  of  importance. 

The  part  which  engineers  are  now  pla_\iri,L;  in  the  war 
is  a  very  great  luie.  The  records  of  the  American  Inslilnte 
nf  Klectrical  ICnginccrs  show  that  inii  of  a  total  menihership 
of  y44:t.  there  are  1)73  in  the  service,  m-  per  cent  of  its 

ri>ster.  The  American  Society  of  C'i\il  l-".iigiiicers  with  8,75:! 
active  niemhers,  has  14 1-3  per  cent  in  the  service.  The 
.\merican  Institute  of  Mining  Engineers  tO.4  per  cent,  and 
the  American  Society  of  Mechanical  luigineers  10.1  ])er  cent. 
Hut  these  records  are  not  complete.  At  the  outbreak  of  the 
present  war  there  were  in  the  Engineers  Corps  of  the  Regu- 
lar .Army  aho.ut  .'iOO  officers  and  approximately  .'i,500  enlisted 
men.  .\l  the  i>resent  time  there  are  about  8,000  commissioned 
officers  and  200,000  enlisted  men  men,  made  up  of  men 
formerly  engaged  in  works  of  an  engineering  character.  It 
is  |)rohal)le  that  this  docs  not  represent  much  more  than  one- 
luilf  of  the  number  of  the  profession  now  serving  in  the 
army. 

Engineer  Works  in  the  Van  and  the  Rear. 

Let  us  consider  the  nature  of  the  work  of  the  Engineer, 
passing  from  front  to  rear  of  the  army. 

First  in  importance  is  the  work  of  the  sappers.  They  go 
before  and  remove  obstacles,  clearing  away  obstructions, 
building  bridges  and  roads,  making  the  trench  systems  com- 
plete, mining,  providing  light,  water,  lines  for  supply  (light 
railways  or  roads)  and  military  mapping.  In  this  category 
enter  practically  all  of  the  branches  of  the  profession.  Furth- 
er to  the  rear  are  found  the  construction  and  operation  of 
railways;  road  and  bridge  construction;  the  construction  of 
veritable  towns  for  supply  depots,  with  all  their  accessories, 
drainage,  sewerage,  lighting  and  water  supply;  construction 
of  quarters  and  of  hospitals;  and  furthest  to  the  rear,  the 
construction  of  the  ports  of  debarkation  with  their  wharves, 
storehouses,  railway  lines,  yards  and  shops,  all  with  their 
sanitary  systems.  Separate  from  these  activities,  but  neces- 
sary for  their  supply,  are  the  Forestry  troops  who  turn  the 
growing  timber  into  lumber  of  the  dimensions  required  for 
the  various  services.  Locomotive  and  car  shop  troops  arc 
performing  essential  services.  Topographic  Corps,  Sound 
Ranging  Corps  and  Camouflage  Corps  are  also  among  the 
varied  activities  of  the  engineers. 

What  preparation  is  required  for  the  fulfillment  of  these 
varied  duties?  For  the  actual  technical  work  of  construction 
or  installation  the  civil  training  of  the  engineer  should  prove 
sufficient  when  the  plans  which  embody  the  military  features 
have  been  prepared,  or  when  the  military  technique  has  been 
learned  and  assimilated.  A  fundamental  of  this  military  tech- 
nique is  that  the  time  element  is  to  be  considered  rather  than 
money  cost  and  that  the  work  must  be  done  with  whatever 
materials  are  available.  This  requires  clearness  of  concep- 
tion of  the  results  required,  resourcefulness  and  organization 
— factors  also  required  for  civil  work. 

As  stated  earlier,  due  to  the  very  small  numbers  of  the 
personnel  of  the  corps  of  engineers  of  the  regular  army,  re- 
liance had  to  be  placed  in  the  members  of  the  profession  in 
civil  life.    Confidence  in  their  devotion  to  country  and  in 


I  heir  ability  has  not  been  mis])laecd.  The  results  already  ac- 
complished ])ro\'e  this  fully.  Could  more  have  been  done? 
I 'luh  inht edly ,  had  the  prcd'ession  l>een  better  prepared  for  the 
call. 

Sound  General  Education  Requisite  to  an  Engineer. 

W  ill  you  pcnuit  me  to  say  a  few  words  concerning  the 
general  training  id'  our  engineers,  based  on  a  professional 
experience  of  more  than  forty  years  ?  The  conviction  has 
been  forced  upon  me  that  in  educational  matters,  as  in  many 
other  afifairs  of  life,  we  Americans  are  inclined  to  go  too 
fast.  The  l)asis  for  any  professional  career  where  the  high- 
est is  to  be  attained  must  be  a  sound  general  education.  Does 
anyone  of  you  regret  the  lessons  gained  in  your  own  experi- 
ence ?  Is  not  the  experience  of  humanity  as  shown  in  pro- 
perly written  history  of  almost  equal  value  ?  Would  Russia 
now  be  in  the  sad  condition  existing  had  her  people  known 
that  the  experiments  she  is  trying  have  always  resulted  dis- 
astrously ?  Yet  is  history  thus  considered  in  an  ordinarj' 
technical  course?  Again,  do  you  not  find  a  knowledge  of 
the  general  principles  of  law  and  of  the  special  rules  of  the 
laws  of  contracts  of  value  ?  Are  these  considered  essentials? 
What  is  the  handicap  of  an  engineer  who  is  unable  to  ex- 
press his  ideas  clearly  in  spoken  and  written  English?  Is  this 
taught  thoroughly  in  our  technical  courses? 

It  goes  without  saying,  that  the  study  of  pure  and  ap- 
plied mathematics  is  found  in  all  technical  courses.  But.  are 
these  subjects  well  grasped  before  their  application  in  spe- 
cial technical  courses  is  studied?  Is  any  faculty  of  an 
Engineer  of  greater  value  than  the  ability  to  form  a  mental 
picture  of  his  problems  and  of  their  solution?  Yet  is  that  studj' 
which  assists  most  in  this  faculty — descriptive  geometry — 
properly  apprehended?  Is  there  any  branch  of  the  profession 
which  in  its  application  is  not  based  on  a  knowledge  of  top- 
ographical work,  on  a  knowledge  of  construction  materials 
and  of  how  these  should  be  used?  Is  the  study  of  these 
branches  of  civil  engineering  insisted  upon  sufficiently  in  the 
mechanical  and  electrical  courses?  In  effect  would  not  our 
professional  men  be  better  equipped  for  their  civil  work  were 
they  not  in  too  great  a  hurry  in  their  youth  to  enter  directly 
into  life's  combat?  Does  not  this  war  teach  that  without  a 
long  and  elaborate  preparation  down  to  the  last  details,  an 
attempted  "drive"  must  fail? 

These  remarks  apply  to  all  engineers,  both  military  and 
civil.  In  the  rush  of  war  men  cannot  always  be  hand-picked 
for  special  jobs  and  frequently  it  becomes  necessary  for  an 
available  man  to  be  used  for  the  work  immediately  neces- 
sary, irrespective  of  his  previous  training.  In  this  supreme 
test  of  humanity  the  best  man  is  he  who  is  prepared  to  meet 
any  emergency — perhaps  not  in  the  most  finished  way — but 
to  meet  it. 

There  are  things  that  the  engineers  in  this  country  can 
do.  If  they  do  know  enough  to  give  us  some  ideas  for  help- 
ing along  in  the  killing  of  Bodies,  for  God's  sake  let  us  have 
them.  If  they  do  not,  what  they  can  do  is  to  help  the  sup- 
ply of  men  for  the  winning  of  the  war.  We  are  now  short  of 
officers  of  engineers,  very  short,  and  we  are  going  to  be  very 
much  shorter.  We  must  have  educated  engineers  for  this 
work,  and  we  must  not  only  have  the  men  for  the  line  of  work 
of  the  army,  but  we  must  have  mechanicians  and  artisans  and 
laborers  for  the  special  work. 

All  of  you  men  have  spheres  of  influence — do  your  best  in 
them,  and  if  you  can  be  used  otherwise,  and  the  problem 
comes  up  in  which  we  need  you,  you  may  be  sure  you  will 
be  called  upon.  There  is  is  problem  now.  the  supply  of  men, 
in  which  you  can  help,  either  by  your  own  personal  sacri- 
fice, in  going  out,  or  by  influencing  others. 

Now  as  to  soldier  work.  The  movements  of  tlrill  and 
the  construction  methods  iieculiarly  milit;irv  are  easily  learn- 
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I'd.  Tlu-  knovvk'dsc  of  the  art  uf  war  vvliicli  will  enal.lc  tlicso 
1(1  hf  applied  promptly  and  properly  is  more  ditficull  .  But 
most  difficult  to  acquire  is  the  peculiar  mental  discipline  which 
makes  the  soldier.  The  Army  is  a  huge  machine  which 
must  work  co-ordinately  in  all  of  its  parts.  That  competi- 
li(,n,  which  in  civil  life  causes  one  body  to  advance  further 
:uid  faster  than  another,  is  out  of  place  in  an  army.  All  must 
work  together  and  for  one  common  end.  Each  man  must  so 
subordinate  his  will  and  desire  to  the  common  good  as  to 
work  willingly  and  earnestly  in  the  sphere  allotted  to  him. 
This  does  not  mean  that  all  initiative  is  to  be  suppressed. 
On  the  contrary  each  man  must  use  his  initiative  to  the  ut- 
most, but  in  his  own  allotted  sphere  of  action.  Each  must 
learn  to  ol:>ey  and  obey  from  the  heart.  Through  such  obe- 
dience comes  the  knowledge  of  how  to  command  when  com- 
mand becomes  a  duty.  All  of  this  is  hard  to  learn.  But  each 
man  who  is  called  upon  to  help  in  this  war  must  learn  it,  if 
lu-  would  help  ef¥ectively. 

By  all  means  let  us  have  military  training  in  our 
schools,  but  let  it  be  true  military  training  and  not  tin  soldier 
work. 

There  is  another  line  of  technical  military  knowledge 
which  must  also  be  studied  hard.  The  machinery  for  the  or- 
ganization, training,  supply  and  leadership  of  troops;  the  me- 
thods of  obtaining,  accounting  for  and  issuing  supplies;  of 
keeping  returns  of  the  men;  and  the  channels  of  command 
must  be  studied.  To  civilians  in  general  this  is  wholly  un- 
known, but  if  a  man  is  to  be  of  service  in  the  army,  it  must 
he  learned  until  its  use  becomes  automatic. 

Sound  Ranging 

1  wish  I  could  go  into  greater  detail  as  to  the  work  of 
these  sound  ranging  corps,  because  it  comprises  some  new 
electrical  work  of  the  highest  character,  and  the  apparatus 
for  it  has  been  perfected  in  this  country.  We  took  the  best 
devised  at  the  beginning  of  the  war,  and  our  physicists  went 
to  work  and  have  made  marked  improvements.  Perhaps  you 
do  not  know  what  sound  ranging  is.  The  artillery  is  sta- 
tioned in  the  rear  of  the  line.  There  is  almost  no  direct  artil- 
lery fire  any  longer— that  is,  as  a  rule,  the  gun  is  fired  from 
a  point  where  the  target  cannot  be  seen  at  all.  The  first 
thing  to  be  destroyed,  invariably,  is  the  enemy's  artillery, 
then  the  trenches  are  attacked.  The  obstructions  of  wire  are 
torn  to  pieces,  the  trenches  themselves  are  practically  level- 
ed, and  after  that  is  done,  in  the  assault,  there  is  what  is 
termed  the  barrage  fire.  .That,  I  suppose  you  know,  means 
a  fixed  or  slowly  moving  curtain  of  shells  dropped  on  a  cer- 
tain given  line  and  through  which  passage  is  almost  imprac- 
ticable . 

On  both  sides  the  artillery  is  carefully  camouflaged  so 
it  cannot  be  seen  from  aeroplanes.  To  show  what  care  is 
taken,  even  the  tracks  that  are  made  in  taking  the  guns  to 
the  front  are  wiped  out,  the  guns  themselves  arc  covered,  so 
that  neither  from  an  observation  balloon  nor  an  airplane 
from  the  enemy's  line  can  the  position  of  the  gun  be  seen, 
;ind  in  order  that  the  flashes  of  the  gun  cannot  be  located, 
there  are  dummy  guns  placed  at  intervals,  and  flashes  from 
these  guns  made  by  electricity,  so  that  the  position  of  the 
real  guns  cannot  be  known. 

In  order  to  determine  the  position  of  the  real  guns,  there 
are  delicate  instruments  which  have  been  devised,  which 
are  placed  at  intervals  along  the  line.  These  instruments 
are  for  the  purpose  of  registering  the  sound  of  the  gun. 
There  is,  first  of  all,  the  sound  of  the  gun  in  firing.  That  is 
preceded  frequently,  if  the  range  be  great,  by  the  sound 
of  the  shell  passing  through  the  air,  and  sometimes  by  the 
bursting  of  the  shell  itself,  before  the  sound  of  the  gun 
comes.  These  arc  all  recorded,  and  the'  velocity  and  the 
direction  of  the  sound  is  known.  By  having  these  instruments 
at  different  points  on  the  line,  the  position  of  any  one  gun 


can  be  •■sp(,tled,"  and  "-spottc.l"  so  closely  that  our  own 
artillery  fire  can  be  directed  and  the  gun  blotted  out.  lhat 
is  one  of  the  improvements  of  modern  warfare  rendered  pos- 
sible l>y  the  advance  in  general  human  knowled.ge,  particu- 
larly in  electrical  knowledge,  and  these  instruments  are  very 
exact. 

This  service  of  the  rear  is  of  great  importance  and  magni- 
tude. Picture  to  yourselves  what  is  required  to  transport, 
house,  supply  and  maintain  a  million  men  three  thousand 
miles  from  home,  producing  nothing  and  in  their  work  ex- 
pending enormous  amounts  of  materials. 

Establishing  and  Maintaining  the  Army. 
Taking  the  question  of  storage  alone,  the  provision  of 
space  required  for  an  army  of  $1,000,000  for  ninety  days  a,g- 
gregates  20,000,000  square  feet  of  floor  space  of  covered  stor- 
age''apd  double  that  amount  of  uncovered  storage  space, 
with  the  necessary  railway  tracks  for  receipt  and  shipment 
and  for  classification  yards,  aggregating  about  G50  miles.  Add 
to  this  an  equal  mileage  of  highways,  adequate  provision  for 
water  supply,  sewerage  and  electric  lighting  and  power  and 
you  can  realize  the  work  involved  in  this  one  item.  Add  to 
this  the  constructions  which  have  been  built  at  the  ports  of 
debarkation  (at  one  of  whch  375,000  square  feet  of  wharf 
space  had  to  be  provided),  the  hospitals,  barracks,  shops, 
and  the  lighting,  water  and  sewerage  systems  required,  and 
some  conception  of  the  actual  new  construction  work  done, 
can  be  formed. 

It  is  estimated  that  the  supply  of  the  army  requires  the 
transportation  to  the  front  of  25  lb.  per  man  per  day.  This 
makes  heavy  demands  on  the  French  railway  systems,  good 
as  they  are.  These  have  had  to  be  supplemented  in  all  but 
the  main  line  trackage,  and  a  large  amount  of  motive  power 
and  of  rolling  stock  has  had  to  be  supplied  and  operated. 

Among  the  special  services,  the  work  of  the  geologists 
must  be  mentioned,  and  in  the  line  of  improved  apparatus, 
it  may  be  stated  that  new  instruments  and  methods  for  air- 
plane photography  have  been  devised  and  introduced.  Other 
new  auxiliary  aids  for  fighting  have  been  worked  out,  some 
of  which  have  already  proved  their  value  on  the  battlefield. 

Yes,  the  engineers  are  doing  their  work  well.  Be  it  in 
constructions  in  the  rear,  or  under  fire,  be  it  in  the  transpor- 
tation of  ammunition  to  the  firing  line,  the  construction  of 
strong  points  and  obstacles,  the  construction  and  destruction 
of  bridges  in  the  face  of  an  enemy,  or  as  in  recent  instances, 
under  the  feet  of  the  enemy,  or  be  it  with  their  rifles  in  beat- 
ing back  an  attack,  they  are  doing  and  dying.  All  glory  to 
our  comrades  in  arms  in  France!  There  is  not  a  red-blooded 
.\merican  who  does  not  envy  them. 


Electrical  Trade  After  the  War 

Recently  the  British  Board  of  Trade  appointed  a  De- 
partmental Committee  on  Electrical  Trades  to  consider  the 
position  of  the  British  electrical  trades  after  the  war,  with 
special  relation  to  international  competition,  and  to  report 
what  measures  are  necessary  or  desirable  in  order  to  sale- 
guard  that  i)osition.  The  report  of  this  committee  has  just 
been  made  public.  The  report  points  out  that  the  value  to 
Great  Britain  of  the  electrical  manufacturing  trade  already 
amounts  to  22]/^  millions,  sterling,  a  year,  but  that  this  figure 
only  represents  a  fraction  of  the  trade  that  can  be  obtained 
if  the  blunders  of  the  past  are  rectified.  The  war  has  demon- 
strated that  the  safety  of  the  Empire  is  dependent  on  the  em- 
ployment of  electricity.  The  prosperity  of  the  industries 
depends  largely  on  cheap  energy  for  driving  machinery. 
The  applications  of  electricity  to  agricultural  purposes  is  also 
commanding  attention.  The  scientific  replanning  of  the  dis- 
tribution of  energy  would  efTect  a  saving  of  50,000,000  tons 
of  coal  per  year,  which  would  at  tlie  same  time  reduce  the 
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ri>sl  ol  power  for  inaiuilacturin;^',     lit>liiim;   of  stucts  anil 
homes,  propulsion  of  railway,   trainwa>    ami   road  \rhiiKs. 
Tlu-  report  is  sunnuari/i  il     in    tlx-   lUllMwiui^  riH'umnu  iiila 
1 1.  Ill  -  : 

\  tlu>roii,y;l>  n-foriu  of  llic  lo.iiislat ion  ami  r.Muliiuuis  un- 
ilor  which  the  .noiu-ration  and  divli  ilniiiiMi  .il  rU  clrii  ity 
are  i)rt>nioteil  ami  aihninistiTi'il  m  iln^  iiuniir\-  whicli 
will  involve  niodilications  in  ilir  ii  irxanl  Ads  and  Kc,i>u- 
lations:  and  a  like  reform  m  ilu'  U-islation  and  condi- 
tit<ns  affecting  tin.'  pn>motion,  ^•(Ml--lrm.•til)Il.  and  (iprralion 
of  tramways  and  li.i^ht  raii\\a>s. 

CJ) — The  prohihition  of  import  of  I'tu'iny  .snoods  for  a  period 
of  three  j'ears  after  the  conclusion  of  peace,  subject  to 
importation  under  license  in  special  circumstances  after 
the  expiration  of  tiie  first  twelve  months. 

Ct)  The  imposition  of  imiiorl  duties  sufficiently  hi.gh  to  pro- 
tect effectively  the  electrical  industrv. 

(4)  The  prevention  of  the  sale  in  the  L'nitcd  Kin.L;dom  of 
any  imported  electrical  i^oods  at  prices  lower  than  those 
current  in  the  country  of  origin. 

(."i")  The  recognition  of  the  advantage  of  combination  among 
manufactures  and  official  co-operation  with  such  action. 

If,)  The  prevention  of  any  concern  engaged  in  the  electrical 
or  allied  manufacturing  industries,  if  controlled  directly 
or  indirectly  by  enemy  cai)ital,  from  continuing  to  trade 
within  the  b'.mpire,  unless  it  be  specially  authorized  and 
its  constitution  made  public,  and  the  passing  of  legisla- 
tion requiring  that  not  more  than  35  per  centum  of  the 
capital  in  any  other  electrical  or  allied  undertaking  shall 
he  held  either  directly  or  indirectly  by  enemy  subscribers 
or  their  agents. 

(T)  The  treatment  as  enemy  products  of  all  goods  produced 
in  foreign  countries  hy  concerns  controlled  by  enemy 
capital  or  under  enemy  direction. 

(5)  The  exclusive  acceptance  of  British  tenders  by  State 
Departments,  public  bodies  and  companies  supplying 
electrical  energy  under  statutory  powers. 

(to  The  adoption  by  Government  departments  and  public 
authorities,  so  far  as  is  practicable,  of  standard  types  and 
patterns  of  plant  and  apparatus. 

(10)  The  prohibition  of  transport  discrimination  operating  to 
the  detriment  of  British  manufacturers,  and  the  provision 
of  improved  transport  and  cargo  handling  facilities. 

(11)  The  promotion  of  a  better  understanding  between  em- 
ployers and  employed  and  the  provision  of  better  hous- 
ing and  working  conditions. 

(12)  The  provision  of  extended  banking  facilities,  preferably 
by  the  establishment  of  industrial  banks,  to  enable  Bri- 
tish manufacturers  to  secure  and  finance  contracts  and 
engineering  enterprises. 

(13)  The  recognition  of  the  permanent  and  ever-increasing 
importance  to  the  Empire  of  the  natural  sources  of  pow- 
er for  the  generation  of  electricity  in  the  British  Domin- 
ions, and  the  introduction  of  safeguards  by  legislation  or 
otherwise  to  prevent  these  national  assets  from  passing 
into  alien  hands  or  under  alien  control. 


Electrical  Industrial  Trucks  and  Tractors 

There  is  no  longer  an  question  of  the  utility  of  electric 
storage  battery  industrial  trucks  and  tractors.  In  fact,  the 
success  of  these  small  members  of  the  electric  vehicle  family 
has  been  so  pronounced  that  it  is  now  a  manufacturing  rather 
than  a  sales  problem,— the  demand  being  greater  than  the  sup- 
ply, although  manufacturing  facilities  have  been  increased 
not  only  by  extension  to  plants,  but  by  several  new  manu- 
facturers entering  this  virtually  unlimited  field. 

Nor  is   this   development   of   a   temporary,  mushroom 
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-rnvvlb  associated  with  cfTorts  being  made  to  expedite  war 
measures,  although  the  necessities  of  war  have  emphasized 
the  value  of  these  modes  of  interior  and  exterior  transporta- 
liiin  as  encountered  in  industrial  establishments,  factories,  at 
railroad  and  steamship  freight  terminals,  warehouses,  etc. 
And  these  units  arc  playing  a  major  part  in  the  manufacture 
and  transportation  of  vital  munitions,  both  in  this  country 
and  allied  countries  abroad. 

Later,  when  we  can  speak  more  specifically  of  war  opera-  • 
tioiis,  the  intimate  story  of  what  electric  trucks  and  tractors 
have  cnntriliuted  to  our  success  will  make  very  instructing 
and  fascinating  reading.  In  the  meantime  it  is  sufficient  to 
know  that  they  are  discharging  very  important  assignments 
most  creditaldy. 

The  economic  advantages  of  the  electric  truck  and  tractor 
are  so  great  that  actual  results  ofttimes  seem  to  parallel  the 
fantastic  and  absurd  claims  of  some  "get-rich-quLck"  stock 
selling  schemes  calculated  to  separate  persons  from  perfectly 
good  coin  of  the  realm.  Therefore,  justifiable  claims  have 
been  considerably  modified  and  reduced  so  that  prospective 
users  would  not  suspect  that  they  were  being  asked  to  buy 
gilded  gold  bricks.  Even  when  such  large  "factors  of 
safety"  have  been  applied,  the  very  modest  claims  advanced 
sometimes  apepar  to  the  uninitiated  to  be  extravagant.  How- 
ever, results  in  practice  are  so  much  greater  than  what 
might  have  been  anticipated  that  such  users  promptly  be- 
come ef¥ective  exponents  of  such  means  of  transportation, 
their  enthusiasm  being  rapidly  transmitted  to  others  in  need 
of  such  transportation  service.  If  ever  the  phrase  "ad- 
vertised by  our  loving  friends"  applies,  it  is  in  order  with 
electric  industrial  trucks  and  tractors,  for  users  are  prov- 
ing to  be  the  most  valuable  sort  of  a  sales  organization,  even 
although  they  are   not  on  pay-rolls  of  the  manufacturers. 

A  story  is  told  how  a  railroad  in  the  West  arranged  for 
a  demonstration  of  electric  industrial  trucks  with  .six  se- 
parate manufacturers,  each  of  whom  placed  on  trial  for 
ninety  days,  without  charge,  one  unit.  At  the  end  of  ninety 
days  the  railroad  purchased  six  trucks  out  of  the  savings 
effected  during  the  free  trial  period.  This  comes  pretty  near 
being  "something  for  nothing."  It  is  needless  to  state  that 
such  free  trial  practice  has  been  discarded  just  as  same  has 
lieen  exterminated  in  other  liranches  of  the  automobile  in- 
dustry, where,  in  the  early  days  of  the  development,  such 
generosity  was  grossly  abused.  However,  this  example  il- 
lustrates effectively  the  economic  advantages  of  such  modern 
transportation. 

The  Crouse-Hinds  Co.  of  Canada  are  distributing  a  folder 
on  marine  condulets,  which  are  made  in  special  water-proof 
types  and  meet  every  marine  requirement — from  ordinary  el- 
bows to  junction  lioxes,  lamp  outlets  and  high  capacity  plugs 
and  receptacles.  The  same  company  have  issued  catalogue 
No.  1000  H,  describing  the  ZV  series  of  Saftey  First  Motor 
Switch  Condulets— "The  last  word  in  small  motor  switches": 
well  illustrated. 


Trade  Publication 

A  very  attractive  treatise  has  been  prepared  by  the  Bri- 
tish Aluminum  Co.,  Ltd.,  00  Front  St.  West,  Toronto,  and  is 
being  distributed  with  the  compliments  of  Mr.  E.  V.  Pannell. 
local  manager.  The  booklet  is  entitled  "From  the  Falls  to 
the  Factory — A  Treatise  on  Electric  Power  Transmission." 
It  is  divided  into  eight  sections,  dealing  respectively  with: 
Transmission  Line  Design:  Conductance  and  Tenacity  of  .\1- 
uminum;  Tension  and  Sag  Problems:  Spans  and  Supports; 
.\luminuni  Steel  Cables;  Construction  and  Costs;  Modern 
Transmission  Lines;  Tables  and  Data.  The  booklet  is  very 
well  illustrated  with  photographs  and  line  drawings,  and  con- 
tains a  quantity  of  very  timely  information  assembled  in  the 
smallest  possible  space. 
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strong  Toronto  Delegation  at  Annual  Conven- 
tion of  National  Electrical  Contractors  and 
Dealers— Discuss  Wider  Canadian  Or- 
ganization and  Affiliation  —  Mr. 
Goodwin  Coming  to  Toronto 

The  18th  annual  copvention  of  the  National  Association 
of  Electrical  Contractors  and  Dealers  took  place  at  the  Hol- 
lenden  Hotel,  Cleveland,  Wednesday,  July  17,  with  a  strong 
Toronto  delegation  in  attendance.  Messrs,  L.  O.  Horner, 
W.  F.  Dean,  of  the  Canadian  General  Electric  Company,  F. 
P.  Davis,  of  the  Northern  Electric  Company  and  F.  J.  Allen, 
of  the  Benjamin  Electric  Manufacturing  Company  of  Canada 
and  the  following  members  of  the  Toronto  Electrical  Con- 
tractors' Association:  Messrs.  J.  Everard  Myers,  treasurer; 
Harry  Hicks,  vice-president;  E.  C.  Clarke,  E.  A.  Drury  and 
Kenneth  A.  Mclntyre,  president. 

For  a  considerable  legth  of  time  the  Goodwin  plan  and 
the  re-organization  of  the  National  Association  have  at- 
tracted the  attention  of  the  electrical  fraternity.  The  To- 
ronto association  has  been  in  correspondence  with  the  British 
Columbia  Association  of  Electrical  Contractors  and  Dealers, 
having  in  mind  the  possible  Canadian  affiliation  with  the 
National  Association  of  the  United  States,  involving,  of 
course,  an  adaptation  of  the  Goodwin  plan  to  Canadian  con- 
ditions. 

With  the  primary  object  in  view  of  learning  more  of  the 
(ioodwin  plan  and  hearing  of  it  from  Mr.  Goodwin  himself, 
and  also  of  discussing  with  officials  of  the  National  As- 
sociation details  of  the  projected  Canadian  affiliation,  the 
above  mentioned  delegation  visited  Cleveland.  In  retrospect 
it  is  rather  difficult  to  give  an  accurate  report  of  the  pro- 
ceedings— there  was  so  much  of  interest  and  of  benefit  to  all, 
together  with  unbounded  enthusiasm. 

At  the  very  outset  of  things  -it  was  announced  that  Mr. 
VV.  G.  Rose,  president  of  the  Cleveland  Advertisers'  Club, 
was  on  hand  for  the  express  purpose  of  pumping  enthusiasm 
into  the  delegates.  This  purpose  was  accomplished  so  suc- 
cessfully that  its  effect  was  evident  throughout  the  entire 
proceedings. 

The  papers  read  at  this  convention  were  unicpie  in  their 
real  worth  and  in  the  valuable  information  made  available 
to  the  average  contractor-dealer.  These  papers  will  be  re- 
viewed in  later  issues.  Most  of  one  session  was  taken  up  by 
a  round-table  conference  on  labor-cost  data.  The  material 
for  this  was  largely  prepared  by  the  IClcctrical  Estimators' 
Association  of  Chicago.  ICslinuites  of  typical  classes  of  con- 
struction were  followed  through  from  l)eginning  to  end  and 
several  systems  of  checking  results  were  explained.  All  of  this 
data  is  to  be  issued  by  the  National  Association  in  data  sheet 
form  for  the  benefit  of  the  members  of  the  Association. 
This  information  was  prepared  at  a  great  deal  of  trouble  and 
expense  for  the  entire  electrical  contracting  industry  which 
is  thereby  greatly  indebted  to  the  people  who  made  it  avail- 
able. 


Thursday  morning  Mr.  James  R.  Strong,  of  New  York, 
gave  his  very  lucid  explanation  of  the  organization  plan  of 
the  National  Association.  Then  came  Mr.  Goodwin,  who 
unfortunately  had  sufTered  a  broken  ankle  as  the  result  of 
an  accident.  This  hampered  his  movements  somewhat  but 
did  not  detract  from  the  forcefulncss  of  his  explanation  of 
the  Goodwin  plan. 

Following  the   morning  session  the  delegates,  through 
the  kindness  of  the   Cleveland     Contractors'  Association, 
were  conveyed  to  Nela  Park,  where  they  were  entertained  at 
luncheon  by  the  Nela  Park  officials.    Nela  Park  is  a  delight- 
ful spot  and  every  consideration  seems  to  have  been  shown 
to  make  it  an  ideal  place  for  the  employees.  Following 
the  luncheon  the  afternoon  session  was  held  at  the  Grove 
at  Nela  Yark.  a  sylvan  setting  with  rustic  benches  and  plat- 
form.   At  this  session  the  electrical  contractors'  duties  to  the 
Nation  were  explained  by  Sullivan   D.  Jones,  Washington 
representative  of  the  Association.     Mr.  Jones  devotes  his 
entire  time  to  representing  the  contracting  industry  in  Wash- 
ington and,  consequently,  is  in  very  close  touch  with  such 
affairs.    Mr.  Dwight  D.  Miller,  of  the  Society  for  Electrical 
Development,  gave  a  very  complete  paper  on  the  Application 
of  Electricity  as  Applied  to  Industrial  Plants.    Toward  the 
end  of  Mr.  Miller's  paper  all  the  whistles  in  Cleveland  seem- 
ed to  break  forth  at  once  and  with  such  volume  of  sound 
that  it  was  quite  impossible  for  the  speaker  to  be  heard. 
It  turned  out  that  the  excitement  was  created  by  the  news 
of  the  beginning  of  the  allied  drive  in  France.  Receiving  this 
explanation  the  meeting  broke  up  enthusiastically  and  parad- 
ed from  one  end  of  the  grounds  to  the  other,  assembling  fin- 
ally in  the  main  square  to.  hear  improptu  speeches.  This 
celebration   deservedly  gave  opportunity   for  the  delegates 
to  vent  their  enthusiasm. 

That  evening  the  Canadian  delegates  gave  a  dinner  to  Mr. 
(ioodwin,  Mr.  Peet  the  National  chairman,  Mr.  Strong  chair- 
man of  the  National  Constitutional  Committee  and  Mr.  Ar- 
nold, chairman  of  the  National  Membership  Committee.  At 
this  dinner  they  discussed  ways  and  means  of  Canadian  af- 
filiation. The  following  morning  the  National  Association,  on 
the  recommendation  of  their  Resolutions  Committee,  un- 
animously adopted  amendments  providing  for  a  fourth,  and 
Canadian,  division.  This  Canadian  division  will  be  a  unit  and 
at  the  same  time  an  integral  pari  of  the  National  Associa- 
tion. 

Mr.  Mclntyre  sent  a  telegram  to  Mr.  Williams,  i)resi- 
dent  of  the  Vancouver  Association,  informing  him  of  this 
arrangement,  which  was  really  Mr.  Williams'  idea.  Later 
in  the  day  ;i  telegram  was  received  from  Mr.  Williams  say- 
ing llial  the  British  Colnnibia  executive  had  approved  and 
would  recommend  national  al'liliation  at  their  annual  meeting 
in  September.  This  was  very  good  news  indeed  and  in- 
dicates that  the  Canadian  electrical  contractors  are  not  too 
slow  to  take  advantage  of  the  opportunity  presented  in  this 
larger  field  of  usefulness. 

Two  evenings  were  given  over  to  social  entertainment 
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The  Twenty-One  Planks  in  the  Goodwin  Platform 

The  Goodwin  Plan  Advocates : 


1.  A  strong  and  representative  association  of 

electrical  contractor-dealers  (retailers)  and  urges 
all  interests  to  lend  immediate  assistance  to  this 
end. 

2.  — That  each  division  of  the  industry  prepare 
a  code  of  ethics  outlining  its  own  functions,  re- 
lations and  responsibilities  to  each  of  the  other 
divisions  of  the  industry. 

3.  That  each  division  establish  a  code  of  prac- 
tice outlining  its  methods,  policies,  etc.,  in  deal- 
ing with  other  than  divisions  within  the  industry. 

4.  — Improvements  in  merchandising  methods, 
better  display,  and  the  encouragement  of  more 
retailers,  by  urging  present  contractors  to  open 
retail  stores,  thereby  enlisting  the  support  of  cen- 
tral stations  and  offering  a  broader  and  larger 
outlet  for  manufacturers. 

5.  Recognition  of  the  service  functions  of  the 

contractor-dealer  and  recommends  a  differential 
when  this  service  is  performed. 

6.  — The  sale  of  high-grade  electrical  material; 
the  establishment  of  high-class  specialty  retail 
shops;  improved  specifications  in  wiring  installa- 
tions; and  the  introduction  of  liberal  use  of  con- 
venience receptacles. 

7.  — Broader  education  of  the  pubhc  concerning 
the  problems  of  the  electrical  industry,  and  con- 
cerning electricity,  its  use,  and  the  application  of 
household  devices. 

8.  Retailers  applyit»g  intensive  sales  methods 

in  connection  vnth  small  devices  used  in  home, 
factory,  office,  etc.  (such  as  washing  machines, 
vacuum  cleaners,  dishwashers,  electric  ranges, 
electric  heaters,  household  heating  devices,  sew- 
ing machine  motors,  fans,  lamps,  portables,  fix- 
tures, vibrators,  hair  dryers,  ice  machines,  etc.). 

9.  — The  introduction  and  application  of  proper 
cost-accounting  methods  in  wholesale  and  retail 
merchandising,  particularly  if  either  function  is 
a  minor  department  of  a  company. 

10.  — Free  and  unobstructed  flow  of  trade  along 
most  economic  channels,  without  attempt  to  di- 
rect it  through  fixed  channels. 

11.  — That  central  stations  conduct  retail  depart- 
ments for  the  sale  of  lamps,  appliances,  devices, 
portables,  etc.,  and  operate  same  in  accordance 
with  the  ethics  of  retailing  and  with  full  regard 
to  proper  cost  accounting. 


12.  — That  all  interests  conduct  retail  depart- 
ments, to  be  operated  at  a  profit.  The  adoption 
of  this  policy  on  part  of  central  stations  and  job- 
bers will  result  in  a  large  number  of  concerns  en- 
tering the  retail  field. 

13.  — Recognition  of  the  service  function  of  job- 
bers in  the  distribution  of  supplies  and  recom- 
mends a  difTerential  when  full  service  is  per- 
formed, and  a  proportionate  differential  when 
only  a  partial  service  is  rendered. 

14.  — Jobbers  determining,  through  proper  sost 
accounting,  the  cost  of  warehousing,  and  selling 
their  principal  commodities,  to  the  end  that  each 
principal  commodity  will  carry  its  proper  por- 
tion of  overhead. 

15.  — Open  meetings  of  all  trade  associations, 
including  meetings  of  executive  committees. 

16.  — That  the  electrical  press  become  an  in- 
tegral part  of  each  division  by  honorary  or  asso- 
ciate membership,  and  that  unrestricted  publicity 
be  given  the  proceedings  of  all  meetings. 

17.  — The  formation  of  a  national  lecture  bureau, 
with  state  and  local  staffs.  The  function  of  the 
staff  would  be  to  carry  on  educational  work  with- 
in the  industry  and  before  public  gatherings.  Ser- 
vice to  be  gratuitous. 

18.  — Recognition  of  the  principle  that  any  ac- 
tion taken  by  a  single  division  which  affects  an- 
other division  is  seldom  satisfactory  unless  each 
division  affected  is  represented. 

19.  — The  appointment  of  committees  by  the 
National  Electric  Light  Association,  Electric  Sup- 
ply Jobbers'  Association,  National  Association  of 
Electrical  Contractors  and  Dealers,  and  various 
manufacturers'  associations  to  meet  together  to 
study  the  problems  of  the  industry  and  to  co- 
operate in  finiding  their  solution.  " 

20.  — Consolidating  or  reconstructing  overlap- 
ping organizations.  A  committee  comprising  re- 
presentatives from  each  association  should  be 
formed  to  study  this  question  and  submit  a  plan. 

21.  — Eventually  a  single  organization  in  the 
electrical  industry,  consisting  of  national,  division, 
state  and  local  sections;  also  main  national  sec- 
tions for  the  solution  only  of  functional  prob- 
lems of  the  several  branches  or  groups. 
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and  the  banquet  on  Friday  was  notable  for  its  friendly  spirit 
and  the  sentiments  expressed  by  everybody  present. 

The  Toronto  delegtation  are  unanimous  in  their  thanks 
to  the  officials  of  the  National  Association  and  the  Cleveland 
Association  for  the  warmth  of  their  reception  and  the  many 
courtesies  shown  during  their  stay.  They  will  not  soon  for- 
get the  Cleveland  annual  convention  of  1918. 

The  National  executive  committee  have  accepted  our 
invitation  to  hold  their  quarterly  meeting  in  Toronto,  Oct- 
ober 14-15-16.  We  are  doing  our  best  to  arrange  to  have  Mr. 
Goodwin  present.  The  big  event  will  be  a  banquet  Monday 
evening,  October  14,  to  which  is  cordially  invited  representa- 
tives from  all  branches  of  the  electrical  industry  to  hear 
a  paper  on  the  Goodwin  plan  and  to  see  it  started  in  Canada. 

The  manufacturers  and  jobbers  are  willingly  co-operat- 
ing in  this  campaign  to  reach  the  electrical  contractors  and 
dealers  in  all  parts  of  the  province  of  Ontario.  During  Sept- 
ember it  is  expected  that  the  Ontario  Association  of  Elec- 
trical Contractors  and  Dealers  will  be  formed  and  the  con- 
tractor-dealers on  October  14-15  will  be  given  an  opportun- 
ity to  taking  their  place  in  the  Canadian  movement. 

The  Goodwin  plan  has  been  printed  and  re-printed  time 
and  again,  but  some  way  or  other  there  is  considerable  mis- 
apprehension on  the  part  of  many  electrical  men  as  to  just 
what  the  actual  interpretation  of  his  plan  may  be.  Per- 
haps the  whole  situation  is  best  explained  by  saying,  that  Mr. 
Goodwin  simply  advocates  the  exercise  of  common  sense  in 
the  solution  of  the  electrical  problem.  Indeed,  after  reading 
his  platform  one  cannot  resist  the  temptation  to  say,  "Why, 
of  course,  that  is  the  natural  thing  and  just  what  I  have  al- 
ways advocated."  Mr.  Goodwin  does  not  raise  any  conten- 
tious points,  does  not  ask  any  one  element  in  the  industry 
111  sacrifice  anything  to  any  other  element.  His  plan  means 
a  common  benefit  to  all  interests  concerned. 

Tn  reading  Mr.  Goodwin's  platform,  therefore,  do  not 
look  for  anything  difficult  to  understand.  Do  not  try  to  read 
anything  in  between  the  lines.  His  scheme  is  as  simple  as 
it  looks,  and  it  looks  as  if  it  would  work  out  very  simply. 
Electrical  Merchandizing  in  its  latest  issue  has  taken  the 
trouble  to  pick  out  the  salient  features  of  Mr.  Goodwin's 
l)latform,  submit  them  to  him  for  approval  and  publish  them 
ill  such  definite  shape  that  we  feel  we  cannot  do  better  than 
reproduce  them  word  for  word  for  the  benefit  of  our  readers. 
■J1ie  arrangement  of  twenty-one  planks  printed  herewith  is 
taken  from  that  magazine; 

The  Goodwin  Plan 

A  campaign  of  education  conducted  principally  through 
trade  papers,  trade  organizations  and  other  channels,  to  co- 
ordinate the  various  interests  in  the  electrical  industry  and 
to  liriiig  them  together  in  harmonious  action,  so  that  there 
may  be  established  retail  distribution  of  electrical  materials 
at  fair  prices  to  the  consumer,  and  at  a  fair  profit  to  all 
parties  taking  part  in  the  transaction.  The  basis  of  the 
jilaii  is: 

iMrst:  that  each  individual  owes  a  responsibility  to  the 
organization  representing  his  branch  of  the  industry. 

.Second:  That  the  organization  owes  a  similar  responsi- 
bility to  its  members. 

Third:  That  each  organization  representing  each  branch 
of  the  industry  owes  a  responsibility  to  all  other  organiza- 
tions in  the  industry,  all  to  the  end  tliat  all  problems  may  be 
discussed,  having  in  view  the  interests  of  all,  thereby  pro- 
viding a  basic  plan  for  more  adequately  and  efficiently  serv- 
ing tiic  general  public,  resulting  in  an  extension  of  the 
activities  of  our  industry  to  the  great  undeveloped  field  be- 
fore us. 

Objects  of  the  Plan 

Intensify  development  in  i)resent  fields. 
Extend  the  industry  to  undeveloped  fields. 
Develop  greater  efficiency  in  the  industry. 


Procedure 

First;  Bring  together  the  various  interests  in  the  larger 
cities,  cause  them  to  formulate  a  plan  to  extend  the  work  to 
the  smaller  towns  and  cities  of  each  locality. 

Second;  To  accomplish  this,  committees  should  be  ap- 
pointed from  each  of  the  four  divisions  of  the  industry,  form- 
ing local  committees  charged  with  the  duty  of  making  a 
study  of  local  problems  and  co-operating  in  their  solution. 

Third:  Individuals  comprising  these  committees  will  re- 
port their  activities  to  their  national  associations,  causing 
their  national  association  to  take  similar  national  action, 
looking  to  the  solution  of  national  problems. 

Results 

To  produce  harmony  and  develop  co-operation  l)etweeii 
manufacturers,  central  stations,  jol)bers  and  coiltractor- 
dealers. 

To  produce  greater  efficiency  in  the  distribution  of  niaiiii- 
factured  products. 

To  increase  per  capita  consumption  of  electricity,  ap^ 
paratus,  devices  and  supplies. 

Establishment  of  high-class  stores. 

Decrease  in  costs  of  conducting  overlapping  trade  asso- 
ciations, and  saving  of  personal  time  incident  thereto. 
Create  a  more  favorable  public  opinion. 


More  Convenience  Outlets  for  More  Business 
How  to  Sell  and  Estimate 

The  Society  for  Electrical  Development,  in  connection 
with  their  "convenience"  outlet  campaign,  liave  issued  a 
folder  entitled,  "How  to  sell  and  estimate,"  from  which  the 
following  extracts  are  taken: — 

Follow  the  Code 

In  using  the  Electrical  Code  of  the  National  I'ire  Pro- 
tection Association,  remember  this:  It  prescribes  merely  the 
minimum  requirements  to  permit  the  securing  of  insurance 
and  generally  to  pass  the  city  inspectors.  Therefore,  for  the 
sake  of  safety,  comfort  and  convenience,  it  is  wise  to  pro- 
vide a  v/ider  margin.  No  one  ever  complains  of  too  many 
outlets  either  for  lighting  or  for  labor  saving  devices.  A 
switch  in  line  saves  time — and  money. 

Be  a  Salesman 

Do  not  try  to  sell  copper  wire,  plugs  and  receptacles. 
They  won't  enthuse  anyone.  Sell  the  Idea  of  what  pleasure 
they  will  give  by  making  toasters,  fans,  percolators,  chafing 
dishes,  grills,  etc.,  possible. 

How  convenience  outlets  will  save  backaches,  luirnt 
fingers  and  dirty  houses  by  making  electric  cleaners,  washers, 
and  irons  available. 

If  the  housewife  says  she  cannot  afford  these  "lu.xuries" 
tell  her  to  buy  what  she  can  and  these  will  soon  save  her  in 
time  and  labor  enough  to  buy  the  others.  She  can  buy  ap- 
pliaiices  piecemeal,  but  wiring  can't  be  done  that  way. 

If  anyone  ever  talks  to  you  about  dangers  of  shock  from 
electricity,  tell  them  it  isn't  possil)le  with  good  workman- 
ship. Thousands  of  people  died  in  their  beds  last  year  in 
Massachusetts  from  prevental)le  diseases,  but  not  one  fatal- 
ity was  due  to  electricity  in  the  home,  according  to  the  offi- 
cial state  reports.  Then  you  might  add  that  electricity  eTim- 
inates  the  disease  of  overwork — it  saves  the  price  in  doc- 
tor bills. 

Making  Estimates 

Don't  guess  on  a  job.  h'igure  your  material,  your  lalior, 
llie  time  lost  l^etween  shop  and  job  and  leave  enough  margin 
to  pay  you  for  your  time  in  supervising  or  insiiectiiig  the 
work. 

If  you  haven't  3'our  own  blanks,  use  the  forms  provided 
liy  this  Society. 

Sur\ey  the  i)reniises  to  be  w  ired,  measure  them  up,  make 
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m*  vour  costs.  I'sc  lirst  class  iuatoii;il  ;uul  ,scc  that  the  wmk 
is  well  ilone  ami  you  make  a  Irieml  ol  your  client  to  wlmni 
voii  can  sell  the  many  appliances  that  will  surcl_\  1h-  wanted 
when  the  "convenience  ontlets"  arc  tliete. 

Hon't  cut  yi>nr  spocilication  or  prices  and  turn  out  a 
hail  joh. 

Kxplain  to  your  customer  that  key  sockets  are  designed 
lor  250  watts  only,  while  toasters,  percolators,  irons,  etc.,  take 
from  400  to  tiOO  watts.  Putting  these  things  on  loaded  light- 
ing circuits  means  bad  lights  anil  trouble  if  not  danger. 

The  location  of  outlets  must  be  determined  on  each  job 
but  there  are  a  few   fundamentals  to  he  remembered. 

Floor  receptacle  in  dining  room  should  lie  ol?  the  centre 
of  the  dining  table  to  avoid  leg. 

THe  wall  receptacle  can  be  placed  in  base  board,  wains- 
coting or  preferably  at  four  feet  from  the  floor  in  the  wall 
near  door  or  window  frame. 

Two-way  plugs  are  verj'  useful  but  should  not  be  used  on 
key  sockets  for  heavy  current-consuming  appliances. 


Convention  of  B.C.  Contractors  and  Dealers  is 
Finally  Fixed  for  Sept.  13  and  14  in  Victoria 

The  second  annual  convention  of  the  British  Columbia 
Association  of  Electrical  Contractors  and  Dealers,  which 
was  advertised  to  be  held  at  Victoria,  B.C.,  on  Friday  and 
Saturday,  Aug.  IC  and  17,  has  been  delayed  a  month,  to  per- 
mit of  perfecting  the  plans  and  organization.  Capt.  W.  J. 
Conway,  secretary,  in  writing  of  the  postponement,  repeats 
the  cordial  invitation  originally  offered  to  any  electrical  men 
who  may  be  in  the  vicinity  of  Victoria  on  Sept.  13th  and  14th. 
In  the  following  notice,  which  is  being  distributed  widely, 
complete  information  of  the  convention  is  given: 

ELECTRICAL  MEN  EVERYWHERE 

are  invited  to  the 

SECOND  ANNUAL  MEETING 

of  the 

B.  C.  ASSOCIATION  OF 
ELECTRICAL  CONTRACTORS  AND  DEALERS. 

to  be  held  at  Victoria,  B.C., 
I'riday  and  Saturday,  Sept.  i:ith  and  14th,  1918, 
Boat  leaves  Vancouver  10. a.m.,  Friday 

MEETINGS        BANQUETS  PICNIC 

THIS  IS  GOING  TO  BE  THE  GREATEST  "ELECTRIC- 
AL MEETING"  EVER  HELD  IN  WESTERN  CANADA. 

ALBERT  ELLIOT  OF  SAN  FRANCISCO  WILL  BE 
WITH  US 

ALL  ELECTRICAL  MEN 

Including  Managers,  Power  Company  men.  Wholesalers,  En- 
gineers, Contractors,  Retailers,  Salesmen,  Etc.,  and  their 
wives  and  families  are  cordially  invited  to  share  in  this  great 
ELECTRICAL  HOLIDAY,  and  at  the  same  time  meet  and. 
talk  to  men  in  the  same  business. 

For  further  information,  particulars  of  boats,  trains,  etc., 
write  or  phone  to 

The  SECRETARY, 

B.  C.  ELECTRICAL  ASSOCIATION, 
406  YORKSHIRE  BUILDING, 
VANCOUVER,  B.C. 


Square  D  News  Item  Service  for  Immediate  Release 

The  Square  D  Company,  Walkerville,  Ontario,  steel  en- 
closed switch  manufacturers,  call  attention  to  some  of  the 
very  important  features  of  their  Square  D  safety  switches, 
which  are  approved  by  the  Hydro-Electric  Power  Commis- 
sion of  Ontario.  The  switch  is  of  very  simple  construction, 
completely  enclosed  in  a  sheet  steel  box,  so  designed  that 
ample  wiring  space  is  provided  inside  to  make  the  necessary 
connections,  and  the  corners  of  which  are  electrically  welded, 
thus  assuring  great  durability.  The  box  is  provided  with  a 
hinged  cover,  held  closed  with  a  simple  spring,  and  the 
switch  is  operated  by  a  crank  handle  located  on  the  out- 
side. Raised  letters  on  the  box  indicate  the  "on"  and  "oflf" 
postion  of  the  switch. 

The  switch  may  be  locked  in  the  "off"  position  to  prevent 
accidents  while  repairs  are  being  made  on  apparatus  con- 
trolled by  it,  provision  being  made  for  three  individual  pad- 
locks. The  advantages  of  these  are  obvious  where  there 
is  more  than  one  man  working  on  the  line  or  equipment. 
When  each  man  starts  to  work,  he  locks  the  switch  in  the 
"off"  position.  This  eliminates  the  possibility  of  either 
man  throwing  the  switch  "on"  before  all  are  finished  working. 
Means  are  also  provided  to  seal  or  lock  the  cover  shut  to 
prevent  unauthorized  persons  over-fusing  the  switch  or 
tampering  with  live  connections  in  any  way,  but  the  elec- 
trician has  access  to  it  at  all  times  and  can  make  his  tests 
or  inspection  without  stopping  the  motor  or  delaying  pro- 
duction. 

The  switch  is  provided  with  a  quick-break  mechanism 
which  is  absolutely  positive  and  insures  a  simultaneous  break 
at  all  blades.  This  positive  action  makes  longevity  of  the 
copper  blades  and  the  switch  jaws  a  certainty.  Another 
feature  is  the  interchangeability  of  end  plates,  which  are 
furnished  blank  with-  knock-outs,  or  with  porcelian  outlet 
covers  for  open  wiring,  according  to  installation  require- 
ments. Convenient  knock-outs  are  furnished  in  the  sides  of 
the  switch,  and  make  possible  "Tapping-off."  Their  catalog 
contains  description,  specifications  and  prices  of  these 
switches,  as  well  as  valuable  motor  wiring  data,  and  will 
gladly  be  sent  on  request. 


Mr.  Mahoney  Leaves  Westinghouse 

Mr.  J.  N.  Mahoney,  for  13  years  a  member  of  the  West- 
inghouse engineering  department,  has  tendered  his  resigna- 
tion to  open  consulting  offices  in  New  York.  For  the  last 
8  years,  Mr.  Mahoney  has  been  in  charge  of  designing"  switch- 
es, fuses,  and  circuit  breakers  for  this  company  and  is 
largely  responsible  for  the  progress  that  has  been  made  in  this 
class  of  apparatus.  Previous  to  this  work  he  was  connect- 
ed with  the  railway  engineering  department  in  charge  of 
control  design.  Mr.  Mahoney  is  a  member  of  the  American 
Society  of  Mechanical  Engineers,  the  American  Society  of 
Mining  Engineers,  the  American  Institute  of  Electrical  En- 
gineers, and  the  American  Electrochemical  Society,  and  his 
wide  acquaintanceship  and  broad  experience  in  electrical 
work  should  be  of  great  assistance  to  him  iti  his  new  field. 


Salisbury  Electric  Co.  Ltd.,  electrical  engineers,  contrac- 
tors and  manufacturers  of  electrical  supplies,  formerly  of  49 
Wellington  St.  East,  Toronto,  announce  that  they  have  closed 
their  old  offices,  and  moved  to  larger  and  more  commodious 
premises  at  615  Yonge  St.  The  new  shop  will  be  known  as 
"The  Electric  Shop,"  and  the  building  is  called  "The  Electric 
Building." 


Schumacher-Gray  Co.,  Winnipeg,  Man,,  have  secured  the 
electrical  wiring  contract  for  the  additions  being  made  to  the 
Winnipeg  General  Hospital.  This  company's  tender  was 
350. 
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Seven  Trustworthy  Prescriptions  for  the  Business 

Ills  of  the  Contractor-Dealer 


The  Society  for  Electrical  Development,  now  right  in 
the  thick  of  their  campaign  for  an  increased  installation  and 
use  of  •"convenience"  outlets,  are  sending  out  a  quantity  of 
valuable  information  designed  to  assist  central  stations,  con- 
tractors, dealers,  jobbers  and  manufacturers  to  complete  and 
carry  through  their  own  organizations.  In  the  July  issue 
of  their  Monthly  Sales  Service  they  give  what  is  described 
as  "Seven  trustworthy  prescriptions  for  electrical  business 
ills."  It  is  pointed  out  that  every  business,  large  or  small, 
needes  a  good  tonic  from  time  to  time  because  there  are  many 
ailments  in  the  retail  electrical  industry.  For  this  reason 
they  have  prepared  these  7  tabloid  tonics,  which  it)  is  hoped 
will  prove  of  assistance,  both  internally  and  externally,  to 
every  electrical  merchant.    These  tonics  are  printed  below: 

Make  Capital  Go  Further 

A  fruit  peddler  can  teach  you  lessons  in  mercliandismg. 
Every  morning  he  buys  a  load  of  bananas;  before  night  he's 
sold  out. 

Turning  over  his  capital  every  day,  Sundays  and  holi- 
days, he  does  a  gross  business  of  over  .$5,000  in  nine  months 
on  a  $9  investment.  In  forty  years  he  could  do  a  gross  busi- 
ness of  $292,000  on  that  capital. 

What  would  he  make  if  he  had  $9,000  capital? 

The  average  electric  shop  turnover  is  supposed  to  be 
four  to  eight.  There  are  retailers  who  turn  their  stocks  as 
many  as  twenty  times!  How?  Why— they  keep  close  re- 
cords on  sales,  on  purchases.  They  buy  in  small  quantities 
—and  often.  They  keep  correct  records,  and  use  them.  They 
do  a  big  profitable  business  with  little  capital. 
Better  less  business — at  a  profit— than  volumes  at  a  loss! 

B'guess  and  B'gosh  Retailing 

Eliminate  guess-work  from  your  methods.  Govern  your 
business  from  knowledge.  Learn,  look,  see,  hear,  make  notes 
— don't  guess. 

Why  aren't  you  making  profits — when  otiiers  are?  Why 
don't  you  grow  faster? 

The  United  Cigar  Stores  Co.  doesn't  guess!  It  uses  facts 
as  guide  posts.  "How  many  people  pass  a  certain  place 
daily?"  No  guess-work!  It  counts  'em.  That  determines 
location.  What  goods  sell  best?  It  keeps  records— and 
proves  it!  What  clerks  deserve  first  p^romotion?  It  watches, 
checks  up  and  rewards  the  worthy.  It's  all  the  result  of 
simple,  self-study— self  analysis. 

"You  haven't  the  time  to  do  this?" 

Uo  you  take  time  to  see  your  doctor,  your  dentist?  If 
your  business  is  sick — ^take  the  time  to  doctor  it.  The  ills 
of  the  inlustry  should  be  an  open  book  to  you!  Diagnose 
your  own  ailments!    Then  apply  the  remedy.  Act! 

The  prescription  is  "cut  out  guess-work!"  Keep 
records — even  if  you  have  to  get  outside  help 
to  do  it. 

What  Does  It  Cost  You  to  Do  Business? 

Records  show  average  cost  of  doing  l)usiness  among 
electrical  retailers  to  be  over  30  per  cent. 

A  Central  Station  new-business  manager  claimed  his 
cost  was  only  13  per  cent.  Investigation  proved  his  salary 
(as  well  as  that  of  other  people  who  devoted  a  part  or  all 
of  their  time  in  this  department)  was  not  charged  against 
that  <!e|)artnient.  Nor  was  light — because  "the  company  made 
its  own  current."     .\nd   there  were  other  items — rent,  for 


instance— not  charged  against  the  sales  in  that  business.  And 
he  thought  he  was  making  a  profit  on  his  merchandise,  where- 
as he  was  losing  money  daily,  with  every  sale. 

In  scientifically  managed  stores  the  salaries  of  clerks 
average  9  per  cent,  of  the  gross  sales  by  those  clerks.  Sal- 
aries of  managers,  bookkeepers,  and  other  employees  who  do 
not  sell,  run  the  average  cost  for  salaries  up  to  around  14 
per  cent,  of  the  gross  sales. 

Rent  averages  around  4  to  5  per  cent. — and  is  going  up. 
Delivery  around  1^  to  2>^  per  cent.  Light  and  heat  about 
the  same. 

No  electrical  dealer  should  assume  these  percentages  to 
be  his  costs.  He  should  get  his  costs  from  his  own  business. 
These  percentages  are  only  standards  to  enable  him  to  judge 
whether  his  own  are  higher  or  lower  than  the  average. 

Classify  your  expenses  into  such  accounts  as  will  give 
you  the  information  you  need.  Keep  tab  and  record  of  every 
item  of  expense. 

You  can  fool  yourself  by  failing  to  charge  all  ex- 
penses into  your  cost  of  doing  business  but  your 
expenses  will  come  out  of  your  gross  profits  just 
the  same. 

The  Profits  in  the  Sale 

A  man  bought  just  enough  drygoods  to  take  care  of  one 
(lay's  sales. 

He  closed  Ills  store  at  the  end  of  the  first  day  and  went 
to  the  city  t"  Imy  more  stock;  arranged  for  a  good  many 
days'  supply  to  be  shipped  as  needed — one  day's  supply  at  a 
time,  cash  to  be  paid  on  delivery.  Now  he  owns  two  big 
stores  with  net  profits  of  $35,000  a  year. 

Ninety-five  per  cent,  of  all  retailers  over-Iiuy.  Jobbers 
can  prove  it. 

Few  electrical  dealers  keep  adequate  stock  records. 

Hungry  salesmen,  and  overly-ambitious  clerks,  advise 
buying  heavily  against  an  "advance  in  price,"  which  doesn't 
always  materialize.  Records  .should  show  whether  to  buy  or 
not! 

Overhead  charges  against  ]t  dozen  lamps  on  the  shelves 
which  don't  move  quickly,  eat  up  the  extra  quantity  dis- 
count on  the  11  dozen  and  the  percentage  which  the  retailer 
makes  on  one  dozen  lamps. 
Keep  close  record  of  stock! 

Make  your  stock  records  show  what,  when  and 
why  to  buy  in  large  lots.  Buy  in  small  quanti- 
ties— then  you  don't  lose  so  much  if  the  goods 
don't  move. 

Are  You  Making  Less  Than  You  Think? 

Investigations  show  that  a  majority  of  retailers'  profits 
are  imaginary.  While  electrical  sales  often  run  to  a  high 
figure,  profits  are  on  paper. 

Many  electrical  dealers,  while  estimating  their  cost  of 
doing  business  on  a  certain  percentage  of  tlie  gross  business 
(which  is  the  selling  price)  add  this  same  percentage  to  the 
cost  when  figuring  prices  of  individual  items.  This  usually 
results  in  a  loss. 

An  appliance  sold  for  $9.25  wholesale.  Freight  and  cart- 
age were  75  cents.    Total  cost  $10  set  down  in  the  store. 

To  meet  competition  profit  was  cut  down  to  10  per  cent, 
net.  So  18  per  cent,  of  the  cost  was  added  for  cost  of  doing 
business  and  10  per  cent,  for  profit,  making  the  sale  price 
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SAVE  -  l}^h :       -  BY  WIRE 

Electricity  lessens  every  task  of  housekeeping,  home-making. 

It  -aves  the  housewife,  and  her  help,  miles  of  steps,  hours  of  efifort  and  dollars  of  expense. 
Therefore  you  should  increase  the  convenience  and  efficiency  of  your  Electric  Service  by  havmg  youi 
home  equii)ped  with 

Convenient  Service  Outlets 


These  outlets  provide  handy  places  where  you 
can  "plug-in"  your  Electrical  Appliances  without 
unscrewing  bulbs  from  the  fixtures  or  otherwise 
disturbing  the  lighting  system  ....  They  also 
do  away  with  dangling  wires  that  are  often  un- 
sightly and  in  the  way  ....  Inconspicuous,  little 
affairs,  set  into  the  floor,  base-board,  wainscotmg 


or  wall.  All  that  can  be  seen  is  a  small,  neat 
brass  or  porcelain  plate.  Can  be  placed  wher- 
ever handiest,  within  arm's  reach,  in  any  room. 
Very  easily  installed  without  distiguring  floor  or 
walls,  mussing  up  the  house  or  disturbing  the 
home  routine.  Study  the  picture— doesn't  it  tell 
an  interesting  story? 


Right  Now  we  are  offering  a  special  opportunity  for  the  installation  of  these  Convenient 
Service  Outlets  ....  One  of  our  experts  will  call  at  your  home— at  the  time  most  suitable 
to  you— offer  suggestions,  help  you  plan,  give  full  information  ....  There  will  be  no 
charge  for  this  and  you  will  not  be  obligated  in  the  least. 

sSa§SElSgIgSS13S'SSSSS;iS@SSEiSSllSIia®lH!lH^ 

An  advertisement  suggestion  by  the  Society  for  Electrical  Development  in  connection  with  their  "Convenience  Outlet" 
Campaign-An  especially  attractive  cut-Why  should  not  the  Canadian  Contractor-Dealer  profit  by  this  campaign? 


August  15,  1918 


THE   ELECTRICAL  NEWS 


?,<) 


$13.80.  The  retailer  thought  he  was  making  a  profit  of  $1.00. 
But  was  he?    Let's  see: 

The  article  cost  $10  and  he  wanted  28  per  cent,  gross 
profit  (to  cover  18  per  cent,  for  cost  of  doing  business  and 
10  per  cent,  net  profit).  He  considered  the  selling  price  as 
100  per  cent,  and  cost  price  as  72  per  cent,  or  all  of  that  100 
per  cent,  except  the  gross  profit  of  38  per  cent. 

Now  if  $10  is  73  per  cent,  of  the  selling  price,  the  sell- 
ing price  must  be  $13.89. 
As  he  worked  it  out: 

Selling  Price   100% 

Cost  doing  business  ...18',^ 

Net  profit  desired  10% 


Gross  profit   528% 

Wholesale  cost    73% 

Cost  price,  in  percentages..  ,  .72 


72    $10.00  cost  in  money 
Hi. 888  Selling  Price 
\n  anab'sis  of  the  problem  shows: 
72%  =  $10 
l%>z=l/73  of  $10  or  10/73 
100%  =  100  X  10/73  or  1000/73  or  $i:!.S8S 
To  prove  back  the  problem: 

$13.89  Selling  Price       $13.89  Selling  Price 
.28  Percentage  3.89  Gross  Profit 


11113 
2778 


$10.00 


part  of  your  work  for  you.    Get  rid  of  the  slow  movers- 
stick  to  the  easy  sellers! 

Watch  your  records— and  "Try  to  sell  before  you 

pay." 

A  Sale  is  Not  a  Sale  Until  You  Have  the  Money 

A  large  percentage  of  electrical  retail  business  is  done 
on  credit.  And  since  the  buying  power  of  a  dollar  today  is 
only  about  70  per  cent,  of  what  it  was  in  1014,  the  dealer 
linds  it  positively  necessary  to  bring  in  his  outstanding  moneJ^ 
At  the  same  time  the  tendency  and  inclination  of  the  custo- 
mer is  to  defer  paying  bills  until  the  last  minute,  for  to  him 
also  a  dollar  is  today  only  worth  70  per  cent,  of  what-,  it 
was  in  1914. 

When  a  sale  is  made  on  credit  and  no  record  keiit,  the 
electric  retailer  stands  to  lose  the  profit,  the  original  cost 
of  the  goods,  the  time  involved  (invested)  in  the  buying  and 
selling  of  the  goods,  the  cost  of  labor  in  handling,  the  cost 
of  stocking  it  on  the  shelves.  Also  other  losses,  including 
that  big  one  which  such  carelessness  will  cause  in  other  work. 

Records  should  show  at  all  times  the  money  outstand- 
ing, unpaid  accounts,  how  long  accoilnts  are  overdue,  and  so 
on.  Merchandisers  had  better  sell  only  for  cash  than  attempt 
to  do  a  credit  business  with  inefficient  record-keeping  sys- 
tems, or  none  at  all. 

Recent  records  made  in  other  lines  of  retail  business, 
show  that  outstanding  accounts  today  are  50  to  70  per  cent, 
below  what  they  were  a  year  ago — depending  upon  the  local- 
ity from  which  figures  were  secured. 

Keep  credit  records.    Get  in  the  money. 


$3.8892  Gross  Profit 

Thus,  figuring  correctly,  it  took  $3.30  of  the  $2.80  gross 
profits  to  cover  the  18  per  cent,  cost  of  doing  business. 

It  is  not  claimed  that  this  method  of  figuring  profit  on 
the  selling  price  is  the  only  right  method.  School  arithme- 
tics have  always  taught  that  in  percentages  the  cost  price  is 
the  base.  And,  it  should  be  remembered  that  the  per  cent,  of 
profit  added  to  the  cost  price  is  always  a  profit  on  the  cost 
price,  and  not  a  percentage  on  the  money  taken  in. 

That  method  is  all  right.  However,  as  your  profit  is  to 
come  out  of  the  selling  price,  it  is  considered  by  many  to 
l)e  safer  to  figure  on  the  selling  price. 

The  percentage  of  profit  and  the  percentage  of  cost  of 
doing  business  must  be  figured  on  the  same  base.  When 
they  arc,  you  need  only  be  sure  that  your  average  mark-up 
gives  the  margin  of  profit  you  deserve  and  expect.  If  you 
don't  have  that  margin  on  your  books,  in  'your  cash  drawer, 
or  in  the  bank,  at  the  end  of  the  inventory  period,  you  should 
make  it  your  business  to  find  out  why.  Remember — records 
will  help. 

Don't  get  your  percentages  mixed.    That's  the 
crux  of  the  problem  of  profit  figuring. 

Sluggish  Sales  and  Dusty  Stock 

It  pays  to  handle  electrical  merchandise  that  goes  fast. 

Look  at  your  store!  See  those  stocked  shelves.  Dust 
covered  merchandise  means  dormant  dollars. 

Records  should  show  you  exactly  how  much  you  will 
sell  of  every  line  each  day— should  show  you  whether  to 
keep  a  two  week's  supply  or  a  montii's  supply  of  each  line! 

Don't  pay  business-street-level  prices  for  storage  si)ace. 
Either  sell  the  goods  or  stock  them  where  the  rent  and  in- 
surance won't  eat  up  the  profits. 

The  wise  merchant  has  sold  his  goods  by  llie  limc  lie 
gets  the  jobber's  bill! 

You  can't  afTord  to  keep  records  yourself— and  do  your 
own  selling  and  outside  work  loo.    Hire  somebody  lo  do  a 


Personals 

Mr.  R.  R.  Knox,  traffic  superintendent,  Winnipeg  Electric 
Railway  Co.,  Winnipeg,  has  just  received  word  from  his  son, 
Lieut.  C.  E.  Knox,  of  his  marriage  in  England. 

Mr.  George  A.  Hoadley,  acting  secretary  of  the  Franklin 
Institute,  Philadelphia,  has  been  elected  president  of  the 
Illuminating  Engineering  Society  for  the  new  year,  which 
begins  on  Oct.  1,  1918.  Mr.  Hoadley  was  formerly  professor 
of  physics  and  electrical  engineering  at  Swarthmore  College. 

Mr.  Frank  T.  Groome,  sales  manager  of  the  Benjamin 
Electric  Mfg.  Co.  of  Canada,  Ltd.,  who  has  recently  returned 
from  his  Western  trip,  reports  that  the  Western  welcome  is 
just  as  cordial  as  ever.  While  in  Vancouver  Mr.  Groome  ad- 
dressed the  Association  of  Electrical  Contractors  and  Deal- 
ers, a  very  active  organization  in  our  coast  province,  and 
gave  them  first  hand  information  on  a  number  of  eletrical 
organizations  in  Eastern  Canada,  including  the  Toronto 
Electrical  Contractors'  Association,  and  The  Electric  Club 
of  Toronto,  with  the  organization  of  which  Mr.  Groome  has 
lieen  so  closely  associated.  Mr.  Groome  states  they  arc  to 
be  complimented  on  the  strength  and  thoroughness  of  their 
organization  in  the  West.  The  claim  that  they  are  98  per 
cent,  organized  is  quite  correct.  In  the  course  of  his  address 
Mr.  Groome  took  occasion  to  urge  upon  the  electrical  men 
of  Vancouver  and  district  the  advisability  of  forming  a  social 
organization  similar  to  the  Electric  Clubs  of  Montreal, 
Toronto,  London,  and  elsewhere  in  the  East.  He  explained 
that  these  clubs  have  been  very  successful  in  eliminating 
misunderstanding  and  friction  between  the  various  members 
of  the  industry,  and  in  making  and  cementing  many  friend- 
ships. It  is  expected  that  the  Electric  Club  of  Vancouver  and 
probably  also  the  Electric  Club  of  Victoria  will  result,  at  an 
early  date.  A  vote  of  thanks  to  Mr.  Groome  for  his  enthusi- 
astic address  was  moved  by  Mr.  Mundy,  of  the  Mundy,  Row- 
land Co.,  and  seconded  by  Mr.  J.  F.  Little,  manager  of  (he 
Northern  Electric  Co. 
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New  C.  G.  E.  Agency 

The  L  aiiailian  liciu  ral   l'!lf(.-tric  i,"onii)an.\ 
tho  exclusive  agency  for  C  anada  (or  Ncuoo 
luilil  and  hotel  ranges  and  broilers,  fonneilv 
National    Ivleotrio    Utilities  (.'orporatioii 
liy   Landers,  Krary 


Neuco  ranges  have 


luive  sei'urrd 
K'cltic  lunisi'- 
iiKule  hy  llu' 
rin-cnl  !>■  ac(|tiiri.'(l 
(.  lark.     During-  llie  past    four  years 
n  an  envialile  repnlatiou  for  rugged 


design  and  reliability  under  the  most  severe  operating  con- 
ditions. The  Neuco  electric  hotel  range  shown  in  this  illus- 
tration is  not  only  a  strong  and  practical  electric  range,  but 
its  outward  appearance  is  very  attractive.  The  drop  doors 
are  protected  by  spring  balances  with  positive  catch,  the 
wrought  iron  being  re-inforced  at  all  points  and  hinges.  This 
unit  is  a  complete  range  in  itself.  Additional  units  may  be 
placed  side  by  side  or  back  to  back  to  meet  the  requirements 
of  any  size  kitchen. 


Buss  Fuses  for  Every  Purpose. 

Rose  and  O'Hearn.  220  King  Street,  West,  Toronto, 
are  Canadian  agents  for  the  Bussman  Manufacturing  Com- 
pany, St.  Louis,  and  handle  their  well-known  line  of  cart- 
ridge fuses,  auto  fuses  and  plug  fuses  of  every  type,  size  and 
capacity  required  for  any  electrical  service.  Every  "Buss" 
fuse  is  claimed  to  hold  an  over-load  of  10  per  cent,  inde- 
finitely and  blow  at  50  per  cent,  over-load  in  the  time  limit 
allowed  by  the  Underwriters.  The  company  state  that  cat- 
alogue and  samples  will  be  mailed  on  request. 


Improving  Electrical  Distribution  on  City  Streets. 

With  the  steady  extension  of  distribution  circuits  for 
electric  light,  power  and  heating  service,  there  has  been  a 
pressing  need  for  an  economical  and  substantial  distribution 
fixture  of  neat  appearance,  and  one  which  will  firmly  grip  the 
pole  without  weakening  it. 

Such  a  fixture  has  been  invented  and  patented  by  F.  M. 
Simpson,  Montreal,  and  the  accompanying  photograph  shows 
the  use  of  this  device  on  concrete  poles  in  Toronto.  Cer- 
tainly the  appearance  of  the  lead  is  very  pleasing  not  only 
to  one  who  is  familiar  with  distribution,  but  to  the  public 
generally. 

The  fixtures  or  crossarms  with  accommodation  for 
insulators,  are  made  of  steel  channels,  hot  galvanized  and 
rustproof.  The  attachment  portion  of  the  arm  which  is  real- 
ly the  patented  feature  of  the  device  is  in  the  form  of  an  ad- 


justable collar  with  the  heads  of  the  clamping  bolts  held  by 
the  flanges  of  the  channel,  making  spring  washers  or  lock 
nuts  unnecessary,  to  prevent  creeping.  Labor  charges  of 
installation  are  reduced  as  the  use  of  a  wrench  is  all  that 
is  necessary  to  make  the  fixture  absolutely  rigid.  The  channel 
sections  render  sufficient  spring  giving  tension  to  meet 
weather  conditions.  The  pole  grip  is  especially  adaptable 
to  concrete  and  metal  poles  as  these  are  generally  uniform 
in  size.  Its  use  on  wooden  poles  makes  the  cutting  of  a 
gain  unnecessary,  as  the  web  of  the  channel  bites  into  the 
pole  and  holds  the  cross  arm  without  the  aid  of  drift  bolts 
or  coach  screws. 

h'i.xtures  having  the  same  principle  of  pole  attachment 
are  made  in  several  forms  for  two  and  three  wire  circuits,  and 


A  new  distribution  fixture. 

for  carrying  strand  wire  supporting  cable.  The  fixtures  are 
being  made  in  Hamilton  by  the  Acme  Stamping  and  Tool 
Works.    They  are  "Made  in  Canada  for  Canadians." 


Mr.  E.  M.  Dechene,  deputy  minister  of  the  Quebec  De- 
partment of  Lands  &  Forests,  states  that  the  hydraulic  ser- 
vice of  the  department  has  made  an  investigation  of  the  water 
power  developments  of  the  province.  Leaving  out  of  con- 
sideration, nearly  all  the  plants  under  1,000  H.P.  capacity, 
on  account  of  the  greater  difficulty  to  reach  them,  the  figures 
already  in,  give  a  total  of  810,000  H.P.  developed.  With 
the  smaller  plants  added  the  total  will  probably  reach  850,- 
000  H.  P. 
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Remarkable  but  True 


THE  NEW 


J  Q  ELECTRIC 


I 


SOLDERING 

IRON 


Seven  Hours  Saved  on  a  Ten-Hour  Job 

70    Time  Saved. 


Instead  of  taking  ten  huurs  with  two 
men  to  solder  the  induction  coils  of  this 
motor,  the  J.  C.  Iron  with  one  man  did  it 
in  three  hours,  a  remarkable  saving  in 
time. 

The  secret  of  the  wonderful  efficiency 
of  this  Iron  is  the  fact  that  it  heats  only 
while  in  contact  with  the  work,  and  then 
heats  almost  instantaneously. 

No  time  is  lost  at  any  stage  of  the  work. 

Saves  Labor,  does  not  require  skilled 
help. 

Light  in  Weight — Rugged  in  construc- 
tion. 

Can't  Burn  out,  because  there  is  nothing 
to  burn  out,  and  the  only  Maintenance 
Cost  is  for  Carbons. 

The  Fastest,  most  efficient,  and  most 
Economical  Electric  Soldering  Iron  on 
the  Market. 

The  "  J.C."  Soldering  Irons  have  step- 
ped into  the  front  rank  through  sheer 
downright  efficiency. 

Write  for  Illustrated  Catalogue 


.">(l(t  11. 1".  Iiuluction  Motor  at  liurlington  Steel  Co.,  I.td. 


Clemens  Electrical  Corporation 

of  Canada,  Ltd. 

Hamilton  -  -  -  Ontario. 
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Current  News  and  Notes 


Agincourt,  Ont. 

Hydro  power  was  formally  luriu'd  ou  in  ARiucourl,  on 
August  1.  This  is  llu-  terminus  of  the  Scarhoro  Hydro  trans- 
mission line.  Trcsent  charges  for  current  arc  five  and  a  half 
eeiits  per  kw.h.  with  a  sliding  scale  according  to  the  amount 
of  current  used. 
Guelph,  Ont. 

Mr.  K.  .\.  Lowry,  Cuielidi.  Ontario,  lias,  owin.n  to  greatly 
increased  husiness,  moved  into  new  offices  in  the  Herald 
building.  Guelph.  and  is  now  better  prepared  to  handle  the 
additional  business.  Mr.  Lowry  is  now  solely  handling 
motors,  generators,  transformers  and  large  direct  connect- 
ed generating  units  of  all  ca'pacitics.  Mr.  Lowry,  who  has 
been  engaged  in  the  electrical  business  for  a  numbep  of 
years  and  is  an  Associate  Member  of  the  A.  L  E.  E.,  has  a 
well  established  business  covering  a  large  part  of  the  United 
States  as  well  as  practically  the  whole  Dominion. 

Montreal,  Que. 

The  Montreal  Tramways  Company  have  averted  an  em- 
ployees' strike  by  submitting  to  a  demand  for  increased 
wages. 

The  Montreal  cS:  Southern  Counties  Railway  Co.,  has 
been  successful  in  its  application  to  the  Railway  Board  for 
an  increase  in  its  passenger  and  freight  rates.  Sir  Henry 
Drayton  in  giving  judgin.ent,  found  that  the  cost  of  the  ser- 
vice of  the  company  has  greatly  increased,  and  the  new 
schedule  which  the  company  desires  to  make  effective  is  just 
and  reasonable.  In  his  opinion  an  order  increasing  them 
should  be  issued  notwithstanding  any  municipal  agreement 
to  the  contrary.  The  company  has  agreements  as  to  the  rates 
to  be  charged  with  St.  Lambert,  Greenfield  Park,  and  Longue- 
uil.  and  it  was  contended  that  these  agreements  were  a  bar 
to  any  increase.  Sir  Henry  Drayton,  however,  over-ruled 
this  argument,  pointing  out  that  to  increase  the  tolls  in  other 
districts  without  increasing  them  in  the  municipalities  refer- 
red to  would  produce  a  different  scale  of  tolls. 

North  Sydney,  C.B. 

The  Sydney  Mines  Electric  Company  have  raised  the  rate 
fr.r  house  lighting  from  11  to  14  cents  per  kw.h. 
Portage  La  Prarie,  Man. 

The  city  council  of  Portage  la  Prairie,  Man.,  will  submit 
a  by-law  to  the  ratepayers  authorizing  a  debenture  issue  of 
$32.5,000  for  the  purpose  of  constructing  a  transmission  line 
from  Winnipeg  and  bringing  in  Hydro-electric  power. 
Preston,  Ont. 

The  Leverson  Pllectric  store  at  Preston,  Ont.,  suffered 
considerable  loss  in  the  fire  which  recently  destroyed  a  large 
portion  of  the  business  section. 

Regina,  Sask. 

In  connection  with  a  recent  by-law  in  Regina  authorizing 
an  expenditure  of  .$17.5,000  for  a  new  generating  unit,  the 
light  and  power  department,  (Mr,  E.  W.  Bull,  superintend- 
ent*, have  purchased  a  .5,000  kw.  2300  volt,  3  phase,  60  cycle 
C.G.E.  turbo-generating  unit  and  a  Westinghouse  LeBlanc 
surface  condenser.  The  generator  and  condenser  will  be 
shipped  by  the  manufacturers  in  a  few  weeks  and  will  be  in- 
stalled and  in  operation  by  Christmas. 
St.  Thomas,  Ont. 

The  employees  of  the  St.  Thomas  municipal  electric  rail- 
way, now  receiving  25  cents  an  hour  for  a  nine  and  a  half 


hour  day,  arc  demanding  35  cents.  The  cost  of  living,  they 
say,  has  advanced  120  per  cent. 

The  city  council  of  St.  Thomas  have  under  consideration 
scrapping  the  present  street  railway  system  and  installing 
electric  omnibuses,  running  on  storage  batteries,  without 
rails.  The  system  at  present  is  facing  a  heavy  deficit,  and 
it  was  pointed  out  that  with  these  cars  in  operation  $10,000, 
or  over,  a  year  could  be  saved  in  wages.  There  would  also 
be  a  saving  in  power  bills  and  there  would  be  $15,000  worth 
of  scrap  rails  to  dispose  of. 

Toronto,  Ont. 

The  total  current  expenditure  of  the  Toronto  Hydro 
Electric  system  during  the  first  quarter  of  the  year,  accord- 
ing to  a  report  of  General  Manager  H.  H.  Couzens.  was 
$356,351.  The  total  receipts  were  $620,066,  leaving  $363,- 
814  available  for  fixed  charges.  There  is  a  reserve  of  $31,- 
000  for  contingencies,  and  $107,619  available  for  deprecia- 
tion. The  balance  sheet  shows  assets  amounting  to  $10,- 
494,077.  The  surplus,  as  per  revenue  account,  including  $69,- 
958,  brought  forward  from  1917,  is  $177,305. 

The  Toronto  and  York  Radial  Company  have  put  an 
order  into  effect  which  forbids  the  carrying  of  baby  car- 
riages on  Saturdays,  Sundays,  and  holidays.  Passengers 
may  check  their  go-carts  at  the  station  or  leave  them  at 
home. 

Passenger  traffic  on  the  Toronto  civic  car  lines  increas- 
ed during  July  to  33.5  per  cent,  over  the  same  month  last 
year.  The  revenue  for  July  this  year  was  $38,285  and  for 
July  1917,  $33,263. 

A  Toronto  man  undertook  some  electrical  installations 
and  alterations  without  securing  a  permit.  He  paid  $50  and 
costs  for  his  neglect,  the  Crown  Attorney  pointing  out  the 
great  danger  arising  from  defective  electrical  work,  not  only 
to  the  building  in  which  it  was  installed,  but  also  to  the  whole 
neighborhood. 
Windsor,  Ont. 

The  Essex  Terminal  Railway  Company  will,  it  is  stated, 
apply  for  permission  to  establish  a  straight  five  cent  fare 
in  place  of  the  six-for-a-quarter  tickets  which  have  been  in 
use. 


Electrical  Research  Committee. 

The  British  Electrical  Research  Committee,  which  was 
appointed  last  autumn,  under  the  auspices  of  the  Department 
of  Scientific  and  Industrial  Research,  is  at  present  engaged 
in  superintending  a  research  on  insulating  materials  (fibrous 
materials,  porcelain,  ebonite,  mica,  composite  materials), 
and  the  water-proofing  treatment  of  insulating  windings  of 
electrical  machines,  in  respect  of  which  grants  have  been 
made  to  the  committee  by  the  Research  Department,  the  B. 
E.A.M.A.,  and  the  Institution.  The  committee  consists  of 
three  members  nominated  by  The  Institution  of  Electrical 
Engineers  and  three  members  nominated  by  The  British 
Electrical  &  Allied  Manufacturers'  Association,  the  nominees 
of  the  former  being  Mr.  C.  H.  Wordingham,  C.B.E.  (Chair- 
man of  the  Committee),  Mr.  C.  C.  Paterson.  O.B.E.,  and  Mr. 
C.  P.  Sparks,  and  those  of  the  latter  Mr.  F.  R.  Davenport, 
Mr.  D.  N.  Dunlop,  and  Mr.  A.  R.  Everest.  The  temporary 
address  of  the  coiiiniillce  is  No.  1  Albermarle  Street,  Lon- 
don, W.  I.,  and  its  secretary  is  Mr.  P.  F.  Rowcll. 
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PHILLIPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows. — 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  ir..  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


Phillips  Factory 
at  Montreal 
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BOILERS 

For  Immediate  Sale 

Suitable  for  ship   yanls,   mimitioii  works, 
mines,  milks,  eltvators,  electric 
power  stations,  etc. 

5450  H.P.  of  B  <&  W  Station- 
ary Boilers 

il   Miiu-rlicatci  s,  in 
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Transformers 
For  Sale 


I  hu  r   III  K.u.   Wi'sliiighoiisi-  'I  r.Misl..Mnri  s. 

M.lls  on   |ii  iin;n  ii  s,  220-110  on  hcoinl   plia^i  ,  for 

saK-   al    .flli'illO   each.      Wrilc  al    once    tu  (Icily 

\-   Scotl.    I.iniilc.l,   Call.   Onl.  KMT 


Au.t;ust  15,  I'JIS 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

FOR  IMMEDIATE  DELIVERY 


(oiHol    SIccI  lKailci>. 
i!ic  folluwing  sizes: — 

::•          h.p.   P.oilcrs.  If.  wi.lc   12  IiIkI'.  -  •t'^ 

ilrunis  cacli.  iiistiillcil  1SIII2. 

;;    .">!M»  li.)..    lioilirs,  21   wiilc   14  liiK'i.  •"■     '2  in- 

•Iniiiis  each,   iiistallcil  l!)(l.'>. 

;aH»  h.\t.  lioiicrs,  ir.  wliic  12  WinU.  2   12  in. 

ilrums   eacli,   iiislalled  lOlii. 

1  ."vSO  ISoiler.   24   wide   12   liisli,  ;>     12  in. 
iliiims.  installed  1010. 

2  ."i1.">  li.l>.    Itoileis.  21   wide  12  IiIkI',  •"•    •'-  i"- 
driiiiis  each,  installed  lOlO. 

KiBht  of  these  11  Boilers  arc  now  allowed  l.'ill 
|u>unils  steam  and  .'!  are  allowed  l.'t.J  iiomuls.  .\ll 
arc  in  o|>eralivc  eon<lition. 

I(  it  is  desiicil  to  add  to  the  capacity  of  any 
modern  boiler  jdaiil  carrying  2IM»  pounds  jncs- 
siirc  lor  supplying  steam  lurhincs,  these  Ixiilcrs 
can  he  easily  adapted  to  200  pounds  pressure  liy 
heinK  litted  with   new  drums. 

To  he  sohl  as  they  now  stand,  inclndini;  gratis 
anil  the  usual  hoiler  connections  .ind  lillings  at- 
tached to  ihem.  Purchaser  to  make  liis  own  in- 
spection, to  have  access  to  all  available  records 
in  Owner's  possession,  and  to  remove  lloileis  al 
his  own  expense. 

If  prompt  possession  of  any  or  all  of  these 
Uoilers  is  desired,  time  will  he  saved  hy  I'nr- 
chaier  sending  his  representative  here  williout 
delay. 

C'lirrcsponilencc  desired  ordy  will)  parties  who 
!:ave  immediate  use  for  any  or  all  of  the  Jioilers. 

I'pright  closed  type  feed  water  heaters,  and 
boiler  feed  pumps  belonging  to  this  plant  are 
also   for  sale. 

WINNIPEG 'ELECTRIC  RAILWAY  CO., 
l.-i-p;  Winnipeg,  Man. 


POSITIONS  VACANT 


Wanlcil  ICxpericnced  man,  iclinncil  solilrci 
preferred.  In  .icl  as  Meier  kcailei  .-iiid  lnv|)eclni. 
.\pply.  slating  csiieiicncc,  In  Smiths  l-'alls  llyilro- 
Kleetric    System.  12  t.t. 


W.WTh'.D     t  hief    i.|ici..l.M-,    .;.,1HI(I  ^h.p.  Iiydio- 

sa'l.'i'y  ^llld  fire  'lionM-  In  light  man.  Write,  stat- 
ing e\|Kiicnce  in  full.  In  I'.nx  771,  Electrical 
.New-.,    Tninntn,    Onl.  10-18 


MANAGER  WANTED 

(nr  Tornnlu  llistiict  Sales  Oi'licc  of  cslalilished 
elcctiieal  ajiiiaratus  company.  l!ux  708,  Klcc- 
tiical  News,  Toronto,  Ont.  10-10 


WANTED 
Competent  Electrical  Wiremen 

Steady  ICmplnyment,  (iuoil  Wages,  Meal  Con- 
ditions. 

.Apply    Gutta   Percha   &   Rubber,  Limited, 
130  O'Hara  Avenue, 
15-18  Toronto,  Ont. 


No. 

11.  p. 

I'hase  Cycle 

Volts 

Speed 

Maker 

1 

1(10 

.■i  25 

.5.50 

4S0 

Westg. 

1 

40 

8  25 

550 

750 

C.  G.  E. 

1 

.•55 

3  25 

550 

720 

Westg. 

1 

;^ii 

3  25 

55(1 

15(10 

T.   &  II. 

1 

25 

3  60 

2000 

900 

C.  G.  E. 

1 

20 

3  25 

5.50 

1440 

1.  &  M. 

1 

15 

3  25 

550 

1500 

C.  G.  E. 

10 

3  25 

550 

720 

Westg. 

I 

5 

3  25 

550 

1500 

C.  G.  E. 

1 

5 

3  25 

550 

1400 

Westg. 

1 

4 

3  25 

.5.5(1 

140(1 

Excelsior 

1 

;{ 

3  25 

5.511 

1,500 

C.  G.  E 

3       25  • 

551) 

14(H> 

Excelsior 

i' 

,'•4 

1  60 

11(1 

34(10 

Diehl. 

1 

'A 

3  2J"» 

,5,50 

1511(1 

T.  II 

Write  Us  for 

Prices 

H.  W.  PETRIE,  Limited 

Front  St.  Weat  -         Toconto,  Ont. 


IFINE 

IR4NK  nFFirF^5    "TJ^OfFICE.  SCHOOL. 

00X1  HOUSE  a~^""'"^"°=^^"''''""^ 

IdBUGSTORE  FITTINGS. 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


FOR  SALE 

1—50  H.P.  3  Phase,  25  Cycle,  2,200  Volt,  750  R.  P.  M. 
Canadian  General  Electric  Motor.  Connplete  with 
pulley,  rail-base  and  oil  immersed  auto-starter 
equipped  with  "No  Voltage"  release;  also  1,  30 
ampere,  2,500  volt.  Oil  switch  equipped  with  "Over- 
load" trip  and  one  potential  transformer.  Immedi- 
ate delivery. 

FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.  S.  A. 


August  15,  I'JIS 


THE   ELECTRICAL  NEWS 


45 


Friends  of  the  Electrician 

''ANTI-SULPHURIC"  ENAMEL 

The   only    reliable    proteclion    against    the    action    of    acid  and 
chemical  fumes. 

*'FERRODOW 

Rustproof  elastic  paint.    Superior  to  Graphite  or  Red  Lead.  De- 
fies all  climatic  conditions. 

''DRIOROL'' 

Oil-proof  Enamel.     Dries  quickly  over  greasy  and  oily  suifaces. 
Not  affected  by  lubricating  or  transformer  oils. 

''ARMOUW 

Fire-resisting  paint,  or  colorless  solution. 

''ARMACELV 

Possesses  the  liigliest  insulating  qualities  of  any  varnish  on  the 
market. 

**OHMALINE'* 

r.lack,  quick  air-drying  insulating  composition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 

''SHAYDOLITE*' 

for  coloiing  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.    Dries  rapidly. 

''ARMABRON'' 

I'.itumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  H.  M.  Imperial  and  Overseas  Governments) 
STOCKED  BY 

SPIELMAN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


Safety  Panels  and  Switchboards 


For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles  


3  PHASE,  60  CYCLE  MOTORS 
Qu.  H.P.  Make        Volts  Type  Speed 


1 
1 

1  , ; 

5  1 

1  1 
4  3 

2  3 

2  3 
1  3 

3  3 

■  1  3 
3  5 
1  5 
1  5 
S  5 

53  7 


1  I'A 

2  T!/2 

1  TVz 

0  7/2 

2  TA 
2  10 

1  10 
1  10 
1  10 


10 
10 
15 

15 
15 
15 
15 
:  15 
■_'() 


R&M  NEW.  no  1700 
G.E.  NEW..  110  KT  1800 

G  E   110  I  1X0(J 

G.E.  NEW  .  220  KT  1800 
Fbks.  M.  ...  440  B  1200 
Wstgh.  New.  220  CS  1130 
K&M  NEW.  220  1150 

G.E   220  KT  1800 

G.E  220  KT  9011 

G.E    220  KT  1200 

Cf.  Wh   220  1720 

Cr.  Wli.  ...  220  Q  1720 
Cr.  Wh.  ...  550  O  1720 

Wstgh   220  CCL  1700 

Wstgh.  New.  220  CCL  1700 
G.E.  (motors 

only)    550  1200 

15  Cr.  Wh,  220/440  S65/1735 
G.E.  NEW  .  220  KT 
G.E.  NEW   .220  KT 
G.E.  (motors 

only)    5.50  KT 

G.E.  NEW  .  220  KT 
G.E.  NEW  .  220  KT 

Wstgli   220  CCL 

Wstgh   220  CS 

Cr.  Wh.  with 

resistance 

type  starter  550  Q 

G.E   220  L 

Robbins  &  M  220  K 
Wagnor  New 
motor  only  .  .  440 
Wstgh.  New.  440  CS 

G.  E   220  I 

Wstgh  220 

G.E.  NEW  .  220  KT 
Fbks.  M.  220/440  KBV 
Wstgh   220  CS 

Fbks    M    220/440  KRV 


13  25 
2  ;!(> 
1  35 
1  35 
1  40 

1  40 
1  35 


1800 
1200 

1800 
900 
1800 
1700 
1150 


I. 800 
1200 
1750 

11(;5 
1155 
9011 

II. 55 
900 

1200 
1100 
12011 


Qu.  H.P.     Make     Volts  Type  Speed 

Wagner..  220/440  KRV  1200 

Wagner  New  220  850 

G.E                 220  KT  fiW 

Triumpli.  220/440  900 
Wagner 

NPW  .  220/440  BP  850 

Fbks.  M              220  900 

G.E.  NEW  .  220  M  900 

Westgh             220  1170 

Westgh.  New  220  CS  870 

Westgh             220  860 

Triumph   ....  220  720 

Allis-Chal.    .    220  1750 

Allis-Clial.    .   550  690 

Westgh.  New  440  CS  720 

Allis-Ch.   .    .  .550  690 

G.E  .5.50  K  600 

f;.E.  NEW  .  550  M  (if"i 

Westgh             440  1200 

G  E                  220  L  600 

G.E.  NEW  .  220  M  580 


100 
100 
100 
100 
125 
150 


3  PHASE,  25  CYCLE  MOTORS 


2  5      Wslgli   220  CCL 

]   1(1    Wstgh.  New.  220  CS 
1    121/}  G.E.elev.type- 

high  torque  220  KTE 
15  15      AUis-Ch.  .   .  220 
7    20      Allis-Ch.    ..  220 
1    40     Wstgh.   .    .  220  MW 
1    50      Allis  Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control- 
ler  440 

1    55      Wstgh. si. rg. 
30  cycles, 
complete.     .  440 
1    (JO '45/:{0  G.E.  440  .500/37 


70."i 
750 

750 

7.50 
750 
695 


500 


860 

5/250 


GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms 
Warehouses : 

PHILADELPHIA 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


220  King  Street  West 


TORONTO 


Motor  Generator  for  Charging  Batteries 

Motor  Generators 

and  all 

Electrical 
Machinery 

Write  for  prices  and  send  your  repairs 
to 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


by  Walter  Jackson.  Published  in 
Book  Company.     274  pages,  illus- 


A  H»ndbook  on  the  Steam  Engine,  by  Ileinian  llaeder.  Pub- 
lished in  1914  by  Crosby,  Lockwood  &  Son.  522  pages, 
illustrated.     Pi  ice  $3.00. 

A  Laboratory  Manual  of  Alternating  Currents,  by  John  H. 
Morecroft,  E.O.  Published  in  1912  by  Renouf  Publishing 
Company.     24S  pages,  illustrated.     Price  $2.00. 

Alternating  Currents— Examples  for  Students  and  Engineers, 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  I.  Published 
ill  H>Ui.    22;i  panes.  illusUaled.     Trice  $2.40. 

Baudot  Priming  Telegraph  System,  by  II.  W.  Pendry.  Pub- 
lished in  l;tl3  by  Whiltaker  &  Company.  144  pages,  illus- 
trated.    Price  $1.00. 

"Central  Stations,"  by  Terrell  Croft,  1st  edition  published  in 
1917,  by  McGraw-Hill  Book  Co.,  Ins.  332  pages,  illus- 
trated.    Price  $2.50. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Direct  Current  Machinery.  Theory  and  Operation  of,  by  Cyril 
M  Tansky  R  S.,  B.A.,  1st  edition,  just  published  by  Mc- 
Graw-Hill Co.,  Inc.    2*-'5  pages,  illustrated.     P.ice  $2.50. 

DynamoEJcctric  Machinery,  by  Francis  B.  Crocker  E.  M., 
Ph  D.  Published  in  190S  by  American  School  of  Corres- 
pondence.    230  pages,  illustrated.     Price  $1.00. 

Elcctiic  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
by  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Electric   Car  Maintenance, 

1914  by  McGraw-Hill 
trated.    Price  $2.00. 

Electric  Cooking,  Heating  and   Cleaning,  by  Maud  Lancaster. 

Published  in  1914  by   1).   Van   Nostrand  Company.  SO) 

pages,   illustrated.     Price  $1.50. 
Electrical   Machinery— Principles,   Operation   and  Management, 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.     318  pages,  illustrated.     Price  $2.00. 

Electrical  Meters,  by  Cyril  M.  Jansky,  B.S.,  B  A.  Second 
Edition,  just  published  by  McGraw-Hill  Book  Company. 
416  pages,  illustrated.     Price  $3.00. 

Electric  Railway,  by  A.   Morris  Buck,  M.   E.     Published  in 

1915  by  McGraw-Hill  Book  Company,  Inc.  390  pages, 
illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  Harding,  E  E 
Second  Edition.  Published  in  1916  by  McGraw-Hill  Book 
Company.     416  pages,  illustrated.     Price  $3.00. 

"Electric  Traction,"  a  treatise  on  the  application  of  electric 
power  to  tramways  and  railways,  by  A.  T.  Dover.  Pub_ 
lished  in  1917  by  Whittaker  &  Co.  061  pages  with  518 
illustrations  and  five  folding  plates.     Price  $6.00.  . 

Electrical  Injuries,  by  C.  A.  Laufler,  M.D.,  published  in  1912 
by  Tohn  Wiley  &  Sons.    77  pages.     Price  50  cents. 

Electro-bynamics,  by  Charles  Ashley  Carus-Wilson.  Published 
in  1898  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and  Artificial  Lighting, 
by  Arthur  Blok,  A.M.I.E.E.  Published  in  1914  by  Scott, 
Greenwood  &  Son.     235  pages,  illustrated.     Price  $1.00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  226  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and   Electricity,  by   Cyril   M  Jansky, 

B.  S.    Published  in  1914  by  McGraw-Hill  Book  Company. 

212  pages,  illustrated.     Price  $1.50. 
Engineers'  Manual,  by  Ralph  G.  Hudson.     Just  ptiblished  by 

John  Wiley  &  Sons.    .315  pages,  illustrated.    Price  $2.00. 
Examples  in  Alternating-Currents,  (Vol.  1).  by  F.  E.  Austin. 

B.S.  Published  in  1915.  223  pages,  illustrated.  Price  $2.00. 
Examples  in  "Battery  Engineering,"  by  Professor  F._  E.  Austin, 

E.E.  Just  published.  90  pages,  illustrated.  Price  $1.25.  ^ 
Examples  in   Magnetism   for  Students  of   Physics  and  Enp- 

neering,  by  Prof.  F.  E.  Austin,  B.  S.    Published  in  1916. 

Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.  Price  50  cents. 
Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.  Price  $3.00. 
How  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  .Austin.  Second  fdition,  just  published.  48  pages,  illus- 
trated, price  Coc. 


"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.  225  pages,  iljus- 
■  r.i'ed.     Price  $2.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.    404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design— D.C.  and  A.C.  Generators,  by 
Alfred  Still.  Published  in  1916  by  McGraw-Hill  Book  Co. 
365  pages,  illustrated.    Price  $3.00. 

Radiodynamics — The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.  Published  in  1916  by  D. 
Van  Nostrand  Company.  206  pages,  112  illustrations. 
Price  $2.00. 

"Radio  Communication,  Theory  and  Methods,  with  an  appendix 
on  Transmission  over  Wires,"  by  John  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.    Price  $1.75. 

Radiation,  Light  and  Illumination,  by  Steinmetz.  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Standard  Wiring,  1918  Edition,  24th  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Cushing, 
Jr.     Leather  cover,  pocket  size.     Price  $1.50  postpaid. 

Steam  Power  Plants — Their  Design  and  Construction,  by  Henry 
C.  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.    Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans.  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00. 

Telegraph  Practice,  a  Study  of  Comparative  Method,  by  John 
Lee,  M.A.  Just  published,  by  Longmans-Green  &  Co.  102 
pages.     Price  $1.00. 

Telegraphy — A  Detailed  Exposition  of  the  Telegraph  System  of 
the  British  Post  Office,  by  T.  E.  Herbert,  A.M.  Inst.  E.E. 
Third  edition.  Published  in  1916  by  Whittaker  &  Company. 
985  pages,  630  illustrations.    Price  $2.00. 

Telegraphy,  by  Sir  W.  H.  Preece,  K.C.B.,  and  Sir  J.  Sivewright. 
M.A.  Published  in  1905  by  Longmans,  Green  &  Company. 
504  pages.     Price  $1.00. 

Test  Methods  of  Steam  Power  Plants— A  Reference  Book  for 
the  Use  of  Power  Station  Engineers,  Superintendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  M.E.  Pubhshed 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  85 
illustrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 
timating, by  Louis  W.  Moxey,  Jr.  Published  in  1916  by 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.    Price  $4.00. 

The  Lighting  Art,  Its  Practice  and  Possibilities,  by  M. 
Luckiesh.  First  edition,  just  published  by  McGraw-Hill 
Book  Co.,  Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Pubhsh- 
ing  Company,  Milwaukee,  Wis.  •  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Published 
in  1913  by  Van  Nostrand  Company.    155  pages.    Price  75c. 

Transmission  Line  Crossings,  by  Frank  F.  Fowle.  Published 
in  1909  by  D.  Van  Nostrand  Company.  69  pages,  illus- 
trated.   Price  $1.00. 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Published 
in  1903.    272  pages.    Price  $1.00. 

Wray's  Manual  of  Car  Lighting.  Published  in  1915  by  Wray 
Publishing  Company.     340  pages,  illustrated.     Price  $1.50. 
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660  Watt 
Brass  Sockets 


y^'  and 
Caps 

Key  and 
Keyless 


Approved 


Snap 
Cap 


No.  660 


Manufacturers 


The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -   MONTREAL,  QUE. 


Examine  the  End  Brackets,  Frame 
and  Shaft  of  a 


Repulsion  Start  Induction 
SINGLE  PHASE  MOTOR 


2  h.p.  motor  geared  to  a  10  gal. 
ice  cream  freezer  and  ice  crusher 


These  parts  bear 
the  strains  impos- 
ed by  direct  and 
gear  connection  to 
the  driven  appar- 
atus. 

1/10  to  40  H.p. 
25  to  140  Cycle* 


They  Keep  a  Running 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  288 
Jones  &  Mooie  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co     Ltd.,  Winnineg 
Rudel  Belnap  Machinery  Co^  Ltd.,  Can.  Express  Uldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastingi  St.  W.,  Vancouver,  B.C. 


Redmanol 

^^^^^^        "The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Kimble  Motors 


"A  Touch  of  the  Toe  to  go  Fast  or  Slow." 

That  is  why  printers  insist  on  Kimble 
Motors — and  why  your  customer  will  buy  them. 

Kimble  Single  Phase  Variable  Speed  Motors 

are  made  for  all  standard  voltages  and  fre- 
quencies. Wherever  wide  speed  variation  and 
smooth  running-  is  desirable  they  will  fill  the 
bill. 

Distributors 

The  Masco  Company,  Ltd. 

91-93  Queen  St.  E.  TORONTO 

"JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES." 


MICA 


KENT  BROTHERS 

King-ston,  Ont,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb    Trimmed,     Cut    to  Size, 

Splittings,    Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 


Tin-    I'.  M' C'lMMCy\L  NM'VVS 


New 
Lincoln  Motors 

IN  STOCK 

In  Toronto 


1  1.1'.  1 

Cycle 

Volt 

R.r.M 

1 

3 

25 

550 

1500 

l-ive 

2 

3 

25 

550 

1500 

3 

^ 

25 

550 

1500 

\'\\o 

3 

25 

550 

1500 

Two 

10 

3 

25 

550 

1500 

(  )nc 

13 

3 

25 

550 

1500 

(  )IU' 

20 

25 

550 

1500 

(  )nc 

3 

25 

550 

750 

(  )1K' 

10 

3 

25 

550 

750 

(  )nc 

15 

3 

25 

550 

750 

Two 

20 

3 

25 

550 

750 

(  )I1C 

25 

3 

25 

550 

750 

( )ne 

30 

3 

25 

550 
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WE  HAVE  MANY  OTHERS  FOR 
EARLY  DELIVERY 


The 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
1109  Temple  Building 

TORONTO 
Ontario 


IJL, 


Branch  Office 
MONTREAL 


DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Starting  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  Cell  Switches 

Lighting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboaads 
Distributing  Switchboards 

Switchboard  Fittings 

Fuses 

Fuse  Clips 
Fuse  Studs 

Spade  Handles 

Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 
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The 
EDEN 
Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint ! 

DOSSERT  &  CO., 


242  West  41»t  St. 
NEW  YORK 


H.  B.  LOGAN,  President 
Irving  Smith,  Canadian  Rep.,  602  New  Birks  Bldg.,  Montreal. 


CANADIAN  PORCELAIN  CO. 


LIMITED 


HAMILTON   -  CANADA 

Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 
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AIR  PRESSURE  KELAYS 

ALTERNATORS 
Cin.diin  General  Electric  Company 
Clnldlln  Westingl.ouse  ^  ""'Pf^^^^j, 
Fetr.nti  Electrical,  <-°"''*"'l(°c-fnX 

ALUMINUM 
Uiitish  Aluminium  Company 
Northe.n  Alumi.>.um  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  C.cncal  Electric  Company 

Hatheway.&  K'lott, 
Toyner.  Limited,  A.  H.  Winter 
N'ortbern  Electric  Company 

^^:s^"o;^  IKc\l'ln^snSt  ^ 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 

Duncan  Electrical  Company 
Hiibbell   Company.  Harvey 
National  Metal   Molding  Company 
AUTO  STARTERS 
Adams-nagnall    Electric  Company 

BATTERIES 
r-      j:,r,    r.eneral    Electric  Company 
r^^^MUn    Hart   Accumulator  Company 
Suon  L'^Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc.  ^^^^^ 

McGill   Manufacturing  Company 
BONDS  (Rail) 
r=.natHan  General  Electric  Company 
E?ectHc  RaHway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse  Manufacturing  Compariy 
Crousi-Hinds  Company,  of  Canada,  Limited. 
G   &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
NaUonal  Metal  Molding  Company 
iPringle,  R.  E.  T. 

BOXES  (Manhole) 
Philadelphia  Electric  Co    Supply  Dep^^ 
Standard  Underground  Cable  company 
ada.  Limited. 

BRACKETS     ^  .   .  . 
A.,^,  ^tamoing  &  Tool  Works,  Limited 
^a^Tdifn^&l  Electric  company 
Joyner,  Limited,  A.  H.  Winter 
Pringle.  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Toyner,  Limited,  A.  H.  Winter 
ilolon^y  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National   Metal  Molding  Company 
Philadelphia   Electric  Cx,.   Supply  Dept. 

Steel  City  Electric  Company 

CABLES         ^  , , 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canlda  Wire  &  Cable  Company 
n    &  W    Fuse  Company 
Northern  Electric  Company 

ada.  Limited. 

CABLE  ACCESSORIES  . 

Crouse-Hinds  Company  of  Canada,  Limited. 

&\"d  KSro^TOle  company  of  Can 

ada.  Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co    Supply  Dept. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Canadian    Westinghouie  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 
Roving   Hydraulic   &   Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
I'ringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Sundh   Electric  Company 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

Phil.idelphia  Electric  Co.  Supply  Dept. 

CLAMPS,  INSULATOR 

Pliiladelpliia  Electric  Co.  Supply  Dept. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 
Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann  Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 
Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin  Electric  Manufacturing  Company 
Chicago  Fuse   Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS  FOR  BUS  AND  SWITCH 
COMPARTMENTS 

Philadelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson  Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 

National   Electric   Heating  Company 

Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 

Crouse-Hinds  Company  of  Canada,  Limited. 

Electric  Service  Supplies  Company 

Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 

Boving  &  Company  of  Canada 

Canadian   Allis-Chalmers  Company 

PANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle.  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian  General  Electric  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agenciet  Regiitered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott.  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F.  ,        .  ~ 

Detroit  Fuse  &  Manufacturing  Company 
Economy  Fuse  &  Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Square  D  Company 

(Continued  on  page  52) 
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Water 
Turbines 

Hydraulic 
Governors 

Turbo 
Pumps 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 

LINDSAY  ■  ONTARIO 


25  Cycle  Engine  Generator  Sets  For  Sale 

1-250  KW. 
1-300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1—60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

1—100  K.W.,  25  Cycle,  Motor 
Generator  Set 

1—100   K.W.    Direct  Current 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 

These  units  were  in  use  only    300  K.W.  three  monllis,  and  250  K.W.  dcm  CompOUUd  Engine 

seven  months,  and  are  in  first  class  condition. 

Write  for  further  particulars  and  quotations 

Power  Plant  Equipment  Co.,  BaTBiTg. Toronto,  Ont. 
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FUSE  BOXES 
Crouse  Hinds  Coiunaiiy  of  Canada,  l.imitcd. 
Northern  Electric  Company 
Snuare  n  Company 

GENERATORS 
Canadian  Crocker  Wlicelei  Company 
Canadian  General   Elccliic  Company 
Canadian   Westingliouse  Company 
Canadian  Vickcrs,  Limited 
Electrical   Maintenance  &  Kcpaiis  Company 
Ferranti   Electrical   Conipany   of  Canada 
Lancashire   llynamo   &    Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Class  Company 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufactming  Company 

HANGERS  (Cable) 
Standard  Underground   Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian   General   Electric  Company 
Canadian  Vickers,  Limited 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Bo\-ing  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis  Chalmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOJJNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical  Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

INSULATION  CHard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company  . 
Crouse  Hinds  Company  of  Canada,  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney  Electric   Company  of  Canada 
Mica   Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 
Philadelphia  Electric  Co,  Supply  Dept. 

INSULATING  CLOTH 

Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson  Glass  Company 

LAMP  GLOBES 
Crouse  Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

llatlieway  &  Knott 

High   Elliciency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

NorUiern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian   General   Electric  Company 
Northern  Electric  Company 
Ohio  Brass  Company 
Pringle,  R.  E.  T.  . 
Steel  Company  of  Canada,  Limited 
Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams  Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian   General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
R6se  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian    Westinghouse  Company 

Canadian  Vickers 

Century  Electric  Company 

Electrical  Engineering  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

Myerson,  Joseph 

Northern  Electric  Company 

Petrie,  Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self- Lubricating  Carbon  Co. 

NICKEL 

International  Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS  . 
Moloney   Electric  Company  of  Canada 
OVERHEAD  MATERIAL 
Ohio   Brass  Company 

PANEL  BOARDS 
T'.enjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company  _ 
Crouse  Hinds  Company  of  Canada,  Limited, 
nevoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.   of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern   Electric  Company 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Philadelphia  Electric  Co.  Supply  Ucpt. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 

Philadelphia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis  Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 

Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Company 
Canadian    General    Electric    Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
National  Meta'    Molding  Company 
Northern  Electric  Company 

(Continued  on  Paje  M) 
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THE  ORIGINAL 
SAFETY  SWITCH 


Production  without 
Interruption 

Only  the  machinery  and  men  which  keep 
producing  can  be  classed  as  genuine  assets. 
When  accidents  to  men  and  motors  are  reduced 
to  the  vanishing  point  by  Square  D  Switches, 
the  production-dwarfing  delays  which  follow 
as  an  inevitable  consequence  of  accidents,  are 
largely  eliminated— result:  you  realize  the  best 
powers  of  both  men  and  machinery. 
This  is  the  saving  effected  by  Square  D 
Switches  as  a  means  of  eliminating  the  time 
losses  and  broken  morale  which  result  from 
accidents.  To  this  economy  must  be  added 
the  direct  saving  made  possible  by  curtailing 
liability  and  decreasing  repairs. 

If  you  are  aware  of  the  possibil- 
ities of  tomorrow  you  are  awake 
to  the  necessity  of  today  —  an 
installation  of  Square  D  Switches 
of  course! 


V  ■ 


i  mt. 

da  Tiat  hinder  praductioTi 
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SOLDERING  KI.UXES 
Allen  (.  oiiiiuny,  L.  H. 
liiv-m   \   Wil.l,.   I  1,1 

SPECIAL  HEATING  APPLIANCES 
National   Electiic   Healing  t'omiiany 

STANDARD  CELLS 
\Ve»ton    Electiical    InsliiinKMit  Company 

STORAGE  BATTERIES 
Canadian  General  Electiic  (.  onipany 
Canadian    Mart    Acciinuilatoi  Company 
Nortliein   Electiic  Company 

STREET  LIGHTING  FIXTURES 
llenjiniiii   Electric   Manufacturing  Company 
Canadian  General   Electric  Company 
Crouse  llinds  (."ompaiiy  of  Canada.  Limited, 
loyner.   l.imiteil,  A.    11.  Winter 
Northern  Electiic  Company 
Pringle,  R.  E.  T. 

SWITCHES 
Renjamin   Electric   Manufacturing  Company 
Canadian  General   Electric  Company 
Canadian  Westinghouse  Company 
Chaml>eilain  &  llookliam  Meter  Coiupany 
Pevoe  Electric  Switcli  Company 
Electrical  ncvclopmcnt  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.   Electric  Specialty  Company 
llatlieway       Knott,  Inc. 
Moloney   Electric   Company  of  Canada 
National   Metal   Molding  Company 
Norlliern  Electric  Companv 
Philadelphia  Electric  Co.  Supply  Dept. 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Coiupany 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical   Company   ol  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle.  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
ll.mhcid  &  Sons,  W.  11. 

TAPE 

I'atkaid   Electric  Company 
.\uithcni   Electric  Company 

TAPS 

Jordan   Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 
Canadian  Independent  Telephone  Coiupany 
Northern  Electric  Company 

TOASTERS 
Flexible  Conduit  Company 
National   Electric   Heating  Company 
Nortliein  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 
Pratt  &  Wliitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 
Adams- Bagnall  Electric  Company 
Canadian    Crocker- Wheeler  Company 
Canadian  General   Electric  Company 
Canadian  Westinghouse  Company 
Ferranti   Electrical  Company  of  Canada 
Kuhlniaii  Electric  Company 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &  0'}learn 

Thordarson   Electric   Manufacturing  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 
Canadian  Bridge  Company 

TROLLEY  GUARDS 
Qliio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 
Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 
Gest,   Limited,   G.  M. 
Northern    Electric  Company 
Standard  Underground  Cable  Co.  of  Canada,  L 

VACUUM  CLEANERS 

Houston   &  Company 
Onward  Manufacturing  Company 
Pringle,  R.   E.  T. 

VARNISHES 
Spielmann  Agencies, '  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 
Lincoln  Electric  Company  of  Canada 

WIRE 

Boston   Insulated  Wire  &  Cable  Company,  L 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd..  Eugene  F 
Standard   Underground   Cable   Company  of  C 
ada,  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


iti!!!it!!:iimriu[!uiumi^oxy-Ar.ETYT.v.NE  WELDING  ri)TTiNG-^Mi{;{;«;iimgsg 


A  Vital  Necessity  in  Every  Industry 


Over  80%  of  the  material  that 
appears  to  be  only  fit  for  scrap 
can  be  used  over  again  prac- 
tically equal  to  new  by  welding 
the  parts  together  by  the  Oxy- 
Acetylene  Process. 

This  not  only  means  saving  the 
actual  cash  value  of  the  ma- 
terial reclaimed,  but  relieves  the 
situation  brought  about  by  the 
excessive  demand  for  metals  ot 


I.-OO  lb.  Gas  Engine  Cylindercracked  by  frost  and  reclaimed  g^g^.^  deSCriotion. 

by  Oxy- Acetylene  Welding  ^  »^ 


L'AIR  LIQUIDE  SOCIETY 

The  Pioneers  of  the  Process  throughout  the  World 


TORONTO 


MONTREAL 


WINNIPEG 


HALIFAX 


/■^';l1^!!l^L!lilu.^^lil!!!n?!IIllm^llllii]Mi:^^^ 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Work*.  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sale»  Offices  and   Branch   Warehoutes : 
601   Merchant!   Bank  Building,  MONTREAL 

592  Notre  Dame  Avenue.  WINNIPEG 
Noithweitern   Engineering   and   Supply   Co..   Ltd.,  CALOAKY 

Prompt  •hipmenta  from  Factory  or  nearest  Warehoute 


GROWTH 


Day  after  clay,  week  after  week,  month  after  month,  tor  the  five  years  that 
Economy  Fuses  have  been  on  the  market,  the  sales  have  mamtamed  a  con- 
stant growth— not  alone  in  volume,  but  also  in  percentage  of  increase,  i  his 
is  because 

ECONOMY  Renewable  FUSES 

are  absolutely  accurate  in  operation  and  cut  annual  f^.^e  maintenance  costs 
80%.  An  inexpensive  little  "Drop  Out"  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency. 

Wiite  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 


UNITY  BUILDING 


MONTREAL 


Manufacturers  in  Canada  of  S.  &  C.  High  Potential  Fuses-to  150.000  Volts 


Non-Acid 
Flux  for 
Sodering — 
Anything — 
Any  Metal  to 
any  Metal 

Makes    joint    lliree  times 
^lllln^    as    muriatic    acid  flii.x 
Only     sodering     flux  approved 
by  National  Board  of  Fire  Un- 
derwriters. 


Ill   four  forms    stick,  paste.   s;ills.  lii|uid.     Sample  free. 

BISSETT  &  WEBB 

126  LOMBARD.  WINNIPEG.   MAN..  CANADA. 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 
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The  Chief  ^ 
Benefit 


derived  from 


No  Spark 


CARBON  BRUSHES 

IS  FREEDOM  FROM  TROUBLE  REPLAC- 
IXG  AND  RESETTING  I'.RUSllES.  lieing 
self-hibricating,  they  make  thr  omtacls  i)rac- 
tically  frictionless  and  reduce  ccjiuimitalor  re- 
pairs enough  to  pay  for  themselves  several 
times  over.  With  these  carbon  brushes,  the 
machine  runs  noiselessly  without  any  sparking. 
These  are  facts  which  you  can  at  once  prove. 

Write  for  our  latest  Bulletin 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 
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The  Erico  Bond  Welder 

The  conil)ined  weight  of  the  rheostat  and  furnace, 
wliicli  comprise  the  equipment  of  the 

Erico  Portable 

is  approximately  200  pounds,  which  enables  easy  re- 
moval from  tracks  insuring  no  holdup  of  traffic. 

The  outfit  installs  the  standard  ERICO  rail  bond, 
allowing  no  flame  or  arc  to  strike  either  rail  or  bond. 

The  Rheostat  is  especially  adapted  for  arc  welding 
purposes  of  all  kinds. 

We  will  be  pleased  to  furnish  full  particulars  upon 
request  in  regard  to  our  very  efficient  equipment. 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO.. 

CLEVELAND,  OHIO 
 .  - 


HEMCO 

(Trade  Mark) 


A  Fixture  That  Increases 
Electric  Lighting 
Convenience 


660 
Watts 


Tu-Lite 


250 
Volts 


Connections  can  never  be  broken.     They  are  solidly 
moulded  in  hard  insulating  material. 
Neat  in  design,  will  not  tarnish,  and  is  practically  un- 
breakable.    Can  be  used  under  a  shade. 
APPROVED  BY  HYDRO-ELECTRIC  POWER  COMMISSION 

We  are  now  prepared  to  make  immediate  deliveries  from  stock 

HESSCO  ELECTRIC  MFG.  CO. 

210  Adelaide  Street  West  TORONTO 
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Safeguarding  the  Lamp 

frXlaai  LC»N  DoCS  It! 


or 

One  turn  of  the  key  and  the  lamp  can't 
come  out.  Loxon,  the  lamp  guard,  is 
popular  all  over  America.  It  sells  at  a 
single  price  at  a  single  glance. 


Many  other  electrical  specialties  which 
will  make  money  for  you.  Get  in  touch 
with  us.    Illustrated  price  lists  free. 


McGILL  MANUFACTURING  COMPANY,  Valparaiso,  Ind. 


Bronze  or  Cast  Iron  Brackets 


for 


Outside  Lighting 


H  ^K.      I  L_  I  ^3  M  9 


Electrical  Machinery  and  Repairs 


Armatures  Complete,     Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British   Columbia  Cedar  Peles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
boiineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obligation 
from  our  nearest  office. 

The  Lindsley  Brothers  Company 

NELSON,  B.C. 

General  Sale*  Office    72  W.  Adams  St..  Chicago,  111. 

Frank  E.  Filer.  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 
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Electrical 
Mechanica 


Directory  of  Engineers 


Special 
Interests 


CbarUs  H.  mitcbdl 
Perclval  H.  mUcbdl 

Ccitalllif  and  SapcrvUlat 
Eofllactrt 

H>iirAuIit:.  Sleani  und  Klei-trical  Power  Ptuntii, 
Indviitrial  and  MuniL-ipul  Eitf incerin^. 

Trader!  Bank  Building,  TorontO 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Sterfm,  Hyiii  aiilic,  Electrii-. 
Reports,  Eslimales,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates.  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Machanical,  EJactrical.  Hydraulic,  Steam,  Gai 

Plani,  Specifications,  Eitimatei, 
Taits,  Report!  and  Supervition. 
625   Coristine    Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

T««U,  Raporta,  Arbitration* 
Suparrision  of  Lighting  and  Power  Plant* 

Talephona  Main  6737  605  McGill  Bldg. 

Montreal.  P.Q. 


B.Sc.  iMcGill.     A.  M.  Can.  Soc.  C  E. 

Clarence  Thomson 

(Ei.  Exsmintr  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tal  MalnStlT       326  W. Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  EzceUior  Lif*  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  oovernment,  Municipalities,  Etc. 

EstiinatoB,  Plans  and  Supervision  of  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Piantfl,  Waterworks  and  Sewers 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     :  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


].  0.  G.  Kerry        W.  G.  Chace        W.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 


Associates : 


A.  L.  Mudge, 


A.  L.  Mieville 


Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture,  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmiision  Toweis  end 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON.  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Eniiineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years' Ex 
perience  in  Patents  and  Practical  Engineering 

Kent  Building.  TORONTO 
Yonge  and  Riciimond  Sts., 


STANLEY  L1QHTF007 

RtO  O  PATENT  SOLICITOR  ANO  ATTOHNEY 
LUMSDEN   BLDO.H  y*0NGe"  )  TORONTO. 


PROMPTLY  SECURED] 

Electrical,   Mcclianical   and   Cliemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.  


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physical 
Test*  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York.  N.Y.,  U.S.A. 


■■^^    rROCURED  !N  All 

■      ^  COUNTRIES 
^^^M    LONG  EXPERIENCE 

IN  PATEN!  LITIGATION 

I    SEND  FOR  HAND  BOOK 

lATENTS 

RIDOUT  8c  MAYBEB 

59  Yonge  Street 
TORONTO  CANADA 


PHONE 

MAIN 

2682 


ESTABLISHED  1S49 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi 
ness  may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulRating  informa- 
tion no  efifort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  aflfairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manvifactiiring  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices  Cor- 
respondence invited. 

THE  BRADSTREET  '^OMPAKY 
Offices  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont. ;  London.  Onl. ;  Montreal,  Que  ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John.  N.B.; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING, 
Gen.  Man.  Western  Canada,  Toronto. 


I  ( 


August  15,  1918 


THE   ELECTRICAL  NEWS 


A  Lost  Opportunity 


pair  the 
maker? 


As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  re 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the 

How  much  have  YOU  lost  in  prestige 

through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOV  lost  in  Profit  on 
this  business? 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.    Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 

You  have  the  work  of  taking  out  and  re-installing  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  the  Trade  Discount  (More  Profit). 

Others  are  doing  it.    Why  not  you?    Write  about  it. 

The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phonet: 
Adelaide  802 
Adelaid*  903 


162  Adelaide  Street  West,  Toronto 

"ALWAYS  ON  THE  JOB" 


Night*  and  Holidays 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electric  Batteries  of  all  kmds. 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 
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If  you  didn't  get  a  copy  of  the  new 


National  Electric 
Catalogue 

write  us  and  we  will  gladly  mail  you  one. 

Our  complete  line  is  shown  and  there 
is  a  lot  of  interesting  information  in  it. 


The  National  Electric  Heating  Co.,  Limited 

TORONTO,  CANADA 


Vol.  XXVII  No.  1 7 


■(•• .  ■ 


11  II 
iiiiiii' 


III  „„„iii 

iiiiiii 
'„  nil 


I  Mill  n      la  ■<  •  I 

Generation,  Transmission  and  Application  of  Electricity 


*  mil . 


Repulsion  Start 
Induction 

SINGLE  PHASE 

1/10  to  40  H.  P. 


Automatic  Start 
Induction 

POLYPHASE 

1/2  to  60  H.  P. 


ALTERNATING  CURRENT  MOTORS 

 develop  a  heavy  starting  torque  with  low  starting  current, 

■  — are  adapted  to  remote  and  automatic  control, 
— are  quiet  in  operation, 

— require  only  a  knife  switch  to  start  them. 

Manufactured  by 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  U.  S.  A. 


Shaughncssy  Bldg., 
Montreal 


For  prices  and  further  information  address 

294  Adelaide  St.  W..      61  Albert  St.,       55  Hastings  St,  W., 
Toronto  Winnipeg  Vancouver 
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;HE  demand  for  Northern  Electric  prod- 

  ucts  and  the  fact  that  they  are  made 

by  the  largest  manufacturers  of  bare  and 
insulated  wires  and  cables  for  electrical  dis- 
tribution is  a  positive  assurance  of  quality. 

They  are  as  near  perfection  in  both  dependability 
and  durability  as  experience,  workmanship  and 
superior  materials,  combined  with  the  most  modern 
machinery,  can  make  them. 

Bare  copper,  rubber  covered  and  paper  insulated,  lead  covered 
cables  of  Northern  Eledlric  manufadture— are  designed  by  the  mo^ 
capable  engineering  skill  and  te^ed  to  ensure  safety  and  efficiency 
to  the  fulled  degree  possible. 

Our  nearest  House  will  be  pleased  to  submit  specifications 
and  prices  upon  request. 

Northertf  Electric  Company 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


Armoured  Cables 
Annunciator  Wire 
Armature  Wire 
Asbestos  Covered  Wire 
Automobile  Wire 
Bare  Copper  Wire 
Brewery  Cord 
Bridle  Wire 
Brass  Wire 
Bell  Cord 
Canvassite  Cord 
Copper  Clad  Wire 
Car  Wire 

Counterweight  Cord  ■ 
Cambric  Insulated  Cables 
Deck  Cable 
Drop  Wire 
Electric  Heater  Cord 


Elevator  Cable 
Fixture  Wire 

Flameproof  Wire  and  Cable 

Lamp  Cord 

Lead  Covered  Cables 

Magnet  Wire 

Marine  Wire 

Motor  Boat  Wire 

Office  Wire 

Packing  House  Cord 

Pothead  Wire 

Paper  Insulated  Power  Cable 
Paper  Insulated  Telephone 

Cable 
Portable  Lamp  Cord 
Rubber  Covered  Wire 
Rubber  Covered  Cable 
Show  Window  Cord 


Signal  Wire 
Slow  Burning  Wire 
Slow  Burning  Weatherproof 
Wire 

Switchboard  Cable 
Switchboard  Cords 
Switchboard  Wire 
Telegraph  Cable 
Telephone  Cords 
Theatre  Cable 
Trolley  Wire 

Weatherproof  Copper  Wire 
Weatherproof  Iron  Wire 
Weatherproof  Aluminum  Wire 
Cable  Splicing  Compound 
Pothead  Compound 
Paper  Tape 

Cable  Terminals,  Etc..  Etc. 
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Every  Woman  Needs  Its  Help— Now 

^but  when  the  fall  buying  season  comes,  will  you  be  ready? 

Why  Not  Order  a  Good  Supply  of 

M)rt/t(^r/r  Ehctrfc 

Portable  Sewing  Machines 

NOW? 


Remember  the  greatest  need  for  sewing  by  electricity  is  now,  when  the  wo- 
men of  Canada  are  so  extensively  engaged  in  doing  their  own  as  well  as  a 
large  amount  of  patriotic  sewing  work  at  home. 

The  Northern  Electric  Sewing  Machine  eliminates  the  tiresome,  back-aching 
treadle  work  of  the  old  method,  and  enables  the  operator  to  do  twice  as 
much  sewing  without  effort. 

The  Northern  Electric  Sewing  Machines  are  of  the  highest  grade  in  design 
and  workmanship,  and  carry  a  guarantee  of  complete  satisfaction  in  every 
way. 

Several  different  types  are  obtainable 
in  both  portable  and  stand  style  mach- 
ines. You  can  secure  either  vibrating 
shuttle  or  bobbin  type. 

Closed  view  of  our 
Portable  Type  Machines 

Write  our  Nearest  House  for  at- 
tractive proposition,  descriptive  liter- 
ature, etc. 


North^rft  Ekctric  Compart^ 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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Lowest  Installation  Cost  of  any  Metal  Wiring  System 


No.  222 

Two-Wire  Metal  Molding 


is  connected  to  the  base  of  a  Device  by 
means  of  a  Bushing—  No. 277 — the  design 
ot  w  hich  eliminates  the  necessity  of  using 

•       ,  •  ;  c NAT'S  DtMONSTRATlONS-No.  5 

screws.    Nat  is  shownig  vou  the  nist  step 

in  making  this  connection.  Having  removed  the  twistout,  he  has  inserted 
the  tongue  of  the  base  of  the  bushing  into  slot  in  the  base  of  the  Device, 
and  is  pushing  the  base  of  the  Bushing  into  place.  No.  279  Bushing,  for 
connecting  No.  333  Molding  to  these  bases,  is  used  in  the  same  manner. 

On  your  next  job  refer  to  your  Bulletin  101 
and  pldce  your  order  with  your  jobber. 

National  Metal  Molding  (s 

V  JllS  FULTON  BITILDINC  ^ 


PITTSBURGH 


Atlanta 

Boston 
Buffalo 
Buenos  Aires 


Chicaco 
Dallas 
Dctu  cr 
Detroit 

CANADIAN  DISTRIBUTORS- 


Havana 

Los  Ansreles 
Manila 
New  York 


Paris 

Philadelphia 

Portland 

Rio  de  Janeiro 


Salt  Lake  City 
San  Francisco 
Seattle 
St.  Louis 


■CANADIAN  GENERAL  ELECTRIC  COMPANY.  LIMITED 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 


Scptonihcr  I, 
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We  urge  you  to  use  these  famous, 

**  better  service"  Keystone  Car  Specialties 


CHICAGO 


Illuminated  Car  Signs 

Wit'i   tliese  signs  destination  names  can  easily  l>e  cliangc-il 
and  cfiis  reunited.     Well  lal)eKil  cars  make  more  money. 


Faraday  Car  Signal  Systems 

Operates  from  line  voltage — no  batteries.  Faraday  Push 
I'.uttons,  Buzzers  and  Resistances  furnish  an  ideal,  failure- 
]iroof  car  signal  system. 


> 


Keystone  Rotary  Gongs 

A  louder  gong  and  more  continuous 
to  meet  requirements  resulliiig 
from  modern,  heavy,  noisy  IralVic 
in  cities. 


Safety  Car  Lighting  Fixtures 

'I'd  light  up  your  cars  scientific- 
ally, efficiently  and  safely.  To 
save   5'0ii  money. 


Keystone  Motorman's  Seats 

For  the  motorman  or  conductor.  A 
real  collapsahic,  safe  and  durahle 
seat.  They  make  operators  more 
conlenteil. 


"Golden  Glow"  Headlights 
To  light  up  a  path  of  safety  for 
your  cars.    Only  their  famous 
reflectors  can  project  the  dis- 
tinctive "Golden  Glow"  light. 


Keystone  Trolley  Catchers 

To  protect  your  overhead  con- 
struction from  "Hying"  poles 
tHus  preventing  delays  and 
tie-ups.  .' 


Keystone  Air  Sanders  and  Valves 

To  automatically  sand  your  tracks  hy  com- 
pressed air.  A  real  device  for  safely 
and  accident-  prevention. 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17th  and  Cambria  Sts.  50  Church  St       Monadnock  Bldv. 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Distributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  Bids.        302  DonaldaBlock         33  Melinda  St. 
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HUBBELL 


No,  ;i(!lS 


SPECIALTIES 

MADE  IN  CANADA 


No.  r5664 


Xo.  oih;t 


1 


.Xo.  r,!!')!) 


We  have  established  in  Toronto  a  completely  equipped 
factory  for  the  manufacture  of  Hubbell  Electrical 
Specialties. 

The  new  Hubbell  Plant  has  already  begun  manufac- 
turing operations  and  will  be  prepared  to  make  im- 
mediate delivery  of  Hubbell  goods  to  Distributors  and 
Retail  Dealers  throughout  the  Dominion. 

There  will  be  produced  Hubbell  Pull,  Key  and  Key- 
less Sockets,  Attachment  Plugs  and  Receptacles,  Shade 
Holders,  Lamp  Guards,  Reflectors  and  other  Hubbell 
Specialties  which  for  years  have  had  the  approval 
and  preference  of  the  great  majority  of  Dealers  and 
Consumers  in  Canada. 


HARVEY  HUBBELL  COMPANY 

OF  CANADA,  LIMITED 
TORONTO,  CANADA 


No.  3421 


Xo.  3431 


No.  3330 


No.  5765 


No.  5702 


No.  5735 


t 


No.  (591" 


Xo.  'A>Mi 
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FACTORY 

NOW  FULLY 
EQUIPPED 

The  Hubbell  organization  will  take  its  place  among 
the  permanent  and  progressive  industries  of  Canada, 
employing  the  best  native  skill  and  experience  obtain- 
able to  produce  Hubbell  Canadian-made  goods  for 
Canadian  trade. 

Place  your  orders  Now 
for  Hubbell  Specialties 

Dealers,  Contractors,  Central  Stations  and  Manufac- 
turers in  need  of  Hubbell  goods  can  now  secure  ideal 
contact  with  the  manufacturer.  Orders  for  delivery 
of  any  Hubbell  material  anywhere  in  Canada  will  be 
given  immediate  and  painstaking  action. 


HARVEY  HUBBELL  COMPANY 

OF  CANADA,  LIMITED 

TORONTO,  CANADA 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  SlaiupinR  and  Tool  Works..  :>\ 

Allen  Company,  L.  B   •'>l 

Allen  Inspection  ComiKiny 

American  Condnit  Company  i:' 

i:.t;irui.i.  w  II   

Beauhien,  Ue  Ci;i»pc    ■">" 

Benamin  Klectric  Mftj.  Co  

Bissctl  &  \Vct>l>    •>> 

Branston  Company,  Cliarks  A  

Bost»)n  Insulated  Wire  and  Cal)le  Co.  r.l 
Bovinj,'  Hydraulic  &  ICnjiincerini;  Co. 

Bradstreets    •"><' 

Brandeis.  Charles  

British  Aluminium  Company   

Bussman  Klectric  Co  

Calel)au;jh  Self   Lnliricatins  Cari)on 

C"ompany    +^ 

Canada  Wire  and  Cable  Conii)any..  47 

Canadian  Bridge  Company    .)1 

Canadian  Crocker  Wheeler  Co   t4 

Canadian  Hart  Accumulator  Co   11 

Canadian  General  Electric  Co  10-17 

Canadian  Office  and  School  Furni- 
ture Company   -iri 

Canadian   Porcelain  Company    45 

Canadian  Westinghouse  Company  . .  .'58 

Century  Electric  Company    1 

I  lianiherlain  &  Hookham  Meter  Co.. 

Limited  

Clemens  Electrical  Corporation  .... 

Cleveland  Armature  Works   

Conduits  Company,  Limited    1) 

Crouse-Hinds  Company   .if) 

Cuter  Company   12 

Cutter  Company,  Geo  

Uennison.  H.  J.  S   50 

iJevoe  Electric  Switch  Company... 

Dominion  Iron  &  Wrecking  Co   45 

Dossert  &  Company   

Duncan  Electrical  Company   55 

Economy  Fuse  and  Mfg.  Co.-   53 

Elec.  Maintenance  and  Repair  Co.  . .  59 
E'ectric  Railway  Impovement  Co... 


F.lcclric   Service   Supplies   Company  5 

Electrical  Testing  Laboratories   50 

Kwart  &  .laeol)    •"''J 

h'erranti  I'lleetrie  L'onipany   15 

iMsher  Klectric  Company    42 

i'"lexil)le  t'(in(hiit  Company   

(i.  &  W.  Klectric  Specialty  Co.'   <10 

('.est.  G.  M.,  T^imited    1^' 

Great  West   K.leclrie  Cdmpany   .  .  .  51 

Hathcway  &  Knott    H 

Messeo  Company   

Hnbl)ell,  Harvey.  Inc.  '  .  :   6-7 

1! utiles  Electric  Heating  Co  

Illinois  Klectric  Porcelain  Company  55 

Jefferson  Glass  Copipany   

Jones  &  Glassco   

Kelsch,  R.  S   50 

Kent  Brotbers   

Kerry  &  Cbaee,  Limited    50 

L'Air  Liqnide  Society   

Lancashire  Dynamo  and  Motor  Co. 

Leeds-Northrup  Company   S 

Lisbtfoot,  Stanley    50 

Linc.iln  I'.b  ctric  I'nmiiany  of  Canada  47 

Lindsley  I'.ri  iIIilTs  t/dinpany    55 

London  Electric  Company   4.'i 

Lowry,  E.  A  

Lyman  Tube  and  Supply  Company  5 

Malm,  Gordon  &  Company    50 

Masco  Company  

Marion  &  Marion   50 

McGill  Manufacturing  Company  ...  55 

Mica  Company  of  Canada,  Ltd   49 

Mitchell,  Charles  H.  &  Percival  H.  50 

Moloney  Electric  Co.  of  Canada   57 

National  Electric  Heating  Company 

National  Metal  Molding  Company  . ,  4 

Nerlich  Company  

Northern.  Aluminum  Company   ....  49 

Northern  Electric  Company    3-3 


Ohio  Brass  Company   

Onward  Manufacturing  Company... 
Orpen  Conduit  Company   4 

Packard  Electric  Company  ..>  

Petrie,  H.  VV   i  - 

Pbilips  Electrical  W'orks,  Eugene  F.  41 
Philadelphia  Electric  Company  Sup- 
ply Dept   13 

Power  Plant  Equipment  Company..  44 

Pratt  &  Whitney    49 

Pringle.  .R.  E.  T  

Railway     and     Power  Engineering 

Corpi  )rati()n  ,   40 

Redm. mal  I'hemical  Products  Co.  .  .  51 

Ridout  &  Maybee   50 

Robertson  Limited,  J.  M   50 

Robbins  &  Myers  Company   19^ 

Renfrew  Electric  Company   

Sammett,  M.  A   50 

Sachienmaicr  &  Co.,  George   43 

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan    12 

Spaulding  &  Sons  Company.  T  

Spielman   Agencies.  Regd  

Square  D  Company  

Standard  Underground  Cable  Com- 
pany of  Canada.  Limited   57 

Steel  Company  of  Canada    18 

Superior  Electric  Company   

Tallman  Brass  and  Metal  Co   49 

Thompson,  Clarence   50 

Thompson,  Fred  &  Co   60 

Thompson-Levering  Company   55 

Thordarson  Manufacturing  Company  47 

Toronto  and  Hamilton  Electric  Co.  57 
Tubular  W'oven  Fabric  Company. .  . . 


Wagner  Electric  Manufacturing  Co.  44 
Ward  Leonard  Electric  Company.. 

White  Electrical  Company,  T.  C  


THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance- 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  u.-^e.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  Tlie  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Katio  1/20  per  cent.)  insures  accurate  measurements.  Tlie  galvanometer,  the  weakest  element 
of  siK-li  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  Tlie  battery  is  of  the  o™'"an'  flash 
!iglit"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  ?66.2fi  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


Electrical  Measuring  Instruments 


4912  Stenton  Ave. 


PHILADELPHIA,  PA. 
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GALVADUCT 


A  "Galvaduct"  Building 


GALVADUCT'' 

The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


''LORICATED'' 

A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


Conduits  Company  Limited 

Toronto 


LORICATED 
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Coils 
Impregnated 

by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 


Strong 

Rugged 

Durable 


1 

\ 

\ 

SERVICE  TRANSFORMERS 


Steel  Cases 

Light  in  Weight 

Easy  to  Handle 

Will  Not  Leak 

Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  BIdg. 
Toronto 


Donalda  Block, 
Winnipeg 
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PULLMAN  FLOOR  OUTLETS 


Fig.  104 
Sectional  view  of  Xu  421  Out- 
let and  No.  466  Nozzle  niil'  I'.i  yant 
Receptacle  No.  1363  ami  I'lug  No. 
1110  (nounted  on  lugs  of  Adjusting 
Ring. 

Onarter   Actual  Size. 


NO  MORE  BULLETINS 
Our  new  complete  catalog  No.  33  just  off  the 
the  press.     Yours  for  the  Asking. 

"THE  QUALITY  LINE- 


STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.   PITTSBURGH,  Pa. 


"BANNER"  ASSORTED  CARTON 


This  is  a  small,  e^ 
at  low  cost.  It  conta 
MM  ted  as  follows: 
::o  .\o.  lAG— 20  amp. 
5  No.  2AG — 15  amp. 
5  No.  2AG— 20  amp. 
5  No.  SAG— 10  amp 


a<  I.  I  arton  giving  a  very  good  assortment 
loo  glass  tubing  cartridge  type  fuses,  as- 


15  No.  SAG— 15  amp.    5  No.  SAG— 15  amp. 
10  No.  SAG— 20  amp.    5  No.  .5AG— SO  amp. 
5  No.  4AG— 10  amp.    5  No.  6AG— 20  amp. 
10  No.  4AG— 15  amp.  Total  List  $7.00 

The  fuses  in  ^11  Killark  assorted  cartons  are  packed  in  little 
individual  cartons,  with  contents  clearly  marked,  preventing  all 
possibility  of  error. 

No  charge  is  made  tor  these  cartons — the  list  prices  represent 
the  cost  of  the  fuses  only. 


A  POINT  TO  REMEMBER 

Packing   Auto  Fuses  in  Cartons  of  10  means 
increased  .Sales  and  Profits 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE. 
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ARE  YOU  WASTING  POWER  lhrou{»h 
Inefficient  and  Antiquated  Turbines? 

Maximum   Efficiency  Assured  with 

"SMITH" 
HYDRAULIC  TURBINES 

The  accompanying  illustration  shows  a  horiz- 
ontal shaft  unit  of  2000  H  P.  capacity  under 
X2   head.      Write  Dept.  "N"  for  Bulletin. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

H.  B.  Van  Every,  405  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

1-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us'for  them.     Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory  :  Philadelphia,  Pa. 


Chicago,    Motiatinock  lilock. 
Pittsburgh,    Park  Building. 
Minneapolis,  Metropolitan  Life  Bldg 


Type  W 


New  V'ork,  50  Church  St. 
Detroit,  Mich.,  Ford  Btdg. 
Indianapolis,  Ind.,  Telephone  Bldg. 

ECCLES  &  SMITH  COMPANY 
Los  Angeies  San  Francisco  Portland,  Ore 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by-  any  other  type  of  Conduit  made,  which 
recommends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE  LOW  FIRST  COST 

EASY  TO  INSTALL  LOW  INSTALLATION  COST 

7  foot  Lengths  H  inch  Walls 

Absorption,  lOO  lIour.s,  less  than  1  per  cent. 

Electrolysis-proof  —  Water-proof  — 

Write  for  literature 


5^  inch  Socket  Joints 
Puncture  Test  50,000  Volts 

Gas-proof 


American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Installing  a  Trunk  Line  Subway 


Se]Ucnilicr  I,  r.)is 
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Reaching 
Your 

Customers 


T^HE  logical  place  and 
time  to  talk  to  your 
customers  is  in  the  Elec- 
trical News  when  they 
are 

electrical 


thinking 


of  things 


If  your  product  is 
bought  by  electrical  men, 
advertising  m  the  Elec- 
trical News  will  carry 
your  message  to  them. 

You  and  your  wares 
may  be  favorably  and 
nationally  known  to-day 
but  if  you  don't  advertise 
you  will  soon  be  forgot- 
ten. 


Electrical  News 

347  Adelaide  Street  West 

Toronto 


PLEASE  BE 
SKEPTICAL 


Here  are  two  flat  statements — 
too  important  to  take  on  faith. 
Challenge  us  to  prove  them. 

1.  The  "FRANKLIN"  Discon- 
necting- Switch  with  Positi\e 
"F'RANKLIN"  Lock  not  only 
resists  electrical  expulsion 
strains  but  locks  tighter  as  the 
strains  increase.  ' 

2.  A  single  pull,  from  any  angle 
and  without  a  special  liook,  will 
open  it  readily. 

Fully  described  in  Bulletin  No. 
1250.  In  writing,  state  service  and 
voltage. 

"FRANKLIN" 

Disconnecting  Switches, 
Insulators,  Potheads,  etc. 

"Install  the  "FRANKLIN"  and 
forget  it." 

Selling  Agents : 
THE   PHILADELPHIA  ELECTRIC 
COMPANY  SUPPLY  DEPT. 
132  South  Eleventh  Street 
Philadelphia 
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'  Efficiency  is  Imperative" 


400  H.  P..  550  Volts,  60  Cycles.  450  R.P.M.  Crocker  Wheeler  Wound  Rotor 
Induction  Motor 


That  is  the  War-time 
Service  Slogan  upon  which 
Crocker-Wheeler  Goods 
are  built 

The  design  of  Crocker- 
Wheeler  Induction 
Motors  includes 

Large  Shafts 
—       Large  Journals 
Cast  Weld  End 
Ring  Construction 

Open  Slots 
Form  Wound  Coils 
Heavy  Insulation 
High  Starting  Torque 


CROCKER-WHEELER 

Type  D.  0.  Oil  Switch 

(See  cut  at  right) 

Epecially  developed  for  the  protection  of  small 
motors  under  most  severe  operating  conditions 

Completely  oil  immersed 
Arranged  for  conduit  wiring 
No-voltage  release  attachment 
Overload  relay  protection  on  all  phases 
Overload  adjustment 
Time  limit  adjustment 


Crocker-Wheeler  Type  D  O  Oil  Switch  (tank  removed) 


THE  CANADIAN 

CROCKER-WHEELER  CO 


LIMITED 

Manufacturers  and  Electrical  Engineers 


He&d  Office  and  Worki 

ST.  CATHARINES,  ONT. 


District  Offices 

MONTREAL  TORONTO 
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G.  M.  Gesty  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


rERf^ANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


of  Canada,  Limited 


90  Sherbourne  St. 

TORONTO 


704  Unity  Bldg. 
MONTREAI. 


592  Notre  Dame 
WINNIPEG 


TV 


I? 

K 
R 
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HYDRAULIC  MACHINERY 

We  design  and  build  water  wheels  of  all  sizes  and  types,  either  reaction  or  impulse,  according 
to  the  conditions  of  the  proposition,  and  we  are  in  an  unrivalled  position  to  furnish  HYDRO 
ELECTRIC  POWER  PLANTS  complete  in  every  detail.  From  a  given  head  and  volume  of  water, 
wc  are  prepared  to  guarantee  a  definite  electrical  output. 

Included  in  the  accessory  hydraulic  machinery  which  we  build  are  Oil  Pressure  Governors, 
Pressure  Regulators,  Relief  Valves,  Hydraulic  Gate  Valves  and  Butterfly  Valves. 


Moiildiiii;  cast  iron   iiiiiiitr   fm    single  vertical   Turliine  in   concrete  spiral 
casing,  (J,tH.IO  h.p.,   1G4  r.p.m.,  71)  ft. 


Hydraulic  oil  pressure  Governor,  self- 
contained,  25,000  foot  pounds 
capacity. 


Jlorizontal    cast    iron    spiral   casing,    single    discharge  Turbine, 
4,'XM>  h.p.,  250  r.p.m.,  204  ft.,  driving  eight  pulp  grinders. 


pi  cssurc   sjiiral   casing    Turlanc.   single  ilis- 
cluuge,  single  runner,  2,700  li.p.,  (iOO  r.p.m., 
310  ft. 


CANADIAN  ALLIS-CHALMERS 


LIMITED 


Head   Office:   Toronto.     Sales   Offices:    Montreal,    Quebec.    Halifax.  Sydney.  Ottawa.  Cobalt,  South  Porcupine,  London.  Winnipeg,  Calgary. 

Edmonton,  Nelson  and  Vancouver. 
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Montreal  Tunnel  and  Terminal  C.N.R. 


Our  2,400  volt.  D.  C.  System  selected  as  most  economical  for  their  combination  of 
Trunk-Line  Locomotive  and  Suburban  Motor  Car  Service. 

We  are  well  equipped  to  deal  with  all  the  various  problems  arising  out  of  Electrical 
Transportation  and  our  Engineers  will  be  glad  to  co-operate  in  solving  them. 


CANADIAN  GENERAL  ELECTRIC  CO.  I 

LIMITED  I 

s 

IlracI    (lllicc.    ToroiUo.      Sak-^    (IUki;.:    Mcji'ilu-al,    (Jiu-Ik-c,    Halifax,  Sydney,  Ollaua,  t  uljall,  ^>nilli  I'dkiu.jiic,  l.omloii,  VVniiiii]i.g,  (  algaiy,  | 

EilmoMloii,  Nelson  and  Vancuuvti.  j 
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PRODUCTS 


"Hamilton"  Pig  Iron 
Open  Hearth  Steel  Billets 
Steel  and  Iron  Bars 

Forgings 
Railway  Fastenings 
Pole  Line  Hardware 
Bolts,  Nuts  and  Washers 
Wrought  Pipe 
Screws,  Wire 

and 

Wire  Products 
of  every  description 


THE 


STEEL  COMHINY 

OF  CANADA 


LIMITED 

HAMILTON  MONTREAL 
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R  &  M  Type  "K"  Polyphase  Motors  with  Link  Belt  Silent  Chain  Drives  operating  Barber-Coleman 
Gear  Hobbers  in  Factory  of  Domestic  Engineering  Co. 

A  Natural  Choice  Where  Quality  Determines 
the  Selection  of  Plant  Equipment 


In  the  plant  which  is  equipped 
throughout  with  the  most  modern 
machinery,  where  every  other  con- 
sideration is  subordinate  to  efficiency 
and  maintained  production,  R  &  M 
Motors  win  the  hearty  approval  of 
factory  executive. 

Their  unfailing  dependability 
keeps  every  machine  always  on  the 
job  and  maintains  production  sched- 
ules. 

As  a  result  the  first  installation 
of  R  &  M  Motors  in  a  factory  is  in- 


variably followed  by  repeat  orders 
when  additional  motors  are  needed. 
The  distributor  who  sells  them  can  al- 
ways count  on  favorable  considera- 
tion from  every  R  &  M  motor  user 
who  is  in  need  of  extra  equipment. 

Distributors  also  find  new  motor 
prospects  favorably  inclined  toward 
the  R  &  M  Motor.  A  decade  of  dom- 
inant advertising  in  the  leading  Na- 
tional Magazines  has  made  R  &  M 
Quality  known  to  nearly  everyone— 
the  new  prospect  as  well  as  the  ex- 
perienced motor  user. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New   York,    Philadelphia.    Boston,    Buffalo,   Cleveland,   Cincinnati,   Chicago.  St.  Louis,  San  Francisco. 

CANADIAN  DISTRIBUTORS 

Th.  Century  EUcttic  Co.  Coste.lo^  &^Crowe  ^^-son^       Co.,  Ltd.  La  Cie  Cod-  *^FiIs.  Inc.         Mechanics  ^Supply  Co..  Ltd. 

"Eastern^  Ejectric  Co.        John  Starr^Son^&  Co.,  Ltd.  Great  West  J.cctric  C.  Rogers  E^ctric^Cc.  Ltd. 

Uobbins  &  Mvcr$  Motors 


30 


Tin-  I'.T.i'XTK  I  r.\  I.  \i-.\v> 


Sei)tenil)er  1,  191S 


CONDULETS 


I^lectric  C^ondiiit 
Outlet  iMttings 
That  Meet  Every 
Marine 
Wiring 
Need. 


0 


■|  v|.o  FS  I'ondiilot  lUxly 
With    Wutcrtiglit  Cover 
lor  Ojicraling  Flush 
Switches 


Tvi'-'   <''\'  \Vr;ilhri-l'i.".f 
('i.ii.lulcl  willi  Ciianl 


These  Cuts  Barely 
Suggest  the  Line. 

Write  for 
Catalogs 
and 

complete 
information 


Type   PllX  Water-Tight 
Condiilet 


Type  \  l.  \'ai)(>r,  Cas  and 
Diist-Proof  Conflulet 


Type  y  \  \  apor.  (las  and 
Ihist-l'roof  C'ondu'.el 


•'iiifir^-*' 


\  WW    111-    I  III     W  \K    |(>\.   WIK'K.I)  TllROUC.nOlTT  TN  ( "(  i  M  .  I  '  1  -  !■  I 


\'S  Watir-'I'iKlit 


MiilgeH  (hiarJ  Equipment 
Mounted  on  Type  Tl 
Condulet 


Tyi.e  S  KWC  \Vat(  r-TiKlil  (  on.liilel 
willi'Swileh   Arranged   fin    Carliidge  Imis 


I  , :..     I  I'.   ( JlirouTid   (  on- 
rlulet  r.ody,  only 


Type  I'l!   (Unoiind  C'oii- 
ilulet  Uody 


Remember  our  Condulet  Catalogs  are  Mailed  FREE  for  the  Asking. 

Crouse-Hinds  Company 
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liave  a  diameter  i.l  CdO  mm.,  which  correspond,s  to  a  pen- 
plieral  speed  of  about  47  metres  per  sec.  In  testing  the 
nia.  liine  at  .-.()  per  cent,  above  working  speed  great  pains 
uue  taken,  and  bkewise  in  a  prolonged  test  of  the  turbine, 
designed  to  secure  that  the  safety-regulat(jr  on  the  turliine 
shalf  forliid  any  possilile  excess  of  speed  when  the  machine 
is  in  continuous  use. 

In  accordance  with  the  standard  practice  of  the  A.  E.  G. 
the  machine  is  provided  with  three  bearings,  the  centre  bear- 
ing being  a  double  one,  in  view  of  the  size  of  the  parts.  Be- 
tween the  two  inner  bearings  is  the  flanged  coupling  connect- 
ing the  turl)ine-rotor  to  the  alternator-rotor.  The  turbine 
house  has  no  pedestal,  but  rests  on  the  hearings  on  either 
side  of  it.  It  can  thus  expand,  unhindered,  to- differences  in 
temperature.  Apart  from  mechanical  strength,  the  design  of 
the  whole  machine  was  so  contrived,  as  a  result  of  experi- 
ments on  models,  to  give  an  imposing  and  constructive  ap- 
pearance, the  round  form  of  the  turbine,  indicating  its  func- 
tion, being  strongly  emphasized.  The  machine,  although  the 
first  of  its  kind,  gives  an  impression  of  complete  harmony  in 
design. 

This  machine,  together  with  a  second  one  of  similar  size 
and  output,  also  designed  by  B.  Goldenburg,  will  be  installed 
in  the  Rlieinisch-VVestfalisches  Elektricitatswerke  power  sta- 
tion, located  on  the  site  of  the  coal  fields  at  the  foot  of  the 
hills  near  Cologne.  The  total  installation  at  this  station 
(named  after  the  designer,  the  "Goldenburg-works" )  will  con- 
sist ultimately  of  six  turbo-alternators  from  15,000  k.w.  each 
up  to  about  300,000  kw. 
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A  55,000  Kw.  Turbo-Alternator 

The  first  turbo-alternator  of  00,000  kv.a.  capacity  has 
recently  been  completed  in  the  A. E.G.  works,  and  the  fol- 
lowing description  is  abstracted  in  -The  Electrician"  from 
•■h-.lektrotechnische  Zeitschrift."  The  output  of  the  machine 
is  000  kw.,  at  a  speed  of  1,000  revs,  per  min.  It  gives  7,000 
volts,  three-phase,  with  excitation  at  230  volts.  The  turlnnes 
work  at  a  super-heat  of  :i2(i°C.,  and  with  cooling  water  at 
'M-  The  weight  of  the  turbine  is  250  tons,  of  wlfich  the  tur- 
l,i,K-  rotor  is  Vesponsible  for  49  tons;  the  total  weight  of  the 
alternator  is  325  tons  and  of  its  rotor  100  tons.  The  entire 
weight  of  the  machine,  turbine  and  alternator,  is  thus  475  tons. 
The  machine  utilizes  two  c.uidensers,  each  of  3,000  sq.  metre 
superfiicial  area,  and  weighing  100  tons.  The  outlets  leading 
to  tlie  turliines  are  2,400  mm.  in  diameter. 

The  turbine  utilizes  10  radial  arms  of  3,400-3,800  mm. 
diameter.  This  corresponds  with  a  peripheral  speed  of  180-200 
metres  per  sec.  The  blades  must  be  made  of  Steel  without  any 
nickel  content,  .'ind  the  arms  must,  therefore,  be  worked  en- 
tire. The  aluriiator-rotor  has  an  outer  diameter  of  about 
2,3(10  mm.,  which  corresponds  with  a  peripheral  speed  of  115 
meters  per  sec.  It  was  not  necessary  to  construct  the  rotor, 
which,  apart  from  the  bearing,  has  a  total  length  of  9  metres, 
out  of  one  single  piece,  but  it  was  built  up  by  the  assembly 
of  a  l.irge  iimnber  of  plates  from  the  same  metal. 

The'speed  of  rotation  at  which  the  rotor  was  tested  in 
the  works  was  50  per  cent,  above  wtu-king  speed,  i.e.,  1.500 
revs,  per  min.  With  single  plates  tests  were  even  made  made 
;u  3,000-3,400  revs,  per  min.    The  bearings  of  the  machine 


Judicious  Use  of  Electric  Heat 

The  announcement  is  now  definitely  made  that  at  vari- 
ous points  in  Canada  the  supply  of  anthracite  coal  is  certain 
to  be  less  than  a  year  ago.  This  is  a  serious  situation  for 
those  areas  dependent  upon  the  United  States  for  their  fuel 
and  suggests  the  advisaoility  of  electric  heating  wherever 
l>o-sib'e.  The  power  shortage,  which  again  seems  inevit- 
able, around  Christmas  and  the  New  Year  particularly,  ren- 
ders the  general  employment  of  electric  heaters  impossible, 
but  their  judicious  and  patriotic  use  at  off-peak  periods  could 
doubtless  be  arranged  to  eke  out  a  scanty  coal  supply,  in 
general  the  peak  load  of  the  year,  as  regards  electricity  sup- 
ply, comes  on,  in  Canada,  a  month  or  two  before  the  most 
severe  weather  of  I'ebruary,  so  that  at  least  this  month's 
coal  supply,  and  doubtless  also  that  of  March  and  .\pril, 
might  l)e  supplemented  by  a  little  electric  heating  without 
interference  with  war  industries.  There  are  also  certain 
limited  periods  each  day  in  addition  to  Saturday  afternoon 
and  Sundays  where  the  maximum  demand  on  the  central 
station  is  rarely  maintained. 

(  )n  this  supposition  it  would  ajtpear  to  be  well  for  house- 
holders in  general  to  equip  their  homes  vvitli  one  or  two 
small  heaters,  ascertain  the  hours  at  which  these  may  be 
safely  used  and  thus  make  a  systematic  effort  to  get  along 
with  the  smaller  coal  allotment. 


St.  Lawrence  River  Power  Go.  Demands 

The  St.  Lawrence  River  Power  Company  is  making  ap- 
plication to  be  allowed  to  construct  an  ice  weir  in  the  St. 
Lawrence  River,  between  the  Long  Sault  Islands  and  the 
canal  which  leads  to  Grass  River.  Under  ordinary  circum- 
stances thirty  days'  notice  is  necessary  for  the  hearing  of 
an  application  but,  as  tlie  company  urged  that  this  work  was 
needed  to  increase  tiie  output  of  aluminium  which,  in  turn. 
wa>  to  be  used  for  war  purposes,  the  rules  were  suspended 
and  the  hearing  has  been  fixed  for  .August  29  in  Montreal. 
The  matter  was  argued  at  a  meeting  of  the  International 
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U  .Uvi  vvavs  (.'«innnissii>n  lu-l.l  s<mn-  U  ii  ilavs  ai^o  al  \il.iiilu 
l  ity . 

The  application  will,  it  is  umU  r-.i.M..l.  ln'  imiih.shI  \<\ 
«.  uiKulian  interests,  iiu'huliii;-;  tlio  i,  .iiuiiii>Mnii  nl  i  ihisi  tv.i 
lion,  unless  it  can  be  shown  (li-rmilil>  thai  ilio  -chcnu'  will 
nut  interefere  in  any  way  with  tiie  ii.mnal  lh>\v  ol  ihc  Si. 
Lawrence  River.  .\n  iniiiortant  pliase  >'l  ihr  wh..K'  (|insti(m 
seents  tu  he  that  nn  one  hail  been  .n'veii  an  nii|i(irl\inil\  U> 
sinily  tlie  plans  at  the  time  of  tlu-  lieariii.^  in  Allanlic  (  iiy, 
and  the  number  of  clays  elapsing  lutwccn  llial  .ind  Auunsl 
L.''.*  is  all  too  short  for  this  purpose. 


Saving  Power  by  Inter-Gonneclion 

As  a  solntion  for  the  reduced  supply   of   Incl  and  llic 
greater  demand  for  power,  several  companies   in   the  New 
Knjiland  States  are  considerin,^  a  conipK  tc  nilcr-connect  n  ni 
of  the  plants  in  Eastern  MassaclinseUs.    The  plan  under  con-- 
sideration  would  probably  save  in  the  nei.iihhorhood  of  70. 
000  tons  of  coal  per  annum  and  release  about  .")(), ooo  kw.  .^en- 
eratin.u  capacity  for  war  wurk.    The  matter  is  in  the  hands 
of  a  conference  committee  of  central  station  interests  headed 
hy  C.  L.  EdRar,  president  of  tlir  I'.dison   Klectric  (;onii)any 
of  Boston.    Representatives  of  the  War  Industries  Hoard,  the 
Massachusetts  Gas  and   i'.lecric   Li.yht  Commission  and  the 
I'onservation  Division  of  the  United  States  Fuel  Adniinistia- 
tion.  have  been  in  conference  with   representatives   ol  the 
central  stations  and  all  are  agreed  that  the  plan  could  lie  made 
effective.    It  is  estimated  that  by  inter-connection,  the  fuel 
consumption  in  the  plants  involved,  which  are  about  seven- 
teen in  number,  would  be  reduced  from  an  average  of  2.38 
pounds  per  kw.h.  to  1.93  pounds  per  kw.h.  representing  a 
direct  sa-'ing  of  40,000  tons  of  coal.    The  plan  does  not  involve 
the  discontinuance  of  any  of  the  generating  plants  composing 
the  complete  system.    Each  plant  will  be  required  to  operate 
for   a  portion   of   each   year— the   most   economical  plants 
running  more  continually,  the  mefficient  plants  being  used  for 
peak-load  requirements.    The  Quantity  of  power  involved  is 
■  in  the  neighborhood  of  200,000  kw.    It  is  anticipated  that  the 
work  of  inter-connecting  these  plants  will  be  proceeded  with 
immediately. 


Turning  Scattered  Prospects  Into 
Profitable  Business 

Mr.  S.  J.  Halls,  sales  manager  of  the  British  CoHimbia 
Electric  Railway  Company  at  Victoria,  B.C.,  recently  took 
advantage  of  the  VVestinghouse  company's  standing  offer  for 
articles  for  "How-I-did-it"  and  secured  a  prize  for  his  article 
••Turning  Scattered  Prospects  into  Profitable  Business."  Mr. 
Halls'  article  has  some  useful  suggestions  and  we  reproduce 

it:  '  .  . 

I    suppose    most    central    station    salesmen    or  district 

agents  have  at  one  time  or  another  been  up  against  the  pro- 
blem of  having  to  deal  with  requests  for  lighting  extensions 
to  streets  with  very  few  residences  on  them. 

We  had  a  number  of  such  cases  some  short  time  ago  in 
a  suburban  municipality. 

The  capital  expenditure  necessary  in  pole  line  construc- 
tion was  out  of  proportion  to  the  estimated  revenue  from 
the  parties  desiring  service,  and  as  the  premises  were  very 
scattered  it  looked  rather  hopeless  at  the  time  to  meet 
I»eople's  wishes. 

However,  we  naturally  wanted  this  business,  if  at  all 
possible  to  obtain,  and  therefore  cast  around  to  find  ways  and 
means  of  satisfying  those  wishing  connection  from  our  lines, 
and  at  the  same  time  to  ensure  profitable  business  of  our- 
-  elves. 

The  young  municipality,  in  which  these  scattered  Jiomcs 
v,  ,  r.    -itnatcd.   had.  not  up  to  this  time  seen  its  way  clear, 


,'ven  on  a  modest  scale,  to  embark  on  a  street  lighting  scheme. 
Now  .ippeared  to  us  the  opportune  lime  to  start  negotiations 
lor  a  sN'stem  to  be  installed. 

W  e  accordingliy  interested  those  parties  w'ho  wanted 
li,^hl  in  their  homes  on  the  thinly  settled  streets,  that  provid- 
ed satisfactory  arrangements  cmi1d  lie  entered  into  with  the 
coiiiu'il  for  street  lightning  covering  the  wdiole-  municipality 
that  tluii  snflicieiit  revenue  would  be  derived,  in  conjunc- 
tion with  doiiustic  lighting,  to  enable  us  to  undertake  the 
extensions  desired. 

The  matter  soon  took  definite  sliape.  I  appeared  before 
the  coiineil  and  explained  fully  the  circumstances,  and  point- 
ed out  how  hy  mutually  getting  together  all  parties  would 
lienelit  hy  the  iiroi)osals.  I  also  explained  the  nature  and 
operation  of  a  street  series  system  and  submitted  costs  of 
coiistrnetioii  and  operation  of  such  .a  plant. 

A  loniniitlee  was  appointed  to  go  carefully  into  the 
question,  with  the  result  that  at  the  next  regular  council 
meeting  1  was  asked  to  draft  up  and  submit  a  contract  cover- 
ing the  scheme.  This  embodied  that  the  system  (excluding 
poles)  wdien  paid  for  should  become  the  property  of  the 
municipality;  that  we  would  extend  the  payments  over  a 
period  of  some  years,  and  also  give  the  privilege  of  using 
our  poles  for  such  street  lighting,  without  charge,  during  the 
]\\^■  of  the  contract.  Current  was  to  be  paid  for  on  a  kw.h.  basis 
llie  municipality  to  maintain  lamps,  renewals,  etc.  With  a 
few  minor  changes  the  contract  was  duly  signed  and  sealed. 

The  factory  gave  prompt  delivery  of  the  necessary  ap- 
paratus, this  consisting  of  one  22  kv.a.  series  tungsten  regulat- 
or, which,  together  with  190  ornamental  brackets,  each  sup- 
porting an  80-watt,  6.6  amp.  lamp  on  ordinary  streets,  and 
lOO-watt.  lamps  on  main  thoroughfares,  were  duly  installed 
within  a  period  of  three  months,  and  lights  were  turned 
on  a  few  days  before  Christmas.  This  was  particularly  pleas- 
ing to  the  residents,  coming  as  it  did  at  the  festive  season. 

We  received  some  bouquets  for  our  eflforts  in  the  mat- 
ter. Incidentally  it  also  greatly  assisted  in  returning  the 
whole  council  and  councillors  were  all  re-elected  for  an- 
other year  by  acclamation,  thereby  saving  the  voters  some 
hundreds  of  dollars  in  election  expenses. 

With  the  subsequent  introduction  of  the  street  series 
mazda  "C"  lamps,  we  recommended  their  adoption,  this  fol- 
lowing the  use  of  larger  wattage  lamps  and  substantially  in- 
creasing the  efficiency  of  the  system,  which  has  since  been 
consideral)ly  extended. 

The  monthly  bills  for  energy  have  been  kept  to  within 
reasonable  limits  so  that  the  general  tax  rate  has  never 
exceeded  a  quarter  of  a  mill  on  the  dollar  to  cover  the  en- 
tire operation  of  the  street  lighting  system — a  figure,  need- 
less to  sa\ ,  extremely  gratifying  to  the  taxpayers. 

The  result  of  these  negotiations,  of  course,  enabled  us  to 
go  ahead  and  connect  up  all  our  scattered  prospects  with 
domestic  lighting.  It  was  also  soon  noticed  that  there  was 
:i  <listincl  inclination  on  the  part  of  the  residents  of  the  entire 
neighborhood  to  take  a  renewed  interest  in  electric  lighting 
in  their  homes,  to  the  extent  that  tungsten  lamp  sales  in- 
creased very  ajqireciably.  constuiiers  no  longer  being  satis- 
fied with  the  old  carbon  lamps — they  wanted  something  on  a 
smaller  scale  to  give  them  the  efficient  light  now  to  be  found 
on  their  streets. 

.Another  point  of  interest  attached  to  this  bit  of  business 
was  its  relation  to  our  street  railway  business,  which  op- 
erates in  the  municipality.  In  the  past  it  had  been  necessary 
for  the  conqiany  to  supply  and  maintain  at  its  own  expense 
certain  lights  at  prominent  and  dangerous  crossing's. 

With  the  advent  of  the  general  series  system,  this  was  no 
longer  necessary,  as  all  street  corners  on  the  car  lines  w-erc 
provided  with  a  brilliant  light,  so  that  passengers  could  board 
or  alight  with  i)erfect  comfort  and  safety. 

Within  six  months  of  the  above  sxstem  .going  into  op- 
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eration,  two  other  adjoining  districts,  not  to  be  outdone  in 
the  matter  of  street  Hghting.  completed  arrangements  with 
us  for  practically  similar  installations,  carrying  almost  iden- 
tical ])enefits  to  those  recorded. 

In  conclusion,  therefore,  what  looked  in  the  first  place 
like  some  scattered  business  hardly  worth  picking  up,  by  a 
little  judicious  handling  brought  us  three  suburban  street 
lighting  contracts,  added  consideral)le  load  to  our  residen- 
tial circuits,  increased  tungsten  lamp  sales,  and  Ijenefited  the 
street  railway. 


Merely  a  Typical  Case 

A  small  manufacturer  of  concrete  mixers  had  a  tumble- 
down shack  in  which  he  had  been  producing  three  and  a 
half •  concrete  mixers  a  week.  The  natural  lighting  was  in- 
sufficient so  that  artificial  lighting  had  to  Ije  used  practically 
the  entire  day  and  this  consisted  of  naked  lamps  of  small 
bize  suspended  from  extension  cords. 

An  illuminating  contractor  was  requested  to  light  up 
one-half  of  the  shop  in  a  better  way.  This  he  did  by  in- 
stalling overhead  units  in  size  and  number  so  as  to  give  a 
high  intensity  of  illumination  uniformly  distributed  and  suffi- 
ciently diffused  to  avoid  sharp  shadows.  After  about  three 
weeks  the  owner  of  the  plant  called  him  up  and  said:  "Come 
out  and  fix  up  the  other  half  of  the  ])lant.  Due  to  improved 
lighting,  T  am  now  making  five  machines  a  week."  This,  in 
])ercentage,  is  a  tremendous  gain,  and  as  no  other  changes 
had  been  made  in  the  plant,  it  may  be  attril)uted  almost  en- 
tirely to  the  lighting. 


Typical  Accidents  and  Fires  Attributable 
to  Electrical  Abuses 

"Electrical  Data"  for  July,  the  official  publication  of  the 
National  Board  of  Fire  Underwriters,  prints  a  number  of 
interesting  reports  of  accidents  and  fires  attributed  to  elec- 
trical causes.  It  is  noticeable  that  any  one  of  these  accidents 
might  have  been  foreseen  and  avoided.  However,  the  enum- 
eration of  them  is  valuable  as  indicating  the  necessity  for 
caution  with  even  this  safest  source  of  light,  heat  and  power. 
A  number  of  typical  items  are  enumerated  below: 
Bath  Rooom  Fixture  Easily  Reached  by  Person  in  Bath  Tub. 

In  preparing  to  take  a  bath  the  person  stood  with  one 
foot  in  the  bath  tub  which  contained  water,  the  other  foot 
being  on  the  floor.  In  this  position  she  reached  over  to  a 
bowl  for  soap  and  in  drawing  back  came  in  contact  with  a 
fixture  with  the  other  hand.  The  fixture  was  a  one-light 
combination  gas  and  electric  wall  bracket,  which,  because  of 
broken  down  insulation  of  conductors  was  electrically  charg- 
ed. She  received  a  shock  and  a  slight  burn  on  the  first  finger 
of  the  right  hand  and  fell  to  the  floor  receiving  injuries  to 
the  right  arm,  side  and  leg.  The  potential  of  the  crcuit  was 
m  volts. 

Enters  Transformer  House  Through  Window  and  is  Killed. 

In  company  with  other  boys,  a  boy  seventeen  years  of 
age  was  bathing  in  the  failrace  adjacent  to  the  i)lant  of  a 
light  and  power  company.  W  hile  playing  tag,  this  boy  climb- 
ed up  an  abutment  and  through  a  window  into  a  room  in  the 
plant  containing  high-voltage  transformers.  The  boy's  broth- 
er looked  in  at  the  window  and  noting  that  something  was 
wrong,  hurried  to  tlu'  engineer.  From  the  marks  upon  the 
body  it  was  apparent  that  the  victim's  head  came  in  contact 
with  the  high-voltage  wires.  The  transformer  room  was  keiit 
locked  and  the  window  was  left  open  for  ventilating  pur- 
poses. 

Taking  Electric  Iron  Into  Bath  Tub. 

Tlie  victim,  aged  ".I,  of  tiiis  accicbnl  entered  liie  bath 
room  taking  along  an  or<linary   >i\  pound  (lectric  pit'ssing 


iron.  The  iron  he  attached  l)y  the  usual  cord  and  plug  to  a 
lighting  fixture.  After  filling  the  tub  with  water  he  stepped 
in,  taking  the  iron  with  him.  He  received  a  shock,  the  cord 
and  iron  became  water  soaked  and  the  victim  called  for  help. 
Before  the  current  could  be  shut  off  he  was  found  to  be  dead. 

The  lighting  system  was  110-volt.  alternating  current 
with  the  secondary  neutral  permanently  grounded,  allowing 
no  possibility  for  a  Iiigher  voltage  to  ground.  The  lighting 
bracket  was  found  bent  down,  due  to  efforts  to  pull  the  cord 
loose  from  the  fixture,  and  the  heating  element,  of  the  iron 
was  found  to  be  burned  out. 

Boy  Climbs  High-Tension  Wire  Tower. 

Three  boys  were  playing  at  the  foot  of  a  tower  support- 
ing high-tension  wires.  One  of  the  boys  proposed  a  game 
of  "stump  the  leader."  At  this,  one  of  the  boys  climbed  to  the 
top  of  the  tower,  touched  one  of  the  wires  and  fell  40  ft. 
to  the  ground,  dying  from  shock  and  burns. 

Arc  Lamp  Supporting  Chain  Charged. 

Two  men  in  a  buggy  came  to  a  railroad  crossing.  One 
of  them  alighted  and  approached  the  track  to  see  if  a  train 
were  coming.  Placing  a  cigarette  in  his  mouth,  he  walked 
over  to  a  wooden  pole  at  the  crossing  on  which  electric  light 
wires  were  strung,  reached  out  to  scratch  a  match  and  at 
the  same  time  touched  a  chain  used  in  lowering  and  raising 
the  arc  lamp,  also  supported  by  the  pole.  The  chain  was 
charged  and  the  man  was  killed. 

Fire  in  Bedroom  Started  by  Electric  Iron. 

An  electric  iron  was  used  as  a  massage  instrument  and 
kejit  in  the  bedroom.  The  occupant  neglected  to  disconnect 
the  plug  from  the  wall  receptacle  or  from  the  iron,  with  the 
result  that  the  bed  and  contents  of  the  room  were  consider- 
ably damaged  by  fire. 

Tenant  Replaces  Heating  Cord  with  Ordinary  Lamp  Cord. 

An  electric  pressing  iron  was  properly  installed  with 
standard  heater  cord  between  the  socket  and  iron.  The  cord 
becoming  worn,  the  tenant  of  the  luiilding  replaced  the  worn 
cord  with  ordinary  lamp  cord  which  soon  short-circuited, 
causing  a  fire. 

Electric  Iron  on  Lighting  Circuit. 

An  electric  iron  was  disconnected  by  a  wall  switch, 
which  also  controlled  the  lighting  of  the  room.  The  current 
had  been  turned  off  the  iron  at  the  switch,  but  a  person 
coming  into  the  room,  turned  the  switch  on  and  obtained 
no  light  because  the  lights  were  turned  oflf  at  the  socket.  He 
neglected  turning  the  switch  to  the  "off"  position. 

Pennies  Replace  Blown  Fuses 

The  key  socket  on  a  pendant  cord  became  short-circuited 
because  socket  screws  were  not  tightly  set  in  place.  The 
short-circuit  Imrned  along  the  jiendant  cord  to  a  rosette  and 
tlie  ])urned  cord  and  socket  (lro])ped  to  tlie  floor.  Upon  in- 
•vt-stigation  as  to  why  the  fuses  on  the  circuit  had  not  blown 
out.  it  was  fouiul  that  a  few  days  before,  the  owner  had  had 
IroubU'  with  this  circuit  and  (i-ampere  fuses  had  blown.  .\ 
workman  from  a  local  factory,  called  saying  he  would  rem- 
edy the  trouble.  v\'liich  he  did  by  placing  a  penn\  bark  ol 
each  fuse. 

Poor  Connection  of  Attachment  Plug  to  Cord. 

Poor  workmanship  in  connecting  a  cord  to  an  attach- 
ment iilng  caused  an  arc  which  set  fire  to  the  insulation  of  the 
cord.  'Hie  cord  ran  through  decorations  in  a  show  window 
and  the  Hame  was  carried  to  this  point. 

Lamp  Cord  Hung  on  Nail  Over  an  Open  Oil  Barrel. 

In  an  automobile  garage  a  common  lamp  cord,  somewhat 
worn,  was  hung  on  a  nail.  Just  below  this  was  an  open  oil 
liarrel.  Weak  insulation,  the  nail  a.ssisting,  caused  an  arc  to 
be  formed  and  pieces  of  the  i)urning  cord  fell  into  the  oil 
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barrel,  from  wlm  li  tlu-  fire  (.•xiinmiini.  atcil  lo  tlu'  siu  i omulinu 
objects. 

Staple  Cuts  Through  Lamp  Cord  Insulation. 
Ordinary  lamp  cord  was  extended,  inv  luaiuli  lif^htint" 
purposes,  around  the  l)aselioard  of  a  room  and  luld  in  place 
by  metal  staples.   .\  staple  cui  ilnou.^h  tlu-  insulation  ol  llic 
cord  and  started  a  fire. 

No.  18  Telephone  Wire  Used  to  Connect  Porch  Light 
.\   \o.  IS  telephone  wire  was  used  io  connect   t'roni  a 
branch  block  to  a  receptacle  for  a  li,L;iit  on  the  rear  porch  of 
a  residence.    The  wire  became  short-circuited,  setini;  (ire  to 
the  woodwork. 

Window  Curtain  in  Contact  with  Incandescent  Lamp  Globe. 

\  tapestry  window  cunain  was  draped  so  as  to  he  in 
contact  with  one  of  the  lamps  of  a  candelabra  bracket  lixlure. 
The  heat  of  the  lamp  i.unilcd  the  curtain. 

Hot  Lamp  Globe  Causes  $10,000  Fire. 
.\  department  store  had  woolen  blankets  stored  in  small 
bales.  These  were  stacked  on  high  shelving,  and  in  moving 
the  stock  about  a  common  lamp  cord  was  used  as  a  portable 
lead  to  an  incandescent  lamp.  The  cord  was  left  lying  in  con- 
tact with  and  between  the  hales  of  blanets.  To  the  cord 
was  attached  a  lamp  without  a  guard.  The  lamp  was  left  in 
contact  with  the  blankets,  and  a  fire  loss  of  $10,000  resulted. 

Incandescent  Lamp  Used  as  a  Clothes  Hook. 
.\  si.xteen  candlepower  carbon  lamp  in  a  wall  receptacle 
was  used  as  a  hook  for    clothing.    The     occupants    of  the 
building  returning  late  in  the  evening  found  the  rooms  filled 
with  smoke  and  the  walls  and  floor  somewhat  burned. 


Report  on  One-man  Cars  by  the  A.  E.  R.  A. 
War  Board  Confirms  its  Superiority 

The  War  Board  of  the  American  Electric  I-iailvvay  Asso- 
ciation has  submitted  to  the  National  War  Labor  Board  a 
report  on  the  development  of  modern  one-man  cars.  The 
followdng  has  been  abstracted  from  this  report  by  Electric 
Traction : 

The  need  of  one-man  cars  has  been  brought  about  by 
the  enormous  increase  in  all  operating  costs  and  1)y  the 
scarcity  of  platform  labor,  owing  to  the  large  nunil>er  of  men 
who  have  gone  into  the  war  or  war  industries.  The  average 
operating  ratio  has  risen  from  50  per  cent,  in  1912  to  72  per 
cent,  in  February,  1918. 

It  is  estimated  that  30,000  of  these  cars  could  be  used 
advantageously.  There  have  been  built,  however,  only  about 
700  one-man  cars  of  a  modern  approved  type.  The  old 
shuttle  car  with  the  closed  rear  platform  is  a  common  type 
of  the  one-man  car.  The  use  of  cars  of  this  type  is  limited 
to  minor  service.  For  complete  routes  with  light  traffic  a 
lietter  type  of  car  is  usually  employed.  The  equipment  of 
these  cars  is  also  more  coiuplete  and  more  modern,  includ- 
ing mechanically  operated  devices  and  air  brakes.  Probably 
the  most  advantageous  use  of  the  one-man  car  is  in  con- 
rested  districts  of  the  larger  cities  where  the  limited  service 
is  sufficient  to  handle  the  traffic.  Such  use  has  proved  feasible 
in  cities  of  from  50,000  to  400,000  population. 

The  type  of  one-man  car,  suitable  for  this  purpose,  will 
seat  about  passengers.  By  supplying  about  50  per  cent, 
more  cars  of  this  type,  it  is  estimated  that  more  seats  will 
be  provided  for  .passengers  with  only  about  two-thirds  f)l  the 
usual  number  of  platform  men.  The  reduction  in  the  weight 
of  the  cars  displaced  will,  it  is  estimated,  reduce  the  fuel 
consumption  an  amount  proportionate  to  the  reduction  in 
weight.  The  one-man  car  is  estimated  at  less  than  400  lbs. 
per  seat,  while  the  cars  displaced  weigh  from  700  to  1,200  lbs. 
jr  seat. 

Safet:'  c'iuii)inent    is    defined    an    a    i  Duibiiialion  of  air 


brakes,  air  o])erate(l  doors,  air  sanders  and  the  deadman's 
handle  of  the  electric  controller.  This  equipment  automatic- 
ally insures,  first:  That  the  doors  will  not  open  until  the  car 
has  come  to  a  full  stop.  Second:  That  the  car  will  not  start 
until  the  doors  are  closed.  Third:  The  power  will  go  ofif,  the 
l>rakes  will  a|)ply  instantaneously  and  the  track  will  sand, 
the  moment  the  operator  of  a  moving  car  fails  to  bear  down 
on  the  controller  handle  of  the  deadman  type. 

The  saving  in  manual  labor  is,  of  course,  considerable. 
L'nder  certain  assumed  conditions  of  normal  traffic,  1,140 
door  operations  are  re(|nired  in  10  hours.  Automatic  doors 
alone,  therefore  save  considerable  labor.  The  saving  in  labor 
v\'ith  air  brake  equipment  is  apparent.  The  number  of  move- 
ments saved  in  eliminating  the  starting  and  stopping  bell- 
signal  is  enormous  and  worthy  of  saving  both  as  to  time  and 
to  lab(jr,  as  is  also  the  fare  registering  labor. 

The  best  proof  that  "safetx"  cars  need  only  one  man  is 
presented  ])y  the  fact  that  nearly  always  these  cars  are  mak- 
ing; l)etter,  faster  schedules  than  the  two-men  cars,  wdiich  thej^ 
replace.  If  the  one-man  car  was  appreciably  slower,  the 
railways  would  abandon  its  use,  because  of  the  loss  in  mile- 
age, the  slowing  up  of  the  service  and  the  increased  liability 
of  congestion  would  wipe  out  any  saving  due  to  a  smaller 
crew. 

Tlie  superiority  of  the  "safety"  car  is  confirmed  for  a 
wide  raii,L;e  of  ser\ice  by  data  included  in  the  report,  cover- 
ing 10  cities  ranging  in  population  from  21,000  to  400,()()n. 
These  figures  sliould  prove  conclusively  that  one-man  safety 
cars  are  amply  able  to  meet  a  wide  range  of  operating  con- 
ditions, and  that  if  they  were  applied  wherever  possible, 
there  would  be  a  sa\  ing  of  hundreds  of  thousands  of  tons  oi 
coal  annually  and  a  saving  of  several  thousands  of  men. 

l''r..im  the  figures  and  data  included  in  the  report,  the  fol- 
lowing points  are  brought  out:  (1)  That  the  one-man  safety 
car  is  applicable  to  a  wide  range  of  electr:c  railway  con- 
ditions. (2)  That  the  safety  cars  of  new  contsruction  per- 
mit of  enormous  savings  in  fuel.  (:i)  That  all  safety  cars 
permit  greatly  increased  service  to  the  public  wdiile  still  per- 
mitting a  large  reduction  in  platform  personnel.  (4)  That 
the  safety  car,  because  of  the  use  of  automatic  devices,  can 
lie  operated  at  a  higher  schedule  speed  by  one  man  than  an 
older  style  car  can  lie  operated  by  two  men.  (5)  That  the 
safety  car  fully  justilles  its  name  as  the  preventer  of  acci- 
dents through  the  inter-operation  of  control,  brakes,  doors, 
steps,  Sander  and  emergency  brake.  (6)  That  only  the  safety 
car's  economies  in  operation  and  improvements  in  service 
ha\e  made  it  financially  practicable  to  maintain  railway  ser- 
vice in  small  cities  where  short  headways  were  a  necessit\- 
and  in  larger  cities  where  the  shortage  of  labor  has  seriously 
impaired  the  ability  to  give  adequate  service  even  with  but 
one  man  per  car,  as  at  Seattle  and  Tacoma.  (7)  That  the 
safety  car  is  preferred  by  the  men  themselves  because  it 
eliminates  all  manual  labor  and  avoids  division  of  responsi- 
bility with  a  second  platform  man.  (8)  That  the  safety  car 
promotes  better  public  relations  in  demonstrating  the  good- 
will of  the  railway,  thereby  paving  the  way  for  a  solution 
of  the  local  utility  problems.  The  modern  one-man  car  now 
costs  about  $6,700. 

In  conclusion,  it  is  pointed  out  that  the  late  of  change 
or  turnover  of  platform  men  is  so  great  that  no  man  has 
ever  lieen  depri\ed  of  work  on  the  properties  named,  because 
of  the  introduction  of  the  one-man  car.  The  railways  hope 
in  fact  that  the  elimination  of  manual  labor  on  these  cars 
will  enable  them  to  offer  enridoyment  to  a  wider  classifica- 
tion of  men  and  to  keep  such  men  longer  in  the  scr\-ice. 


Pay-as-\(iu-enter  cars  arc  being  installed  on  some  of  the 
lines  of  the  ilamilloti,  Out.,  street  railway. 

The  Economic  Electric  and  Manufacturing  Ciuupany, 
Montreal,  have  registered. 
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Aerial  Cable  Construction  for  Electric  Power 

Transmission 


By  E.  B.  Meyer* 


Central  station  companies  have  had  to  meet  a  number  of 
difficult  problems  during  the  past  three  years  but  the  most 
important  has  been  that  of  supplying  enormous  power  de- 
mands imposed  upon  them.  On  account  of  the  rapidity  with 
which  most  of  the  materials  covered  by  war  contracts  must 
be  delivered,  industrial  companies  found  that  the  budding  of 
isolated  plants  was  out  of  the  question,  not  only  because  of 
the  time  necessary  for  erection,  but  because  of  the  low  rates 
and  excellent,  service' furnished  by  utility  companies. 

.\t  the  present  time  the  central  statinii  engineer  in  deal- 
ing with  the  customer  has  t<i  jirnvide  fur  thousands  of  kilo- 
watts rather  than  hundreds,  which  were  the  u>ual  demands 

Jute 

Soft  Steel  Tape  Armor 
4/32"  Reinforced  Rubber 
3  32  Paper  Jacket 
'  32"  Insulation  (Paper) 
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ute  or  Paper  Filler 
(Impregnated) 


Fig.  1— Reinforced  rubber-covered  aerial  cable. 

previous  to  the  war.  These  large  demands  have  made  it 
necessary  to  solve  numerous  operating  problems  in  connec- 
tion with  the  transmission  system  and  to  devise  special 
methods  of  con>truction  in  order  to  serve  the  industries  up- 
on which  the  government  is  depending  to  help  win  the  war. 

The  Public  Service  Electric  Company,  which  operates  in 
■MW  municipalities  throughout  the  State  of  New  Jersey,  sup- 
plies light  and  power  to  approximately  170  manufacturing 
plants  ''engaged  directly  or  indirectly  on  Government  con- 
tracts. One  of  the  special  methods  adopted  by  the  Public 
Service  Electric  Company  in  meeting  war  time  demands, 
was  that  of  furnishing  the  customer  with  primary  service  by 
the  use  of  aerial  cable  run  on  poles  and  supporred  by  mess- 
enger wire,  a  type  of  construction  similar  to  that  used  in 
telephone  work.  This  type  of  construction  was  f^rst  used  by 
the  company  about  seven  years  ago  when  it  was  found 
necessary  to  connect  two  large  generating  stations  through 
tie  feeders. 

The  matter  of  running  overhead  wire  was  considered  but 
found  impracticable  because  the  line  in  several  places  would 
have  to  cross  freight  yards,  trestles,  and  bridges,  and  the 
owners  of  these  structures  objected  to  open-wire  high-ten- 
sion lines.  Most  of  the  section  between  these  two  stations 
was  soil  of  a  marshy  character,  through  which  it  would  have 
been  impossible  to  run  a  duct  line  without  the  use  of  found- 
atiim  i)iliiig.  It  was  therefore  concluded  that  the  use  of  aerial 
cable  furnished  the  most  satisfactory  solution  of  the  prob- 
Kiii.  In  this  installation  ordinary  lead-covered  cable  i>\  the 
same  type  as  that  for  underground  work  was  run  on  a  pole 
line  with  .->0-ft.  ixde  spacing.  To  protect  the  sheath  from 
mechanical  injurv  there  was  applied  a  covering  consisting  ol 
several  layers  of  Jute  and  marliii  with  an  outer  arnmr  nf  s.,fi 
steel  tape. 

Special  Cable  Designed. 

'{"he  use       lead-cove'red  cable  for  aerial  work  was  found 
undesirable,  however.  l)ecause  of  the  excessive  weight  nl  the 


cable  and  the  fact  that  it  could  not  be  installed  on  stand- 
ard pole  line  construction,  and  a  special  form  of  cable  was 
developed  to  overcome  these  objections. 

In  Fig.  1  is  shown  the  modified  form  of  cable  for  i:!,2()()- 
volt  operation,  which  is  made  up  with  7/:^2-in.  paper  con- 
ductor in.sulation,  a  :i/:52-in.  paper  jacket  and  a  ■i/:i2-in.  re- 
inforced rubi)er  covering  over  the  paper  jacket.  The  rein- 
forced rubber  covering  is  similar  in  construction  to  that  ot 
the  ordinary  garden  hose,  being  made  up  of  >everal  piles  of 
fabric  and  rubber.  The  entire  cable  is  saturated  with  rubber 
compound  and  covered  with  tape  and  a  weather-proof  braid, 
thorou.ghly  impregnated  with  a  waterproofing  compound. 
For  mechanical  protection,  the  whole  core  is  encased  m  an 
armor  made  up  of  galvanized  steel  tape.  The  use  of  this  form 
of  construction  reduces  the  weight  of  the  cable  approximate- 
ly 50  per  cent  and  permits  the  use  of  lighter  pole  line  con- 
struction. / 

The  process  of  manufacture  of  the  reinforced  rubber 
covering  consists  in  calendering  both  >ides  of  the  cotton  fab- 
ric, previously  dried  and  waterproofed,  with  a  :»)  per  cent 
Para  rubber  compound,  so  as  to  obtain  a  thorough  filling  of 
rubber,  which,  under  the  process  of  calendering,  becomes 
partially  vulcanized.  The  prepared  fabric  is  then  cut  into  tapes. 
These  are  applied  to  the  electrical  conductor  in  the  usual 
manner,  all  contact  surfaces  and  interstices  being  filled  with 
a  rub1>er  cement.  The  insulated  conductor  is  then  dried  un- 
der moderate  heat.  According  to  whether  the  reinforced  rub- 
ber covering  is  applied  over  an  insulating  layer  of  rubber 
compound,  or  a  layer  of.  cambric  or  paper,  the  finished  cable 
may  or  may  not  be  subjected  to  vulcanization.  In  the  latter 
case,  the  partial  vulcanization  of  the  ruliber  in  the  reinforced 
rubber  is  further  advanced  during  the  drying  process  and 
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Fig.  2 -Method  of  suspending  messenger  cable. 

during  leading  in  the  case  of  leaded  cables;  otherwise  further 
vulcanization  takes  place  with  aging  and  under  service. 

The  finished  material  is  perfectly  homogeneous.  Its  spe- 
cific insulating  and  dielectric  constants  are  lower  than  those 
(,1  rui)ber,  paper  and  varnished  cambric  insulation,  and  for 
that  reason,  among  others,  it  is  preferable  to  comliine  a 
thickness  of  reinforced 'rubber  with  one  of  the  other  materi- 
als. By  placing  the  reinforced  rubi>er  outside  a  thickness  ol 
a  higher  dielectric  compound  near  the  copper  wire,  tin- 
potential  gradient  is  reduced  so  that  the  lower  dielectric 
compound  near  the  copper  wire,  the  potential  gradient  is  re- 
duced so  that  llu  lowi  v  dieUctric  strength  of  the  reinforced 
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thIiIkt  docs  not  matiTially  (li'cicasi'  llii'  li'lal  (liil<.'i.lrii." 
strtnuth  ot  the  cal>lc. 

Many  cnginct-rs  liavc  licoti  ni  i!u'  oiunion  iliat  nain'r  in- 
sulated cable  witli  the  rt-infurci'il  rnhlur  jaikit  wouKl  not 
Kivf  satisfactory  siTvicc  wlu-ii  siili.iiiU-d  to  tlu'  luat  ot  llu' 
smnnuT  sun,  l)Ut  in  siiitc  oi'  tlu-  lai  t  ilial  tlu'  cahK'  is  ixposcd 
to  the  clenu'nts  throughout  tliv  yi-ar  tlu  I'uhlii-  Service  I'.lcc- 
tric  Company  has  never  experienced  a  -rixici'  interruption 
through  the  faihjre  of  any  of  the  aerial  cable  in  nse  in  the 
transmission  system. 

The  folhnving  table  gives  appro.xiniate  weights  and  oiit 
side  diameters  of  three-conductor  cables,  insulated  for  IK, 200 
v«^lt  operation: 

Approximate  Weight  and  Diameter  of  Three-Conductor, 


13.200 

Volt 

Aerial  Cable. 

Size 

We 

L;lit  pi'r 

1  )ianieler 

loot 

pounds 

Inches 

No.  4 

3.50 

2.25 

No.  2 

4.05 

2.41 

No.  1 

4.45 

2.50 

1/0 

4.80 

2.57 

2/0 

5 . 70 

3 . 66 

4/0 

0.70 

2.91 

2.")0.()00  cm. 

7 . 05 

:i .  00 

a.)0.ooo  cm. 

8 . 50 

;j .  32 

The  principal  advantage  of  aerial  cable  for  tie  feeder  in- 
stallations is  that  it  makes  little  difTerence  how  many  work- 
ing lines  are  carried  on  a  single  pole  line.  .Additional  cable 
may  be  run.  existing  construction  changed,  transferred  or  re- 
paired without  taking  out  of  service  any  line  except  the  one 
on  which  the  actual  work  is  being  done.  Lightning  discharges 
seem  to  have  little  efTect  because  the  messenger  wire  which 
carries  the  aerial  cable  is  permanently  grounded. 

The  usual  aerial  cable  installation  requires  the  use  of 
L'lass  B  chestnut  poles,  with  a  normal  spacing  of  from  90  to 
100  ft.  Where  conditions  make  it  necessary,  sections  as  long 
as  150  feet  are  permissible,  but  in  such  cases  the  adjacent 
sections  should  not  exceed  130  ft.  Sections  longer  than  150 
ft.  should  receive  special  attention,  and  Class  A  poles  should 
be  used  on  long  sections  and  at  points  of  special  strain.  The 
location  and  frequency  of  guys  is  largely  dependent  on  local 
conditions  and  can,  in  most  cases,  be  decided  upon  by  a  com- 
petent line  superintendent. 

Attention  is  called,  however,  to  the  fact  that  the  stress 
at  dead  ends  and  corners  is  very  great,  frequently  being  as 
much  as  25,000  lb.  These  points  of  special  stress  need  to  be 
vN-ell  guyed.  Both  the  anchors  and  the  guys  should  be  design- 
ed with  a  factor  of  safety  so  high  that  the  messenger  will  fail 
before  the  pole  will  pull  over.  In  all  cases  it  will  be  neces- 
sary for  guy  stubs  to  be  reinforced  by  an  anchor  guy. 

For  the  suspension  of  the  messenger  a  double  ended 
5/H-in.  through  bolt  is  recommended,  as  illustrated  in  Fig.  2. 
The  use  of  a  safety  clamp  is  also  desirable.  This  clamp  serves 
the  double  purpose  of  reinforcing  the  through  bolt  and  pre- 
venting the  cable  from  falling  to  the  ground  in  case  the  rings 
fail.  Careful  tests  made  on  the  method  of  suspension  show 
that  it  will  withstand  the  maximum  loads  to  which  it  will  be 
subjected . 

The  type  of  clamp  used  is  similar  to  that  used  by  the 
.\merican  Telephone  and  Telegraph  Company,  the  size  de- 
pending on  the  diameter  of  the  messenger  strand  adopted. 
The  clamp  is  designed  expressly  for  construction  of  this 
character  and  is  not  built  like  a  guy  clamp  which  is  designed 
to  grip  two  strands  instead  of  one.  It  affords  a  greater  lever 
arm  for  the  bolts  to  work  upon  in  grasping  the  messenger 
an'l  supports  the  messenger  strand  closer  to  the  bolt,  de- 
creasing the  bending  moment  on  the  bolt  due  to  the  weight 
of  the  cable. 

T'w    i:m--  r..w,,.r   -trand  should  always  be  placed  above 


the  bolt  in  order  that  the  weight  of  the  cable  will  not  be  sup- 
ported by  the  clamp.  Various  forms  of  cable  rings  may  be 
used  in  supporting  the  cable  on  the  messenger  wire. 

Where  one  or  more  cables  are  to  be  installed  on  a  pole 
line  they  are  usually  in  pairs,  two  from  each  through  bolt. 
The  messenger  wire  is  extra  strength  5/8-in.,  seven-strand, 
galvanized,  steel  wire.  The  wire  composing  the  strand  should 
be  free  from  scale,  inequalities,  splints  or  other  imperfec- 
tions, not  consistent  with  the  best  workmanship.  It  is  usual 
in  purchasing  galvanized  steel  wire  of  this  character  to  have 
it  conform  to  a  specification  covering  the  galvanizing.  This 
is  necessary  as  otherwise  inferior  grade  wire  might  be  ob 
tained . 

Messenger  Should  be  Drawn  Tight. 

It  is  very  important  that  the  messenger  wire  be  drawn 
as  tight  as  possible,  in  order  to  prevent  sagging  when  sub- 
ected  to  the  weight  of  the  transmission  cable.  If  this  is  not 
done,  an  unsightly  installation  will  result. .  After  the  messen- 
ger wire  has  been  given  its  final  pull  and  properly  dead-end- 
ed, the  placing  of  the  aerial  cable  in  the  next  step.  In  pulling 
the  cable  up  to  the  messenger  wire  it  is  very  important  that 
precautions  be  exercised  to  prevent  mechanical  damage  or 
excessive  strains  which  would  tend  to  weaken  or  damage  the 
insulation. 

It  is  customary  in  aerial  installations  to  ground  the  mes- 
senger strand.  Where  the  soil  is  dry  or  soil  conditions  un- 
favorable for  grounding,  a  ground  connection  should  be  in- 
stalled at  every  second  pole.  Where  the  earth 'is  damp  and 
soil  conditions  are  favorable,  a  ground  should  be  installed  at 
every  fourth  pole.  In  marshy  ground  and  in  places  where 
conditions  are  particularly  favorable,  a  "ground  at  every 
eighth  pole  will  be  sufficient.  Where  possible,  this  ground 
connection  should  be  well  bonded  to  some  metallic  subsur- 
face structure.  If  this  is  not  possible,  the  standard  artificial 
pipe  ground  should  be  installed. 

It  is  also  desirable  that  the  steel  tape  on  the  cable  be 
banded  to  the  messenger  strand  with  bonding  wire,  at  every 
cable  joint,  as  proper  bonding  is  necessary  in  order  to  fur- 
nish the  required  protection  against  lightning.  Where  cable 
is  run  through  trees  and  likely  to  be  damaged  by  abrasion 
it  should  be  protected  by  several  layers  of  galvanized  tape 
similar  to  that  later  described  for  use  in  protecting  the  joint. 

In  Fig.  3  is  illustrated  a  method  of  clamping  the  cable 
to  the  messenger  wire.  On  steep  grades  where  the  angle 
between  the  cable  and  the  horizontal  is  greater  than  30  deg. 
the  use  of  such  a  cable  clamp  is  recommended.  This  clamp 
can  be  made  up  as  required  and  should  be  used  on  every 
fourth  pole.  It  is  designed  to  take  the  greater  portion  of 
the  down  hill  pull  on  the  cable,  which  otherwise  would  be 
carried  l)y  the  cable  rings. 

In  erecting  the  cable,  'the  first  reel  is  set  up  in  the  usual 
manner  and  the  cable  run  off  to  the  first  pole,  at  which  is 
placed  a  sheave  of  approximately  12  in.  diameter,  the  top 
of  the  sheave  being  located  about  5  in.  below  the  messenger 
wire.  On  the  four  or  five  succeeding  poles  similar  sheaves 
or  cable  rollers  are  placed,  and  in  feeding  out  the  cable 
3.5-in.  (6.35  cm.)  "S"  hooks,  spaced  18  in.  (45.6  cm.)  apart, 
are  fastened  to  it.  These  hooks  are  fastened  to  the  cable 
with  a  small  piece  of  marlin,  made  up  in  ;i  loop  knot,  as  rl- 
u^trated  in  Fig.  4. 

A  line  man  is  stationed  at  each  pole  to  change  the  "S" 
hooks  from  one  side  of  the  pole  to  the  other,  wdiich  process 
is  repeated  until  the  entire  length  of  cable  has  been  installed 
in  place. 

The  ".S"  books,  which  were  used  as  a  tcmiiorary  support, 
.are  now  renio\-e(l  and  iiermanent  rings  jtut  in  place.  This  is 
tlone  by  a  lineman  supported  on  a  boatswain's  chair,  which 
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IS  moved  along  the  section  supported  by  the  messenger  wire. 

In  running  the  transmission  cable,  either  a  motor  truck, 
horses,  hand  or  power  winch  may  be  used. 

In  the  splicing  of  aerial  cable,  no  special  means  are  em- 
])loyed,  but  the  usual  precautions  observed  in  the  installation 
of  underground  cable  must  be  followed.  The  jointing  of  any 
cable  is  more  or  less  a  matter  of  individual  experience  and 
great  care  must  be  exercised  in  all  cases  to  exclude  moisture. 
The  work  should  be  carefully  done  by  a  reliable  and  experi- 
enced workman  and  no  splicing  should  be  undertaken  when 
weather  conditions  are  unfavorable. 

Each  conductor  of  the  cable  is  insulated  with  black  bias- 
cut  varnished  cambric  tape  of  a  thickness  of  about  30  per 
cent,  greater  than  the  machine  applied  insulation.  Between 
each  layer  of  tape,  varnished  cambric  insulating  compound 
is  applied.  After  the  individual  conductors  have  been  insu- 
lated a  jacket  of  bias-cut  black  camljric  tape,  well  painted 
between  layers  with  an  insulating  compound,  is  applied  to  a 
thickness  of  4/33  in.  Over  the  jacket  of  cambric  tape  sev- 
eral layers  of  the  best  grade  rubber  tape,  .5/32  in.  in  thick- 
ness, are  applied  and  painted  between  layers  with  a  high- 
grade  rubber  compound.  The  completed  joint  is  then  covered 
with  three  or  four  layers  of  friction  tape  well  painted  with 
rubber  compound.  The  joint  is  then  ready  for  the  application 
of  a  soft  steel  galvanized  tape  over  which  is  finally  applied 
an  outer  covering  consisting  of  three  or  four  layers  of  fric- 


and  long  pole  spacing,  would  have  resulted  in  throwing  too 
great  a  stress  on  the  messenger  wire  and  lead  cable.  It  was, 
therefore,  decided  to  use  the  catenary  form  of  construction 
so  as  to  reduce  the  strain,  with  the  result  that  the  transmis- 
sion cable  hangs  perfectly  level  and  without  sag. 

Aerial  cable  construction  is  somewhat  more  expensive 
than  ordinary  open  wire  construction,  Init  its  cost  is  less 
than  that  of  an  underground  conduit  system.  As  the  costs 
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Fig.  3-CIaniping  cable  to  messenger  on  grade. 

tion  tape  painted  between  the  layers  with  a  good  grade  of 
waterproof  compound. 

Where  it  is  necessary  to  make  connection  from  an  aerial 
cable  to  an  underground  system  a  standard  form  of  lead  cov- 
ered cable  is  used  and  installed  in  a  lateral  pipe.  The  joml 
between  the  underground  and  aerial  calile  is  made  up  m  the 
manner  just  described,  and  there  is  slippe.l  over  the  joint  a 
lead  sleeve,  one  end  of  which  is  wipe.l  lo  the  lead-covered 
cable.  The  other  end  i.  well  t^M'cd  m  prevent  moisture  trom 
penetrating  the  cable. 

While  most  of  the  existing  circuits  arc  operated  at  volt- 
ages under  l.->,0()(t,  the  excellent  results  obtained  with  aerial 
cable  has  led  the  company  to  use  this  type  of  construction 
on  all  special  work  lor  ..iieration  at  3(;,0()0  volts. 

To  keep  the  cable  in  good  condition  it  is  necessary  to 
paint  it  every  four  or  five  years  with  some  form  of  in.sulating 
paint.  This  serves  to  keep  the  outside  jacket  from  disinteg- 
rating and  protects  it  from  the  action  of  the  elements. 

There  is  in  service  in  the  various  transmission  lines  of 
the  company  ap])roximately  il.-.,<iO()  ft.  of  aerial  cable  operat- 
ing at  13,200  volts  and  about  *!  (-.,000  ft.  either  operating  or 
in  course  of  construction  for  20,400-volt  service. 

Tt  was  impossible  within  this  short  length  of  time  to  ob- 
tain the  standard  aerial  cable  with  reinforced  rubber  insula- 
tion, and  it  was  found  neces.sary  to  lake  ordinary  lead  cov- 
ered cable  out  of  stock. 

The  erection  of  lead  covered  cable  by  the  metluids  com- 
monly used  in  installing  aerial  cable,  on  account  of  the  weight 


Fig.  4- Method  of  fastening  hool<s  to  aerial  cable. 

of  the  various  types  are  so  largely  dependent  on  local  con- 
ditions, no  comparative  estiivates  will  be  given  here.  In  gen- 
eral, the  cost  of  an  aerial  cable  is  about  midway  underground 
and  open  wire  construction. 

While  this  paper  deals  primarily  with  the  use  of  reinforced 
rubber  cables,  there  are  numerous  installations  throughout  the 
country  where  other  forms  of  insulation  have  been  used  with 
satisfactory  results. 


Seatless  Car  Being  Tried  in  Rome 

On  some  of  its  routes  the  Rome  (Italy)  Tramways  is  ex- 
perimenting  with   a   number  of  seatless   motor   and  trailer 


A  seat4ess  car  for  rush  hours. 


siimle-lruck  cars. 


lese  cars,  as  si 


iwii  by  the  accompany 


loading  diagram,  reproduced  from  the  Klectric  Railway 
Journal,  are  of  the  inclosed  type  with  bowed  ends,  and  they 
accommodate  as  many  as  sixty-li\e  passengers. 

Passengers  enter  at  the  rear  and  leave  at  the  front,  both 
on  the  near  side.  The  rear  platform  accommodates  seven- 
teen persons,  and  the  front  one  only  thirteen,  a  space  being 
chained  off  for  the  motornum.  In  the  body  of  the  car,  sep- 
arated by  a  series  of  hand  rails,  are  three  parrallel  longitud- 
inal aisles.  The  centre  one  is  kei)t  free  for  fare  collection 
and  passenger  circulation. 

The  new  cars  are  clearly  marked  on  the  vestibules  at 
eacli  end:  "Standing  Places  Only."  The  comi)any  plans  to 
try  them  ior  six  months  and  watch  tlie  economic  and  social 
results.  If  there  is  no  serious  objection,  the  public  authori- 
ties will  permit  the  continuance  of  the  seatiess-car  service 
and  its  extension  as  traffic  demands  recpiire. 
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just  .IS  llu-  i'iit;iiuii  Im>  ili-monslrati-il  his  \;ihu-  in  wai- 
tiino  so.  after  the  war.  In-  will  In-  mu-  ol  tlu'  nmsl  impoitant 
factors  in  llu'  iinprocodoutcil  laoc  ami  (Uvilniinuiit  which 
most  men  believe  inevitahle.  It  hclio(i\i.s  cnf^imcrs  in  m'li 
eral  then,  to  realize  their  iiiiportaiici'  ami  piriiarr  Inr  thr 
days  to  come.  Quite  an  iniiTcstins  adilri'ss  ahm.u;  this  liiu' 
was  recently  delivered  by  Mr.  .S.  .\.  Redding,  siipt-rint (.ndcnl 
of  the  local  railway  and  pcnvcr  coiiipaiiy  l)cf()r(.-  ihc  stiuknt 
branch.  I.  M  I-".,  in  the  (icor,i>i:i  ."-ichiKd  of  'I't'chnnhiny. 
.Some  abstracts  follow; 

jud.cing  from  comlitions  as  they  exist  in  the  world  to- 
day, it  requires  only  ordinar\-  intclli.L^encc  to  coinprehcnd  in 
a  general  way  what  the  Inttire  holds  in  store  for  the  en- 
gineering profession,  and  iiarticnlarly  the  youn>ier  engineers 
wTio  arc  just  starting  out  in  business  and  have  not  fully  made 
up  their  minds  just  what  line  of  work  to  follow. 

There  never  was  a  lime  in  history  when  the  engineer  was 
in  such  demand  as  he  is  to-day.  and  will  continue  to  be  for 
many  years  to  conic. 

When  we  stop  to  consider  the  enormous  loss  of  life  wdiieh 
has  already  occurred,  and  the  additional  loss  which,  unfor- 
atcly.  is  sure  to  f(dlow:  wdion  vvc  try  to  realize  tlu'  almost 
inconceivable  amount  ol  property  damage  and  destrnclio)i 
which  has  been  wrought  throughout  Europe  and  on  the  liigli 
seas:  and  when  we  think  of  the  enormous  ammmts  of  tood- 
stufTs.  munitions,  machinery,  and  supplies  of  all  kinds  that 
are  absolutely  necessary  in  carrying  on  a  struggle  of  such 
magnitude,  it  can  be  readily  understood  why  young  men  are 
destined  to  take  such  a  conspicuous  part  in  the  afTairs  of  the 
world  in  the  near  future. 

The  value  of  any  commodity  is  leased  on  the  law  of  sup- 
ply and  demand,  and  with  the  supply  limited  and  the  demand 
practically  unlimited,  the  values  of  commodities  are  bound 
to  be  high.  This  law  applies  equally  well  to  manual  labor 
and  all  other  forms  of  human  effort;  this  1)eing  true,  think 
of  the  enormous  amount,  of  reconstruction  which  will  have 
to  be  done — reconstruction  of  work  representing  many  years 
of  hard  labor  and  fabulous  sums  of  money — railroads, 
bridges,  highways,  industrial  plants  of  all  kinds,  and  even 
entire  cities  in  the  boundaries  of  which  are  included  every 
kind  of  construction  imaginable;  then,  on  the  other  hand, 
consider  the  available  supply  of  raw  material,  the  limited 
manufacturing  facilities,  the  shortage  of  man  power — skilled 
mechanics  and  artisans  of  all  kinds  as  well  as  common  la1)or 
— and  you  will  readily  conclude  that  it  will  be  difficult  to 
overrate  the  importance  of  the  engineering  profession  when 
peace  finally  comes 

Work  Will  be  Plentiful. 

Every  branch  of  the  engineering  pr(jfession  will  be  over- 
run with  work,  and  while,  from  a  purely  money-making 
standpoint,  there  should  be  little  to  choose  between  the  dif- 
ferent branches,  it  is  evident  that  one  will  most  likely  meet 
with  the  greatest  measure  of  success  by  following  the  line 
of  work  in  which  he  has  the  most  decided  talent. 

The  electrical  and  mechanical  engineering  fields  will  be 
very  productive;  the  hydraulic  and  civil  engineers  will  have 
their  hands  full;  and  the  architect  and  textile  engineer  will 
also  be  in  great  demand. 

From  July  1914,  when  the  war  broke  out,  until  we  were 
finally  forced  to  take  a  hand,  the  many  electrical  and  me- 
chanical manufacturing  industries  in  the  United  .States  had 
been  gradually  changing  over  their  existing  plants  and  mak- 
ing new  additions  in  order  to  take  care  of  the  requirements 


of  the  allies,  bttt  since  our  entry  the  requirements  of  our  own  , 
governmetnt  have  been  so  great  and  so  urgent  that  practical- 
ly  every   manufacturing  concern  in   the   country  has  been 
loaded  beyond  its  capacity   with    government   orders  of  all 
kinds. 

As  a  result  of  these  emergency  conditions,  it  is  practical- 
ly impossible  for  ))ul)lic  Utilities  such  as  the  telephone,  electric 
li-bt,  power,  street  railway,  and  gas  companies  to  secure 
]iromises  of  deliveries  on  equipment  requirements  in  better 
than  nine  to  twelve  months,  except  where  it  can  be  conclu- 
sively shown  that  the  equipment  or  material  required  is  to  be 
used  in  actual  government  production;  and,  on  certain  kinds 
of  apparatus,  quotations  cannot  be  obtained  at  all.  Further- 
more, on  account  of  the  unsettled  financial  condition  of  the 
world  since  the  war  began,  a  great  many  of  the  public  utility 
companies  have  been  forced  to  steer  close  to  shore  in  order 
to  avoid  financial  disaster.  The  purchasing  of  much  needed 
equipment  has  been  held  ofT  just  as  long  as  possible  in  the 
hope  that  the  war  would  end  in  a  short  while;  and  so,  when 
it  dfies  finally  end,  there  is  going  to  be  a  big  commercial  drive 
which  will  tax  the  capacity  of  the  manufacturing  forces  to 
the  limit. 

Since  many  of  the  manufacturing  concerns  have  had  to 
change  over  equipment  and  plant  arrangements  in  order  pro- 
perly to  handle  the  Government  w^ar  orders,  it  will  be  neces- 
sary for  them  to  undergo  a  second  transfortiiation  in  order 
efficiently  and  promptly  to  meet  the  needs  of  the  public  util- 
ity companies,  the  steam  and  electric  railroads,  and  the  thou- 
sands of  other  industrial  enterprises  in  the  United  States  and 
neutral  countries,  in  addition  to  the  urgent  needs  of  the  de- 
vastated countries  of  Europe.  One  might  well  hazard  the  guess 
that  depreciation  and  the  wear  and  tear  on  railway  lines  and 
rolling  stock,  and  on  the  machinery  and  equipment,  running 
continuously  day  and  night,  during  the  past  three  and  a  half 
years,  in  feverish  efTorts  to  keep  pace  with  the  needs  of  war, 
will  far  exceed  in  money  value  the  actual  destruction  caused 
by  the  war  itself,  great  as  this  amount  must  be. 

The  serious  coal  shortage  which  was  experienced  last 
winter,  while  due  to  a  combination  of  unusual  circumstances, 
was  a  near  national  calamity  which  our  Government  will 
not  allow  to  recur  if  possible.  Certain  phases  of  a  similar 
situation  in  the  future  can,  of  course,  be  obviated  by  storing 
up  coal  during  the  summer  months;  but  wdiile  such  a  precau- 
tionary measure  would  take  care  of  domestic  requirements, 
some  other  means  will  have  to  be  devised  to  safeguard  the 
cities  and  communities  dependent  upon  the  steam  central- 
station  and  the  gas  plant  for  their  electric  light,  power,  and 
fuel  for  manufacturing  as  well  as  domestic  needs. 

The  Government,  as  well  as  the  central-station  manage- 
ment and  the  manufacturer  very  clearly  see  the  urgent  neces- 
sity for  immediate  action  to  relieve  the  situation  permaneni- 

ly. 

The  Need  for  Water  Power  Development 

The  plan,  which  would  be  productive  of  the  greatest  relief 
in  the  shortest  time,  includes  the  general  development  of 
the  numerous  water-powers  throughout  the  United  States. 
The  electric  energy  thus  generated  would  be  transmitted  at 
high  voltages  to  the  cities,  towns,  and  rural  communities 
within  a  radius  of  35  to  150  miles,  the  distance  depending  in 
large  measure  on  the  size  of  the  development. 

This  plan  of  general  water-power  development,  will, 
when  ])tit  into  efTect,  give  great  impetus  to  the  movement 
alreadx'  tinder  w;iy  for  a  more  general  electritication  of  the 
great  trunk  lines  all  over  the  countr_\-.    It  is  a  well-known 
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fact  that  the  steani  locomotive  is  one  of  tlie  most  unecono- 
iiiical  types  of  steam  apparatus  in  use,  c  msuming  about  six 
pounds  of  coal  per  horse-power-hour  as  compared  with  the 
modern  steam  turliine  which  consumes  less  than  one-third 
this  amount. 

In  those  sections  of  the  country  not  favored  with  water 
l)owers,  coal  will  continue  to  be  the  source  of  power;  Init  it 
is  quite  probable  that  considera1)le  attention  and  study  will 
1  e  given  to  the  comparatively  new  practice  of  building  the 
^leam  station  at  the  mouth  of  the  mine  and  transmitting  the 
converted  energy  over  high-tension  lines  to  the  centres  of 
(bstribution,  instead  of  hauling  the  equivalent  amount  of  coal 
Im  the  steam  stations  located  in  the  cities  and  towns  and 
Mther  points  remote  from  the  mine.  This  scheme  would 
release  still  more  cars  which  would  be  available  for  the  trans- 
portation of  other  commodities  which,  unlike  coal,  cannot  be 
transformed  and  transmitted  direct  to  their  destinations. 
With  the  principal  water-powers  developed:  with  modern 
steam  sta:tions  built  at  the  mines  tbri  m.^liMut  the  country: 
with  a  large  proportion  of  the  trunk  lines  ek-clrified;  and 
w  ith  large  government  controlled  coal  depositc  .vies  in  every 


city  throughout  the  country,  filled  during  periods  of  light 
traffic,  the  solutions  of  the  coal  and  transportation  problems 
will  be  found. 

Now,  what  has  been  said  applies  not  only  to  our  own 
country  and  the  allies,  but  to  practically  every  neutral  coun- 
try throughout  the  world:  for  while  no  single  nation  at  war 
has  supplied  all  the  manufactured  exports  to  all  of  these  neu- 
tral countries,  all  of  the  belligerents  together  have,  in  the 
past,  supplied  practically  all  of  the  machinery  apd  manu- 
factured goods  of  all  kinds,  used  by  all  of  these  neutrals. 
Surely,  if  we,  right  here  in  the  heart  of  the  industrial  world, 
have  been  unable  to  secure  much  needed  equipment,  it  does 
not  stand  to  reason  that  the  neutral  countries  have  been  able 
to  do  so.  The  probabilities  are  that  they  are  as  bad  if  not 
worse  oS  than  we  are,  so  when  the  great  struggle  is  over, 
Brazil,  Argentina,  Chile,  Peru,  Bolivia,  and  the  smaller  re- 
publics of  South  and  Central  America,  and  Spain,  the  only 
country  of  any  size  in  Europe  not  participating  in  the  war, 
will  l)e  pleading,  along  with  the  rest  of  the  world,  for  mach- 
inery of  all  kinds  and  the  engineers  and  skilled  mechanics  to 
make  the  installations. 


The  Use  of  High-Pressure  and  High-Tempera- 
ture Steam  in  Large  Power  Stations* 


By  J.  H.  Shaw 


THERE  is  little  doubt  that  the  majority  of  power  sta- 
tion engineers  have  given  attention  to  the  efficient  ut- 
ilisation of  steam  at  the  lower  ranges  of  temperature 
and  pressure,  and  have  been  during  the  past  few  years 
ronsidering  the  upper  range.  Here  there  is  rather  more  scope 
for  choice,  but  it  appears  that  doubt  exists  as  to  whether  it 
IS  the  more  economical  to  increase  the  temperature  of  the 
-team  by  superheating  or  to  increase  the  range  by  the  use  of 
higher  pressures  and  a  moderate  amount  of  superheat.  This 
question  has  been  shelved  to  a  certain  extent,  owing  to 
engineers  being  engaged  on  war  work,  and  thus  unable  to 
give  the  necessary  time  and  attention  to  developing  plant 
suitable  for  the  higher  ranges. 

An  interesting  plant  has  been  installed  by  the  British 
rhomson-Houston  Company  at  their  Rugby  power-house, 
consisting  of  a  B.T.H.  turbine  and  a  Babcock  and  Wilcox 
marine  type  boiler,  capable  of  a  normal  evaporation  of  18,- 
000  lb.  per  hour  with  feed-water  at  80  deg.  Fah.— the  work- 
nig  pressure  being  350  lb.  per  square  inch,  the  final  tempera- 
ture of  the  steam  after  passing'the  superheater  700  deg.  Fah., 
and  the  test  pressure  of  the  boiler  ,52.5  lb.  per  square  inch. 
Good  results  have  been  obtained  from  the  combination,  and 
an  inspection  of  the  machine  after  about  a  year's  operation 
showed  no  undue  signs  of  wear. 

,At  the  Carville  power  station,  Newcastle-on-Tyne,  tlie 
latest  section  of  the  boiler-house  is  designed  for  375  lb. 
liressure,  and  at  Glasgow  the  boiler  pressure  at  the  new 
works  is  to  be  350  lb.  per  square  inch. 

Does  It  Pay? 

A  (luestion  that  will  appeal  to  all  is  ■■\Vill  it  pay?" 

A  good  case  can  be  made  out  for  a  jump  to  GOO  lb. 
pressure  with  a  total  temperature  of  700  deg.  to  800  deg. 
Fall.,  but  this  will  involve  a  considerable  amount  of  di'vchip- 
ment  charges  being  borne  by  the  undertaking  or  undertak- 
ings which  are  the  first  to  adopt  such  a  pressure.  On  the 
other  hand,  it  appears  that  practically  all  (K'signs  of  exist- 
ing apparatus  can  be  so  modified  as  to  admit  nf  pressures 
of  350  lb.  to  400  lb.  per  square  inch.  It  would,  therefore, 
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seem  that  to  increase  the  working  range  of  steain  without 
the  development  of  new  designs  a  pressure  of  350  lb.  can 
safely  l)e  adopted,  and  that  if  it  is  decided  to  increase  the 
range  the  adoption  of  a  pressure  below  this  is  akin  to  "hedg- 
ing" the  question. 

When  considering  any  results  of  tests  on  high-pressure 
or  high-temperature  steam  generating  plant,  it  is  essential 
that  the  tests  on  the  boiler  side  and  the  tests  on  the  turbine 
side  be  studied  separately;  further,  it  must  be  remembered 
that  any  results  obtained  on  an  extra  high-pressure  boiler 
can  be  obtaijied,  and  considering  the  boiler  apart  from  the 
economiser,  surpassed  on  a  similar  and  similarly  equipped 
low-pressure  boiler. 

For  a  comparison  between  the  cost  of  running  a  power 
station  at  300  lb.  pressure  (gauge)  and  at  a  350  lb.  pressure, 
a  schedule  has  been  prepared.  It  is  proposed  to  consider 
a  riverside  station,  where  the  water  is  suitable  for  surface 
condensing.  It  is  proposed  to  install  20,000  kilowatt  sets, 
and  coal  is  assumed  to  be  within  a  reasonable  distance; 
the  cost  of  the  coal,  with  a  net  calorific  value  of  10,000 
therms  per  lb.,  is  for  the  purpose  of  the  schedule  assumed 
to  Ije  10s.  per  ton  at  the  works.  The  incombustible  con- 
tents of  the  coal  would  amount  to  20  iicr  cent.  The  average 
water  temperature  is  taken  to  be  60  deg.  Fah.,  and  the  va- 
cuum 38.5  in.,  with  the  barometer  at  :!()  in.  The  overall  effi- 
ciency of  the  boiler-house  plant  is  assumed  to  be  77.5  per 
cent.,  which  should  be  obtained  with  modern  boiler  control. 

Turl)ine  makers  are  not  all  in  accord  as  to  the  efficiency 
to  be  expected  from  turbines  of  the  size  under  consideration 
when  working  on  high  pressures,  and,  in  view  of  the  dif- 
ference between  Uie  view  of  experts,  it  will  be  advisable 
to  look  ahead  and  anticipate  that  the  efficiencies  of  turbines 
of  the  size  under  consideration  will  he  improved  in  the  near 
future.  For  the  purpose  of  the  calculations  a  turbine  ratio 
etficiency  of  80  per  cent,  is  assumed  at  both  300  lb.  pressure 
and  350  lb.  pressure  with  tlie  steam  superheated  150  deg. 
I*"ah.  and  a  constant  vacmnn  nf  28.5  in.  .\n  alternator  of  20,- 
000  kilowatts  capacity  can  no  douI)t  be  built  to  give  an  effi- 
ciency of  97  per  cent,  at  unity  power  factor,  thus  making  the 
turbo  generator  ratio  efficiency  0.80  x  0.97  =  77. G  per  cent. 
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A >>iiiiun,u;  lic.iiuii;  and  otlu'i    irnnoii  losso-.  li>  .ilis,.iii 
cent,,  the  internal  erticiency  of  the  turl)ino  will  anu'uni  to 
per  cent. 

Comparative  Costs 
The  schetlule  sliows  tlie  comparisons  of  ckiI.  sUani  anil 
heat  consumptions  for  a  20.000-kilowaii  nuuliini'  rnnnin^ 
under  the  conditions  nu-ntioned.  at  200  1I>  and  'AM  11>.  pres- 
sure hy  suajje  at  varyins  superlieats;  also  at  .^DO  lb.  pressure 
absohite  and  208  dog.  Fah.  superheat,  at  which  pressure  and 
superheat  the  total  temperature  will  he  73().5  de^.  Fah..  which 
is  about  the  maximum  temperature  at  present  recommend- 
ed for  the  materials  now  being  used  in  turbine  construction. 
The  schedule  shows  that  the  cost  for  coal  when  gc'ierating 
17:>.2  million  kilowatt-lnuirs  with  a  toad  factor  of  100  per  cent, 
will  be  £t)4,40n  at  the  higher  pressure — superheat  250  deg. 
Fall.— and  £Gt).200  at  the  lower  pressure  with  corresponding 
superheat.  This  is  a  saving  of  £4800  per  175.3  million  kilo- 
watt-hours, or  0.007d.  per  kilowatt-hour.  Unfortunately,  a 
load  factor  of  100  per  cent,  is  impossible,  and  the  conditions 
under  which  power  stations  are  operated  must  be  consulered 
before  even  an  ai)pr(ixiniate  estimate  of  working  costs  can 
be  arrived  at. 

To  arrive  at  an  estimated  figure  for  the  power  stations 
under  discussion,  it  is  proposed  to  assume  that  the  standing 
loss  of  the  station  designed  for  200  lb.  will  be  the  same  as 
a  typical  station — the  Valley-road  p'ower  station  of  the  Brad- 
ford Corporation,  i.e.,  158:5  lb.  of  coal  per  hour.  It  will  be 
fair  if  the  same  basis  is  taken  for  the  plant  at  .S50  lb.  pressure, 
with  8  per  cent,  added  to  the  works  standing  loss  represent- 
ing roughly  the  higher  temperature  of  the  steam  at  the  higher 
pressure.  Standing  losses  must  be  approximately  proportion- 
al to  the  top  temperature,  as  this  affects  radiation,  boiler  exit 
losses,  etc. 

For  a  20,000-kilowatt  set  the  no-load  consumption  will  be 
approximately  22,000  lb.  of  steam,  or  3G66  lb.  of  coal  per 
hour,  and  the  total  steam  consumption  at  any  load  is  23,000 
lb.  +  9.54  lb.  of  steam  per  kilowatt-hour  for  the  plant  operat- 
ing at  260  lb.  pressure,  and  32,000  lb.  +  8.6  lb.  of  steam  per 
kilowatt-hour  and  .3729  lb.  +  1.45  lb.  of  coal  per  kilowatt- 
hour  for  the  plant  operating  at  .350  lb.  pressure  and  250  deg. 
superheat. 

In  order  to  allow  for  changing  over,  for  the  period  when 
two  or  more  machines  are  temporarily  running  together 
at  partial  loads,  for  reduced  efficiency,  in  the  boiler-house 
due  to  adverse  circumstances,  and  for  the  necessity  of 
sometimes  running  the  plant  when  it  is  not  in  the  best  con- 
dition, it  will  be  advisable  to  add  5  per  cent,  to  the  figures 
obtained  for  the  load  consumption  and  5  per  cent,  to  the 
no-load  loss  of  the  turbine,  thus  making  the  consumptions 
and  costs  as  below: 

Table  I: 

Maximum  load  nf  20.000  kilowatts 
and  50  per  cent  load  factor  87.6  .x 

W'  units  per  annum. 
200  lb.  pressure.    350  lb.  pressure 
2.50  deg.  super-     2S0  deg.  supei- 
heat,  28.5in.         heat.  28.5in. 
vacuum.  vacuum. 


appreciable  extent.  The  capital  cost  of  the  plant  is  an  item 
that  may  be  affected  to  a  considerable  extent,  but,  unfortun- 
ately, the  increased  cost  of  turbines,  boilers,  pipes,  etc.,  due 
to  the  use  of  higher  pressures  and  temperatures  cannot  be 
given  in  a  paper  of  this  description.  Table  II.  below  gives 
the  steam  consumption  on  the  conditions  specified: 

Table  II. 


0,200 


15,100 

05,:;oo 

H()/,OI) 


(1,700 

15, in  4 


59,867 
81,881 


Works  standing  loss  in  tons  of  coal 

No-load  consumption  of  turbo- 
generators in  tons  of  coal  

Load  consumption  of  turbo-genera- 
tors in  tons  of  coal   

Total   •  ■  • 

Lb.  of  coal    per  unit    on  station 

bus-bars    2.211  2.094 

Total  cost  at  10s.  per  ton    £4:i,:^00  £40,940 

Cost  of  coal  per  unit   ^   O.llOd.  0.n22d.^ 

The  foregoing  relates  only  to  the  cost  of  coal;  the  re- 
maining items  which  make  up  the  total  works  costs  are  not 
likely  to  be  afTected  by  the  use  of  higher  pressures  and  tem- 
peratures. Oil.  waste,  and  water  are  practically  unaffected; 
repairs  and  maintenance  may  be  increased.  Init  not  tf)  an 


Steam  pressure  at  turbine  ,1b  per 

square  inch  ah   215           265  315 

Tt)tal   temperature  of  steam  at 

turbine,    deg.    Fah   688           688  688 

Superheat  at  turliine,  deg.  Fah...  300           281.6  265.6 

Total   beat   of   steam     (from  33 

dc-    b'ah.)  therms  per  lb.  ..  1371.3       1368.6  1365.9 

.M)S(dule  pressure  at  turbine  ex- 
haust,   inches    (Hg.)   1.5            1.5  1.5 

Heat  drop     per     lb.   of  steam, 

therms    -139.2        440.3  449.1 

Ratio  efficiency  of  turbine  and 

-    alternator   79.5%      79.1%^  79.0'/r 

Steam  consumption  of  turbine,  lb. 

per  kilowatt-hour  ..   10.023        9. S3  9.r,.-, 

Total  steam  consumption  of  tur- 
bine,   lb.    per   hour    200,460     196,400  193,0,10 

.Steam  consumption  per  effective 

kilowatt-hour,  lb   10.3          10.10  9.94 


With  regard  to  the  practical  difficulties,  it  is  but  to  be 
expected  that  before  pressures  of  500  lb.  or  600  lb.  per 
square  inch  are  adopted,  a  radical  departure  will  have  to 
be  made  in  present  boiler  construction.  All  square  boxes 
and  headers  will  be  eliminated,  the  drums  and  tubes  wnll 
be  smaller  in  diameter,  and  the  design  of  the  boiler  made 
more  elastic.  The  type  of  boiler  will  no  doubt  assume  the 
appearance  of  a  flash  boiler,  with  practically  no  steam  or 
water  reserve,  and  fired  by  gas  on  the  surface-combustion 
principle. 

For  more, moderate  pressures,  up  to  350  lb.  per  square 
inch,  the  existing  type  of  boiler  can  be  modified  and  success- 
fully used.  At  Carville  power  station,  Babcock  and  Wilcox 
marine-type  boilers  are  being  used,  at  275  lb.  per  square 
inch  gauge  pressure,  and' at  the  British  Thomson-Houston 
Company's  works  at  Rugby  a  Babcock  and  Wilcox  boiler 
is  installed  and  successfully  working  at  350  lb.  per  square 
inch.  Further.  Messrs.  Babcock  and  Wilcox  state  that  they 
have  at  present  two  boilers  on  order  for  a  working  pressure 
of  475  lb.  per  square  inch  with  steam  superheated  to  a  final 
temperature  of  700  deg.  Fah.,  and  that  they  are  quite  pre- 
pared to  supply  boilers  in  their  ordinary  business  for  such 
pressure  and  superheat. 

With  higher  steam  pressures  the  temperature  of  satura- 
tion is  raised,  and,  due  to  this, , greater  care  must  be  exercised 
in  the  quality  of  the  water  used  for  the  boiler  feed.  .\  feed- 
water  that  is  perfectly  satisfactory  at  380  deg.  Fah.  in  a 
modern  tubular  Ijoiler  might  be  quite  unsuitable  for  use  in  a 
Hash  boiler.  The  quantity  of  air,  COj,  and  oxygen  will  ha\e 
to  be  kept  down  to  a  minimum,  and  also  the  non-soluble 
salts  which  are  generally  in  the  water  discharged  from  an 
ordinary  lime-soda  water  softener.  .\  natural  development, 
and  one  which  is  already  taking  place,  is  to  heat  the  feed- 
water  under  atmospheric  pressure  by  means  of  live  or  ex- 
haust steam  in  order  to  drive  off  the  entrapped  and  dissolved 
g.ases  as  much  as  possible,  .\ccording  to  Lunge's  "Tecli- 
nical  Chemist's  Handbook,"  it  is  necessary  to  raise  the  tem- 
perature of  the  water  to  100  deg.  Cent,  before  the  quantity 
of  air  in  the  water  is  appreciably  reduced. 

The  source  of  water  for  use  in  high-pressure  plants  will 
have  to  be  carefully  traced,  and  the  treatment  of  the  water 
should  be  such  that  minimum  of  unsoluble  salts  remains 
in  it  after  treatment.  The  purer  the  water  the  greater 
afilnit}'  it  has  for  air,  CO..,  and  oxygen,  and  every  care  should 
be  taken  that  it  is  not  exposed  to  the  air  lu'tween  the  con- 
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denser  and  the  boiler.  In  order  to  avoid  such  exposure  to  the 
air  it  is  suggested  that  the  feed  pump  should  be  an  extension 
.)f  the  condensate  pump  and  the  condensed  water  pumped 
direct  into  the  feed  line. 

For  Higher  Pressures. 

Tlie  natural  development  of  the  turbine  for  hi.^her  pres- 
sures appears  to  be  in  a  line  with  Parsons  two-cylinder  mac- 
liine,  with  a  flexible  claw-type  coupling  between  the  cylinders 
and  a  thrust  bearing  for  each  cylinder.  For  very  large  sets, 
above  50,000  kilowatts,  the  cross-compound  turbo-generator 
will  no  doubt  be  used,  the  high-pressure  turbine  being  at- 
tached to  a  generator  and  the  low  pressure  turbine  to  an- 
other generator.  Each  set  can  then  be  run  at  its  most  suit- 
able speed,  with  resulting  high  efficiency.  This  arrangement 
will  no  doubt  lead  to  re-heating  the  steam  after  it  leaves 
the  high-pressure  turbine  and  before  entering  the  low-pres- 
sure machine.  Dr.  Ferranti  has  already  done  valuable  work 
on  this  subject  the  results  of  which  have  unfortunately  not 
been  published. 

The  design  of  the  condensing  plant  is  not  likely  to  be 
modified  because  nf  the  use  of  high  pressure  or  high  tem- 
perature steam,  but  it  must  not  be  lost  sight  of,  that  with 
steam  initially  at  the  same  temperature,  but  at  different  pres- 
sures the  plant  using  the  high-pressure  steam  will  reject  less 
heat  units  to  the  condenser  per  lb.  of  steam  used  in  the  tur- 
bine. 

The  steam  pipes  to  be  used  in  a  station  where  both  high 
pressures  and  high  temperatures  are  employed  will  have  to 
be  very  carefully  designed.  The  question  of  expansion  at 
higher  temperatures  will  be  of  the  utmost  importance.  For 
example,  take  the  case  of  a  steam  pipe  100  ft.  in  length, 
and  assume  that  the  pipe  had  been  erected  at  GO  deg.  Fah. 
It  will  be  found  that  a  temperature  of  388  ckeg.  Fah.,  equal 
to  steam  at  200  11).  gauge  saturated,  the  expansion  is  2.59  in., 
while  at  786.6  deg.  Fah.,  equal  to  steam  at  600  lb.  pressure  and 
300  deg.  Fall,  superheat,  the  expansion  is  5.75  in. 

The  "expansion  given  can  be  readily  taken  care  of  if  the 
designer  can  ensure  that  the  expansion  would  always  take 
place  lengthwise  in  the  pipe  range.  Unfortuifitely,  taking 
a  boiler  off  a  range  will  cause  a  considerable  cross-strain 
to  the  main  header,  due  to  the  connecting  pipes  cooling  down 
and  contracting. 

It  appears  that  the  main  steam  connections  of  the  boiler 
will  have  to  be  designed  in  a  flexible  manner,  in  order  to  re- 
lieve the  main  range  of  stress.  Further,  these  connections 
should  be  of  the  manifold  or  header  type,  i.e.,  made  up  of 
many  small  pipe  connections. 

From  inquiries,  it  is  apparent  that  the  boiler  mounting 
and  valve  makers  are  quite  alive  to  the  possibilities  of  high- 
pressure  and  high-temperature  steam  coming  into  commer- 
cial use.  The  question  of  the  use  of  liigher  pressures  is  quite 
appreciated  by  the  makers  of  economisers,  who  are  prepared 
to  manufacture  economisers  for  :!50  lb.  b(]iler  pressure  or 
higher,  either  of  their  standard  design,  willi  llie  details  mod:- 
fied,  or  of  a  design  suitable  fur  use  as  an  integral  part  of 
the  b(n'ler,  if  necessary  with  huriontal  and  mild  steel  tubes. 

It  must  be  admitted  that  in  order  to  attain  a  higher  OTcr- 
all  efticiency,  it  is  neces>ary  to  increase  both  the  pressure 
and  the  temperature  of  the  steam.  .\n  increase  of  pressure 
with  a  constant  temperature  would  mean  that  the  dew  point 
is  carried  further  up  the  turbint-  towards  the  high-pressure 
end,  thus  tending  to  accelerate  blade  erosion  in  the  lower 
stages  and  a  reduced  stage  efficiency  of  the  turbine.  .\lso  the 
high-pressure  blading  of  a  turbine  is  Cdnsiderably  less  ellicient 
than  the  low  pressure  stages,  and  although  the  losses  in  tiie 
high-pressure  end  are  i)artly  recovered  in  the  low  pressure 
blades,  it  is  apparent  that  to  assume  tliat  a  turbine  for  extra 
high  pressures  can  be  built  with  the  sanu'  etticiency  as  one 


for  a  lower  pressure— within  limits— is  taking  a  hopeful  view, 
and  that  there  is  justification  for  hesitation  before  adopting 
extra  high  pressures  on  the  part  of  managers  responsible 
for  the  financial  results  of  large  undertakings. 


Women  Conductors  a  Success  in  Baltimore 

The  first  women  conductors  to  lie  employed  by  the 
United  Railways  &  Electric  Company,  of  Baltimore,  Md., 
commenced  their  new  work  on  July  10,  and  since  that  time 
have  taken  to  their  duties  so  earnestly,  and  the  public  has 
taken  to  this  innovation  so  naturally,  that  there  appears  to 
be  no  question  but  that  they  will  be  an  unqualified  success 
in  holding  the  places  of  the  soldier  and  sailor  boys  until 
the  war  is  won  and  the  "warriors"  return  to  resume  their 
old  platform  position. 

There  was  not  a  large  number — just  half  a  dozen — m  the 
first  little  squad  that  was  graduated  from  the  training  school 
at  Park  Terminal,  where  the  intricacies  of  their  new  pro- 
fession had  l)een  explained  and  its  principles  expounded. 
This  first  installment  of  women  conductors  was  placed  on 
th-e  vestibuled  P.  A.  Y.  E.  cars  of  the  St.  Paul  Street  and 
Boulevard  lines,  and  the  numlier  has  been  gradually  added 
to  until  there  were  1.")  on  the  cars  July  and  more  to  go 
into  service  shortly. 

The  reception  of  women  conductors  by  the  Balitmore 
public  was  similarly  gratifying.  There  may  have  been 
in  some  quarters  a  disposition  to  feel  that,  while  women  had 
succeeded  in  this  calling  in  other  large  cities  here  and  abroad, 
there  might  be  a  diflerence  in  Baltimore — a  southern  city. 
If  there  was  a  difference  in  the  reception  given  the  women, 
it  was  a  difference  on  the  side  of  respect  and  hearty  co-op- 
eration from  the  patrons  of  the  cars  and  the  press  of  the  city. 

The  women  conductors  are  to  fill  vacancies  only  and 
not  to  replace  men  except  when  the  latter  leave  the  service, 
their  employment  being  strictly  a  war  measure  with  the 
United  Railway.  They  are  to  be  paid  the  same  scale  of  wages 
as  the  men — :i5c  an  hour  the  first  year  with  an  increase  as  the 
of  one  cent  an  hour  each  year  of  service.  They  are  guaran- 
teed a  minimum  wa'ge  of  $75  a  month  (under  the  old  scale 
of  wages.) 

The  first  day  in  service  of  the  company  the  wtjmeii  de- 
voted their  efforts  entirely  to  the  mastery  of  opening  and 
closing  the  doors,  collecting  fares  and  making  change,  while 
the  punching  of  transfers  and  the  calling  of  streets  was  done 
by  the  male  conductor. — Electric  Traction. 
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Electrical  Interests  will  Gather  in  Toronto  on 
Oct.  14.  15  and  16  to  Hear  W.  L.  Goodwin 
and  Discuss  his  Plans  for  Closer  Co- 
operation and  Co-ordination  of 
the  Entire  Industry 


I-'inal  .■irran.neinciUs  have  imw 
iiit;  of  the  National  Mxtcutivr  t 
Association  of  IClcctrieal  (  Miuiai  ii 


hrni  iiKuK'  fill  llic  niccl- 
liiniiiltcT  (if  lln'  National 
r-.  ami  I  )ialrrs  in  l^onmlo 


on  Monday.  Tuesday  ami  Wrdnrsda.N,  ( )clolnr  1-1,  15,  Hi. 
The  niectins  will  he  held  al  ihe  Kin;,;-  iulvvard  Hotel,  To- 
ronto, and  will  he  open  to  all  branches  of  the  industry.  Mem- 
bers of  the  committee  include:  W.  Creighton  Feet,  New  York- 
City;  E.  McCleary,  Detroit;  Harry  C.  Brown,  NUw  \'cnk 
City;  \V.  K.  Tuohey.  Sprin.o-field;  M.  E.  Arnold,  Phildaelphia ; 
G.  M.  Chapman.  VVaterbury;  T.  H.  McKinney,  Atlanta;  P.  H. 
Jachnig.  Newark;  G,  M.. Sanborn,  Indianapolis;  j.  N.  Pierce, 
Chicago;  J.  A.  Fowler,  Memphis;  Rol)ley  S.  Slcarncs,  New 
f)r!eans;  \V.  1.  Gray,  Minneapolis;  J.  F.  NePauc  Seattle; 
Sam.  laggar.  Portland;  M.  G.  Buchan,  Cleveland  and  Fred 
B.  .Adam.  St.  Louis. 

The  biggest  event  in  connection  witli  this  meeting  will  be 
the  presence  of  Mr.  W.  L.  Goodwin,  of  the  General  Electric 
Company.  Schenectady.  At  a  dinner  to  be  held  on  Monday, 
night  at  the  King  Edward  -Hotel,  Mr.  Goodwin  will  explain 
his  now  famous  plan  of  co-ordinatin.t;  thu  various  elements  in 
the  electrical  industry,  having  in  view  better  merchandising, 
better  general  conditions  and  a  greatly  extended  use  of  elec- 
tricity and  electrical  appliances  of  every  kind.  It  is  expected 
that  this  dinner  will  be  attended  by  every  electrical  man  in 
Toronto  and  that  large  numbers  will  also  come  in  from  out- 
lying points.  The  president  of  the  Toronto  Electrical  Con- 
tractors' .Association,  Mr.  Kenneth  .A.  Mclntyre,  and  his 
executive  committee,  have  the-  whole  programme  in  hand 
and  may  be  depended  upon  to  see  that  everything  is  in  read- 
iness when  Mr.  Goodwin  arrives.  There  is  no  question  at 
the  present  time  quite  so  imijortanl  to  the  electrical  industry 
in  general  as  that  which  Mr.  Goodwin  comes  to  propound, 
and  we  have  every  reason  to  liope  that  the  ('anadian  indus- 
try will  profit  in  the  near  future  from  the  application  of  his 
policy,  just  as  l)enefits-arc  being  reaped  already  in  liie  Unit- 
ed .States. 

Every  electrical  man,  whether  manufacturer,  jobber,  deal- 
er or  contractor,  is  urged  to  keep  these  three  dates  available 
for  close  attention  on  this  convention.  The  larger  the  attend- 
ance and  the  more  fully  the  whole  matter  is  discussed,  just 
in  this  proportion  will  the  immediate  results  he  noticeable. 

Reservations  for  the  banquet  may  he  made  at  any  time 
with  Mr.  Kenneth  A.  Mclntyre,  72  \  ictoria  Street,  Toronto. 


The  Moloney  Electric  Co.  of  Canada  are  extending  their 
Toronto  offict  space  owing  to  rapid  expansion  c\  business, 
and  their  address  now  reads  1221-24  Traders  Bank  F.uild- 
ing.  Toronto.  Mr.  Geo.  D.  Laycock,  sales  manger  of  the 
"  ompany.  has  charge  of  this  office. 


Beattie-Mclntyre,  Limited. 

it  is  announced  that  Mr.  Geo.  J.  Beattie,  of  the  Electric 
Shop,  7;i  \  ictiiria  Street,  Toronto,  and  Mr.  Kenneth  A.  Mc- 
lntyre, electrical  engineer  and  contractor,  Excelsior  Life 
l)uil<ling,  Toronto,  have  formed  a  partnership  under  the 
name  of  Beattie-Mclntyre,  Limited.  The  headquarters  of 
Ihe  new  Firm  will  be  at  72  \'ictoria  Street,  and  the  field  cov- 
ered will  include  contracting,  electrical  engineering,  power 
apparatus,  labor-saving  devices,  illumination,  etc.  Mr.  Mc- 
lntyre will  specialize  on  construction  and  Mr.  Beattie  will  paj- 
special  attention  to  the  commercial  end. 

Both  of  these  names  are  very  well  known  in  the  electri- 
cal field  and  the  combination  of  two  such  experienced  and 
competent  heads  into  one  business  partn.ership  gives  this  firm 
facilities  for  performing  the  very  highest  class  of  work  over 
a  very  varied  field.  There  can  lie  little  doubt  that  great  suc- 
cess will  attend  their  efforts. 

Beattie-Mclntyre,  Limited,  have  a  fine  exhibit  at  Booth 
88 — the  old  Hydro  stand — Industrial  Wing  No.  ^^,  Process 
Building,  Canadian  National  Exhibition,  and  extend  a  hearty 
invitation  to  visitors  to  look  in  on  them. 


A  New  Compensarc. 

To  give  the  close  regulation  of  current  essential  for 
Mazda  motion  ]iicture  projection  lamps,  the  Canadian  Gen- 
eral Electric  Comiiany  are  offering  a  new  compensarc  which 
provides  prniectinn  against  over  current  and  regulation  to 
within  1/10(1  anii)ere  i.s  obtained.  It  operates  on  the  re- 
actance principle  and  is  furnished  for  standard  a.c.  voltages 
and  frequencies  in  ratings  of  20  and  30  amperes,  correspond- 
ing to  the  Mazda  lamps  now  on  the  market  for  this  pur- 
pose. This  compensarc  is  made  up  of  a  two-coil  auto-trans- 
former stacked  with  standard  transformer  punchings  within 
a  rawhide  housing,  the  complete  wiring  of  which  forms  the 
line  side  with  the  lamp  terminals  tapped  across  one  coil. 
The  coils  are  stacked  so  that  room  is  left  between  them  for 
an  iron  leakage  plu.g  in  each  side  of  the  magnetic  circuit. 
Turning  a  hand  wheel  on  the  shaft  of  the  iron  plug  moves 
it  in  and  out  between  the  two  coils,  giving  a  very  close  ad- 
justment for  the  lamp.  Maximum  reactance  is  obtained  when 
the  plug  is  all  the  way  in.  The  only  noise  is  a  slight  hum- 
ming when  the  plugs  are  being  withdrawn;  this  ceases  when 
thev  come  to  rest. 


Conductorettes  on  the  motor  bus  and  tramway  systems  in 
London,  England,  recently  went  on  strike,  completely  tieing 
U])  both  systems.  The  women  claimed  (and  obtained)  five 
shillings  a  week  as  a  war  1)onus.  the  same  as  was  recently 
granted  to  the  men. 


The  building  of  steel  ships  without  rivets  is  being  ac- 
complished in  England  and  the  Cnited  States  by  the  use  of 
electric  welding.  It  is  claimed  tlial  a  sa\ ing  of  from  20  to 
2.")  per  cent,  in  time  and  material  is  possible  by  this  method. 
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Why  a  Thorough  Study  of  Selling  Prices  is  Important 


By  J.  E.  Bullard* 


Many  a  sale  has  been  lost  because  the  right  price  was 
not  marked  on  the  goods.  The  right  price  may  have  been 
lower  or  it  may  have  been  higher  than  the  price  marked. 
Time  after  time  it  has  been  found  that  a  higher  price  will 
sell  goods  that  cannot  be  sold  for  the  price  at  which  they  were 
originally  offered.  .There  are  also  certain  odd  prices  and 
there  are  quantity  offers  for  difTerent  defiominations  of  money 
that  result  in  large  sales. 

Department  stores  have  made  such  prices  as  4,  9.  19.  33, 
;;9,  98  cents  and  other  odd  prices  quite  famous.  In  fact  the 
success  of  these  large  stores  is  no  doubt  due  to  a  very  great 
extent  to  the  skill  displayed  in  setting  prices.  The  prices  are 
not  always  low.  In  fact  it  is  not  low  prices  that  are  striven 
after  so  much  as  the  prices  that  will  appeal  to  the  custom- 
ers, the  prices  that  in  themselves  will  result  in  a  desire  to 
possess  the  goods.  Even  the  automobile  manufacturers  have 
adopted  the  odd  price  method  in  selling  their  product  to  a 
rather  remarkable  degree.  There  are  cars  which  have  been 
or  are  selling  for  .$300,  .$39.5.  $99.5.  $1.0.50,  $1,4.50,  $,1550,  $1,- 
(550,  $1,950,  $3,075,  and  various  other  odd  prices,  but  there  are 
few  if  any  on  the  market  that  sell  for  an  even  $400,  .$1,000. 
$1,500.  or  $3,000.  Apparently  it  has  been  considered  easier 
to  sell  these  machines  at  odd  jirices  than  at  even  prices  even 
though  their  selling  prices  are  comparatively  high.  Mail.  ' 
order  houses  also  make  a  liberal  use  of  odd  prices.  Even 
prices  being  used  in  such  a  manner  as  to  make  the  odd  jirices 
more  prominent  results  in  people  getting  an  exaggerated 
idea  of  the  bargains  the  house  has  to  offer. 

Don't  Use  Too  Many  Odd  Prices. 

Too  great  a  use  of  odd  prices,  however,  may  prove  de- 
trimental. Judgment  must  be  used.  The  man  who  fixes  the 
retail  prices  of  any  establishment  has  a  job  on  his  hands  that 
is  not  dissimilar  to  the  work  of  an  artist,  just  as  the  artist 
must  select  his  colors  and  apply  them  to  the  canvas  in  such 
a  way  as  to  create  a  pleasing  impression,  the  man  who  fixes 
the  retail  prices  of  a  store  must  select  them  and  apply  them 
to  the  goods  in  such  a  way  as  to  create  a  favorable  impres- 
sion upon  the  customers.  The  prices  must  give  an  impression 
of  good  values,  but  at  the  same  time  convey  the  idea  that 
(luality  is  not  unduly  sacrified  to  price.  This  is  something 
that  cannot  be  done  without  a  great  deal  of  study  on  the 
part  of  the  price  maker.  He  nmst  study  his  goods,  his  pros- 
pective customers,  the  way  other  dealers  in  his  and  other 
lines  do  it  in  his  vicinity  and  most  of  all  he  must  be  sure 
'that  he  knows  just  the  kind  of  effect  he  wishes  to  create 
and  work  towards  that  end. 

If  a  store  is  catering  to  an  exclusive  set  of  customers, 
people  who  have  large  incomes  and  aristocratic  tendencies, 
the  prices  determined  upon  and  the  setting  given  these  goods 
would  be  radically  difTerent  from  the  case  where  the  middle 
class  of  people  is  being  appealed  to,  and  both  these  classes 
would  have  to  l)e  treated  in  a  difTerent  manner  from  the  case 
of  laboring  classes. 

The  aristocratic  person  wants  everything  to  look  expen- 
sive and  exclusive.  He  wants  to  see  expensive  fixtures  in 
the  store;  he  likes  to  be  admitted  by  a  doorman  in  livery; 
he  wants  expensive  service  throughout  and  unless  all  thi^ 
is  included  in  the  selling  price,  unless  he  pays  very  high 
prices  for  his  goods,  he  i>  more  than  likely  to  suspect  that 
the  quality  of  the  goods  purchased  is  nof  up  to  standard. 
The  result  is  almost  bound  to  be  dissatisfaction. 
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Department  Stores  and  Mail  Order  Houses  Have  Studied 
Price  Making. 

There  is  probably  no  class  of  retailers  which  appeals 
to  as  many  classes  and  types  of  people  as  do  the  department 
stores  and  the  mail  order  houses.  Through  experience  and 
study  these  institutions  are  often  able  to  make  the  mere 
prices  at  which  the  goods  are  sold  go  a  long  way  towards 
creating  sales.  It  is  these  institutions  that  cater  in  a  big 
way  to  the  middle  and  laboring  classes  and  it  is  their  methods 
that  are  worth  very  serious  study.  All  their  methods  may  not 
be  sound.  Some  of  their  methods  could  not  successfully 
be  applied  to  other  businesses,  but  a  study  of  them  will  prove 
of  value  to  any  business  man.  It  will  help  him  in  solving 
many  of  the  problems  in  his  own  business  and  may  make 
it  possible  to  sell  a  great  deal  more  than  could  otherwise 
be  sold. 

Just  at  this  time  it  is  more  than  ever  necessary  that  a 
great  deal  of  attention  l.>e  paid  to  the  proper  making  of  retail 
prices.  At  present  odd  prices  are  als(.)  more  popular  than 
ever  before.  If  an  article  can  be  sold  at  a  very  narrow  margin 
for  5c  that  is  not  a  necessary  reason  why  5c  should  be  fixed 
as  the  sale  price.  It  is  quite  possible  that  the  demand  will 
lie  greater  at  (ic  than  at  5c.  The  (ic  jiriee  indicates  to  the 
public  that  the  article  is  of  pre-war  quality  but  that  its  sale 
lirice  has  been  revised  to  war  conditions,  while  a  5e  price 
for  the  same  article  in  addition  to  seriously  cutting  into  the 
profit  of  the  dealer  might  lead  the  inililic  to  suspect  that  there 
was  somethin,g  wrcmg. 

The  Public  Affected  by  Impressions  Rather  Than  Logic. 

The  general  pulilic  is  prone  to  be  affected  by  impressions 
as  much  as  by  logic.  It  is  the  first  impression  that  the  price 
makes  upon  them  that  attracts  from  the  business  house.  How 
little  many  people  rely  upiin  reason  is  illustrated  by  the  fol- 
lowing case: 

A  woman  sent  her  little  daughter  over  to  the  butcher 
store  some  years  ago  when  meat  was  selling  at  retail  for 
less  than  it  is  now  selling  at  wholesale,  to  l.earn  the  price 
of  round  steak.  The  liutcher  sent  back  a  note  stating  that  it 
was  selling  for  13c  a  pound.  Soon  the  little  girl  came  back 
with  a  note  from  her  mother  stating  that  she  would  buy 
some  steak  if  she  could  .get  two  pounds  for  a  (.piarter.  ()ften 
when  articles  sell  for  Sc  each  peopje  will  insist  on  buying 
three  of  them  for  a  quarter. 

This  being  true  it  would  seem  wise  to  avoid,  in  so  far  as 
pi.issible.  setting  prices  of  He  and  1 3c  on  items  that  people 
will  likely  buy  in  quantites  of  two.  three  or  more.  The 
sales  are  pretty  sure  to  be  greater  if  the  jirices  are  set  at 
9c  and  13c  with  the  privile.ge  of  three  or  two  for  twenty- 
five  cents.  This  will  avoid  all  chance  of  embarrassment  on 
the  part  of  those  customers  who  are  poor  arithmeticians.  It 
will  also  yield  a  greater  profit  to  the  dealer  and  will  probably 
increase  the  volume  of  sales  because  the  better  arithmetic- 
ians will  imrchase  in  larger  (piantities  in  order  to  save  a  few 
pennies. 

How  a  Price  Too  Low  Affects  Sales. 

Experiments  have  been  tried  that  show  prices  too  low 
affect  sales.  Many  a  mail  order  house  has  placed  in  its  catalog 
an  article  marked  at  a  real  bargain  price  only  to  find  that 
it  did  not  sell.  The  only  reason  to  be  found  appeared  to  be 
that  the  price  was  too  low,  that  the  price  was  so  low  indeed 
that  the  customers  doubted  the  (piality.  By  moving  the 
])rice  up  and  d<ivvii  one  would  eventually  be  found  which 
would  tesult  in  creating  a  big  demand.    Tiiis  price  would  be 
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I  ..i\>iili  r.il>ly   liij;lu  r  than  llu'  «>iu'  .it  wlm  lt  tlu-  ,l;imm1s  wi  vi' 
.«ri«in;illy  otTcicil.     It  l.as  Uvvn  dciuonstrati'il  tinu-  ami  imir 
attain  that  there  is  always  a  price  lu-low  wliioli  ii  is  not  i"is 
siMe  t..        ami  vjivi-  the  piililic  a  reason  tliai  luopK-  will  lu- 
lievi 

,1.;.'  a  i-onple  ol  yoiiiii;  nu'ii  oiuiu'd  a  cash  pro- 
vision Store  in  which  every  article  was  sold  lov  cash.  It  was 
in  the  early  days  of  the  cash  store,  ami  -imc  these  nuii  had 
no  had  accounts  on  their  hooks,  tunud  iluir  slock  many 
tinu'S  a  year  and  had  a  low  overhead  they  were  aide  to  sell 
Hoods  at  a  considerahly  lower  yy\<-r  than  were  any  ol  the 
credit  stores  in  town.  It  was  for  these  reasons  that  they 
could  sell  beans  profitably  lor  >ix  cents  a  (|uart  wliile  all  the 
other  stores  were  selling  them  for  ten  cents.  .Samples  of 
these  heans.  were  on  display  and  were  jdainly  marked  at  six 
cents  a  quart.  .\ny  customer  had  the  iirivile.ue  of  carefully 
exaininin.s:  them.  .-\  little  observation,  however,  soon  showed 
that  only  the  poorest  class  of  people  were  IniyinR  beans  in 
this  store.  The  better  classes  might  Iniy  their  salt  pork,  on 
which  the  saving  was  n6t  so  great,  but  only  the  poorer  class- 
es purchased  beans.  As  an  exi)erinient  two  display  cases  at 
the  front  of  the  counter  were  lille.l  with  the  same  beans.  One 
was  marked  si.x  cents  a  (piart.  The  other  was  marked  eight 
cents  a  quart.  The  result  was  that  thereafter  the  better 
classes  of  people  began  to  buy  their  beans  here.  The  poorer 
classes  paid  six  cents  because  they  were  buying  on  price 
alnne.  They  wauled  the  cheai)est  regardless  of  quality.  The 
better  classes  purchased  because  it  seemed  reasonable  that 
this  concern  could  undersell  their  competitors  by  as  much  as 
two  cents  a  quart.  It  did  not  seem  reasonable  to  expect  that 
they  could  undersell  by  a-  much  as  four  cents.  They,  there- 
fore, paid  eight  cents  \'<v  lluir  beans. 

A  Low  Bid  Does  Not  Always  Get  the  Job. 
There  are  many  electrical  c(.ntractors  who  rarely  get 
l.ig  and  profitable  jobs  because  in  their  anxiety  to  get  the 
business  they  have  shaved  their  figures  so  low  that  those  m 
charge  of  letting  the  job  fear  that  work  which  will  come  up 
to  the  specifications  cannot  be  done  at  the  price.  Success- 
ful contractor  after  successful  contractor  will  say  that  if  they 
relied  upon  low  prices  alone  to  get  business  they  would  not 
■be  able  to  make  a  living.  They  claim  that  it  is  the  quality 
of  their  work  that  creates  new  customers  for  them.  It  is 
more  than  possible,  however,  that  should  these  same  contrac- 
tors make  a  bid  on  a  job  at  a  price  very  much  below  the 
price  current  for  quality  work  they  would  be  .given  an  op- 
portunity to  revise  their  figures  before  the  job  would  be 
given  to  them.  In  some  cases  so  much  susi)icion  might  be 
aroused  by  the  low  price  thai  the  bid  would  be  thrown  out 
altogether. 

,  Every  reasonable  person  knows  that  no  business  man 
can  remain  in  business  unless  he  is  doing  business  at  a  proht- 
If  below  cost  prices  are  featured  everyone  knows  that  the 
loss  inust  be  made  up  in  some  other  way.  The  result  may 
mean  greater  cost  to  the  p-ublic  than  would  have  been  the 
case  if  a  reasonable  price  had  been  paid  for  the  first  articles 
or  service.  As  time  goes  on  people  come  more  and  more 
tf.  realize  this.  It  is  necessary,  therefore,  to  have  much  bet- 
ter reasons  for  low  prices  than  for  high  prices.  High  prices, 
in  themselves,  imply  quality.  In  any  case  it  is  apparent 
that  there  is  no  "nigger  in  the  wood-pile"  who  is  going  to 
come  out  and  rob  the  customer  in  some  other  way  and  not 
nearly  as  much  suspicion  will  be  aroused  as  would  be  the 
case  if  the  prices  were  too  low. 

Public  Utility  Companies  Should  Not  Cut  Prices. 
That  public  utility  companies  have  made  a  very  serious 
mistake  in  selling  appliances  at  less  than  cost,  as  many  a 
gas  and  many  an  electric  lighting  company  has  done,  is  evi- 
denced by  the  fact  that  those  which  have  maintained  a  sea- 


sonable retail  price  are  to-day  enjoying  far  greater  good  will 
than  those  which  have  sold  their  appliances  at  prices  so  low 
tli.il  it  was  impt)ssible  for  any  dealer  to  compete  with  them 
on  a  price  basis.  Those  central  stations  that  have  been  selling 
appliances  at  less  than  cost  and  which  to-day  find  it  neces- 
sary to  increase  their  rates  are  far  more  likely  to  meet  with 
bitter  opposition  from  the  public  than  those  which  have 
been  maintaining  their  sales  department  on  a  strictly  busi- 
ness basis  and  tnaking  it  pay  its  own  way. 

Department  stores  are  coming  more  and  more  to  realize 
th.il  it  is  not  good  policy  to  make  big  cuts  in  prices  in  ad-- 
vcrtised  goods.  If  the  cut  is  too  great  it  has  a  detrimental 
rather  than  a  good  effect  upon  the  good  will  of  the  customers. 
It  is  for  this  reason  that  many  a  store  explains  why  it  can 
sell  these  goods  for  less  money  than  their  advertised  prices. 
To-day  a  cash  basis  of  doing  business  is  given  as  an  explana- 
tion of  low  prices.  It  is  a  logical  one  and  makes  it  possible 
for  the  dealer  to  offer  lower  prices  than  would  otherwise  be 
acceptable. 

Cut  Prices  Are  Not  Necessary. 

There  are  many  dealers  who  consider  it  essential  to  cut 
prices  on  certain  leaders  in  order  to  attract  people  to  their 
place  of  business.  They  feel  that  people  will  not  patronize 
them  unless  some  exceptional  bargain  is  offered  to  them. 
From  one  point  of  view  their  reasoning  seems  perfectly 
logical.  On  the  other  hand,  however,  it  is  easy  to  see  that  the 
exceptional  bargain  offered,  which  in  some  cases  may  actually 
be  selling  articles  for  less  than  they  cost  the  dealer,  is  going 
to  plant  seeds  of  suspicion  in  the  minds  of  the  public  and 
'that  wdien  the  purchaser  visits  the  store  it  is  going  to  re- 
quire a  much  higher  degree  of  salesmanship  to  allay  this 
suspicion  than  would  be  the  case  if  no  .such  exceptional 
bargain  had  been  offered.  During  these  times  of  reduced 
labor  supply  some  difficulty  may  be  experienced  in  secur- 
ing the  quality  of  salesmanship  that  is  required  and  the  path 
of  safety  lies  in  avoiding  price  cutting. 

A  certain  man  held  the  view  that  cut  prices  are  a  mis- 
taken business  policy.  About  ten  years  ago  this  man  started 
in  a  line  of  business  where  possibly  the  practice  of  price  cut- 
ting is  more  rampant  than  in  any  other  line,  namely  the  auto- 
mobile accessory  business.  He  adopted  the  practice  of  sell- 
ing goods  at  the  list  price  if  the  discounts  from  list  did  not 
allow  him  too  great  a  profit.  Where  the  discounts  were  great 
he  allowed  a  reasonable  profit.  He  has  always  adhered  to 
this  practice  and  to-day  is  the  owner  of  a  chain  of  several 
stores  and  is  adding  more  evei-y  year.  Each  of  these  stores 
is  competing  with  both  local  and  city  price  cutters  as  well 
as  the  mail  order  houses.  Each,  however,  is  a  profitable 
enterprise,  though  many  of  the  price-cutting  competitors 
have  gone  ou  of  business.  He  has  built  up  a  reputation  of 
quality  goods  and  quality  service  that  is  of  far  greater  busi- 
ness value  than  would  h;ive  been  a  reputation  for  price- 
cutting.  To-day  when  a  car  owner  wants  to  take  a  chance 
he  may  buy  an  article  or  two  from  some  of  the  price  cutters, 
but  when  he  wants  real  reliable  service  he  patronizes  the 
store  where  prices  are  never  cut  but  where  quality  and  ser- 
vice are  always  maintained. 

It  is  evident  that  there  can  be  no  fixed  rules  laid  down 
for  price  making,  it  is  equally  evident  that  wdiile  high  prices, 
that  is,  prices  which  are  too  high,  may  drive  away  trade, 
prices  which  arc  too  low  will  result  in  creating  distrust  and 
ill  will.  The  one  best  price  can  only  be  arrived  at  by  careful 
experiment  and  study.  This  price,  however,  is  always  sure  to 
yield  enough  profit  to  make  it  well  worth  wdiile  to  devote 
the  time  and  study  to  the  problem  that  it  requires. 


The  six  cent  fare  has  been  inaugurated  on  the  Detroit 
electric  railway.  The  company  is  experiencing  considerable 
difficulty  in  collecting  the  six  cents. 
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Engineering  Features  Essential  to  Success  of 

Farm  Lighting  Business 


-By  Evan  J.  Edwards* 


\'arious  expert  conclusions  have  been  given  as  to  the 
possible  magnitude  for  country  home  lighting,  and  these 
estimates  range  from  three  to  six  million  installations.  Tak- 
ing, say,  a  conservative  figure  of  4,000,000  installations  and  as- 
suming an  average  expediture  of  $1,000  per  installation,  the 
i-.tal  runs  into  a  figure  which  before  these  war  times  would 
l.c  quite  inconceivable  because  of  its  magnitude.  Four  bil- 
lion dollar  estimates  are  mentioned  quite  casually  in  regard 
to  war-time  expenditures,  but  still  stand  as  being  colossal 
when  applied  to  possible  business  for  a  new  branch  of  the 
electrical  industry.  I  will  agree  that  there  is  a  good  chance 
that  many  calendars  will  be  used  up  before  there  are  4,000,- 
1)00  installations  in  this  country,  but  the  less  optimistic  ones 
may  cut  the  figure  to  one-half  or  one-fourth  if  they  wish  and 
the  total  will  yet  be  impressive.  It  surely  is  not  unreason- 
able to  compare  the  possibility  of  this  field  with  that  of  the 
automobile  as  used  by  the  farmer.  Statistics  show  that  there 
ire  1)etween  two  and  three  million  automobiles  in  the  hands 
..f  farmers  at  the  present  time  and  some  of  them  are  their 
-ccond  and  third  purchases. 

The  selling  of  one  country  home  lighting  installation 
means  more  in  business  than  the  initial  $1,000  expenditure. 
Additional  equipment  and  supplies  will  be  needed  as  time 
noes  on.    Lamp  and  battery  renewals  will  be  a  factor. 

It  is  likely  that  this  business  will  not  be  handled  exclus- 
ively by  any  existing  type  of  dealer.  If  the  present  dealer 
in  electrical  supplies  is  to  handle  it,  he  may  have  to  learn 
much  about  selling  things  to  the  farmer.  In  other  words, 
his  biggest  job  is  to  learn  the  farmer,  but  he  must  also  inform 
himself  as  to  the  engineering  relating  to  these  plants,  par- 
ticularly as  regards  the  points  of  difTerence  compared  with 
llO-volt  installations  with  which  he  is  already  familiar.  If 
some  other  class  of  dealer  already  accustomed  to  selling 
to  the  farmer  is  to  take  up  the  business,  he  must  learn 
everything  regarding  the  electrical  side  of  the  business,  which 
is  no  small  job  either.  Opinions  vary  as  to  which  of  these 
present  dealers  has  the  advantage. 

Coming  then  to  the  main  object  of  this  paper — there 
are  certain  important  engineering  points  which  are  essential 
lo  the  success  of  the  business  and  which  should  be  kept  in 
mind  by  the  dealer,  whoever  he  may  turn  out  to  be. 

First  of  all,  there  must  be  proper  recognition  of  the  field 
fur  these  i)lants.  They  are  in  no  case  competitive  with 
good  central  station  service.  Arguments  to  the  contrary 
cannot  be  substantiated  by  complete  facts.  They  are  not 
adapted  to  heavy  power  work.  Sonic  of  the  standard  plants 
are  advertised  as  being  light  and  power  plants,  but  'they 
should  be  looked  upon  as  essentially  for  lighting.  Heavy 
power  work  of  the  farm  cannot  be  handled  economically  by 
the  use  of  motors  operating  from  an  isolated  generating 
plant.  A  standardized  plant  as  now  put  on  the  market  is  of 
•  the  correct  capacity  to  operate  effectively  and  efficiently  the 
lighting  of  the  average  farm  premises  and  can  very  well 
handle  certain  small  power  ^vork,  such  as  pumping  water, 
separating  cream  and  running  the  washing  machine,  but 
should  nut  lie  considered  for  the  feed  grinder,  ensilage  cutter 
and  the  tlires!iing  niaeliiiie.  Hop  and  Brown  acted  wisely 
in  infdvmilig  llu  ir  en(  husiastic  prospect  (ii.al  ihe  heavy  motor 
loads  were  nut  of  the  question. 

One  of  the  most  important  engineering  questions  is  that 
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of  standardization.  Experience  in  other  lines  has  shown  that 
commercial  progress  can  be  measured  by  progress  in  stand- 
ardization of  equipment  and  methods.  Satisfactory  progress 
has  been  made  to  date  in  the  standardization  of  country  home 
lighting  plants.  It  is  seldom  now  that  anyone  mentions 
a  battery  equipment  other  than  16  cells  of  lead-acid  or  24  cells 
of  nickel-iron-alkaline.  There  are  plenty  of  arguments 
•which  could  be  advanced  in  favor  of  both  a  higher  or  lower 
voltage,  but  30  volts  (nominal  value  for  present  standard} 
is  a  -good  compromise  and  it  is  to  the  best  interests  of  every- 
body concerned  that  the  present  voltage  standards  be  strictly 
adhered  to.  The  lamp  and  appliance  manufacturers  have  de- 
signed their  product  to  best  meet  the  operating  conditions 
as  obtained  with  the  above  battery  equipment.  The  lamp 
manufacturers  label  their  product  28-33  volts,  meaning  that 
the  lamps  are  designed  for  these  plants  which  by  their  nature 
vary  in  voltage  between  these  limits  in  the  properly  install- 
ed standard  outfit  and  wiring. 

Some  other  points  of  standardization  are  not  so  well  taken 
care  of..  There  is  much  mechanical  standardization  which 
could  be  accomplished  along  the  lines  done  by  the  Society 
of  Automotive  Engineers  in  connection  with  automobiles. 
The  meter  equipinent  on  the  switchboards  and  the  method 
of  control  of  the  circuits  show  considerable  variation.  There 
are  also  certain  features  of  battery  design,  and  particularly 
methods  of  battery  rating,  which  could  be  standardized  to 
advantage.  The  important  point  at  this  time  is  to  appreciate 
the  value  of  standardization  and  to  bear  in  mind  that  the 
manufacturer  who  departs  from  present  standards  without 
very  well  substantiating  his  reason  for  doing  so,  is  retarding 
the  progress  of  the  business  as  a  whole.  The  manufacturer 
is  primarily  responsible  for  standardization  of  the  plant,  but 
a  proper  appreciation  of  the  value  of  standardization  on  the 
part  of  the  dealer  will  greatly  assist. 

It  will  be  up  to  the  dealer  who  sells  the  plant  to  see  to 
it  that  proper  installation  is  made.  A  good  foundation  for 
the  generating  unit  should  be  provided;  a  heavy  concrete 
base  is  usually  advisable.  Thought  should  be  given  to  the 
location  of  the  generating  unit  and  batteries.  It  is,  of  course, 
advisable  to  locate  the  plant  near  to  the  heaviest  and  most 
important  load,  which  is  the  house-lighting.  Tlie  basement 
of  the  house  is  often  chosen  for  this  reason  and  it  has  the 
added  advantage  of  more  uniform  temperature  than  an  out- 
building would  have.  The  batteries  are  not  exposed  to  the 
high  evaporation  rate  of  the  outside  summer  weather  nor  to 
the  danger  of  freezing  in  winter,  it  is  important  Id  siielve  tiie 
batteries  in  such  a  way  that  they  are  substantially  sup|)orted 
and  easy  to  get  at  for  inspection  and  filling.  They  should  be 
well  ligiiled,  so  that  the  owner  will  readily  discover  any  need 
of  attention  to  the  cells. 

The  Question  of  Wiring. 

For  the  man  who  is  accustomed  to  installing  llO-volt 
systems,  perhaps  the  greatest  pitfall  in  this  new  business  is 
that  of  the  wiring.  He  should  api)reciate  that  a  mere  table 
of  current  carrying  caiiacity  as  put  out  by  the  underwriters 
is  not  adequate.  Thirty  volt  plants  have  four  times  the  am- 
perage as  a  necessary  conseciuence  of  having  only  one-fourth 
Ihe  voltage,  and  furthenin  ire,  the  l~voll  drop,  which  is  1  per 
cent  in  a  110-volt  instalialinn  becotm-s  a  t  |)er  cent  droi)  in 
:i()-volt  installations,  and  it  is  tiie  percentage  drop  which 
counts  in  the  oiieralion  of  incandescent  lamps  and  other  ap- 
pliances.   Tf    I     may    refer  again  to  Ihe  story  of  Hop  and 
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Hrovvn.  vou  may  iccall  tlu'  wiring;  ili;n  1  wliiih  lia-.  luiii  (K- 
>i(iiU'»l  to  luniisli  :i  ready  ineaiiN  fm  nlitainiii;.;  wwi.-  sizes 
which  will  lu>lil  the  volta>;e  losses  witliin  luninr  limits.  1  he 
usv  of  this  chart  also  avoids  the  .nm"'^'*'".-  whieh  mi.L;hl  result 
in  the  use  of  larjier  wire  tlum  neeess;u\  in  leitain  paits  dl 
the  installation.  No.  M  is  suilalile  for  cmisiileraMe  nl  the 
wiring,  the  same  as  in  a  lU)-voIt  installaiicm  in  places 
wliere  larjicr  wire  is  needed,  however,  it  is  m  riK  <l  badly,  and 
the  tinal  success  of  the  installation  w  ill  iKpeiiil  to  a  consider- 
able extent  on  havinjj  the  wiriiij;  nulit. 

It  is  a  mistake  to  assume  that  the  I'armer  will  ])v  salislied 
with  dr<ip  cortls  and  key  sockets.  e\  en  though  at  lirsl  he  may 
think  that  he  is  's  better  in  almost  every 

case  to  sell  him  a  wiring-  installation  Idr  his  lunise  which  is 
fully  up  to  the  standards  of  the  city.  \\  all  switches  and  base- 
btiard  outlets  with  the  handy  features  of  contrcil  will  be  ap- 
preciated by  the  farmer,  '{"lie  farmer  is  a  man  of  i)ride  and 
in  no  sense  a  |)ikcr  when  it  comes  to  speiulin.n  money  for 
thin.irs  that  he  wants  and  are  worth  what  they  cost.  He  will 
have  lastinj;  satisfact  ii  mi  onl>-  in  an  installation  up  to  the 
standards  of  his  city  brother,  i-'tn-thermore,  if  he  docs  not 
have  convenient  switcbiui;  and  llexibilily  as  to  outlets  he  is 
(mly  half  casiiin.;;-  in  u]ion  the  benelits  which  are  inherent  in 
electrical  lii^htiuL;. 


l'"i\turt's  anil  .ulassware  are  important.  The  fixtures  can 
be  simple  and  yet  correct  in  their  design.  The  farmer  in  his 
experience  with  coal  oil  lamps  may  not  have  discovered  the 
ilrvil  .^lare.  He  may  even  be  inclined  to  judge  the  value  of  a 
light  source  by  its  intrinsic  brightness  rather  than  by  the 
resulting  ilhniiination  of  the  objects  which  he  desires  to  see. 
Nevertheless,  in  the  long  run,  he  will  be  better  satisfied  if 
objcctionoble  glare  has  been  entirely  done  away  with.  Here 
is  the  reason  for  the  importance  of  supplying  good  reflectors. 
There  may  be  places  in  the  outbuildings  of  the  farm  where 
bare  lamps  are  not  particularly  obectionable,  but  certainly 
in  the  house  every  lamp  should  be  provided  with  a  reflector 
which  protects  the  eyes  from  the  glare  of  the  filament  and 
at  the  same  time  increases  illuminating  efficiency  by  direct- 
ing the  light  to  the  lower  angles  where  it  is  needed. 

There  are  other  important  points  and  many  elaliorations 
of  the  few  points  mentioned  here  which  deserve  the  thought 
and  attention  of  those  directly  interested  in  pushing  the  bus- 
iness, but  it  is  sufficient  here  perhaps  to  give  as  I  have  a  very- 
brief  treattnent  of  a  big  subject.  I  have  attempted  only  to 
call  attention  to  the  possiblities  of  this  new  field  in  the  elec- 
trical business,  and  to  mention  the  several  things  which  seem 
to  me  to  be  of  greatest  importance  in  attempting  to  mini- 
mize the  mistakes  that  always  retard  a  new  development. 


Electrical  Merchandising  a  Normal  Extension 

of  the  Contractor's  Field 

 By  M.  H.  Johnson*   ' 


.\  retail  electrical  store  is  a  logical  step  for  contractors 
and  dealers  toward  improving  their  own  situation  and  general 
conditions  governing  the  distribution  of  electrical  merchan- 
dise. .\11  contractor-dealers,  with  the  exception  of  a  very 
few  who  are  specializing  in  their  work,  are  now  obliged  to 
have  a  place  of  business. and  a  stock  of  merchandise  that  are 
quite  suitable  to  be  used  as  retail  stores  and  this  step  may  be 
regarded  as  a  normal  extension.  The  character  of  the  busi- 
ness is  really  simpler  than  that  ordinarily  carried  on  by  elec- 
trical contractors. 

Necessary  Primary  Steps  in  Opening  a  Retail  Store. 

Those  starting  to  conduct  a  store  will  usually  find  it 
necessary  to  clean  up  their  place  of  business,  provide  a  cash 
register,  counter  and  display  shelves  and  perhaps  add  to  their 
stock  a  small  assortment  of  household  appliances.  Further 
than  this,  a  few  cardinal  principles  strictly  adhered  to  and  the 
exercise  of  common  sense  is  almost  certain  to  result  in  the 
development  of  a  paying  business  not  only  in  the  sales  made 
directly  from  the  store,  but  in  the  natural  development  of 
the  construction  business  by  the  store  and  hence  the  store 
business  from  construction  work. 

The  prime  requirement  for  a  successful  store  is  to  have 
it  attractive,  especially  so  to  women.  This  invf)Ives  cleanli- 
ness, neatness  and  an  interesting  display  of  merchandise.  All 
merchandise  shown  in  the  store  should  be  plainly  morked  with 
the  maker's  name  and  catalogue  number,  and  the  selling  price, 
which  should  be  strictly  adhered  to.  Every  device  displayed 
for  sale  should  be  in  such  shape  that  it  can  be  demonstrated 
upon  request.  Furthermore,  someone  capa1)k'  of  understand- 
ing and  showing  the  use  of  the  device  on  sale  should  always 
be  in  the  store.  With  a  little  training  this  can  usually  be 
done  very  satisfactorily  by  the  young  lady,  who  is  almost 
universally  present  in  such  establishments  in  the  capacity 
of  Ijookkecper  and  stenographer. 
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An  attractive  store  and  courteous  treatment  are  the  first 
essentials  and  almost  certain  to  bring  success.  Generally 
speaking,  the  sale  of  electrical  merchandise  affords  all  the 
business  a  contractor-dealer  can  handle  to  advantage  and 
many  disasters  have  resulted  from  stocking  the  store  with 
toys,  automobile  appliances  and  catch-penny  devices. 

Inducing  the  Public  to  Visit  Your  Store. 

The  best  method  of  bringing  trade  to  the  store  -depends, 
partly  on  the  community  where  it  is  located  and  partly  on 
the  amount  and  character  of  the  business  normally  handled 
by  the  individual  concern. 

In  the  very  large  cities  the  best  advertising  is  done  by 
the  window  displays  and  outside  signs.  In  second-class  cities 
newspaper  advertising  is  valuable.  In  smaller  communities 
moving  picture  advertising  produces  good  results. 

In  all  cases  the  word  of  mouth  by  the  contractor's  wire- 
men  and  solicitors  among  customers  for  construction  busi- 
ness is  one  of  the  most  potent  factors. 

The  sale  of  domestic  machinery,  washers,  ironers,  va- 
cuum cleaners,  ice  machines,  dish  washers  and  ranges  is  only 
successful  where  given  special  attention  by  personal  solicita- 
tion, a  careful  system  of  following  up  prospects  and  more 
or  less  extended  terms  of  credit.  Trade  of  this  kind  with 
persons  of  poor  or  doubtful  credit  is  generally  unprofitable 
because  of  the  cost  of  collections. 

The  sale  of  seasonable  merchandise,  covering  fans,  toys. 
C  hristinas  tree  lighting  outfits,  to  some  extent  vacuum  clean- 
ers ai-id  flat  irons,  will  pay  when  given  intelligent  attention. 
To  do  so  rcquiries  .great  care  as  to  the  quantities  purcliased 
having  the  right  goods  on  hand  at  the  right  time  and  judi- 
ci(nis  advertising,  to  coincide  witli  the  natural  deinand. 

The  .giving  of  credit  on  store  sales  is  important,  as  some 
of  the  best  customers  prefer  it,  ami  besides  it  helps  to  give 
•the  i)uyer  confidence  ii-i  appliances  tlie.v  ha\-e  not  been  ac- 
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cusiumcd  to.  The  cxtunsiMn  of  credit  calls  for  careful  over- 
sight and  the  best  inf'M-niation  can  usually  he  had  from 
the  local  Board  of  Trade  or  Chatuher  of  Conmierce. 

Render  a  Service. 

All  the  foregoing  is  rather  primitive  to  those  who  have 
been  in  this  line,  but  it  is  perfectly  safe  to  say  that  no  elec- 
trical merchant  at  the  present  time  is  overdoing  the  above 
suggestions.  For  those  who  have  gone  some  distance  in  de- 
veloping this  end  of  the  business,  the  much  abused  word 
■•service"  will  bear  unlimited  consideration  and  always  return 
I  rofits,  financial  and  otherwise.  The  only  means  of  replac- 
ing the  drudgery  of  this  business  with  the  satisfaction  of 
results  accomplished  is  to  play  the  game  on  the  level.  It 
is  often  called  "the  game"  thoughtlessly.  However,  the 
slung  expression  is  underlaid  by  a  world  of  truth.  Ability 
lo  convince  your  friends  and  customers  (they  should  always 
be  synonymous)  that  you  can  supply  their  electrical  needs 
to  better  advantage  than  anyone  else  is  an  especially  pleasing 
achievement  and  the  stake  it  always  brings  in  is  profitable 
business. 

The  customer  to  whom  you  have  sold  the  device  he 
needs  and  which  gives  genuinely  satisfactory  service  will  re- 
member this  fact  long  after  he  has  forgotten  that  he  paid 


jou  more  than  the  other  fellow  asked  and  will  invariably 
come  back  for  more  when  he  needs  it. 

There  is,  furthermore,  at  this  time  an  obligation  resting 
on  all  of  us  to  put  our  affairs  in  order  and  develop  our  busi- 
ness along  lines  which  will  pass  the  maximum  of  electrical 
appliances  in  service  at  the  minimum  of  expense. 

It  is  essential  of  every  electrical  device  that  it  has  a  use- 
ful purpose;  that  it  will  produce  the  result  wanted  quicker, 
cheaper  or  better  than  can  otherwise  be  done.  It  follows 
that  every  electrical  device  put  to  the  service  for  which  it 
is  intended  effects  a  conservation  in  some  form  and  conser- 
vation is  now  the  universal  watchword  of  the  country. 

Devices  for  better  lighting  permit  of  more  work  and  bet- 
ter work  being  done.  The  electrical  heating  devices  must 
liroduce  results  at  a  saving  or  they  are  not  successful.  The 
many  lal)or  saving  appliances  do,  of  course,  conserve  energy, 
which  may  be  used  for  other  purposes.  Our  business  is  the 
one  relied  on  to  advance  civilization.  Its  development  coin- 
cides with  the  development  of  civilization. 

It  is,  therefore,  up  to  us,  the  connnecting  link  between 
the  producer  and  the  ultimate  user  of  things  electrical,  to  neg- 
lect no  opportunity  for  the  better  service  of  the  country 
along  this  line,  as  we  cannot  make  the  supreme  offering 
which  so  many  of  our  friends  have  done. 


In  the  Campaign  for  More  Convenience  Outlets 


What  the  Wiring  Contractor  Should  Do 

1.  — Visit  the  new-business  manager  of  your  local  central 
station  and  arrange  to  secure  through  him  a  list  of  prospects 
for  outlets  and  wiring,  in  the  home,  the  office  and  factory. 

A— Classify  your  prospects  according  to  districts  and 
character  (home,  office,  factory). 

B — List  each  classification  separately;  be  sure  to  in- 
clude the  address,  and,  where  one  is  used,  the 

jihone  number. 

C — Work  out  your  plans  for  securing  business  from 
each  such  prospect. 

])_.\otify  the  Society  at  once  regarding  the  num- 
ber of  special  letters  and  "folders  that  you  will 
mail  out  to  these  prospects. 

2.  — Decide  what  outlets  and  receptacles  you  will  sell  and 
install.  Be  sure  that  you  can  explain  the  construction,  pur- 
pose and  special  features  of  each. 

;5. — Work  out  several  typical  examples  of  estimates  for 
installing  outlets  and  wiring.  That  will  enable  you  to  sup- 
ply prospects  with  a  concrete  basis  for  understanding  just 
what  they  can  expect  for  their  money. 

4. — Select  such  of  the  advertising  and  selling  helps  pic- 
tured and  described  in  this  issue  that  you  can  and  will  make 
use  of.    Order  them  from  the  Society  at  once — NOW!  • 

,5. — Decide  what  advertising  you  will  have  inserted  in 
your  local  paper.  Supply  the  newspaper  with  the  copy  and 
cuts,  and  iii.ike  arrangements  for  schedule  of  insertions,  etc. 

(). —  Mold  meetings  with  those  who  will  solicit  orders  for 
outlets  and  wiring  for  you;  discuss  the  best  methods  to  pur- 
sue; see  to  it  that  each  man  understands  what  he  is  to  do. 

7.— ('<infer  with  your  local  campaign  committee;  ex])lain 
what  preparations  you  have  made;  ask  them  what  further 
they  1ki\  c  to  suggest  and  what  they  will  do  to  help  you. 

s. — (  (iiiiniunicate  with  the  Society,  explaining  the  steps 
\oii  ha\e  taken  and  requesting  further  sug.gestions. 


J.  F.verard  Myers.  4  Gould  St.,  Toronto,  has  i)een  award- 
ed the  contract  for  re-wiring  the  factory  and  installing  a 
(juanlily  of  electrical  e(|uipment.  for  the  (ieudron  Mfg.  Co. 
Ltd  ,  137  Duchess  St .  Toronto. 


What  the  Contractor-Dealer  Should  Do 

NOTE — You,  being  a  contractor  as  well  as  a 
dealer,  will,  of  course,  profit  first  by  the  sugges- 
tion given  for  the  wiring  contractor.    In  addition: 

1.  — Decide  what  time,  labor,  money-saving  electrical  ap- 
pliances you  will  feature  and  push  during  the  campaign. 

A — Draw  upon  the  manufacturers  of  those  appli- 
ances for  descriptive  literature  and  special  sell- 
ing helps  and  information  about  their  respective 
products.    They  should  be  glad  to  assist  you. 

B — Invite  them  to  have  their  travelling  representa- 
tives call  when  in  your  neighborhood  and  supply 
first-hand  information  regarding  the  strong  sell- 
ing points  of  their  products. 

2.  — Train  those  who  will  meet  the  trade  and  sell  appli- 
ances, so  that  they  will  be  in  a  position  to  advance  real  sales- 
producing  arguments,  facts  and  figures  calculated  to  convince 
all  prospects  and  induce  them  to  buy. 

3.  — Arrange  your  mailing  list  of  all  good  prospective  pur- 
chasers of  appliances. 

Notify  the  Society  how  many  mailing  pieces  you 
will  need  for  your  direct-by-mail  campaign  to 
these  prospects.    Select  the  mailing  pieces  from 
the  Sales  Service. 
4. — Estimate  how  many  price  tags  you  will  re(|uirc  and 
order  them  from  the  Society  at  once. 

In  case  the  information  which  should  be  written 
on  the  tags  is  not  readily  available,  put  someone 
to  work  at  once  digging  it  out. 
"). — Confer  at  once  with  whoever  arranges  j-our  window 
and  store  displays,  instructing  that  person  to  (1)  read  this 
copy  of  the  Sales  Service  through  carefully;  (2)   plan  out 
and  make  all  arrangements  for  installing  window,  store  and 
counter  disiilays  that  will  suri)ass  all  previous  efforts. 
In  making  displays,  remember  the  power  of  sug- 
gestion: The  sale  of  an  appliance  suggests  the 
purchase  of  an  outlet,  and  vice  versa.  Arrange 
for  making  your  displays  accordingly. 
I). —  If  in  doubt,  don't  guess,  don't  fuss,  fume  or  worrv 
-put  it  u])  to  your  local  committee  and  to  the  Sociely. 
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Connectors  for  Current  Transformers 

Tlu-  lsvi<  iniriioscs  lor  wliicli  i-urrciu  traustonmis  aic 
uscvl  ari- — to  roiluoc  the  ciirniU  in  llu-  civcuil  to  a  valiu' 
aduptcd  fur  use  with  instrunuMits.  aiul  to  insuhilc  Ihr  mslni- 
mcnts  from  tho  hi^h  tension  lirciiil.  Tlu'  lUsinii  d  tlic 
transformers  is  such,  tliat  the  secondary  euirent  is  a  deliniU- 
proportion  of  that  of  tlie  primary  eurreiil  for  practically  any 
value  of  primary  eurreiu  wliiili  may  tlow.  A  singlc-pliase 
circuit  having  a  current  nan>iornu-r  i>  illuslrated  in  FIr.  1, 
where  L  represents  the  load  of  ilie  circuit,  and  1  the  current 
tlowiuK  in  the  direction  shown  liy  arrow^s  at  a  particular 
instant.  The  meter  M  connected  in  llie  secondary  of  the 
current  transformer  has  a  scale  marked  to  indicate  the  cur- 
rent tlowinj;  at  A.  thereby  taking  account  of  the  ratio  of 
transloi'mation   in   llie  current   transformer.     The   meter  M 
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therefore  reads  exactly  the  same  current  a  direct  reading 
meter  would  if  connected  in  the  line  at  point  A.  The  con- 
nection of  current  transformers  on  polyphase  circuits  arc  in 
some  cases  rather  complicated  and  wc  will  consider  the  more 
common  connections  in  detail. 

The  most  common  connection  for  three-phase  three- 
wire  circuit  is  the  reversed  V  connection  shown  in  Fig.  2, 
in  which  two  current  transformers  may  be  used  to  indicate 
the  current  in  all  three  wires.  The  current  from  the  trans- 
former in  phase  A  flows  through  the  instruments  L  and  M 
and  so  far  as  the  instrument  L  is  concerned  is  essentially 
a  single-phase  connection  and  instrument  L  will  indicate 
the  current  in  the  Line  A.  Similarly,  the  current  from  trans- 
former C  flows  through  the  instruments  N  and  M  and  the 
instrument  N  indicates  the  current  in  the  line  C.  The  com- 
bination of  the  above  currents  flowing  through  the  meter 
M  will  also  indicate  the  current  in  line  B.  This  fact  is  il- 
lustrated by  the  vector  diagram  in  Fig.  3.    In  considering 


Ibis  diagram  let  us  assume  that  when  the  arrow  points  tr. 
the  right,  that  the  current  is  flowing  in  a  particular  direction 
which  we  will  call  "positive"  and  when  the  arrow  is  point- 
ing to  the  left  it  is  flowing  in  the  opposite  direction  or  "nega- 
tive". When  the  arrow  points  up  or  down  the  current  will 
therefore  l)e  zero  and  the  value  of  current  in  any  line  will 
be  proportional  to  the  distance  from  the  vertical  line  drawn 
through  ()  to  the  point  of  the  arrow. 

The  current  in  the  lines  A  and  C  are  represented  i 
Fig.  3  as  both  positive  and  each  to  be  one-half  their  mediu 
value.    The  current  in  line  B  is  represented  as  being  negative 
and  at  its  full  maximum  value.    Now  the  law  of  electric  cur 
rents,  known  as  Kirchhof?'s  law,  is  that  at  a  junction  of  con 
ductors,  such  as  at  O,  the  sum  of  the  positive  and  negative  _ 
currents  is  zero;  that  is  that  any  current  flowing  into  this; 
point  on  one  or  more  conductors  is  equal  to  the  current  flow- 
ing out  of  the  same  point  on  one  or  more  other  conductors. 
Tlie  current  in  B  being  negative  flows  toward  the  point  OB 
and  is  therfore  equal  to  currents  A  and  B  flowing  awayW 
from  this  point.   Therefore,  the  current  in  line  B  is  the  vector 
sum  of  the  current  in  the  lines  A  and  C.    Now,  since  the 
currents  in  the  instruments  L  and  N  are  exactly  proportional 
to  the  currents  in  the  lines  A  and  C,  then  the  current  in  M 
must  be  proportional  to  the  current  in  B.    In  Fig.  4  the  cur- 
rent in  C  is  illustrated  as  being  zero  and  at  that  instant  the 
currents  in  B  and  A  are  equal.    The  current  in  instrument 
N  is  therefore  zero  and  since  the  current  from  A  flows 
through  the  meters  L  and  M,  their  readings  are  necessarily 
equal,  which,  as  can  be  seen  from  the  diagram,  is  necessarily 
the  case. 

This  connection  for  instruments  may  be  used  for  am- 
meters, relays,  trip  coils  or  the  current  coils  of  wattmeters 
or  power  factor  meters,  and  in  fact  any  current  carrying  coil 
whatsoever.  However,  there  are  some  objections  to  using 
this  connection  for  protective  relays  and  trip  coils  which  will 
l)e  considered  later  in  a  discussion  of  the  "Z"  connection. 

In  the  above  we  have  considered  that  the  three-phase 
load  was  perfectly  balanced.  The  indication  of  the  meters, 
however,  will  be  correct  as  well  for  any  unbalanced  condi- 
tion. The  worst  unbalancing  possible  is  to  have  a  single- 
phase  load  on  two  wires  with  no  load  on  the  third.  Suppose 
a  single-phase  load  is  connected  across  wires  A  and  B— The 
current  will  then  bear  .the  relation  as  shown  in  Fig.  5, 
that  is  if  current  in  A  is  positive,  the  current  in  B  will  be 
negative  and  of  the  same  value.  The  current  from  transform- 
er A  will  flow  through  the  instruments  L  and  M  indicating 
an  equal  load  on  wires  A  and  B  and  no  current  will  flow  in 
N,  indicating  no  current  in  C.  Suppose  again  that  a  single- 
phase  load  is  connected  to  lines  A  and  C— The  current  from 
line  A  will  flow  through  instruments  L  and  M  as  before  and 
current  from  Line  C  will  flow  through  instruments  M  and 
L.  These  currents  flow  through  instrument  M  in  opposite  ^ 
direction  and  being  equal  are  canceled.  Instrument  M' 
therefore  indicates  zero  current  in  line  B,  which  is  correct. 

In  case  of  a  three-phase  four-wire  system,  it  is  neces- 
sary to  use  three  transformers  which  are  usually  connected 
in  Y  or  star  as  shown  in  Fig.  6.  Since  it  is  possible  for  some 
load  to  be  connected  between  one  phase  and  neutral,  such 
as  l)etween  A  and  N  as  shown,  the  current  on  the  other 
phases  is  thereby  unbalanced  so  that  it  is  necessary  to  use 
tliree  transformers.  With  the  connections  as  shown,  each 
instrument  being  connected  to  a  transformer  in  each  phase, 
tiic  operation  is  essentially  the  .same  as  for  single-  phase.  In 
Fig.  7  the  current  which  flows  into  the  junction  of  conductor,- 
•  does  not  necessarily  flow  out  at  B  and  C  but  a  position  ma> 
he  carried  off  on  the  line  N.  The  instrument  at  N  will  in- 
dicate the  value  of  curreni  flowing  in  the  neutral  wire  N. 
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The  Salisbury  Heater. 

Tl,.  Salisbury  Electric  Co..  Ll<l.,  have  dislnl.uted  a  little 
,iaer  describing  the  Salisln.ry  Electric  Radiator.  Th-s  is  a 
,-essed  steel  radiator,  filled  with  a  specially  prepared,  non- 
,n-nsive    non-infiammable  liquid,  in  which  the  heating  ele- 


nu'ut  is  inuuersed.  The  heater  is  made  in  various  types, 
,  angina-  in  capacity  from  .r,  to  2  kw.  The  smaller  size  is  ar- 
,  uioed  for  single  heat  only,  hut  other  sizes  are  provided 
,vith  :!-heat  switches  and  connections.  This  company  are 
:,lsn  n<.w  marketing  an  electric  water  heater,  as  well  as 
tlic  standard  household  appliances. 


Hubbell  Specialties  Now  Made  in  Canada 

\nnouncement  is  made  elsewhere  in  this  issue  that  the 
Harvey  Hubbell  Company  of  Canada  Ifave  established  m 
Toronto  a  completely  equipped  factory  for  the  manufacture 
of  Hubbell  electrical  specialties.  The  new  factory  has  been 
operating  for  some  time  as  a  matter  of  fact  and  has  been  ac- 
rumulating  stock  in  anticipation  of  the  deman.l  which  will 
fcdlow  the  present  announcement. 

The  Toronto  factory,  which  is  situated  on  Lahatt  .\ve., 
will  turn  out  pull,  key  and  keyless  sockets,  attachment  plugs 
and  receptacles,  shade  holders,  lamp  guards,  reflectors,  etc.. 
Ill  effect,  the  complete  line  of  specialties  so  well  known  to 
the  Canadian  trade. 

Xo  better  guarantee  could  be  given  of  the  service  or- 
■•ani/alion  of  the  new  company  than  the  fact  that  it  will  be 
under  the  management  of  Mr.  E.  G.  Mack,  the  ett.cient  man- 
aL'in-  director  of  the  Crouse-Hinds  Co.  By  locating  the 
lluli'bell  factory  in  close  proximity  to  that  of  Crouse-Hinds 
Co..  Mr.  Mack  will  be  able  to  co-ordinate  the  two  organiza- 
li,,i"is  and  no  doubt  will  win  for  the  new  company  as  envi- 
able a  rei)utation  as  the  Cr..usc-1  Muds,  under  his  .guidance, 
has  long-  held. 

We  understand  thai  everythiu-  is  in  readiness  lor  im- 
uie.liale  sliipiuenl  ..f  any  and  all   Hubbell  equipmeiil  (U-ders. 


The  Lancashire  D.  &  M.  Co.  in  Larger  Quarters. 

The  Lancashire  Dynamo  and  Motor  Co.,  announce  thai 
after  September  Isl,  lius.  they  will  be  located  in  new  and 
larger  premises  al  the  corner  of  Nia.gara  and  P.athursl 
Streets,  Torcmto,  where  they  will  be  e(|uipped  to  handle 
machinery  efficiently  up  to  ten  Ions,  and  where  the  facilities 
for  repairing  and  rewinding  will  be  miuh  improved.  '1  he 
eompany  will  be  in  a  position  to  give  all  customers  i,r,>mpt 
and  erru  ieiit  service. 


Lieut.  Alan  Sullivan,  formerly  secretary  of  the  Canadian 
I'.lectrical  Association,  who  recently  joined  ibe  staff  ol  the 
R,,yal  Air  K..rce.  met  with  an  accidenl  rrcently.  due  to 
engine  trnuble.  which  necessitated  several  days  in  the  lios- 
iiital. 


Trade  Publications. 

S  n,..an.,.  Meters-Bulletin  No.  4S.  issued  by  the  Sangamo 
IHcctric  (  o  Springfield.  111.,  describing  their  Type  M.S.  am- 
pere-hour meters.  The  principles  of  this  mercury-motor 
meter  are  described  and  illustrated  in  great  detail,  as  well 
as  its  many  commercial  applications. 

CGE  I'ublications— Bulletin  No.  4:!411.  illustrating  and 
describing  the  lighting  of  -windows  and  show  cases  with 
Edison  Mazda  lamps.  Also  Catalogue  No.  257,  describing 
and  illustrating  "Regent"  globes  and  reflectors  lor  commei- 
cial  and  ornamental  illumination. 

Disc  Insulators-Catalogue  No.  2.  by  the  Jeffery-Dewitt 
Insulator  Co.,  Huntington.  W.  Va.,  describing  their  high- 
tension  disc  insulators.  The  illustrations  show  m  detail  the 
.liniensious  and  construction  of  the  various  types.  The  front- 
piece  shows  the  effect  of  COO.OOO  volts,  100,000  cycles,  on  .Sj.D. 

Telephone  Economy— A  folder  issued  by  the  Bell  Tele- 
phone Co.  of  Canada,  being  a  reproduction  of  a  series  ot  news- 
paper advertisements  designed  to  point  out  to  their  tele- 
phone customers  the  possibilities  in  the  way  of  co-operation 
between  the  company  and  the  customer  with  a  view  to  making 
their  service  more  perfect  and  operating  it  more  econom- 
ically. 

Condulet  Suggest  5.5,— by  the  Crouse-Hinds  Co.  of  Can- 
ada illustrating  an  actual  installation  in  one  of  the  larger 
cotton  mills  of  the  United  States,  of  YC  condulets.  Other 
types  of  the  Y  series,  included  in  the  same  installation,  are 
also  shown.  The  Crouse-Hinds  Co.  have  also  issued  a  sup- 
plement to  Bulletin  303,  known  as  303  A,  describing  Imperial 
flood  lighting  projectors,  type  SDXN  designed  for  river  and 
harbor  service. 

The  Steel  City  Electric  Co.,  of  Pittsburg,  have  issued 
Catalogue  No.  33.  This  is  the  first  edition  of  the  complete 
catalogue  ever  distributed  by  this  company  and  marks  the  dis- 
continuance of  their  previous  plan  of  issuing  separate  bul- 
letins of  their  various  products.  Copies  of  the  catalogue  may 
be  had  on  request.  A  noticeable  feature  in  connection  with 
this  catalogue  is  the  index  on  page  101,  which  will  be  found 
.  a  great  convenience  to  the  intending  purchaser. 

Trutint  Units— booklet  being  destributed  by  the  Canadian 
General  Electric  Co.,  describing  the  Nela  Trutint  units  for 
general  illumination,  which  are  distributed  in  Canada  by  this 
company.  These  units  are  specially  valuable  for  color  match- 
ing in  general  retail  stores,  and  are  also  coming  into  use  in 
art  stores  and  galleries,  industrial  and  many  other  plants. 
Wherever  true  daylight  at  any  time  of  the  day  or  night  is  a 
valual)le  Asset,  these  units  are  of  special  value. 

Illuminating  Glasswa're— Catalogue  No.  ti.  illustrating 
c(dor  .lecorations,  etchings,  cuttings  and  other  finishes  (Ui  the 
illuminating  glassware  of  the  Jefferson  Glass  Co..  is  a  hand- 
.scme  booklet  of  70  pages,  thoroughly  well  illustrated  with  full 
l)age  cuts  and  containing  .complete  information  as  to  dimen- 
siolis,  prices,  standard  packages,  etc.  The  Jefferson  Glass 
Co.  are  also  distributing  a  catalogue  describing  the  2-piece 
lighting  units,  "Domiuioiilite"  and  "Jeffersonlite."  and  the 
Maple  Leaf  bowl.  These  are  popnlar  2-piece  units  noted  lor 
their  efficiency  in  office  or  industrial  work. 

Westinghouse— Catalogue  l-B...  wiring  devices  and  carbon 
circuit  breakers,  is  now  being  distributed  by  the  Westinghouse 
IClectric  &  Mfg.  Company;  this  is  a  234-page,  S'/,  x  11,  cata- 
logue listing  fuses,  knife  switches,  service  switches  and  boxes, 
solderless  connectors,  disconnecting  switches,  instrument 
switches,  safely  sw^itches.  safety  panel  boards,  safety  flixn- 
boxes,  and  carbon  circuit-breakers,  part  of  which  have  pre- 
viously been  listed  in  the  ohl  sectional  3001  catalogue.  The 
Westinghouse  Comiiauy  have  also  issued  a  revised  edition  of 
Catalogue  3-1?  in  which  are  included  for  the  first  lime  (he 
types  AW  and  I'AV  duplex  instruments. 
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Current  News  and  Notes 


Beauce,  Que. 

Mamil'acture  do  Biiitos  de  St,  I'varislr,  I.iniilnl,  lias 
Ill-en  foniK'il  to  cU-al  in  electricity  in  tlu'  distiirl  of  IWaiu-i', 
tjiu-.  Tlu-  cajiital  is  i^iven  as  $:.'0.ooo. 

Fort  William,  Ont. 

Tlic  Fort  William  end  nl'  the  electric  strrel  lailvvay  sys- 
tem carried  :J,(iT:J.144  fare  ])<isTn,L;er>  dnrin.L;  tlu-  \car  ended 
jiine  The  car  milea.i;e  fur  the  \ear  reached  (he  total  of 

(;2;>.r>sN  miles.  The  gross  earnings  from  oi)eralion  anionnted 
to  $117.4,'i2:  tlic  net  income  or  loss  was  $:!a,»14.  Operating 
exi)cnscs  reached  the  >nni  of  $l)t.i;;.  Tlu-  taxes,  funded 
deht.  etc..  totaled  .$.")(),li)0.  Tlu-  total  main  track  mileage  of 
that  em!  of  the  system  is  19.88.  The  Port  .\rlhur  system  car- 
ried 3.(>24.4tn  passengers,  the  mileage  totaled  (irjO.SS.T.  The  net 
income  or  loss  was  $4().4~4;  gross  earnings  from  operation, 
$11.(;0'J;  the  operating  expciises  totaled  .-l;!)]  ,!)S(i;  the  taxes, 
fiiiuled  deht.  etc..  reached  .lidD.OilT.  and  the  total  main  Irai  k 
mileage  in  use  is  i:J.4:!. 

Lake  St.  John,  Que. 

W  ith  a  capital  stiK-k  of  $'.)!),!)()(),  Ics  Minotcrics  Electri(iue 
de  Melahetchouan,  Limited,  has  been  formed  to  exploit  and 
deal  in  electric  power  in  all  the  parishes  of  the  county  of  Lake 

Montreal,  Que. 

.\  general  increase  in  wages  to  all  telephone  employees 
is  announced  by  the  Bell  Telephone  Company,  to  become  ef- 
fective on  the  first  of  September.  The  increases  vary  from  2.5 
per  cent,  in  the  case  of  lower  salaricfl  employees  tn  10  jier 
cent,  for  those  receivin.f?  higher  wa.ges.  It  is  stated  the  in- 
creases will  amount  to  approximately  $1  ..ioi), ()()()  a  year,  $82.5,- 
onn  of  which  will  go  to  the  operators. 

Electrics  Limited  has  been  incorporated  as  a  joint  stock 
company.    Head  Office  Montreal;  capital  $50,000. 

Mr.  R.  \.  Ross,  of  Montreal,  has  been  appointed  chair- 
man of  the  Commission  on  Lignite,  appointed  by  the  Domin- 
ion Government.  Mr.  J.  M.  Leamy.  provincial  electrician, 
Winnipeg,  and  Hon.  J.  A.  Sheppard,  former  speaker  of  the 
Saskatchewan  Legislature,  arc  the  other  members. 

Niagara  Falls,  Ont. 

The  National  Abrasive  Company,  of  Hamilton,  have  de- 
cided to  move  to  Nia.gara  Falls  and  not  to  Renfrew,  as  for- 
merly reported.  The  power  shortage  in  Hamilton  is  re- 
sponsible for  the  move  and  considerable  indignation  is  evident 
because  of  the  statement  that  the  Ontario  Hydro-electric 
Commission  could  grant  a  power  nllotnient  of  ."i.ooo  h.p.  at 
.Via.gara  Falls  and  not  at  llamilton,  where  the  factory  was 
already  established. 

North  Vancouver,  B.C. 

In  a  resolution  passed  unanimously  by  the  city  council 
of  North  \'ancouvcr  it  was  decided  to  ask  the  Union  of  B.C. 
Municipalities,  at  their  convention  in  Penticton  in  September, 
to  endorse  a  petition  to  the  provincial  government  for  the 
establishment  of  a  hydro-electric  commissioin  for  the  de- 
velopment and  control  of  British  Columbia  water  powers. 
This  commission  would  take  pattern  from  the  activities  of 
the  Ontario  Hydro-electric  Commission. 

Port  Arthur,  Ont. 

r'laiming  that  the  gross  earnings  of  the  company  have 
n  as  large  as  expected  this  year,  through  limittd  op- 


eration.s  of -the ■  elevators  at  the  head  of  the-lakes,  the  Kamir 
istiquia  Power  company  submits  its  report  for  the  month  of 
June.  Despite  all  this,  the  report  is  able  to  show  increased^ 
net  as  well  as  gross  earnings,  although  the  expenses  rose 
slightly  more  than  the  earnings.  The  gross  earnings  were' 
.-t^ill.ris  as  coiuii.irc-d  with  $:^:i,01."),  an  increase  of  .$1,703;  after 
allowing  for  o])craiing  expenses,  maintenance  and  fixed 
charges,  the  surplus  was  $2(),()i):i  as  compared  with  $19,708  for 
lune,  HI17.  For  the  eight  month  ending  June  30,  the  gross 
earnings  were  .$277,(i4-l,  as  compared  with  .$251,991.  a  gain  of 
$2.'),(">5:!;  for  the  same  period  the  surplus  was  $105,351.  as  com- 
l)ared  with  $15], (525,  an  increase  of  $13, ,726. 

Point-aux  Trembles,  Que. 

A  new  lighting  system,  has  been  installed  at  Point-aux- 
Trembles,  Que.,  consisting  of  l'.)('.  lamps,  each  250  c.p. 

Regina,  Sask. 

The  city  council  of  Regina  have  decided  against  any  in- 
crease in  fares  on  the  electric  railway.  Methods  of  making 
this  mode  of  travel  more  popular  with  the  public  have,  how- 
ever, been  suggested  and  the  city  will  also  secure  estimates 
on  the  cost  of  equipping  the  rear  vestibules  with  outer  doors 
for  use  during  the  winter  months.  Automatic  trolley  catch- 
ers will  also  have  to  be  installed  in  this  event. 

Rosthern,  Sask. 

Another  \'enn  Severin  engine,  an  exact  duplicate  of  the 
one  now  in  use,  has  1ieen  ordered  for  the  Uosthern  power 
house.  The  extension  is  made  necessary  by  large  increases 
in  the  demand  for  power.  New  street  lights  have  also  been 
installed  in  Rosthern. 

St.  Thomas,  Ont. 

The  hydro-electric  commissioners  of  St.  Thomas.  Ont.. 
have  applied  to  the  provincial  commission  for  an  extra  al- 
lotment of  400  horse-power  to  supply  the  demand  of  industries 
in  that  city. 

Unionville,  Ont. 

On  September  10  the  ratepayers  of  Unionville.  Ont.,  will 
vote  on  the  question  of  extending  the  hydro  transmission 
line  from  Agincourt  to  their  numicipality.  The  by-law.  u 
liassed,  will  provide  for  an  expenditure  of  $10,000,  which  will 
be  borrowed  for  the  pur])ose. 

Vancouver,  B.C. 

It  has  been  announced  that  the  P..  C.  goverunu^nt  will 
a;)i)oint  a  Public  Utilities  Commission  to  handle  such  situa- 
ti(ins  as  that  existing  between  the  B.  C.  E.  R.  Company  and 
the  city  of  Vancouver  regarding  an  increase  in  fares.  The 
Commission  will  lie  invested  with  wide  powers,  not  only  over 
l)ublic  utilities  but  also  over  municipalities.  It  will  have  au- 
thority similar  to  the  Dominion  Railway  Board  to  hear  and  in- 
vestigate complaints,  make  orders  as  to  service  and  inprove- 
ments,  fix  the  rates  to  be  paid  and  make  investigations  into 
the  affairs  of  companies  for  the  purpose  of  ascertaining  the 
linancial  returns  necessary  for  successful  operation, 

Winnipeg,  Man. 

The  monthly  report  of  the  Winnipeg  hydro-electric  sys- 
tem for  June,  shows  that  the  revenue  for  the  month  was  $82.- 
(;39.91  and  the  expenditure  $89,230,0:!,  showing  a  deficit  of 
$0,590.12.  The  total  for  the  first  six  nuinihs  of  the  year,  how- 
ever, shows  a  sur])lus  >)f  $;;0.025  19. 
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PHILLIPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
T.  H.  E.  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  follows. — 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  .on  each  conduc- 
tor, .210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250,000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts.  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power,   Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE. — Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in.  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt,  .21  it..  Thickness  of  lead  sheath,  .15  in.  Overall  diameter, 
2.60. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene     Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 
Branches:    Toronto  Winnipeg  Regina  Calgary  Vancouver 


Phillips  Factory 
at  Montreal 


TllF.    1' rJ'.C'IMv  1  r  A  I.  Nl'.WS 


Transformers 
For  Sale 

H»  k.w.  Wistiiiislumse  ■riaii>(oniicrs,  ri'iO 
.III  inrinuti  iis,  Ua<mt>  oil  scroml  jiliasc,  dn 
.il   $Vjri.U»  pui-li.     Wiin-  ;U    .Huc   to  Cilly 
\  Svol«,   l.inihcil.  lliill.  l>iit.  Ill  17 


Wajiner  Motor  For  Sale 

I'OK  SAl.K  l»iK-  ;M>  11  1'.  \\;i«iH-v  Motor,  ."i.'ill 
V■•ll^.  .".  IMuisc,  2."!  (."yili-.  ""ill  r.ii.m.,  in  lisi;  om- 
>f;ir.  Kiisi  class  comlilioii.  Inil  is  luit  ii|iiii'iHil 
will)   no  vollane  iclfasi-. 

IT  IT  Listowel    Public   Utilities  Commission. 


POSITIONS  VACANT 

Wameil— Kxperit-nccil  man,  ictufned  soUlur 
i.rcfcrred.  to  act  as  Meter  Kca.k-i-  and  Inspector. 
\|,,,ly  stating  experience,  to  Snntlis  I-alls  llyilro- 
klccliic  System.  1- '  ' 


\V\\I"KI)  t'liicf  operator,  n.iKlO  li.p.  liylio; 
•  l.clric  power  ).lanl  near  Renfrew,  Out.  (.ood 
-jilarv  an.l  free  house  to  right  man.  Wi-itc,  stat- 
ing   experience    in    full,    to    l1ox    774,  Klecti-u:il 


iiiK 
Ne« 


cxpcrl 

Tot  onto. 


WANTED 
Competent  Electrical  Wiremen 

Steady  Employment,  Good  Wages,  Ideal  Con 
ilitions. 

.\pp1y   r.nlta   Percha   &  Rubber,  TJmited, 
130  O'Hara  Avenue, 
■\r,-l'<  Toronto,  Ont. 


Electric  Generator 
For  Sale 


.\  L'7."i  K.W.  I  oiiiiHUiii.l  wound  K.iilway  Ceii- 
erator,  niannfaclnnd  hv  Itnicc  I'rrbles,  ICnuland. 
hist  received,  anil  has  n>  n  ci  been  used.  Al  nor- 
n\al  speed  ri'iO  volts  al  no  load,  t>l)(l  volts  al  fnl 
load.  Twin  machine  lo  one  that  has  been  used 
l.\  the  advertiser,  and  has  given  absolnle  s.ilis 
faction  lor  several  years.  KuU  specihc.il  ion  fur- 
nished on  recpiest.  Was  contracted  for  before 
the  war  and  price  should  be  very  attractive.  Ad- 
dress. Moose  law  IClectric  Railway  Co,,  Ltd._, 
I'.ooih    r.nildiiiH",   OUawa.   Ontario.  17-1  i 


Relation  of  the  Electric  Vehicle  to  the 
Transportation  Problem 

•■L'liilmiliteilly  tlie  electric  \cliiclc  pro- 
mises to  play  a  lar.^e  pari  in  llie  suhilion 
also  of  our  stupendous  terminal  pnih- 
lems.  Formerly  our  terminal  problems 
were  considered  as  local  problems, 
whereas  today  they  are  national  prob- 
lems of  the  gTeatest  importance.  Ihe 
port  of  New  York  cannot  liberate  itself 
with  sufficient  rapidity  from  existing-  con- 
(lilioiis.  We  have  the  streets  filled  with 
horse  trucks,  and  inefficient  methods  of 
oettino-  materials  away  from  the  term- 
inals. There  is  a  clinker  im  the  grates 
of  the  transportation  pruljlem,  and  we 
must  devise  means  of  getting  rid  of  that 
so  as  to  keep  a  lively  draft  and  keep  up 
the  circulation.  In  my  judgment,  look- 
ing at  it  in  its  broadest  aspect,  I  l)e- 
lieve  that  the  key  to  the  solution  of  this 
and  the  clearing  up  of  the  terminal  con- 
dition, lies  in  the  electric  vehicle." — 
Past  President  Lieb,  of  the  N.E.L.A. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 


No. 
1 
1 
1 
1 
1 
1 
1 
1 

1 
1 
1 
:{ 
1 
1 


■     FOR  IMMEDIATE 

II. P.  Phase  Cycle  Volts 
1(10       3  25 


4(»  3 

35  3 

30  3 

30  2 

25  2 

25  3 

20  3 
10 

7 'A  3 

5  3 

3  3 

3  3 

'A  1 


25 
25 
25 
(50 
GO 
60 
25 
25 
25 
25 
25 
25 
60 


550 
550 
550 
550 
220 
221) 
2000 
550 
550 
550 
550 
550 
550 
110 
550 


DELIVERY 

Speed  Maker 
4S0  Westg. 
750    C.  G.  E. 
720  Westg. 
1500    T.  &  H. 
15(10    T.  &  II. 
!t45  Westg. 
900    C.  G.  E. 
1440    1.  &  M. 
720  "Westg. 
750    C.  G.  K. 
C.  G.  E. 
C.   G.  E. 
14f»0  Excelsior 
3400  Diehl. 
1.500    T.  &  IT. 


1500 
1500 


Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Out 


'rank  nFFIPF^^  -^'OFFICE.  SCHOOL. 
IRUG  STORE  FITTINGS 


'CHURCH &UllHiE  FURNITURE.  ''^==^^-^r^f^G^^ 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT 


FOR  SALE 

1—50  H.P.  3  Phase,  25  Cycle,  2,200  Volt,  750  R.  P.  M. 
Canadian  General  Electric  Motor.  Complete  with 
pulley,  rail-base  and  oil  immersed  auto-starter 
equipped  with  "No  Voltage"  release;  also  1,  30 
ampere,  2,500  volt.  Oil  switch  equipped  with  "Over- 
load" trip  and  one  potential  transformer.  Immedi- 
ate delivery. 

i!!^  FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 


Tenders 


A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 
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MotorSy  Generatorsy  Transformers 

New  and  Used  for  Immediate  Delivery 


MOTORS 


85 

cycle,  3 

phase 

No. 

H.P. 

Volt 

Speed 

Make 

1 

125 

2200 

500 

C.G.E. 

] 

100 

550 

720 

Westg. 

1 

75 

550 

500 

Westg. 

1 

50 

550 

720 

Westg. 

1 

40 

550 

720 

Westg. 

1 

25 

550 

720 

C.  G.  E. 

1 

15 

550 

720 

C.   G.  E. 

1 

10 

550 

720 

C.  G.  E. 

T 

125 

220/440 

875 

Westg. 

1 

100 

220/440 

.500 

Westg. 

1 

75 

220/440 

500 

Westg. 

1 

50 

220/440 

500 

Westg. 

1 

.SO 

220/440 

500 

Westg. 

1 

20 

220/440 

50O 

Westg. 

60 

Cycle,  3 

Phase 

No. 

H.P. 

Volt 

Speed 

Make 

1 

200 

220O 

600 

Westg. 

1 

1.50 

2200 

600 

C.  G.  E. 

1 

100 

2200 

600 

C.  G.  E. 

1 

75 

550 

000 

C.  G.  E. 

1 

50 

550 

900 

C.  G.  E. 

1 

30 

550 

900 

C.  G.  E. 

1 

40 

220 

900 

Westg. 

1 

20 

220 

1200 

C.  G.  E. 

GENERATORS 
60  Cycle,  3  Phase 
No.  K.V.A.    Volt  Speed 
1 
1 


600  22(X) 

300  2200 

150  2200 

125  240 

75  240 

75  2200 

50  550 


225 
600 
60f) 
900 
000 
9011 
1200 


Make 
C.  G.  E. 
A.  C.  B. 
C.  G.  E. 
C.  G.  E. 
C.  G.  E. 
Westg. 
C.  G.  E. 


TRANSFORMERS 
25  Cycle,  S.P. 
No.      K.V.A.  Volt 
3  100  13200-6600/2200 

3  10  550-  110/220 

60  Cycle,  S.P. 


Direct  Current 


No. 

K.W. 

Volt 

Speed 

Make 

1 

500 

250 

300 

Westg. 

1 

300 

250 

300 

Westg. 

1 

150 

250 

500 

C.  G.  E. 

1 

85 

2.50 

750 

Westg. 

1 

35 

250 

.300 

C.  G.  E. 

2 

20 

125 

nm 

Westg. 

1 

17 

125 

1100 

Westg. 

1 

12 

125 

1100 

Westg. 

1 

125 

1100 

Westg. 

1 

5 

125 

1200 

C.  G.  E 

1 

40 

125 

300 

Westg. 

(Direct 

connected  to  engine) 

1 

150 

110/220 

500 

C.  G.  E 

No. 

K.V.A. 

Volt 

2 

60 

10000-2200 

2 

75 

2200-110/220 

2 

50 

2200-110/220 

2 

40 

2200-110/220 

2 

10 

2200-550 

2 

10 

2200-110/220 

AIR 

RECEIVERS 

-2  ft.  X  5  ft.       inch  plate. 

Pressure  l.'jO  lbs. 


(New). 


Direct  Connected  PUMPS 
1,000  to  5,000  gal. 
Motors,  60  cycle,  220  volt,  3  phase,  complete  sets 


(Direct  connected  to  engine) 
DIRECT  CONNECTED  SETS 

2 — 1.50  K.V.A.,  25  cycle,  550  volt,  3  phase,  Westinghouse  Generator,  direct  connected  to  Cross  Compound  Engines.    Complete  with  switch- 
boards, e.xciters,  condensers,  etc.  ,   „     .  ,^     ■  i 
1—2.50  K  V  A     25  cycle.  2200  volt,  3  phase,  Westinghouse  Generator,  direct  connected  to  Cross  Compound  Engine.     Complete  equipment. 
1_5  H.P.,  25  cycle,  550  volt,  3  phase,  150O  R.P.M.,  Lincoln  motor,  direct  connected  to  5  K.W..  125  volt,  direct  current  generator. 

Write  or  wire  for  full  particulars  and  send  list  of  equipment  for  sale. 

GUELPH  A,  E.  LOWRY  CANADA 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


3  PHASE,  60  CYCLE  MOTORS 
':>u.  H.P.  Make       Volts  Type  Speed 


I  'A 
I  'A 
I  M 
1 

1  1 
4  3 

2  3 

2  3 
1  3 

3  3 
1  3 
■  1  5 
1  5 
1  5 
s  5 


R&M  NEW.  110  1700 

G.E.  NEW..  110  KT  1800 

G.E                 110  I  1800 

G.E.  NEW  .  220  KT  1800 

Fbks.  M.  ...  440  B  1200 

Wstgh.  New.  220  CS  1130 

R&M  NEW.  220  1150 

G.E                220  KT  1800 

G.E  220  KT  900 

G.E                 220  KT  1200 

Cr.  Wh             220  1720 

Cr.  Wh.  ...  220  Q  1720 

Cr.  Wh.  ...  550  9  1720 

Wstgh            220  CCL  1700 

Wstgh.  New.  220  CCL  1700 
G.E,  (motors 

only)               550  1200 


TAi  l5  Cr.  Wh.  220/440  865/1735 
TAi  G.E.  NEW  .  220  KT  1800 
I'A  G.E.  NEW  .220  KT  1200 
TA 


G.E.  NEW  .  220  KT 
G.E.  NEW  .220  KT 
G.E.  (motors 

only)    550  KT 

T/2  G.E.  NEW  .  220  KT 
2  10    G.E.  NEW  .  220  KT 

1  10    Wstgh   220  CCL 

1  10    Wstgh   220  CS 

1  10    Cr.  Wh.  with 
resistance 
lype  starter  550  Q 

1  10    G.E   220  L 

1  10    Robbins  &  M  220  K 

1  3.5    Wagner  New 

motor  only  .  .  440 

2  15    Wstgh.  New.  440  CS 
1  15    G..E   220  I 

1  15    Wstgh  220 

2  15    G.E.  NEW  .  220  KT 

2  15    Fbks.  M.  220/440  KBV 

2  20    Wstgh   220  CS 

50  20    Fbks.  M.  220/440  KRV 


1800 
900 
1800 
1700 
1150 


1800 
1200 
1750 

1165 
1 155 

900 
1155 

900 
1200 
1160 

120n 


Qu.  H.P.     Make     Volts  J"ype  Speed 


13 

25 

Wagner..  220/440  KBV 

1200 

2 

30 

Wagner  New 

220 

850 

1 

35 

G.E  

220  KT 

600 

1 

35 

Triumph.  220/440 

900 

1 

40 

Wagner 

NEW  .  220/440  BP 

850 

1 

40 

Fbks.  M 

220 

900 

1 

35 

G.E.  NEW  . 

220  M 

900 

1 

35 

Westgh  

220 

1170 

1 

40 

Westgh.  New 

220  CS 

870 

1 

50 

Westgh  

220 

860 

1 

50 

Triumph  .... 

220 

720 

1 

50 

Allis-Chal.  . 

220 

1750 

1 

75 

Allis-Chal.  . 

550 

690 

1 

75 

Westgh.  New 

440  CS 

720 

1 

100  Allis-Ch.   .  . 

550 

690 

1 

100 

G.E  

550  K 

600 

1 

100 

G.E.  NEW  . 

550  M 

600 

1 

100  Westgh  

440 

1200 

1 

125 

G.E  

220  T, 

600 

1 

150 

G.E,  NEW  . 

220  M 

580 

3  PHASE,  26  CYCLE  MOTORS 


15  15 


2  5      Wstgh   220  CCL 

1  10    Wstgh.  New.  220  CS 
1    12'/,  G.E.elev.type- 

high  torque  220  KTE 
Allis-Ch,  .  .  220 
Allis  Ch.    ..  220 
Wstgh.   .    .  220  MW 
Allis-Ch.  in- 
termittent 
duty,  si.  rg. 
drum  control 

ler  

Wstgh. si. rg. 
30  cycles, 
complete. 
(iO/45/30  G.E.  440 


20 
40 
50 


440 


1  55 


440 


705 
750 

750 
750 
750 
695 


500 


860 


500/375/250 


GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms; 
Warehouses : 


141-43-46  N.  Third  Street. 
928-30-32  N.  Third  Street, 


PHILADELPHIA 


FOR  SALE 
Immediate  Delivery 

4 — 300  H.P.,  200  lb.  pressure  water  tube  "Atlas"  Canada  Foundry 
boilers. 

4—  201  H.P.,  160  lb.  Babcock  &  Wilcox  water  tube  boilers. 
1 — Feed  water  treating  tank. 

5 —  Boiler  feed  pumps. 

1 — Wainwright  feed  water  heater. 

3 —  Jet  Condensers. 

1—1,000   H.P.,  98  R.P.M.,   24  inch   x  36  inch   x  40  inch  Inglis 

Vertical  Cross  Compound   Condensing  Engine. 
1 — Canada  Foundry  Triplex  Pump,  motor  driven,  .300  gallons  per 

minute;  cylinders  8  inch  .x  12  inch. 

1 —  Traveling  Crane,  35  foot  span. 

2 —  150  K.W,,  250  volt,  D.C.  Generators,  direct  connected  to  Peer- 
less self-oiling  automatic  engines,  125  lbs.  working  pressure, 
230  R.P.M. 

2^00  K.W.,  250  volt,  300  R.P.M. ,  belted  Compound  D.C.  Gen- 
erators, C.G.E.  , 

4—  200  K.W.,  360  R.P.M,,  single  phase,  60  cycle,  2200  volt,  C.G.E. 
A.C.  Generators. 

Quantity  of  52  inch  belling,  idlers,  and  various  boiler  and  engine 

room  accessories. 
Piping,    Valves,    F'ittings,  etc. 
180— Type   H,    C.G.E.   2200/220/110,   60  cycle   line  transformers, 
sizes  1  K.W.  to  15  K.W. 
2000 — Poles  in  various  lengths,  60  ft.  to  20  ft.    Crossarms,  brackets, 
insulators,  etc. 

Quantity  of   No.   6  weatherproof  wire. 
1."iO0   AVattlHiur  meters,  110/220  volt,  60  cycle,  and  250  volt  D.C. 
Ferranti  and  C.G.E.    Various  sizes  from  5  amp.  to  150  amp 
10— D.C,  motors,  .500  volt,  1  H,P.  to  20  H.P. 

Miscellaneous  lot-  of  general  equipment  used  in  connection  with 

the  generation,  distribution  and  sale  of  electric  power. 
Call  or  address — ■ 

C.  T.  BARNES,  Manager 

London  Electric  Co. 

Richmond  St.,  LONDON,  Ont. 


4-i 
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Do  not  consider  one  tca- 
iiirc  alone  in  the  purchase  of 
Distributing  Transformers. 

Wagner  Transformers  com- 
bine the  best  characteristics  to 
provide  a  dependable  econom- 
ic unit. 

May  we  send  Bulletin  10513? 


of  Canada  Limited-Montreal 

Power  Blfls.,  Montreal.  347  Adelaide  St.  W..  Toronto 

424 


If  a  Brush 
Absolutely  Refuses 
To  Spark! 

is  that  not  a  very  good  reason  for  fitting  it  on 
your  motor  generators  and  commutators? 


wear  longer  because  they  are  frictionless  and  self- 
lubricating.  The  remarkable  economy  of  these 
brushes  will  appeal  to  you.  They  have  often  out- 
lasted the  ordinary  brushes  8  to  12  times  over. 

Write  for  our  latest  bulletin. 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1S03  Columbia  Ave.,  PHILADELPHIA,  Pa. 


25  Cycle  Engine  Generator  Sets  For  Sale 


These  units  were  in  use  only— 300  K.W.  three  months,  and  250  K.W. 
seven  months,  and  are  in  first  class  condition. 


1—250  KW. 
1-300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1—60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

1—100  K.W.,  25  Cycle,  Motor 
Generator  Set 

1—100   K.W.    Direct  Current 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 
dem Compound  Engine 


Write  for  further  particulars  and  quotations 


Power  Plant  Equipment  Co.,  BaTewg. Toronto,  Ont. 
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CANADIAN  PORCELAIN  CO 

LIMITED 

HAMILTON   -  CANADA 

Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


Hydro  Electric  Equipment  For  Sale 


^    l^n  KVA    2300  volt   3  phase,  60  cycle,  36U         cent.    Also  3  cast  iron  heads  with  trash  rac 
^°n.Totatii4  field  Vertical  A.C.  generators         3  sections  of  50  nK-;4  m  stee   ,M,e  he,  ween 


anieter. 


3_1S  K  W.   125  volt,  360  r.i>.ni.,  4  jioles,  No.  10 

SV  frame,  type  "S"  D.C.  generators,  vertical  3— Woodward  t ompen^atni-  "Dvernors  tor  walo 

"tyiie,  for  "excitation  of  ahove  A.C.  machines.  turhines. 

1-Four-panel  switchhoard  with  Tirrill  re;;nk)t-  3-50  in.   gate   valves   with   hn.nze  screw,  nut, 

,.r  for  control  of  ahove  three  A.C.  generators  hronze  seat  and  l.ronze  lace  on  valve  whe ic 

and  <me  feeder  circuit.    All  of  the  ahove  eh-c-  it  comes  m  contact  with  seat,  equ,.,i)ed  w,lh 

trical  machinery  is  of  Westinghouse  manu-  hy-i>a.s  valve. 

,    ,   ,              . I  ivn,  These  turbine  wheels  and  connec- 

3_'r,-ump  pattern  water  turbines,  xeitaal  tvpe.  ""^                                   .     i.       *«.  d^^#* 

of  454  11.1'.,  each  under  not  less  than  50  feet  ttons  manufactured   oy  the  frail 

head,  at  that  head  using  6,000  cubic  feet  of  j^^^  WorkSy  Akron,  Ohio 

water  per  minute,  with  an  efficiency  of  80  per  — 


Dominion  Iron  and  Wrecking  Co.,  Ltd. 

Head  Office  :      Transportation  Building      Montreal,  Que. 
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Railway  &  Power  Engineering  Corporation,  Limited 


MONTREAL 

Power  Bldg.— Tel.  Main  5667 


No. 
1 


Head  Office-TORONTO 

USED  EQUIPMENT 


TORONTO 

Can.  Pac.  Ry.  Bldg.— Tel.  Adelaide  2671 


Motors 


nr. 

IL'tX) 

-no 

275 


3  PHASE— 25  CYCLE 

Make  Tvpc  Volt  R.P.M. 

G.  E.  l.r.  aOSO  250 

West.  220  292 

G.  E.  Syn.  C600  275 


3  PHASE— 60  CYCLE 


No. 
1 
1 
1 
3 
1 


H.P. 

1000 
300 
300 
250 
500 


Make 
West. 
G.  E. 
A.  C. 
Burke 
West. 


Type 
H.F. 
ATL 
ANY 
Ind. 

<:.s. 


Volt 
2200 
2300 
2200 
6600/2200 
2200 


Transformers 


3—375  K.V 
3—100  K.V 


25  CYCLE 
A.,  1  ph.,  13200/6600-440/220       G.  E. 
A.,  1  ph.,  13200/6600-2200  G.  E. 


.P.M. 
360 
225 
505 
514 
1150 


60  CYCLE 

3—670  K.V.A.,  1  ph.,  2300/60-70-90-105  G,.  E. 

12—250  K.V.A.,  1  ph.,  6600/2300  G.  E. 

3—150  K.V.A.,  1  ph.,  2300/76  Wagner. 


Belted-Generators 


ALTERNATING  CURRENT 


-275  K.V. A.,  25  cycle,  6600  veil,    275  R.P.M. 

-!(»  K.V.A.,  60  .cycle,  480  volt,    600  R.P.M. 

-250  K.V.A.,  60  cycle,  2300  volt,    600  R.P.M. 

-100  K.V.A.,  60  cycle,  2200  volt,    900  R.P.M. 

-  75  K.V.A.,  60  cycle,  2300  volt,    276  R.P.M. 

-  50  K.V.A.,  60  cycle,  2200  volt,  1200  R.P.M. 


G.E.  complete. 
G.E.  complete. 
Burke 

Ft.  Wagner. 
W.  E.  Co. 
Westinghouse. 


DIRECT  CURRENT 

1_300  Amp.,  6  volt,  D.C.  plating  generator,  complete. 

1—300  KW.,  600  volt,  160  R.P.M.  Westinghouse  Rly.  Generator  complete. 
1_500  KW.,  550  volt.  Type  M,  320  R.P.M.  Westinghouse  Generator. 
1 — 150  KW.,  550  volt,  Type  M,  575  R.P.M.  Westinghouse  Generator. 
1 — 450  KW.,  250  volt,  Type  M,  320  R.P.M.  Westinghouse  Generator. 


Engine  Generator  Sets 


ALTERNATING  CURRENT 

1—450  KW.,  G.E.,  2300  voh,  3  phase,  60  cycle,  100  R.P.M.,  direct  con- 
nected to  AUis  cross  compound  Engine,  complete  with  Wheeler  con- 
denser and  feed  water  heaters. 

1—600  KW.,  West.  Alternator,  2300  volt,  3  phase,  60  cycle,  direct  con- 
nected to  West,  cross  compound  Engine. 

1_700  KW.  Ditto,  direct  connected  to  gas  Engine. 

1— Alternator,  C.G.E.,  60  cycle,  type  T.T.B.,  class  48-600-1501,  Form  E,, 
volt  2,200,  amp.  158,  speed  150,  direct  connected  to  a  Rice  &  Sargent 
Providence  Engineering  Works  18  in.  x  36  in.  .x  32  in.,  horizontal 
cross  compound  condensing  engine,  complete  with  condensers;  Wain- 
wright  horizontal  copper  tube  water-heater ;  switchboard,  piping  and 
valves.     Ask  for  further  information. 

DIRECT  CURRENT 
1—550  KW.,  600  volt,  A.C.B.  Generator,  direct  connected  to  a  Goldie  & 
McCullocii  cross  compound  Corliss  Engine,  complete. 

MOTOR  GENERATOR  SETS 

1—  300  KW  G  E  ,  125/250  volt,  720  R.P.M.,  D.C.  Generator,  direct  con- 
nected to  one  450  H.P.,  3  phase,  4000/2300  volt,  60  cycle,  Ind.  motor, 
complete  with  switchboard  equipment. 

1_150  G  E  125/250  volt,  900  R.P.M.,  D.C.  Generator,  direct  connected 
to  suitable  syn.  motor,  2.300  volt,  3  phase,  60  cycle,  complete  with 
switchboard  equipment. 

2—  30  KW  125  volt  West.,  1140  R.P.M.,  D.C.  Generator,  direct  con- 
nected to  one  3  phase,  60  cycle,  220/440  Ind.  motor. 

ROTARY  CONVERTERS 
2—200  KW.,  3  phase,  25  cycle,  600  volt,  D.C,  primary,  1.3200/1180  volt. 
1—500  KW    550  volt,  D.C,  West.,  3  phase,  25  cycle,  with  3  suitable  S.P. 

Transformers,  1.3200  volt  P.  and  390  volt  S. 
4  KW    600  volt,  D.C,  Rotary  Converters,  3  phase,  2.5  cycle,  with 

suitable  transformers;  0600/5940  volt  P.,  430-286-143  volt  S. 
1—300  KW    575  volt,  D.C.  .370  volt,  A.C,  600  R.P.M.,  complete  with 

three  185*  K.V.A.,  60  cycle  transformers.  2200  volt  P.,  .370  volt  S. 


STEAM  TURBINES 

2—400  KW.,  West.,  3600  R.P.M.,  160  lb.  Steam,  2300  volt,  3  phase,  60 
cycle,  complete. 

1_1500  KW.,  G.E.,  Curtis,  3  phase,  60  cycle,  2300  volt,  3600  R.P.M. 
Complete. 

1—500  KW.,  Allis-Chalmers,  2200  volt,  3  phase,  60  cycle,  3600  R.P.M, 
complete. 

1—  1000  KW.,  AlUs-Chalmers,  600  volt,  3  phase,  60  cycle,  complete  with 
condensers. 

HYDRO  ELECTRIC  UNITS 

2—  Hydro  Electric  units,  each  consisting  of  one  1200  H.P.  double  bronze 
runner,  horizontal  cylindrical  Leffell  Turbines,  complete  with  Govern- 
ors and  Draft  Tubes.  Direct  connected  to  each  of  these  units  are  two 
437  K  V  A  ,  3  phase,  60  cycle,  4400  volt,  300  R.P.M.,  G.E.  (Tenerators. 
Equipment  is  complete  with  Switchboard,  Oil  Switches,  Instrument 
Transformers,  etc.     Equipment  practically  new. 

1— Hydro  Electric  unit,  1200  H.P.,  as  above,  with  one  S75  K.V..\.,  G.E. 
direct  connected  unit. 

PUMPS  AND  COMPRESSORS 

1_1,000  gal.   Underwriter  Fire  Pump. 

1__800  ft.,  30  lbs..  Vertical  Air  Compressor.  < 
1 — 600  ft.,  30  lbs.  Horizontal  Air  Compressor. 

1_200  H.P.,  Worthington,  2  stage,  12-inch  Turbine  Pump,  rated  capacity 
4000  G  P  M  ,  at  60  lbs.  pressure,  direct  connected  to  one  llX)  H.P.,  S 
phase,  60  cycle,  440  volt,  575  R.P.M.,  Westinghouse  Induction  Motor, 
complete  with  auto  starter  and  no-voltage  release. 

1_1160  ft^  Sullivan  two  stage  belt  driven  air  compressor  complete. 

1—1586  ft.  Sullivan  two  stage  belt  driven  air  compressor,  complete. 

MISCELLANEOUS 

3 —  Light   Freight  Car  Trucks,  splendid  condition. 

1 — 10-ton,  4  wheel  double  block  steam  locomotive,  construction  crane. 
I__u0  H.P.   Foss  Gas  Engine,  speed  200  R.P.M.,  one  cylinder;  flywheel 
4  ft.  .X  12  in.    Used  only  three  weeks. 


We  also  handle  a  full  line  of  Electric  Railway  Equipment  and  Supplies 

Our  stock  chan-es  daily  and  above  list  is  only  a  small  proportion  of  what  we  have.  For  further  par- 
ticulars wire  tekphone,  or  Irite.  Let  us  solve  your  problems.  All  engmeenng  service  without  obligation. 
We  advertise  and  sell  your  released  equipment  without  cost  to  you. 
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New 
Lincoln  Motors 

IN  STOCK 

In  Toronto 


H.P. 

Phase 

Cycle 

Volt 

R.P.M. 

Three 

1 

3 

25 

550 

1500 

Five 

2 

3 

25 

550 

1500 

Twehe 

3 

3 

25 

550 

1500 

Two 

7/. 

3 

25 

550 

1500 

Two 

10 

3 

25 

550 

1500 

One 

15 

3 

25 

550 

1500 

One 

20 

3 

25 

550 

1500 

One 

3 

25 

550 

750 

One 

10 

3 

25 

550 

750 

One 

15 

3 

25 

550 

750 

Two 

20 

3 

25 

550 

750 

One 

25 

3 

25 

550 

750 

One 

30 

3 

25 

550 

750 

One 

7/2 

3 

60 

550 

1200 

One 

10 

3 

60 

550 

1200 

One 

15 

3 

60 

550 

1200 

One 

30 

3 

60 

550 

1200 

(  )ne 

75 

3 

60 

550 

1200 

WE  HAVE  MANY  OTHERS  FOR 
EARLY  DELIVERY 


The 


r 


Lincoln  Electric  Co. 

of  Canada,  Limited 

Haad  Office 
1109  Temple  Buiiding 

TORONTO 
Ontario 


Branch  Office 
MONTREAL 


HARH^IBRE 


Soak  a  -liert,  ro.l  m  IiiIk'  <.f  Spauldiiig  Hard  Fibre  in  oil.  Prove 
fur  yourself  that  oil  will  nut  penetrate  this  dense,  horn-hke  ma- 
terial. 

trnlike  rawhide,  leather  and  hard  rubber,  Spaulding  Hard  Fibre 
is  imijerviuus  lo  oil,  making  it  an  ideal  material  for  parts  winch 
arc  likely  lo  bi  come  covered  with  oil. 

Physical  Proporties 

Its  electro  rupture  is  200-400  volts  per  1/1000  in.  of  thickness; 
tensile  strength  10,0<IO-20,00O  lbs.  per  square  inch;  compressing 
i,oint  3S  000-42,0<IO  lbs.  per  square  inch;  shearing  strength,  y,UUlJ- 
TioiK)  lbs  per  square  inch.  It  can  be  machined,  sawed,  stamped, 
b'e'nt,  threaded,  drilled  and  finished  in  many  attractive  ways. 

Made  in  red,  black  and  grey  colors.  Send  for 
samples.  Our  Specialty  Department  is  equipped  to 
machine  special  parts  to  your  own  specification. 

J.  SPAULDING  &  SONS  CO.,  Tonawanda.  N.  Y. 

440   Broom  Street,  New   York  City. 
](li;  Clinton  .Street,  Chicago,  TU. 


Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Work.,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
501  Merchants  Bank.  Building,  MONTREAL 
.'502  Notre  Dame  Avenue,  WINNIPEC 
074  Banington  St.,  HALIFAX. 
\V,  11.  lla/lilt  &•  Co.,  Ltd.,  915  Georgia  St.  West,  VANCOUVER 

Prompt  shipments  from  Factory  or  nearest  Warehouse 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Handbook  on  the  Steam  Engine,  by  Herman  Ilaeder.  Pub- 
lislied  in  1014  by  Crosby,  Lockwood  &  Son.  5'J2  pages, 
illustrated.     Price  $3.00. 

.■\  Laboratory  Manual  of  Alternating  Currents,  by  John  H. 
Morecroft,  E.C.  Published  in  H)12  by  Renouf  Publislung 
Company.     i;4S  pages,  illustrated.     Price  $2.00. 

Alternating  Currents— Examples  for  Students  and  Engineers, 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  I.  Pulilislied 
in  I'.llti.     'J-'.'i  puKi-s,  illuslialcd.     Price  .f2.4ll. 

Baudot  Printing  Telegraph  System,  by  H.  W.  Pendry.  Pub- 
lished in  1913  by  Whittaker  &  Company.  144  pages,  illus- 
trated.    Price  ?1.00. 

"Central  Stations,"  by  Terrell  Croft,  1st  edition  published  in 
1917,  by  McGraw-IIiU  Hook  Co.,  Ins.  332  pages,  illus- 
trated.    Price  $2.50. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Direct  Current  Machinery,  Theory  and  Operation  of,  by  Cyril 
M  Tansky,  B.S.,  B.A.,  1st  edition,  just  published  by_Mc- 
Graw-Hill  Co.,  Inc.    2S5  pages,  illustrated.     Price  $2.oO. 

Dynamo-Electric  Machinery,  by  Francis  B.  Crocker,  E.  M., 
Ph  D.  Published  in  1908  by  American  School  of  Corres- 
pondence.    23C  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
by  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Electric   Car   Maintenance,   by   Walter  Jackson.     Published  in 

1014  by  McGraw-Hill   Book  Company.     274  pages,  illus- 
trated.   Price  $2.00. 
Electric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancaster 

Published  in  1914  by   D.   Van   Nostrand  Company.  330 

pages,   illustrated.     Price  $1.50. 
Electrical   Machinery— Principles,   Operation   and  Management, 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.     318  pages,  illustrated.     Price  $2.00. 
Electrical    Meters,   by   Cyril    M.    Jansky,    B  S,     B  A.  Second 

Edition,   just   published   by    McGraw-Hill    Book  Company. 

416  pages,  illustrated.     Price  $3.00. 
Electric   Railway,  by  A.   Morris   Buck.   M.   E.     PuWisbed  in 

1915   by    McGraw-Hill    Book    Company,    Inc.     .S90  pages. 

illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  JJ^"''';?-',,  \  1 
Second  Edition.  Published  in  1910  by  McGraw  Hill  Book 
Company.     416  pages,  illustrated.     Price  $3.00. 

"Electric  Traction,"  a  treatise  on  the  applicalion  of  ekrtric- 
power  to  tramways  and  railways  by  A  1.  Dover.  Pub^ 
lished  in  1917  by  Whittaker  &  Co.  061  pages  w.th  olS 
illustrations  and  five  folding  plates.     Price  .'t>f>00. 

Electrical  Injuries,  by  C.  A.  LaufTer,  M.D.,  published  in  1912 
by  John  Wiley  &  Sons.    77  pages.     Price  50  cents. 

Electro-Dynamics,  by  ChaHes  Ashley  Carus- Wilson.  Published 
in  1898  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and   Artificial  I^igl''i"g. 

by  Arthur  Blok,  A.M.I.E.E.     Published  in  1914  by  Scott. 

Greenwood  &  Son.     235  pages,  illustrated.     Price  $1.00. 
Elementary  Graphic  Statics,  by  John  T.  Wight.     Published  in 

1913  by  Whittaker  &  Company,       226  pages,  illustrated. 

Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M  Jansky, 
B.  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212  pages,   illustrated.     Price  $1.50. 

Engineers'  Manual,  by  Ralph  G.  Hudson.  Just  P^jbHshed  by 
John  Wiley  &  Sons.    315  pages,  illustrated.     Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1),  by  F.  E.  Austin, 
B.S.    Published  in  1915.    223  pages,  illustrated.    Price  $2.00. 

E.xamples  in  "Battery  Engineering."  by  Professor  F.  E.  Austin, 
E.E.    Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Pbysjcs  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.  Price  50  cents. 
Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  401  pages, 
illustrated.  Price  $3.00. 
How  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  Austin.  Second  edition,  just  published.  48  pages,  illup- 
t rated,  price  C5c. 


"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.    225  pages,  illus- 

■  ra'ed.     Price  $2.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by.  McGraw-Hill  Book 
Company.     404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.    614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design— D.C.  and  A.C.  Generators,  by 
Alfred  Still.  Published  in  1916  hy  McGraw-Hill  Book  Co. 
365  pages,  illustrated.    Price  $3.00. 

Radiodynamics — The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.    Published  in  1916  by  D. 

Van  Nostrand  Companv.  21i6  pages,  112  ilUisiralions. 
Price  $2.00. 

"Radio  Communication,  Theory  and  Methods,  with  an  appeiidix 
on  Transmission  over  Wires,"  by  John  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.    Price  $1.75. 

Radiation,  Light  and  Illumination,  by  Steinmetz.  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Standard  Wiring,  1918  Edition,  24th  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Cushing, 
Jr.     Leather  cover,  pocket  size.     Price  $1.50  postpaid. 

Steam  Power  Plants — Their  Design  and  Construction,  by  Henry 
C.  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.     Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00. 

Telegraph  Practice,  a  Study  of  Comparative  Metho.l  by  John 
Lee,  M.A.  Just  published,  by  Longmans-Green  &  C  o.  10. 
pages.     P]ice  $1.00. 

Telegraphy— A  Detailed  Exposition  of  the  Telegraph  System  of 
the  British  Post  Office,  by  T.  E.  Herbert,  A.M.  Inst.  E.E. 
Tliiid  edition.  Published  in  191U  by  Wldttaker  &  Company. 
985  pages,  030  illustrations.     Price  $2.00. 

Telegraphy,  by  Sir  W.  H.  Preece,  K.C.P..,  and  Sir  1.  Sivewis'it. 
M.A.  Published  in  1905  by  Longmans,  (Sreen  &  Company. 
504  pages.     Price  $1.00. 

Test  Methods  of  Steam  Power  Plants— A  Reference  Book  for 
the  Use  of  Power  Station  Engineers,  Superintendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  M.E.  Published 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  85 
illustrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es 
tiniating,  by  Louis  W.  Moxey,  Jr.  Published  m  I'.Mi.  bv 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.    Price  $4.00. 

The  Lighting  Art,  Its  Practice  and  Possibihties,  by  M^ 
Luckiesh.  First  edition,  just  published  by  McGraw-Hiil 
Book  Co.,  Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Publish- 
ing Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Publislied 
in  1913  by  Van  Nostrand  Company.    155  pages.    Price  i5e. 

Transmission  Line  Crossings,  by  Frank  F.  Fowle.  Publishe.l 
in  1909  by  D.  Van  Nostrand  Company.  09  pages,  illus 
trated.     Price  $1.00. 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Published 
in  1903.     272  pages.     Price  $1.00. 

Wray's  Manual  of  Car  Lighting.  Published  in  1915  by  Wray 
Publishing  Company.     340  pages,  illustrated.     Price  $1.5v>. 
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Mica  Insulation 

We  manufacture  everything,  including:— 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 


Raw  Mica  (cut  or  uncut) 


Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


ALUMINUM 

ELECTRICAL  CONDUCTORS 

Ingot  Sheet  Wire  Rod  Tubing 

Northern  Aluminum  Co.,  Limited 

1305-6  Traders  Rank  Bldg. 
Toronto,  Ont. 


Made  in  Canada 

Reamers 
Drills 


Bronze  or  Cast  Iron  Brackets 


for 


Ontside  Lighting 


imiled 


ISI  , 


TAPS 

Sold  on  Merit 

Cutters 
Dies 


Ask  for  our  new  catalogue  No.  8. 


Pratt  &  Whitney  Co.  of  Canada,  Limitea 


■  Montreal 

723  Drummond  Bldg. 


DUNDAS,  ONTARIO 

Winnipeg 
1205  McArthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 


rill'.    l':i.ECTRICAL  NEWS 


September  ], 


Electrical 
Mechanical 

Directory  of  Engineers 

Special 
Interests  ' 

Cbarles  H.  IDitcbell 
Pcrdval  H.  mUcbcll 

Consultlif  and  SaptrvUiat 

H>Jrf4uIic.  Steam  and  Hlcclrical  Power  Plants, 
InJustiial  and  Municipal  Engineering. 

Trader*  Bank  Building,  TorontO 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  Electrical,  Hydraulic.  Steam,  Gai 
Plan*,  Specifications,  Eitimates, 
Tetta,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lishting  and  Power  Plants 

Talephooe  Main  6737  605  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  Steacn,  Electric  Light,  Power  and  hailroad 
Plants,  Waterworks  and  Siewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     i  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  0.  G.  Kerry       W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :  A.  L.  Mudge,  A.  L.  Mieville 
Steam  and  Hydro-electric  DevelopmenU.  Steam 
and  El  ectric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Towels  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years  Ex 
perience  In  Patents  and  Practical  Engineering 
Kent  Building,  TORONTO 
Yonge  and  Richmond  its.. 


STANLEY  LIQHTFOOI 

BEG  O  PATENT  SOLICITOR  ANO  ATTOBNEV 

LUMSDEN   BLDG.nVON Ce"  )  TORONTO. 

NIW  BOOKLET  OF  COMPLETE  INFORMATION  FBtE 
,  M.  3713 


ATENTS 


PPnMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.  


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  Knd  Physical 
Tects  and  Ingpectiont". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


rROCURED  !N  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATEN r  LITIGATION 

SEND  FOR  HAND  BOOK 


ATENTS 


PMONI 

MAIN 
26S2 

RIDOUT  &  MAYBCE 

59  Yonge  Street 
TORONTO  .       -  CANADA 


ESTABLISHED  1849 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office : 
Nos.  346  and  348  Broadway.  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  cfTort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connectiont 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur 
nished  and  are  available  only  by  reputabl 
wholesale  jobbing  and  manufacturing  con 
cerns,  and  by  responsible  and  worthy  finan 
cial,  fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address 
ing  the  company  at  any  of  its  offices.  Cor 
respondence  invited. 

THE  BRADSTREET  ''OMPANY 
Offices  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont. ;  I^ondon,  Ont. ;  Montreal.  Que. ; 
Ottawa,  Ont.;  Quebec.  Que.;  St.  John.  N.B.; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.  Man.  Western  Canada,  Toronto 
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PEIRCE 

Presteel  Brackets 


138 


254 

Eye  Bolts 


354 

Anchor  Rods 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd. 

Hamilton,  Ont. 


The 
EDEN 
Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


HPDMANOL 

^^^^^^»        "The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength— Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes^  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 

Montreal  Office  in  New  Birks  Building. 


NON 
ACID 


SODERING  FLUX 

We  have  solved   all  kinds  ol 
baffling  sodering  problems  for 
you  have  othefs    and  can  solve  yours  too. 

experience  is 
command  —  without 


Be  sure 

one    of   our    liand-  ~-  , 

some  display  cartons  (Jur  ZJ  vears    experience  is 

on  your  counter. 


at  your 
charge. 

Bissett  &  Webb 

126  Lombard  St. 
WINNIPEG,  MAN.,     -  CANADA 
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AIR  PRESSURE  RELAYS 

1-  i.,   Kkcnii-  l».  Sillily  IVpl. 

ALTERNATORS 
i  »ni<liin  General  Electric  Company 
*.'ana>lian  Westinglioiise  Coiiipan); 
FertaiUi  Electrical  Contpany  of  Canada 
Lincoln  Electric  Company  of  Cai\ada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
Hiitish  Aluminium  Company 
Noitliern   Alnmininn  Company 
Spiclmann  Agcncief,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company  _ 
Ciouse  llin.ls  Company  of  Canada,  l.inulcd. 
Teiianti  Electrical  Company  of  Canada 
llall'eway  &  Knott,  Inc. 
!ovner.   Limited.  A.  II.  Winter 
Noitliern  Electric  Company 
Wagner   Electiic   Mfg.   Company  of  Canada 
Weston   Electrical   Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westingliouse  Company 
Crouse  llinds  Company  of  Canada,  Limited. 
Puncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal  Molding  Company 
AUTO  STARTERS 
Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian   Hart   Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
llathcway  &  Knott,  Inc. 
Nortliern  Electric  Company 
Pi  ingle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

'  BOLTS 

McGill    Manufacturing  Company 
BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago   Fuse   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Philadelphia  Electric  Co.  Supply  Dept. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Pringle.  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Toyner.  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National   Metal   Molding  Company 
Philadelphia  Electric  (  o.  -Supply  Dept. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable,  Company 
D    &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works.  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Elertric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co.  Supply  Dept. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Canadian    Westinghouie  Company 


CAR  EQUIPMENT 
Ohio   liiass  Company 

CENTRIFUGAL  PUMPS 
Roving   Hydraulic   &    Engineering  Company 
Canadian   Allis-Chalmevs  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  Gfineral  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Noitliern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian   General   Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Fcnanti   Electrical   Company   of  Canada 
Northern    Electric  Companny 
Siindh   Electric  Company 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

I'liil.Hh-lphia   ICleclric   Co.   Sii|.pl.v  llrpt. 

CLAMPS,  INSULATOR 
rhilailcli.liia   Electric   (  n.   .Supply  Di-Pt. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Rcdmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National   Metal   Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern  Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh  Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Compiny 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin  Electric  Manufacturing  Company 
Cliicago   Fuse   Manufacturing  Company 
I).   &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS  FOR   BUS   AND  SWITCH 
COMPARTMENTS 

I'l^iUulelpIiia  EUcliic  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M._ 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National   Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 

National    Electric   Heating  Company 

Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pring-le,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 
Northern  Electric  Company 
Spielmann  Agenciei  Regiitered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 
Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  .S4) 
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How  about  that  Fall  Order  for  SWITCH  PLATES? 

We  have  a  large  stock  on  hand,  as  illustrated,  for  immediate  delivery.     Our  prices  are  very  attractive. 


CD 

^^^^^^^^^^ 

1 

No.  7261-025  Metal 
No.  7260-032  Metal 
Packed  50  to  a  box 


No.  7055-025  Metal 
No.  7054-032  Metal 
Packed  50  to  a  box 


No.  7270-025  Metal 
No.  7056-032  Meta! 
Packed  50  to  a  box 


SAMPLES  MAILED  ON  REQUEST 

W.  H.  BANFIELD  &  SONS,  LTD.,  TORONTO,  CAN. 

Largest  Manufacturer,  and  Jobber,  of  Electrical  Fixture  Partsand  Fitlirgs  in  Canada 

City  Sales  Office:  80  King  Street  W. 


Adel.  104 


General  Office*  and  Factory:  370-386  Pape  Ave. 


Each  time  you  renew  an 


ECONOMY  renewable  FUSE 

with  a 

"Drop-Out"  Renewal  Link 

you  will  renew  your  gratification  over  cutting  your 
annual  fuse  maintenance  costs  80%. 

CONSERVE  your  fuse  money.    It  is  unpatriotic,  as  well  as  bad  buying  policy,  to 
use  a  dollar's  worlh  of  material  for  what  could  as  well  be  accomplished  with 
twenty  cents'  worth. 

In  all  branches  of  industry— in  modern  homes,  institutions,  public  buildings— billions  of 
dollars'  worth  of  equipment  and  property  are  protected  against  the  fire  and  accident 
hazards  of  overloads  and  short  circuits  through  the  fusing  of  a  million  circuits  with 
Economy  renewable  Fuses  and  "Drop  Out"  Renewal  Links. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  MONTREAL 

Manufacturers  in  Canada  of  S.  &  C.  High  Potential  Fuses— to  15,000 


volts 


-•4 
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FUSE  BOXES 
Ctouse-llintU  Company  of  (.'anaila,  I.imitcil. 
NorJhern  Elecuic  Company 
Snuaic  D  Company 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General   Electric  Company 
Canadian   Westrngliouse  Company 
l  anadian  VicUcrs.  Limited 
Klectiical   Maintenance  &   Repairs  Company 
Feiranti   Electrical   Company   of  Canada 
l.ancasliiie   Uynatrro        Motor  Company 
l.incoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company.   Limited,  l-red 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Compaiiy 

HANGERS  (Cable) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian  General   Electric  Company 
Canadian   Vickers.  Limited 
Canadian    Westingliouse  Company 
Hatheway       Knott,  Inc. 
National    Electric   Heating  Company 
Northern   Electric  Compariy 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &•  GlasEco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis  Gialmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  %ons  Company,  J.  _ 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada.  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney  Electric  Company   of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 
Philadelphia  Electric  Co.  Supply  Dept. 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical    Maintenance   &   Repairs  Company 

llaihcway  &  Knott 

Iligli   Elliciency   Lamp  Compaiiy 

l.incoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General   Electric  Company 

Nortliern  Electric  Company 

Oliio   Hrass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adanis-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Nortliern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Tliompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West   Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros. 

Mica  Company  of  Canada 

MOTORS 
Canadian   Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers 
Century  Electric  Company 
Electrical  Engineering  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Fisher  Electric  Company 
Great  West  Electric  Company 
Lancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company 
Myerson,  Joseph 
Northern  Electric  Company 
Petrie,  Limited,  H.  W. 
Pringle,  R.  E.  T. 
Rohbins  &  Myers  _ 
Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self-Lubricatinp;  Carbon  Co. 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 
OVERHEAD  MATERIAL 
Ohio  Brass  Company 

PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hevoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.    &   W.    Electric   Specialty  Company 
McGill    Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin   Electric    Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel   Company   of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 

Hatheway  &  Knott,  Inc. 

Illinois  Electric  Porcelain  Company 

Ohio  Brass  Company  * 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pliiladelphia   Electric  Co.   Supply  Dept. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 

Pliiladelphia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian   Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin    Electric    Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 

riiiladeliihia  Electric  Co.  Supply  Dept. 

RHEOSTATS 
Canadian    Westinghouse  Company 
Sundh   Electric  (Jompany 

RODS 

International   Nickel  Company 

ROSETTES 

Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric  Manufacturing  Companr 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limitedv 
Duncan  Electrical  Company 
National  Meta'    Vfolding  Company 
Northern  Electric  Company 

(Continued  on  Page  .S6) 
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OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nakusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  without  obligation 
of  any    sort   from    our   nearest  office. 

The  Lindsley  Brothers  Co. 

NELSON,  B.C. 

General  Salei  Office— 72  W.  Adams  St.,  Chicago.  111. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 


We  have  just  Completed 
a  New  Wiring  Device 
Catalogue  No.  6 


Have  YOU 

Received  Your  Copy? 


If  Not— Ask  Your  Jobber 
or  Write  Us  Direct 


The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -   MONTREAL,  QUE. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


LAMPS  Locked  On 
Can't  Get  Stolen 

They  can't  get  knocked  out  or  broken. 


guards  give  your  lamps 
just  such  protectiou. 

Sold  at  a  popular  price. 
Our  Loxon  Lamp  Guards 
and  other  Specialties  de- 
mand   the    attention  of 


every  handler  of  Electrical  Goods. 

Let  us  send  our  list. 

McGill  Mfg.  Co. 

Valparaiso        -        -  Indiana 


THE 

MARK 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 


Solid  Knobs, 
Split  Knobs, 
Cleats,  Tubes, 
and  special 
Porcelain  of 
all  kinds. 


Strain  and 
/  Screw  Thread 
Insulators. 
Unsurpassed 
in  quality  and 
design. 


•''-^r...i|illlllii! 


Illinois  Electric  Porcelain  Co. 


Macomb,  111.,  U.S.A. 


Canadian  Agents: 


R.  E.  T.  PRINGLE,  LTD. 


TORONTO,  ONT. 
MONTKKAL.  QUE. 
VANCOUVEK.  B.C. 
WINNIPEG,  MAN. 


30S  -309  Tyrrel  Bldg. 
401   New  Birks  Bldg. 
3402  Osier  Ave. 
Uonakla  Block. 


3« 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS-CONTINUED 


SOI.UEKING  FLUXES 
Allen  Company.  L.  U. 
Hi»Ni-it  \  Wcl.l..  1.1.1 

SPECIAL  HEATING  APPLIANCES 
National  Klcctiic   lUaiing  Coiui>any 

STANOAKD  CELLS 
Weston    Electiical    1  iiMi  uinciit  Coiiipaiiy 

STORAGE  BATTERIES 
Canadian  Gcneial  Elect lic  Company 
(.'■nadian    llait    Acciinuilator  Company 
Noillicrn   Elcctiic  Company 

STREET  LIGHTING  FIXTURES 
Itcnjaniiu  Elecliic   Manufacturing  Company 
C  anadian  Gencial  Electric  Company 
(."loiisc  Hinds  Conrpany  of  Canaila,  Limited. 
Joyncr.   Limited,  A.   II.  Winter 
Noithcrn  Electric  Company 
I'r ingle.  R.  E.  T. 

SWITCHES 
Renjamin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Wcstingliouse  Company 
Chamberlain  &  Ilookliam  Meter  Company 
Dcvoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
llailieway       Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
I'hiladelphia  Electric  Co.  Supply  Dept. 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse-Ilinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
liiuihckl  .S:  Sons,  W.  H. 

TAPE 

Packard  Electric  Company 
Noilhern  Electric  Company 

TAPS 

Jordan  Uros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Kleclric  Company 

TOASTERS 
Flexible  Conduit  Company 
National   Kleclric   Heating  Company 
Northern   Electric  Company 
Renfrew  Kleclric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Tliordarson   Electric   Manufacturing  Company 

TRANSFORMERS 
Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wlieeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Kvihhnan  Electric  Company 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &  O'Hearn 

Thordarson  Electric   Manufacturing  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 
Canadian  Bridge  Company 

TROLLEY  GUARDS 
Qliio  Brass  Company 

TUBING 
Northern   Aluminum  Company 


TURBINES 

Roving  Comjrany  of  Canada 
Canadian  AUis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 
Gest,   Limited,  G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  L 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,   R.   E.  T. 

VARNISHES 
Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 
Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER    POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   AlUs-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  L 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F 
Standard   Underground   Cable   Company  of  Can 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company    _  _ 
Crouse-Hinds  Company  of  Canada,  Limited.  • 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


rrrrrr 


::f::ii:^.:,':!i!!miiigi!^o\'Y-ACETYl.™r.  WELDiNf.  &  riiTTiNft-^imilllimiMmp 


A  Vital  Necessity  in  Every  Industry 


Over  80%  of  the  material  that 
appears  to  be  only  fit  for  scrap 
can  be  used  over  again  prac- 
tically equal  to  new  by  welding 
the  parts  together  by  the  Oxy- 
Acetylene  Process. 

This  not  only  means  saving  the 
actual  cash  value  of  the  ma- 
terial reclaimed,  but  relieves  the 
situation  brought  about  by  the 
excessive  demand  for  metals  oi 


1500  lb.  Gas  Engine  Cy lindercracked  by  frost  and  reclaimed  deSCriotiOn. 

by  Oxy- Acetylene  Welding  ^  ^ 


L'AIR  LIQUIDE  SOCIETY 

The  Pioneers  of  the  Process  throughout  the  World 


WINNIPEG 


HALIFAX 


TORONTO  MONTREAL   


Soptcmher   1,   P.)  is 
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List  of  Motors 

SECOND  HAND 


II. I'. 

50 

r>i) 


I'hase  Speed  VoU-s 


41 » 
15 
10 

111 


750 

750 

750 

750 

750 
151  to 
1500 

51 1 

1  51  K  ( 

1  SI ;( ) 
1  SI  i(  I 
IS(H) 
•IIIO 
1  L'l  H I 
v;u  iiililf 
IL'IIII 

ISIKI 

12l;(t 

^  isiio 

T-'liO 
ISdO 

isoo 

1  SI  K I 

:  luiio 

IJOO 

isno 
UIIO 
isoO 


550 
550 
220 
220 
220 
220 
220 
551 ) 
111!  220 
1  lo 

110 
110 
221 1 
220 
221 1 
2211 
220 
220 

220 
220 

221 1 

220 
22(> 
220 
220 


Cycles 
25 
25 
25 
25 


Starter 
yes 
yes 
yes 
yes 
yes 
yes 
yes 


Make 

C.G.K, 

C~ri>cker  Wlieeler 
Lincoln 
Lincoln 

c,  (;.  E. 

T.TI.E. 
T.  1 1 .  E. 
Westgli. 


CCl, 


i;o 
I  ill 

oil 
00 
00 

till 

00 

00 
O') 

oil 
I  ill 
lil) 
(ill 

•  III 

oil 

l«) 

00 

•  iO 

(>(> 


yes 
ves 


Cenliiry  &  Warner 
l-'iMl  Wavnc- 
Wcslgli. 
I'^isher 

l'"nllcr  VVenstrom 
(Mi.E. 
Wesigli. 
Wcstgh. 
'IMl.E. 
Cr'jcker 
Wcstg. 
W.sti;. 
Wcsl.^. 

Westgli 
Westg. 
VVcslu'. 
(  .(i.E. 
Lincoln 
Lincoln 


CCL. 

Wheeler 
CCL.  revvrl. 
C. 

CCL. 

CCL.  rewrl. 

cel..  • 

CCL.  rewil. 
CCL. 
iTwound 


TRANSFORMERS 


+0  K.W.  Type  KOO  22IMI-220  voll 
75  K.W.  Type  II.C.OO  l(NtO/20Sii 
40  K.W.    Type  C  2200-320  volts. 


1' 


rk:ir.l 

'.■;ii  \olts 


C.C..E. 


Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 


Paper-Insulated.  Lead  Covered  Cable  witli 
Split  Conductors. 

THE  Recognized  Superiority  of 
Standard  Electric  Wires, 
Cables  and  Cable  Accessories 
among  those  who  have  used  them 
is  due  to  persistent  and  successful 
efforts  during  35  years  of  manufac- 
turing experience  in  the  United 
States  to  make  them  standard  in 
quality  as  well  as  in  name.  Ask  a 
user. 

Standard  Underground  Cable  Co. 

of  Canada,  Limited 
HAMILTON         -  ONT. 

Montreal         Toronto         Hamilton  Seattle 


Moloney  Service  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Made  in  Canada 

MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 

Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  Bldg.^  TorOnto 


Branch  Offices 

Montreal,  Halifax,  Winnipeg,  Vancouver 
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The  Impulse  Gap 


Auxiliary  Horn 


Charge  and  Discharge 
Resistors. 


The  greatest  ad- 
vance in  protection 
from  lightning  since 
the  electrolytic  ar- 
rester was  invented. 


After  exhaustive  research  .West- 
inghouse  engineers  have  per- 
fected "The  Impulse  Gap.  as  de- 
scribed in  the  May  proceedings 
of  the  A.LE£.  ^ 


The    "  Impulse  Gap "  greatly 
increases     the     protection  given 
by  an  electrolytic  arrester,  by  auto- 
matically selecting  high  frequency  surges 
and    discharging    them    at    a    lower  voltage 
than  the  normal  setting  of  the  horn  gap.  The 
high  frequency  discharge  voltage  may  be  as  low 
as  2  3,  or  even  1/3,  of  the  normal  frequency  val- 
ue.    It  is  thus  possible  to  use  a  gap  setting  that  will  ensure  against  too 
frequent  discharging,  on  minor  surges  of  normal  frequency,  yet  which  will 
give  any  desired  degree  of  protection  against  really  dangerous  surges.    It  is  the 
only  device  that  will  protect  insulation  between  turns  against  a  steep  wave  front 
surge  of  reversed  potential,  i.e.,  a  sudden  drop  in  voltage. 

Through  the  use  of  standard  porcelain  insulators  as  condensers,  only  a  minor  me- 
chanical modification  of  existing  designs  has  been  necessary. 

The  "Impulse  Gap"  uses  a  circuit  that  is  balanced  as  to  voltage,  at  normal  fre- 
quency, but  becomes  unbalanced  and  starts  a  discharge  in  the  case  of  any  high 
frequency  surge.     At  normal  frequency  there  is  no  difference  of  potential  be- 
tween the  mid  point  of  the  condensers  and  the  auxiliary  electrode  midway 
between  the  horns.     A  high  frequency,  however,  passes  freely  through  the 
condensers  and  piles  up  its  full  voltage  across  the  resistance,  that  is,  across 
one-half  of  the  total   gap,  which,  therefore,  breaks  down,  causing  the 
entire  gap  to  discharge.    The  arc  then  rises  on  the  horns  and  is  dis- 
sipated as  usual. 

Canadian  Westinghouse  Co.,  Ltd. 

HAMILTON,  ONTARIO 

Toronto,  Montreal,  Ottawa,  Halifax,  Ft.  William, 
Winnipeg,   Edmonton,  Calgary, 
Vancouver 


Short  Circuiting  Clip 

Auxiliary  Gap 
Line 


Low  ElectrosioiiC 
Capacity  Pillor 
Insulator 


^Elements  of 
Conaenser  No  I 


Elements  of 
Conaenser  No  Z 


v/^/i/"/'f'>//w/ww/w//.w  Impulse  Cap  wwww  v//.w//>/w/77^ 
as  applied  to  Westinghouse  Electrolytic  Lightning  Arrester, 


Line 


Wirin(3  Diagram  of 
Impulse  Gap  Con- 
nect ion 'i. 


^Static  Impulse  Super- 
imposed on  Voltage 
Wave  in  Opposite  Di- 
rection. 


Westinghouse 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 


Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efificient  service  in  many  towns  througliout 
Ontario,  es  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
Tliey  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  the  laminated  copper  contact.     AU  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any  frequency  on  multiple  circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars 

T'*^  Electrical  Maintenance  &  Repairs 

Company,  Limited 


Phone 
Adelaide 

902-903 


162  Adelaide  Street  West 
TORONTO 


Beach 
1723  1930 


JONES  &  GLASSCO 


(REG'D) 


ENGINEERS 
MONTREAL  AND  TORONTO 

Specialists  in 

POWER   TRANSMISSION  CHAINS 

CANADIAN  AGENTS  FOR 

"RENOLD"  "MORSE'* 


Patent  Silent  and  Bush  Roller  Chains 


Rocker  Joint  Silent  Chains 


CHAIN  DRIVES  FROM  14  H.P.  TO  5000  H.P.  IN 
SUCCESSFUL  OPERATION 


Write  for  particulars  to 


Head  Office  : 


Branch  Office: 


ST.  NICHOLAS  BUILDING 

MONTREAL 


1204  TRADERS  BANK  BUILDING 

TORONTO 


Tin-:    ICLKCTRICAL  NEWS 


September  1.  1918 


fVe  have  a  large  stock  of 


New  and  Used 

Motors  and  Generators 


Fred  Thomson  Co.,  Limited 

7-13  ST.  GENEVIEVE  STREET 

MONTREAL 

fVe  extend  a  cordial  invitation  to  the  electrical  fraternity 
to  call  upon  us  in  our  new  building— the  largest  and  best  equipped 
electrical  repair  establishment  in  Canada. 


Applying  Military  Methods 
to  Electrical  Distribution 


The  highly  organized  mihtary  machine  responds  to 
emergencies,  moves  to  meet  the  unexpected,  with  clock- 
like precision.  But  without  its  ability  to  move  readily, 
without  mobility  it  would  be  useless  in  times  of  stress. 

Equally  helpless  in  emergencies  or  unusual  conditions 
is  any  system  of  electrical  distribution  which  is  inflexible 
-which  is  so  locked  together  that  load-shifting  or  cable  change  overs  cannot  be 
accomplished  quickly  and  economically-which  makes  cable-cuttmg  and  expensive 
temporarv  repairs  a  part    of  "trouble"  handling. 

G  &'\V  Distribution  Specialties  provide  flexibility  in  the  control  and  opeia- 
tion  of  distribution  circuits.  Their  disconnecting  and  switching  features  are  the 
basis  of  a  flexible,  interconnecting  and  disconnecting  system  of  electrical  distri- 

''"^"("'  &  \V  engineers  have  applied  the  military  idea  of  "mobility"  to  distribu- 
tion engineering  They  have  applied  it  to  hundreds  of  G.  &  W.  installations  on 
iK.th  Central  Stations  and  large  Industrial  properties  These  engineers  are  at  3-our 
.ervice  to  discuss  the  money-saving  possibilities  o  &  •/l^y^'^,V\!'^'"  d'^^' 
tribution  circuit-   either  overhead  or  underground.    Write  for  bulletins. 

G  &  W  Electric  Specialty  Company 

7440-7450  South  Chicago  Ave.  -  "  CHICAGO.    U.  b.  A. 


— 


A  H  Winter  Joyner,  Ltd..  100  Wellmgton  St.  W.,  Toronto. 
A.  H.  Winter  Joyner,  Ltd..  10  Cathcart  Street,  Montreal 


Bentz-Richardson  Co,,  Ltd.,  S92  Notre 
General  Supplies,  Limited,  Calgary  and 


Dame  Ave.,  Winnipeg.  ^ 
Edmonton,   
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Toronto,  September  15^  1918 


GenerAtji^^kJransmission  and  Application  of  Electricity 


1  ill  II, 


METHODIST  BOOK  BUILDING 
Kigilteen  Sansamo  metos  of  varying  capa- 
f- cities  1 100  to  l".;n(i  amps.)  are  used,  by  tlic 
-  Toront'.v  Ilyrlro-EIectric  System  to  measiirt-  tlie 
[lower  supplietl,  and  liy  the  customer  on  bis 
switchboard  to  measure  jiower  generated,  also 
ill  every  department  to  record  consumption 
of  each  department. 

C.P.R.  BUILDING 

Poronto  Headciuarters 
of  the  C.   P.   R.  Co. 
Sangamo  meters  mea- 
sure   all    the  power 
i;enerated     in  the 
building  plant  and 
recor<l  distriliu 
tion     on  vari- 
ous floors. 


!3Jni  in, 
V  ^  n  II 11 

r  fT     ]]  ?; 

f?  If  n  n  ?5 


-  ft 


IS  Ml  n  n  a 
n  n  n 


1] 


■  n  II 


I  \ 


1;0M1N10N  bANK  BUlLDli 
Head  Oflice  of  the  I)on>iii) 
,  Hank  of  ('anada.  Sangamo  n 
Ins  measure  both  the'Toron 
l-.l<  i  trie  Light  Company's  si 
\Uf.  and  the  pov\ef  f^on<^r': 
I        1  be  hnildi  1 1 " <  i\\  n  pi  ■ 


Canada 
thinks 
well  of 
Sangamo 

With  thousands  of  central  stations,  great  build- 
ings and  mighty  industries  in  the  United  States 
Sangamo  equipment  throughout,  and  with  such 
installation  as  the  60,000  ampere  meter  at  Niagara 
Falls — the  largest  load  ever  carried  on  a  single 
meter — the  superiority  of  Sangamo  products  is 
well  established.  But  this  appreciation  of  Sanga- 
mo excellence  does  not  stop  at  the  "dividing  line," 
as  evidenced  by  the  few  Toronto  installations 
shown  here — They  are  representative  of  the  class 
of  Sangamo  meter  users  throughout  the  Domini- 
on. Canadians  require  proof  of  quality  in  service. 
Let  us  offer  you  some  convincing  proof. 

THE  SIMPSON  MAIL  ORDER  BUILDING 

.Sangamo     meters     measure  all  the 

power  used  in  this  building,  where 
private   plant    is  operated 


as   well  as 
miiiany. 


Sangamo  Electric  Company 
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Northsrtt  Electric 

DUMORE  UTILITY  MOTORS 


TYPE  '  A '  1  25  H.P. 


r.uilt  to  iiiccl  the  (leniand  for  a 
light,  compact  power  unit.  I'ln- 
isheil  in  black  enamel.  Equipped 
with  :!  ft.  of  cord  and  attachment 
phm.  wheel  arbor  and  emery  wheel. 
Wlieel  arbor  nickel  plated.  Speed 
2000  to  OOOO  R.P.M. 

TYPE  "B"  1  25  H.P. 

The  Type  B  Motor  is  the  same  as 
the  Type  .\  illustrated  above,  ex- 
cepting that  it  is  finished  in  all 
nickel  plate.  Equipped  with  I!  ft. 
of  cord  and  attachment  plug 
Makes  a  very  attractive  looking 
motor  for  any  use. 


 are  a  l)u()n  to  Housewives,  and  go  a  long  way  towards  helping 

solve  the  servant  problem  by  furnishing  sufficient  power  to  do  light 
chores.  "DUMORE"  Utility  Motors  are  small  in  size  but  capable  of 
long,  hard  ser\ice  in  driving  many  domestic  appliances,  or  with  at- 
tachments lor  ])olishing  silverware,  cleaning  cutlery,  sharpening 
knix  es,  etc..  etc. 


TYPE  "C"  1/16  H.P. 

Light  and  powerful.    Always  ready 
for  use,  and  is  as  near  trouble  proof 
as  it  is  possible  to  make  a  motor. 
Equipped  regularly  with  3-step  pul- 
ley on  one  end  of  the  motor  shaft 
and  a  wheel  arbor  on  the  other, 
together  with   emery  wheel.  The 
Type  "C"  can  be  equipped  the  same 
as  the  Type  "D"  motor  if  so  ordered. 
Just  the  motor  for  light  polishing  and 
buffing  work.     Equipped  with    8  ft.  of 
cord  and  attachment  plug.  Cutler-Ham- 
mer   3-speed    Rheostat.      Speeds  2000- 
6000-8000  R.P.M. 


Practical— Efficient— Economical 

I'r.r  jewelers.  Dentists,  Hotels  and  Restaurants  the 
••UL'MORE"  Utility  Motor  will  be  found  indispens- 
able in  a  great  many  ways.  Furnished  in  three  sizes 
_"A"— 1/25  H.P.;  -C'— 1/16  H.P.,  and  "D"— 3^  H.P. 
For  the  benefit  of  the  trade  we  have  undertaken  to  ad- 
vertise these  famous  "DUMORE"  small  motors  to  the 
public  through  the  Daily  Papers  from  coast  to  coast, 
and  it  will  be  to  your  distinct  advantage  to  carry  this 
line  in  stock  for  demonstration  when  called  upon  to 
do  so. 

For  full  particulars,  prices  and  attractive 
literature,  write  our  nearest  house 


TYPE  "D  "  1/8  H.P. 

TThe  Type  "D"  Motor  is  one  of  the  most  popular 
of  stock  sizes.  Is  especially  adapted  for  jewelers 
and  dentists-  work.  Equipped  with  8  ft.  cord  and 
attachment  plug.  Cutler-Hammer  :?-speed  Rheo- 
stat in  the  base.  Shaft  ends  are  tapered.  Kitter 
chucks  and  wheel  arbors  can  be  used  on  this 
motor.    Speeds  2000-0000-8000  R.P.M. 


Norfher/r  E he  trie  Compartv 

LIMITED 

MONTREAL  TORONTO  ^^^^ct^y 

HALIFAX  LONDON  CALGARY 

OTTAWA  WINNIPEG  VANCOUVER 
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O-B  Gas-Weld  Bends  are  particularly  suited  for  paved  streets.  Only  one  or  two  bricks 
need  be  removed.  The  splice-plate  is  not  disturbed — a  valuable  feature  on  any  kind  of 
rebonding. 

O-B  Rail  Bonds 
Score  Four  Big  Points 


One  lars^e  electric  railway  commenced 
rehondino-  two  years  ago  and  has  used  for 
the  work  a  total  of  5500  O-H  Gas  Weld 
lionds. 

Recently  the  road  reported  lliat  due  to 
the  O-B  r.onds: 

It  has  cut  power  cost. 

It  has  "iven  better  service. 


It  has  reduced  the  number  of  burnt-out 
armatures. 

it  has  kept  better  schedules. 

Good  bondino-  always  saves  money  and 
improves  ()peratit)n. 
!40od  l)ond. 

There  are  several 
condition,  'l^vkc  up 
otu'  bondin; 


Any  O-B  Bond  is  a 


h 


types — one   for  eai 
your  probU'ins  with 
specialists. 


THE  OHIO  BRASS  COMPANY,  Mansfield.  Ohio 
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Specify  FLEXTUBE  on  your  orders 
to  your  jobber,  and  insist  that  FLEX- 
TUBE  be  shipped.     It  will  save  you 
labor  costs,  material  costs  and  bother  of 
all  kinds. 


Flextube" 


Chicago 


P.uenos  Aires 


Montreal 
Halifax 
Ottawa 
Cobalt-''- 


Double  Compounding 


Write  for  Bulletin  No.  151  and  sample 


alional  Metal  Molding  S 

Manufacturers  of 

Electrical  Conduits   6r  Fittings 
1118  Fulton  Building,  PITTSBURGH, PA. 


Dallas  Los  Angeles 

Denver  New  York 

Detroit  Philadelphia 

Portland  St.  Louis 

Havana  Manila 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Head  Office,       -       -       -  TORONTO 
District   Sales  Offices: 
Winnipeg 
Calgary 
London 
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¥iM:  ONLY  GOOD  GOODS  ARE  IMITATED  m/kdMO^ 


What  flexible  tubing  do  they  try 
to  imitate  for  its 

Single  Wall  Construction 


Northern  Ekctrfc 

DURADUCT 


iHea.  Cjn.  Patent  Offic. 


of 


course  i 


Northern  Ehctr/c  Com  patty 


Montreal 

Halifax 

Ottawa 


UMITED 

Toronto 
London 
Winnipeg 

THe  BUCK  OOftTtO  UNt 


ISTMB  HARK  Or 

DURADUCT 


Regina 
Calgary 
Vancouver 
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ARE  YOU  WASTING  POWER  through 
Inefficient  and  Antiquated  Turbines  ? 

Maximum   Efficiency  Assured  with 

"SMITH" 
HYDRAULIC  TURBINES 

The  accompanying  illustration  shows  a  horiz- 
ontal shaft  unit  of  2000  H. P.  capacity  under 
42  head.     Write  Dept.  "N"  for  Bulletin. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

H.  B.  Van  Every.  406  IPower  Bldg.,  Montreal 


Peri^anti 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


of  Canada,  Limited 


90  Sherbourne  St. 

TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 


PERKANTI 


Hedmanol 

^^^^^^         "Tlie  material  of  a  tliousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes^  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


MICA 


KENT  BROTHERS 

Kingrston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,    Cut   to  Size, 

Splittings,   Discs,  Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 


.Sei)teiiil)fr  l.">,  I'.US 
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Absorbs  the  Shock 


Our  special  C.  &  H.  Poly-Phase 
Meter  is  safe  because  it  is  fitted 
with  new  double  terminal  blocks 
that  absorb  the  shock  and  reduce 
the  danger  of  accident  resulting 
from  overloaded  wires  and  from 
surge  conditions  during  lightning 
storms. 


C&H  Poly-Phase 


The  Company's  guarantee  goes 
with  every  instrument.  The  new 
Poly-Phase  is  as  near  perfect  as  it 
is  possible  for  a  meter  to  be. 


This  meter  also  has  more  inside 
room  for  the  connections,  and  the 
three  or  four  lines  are  carried 
straight  through  the  meter  from  the 
left  to  right.  In  every  respect  this 
C.  &  H.  Poly-Phase  is  a  Safety 
Meter,  and  is  undoubtedly  the  one 
to  select  for  Installation  on  Long 
Distance  Transmission. 


The  Safety  Meter 


Get  Full  Information 
Write  the  Makers 


Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St.,  TORONTO  61  Albert  Street,  WINNIPEG 

340  University  Street,  MONTREAL 


Most  effici- 
ent machines 
of  their  class 
on  the  mar- 
ket. 


Thorough 
in  their  work, 
reliable  in  op- 
eration and 
economical 
to  use. 

rite  to  us  for 
information. 

Onward 

Manufacturing 

Company 
KITCHENER 

Ontario 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Aoiiu'  Staiupiufi  ami  Tool  Works...  Hi 

Allen  C  ompany.  L.  B   "'1 

AlU  n  Inspci  tion  t'ompany    ">  I 

AiiHTiian  C  oiuliiii  C  ompany   


Han  hold.   W.  H  

Hcauhien.  Dc  tiaspi-   

Benjamin   l^k-clric   Mf}>;.  L\)  

Bissctt  &  Webb   

Branston  Company,  l-liarlcs  A.  .... 
Boston  Insulated  Wire  and  C  able  Co 
BovinK  Hydraulic  &  Engineering  Co 

Bradstrects  

Brandeis.  Cbarles   

British  .\luminium  Company  

Bussman   Kleciric  Co  


Calebaugli  Self  1 -ubrieatint;  Carbon 
(."ompany   

C'anada  Wire  and  Cable  Company.. 

Canadian  Bridge  Company  

(."anadian  Crocker  Wheeler  Co  

Canadian  Hart  .\ccunuilator  Co  

Canadian  {general  l-'.lectric  Co  1'. 

C'anadian  Office  and  School  Furni- 
ture Company   

Canadian   Porcelain  Company   

Canadian  Westini^house  Company  . . 

Century  Electric  Company   

Chamberlain  &  Hookham  Meter  Co. 
Limited   

Clemens  Electrical  Corporation   

Cleveland  Armature  Works   

Conduits  Company.  Limited   

Crouse-Hinds  Company   

Cutter  Company   

Cutter  Company,  Geo  


53 


-1:5 


40 
45 


4:! 


53 
9 


18 


Dennison.  H.  .1.  S   54 

Devoe  Electric  Switch  Company  ...  44 

Dominion  Iron  &  Wrecking  Co  

Dessert  &  Company    -15 

Duncan   Electrical   Company    43 


Economy  Fuse  and  Mfg.  Co   51 

Elec.  Maintenance  and  Repair  Co.  ..  55 
Electric  Railway  Improvement  Co...  18 


[•".leclric  Service  Supplies  Company., 
[•Electrical  Teslin,!^  Laboratories  ... 
I'.wart  I'v  lacob   


Ohio  Brass  Company   

54  Onward  Manufacturing  Company 
54     Orpen  Conduit  Company   


b'erranti   iClectric  C'ompany 
Fisher  ICiectric  Company  .  . 
Flexil)le   Conduit  Company 


() 


(i,  &  W.  Electric  Specialty  Co  

C^iest.  (i.  M.,  Limited   

Cireat  West  Electric  Company    45 

Hatheway   &    Knott    I''' 

Hessco   Company    .    .  ,  53 

Hubbell,  Harvey,  Inc  

Hughes  Electric  Heating  Co   30 

lllin(.iis  Electric  Porcelain  Company 

Jefferson   (jlass  Company    14 

Jones  &  Glassco  

Kelsch,  R.  S   54 

Kent  Brothers    Ij 

Kerry  &  Chace,  Limited    54 

L'Air   Liquide   Society   50 

Lancashire  Dynamo  and  Motor  Co.  53 

Leeds-Northrup  Company    8 

Lightfoot,  Stanley    54 

Lincoln  Electric  Company  of  Canada  44 

Lindsley  Brothers  Company    53 

Lowry,  E.  A  

Lyman  Tube  and.  Supply  Company 

Malm,  Gordon  &  Company    54 

Masco  Company    43 

Marion  &  Marion    54 

McGill  Manufacturing  Company  ...  53 

Mica  Company  of  Canada.  Ltd  

Mitchell,  Charles  H.  &  Percival  H.  54 

Moloney  Electric  Co.  of  Canada....  17 

National  Electric  Heating  Company  5(5 

National  Metal  Molding  Company.  .  .  4 

Nerlich  Company   

Northern  Aluminum  Company   51 

Northern  I-Hectric  Company    2 


Packard  Electric  Company   

Petrie,  H.  W  

Philips  Electrical  W'orks,  Eugene  F. 
Philadelphia  Electric  Company  Sup- 
ply Dept  

Power  Plant  Equipment  Company  .  . 

Pratt  &  Whitney   

Pringle,  R.  E.  T  


40 


15 
47 


Railway    and    Power  Engineering 

Corporation  

Redmond  Chemical  Products  Co.  . . 

Renfrew  Electric  Company   

Ridout  &  Maybee   

Rol)crtson   Limited.  J.  M  

RoIjImus  &  Myers  Company   

Rose  &  O'Hearn   

Sammett.   M.  A  

Sachsenmaier  &  Co..  George   

.Sangamo  Electric  Manufacturing  t'o. 

Smith  Company,  S.  Morgan   

Spaulding  &  Sons  Company.  J  

Spielmann,  Agencies.  Regd  

Square  D  Company  .  .   

Standard  Lhiderground  Cable  Com- 
pany of  Canada.  Limited   

Steel  Company  of  Canada   

Superior  Electric  Companj"   

Tallman  Brass  and  Metal  Co  

• 

Thompson,  Clarence   

Thompson,  Fred  &  Co  

Thompson- Levering  Company   

Thordarson  Manufacturing  Company- 
Toronto  and  Hamilton  Electric  Co. 
Tubular  Woven  Fabric  Company... 

Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Company... 
White  Electrical  Company.  T.  C  
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THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  measurement  of  Resistance- 
Adapted  for  Fault  Locations  In  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.     It  is  easily  portable,  its 
weight  being  but  8  pounds.    The  precision  of  adjustment  of  its  coils  (Rlieostat  1/10  per  cent., 
k  Ratio  1/20  per  cent.)  insures  accuiate  measurements.     The  galvanometer,  tlie  weakest  element 

r  of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 

for  examination  or  repair  by  taking  out  two  screws.  Tlie  battery  is  of  the  ordinary  "flash 
light"  type,  and_  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net. 
f.o.b.  Philadelphia,  boxed  for  shipment. 

1  Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Steaton  At*. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA. 
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"Galvaduct" 

The  most  perfect 
interior  construction 
Conduit  on  the  mar- 
ket. 

Recognized  as  the 
standard  of  h  i  g  h 
quality. 

Always  specify 
Galvaduct  or 

Loricated 
CONDUITS 


"Loricated" 

A  high-class  in- 
terior construction 
conduit  of  the  en- 
amelled type,  proof 
against  acid  or  other 
corrosive  agents. 

If  your  jobber 
cannot  supply  you — 
write  us. 


A  "Galvaduct"  Building 


Conduits  Company  limited 

Toronto 


LORICATED 
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Railway  &  Power  Engineering  Corporation 

Limited  ^^^^^„^^ 

MONTREAL  TORONTO 

Power  Bidg.  Head  Office:   TORONTO  Can.  Pac.  Ry. BIdg. 

Tol.  Main5(i67'  Adelaide  2675 

Railway,  Light  and  Power  Equipment 

We  Manufacture  in  Canada  the  following  Equipment: 
Railway  Motor  Armature  Coils  Trolley  Wheels 

Railway  Motor  Field  Coils  Trolley  Bases 

The  Fraser  Patent  Threadless  Pipe  Fitting 

This  fitting  is  a  new  device  and  saves  a  large  percentage  of  the  labor  cost  on  installation  of  any  pipe 
frame  work,  for  switchboards,  switch  and  bus  structures,  and  greatly  improves  their  appearance.  This 
device  is  also  ideal  for  Architectural  and  Marine  use  for  pipe  railings,  etc. 

WE  ALSO  REPRESENT 

Bates  Expanded  Steel  Truss  Company 

CHICAGO,  ILL. 

Steel  Poles  for  Railway,  Light  and  Power  Purposes.    Outdoor  Type  Substations. 

Catskill  Foundry  &  Machine  Works 

CATSKILL,  N.Y. 
Steel  Gears  and  Pinions 

Columbia  Machine  Works  &  Malleable  Iron  Co. 

BROOKLYN,  N.Y. 
Gar  Equipment  and  Tools. 

Laclede  Steel  Company 

ST.  LOUIS,  Mo. 

"Electroheat"  Axle  and  Armature  Shafts  of  all  types  and  sizes.    "Electroheat"  Annealed  side  rods,  main 
rods,  crank  pins,  piston  rods.    All  kinds  of  "Electroheat"  Forgings,  etc. 

Morgan  Crucible  Company 

NEW  YORK 
Carbon  Brushes. 

Railway  Track  Work  Company 

PHILADELPHIA 
The  Reciprocating  Track-Grinder. 

The  Trolley  Supply  Company 

CANTON,  OHIO 

Trolley  Retrievers,  Catchers,  Headlights  and  Street  Railway  Supplies. 

Westinghouse  Electric  and  Mfg.  Company 

PITTSBURGH,  Pa. 
Trolley  and  Catenary  Construction  Material. 

We  also  handle  electric  passenger,  freight,  and  express  cars  and  locomotives  of  all  types  and 

descriptions. 

Keep  this  list  before  you  whenever  you  are  in  the  market  for  equipment  and  supplies. 
All  engineering  service  without  obligation.  List  will  be  continued  in  next  issue. 
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CONDUIT  PIPE  FITTTINGS 

Made  in  Canada 


TYPE  A 


TY'PE  B 


TYPE  F 


mm 


TYPE  V 
Vapour.  Gas  and 
Dust  Proof 


In  introducing  to  the  trade  C.G.E.  Conduit  Pipe  Fittings, 
we  desire  to  call  particular  attention  to  the  following  points, 
in  connection  with  their  manufacture: 

C.G.E.  Pipe  Fittings  are  made  of  pure  metal,  carefully 
selected  to  ensure  proper  tapping  and  threading,  well-jap- 
anncd  on  the  iniidc  and  electro-galvanized  on  the  out&ide. 

The  cover  openings  are  ground  thoroughly  flat  and  screw 
holes  well  centred. 

All  covers  are  fitted  to  castings  before  shipment,  to  avoid 
possible  drilling  error  or  extreme  shrinkage  of  porcelain. 

In  general  quality,  high  finish  and  uniformity  of  product, 
C.G.E.  Fittings  compare  most  favorably  with  any  other 
make  on  the  market. 

Every  shipment  is  warranted  to  maintain  this  high  stand- 
ard—samples will  gladly  be  forwarded  free  of  charge,  on 
request. 

C.G.E.  Fittings  comprise  all  standard  types. 

C  G.E.  Fittings  are  approved  by  the  National  Board  of  Fire 
Underwriters  and  by  the  Hydro  Electric  Power  Commis- 
sion of  Ontario. 

And  they  Cost  Less  Money ! 


TYPE  VH 
Vapour,  Gas  and 
Dust  Proof. 


I'.uUetin  No.  618,  dcscriljin^-  these  fittini^s,  will  be  mailed  on 
rc(|ue-l  to  our  nearest  office. 


CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head  Office-  Toronto     Sales  Offices :  Montreal,  Quebec,  Halifax,  Sydney,  Ottawa,  Cobalt,  South  Porcupine.  London.  Winnipeg,  Cils-ivy. 

Edmonton,  Nelson  and  Vancouver. 
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Type  P-8  Portable  Instruments 

This  is  the  smallest  and  lightest  accurate  set  of  portable 
ammeters,  voltmeters,  and  wattmeters  for  A.  C.  and  D.  C. 
Service. 

It  IS  applicable  to  all  commercial  frequencies  and  wave 
forms  without  appreciable  error  and  on  direct  current  the 
accuracy  is  very  high. 

Each  instrument  weighs  under  2  pounds.  Dimensions 
are  only  4^  in.  by  4^  in.  by  2^  in. 

The  voltmeter  and  wattmeter  are  the  dynamometer  type. 
The  ammeter  is  the  iron  vane  type. 

The  windings  are  magnetically  shielded  and  a  new  design 
air  damper  has  been  applied  to  facilitate  quick  readings. 


CANADIAN  GENERAL  ELECTRIC  CO.  f 

LIMITED  I 

lli'.ul    (Iflur.    'I'niMnio      S,il<-;    Ofricc;:    Mcinlrcril.    C}u(l)fi-,    Halifax,  Sydney,  Ottawa,  Cobalt,  South  roicnpiiu',  l.oiulon,  Winnipeg,  Calgary,  M 

h'.ilinnnliin.   Nelson  and  Vancouver.  g 

illllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllllliy^ 
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Standard  Package  Assortments 


-OF- 


Decorated  and  Etched 

Illuminating  Glassware 


Illustrated  in  Catalogue  No.  6 

Selected  from  the  best  sellers 
in  the  line 


In  order  to  make  it  easy  for  our  customers  to  carry  in  stock  our  Color 
Decorated  and  Etched  Shades  we  have  made  up  Standard  Package  Assort- 
ments of  6  dozen  Shades    12  different  designs-6  pieces  of  each 


Also  Standard  cases  containing  6  Decorated  or  Etched  Bowls 

each  one  different 


Full  particulars  on  application 


Order  now  for  Fall  delivery 


Made  in  Canada  by 


Jefferson  Glass  Co.,  Limited 

K  fc^'fef  B-irst^i  TORONTO 


MONTREAL 
5  Beaver  Hall  Hill 


WINNIPEG 
Scott  Block 


VANCOUVER 
325  Howe  Street 
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"FRANKLIN"  Disconnecting  Switch 

with  Positik  ^TRANKLIN"  Lock 

tfectively  resists  electrical  expulsion  strains 


As  electrical  expulsion  strains  increase, 
the  locking  jaws  are  Held  dosed  propor- 
tionately tighter. 

Easily  opened  from  any  angle  with  one 
puUj,  without  special  hq^^ 

"^""^"Stahng  Service  and  Volf^e-:^^  


THE  PHItA©iXPHIA\Et£CTRIC 

cojvijSny  supply  dept. 

132  South  Eleventh  Street 
Philadelphia 


Iti 
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So  Does 

Benjamin  y 


».  '■  ■'■'!, 


%  K  i  -C' 


Shallow  Bowl  Reflector 
with  Type  "N"  neck 
for  any  standard  2>* 
inch  shadeholdcr. 


Deep  Bowl  Reflector 
with  Type  "B"  holder 
for  any  standard  brass 
socket. 


Angle  Reflector  with 
Type  "P"  holder  for 
direct  attachment  to 
porcelain  sockets. 


Renjamm 

PRo'dHcTS  of  CANADA 


YOUR  best  light,  provided  by  the  sun, 
costs  you   nothing.     Benjamin  light,  which 
livals  the  sun,  costs  you  less  than  haphazard, 
taken-for-granted  systems  because  it  reduces 
spoilage  and  accident  and  increases  production. 


Shade  Holder  Reflectors 

are  made  for  attachment  to  standard  sockets  and 
Benjamin  Sockets.  They  comprise  all  necessary 
shapes  for  distribution  needs.  They  include  reflectors 
with  porcelain  enameled  steel,  aluminized  steel  and 
paint  enameled  steel  surfaces. 

You  can  fit  Benjamin  Reflectors  to  your  present  light- 
ing system  and  get  immediate  results. 

Benjamin  illuminating  engineers  are  prepared  to  help 
you.  The  accumulated  lighting  data  from  our  years 
of  experience  are  at  your  disposal. 

Ask  for  our  catalog  and  any 
special  information  you  may  wish. 

Benjamin  Electric  Mfg.  Co.  of  Canada 

Limited 

11-17  Charlotte  Street,  Toronto 
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PULLMAN  FLOOR  OUTLETS 

n 


Fig.  104 
Sectional  view  of  No.  421  Out- 
let and  No.  466  Nozzle  with  Jiryant 
Receptacle  No.  1303  anil  Tlug  No. 
inil  mounted  on  lugs  of  Adjusting 
Ring. 

Quarter   Actual  Size. 


NO  MORE  BULLETINS 
Our  new  complete  catalog  No.  33  just  off  the 
the  press.     Yours  for  the  Asking. 

"THE  QUALITY  LINE- 


STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.   PITTSBURGH.  Pa. 


"BANNER"  ASSORTED  CARTON 


AUTO  1-USES    ,  ^ 


This  is  a  small,  compact. 
at  Imw  I'ist.     It  contains  100  glass 
s'Mlril  as  follows: 
.\...  1  AC -20  amp. 
..  ■_'  \  ( ; — 1.5  amp. 
."i  Xm,  L',\(  ; — 20  amp. 
.\...  .".,\(  i — 10  amp. 
The  fuses  in  all 


tubing 


i  a  very  good  assortment 
cartridge  type  fuses,  as- 


5  No.  5.^G — 15  amp 
5  No.  tiAG — 30  amp 
5  No.  GAG— 20  amp 
Total  List  $7.0(. 


in.l 
pus 

tlie 

r 


15  No.  3AG— 15  amp. 
10  No.  .3AG— 20  amp. 
5  No.  4.\G— 10  amp. 
10  No.  4AG— 15  amp. 
Killark  assorted  cartons  are  packed  in  littl 
ividual  cartons,  with  contents  clearly  marked,  preventing  all 
sibility  of  erroi-. 

No  cliarge  is  made  for  these  cartons — the  list  prices  represent 
cost  of  the  fuses  only. 


A  POINT  TO  REMEMBER 

Packing   Auto   Fuses  in   Cartons  of  10  means 
increased  Sales  and  Profits 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


Moloney  Service  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Subway  Typa 


Made  in  Canada 


Pole  Type 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  Bldj».^  Toronto 


Branch  Offices 

Montreal,  Halifax,  Winnipeti,  Vancouver 
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Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 


Ml 


th( 


I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  ns  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  circuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Office 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  in  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
or  the  wonderful  equip- 
ment of  the  Ford  Motor 
Company. 

The  Cutter  Company 

Bank  of  Hamilton  Building 
Toronto,  Ont. 

Main  Office  and  Factory: 
Philadelphia,  Pa. 

New  York,  50  Church  St. 
r)etroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone 
Hldg. 

Chicago,   Monadnock  Block. 
Pittsburgh,  Park  Building. 
Minneapolis,  Metropolitan 
Life  Bldg. 
ECCLES  &  SMITH  CO. 
Los  Angeles     San  Francisco 
Portland,  Ore. 


The  Chief 
Benefit 

derived  from 


No  Spark"  ^ 


CARBON  BRUSHES 

IS  FREEDOM  FROM  TROUBLE  REPL.\C- 
ING  AND  RESETTING  BRUSHES.  Being 
self-lubricating,  they  make  the  contacts  prac- 
tically frictionless  and  reduce  commutator  re- 
pairs enough  to  pay  for  themselves  several 
times  over.  With  these  carbon  brushes,  the 
machine  runs  noiselessly  without  any  sparking. 
These  are  facts  which  you  can  at  once  prove. 

Write  for  our  latest  Bulletin 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


The  Erico  Bond  Welder 

The  combined  weight  of  the  rheostat  and  furnace, 
whicli  comprise  the  equipment  of  the 

Erico  Portable 

is  approximately  300  pounds,  which  enables  _  easy  re- 
moval from  tracks  insuring  no  holdup  of  traffic. 

The  outfit  installs  the  standard  ERICO  rail  bond, 
allowing  no  flame  or  arc  to  strike  either  rail  or  bond. 

The  Rheostat  is  especially  adapted  for  arc  welding 
purposes  of  all  kinds. 

We  will  be  pleased  to  furnish  full  particulars  upon 
request  in  regard  to  our  very  efficient  equipment. 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 

CLEVELAND,  OHIO  .   


Every  Man  From  Factory  Employee  to  Employer 
A  Booster  For  The  Motor  Dealer 


The  reliable  operation  of  R  &  M  Motors  en- 
lists the  goodwill  of  every  man  in  the  factory 
where  they  are  used. 

The  owner  who  makes  larger  i)rolits,  the 
superintendent  who  finds  it  easier  to  maintain 
production  schedules,  the  millwright  whose  up- 
keep worries  are  reduced,  the  machine  laborer 
whose  ()Ut])Ut  and  earnings  are  increased — all 
speak  a  good  word  for  the  motors  which  in- 
crease their  efficiency  and  for  the  dealer  who 
sells  them. 

This  is  one  reason  why  dealers  find  R  M 
Motors  easy,  profitable  sellers.  Another  rea- 
son is  that  the  R  &  M  Motor  and  its  service 


reliability  are  generally  known  to  prospective 
new  motor  users  as  well  as  to  experienced 
users  of  electric  power. 

Dominant  advertising  in  the  leading  general 
magazines  which  has  continued  consistently 
vear  after  year  for  a  decade,  had  made  the 
Robbins  &  Myers  Motor  favorably  known  to 
nearly  everyone — the  man  who  has  not  yet 
bought  his  first  motor  and  the  large  motor, 
user  alike. 

The  service  reliability  and  known  ([uality  of 
the  R  &  M  Motor  combine  to  produce  a  pro- 
fitable, growing  motor  business  for  the  R  &  M 
dealer. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,   Philadelphia.   Boston,   Buffalo,   Cleveland.  Cincinnati,  Chicago,  St.  Louis,  San  Francisco. 

CANADIAN  DISTRIBUTORS 

The  Century  Electric  Co.  Costello  &  Crowe  Dawson  &  Co     Ltd.  La  Cie  Codere  &  Fils,  Inc.  Mechanics  Supply  Co..  Ltd. 

Moritreal  Ottawa  Montreal  Sherbrooke  gueDec 

Eastern  Electric  Co.        lohn  Starr.  Son  &  Co..  Ltd.  Great  West  Electric  Co.  Rogers  Electric   Co..  Ltd. 

St.  John  Halifax  Winnipeg  Toronto 


Hobbins  &  M^cr$  Motors 
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"Daylight  Saving"  Has  Claimed  the  Shaded  Area 

'I  he  load  curve  above  is  tyijical  ui  the  changed  condition  of  the  evenin"'  peak  brought  about  by 
"Daylight  Saving"  Time.  Jt  jjrobably  a[)i)roximates  your  own  situation  and  you  have  no  doubt 
already  given  serious  consideratiim  li»  its  meaning  in  dollars  and  cents.  r>ut  what  are  you  doing  to 
remedy  thi.s  condition? 

The  proposition  is  simple,  ^'ou  have  lost  some  load  due  to  "Daylight  Saving"— load  that  cannot 
be  gotten  back.  The  next  best  thing  then  is  other  load— preferably  load  that  is  as  nearly  protirable 
as  that  which  has  been  lost.  .\nd  a  Hughes  Electric  Range  load  comes  as  near  to  being  the  solution 
as  anything  that  it  is  possible  to  secure ! 

Never  before  has  the  Hughes  I'.lectric  Range  lieen  so  im])ortant  economically  as  it  is  today. 
Never  has  it  offered  such  tremendous  ])ossibilities  to  the  nation  as  a  conser\ er  of  food,  fuel,  trans- 
I)ortation,  time  and  labor.  And  never  before  has  it  held  out  greater  advantages  to  central  stations  as 
a  load  builder  of  certain  revenue  earning  power!  Now  all  of  this  is  amplified  by  a  new  National  Time 
which  has  made  a  new  "valley"  in  the  s^tation  load  curve- a  gap  that  more  than  ever  indicates  the 
advantages  of  a  Hughes  Electric  Range  load. 

HUGHES  ELECTRIC  HEATING  CO. 

364  Richmond  W.  TORONTO,  ONT. 
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in  (Iciiiandin!-  thai  when  the  St.  Lawrence  River  is  devehip- 
ed  it  shall  be  in  such  a  way  as  to  conserve  the  ri.ijhts  of 
lioth  nations,  '/lie  war  necessity  plea  is  the  natural  ar.^u- 
nicnt  (if  an  opportunist  and  must  not  pass  vvitlmut  the  most 
t  h  o  r  o  u  ,t;"h   i  n  v  e  s  t  i  s  a  t  i  o  n . 
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The  St.  Lawrence  Power  Co.  Demands 

Comparatively  little  progress  appears  to  have  been  made 
toward  a  decision  in  the  matter  of  the  application  of  the 
.St.  Lawrence  Power  Company  for  permission  to  construct 
a  deflecting  weir  in  the  St.  Lawrence  River  at  the  Long  Sault. 
The  Canadian  Government  takes  the  stand  that  it  is  a  mat- 
ter for  consideration  by  the  two  countries  involved  and  that 
it  is  without  the  jurisdication  of  the  International  Water- 
ways Commission.  On  this  basis  it  is  argued  that  the 
proposed  works  would  be  in  direct  contravention  of  exist- 
ing treaties.  The  feeling  is  general  in  Canada  that  the  St. 
Lawrence  Power  Company,  which  is  a  subsidiary  of  the  Am- 
erican Aluminum  Company,  is  making  the  plea  of  war  exi- 
gency to  secure  concessions  which  would  not  be  considered 
under  no  rmal  conditions.  No  doubt  the  suggestion  that  the 
consent  of  the  Canadian  Government  would  be  forthcoming 
on  condition  that  the  work  be  removed  within  a  year  after 
the  ending  of  the  war  is  born  of  this  thought.  Considering 
that  the  cost  of  the  weir  is  only  estimated  at  .$t2.j,000,  as 
compared  with  assets  of  this  company  probably  running  into 
around  one  thousand  times  this  amount,  the  scrapi)ing  of 
the  work  would  cause  the  company  no  linancial  inconven- 
ience. The  argument  that  the  whole  thing  is  just  a  "i)ower 
grabbing"  scheme  seems  to  lie  further  borne  out  liy  the 
fact  that  this  company  has  large  blocks  of  undeveloped  power 
at  different  points  in  the  United  States;  for  example,  on  the 
1^  Tennessee  River,  where  it  is  estimated  some  loo.ooo  liorse- 
power  is  running  to  waste. 

Canada  seems  to  have  both  law  ami  justice  on  lu'r  side 


The  T.  E.  L.  Co.  and  its  Steam  Reserve 

It  is  only  on  rare  occasions  that  the  daily  papers  essay 
to  discuss  technical  matters  and  on  those  occasions  there  is 
generally  an  evident  effort  to  advise  themselves  beforehand 
of  the  facts  of  the  matter,  but  it  is  the  exception  that  proves 
the  rule  and  in  a  recent  editorial  the  Toronto  Telegram  has 
gone  out  of  the  way  to  demonstrate  that  in  matters  about 
which  it  knows  nothing  it  can  draw  most  ridiculous  conclus- 
ions from  events  and  circumstances  that,  on  the  face  of  them, 
point  in  quite  a  dififerent  direction. 

Some  days  ago  the  cars  of  the  Toronto  Street  Railway 
Company  were  stalled  for  some  time  following  trouble  on 
their  Niagara  lines.  Now  everybody,  including  no  doubt  the 
Telegram,  knows  that  such  troubles,  in  the  present  state  of 
the  art  of  electrical  transmission,  are  inevitable.  The  Hydro 
lines,  as  the  Telegram  well  knows,  frequently  give  trouble  and 
greatly  inconvenience  not  only  the  general  public  but,  during 
the  past  year  or  two,  the  industries,  both  essential  and  non- 
essential over  the  whole  province.  The  city  of  Toronto  has, 
of  course,  experienced  its  fair  share  of  this  Hydro  trouble 
and  time  and  time  again,  as  the  Telegram  doubtless  knows, 
Toronto  factories  producing  war  essentials  have  been  with- 
out the  necessary  power  to  operate  their  plants  because  of 
trouble  at  the  Falls  or  on  the  lines  between  the  Falls  and 
Toronto.  Everybody  realizes  that  a  steam  reserve  would  have 
been  the  salvation  of  Toronto  munition  plants  on  numerous 
occasions. 

In  all  these  years  the  service  of  the  Toronto  Electric 
Light  Company  has  been  almost  perfect.  For  example,  a 
householder  who  uses  their  service  for  electric  cooking  in  his 
home  is  authority  for  the  statement  that  in  the  last  four 
years  his  culinary  arrangements  have  been  interfered  with  on 
only  one  occasion — one  isolated  breakfast.  In  all  these  years 
the  street  railway  service  has  never  failed  except  for  a  dura- 
tion of  a  few  short  moments.  An  unbiased  review  of  these 
facts  would  seem  to  indicate  that  the  steam  reserve  of  the 
Toronto  Electric  Light  Company,  and  their  reserve  storage 
battery  plant,  might  be  largely  responsible  for  their  excel- 
lent service. 

But  at  last  the  Toronto  Railway  Company  has  failed  to 
live  up  to  previous  standards.  Why? 

The  answer,  strangely  enough,  is  given  in  full  on  another 
page  of  the  same  issue  of  the  Telegram  in  which  the  editorial 
already  referred  to  occurs,  but  evidently  and  unfortunately 
was  overlooked  by  the  editorial  writer.  It  is  pointed  out, 
there,  that  some  time  ago  Power  Controller  Drayton  issued 
an  order  requiring  the  Toronto  Electric  Light  Company  to 
operate  its  steam  plant  for  war  industries  and  that,  in  con- 
sequence, this  plant  no  longer  constitutes  a  reserve  power. 
It  is  further  pointed  out  that  through  all  the  trouble  on 
the  line,  which  left  the  cars  in  part  stranded,  this  plant  was 
operating  at  full  capacity,  carrying  essential  industries.  As 
a  matter  of  fact  the  storage  battery  plant  would  have  been 
utilized  for  the  same  good  work  had  it  been  suited  for  Jhis 
purpose  but,  in  reality,  it  served  the  essential  purpose  of  con- 
tinuing the  main  arteries  of  the  railway  system  in  operation 
so  that  the  inconvenience  to  the  public  was  infinitely  less  than 
it  would  have  been  if  this  small  part  of  the  reserve  had  not 
ln'cn  available. 

.So  these  are  the  arguments  which,  in  the  wisdom  of  the 
Telegram,  absolutely  condenni  the  use  of  a  steam  reserve. 
Essential  iiulustries  carry  on  wilhmit  interrui)tion ;  street  rail- 
way  operated   in   pari    vvheri.'.   without    lest'rve.  everything 
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«..iiUl  Ik  M  .1  >i.iiul.-lill.  riic  Tcli-gvam  appiai^  l..  liavc  small 
respect  for  the  inulliiitiice  o(  its  rcailcis  m  oxiu>  l  lluni  lo 
loMow  Mich  reasoning  ami,  iiulccd.  if  \vc  Mid  n"l  coiim.K  i 
the  management  of  this  i)aiuT  al>ovc  s\icli  susi>icion,  \vr  -li.uild 
he  inclined  to  think  that  the  eilitorial  was  wiiiuu  willi  soiiu 
ulterior  motive.  However,  there  are  the  facts  and  \vi'  an- 
>atislied  to  leave  the  whole  matter  to  the  fjood  sense  ol  tlu' 
readers  of  the  Telegram  and  to  our  own  readers.  Tlure  are 
valid  arguments,  in  normal  times,  both  lor  and  a,i;ainsl  a  sleani 
reserve  hut  no  stronger  reasons  for  its  existence  at  the  pie- 
sent  time,  and  in  the  present  case,  could  possildy  have  heen 
put  forward  than  those  so  prominently  eondenined  m  this  d- 
hn;ical  editorial. 


Emergency  Power  Plants  for  War  Work 

T.  \\  .  Sininis,  cliairnuin  of  the  Mouse  enniniittee  on  inter- 
state and  foreign  commerce.  ha>  intrndneed  m  the  U.  S. 
House  of  Representatives,  a  hill  to  he  known  as  the  Emer- 
gency Power  .\ct,  which  calls  for  the  expenditure  of  $200,- 
000.000  for  the  purchase  and  huildiu.L;  of  power  i)lauts.  One 
clause  of  the  hill  emiaower>  the  President; 

"To  construct  at  any  place  or  places  within  the  houndar- 
ies  of  the  United  States  such  power  idant  or  power  plants 
as  he  may  deem  necessary,  and  in  c.mnection  therewith  to 
construct  within  such  lioundaries  plants  for  the  production 
of  gas.  coke,  toluol,  benzol,  coal-tar  products,  and  any  other 
useful  products  that  may  he  produced  through  or  in  connection 
with  the  coking  of  coal  or  lignite,  or  through  or  in  connection 
4vith  the  combustion  of  any  fuel." 

It  does  not  appear  to  be  the  idea  of  this  Ijill  to  provide 
for  the  erection  of  hydro-electric  plants,  as  this  would  take  too 
long  a  time.  However,  a  number  of  plants  will  be  purchased 
or  placed  under  the  control  of  the  government  and  enlarged 
or  improved  where  this  can  be  accomplished  cheaply  and 
quickly;  also  it  is  planried  to  erect  a  number  of  steam  plants 
in  coal  bearing  areas  for  immediate  power  production.  ■  By 
the  expenditure  of  this  money,  the  U.  S.  Government  believe 
they  will  be  in  a  position  to  produce  the  necessary  war  pro- 
ducts in  a  minimum  of  time. 


had  the  keenest  eoini)elition  lo  deal  with,  so  that  fully  T.". 
per  cent,  of  their  energy  was  devoted  to  securing  electric 
contracts  for  which  the  coilimercia!  department  received  no 
direct  credit.  Then  the  securing  of  desirable  French-speak- 
ing salesmen  was  far  harder  proposition  than  one  would 
suppose.  Tile  leasing  laws,  under  which  all  moving  was 
done  in  the  first  three  days  of  May,  handicapped  the  company 
in  the  matter  of  doing  the  regular  work  in  the  last  half  of 
April  and  the  first  half  of  May,  the  staff  having  to  devote 
themselves  to  taking  care  of  those  moving. 

The  company  was  a  firm  believer  in  branch  offices  and 
showrooms.  While  these  were  opened  for  the  "convenience 
of  our  customers"  for  the  payment  of  bills  and  the  application 
for  service,  they  must  show  enough  profit  on  appliances  sold 
to  be  not  only  self-supporting  but  to  leave  a  surplus  to  apply 
lo  other  expenses  of  the  new  business  department. 

Since  the  opening  of  the  company's  new  store  on  St. 
Catherine  Street  West,  the  company  had  added  to  its  hues 
of  neutral  goods.  The  company,  however,  did  not  handle 
anything  but  allied  lines  such  as  pyrex  glassware,  aluminum 
cooking  utensils,  casseroles,  percolators  and  teapots  for  gas 
ranges.  Like  most  other  companies  they  had  lost  consider- 
able gas  business  to  the  electric  due  to  the  fact  that  it  had  not 
carried  a  suitable  line  of  coffee  percolators  for  gas  ranges. 
There  was  no  question  that  the  electric  percolator  had  been 
the  means  of  converting  a  great  many  people  to  the  use  of 
electricity  for  various  purposes. 

The  securing  of  goods  and  the  steady  increase  in  prices 
had  been  a  great  hindrance  to  the  commercial  departments 
Init  the  companies"  selling  prices  had  been  advanced  to  keep 
pace  with  the  enhanced  costs. 


The  Commercial  Department  in  War  Time 

Mr.  W.  B.  Johnson,  manager  of  the  new  business  de- 
partment of  the  Montreal  Light,  Heat  and  Power  Consolidat- 
ed, read  a  paper  on  "The  Commercial  Department  in  War 
Time",  at  the  convention  of  the  Canadian  Gas  Association, 
held  in  Montreal.  There  were  some  points  in  the  paper  which 
are  of  interest  to  electrical  as  well  as  gas  men.  Mr.  John- 
son discussed  the  question  as  to  whether  companies  should 
have  discontinued  commercial  work  after  the  outbreak  of 
war.  His  company,  said  Mr.  Johnson,  had  not  found  it  nec- 
essary, nor  advisable,  to  change  the  policy  in  this  respect. 
It  had  been  working  for  years  on  the  principle  that  the  new 
business  department  should  be  self-supporting  and  he  was 
glad  to  note  that  so  many  companies  were  now  seeing  the 
wisdom  of  this  policy  and  adopting  it,  although  many  former- 
ly ridiculed  the  idea.  He  believed  that  every  dollar  earned 
by  the  commercial  department  should  be  spent  for  the  pro- 
motion of  the  business  and  the  obtaining  of.  the  goodwill  of 
the  public. 

In  the  adoption  and  carrying  out  of  such  a  policy  there 
were  many  things  that  must  be  considered  and  which  were 
governed  by  local  conditions.  The  methods  followed  by  one 
company  might  not  prove  successful  in  another  city,  so  that 
local  conditions  should.be  studied  before  adopting  new  met- 
hods or  systems. 

Mr.  Johnson  then  enumerated  some  f)f  the  problems  of 
his  own  department.  One  was  that  the  Montreal  Light.  Heat 
and  Power  Consolidated    was  a  combinatifni  company  and 


Safety  Memoranda 

The  Ontario  Safety  League  are  distributing  the  follow- 
ing timely  item: 

We  have  noticed  a  large  increase  in  accidents  along  Elec- 
tric Railway  tracks,  especially  on  grades. 

We  have  investigated  a  number  of  these  accidents,  and 
find  that  one  of  the  most  fruitful  causes  is  the  common  prac- 
tice among  drivers  of  automobiles  and  other  vehicles,  of 
keeping  on  the  tracks  unnecessarily,  or  of  driving  alongside 
and  stopping  close  to  the  tracks. 

This  practice  is  particularly  dangerous,  on  account  of  the 
increasing  width  of  the  railway  cars,  and  the  increasing  con- 
gestion of  this  branch  of  traffic. 

Six  feet  at  least,  from  the  tracks,  wdiere  possible,  should 
be  allowed  to  permit  railway  cars  to  pass  with  safety  to 
vehicles  and  the  passengers  of  both. 

The  League  is  asking  the  co-operation  of  railways  and 
drivers  of  all  vehicles,  in  this  matter,  and  is  posting  notices 
asking  drivers  to  keep  off  the  tracks. 

Any  assistance  you  may  be  able  to  give  us  in  the  pre- 
vention of  accidents  of  this  nature  will  be  very  much  appre- 
ciated. 

Ontario  Safety  League. 

J.  F.  \\'yse. 

Organizer  &  Engineer 


Illuminating  Engineers  to  Discuss  War-time 
Lighting  Problems 

The  Illuminating  Engineering  Society  will  hold  its  an- 
nual convention  at  the  Engineering  Societies  Building. 
West  :!9th  Street,  New  York  City,  October  10th  1918.  War- 
time lighting  economies,  the  use  of  better  lighting  in  speed- 
ing up  war  production  and  manufactures,  the  lighting  of 
camps,  effect  of  lighting  curtailment  on  crime,  and  auto- 
mobile headlight  legislation  will  be  among  the  subjects  to  be 
<liscussed  by  lighting  authorities  of  national  reputation. 
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How  the  Electrical  Services  Were  Affected 

in  the  Halifax  Disaster 


The  Explosion  and  the  Telephone 

By  Mr.  W.  H  Hayes* 

The  plant  of  the  Maritime  Telegraph  &  Telephone  Com- 
pany, Ltd.,  comparatively  speaking,  received  little  damage 
outside  the  area  in  the  vicinity  of  the  explosion,  and  other- 
wise was  in  full  operation  shortly  after  the  explosion  occur- 
red. 

.\11  the  buildings  of  the  company  were  more  or  less  dam- 
aged. The  "Lome"  central  office  building  most  of  all,  it 
being  in  the  north  end  of  the  city. 

Local  and  Long  Distance  Lines  Wrecked. 

All  the  poles,  cables,  wires  and  telephones  in  the  de- 
vastated area  were  of  course  almost  wiped  out  of  ex- 
istence, and  those  that  were  not  were  so  broken  and  tangled 
up  with  electric  light  and  power  wires,  they  were  of  no  further- 
use.  The  long-distance  lines  of  the  company  passed  right  by 
the  spot  where  the  ill-fated  boat  exploded,  and  were  on 
poles  Ji.'j  to  40  feet  in  height,  along  with  the  wires  of  the 
Western  Union  Telegraph  Company.  A  gap  of  one  mile  was 
blown  in  this  line  of  poles. 

The  "St.  Paul"  central  office  building,  located  in  the 
centre  of  the  city,  had  the  majority  of  its  windows  blown  in, 
as  atso  the  head  office  building  located  near  by,  a  number 
of  the  employees  being  more  or  less  cut  about  the  hands  and 
face  with  flying  glass.  The  "Harbor"  central  office  building, 
located  across  the  harbor  in  Dartmouth,  had  all  its  doors  and 
windows  blown  in,  but  no  one  was  hurt. 

The  company  had  just  completed  a  fine  new  central  office 
building  on  Sackville  street,  opposite  the  Citadel  Hill,  which 
they  have  since  occupied  as  the  "Sackville"  central  office, 
replacing  the  old  "St.  Paul"  office.  This  new  building  had  all 
the  doors  and  windows  l)lown,  some  out  and  others  m.  It 
had  just  been  fitted  up  with  the  latest  type  of  switchboard 
and  would  have  been  put  into  service  two  days  later.  While 
the  explosion  delayed  the  putting  of  it  into  service,  it  also 
forced  the  change  to  be  made  at  the  very  first  opportunity, 
owing  to  the  congestion  in  the  old  office.  The  change  was 
therefore  made  on  the  night  of  Deceml)er  ;32n(l,  two  weeks 
after  the  explosion.  A  staff  of  Northern  Electric  Conipany's 
men  were  at  work  in  this  building  when  the  explosion  oc- 
curred, finishing  up  the  work  of  installing  the  new  equipment, 
and  some  of  them  were  very  1)adly  cut  with  the  flying  glass. 
.\  great  deal  of  the  glass  in  small  particles  got  into  the  fine 
parts  of  the  equipment,  necessitating  a  great  deal  of  tedious 
work  to  remove. 

With  the  exception  of  two  of  the  young  lady  operators, 
who  were  off  duty  at  the  time,  and  who  were  instantly  killed 
at  their  homes,  all  the  employees  of  the  Company  escaped 
serious  injury  and  were  soon  at  work  again. 

Switchboard  Equipment  Escapes  Damage. 

The  fact  that  none  of  the  equipment  in  the  way  of  switch- 
boards, etc.,  in  the  central  offices  sustained  any  damage,  en- 
abled the  company  to  restore  the  service  to  most  of  the  sub- 
scribers not  in  the  devastated  area,  with  very  little  delay. 
It  is  not  likely  there  would  have  been  any  interruption  what- 
ever to  the  continuity  of  the  service,  except  for  the  report 
circulated  innnrdiately  after  tlie  explosion,  that  an.itlur  e\- 
"Assistant  Mana^'cr  Maritime  Telcgrapli  <^  Telephone  Co. 


plosion  was  imminent,  and  the  order  for  every  one  to  get 
out  into  the  open.  This  caused  every  employee  to  flee  for 
safety  along  with  the  rest  of  the  population,  leaving  the 
switchboards  to  run  themselves.  This  condition  lasted  for 
about  one  hour  and  a  half,  when  word  was  sent  around  that 
all  danger  was  passed.  The  operators  and  other  employees 
then  began  returning  to  work  in  ones  and  twos  until  a  full 
staff  was  on  hand. 

In  the  meantime  the  central  office  batteries  had  run  down 
and  required  recharging.  This  could  not  be  done  until  the 
power  company  turned  on  their  current,  which  they  were 
very  loth' to  do  owing  to  the  possibility  of  starting  fires 
through  damaged  wiring.  However,  after  consulation  with 
the  City  Electrician,  Mr.  Colpitt,  it  was  decided  to  take  the 
risk.  Fortunately  it  caused  no  further  damage  and  the  switch- 
lioards  were  soon  in  full  operation  on  the  "St.  I'aul"  office, 
but  the  "Lome"  office  being  in  the  area  cut  off  liy  the  ex- 
plosion, it  was  two  days  before  current  could  be  turned  on 
to  charge  the  batteries  in  that  office.  Luckily  the  batteries 
had  sufficient  life  to  carry  the  load  until  the  current  was 
available. 

In  the  "Harbor"  office  the  battery  charging  current  is 
supijlied  from  Halifax  by  submarine  cable  across  the  har- 
bour; this  cable  had  been  damaged  and  no'  current  was 
availalde  there.  This  was  overcome  temporarily  by  the  in- 
stallation of  a  complete  gas  engine  and  motor  in  one  unit, 
which  did  the  work  until  the  current  from  the  usual  source 
could  l)e  supplied.  * 

The  first  thing  required  was  to  get  the  openings  in  the 
different  buildings  closed  up  liefore  night  set  in,  and  with 
f|u:ck  and  intelligent  work  on  behalf  of  the  staff  was  fairly 
well  accomplished. 

Telephone  Connection  with  Dartmouth  Severed. 

The  telephone  connection  between  Halifax  and  Dart- 
mouth is  maintained  by  means  of  submarine  cables  carrying 
100  wires.  These  cables  were  found  to  be  working  immed- 
iately after  the  explosion  but  not  for  long;  they  had  been 
damaged  but  not  enou.gh  to  cut  them  off  entirely.  However 
the  storms  that  came  up  right  after  completed  the  work,  and 
the  service  was  cut  off  between  the  two  places.  It  was  im- 
possible to  stop  out  on  the  harbour  in  order  to  take  the 
cables  up  to  make  repairs,  or  to  lay  new  cables,  owing  to 
the  severity  of  the  storm,  which  raged  day  after  day.  Con- 
sequently l)efore  the  weather  moderated  a  number  of  ships  had 
been  bhjwn  up  and  down  the  harbour,  dragging  their  anchors 
to  such  an  extent  that  they  caught  in  the  cables,  and  twisted 
and  shifted  them  about  so  that  they  were  completely  ruined 
and  unfit  for  further  use.-  l-'ortunately  a  new  100  wire  cable 
was  already  in  stock  and  as  soon  as  it  was  possible  to  do  so 
this  was  laid  across  the  harbour,  but  a  week  or  ten  days  had 
elapsed  during  which  time  Halifax  and  Dartmouth  were  tele- 
[)honically  severed. 

.\fter  getting  the  operating  force  at  the  switchboards 
and  the  opening  in  llu'  buildings  closed  up  temporarily,  at- 
tention was  next  turned  to  getting  the  Long  Distance  Lines 
in  working  order.  It  was  impossible  to  rebuild  the  blown 
away  part  of  the  p(de  line  owing  to  the  fires  which  were 
raging  and  the  rescue  work  going  on,  even  if  the  help  and  ma- 
terial had  been  available,  which  it  was  not.  Some  other 
means  had  to  l)e  found  to  bridge  the  gap  and  that  without 
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Jelay.  This  was  done  by  coniu-ctiii;-;  .i"  i'"  1  Disiamc 
lines,  wlu-re  llu-y  pass  throujili  Kockin.uliani.  aluuu  ilnoi'  nnlo 
north  of  tht-  cOntrc  of  tlu-  e  ity.  i>ii  to  llu-  local  suburlnm 
lines  running  in  that  ilirection.  which  iiitcr  the  i,  ity  via  a 
ihtTercnt  route  to  tluU  of  the  Lonj;  Oistaiuc  liius,  and  which 
were  not  ilama.yed  by  the  explosion.  This  teini)oiary  ai- 
ranifenu-nt  enabled  the  Company  to  place  its  main  Lons 
Distance  lines  into  service  the  next  day  after  the  explosion, 
ant',  to  supcrinipose  on  one  ol  iliem  a  tele.urapli  circuit 
through  to  Boston  for  the  .\ssociated  Press  service,  which 
carried  the  hrst  full  account  of  the  ilisaster  to  the  outside 
worhl. 

.\  piece  of  iron  from  otT  tlie  doomed  boat,  weighing  about 
lbs.,  came  crashing  through  the  roof  of  the  "Lome"  central 
otVu-e  building  and  landed  about  two  feet  from  the  operators, 
embedding  itself  in  the  Hoor.  It  just  escapetl  the  switchboards 
by  about  two  incht^s.  This  building  at  first  sight  appeared  to 
be  a  total  wreck;  all  tlie  wiiuh)w^s  gone  and  many  of  the 
doors:  the  back  part  of  the  building  being  broken  away  from 
the  front  part,  and  daylight  could  be  seen  through  the  walls 
in  many  places.  Bits  of  boards,  canvas,  cotton  and  every 
conceivable  thing  that  could  be  got  were  used  to  close  up  these 
openings.  Even  tlie  window  blinds  were  torn  down,  those 
that  had  not  been  blown  down,  and  used  for  this  purpose. 
When  the  blizzard  came  the  next  day  the  staf?  suffered  con- 
siderably from  lack  of  heat.  It  was  impossible  to  keep  the 
buildinji  warm  with  the  regular  heating  apparatus  owing  to 
the  drafts  blowing  through  in  every  direction.  Temporary 
Steves  were  obtained  as  quickly  as  possible,  and  more  perma- 
nent repairs  were  made  speedily.  Only  in  this  way  was  it 
possible  to  get  along  and  keep  the  staff  at  work. 

The  number  of  telephones  lost  and  destroyed  were  be- 
tween 800  and  900.  and  all  in  the  devastated  area.  The  total 
direct  cost  of  the  damage  to  the  Company  will  be  about 
^r..-).000.'  The  indirect  cost,  that  is,  the  expenditures  the  Com- 
pany will  be  compelled  to  make  owing  to  changes  being 
forced  upon  them  on  account  of  tine  explosion,  will  probably 
))e  over  one  hundred  thousand  dollars  alone. 

The  outstanding  feature  of  the  work  was  the  loyal  self- 
sacrihcing  work  of  the  operators  at  the  switchboards  and  the 
repairmen  who  had  to  face  the  awful  weather  and  keep  it  up 
day  and  night.  The  operators  were  at  the  switchboards  con- 
tinually, their  meals  were  brought  in  to  them,  and  at  first 
it  was  necessary  to  supply  them  with  sleeping  accommoda- 
tions. Owing  to  the  severe  weather  conditions,  and  no  street 
cars  in  operation  it  was  necessary  to  convey  the  staff  of 
•about  80  operators  to  and  from  their  homes  or  places  of  re- 
fuge. This  work  of  course  had  to  be  performed  by  the  men 
of  the  staff,  with  motors,  sleighs  or  any  form  of  conveyance 
])ossible  to  obtain  that  would  answer  the  purpose. 

The  extra  demand  on  the  service  was  enormous;  the 
Relief  Committee,  the  tem])orary  hospitals,  railway  and 
others  all  wanted  additional  and  special  service  to  assist  them 
in  their  humane  work  of  helping  to  relieve  the  suffering. 
Lines  had  to  be  built,  telephones  installed,  and  also  a  numlier 
of  private  switchboards  were  wanted  to  properly  take  care 
of  the  vast  amount  of  calling.  Hundreds  of  people  did  nothing 
else  all  day  long  but  sit  with  the  telephone  calling  and  receiv- 
ing calls,  and  when  necessary  to  leave  others  took  their  place 
and  thus  kept  it  going.  It  was  all  supplied  and  the  service 
rcnd'-red  as  well  as  It  was  humanly  possible  to  do  so. 


Electrical  Installation  and  Repairs 

Halifax  in  prc-Vvar  days  could  never  be  called  a  well 
lighted  city,  although  some  attempts  had  been  made  to  in- 
troduce modern  lighting  into  the  business  districts,  but  with 
war  regulations  in  force  street  lighting  was  greatly  curtailed, 
and  aside  from  a  stray  arc  lamp  and  the  light  from  show 


windows,  streets  were  dark  .  The  explosion  of  December  Gth 
liiiislied  the  street  lighting,  as  practically  every  window  in 
the  city  was  destroyed,  and  consequently  all  store  doors  and 
windows  were  boarded  up  and  the  meagre  light  from  these  . 
sources  cut  off.    The  explosion  badly  damaged  the  light  and 
power  lines  of  the  Nova  Scotia  Tramway  Company,  and  they  . 
were  practically  wiped  out  in  the  devastated  area,  although  \ 
in  those  districts  of  the  city  where  their  poles  were  left  .| 
standing,  they  made  very  quick  recovery,  and  with  emergency  ] 
gangs  accomplished  wonders  in  a  very  short  time  in  the  : 
matter  of  restoring  these  services. 

Naturally  all  repair  work  was  sadly  handicapped  by  the 
necessity  of  workmen  having  to  look  after  their  missing- 
relatives  and  friends,  getting  the  injured  to  hospitals  and 
providing  some  protection  for  their  families  and  many  of  the 
Tramway  Company's  employees,  including  foreman  and  m- 
spectoJ-s,  were  either  killed  or  injured.  The  blizzard  of  Dec. 
7th  and  succeeding  days  tied  up  all  transportation  and  held 
up  repair  work  on  the  lines,  as  well  as  causing  additional  ser- 
ious damage;  street  car  traffic  was  utterly  demoralized  for 
days  and  the  task  of  getting  the  roadways  clear  and  the  lines 
in  working  order  was  herculean. 

Darkness  Hampers  Relief  and  Repair  Work. 

The  lack  of  light  in  the  north  end  of  the  city  was  a  great 
drawback  to  those  engaged  in  rescue  work,  and  the  avail- 
able supply  of  Daylos  was  quickly  in  use.  Many  of  the"  auto- 
mobiles engaged  in  the  work  carried  a  supply  of  candles  for 
the  use  of  householders  who  were  without  light  of  any  de- 
scription, and  those  trying  in  the  darkness  to  effect  temporary 
repairs  to  their  homes. 

After  the  urgent  rescue  work  had  been  attended  to,  the 
first  great  rush,  as  far  as  the  electrical  houses  were  concern- 
ed, was  the  supplying  of  lamps  and  effecting  necessary  re- 
pairs to  the  equipment  in  the  hospitals,  shelters,  bakeries, 
groceries  and  household  furnishing  stores;  followed  by  the 
equipping  of  churches,  basements,  schools  ami  any  available 
place,  as  temporary  homes  for  hundreds  of  families.  With 
the  rush  of  hospital,  relief  and  repair  parties  to  the  city,  it 
was  necessary  to  equip  any  vacant  buildings  which  were  suit- 
able, as  camps,  bunkhouses  and  dining  rooms  and  the  avail- 
able electrical  workers  in  the  city  were  far  from  sufficient 
to  look  after  this  necessary  work,  and  many  were  brought 
in  from  outside  places,  Montreal  and  Quebec  supplying  the 
major  portion. 

As  soon  as  the  relief  work  was  thoroughly  organized 
and  put  on  a  permanent  working  basis,  the  matter  of  erect- 
ing temporary  homes  for  several  hundred  families  was  taken 
up  energetically  and,  approximately,  a  thousand  flats  have 
been  erected  and  furnished  in  a  very  comfortable  manner  for 
the  use  of  those  who  lost  their  homes,  until  such  time  as  the 
damaged  houses  have  been  made  habitable,  or  new  ones 
erected.  The  damage  done  to  the  interior  of  the  houses 
throughout  the  city  and  which  externally  appeared  to  be  in 
good  condition  has  been  enormous  and  the  plaster  in  a 
large  perecentage  in  the  houses  in  the  city  has  fallen,  or  has 
been  damaged  to  such  an  extent  as  to  make  its  removal  neces- 
sary. This  necessitates  a  very  great  deal  of  electrical  repair 
work,  especially  in  the  older  houses  where  the  installations 
;.re  far  from  modern,  and  the  city  inspector  now  insists  that 
v/herever  it  is  necessary  to  remove  the  plaster,  all  electrical 
installations  be  made  perfectly  modern  and  up  to  a  standard 
that  will  comply  with  the  latest  regulations  of  the  Board  of 
h'ire  Underwriters. 

There  are  many  luiiulreds  of  jobs  of  this  nature  to  be 
done  in  the  city,  as  well  as  the  installations  in  the  new  mo- 
dern and  hydrostone  houses  being  erected  by  the  commis- 
sion. .\  great  deal  of  electrical  work  is  being  called  for  in 
connection  with  new  buildings  being  erected  by  the  Military 
and  Naval  authorities  and  by  the  Railway,  in  sheds,  docks. 
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passenger  station  and  car  cleaning  plant,  and  a  very  great 
deal  of  work  in  iniildings  being  erected  or  enlarged  for  com- 
mercial purposes  and  in  connection  witb  the  enlarging  of  the 
dry  dock  and  the  erecting  and  equipping  of  the  plant  of  the 
Halifax  Shipbuilding  Company.  There  is  not  sufticient  elec- 
trical labor  to  handle  this  work  and  groat  delays  are  being 
iiccasioned  tliereby.  There  are  splendid  opportunities  at  the 
])resent  time  for  a  large  number  of  competent  wiremen  and 
linemen  and  splendid  wages  with  abundant  opportunity  foi 
working  all  the  overtime  they  desire  at  inflated  rates. 


Fire  Alarm  and  Lighting  Service 


The  explosion  resulted  in  serious  damage  to  the  fire 
alarm  and  the  lighting  systems  of  the  city.  The  former  was 
put  completely  out  of  commission.  The  storage  battery, 
which  supplied  its  energy  was  thrown  from  the  racks  to  the' 
floor  by  the  concussion,  and  the  circuits  were  all  broken  down, 

i  in  many  places  in  the  city.  In  the  devastated  area  signal  boxes 
were  all  destroyed,  some  of  them  being  carried  over  100  yards 
from  their  original  positions.  The  immediate  difficulty  was 
to  establish  a  service  of  some  character,  and  in  order  to  do 
this  it  was  necessary  to  have  current.    Fortunately  Dalhousie 

'  College  had  a  set  of  batteries  of  a  type  used  for  this  pur- 
pose, and  Mr.  P.  R.  Colpitt,  the  city  e'lectrician.  was  able  to 
borrow  it.  There  I)eing  no  means  of  direct  communciation 
with  places  outside  the  city  an  order  was  placed,  within  an 
hour  from  the  time  of  the  explosion,  with  the  Northern  Elec- 
tric Co.  for  new  equipment.  The  company  took  energetic 
action,  and  immediately  sent  to  the  nearest  point  out  of  the 
city  where  it  was  possible  to  get  in  communication  with  out- 
side wires  in  order  to  rush  the  order  through.  With  the  help 

I  of  Dalhousie  College  and  of  some  Northern  Electric  men  who 

i  happened  to  be  in  the  city,  the  city  electrician  was  able  to  get 
a  part  of  the  system  in  working  order  the  ^rcond  day  after 
the  explosion.  The  greater  part  of  the  system  however,  had 
to  be  carefully  gone  over,  as,  due  to  concussion,  many  boxes; 
were  out  of  adjustment  and  would  not  respond  quickly  to  the 

j  alarm. 

The  electric  lighting  service  was  completely  demoralized 
but  after  patrolling  the  business  section  of  tlie  city,  energy 
was  turned  into  the  lines  in  the  afternoon  of  the  day  of  the 
explosion.  The  light  service  in  the  devastated  area  was  en- 
tirely destroyed,  the  poles,  (which  carry  the  lighting  and 
street  railway  wires) — being  broken,  and  the  wires  thrown 
down,  including  the  portion  of  the  high  tension  line  serving 
the  town  of  Dartmouth.  Pending  the  new  lay-out  of  this 
part  of  the  city  by  the  Relief  Commission,  nothing  has  been 
done  towards  reinstalling  the  lines.  The  plans  of  the  Com- 
mission are  to  establish  an  underground  service  in  the  dis- 
trict referred  to,  with  ornamental  poles  for  street  lighting.  The 
city  is  negotiating  with  the  Halifax  Power  Co.  with  a  view 
to  the  street  lighting  being  undertaken  by  that  company, 
with  energy  from  a  water  power  on  the  North  East  River, 
18  miles  from  Halifax.  If  these  negotiations  are  completed 
the  city  will  be  equipped  with  about  1,000  lamps,  consisting 
of  luminous  arcs  and  nitrogen  incandescent  lamps  of  different 
capacities,  the  large  ones  for  the  business  section  and  the 
small  ones  for  the  residential  districts.  The  present  sy.stem 
I  consists  of  a  series  of  enclosed  .arc  lamps. 

The  outside  wiring  situatinti  tliroughout  the  piMvince  has 
!)een  put  under  the  charge  of  the  I'rovincial  I'lddic  Utilities 
Commission,  which  is  pre|>aring  a  set  of  rules  to  be  shortly 
issued  tr  all  companies.  This  will  result  in  tiie  line  work  iie- 
ing  greatly  improved  and  standardized  ihrcniglicMit  the  prn 
vince.  where  cliiuatie  ami  other  eiinditions  are  exceptinnall\' 
severe. 


Hydro-electric  Possibilities  of 
the  Halifax  District 

—   By  Mr.  G.  E.  Booker  

It  will  probably  be  of  interest  to  those  who  know  little 
of  Nova  Scotia,  lo  learn  that  within  a  radius  of  fifty  miles 
of  the  city  of  Halifax  there  are  no  fewer  than  eleven  rivers 
and  streams  capable  of  developing  a  total  of  some  seventeen 
thousand  horsepower. 

None  of  the  developments  are  large,  due  to  the  com- 
paratively small  watersheds  of  the  respective  rivers;  but 
owing  to  the  rugged  nature  of  the  country,  effective  heads 
of  from  fifty  to  two  hundred  feet  and  over  are  obtainable. 
Up  to  the  present  time,  however,  practically  no  use  has  been 
made  of  this  water  power,  in  fact  only  one  stream  is  develop- 
ed to  anything  like  capacity,  and  that  is  only  equal  to  about 
three  hundred  horse-power.  Although  there  have  been  a 
number  of  schemes  drawn  up  within  the  last  few  years, 
nothing  has  up  to  the  present  materialized. 

The  Halifajc  Power  Co.,  Ltd.,  has  the  construction  of  its 
first  unit  on  the  North-east  River  under  consideration,  and 
hopes  to  have  same  completed  at  an  early  date. 

The  demand  for  cheap  electrical  power  is  one  of  vital 
importance  to  this  locality,  not  only  in  the  encouragement 
of  new  industries,  but  as  a  means  of  fuel  conservation.  The 
attached  list  of  rivers  and  streams  in  the  locality,  together 
with  the  power  capacity  of  each,  is  compiled  from  the  Pro- 
gress Reports  of  the  N.  .S.  Water  Power  Commission,  the  ac- 
tivities of  which  body  are  under  the  cflicient  direction  of  Mr. 
K.  H.  Smith,  resident  engineer  for  the  Dominion  Water 
Power  Branch. 

Hydro-Electric  Power. 

Several  of  the  smaller  municipalities  in  the  Province  are 
also  contemplating  the  development  of  Hydro-electric  power 
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Jlylio  possiljilitics  in  vicinity  of  Halifax 


for  lighting  and  power  purposes,  as  the  advanced  cpst  of  luel 
has  greatly  increased  the  cost  of  operating  the  existing  small 
steam  plants.  Unquestionably  every  stream  which  can  be 
utilized  for  ipower  i)urposes  economically  should  be  develojied 
now;  as  it  is  only  by  thus  making  preparations  for  increased 
industrial  activity  after  the  close  of  hostilities  that  can  wc 
hope  to  be  in  a  position  to  compete  with  our  manufacturers 
in  the  world's  markets.  In  this  connection  it  may  be  pointed 
Milt  that  Great  Britain  had  up  to  the  outbreak  of.  the  war  only 
three  small  Mydro-electric  developments,  aggregating  only 
some  three  hundred  and  fifty  horse-power.   Since  that  time. 
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luiwcvt-r.  dcvclopuu-nls  c;ip;il>le  nf  :m  .>iH|uii  m  .iluuil  lUvi'ii 
tlu'usaml  horse-power  have  lu-i-n  con>iriu  U'il  1>\  piix  iu-  pai- 
tii-s:  anil  furihcr  additions  asKresatiny:  sonic  sevinly  thous- 
and horse  power  are  under  consideration,  as  a  imaiis  ol  dh 
taininjj  cl)eai>  power  for  ninnufactiirin^  purposes  and  ol  ion- 
serving  fuel. 

A  hill  dealing  wiili  the  water  iioweis  of  Nova  Scotia 
was  passed  durins;  the  last  session  of  ihc  1  .esislatuic  whuli 
should  in  some  degree  assist  in  the  icononiie  deveh m'""^"* 
of  these  water-powers;  au<l  alih.iu:4li  it  is  doulilful  whether 
an  immediate  market  eouhl  lu'  found  for  the  total  power 
a\ailal>le  it  can  safely  he  stated  thai,  witli  the  promised  in- 
tlustrial  expansion  of  liie  loealitv.  tlie  (Kniaud  for  electrical 
ener.ijy  will  very  rapidly  outgrow  the  supply. 

List  of  Power  Possibilities  of  the  Halifax  District. 


Kef.  No.        Name  of  river.       Xppvos    distance  11.  1'. 

from  Halifax.       available  at 
turbine  shaft. 


1. 

Ciasperaux  

. .   .  .  .">()  miles 

7.4:i7. 

•> 

3,084. 

:j. 

.  .   ..11  miles 

564. 

4. 

.  .    . .  7  mile's 

313. 

 :i  miles 

158. 

ii. 

 16  miles 

4,309. 

.  .   .  .  1  ()  miles 

4,309. 

s. 

 12  miles 

364. 

!t. 

 11)  miles 

947. 

10. 

no  data. 

1  1 

no  data. 

Electric  Vehicle  Crane  Tractor 

 ■ —  By  A.  Jackson  Marshall   '  

.\  Chica.ijo  manufacturer  of  electric  vehicles  recently 
placed  on  the  market,  in  response  to  a  demand  from  terminals 
and  manufacturing  plants,  a  tractor  equipped  with  a  two- 
ton  capacity  crane,  also  operated  by  electric  motors,  and 
supplied  with  current  from  the  same  storage  battery  used 
to  propel  the  electric  vehicle.  The  demand  for  this  mobile 
electric  tractor  crane  was  created  principally  through  war 


Vehicle  and  crane  operated  by  storage  batteries 

conditions  and  the  consequent  handling  by  such  plants  of 
many  heavy  materials  in  large  units,  .\lthough  it  has  not 
as  high  a  lifting  capacity  as  many  locomotive  and  overhead 
cranes,  it  has,  however,  the  advantage  of  being  more  flexilile 
in  its  radius  of  action. 

Recently  one  of  these  tractors  was  observed  unloading 
a  freight  car  at  a  well  known  terminal.    It  was  handling  large 


crates  of  army  kitchen  equipment  weighing  approximately 
:!700  pounds,    .\fter  lifting  the  cases  off  the  freight  car.  it 
liacked  away,  and  running  across  the  pier  under  its  own  power, 
depositing  its  load.    While  this  is  a  somewhat  larger  load  than 
the  tractor  was  figured  to  carry  while  in  motion— the  manu- 
facturers would  prefer  loads  to  be  limited  to  3000  or  300(J 
pounds  in  such  instances— the  ordinary  stationary  crane  hav- 
ing only  a  maximum  capacity  of  4000  pounds — the  electric 
crane  tractor  performed  its  duty  easily.    The  boom  of  the  , 
tractor  swings  180  degrees  so  that  after  material  is  lifted  | 
it  can  be  deposited  easily  on  the  ground  or  on  a  trailer  for  ^ 
transportation  elsewhere.  i 
This  electric  tractor  is  also  equipped  with  a  spring  draw-  ' 
bar  coupler  at  the  rear  of  the  frame.    It  is  possible  there-' 
fore  to  load  trailers  by  means  of  the  electric  crane  and  then 
haul  these  trailers  electrically  to  another  point  and  unload 
them.    As  a  tractor  it  can  haul  a  gross  trailing  load  of  fifteen 
tons.    Electric  tractors  of  this  type  have  been  used  in  many 
instances  to  "spot"  loaded   freight   cars,   either  pulling  or' 
pushing  them. 

This  tractor  is  another  member  of  the  electric  vehicle 
family  which  embraces  light  and  heavy  duty  commercial 
(street)  trucks,  passenger  cars,  electric  wheel  chairs,  canoes, 
electric  industrial  trucks  and  tractors,  including  those  equip- 
ped with  cranes  and  self-elevating  platforms,  wdiich  are  con- 
tributing no  small  part  in  our  successful  war  operations, 
as  they  not  only  expedite  the  rapid  and  economic  movement 
of  materials  and  munitions,  but.  by  virture  of  their  gluttony 
for  work,  are  releasing  thousands  of  men  otherwise  needed. 
In  fact  many  of  these  vitally  necessary  small  but  powerful 
electric  vehicle  transportation  units  are  being  operated  suc- 
cessfully by  women. 


A  New  Commercial  Application  of  Electrolysis 

According  to  La  Energia  Electrica  a  new  small  industry 
has  just  been  started  in  Valencia,  Spain.  In  this  district  a 
large  number  of  small  decorative  articles  are  manufactured 
in  clay,  glass,  wood,  and  papiermache.  Some  of  these  are 
now  being  encased  in  a  thin  "skin"  of  metal,  which  greatly 
improves  the  appearance  and  permanence  of  the  articles. 

The  method  employed  is  simple.  A  small  compressor 
supplies  air  at  a  pressure  of  about  seven  atmospheres  to  a 
receptable  filled  with  metallic  powder  (generally  lead,  for 
cheapness).  At  the  moment  the  metallic  powder  emerges 
from  the  jet,  it  is  melted  by  an  oxy-hydrogen  fiaiue,  and  a 
spray  of  molten  metal  encases  the  object  to  be  "metallized", 
which  is  placed  on  a  revolving  platform.  The  object  then 
goes  to  the  electrolytic  bath,  and  receives  its  new  skin  ot 
copper,  silver,  or  gold.  Glass  articles  are  first  treated  by  a 
sand-blast  to  ensure  the  necessary  toughness  for  the  adhesion 
of  the  lead.  A  new  type  of  Leyden  jar  is  also  being  manu- 
factured, in  which  the  old  silver-foil  is  replaced  by  a  homo- 
geneous film  of  silver. 

Clothes  That  Hamper  Action 

If  you  hired  a  man  to  work  for  you  and  gave  him  a  suit 
of  clothes,  it  would  be  to  your  interest  to  see  that  his  suit  was 
not  too  tight,  restricting  his  legs  and  arms  and  preventing 
him  from  doing  proper  work.  Maybe  at  the  end  of  a  year 
you'd  enlarge  his  clothes  to  give  his  bigger  musicles  more 
room.  At  any  rate,  it  would  be  the  last  thing  you'd  do  to 
hamper  and  hinder  his  actions. 

It's  the  same  with  a  franchise.  It  may  hamper  and  hind- 
er the  street  railway  in  giving  you  the  best  service.  If  it 
is  cut  according  to  the  1901  fashion,  it  will  not  do  for  1918. 
The  1918  fashion  may  not  do  for  1930. 

What  is  needed  is  a  garment  that  will  allow  for  the  na- 
tural expansion  of  the  street  railway  as  it  is  found  necessary 
to  meet  the  growing  needs  of  the  public. — B.  C.  Buzzer. 
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Labor  Problem  and  the  Electric  Railways 

Of  Three  Factors  in  Railway  Operation.  Employees,  Public  and  Investor,  Employees 
Come  First— Their  Co  Operation  Must  Be  Secured  and  the  Public  Be 
Convinced  That  Good  Service  Demands  Fair  Pay 


Stree:  railway  companies  are  being  harassed  in  their 
operations  all  over  the  American  continent  by  the  increased 
oust  of  every tuing  entering  int  the  operation  of  their  sys- 
rems,  chief  of  which  perhaps  is  th-  cost  of  labor.  Nor  can 
.lie  employee  be  blamed  for  the  necessity  that  drives  him 
to  make  ever-increasing  demands.  It  is  merely  incidental 
that  the  labor  shortage  makes  him  independent— with  the 
greatest  iinaginable  surplus  of  labor  supply,  justice  would 
require  a  much  increased  wage  over  that  of  four  or  five 
years  ago.  In  view  of  these  facts  it  seems  to  indicate 
a  strange  perversity  of  human  nature  that  the  public,  in 
general,  so  insistently  objects  to  any  increase  in  railway 
fares.  It  is  strange  that  the  British  ideals  of  fair  play 
for  which  we  are  fighting  to-day  would  not  rather  incline 
them  to  grant,  without  argument,  the  increase  that  has  been 
arbitrarily  demanded  in  almost  every  line  of  merchandising 
tQ. day— often   without   justice   or   real  necessity. 

Probably  the  reason  lies  in  a  lack  of  understanding,  by 
the  general  public,  of  the  railway  situation.  With  the  but- 
cher, grocer,  haberdasher  et  al,  the  public  pays  the  added 
cost,  for  the  most  part  willingly,  because  they  have  had 
the  situation  explained  to  them.  Of  course  they  had  no 
choice  anyway  and  perhaps  this  has  helped  to  an  understand- 
ing. But  in  any  case  it  seems  essential  that  the  electric  rail- 
way situation  should  be  explained. 

An  interesting  article  by  Mr.  Britton  I.  Budd,  president 
of  the  Chicago  elevated  lines,  -  discussing  the  possibilities 
of  a  better  mutual  understanding  between  the  companies, 
their  employees  and  the  public,  appears  in  a  recent  issue 
of  the  Electric  Railway  Journal.  Electric  railways,  he  says, 
are  to-day  facing  the  most  serious  problems  in  their  history. 
Conditions*  brought  about  by  the  steadily  increasing  costs  of 
operation,  due  to  the  enormously  advanced  prices  of  materi- 
als and  labor,  with  revenues  liyiited  by  national,  state  and 
municipal  regulating  authorities,  call  for  clear  thinking  and 
sane  acting,  if  receiverships  and  industrial  chaos  are  to  be 
averted.  Owners  of  electric  railways  must  look  forward,  not 
l)ackward.  The  problems  confronting  them  must  be  met  and 
solved  in  the  light  of  present  day  knowledge  and  under- 
standing, rather  than  by  the  experience  of  the  past.  Especi- 
ally does  this  appear  in  dealing  with  labor  problems,  for 
methods  which  might  have  been  applicable  even  ten  years 
ago  are  to-day  obsolete  and  out  of  place. 

The  Employees,  the  Public  and  the  Owners 
In  the  operation  of  electric  railways  there  are  three 
factors  to  be  considered,  namely,  the  employees,  the  public 
and  the  owners  of  the  properties.  Each  factor  is  entitled 
to  a  fair  return  on  his  contribution  toward  the  success  of 
the  enterprise,  and  each  must  be  given  consideration  in 
determining  what  that  return  shall  be.  If  one  of  the  factors  in 
this  c-(|uati(in  demands  and  receives  more  than  its  fair  share, 
it  must  he  at  the  expense  of  the  other  two  factors,  and  this 
presents  a  condition  whjch  calls  for  an  adjustment. 

In  my  classification  of  the  factors  I  have  given  the 
employees  first  place,  because  in  many  ways  I  feel  they  are 
the  most  important.  Tf  employees  are  reasonably  well  paid, 
if  they  are  given  the  best  working  conditions  which  the 
cliaracter  of  the  w(jrk  will  permit,  they  will  be  contented 
and  will  work  and  co-operate  with  the  company.    Such  co- 


operation makes  possible  the  best  service  to  the  public,  whi'ch 
means  a  better  return  on  its  investment.  If  the  employees 
and  the  public  both  are  satisfied,  the  owners  of  the  property 
are  more  apt  to  be  satisfied,  because  operation  under  such 
conditions  will  be  successful,  assuming,  of  course,  that  reve- 
nues are  sufficient  to  make  a  reasonable  return  to  all  factors. 

Let  us  briefly  consider  what  are  the  rights  of  each  of  the 
factors  in  this  equation  and  theif  relations  each  to  the 
other. 

The  National  War  Labor  Board,  in  laying  down  certain 
general  principles  and  policies  to  govern  relations  between 
workers  and  employers,  has  said:  (1)  "The  right  of  all  work- 
ers, including  laborers,  to  a  living  wage,  is  hereby  declared." 
(2)  "In  fixing  wages,  minimum  rates  of  pay  shall  be  estab- 
lished which  will  insure  the  subsistence  of  the  worker  and 
his  family  in  health  and  reasonable  comfort." 

It  will  be  observed  that  in  laying  down  these  general 
principles,  the  War  Labor  Board  has  not  considered  the 
financial  condition  of  the  employer.  The  inference  is  plain 
that  workers  are  entitled  to  a  living  wage,  and  that  the 
ability  of  the  employer  to  pay  that  wage  is  not  the  main 
issue. 

The  owners  of  electric  railways  should  face  the  situa- 
tion squarely.  Demands  of  employees  for  increased  wages 
cannot  be  dismissed  on  the  plea  that  the  company  is  finan- 
cially unable  to  meet  them,  even  though  that  plea  is  literally 
true.  Such  a  plea  will  satisfy  neither  the  employees  nor  the 
public  and  it  behooves  the  owners  of  electric  railways  to  face 
about  and  seek  ways  and  means  of  increasing  revenues. 

Railways  are  Not  a  Philanthropy. 

At  the  present  time  wage  demands  have  been  made  on 
many  electric  railways  which  if  granted  would  mean  utter 
financial  ruin,  unless  ways  are  found  for  increasing  revenues. 
If  the  electric  railways  wish  to  be  regarded  as  eleemosynary 
institutions  and  sell  transportation  at  less  than  cost,  the  em- 
ployees cannot  be  expected  to  engage  in  such  philanthropic 
enterprises.  The  public  should  not  receive  goods  at  less 
than  cost,  at  the  expense  of  those  engaged  in  producing 
such  goods,  and  this  applies  to  the  investment  made  by  both 
capital  and  labor. 

The  term  "living  wage,"  which  the  W'ar  Labor  Board 
has  declared  each  laborer  entitled  to.  is  rather  a  loose  term 
and  ambiguous.  It  would,  however,  be  impossible  for  any 
board  to  define  in  exact  terms  what  constitutes  a  living  wage. 
We  find  one  man  supporting  a  family  in  comfort  on  a  wage 
which  another  man  similarly  situated  finds  altogether  inade- 
iuate.  A  great  deal  depends  also  on  locality.  What  mi.gnt 
be  a  fairly  adequate  wage  in  one  part  of  the  country  may 
not  be  adequate  in  some  otht'^-  section. 

Labor  Must  Be  Held  in  a  Competitive  Market. 

The  owners  of  electric  railways,  however,  need  not  great- 
ly concern  themselves  on  that  point.  They  must  be  pre- 
pared to  pay  wages  relatively  as  high,  all  things  being  con- 
sidered, as  are  paid  in  other  industries,  or  they  will  not  be 
able  to  procure  the  jabor  necessary  to  operate  their  lines. 
Many  already  are  experiencing  difficulty  in  this  direction  and 
the  public  suffers  as  a  result  of  the  quality  of  the  service. 
However  much  we  may  differ  in  opinion  as  to  what  con- 
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stitHtrs  a  fair  rate  of  pay  for  employees  of  electric  railways, 
we  can  all  agree.  1  believe,  that  wajjes  that  were  fair  in  pro- 
war  times  are  m^l  fair  to-day,  because  the  purchasin.n  power 
iif  the  dollar  has  materially  decreased.  W  e  imist  recognize 
that  fact  and  deal  with  our  employees  accordin}>ly. 

What  are  the  ri.ulits  of  the  public  in  the  matter?  \\  hat 
attitude  should  the  public  assume  toward  electric  railways? 
The  public  is  entitled  to  the  best  service  that  can  be  given 
lor  the  price  paid.  In  this  respect  the  public  often  is  short- 
siijhted  as  it  does  not  fully  appreciate  the  relation  of  the 
service  to  the  fare.  It  is  impossible  for  any  public  utility 
company  to  sive  the  best  service  unless  it  is  earning  a  fair 
return  on  its  investment.  In  other  words,  the  character  of 
the  service  must  depend  upon  the  price  paid  for  that  ser- 
vice. 

Generally  speaking,  the  altitude  of  the  public  toward 
electric  railways  and  other  utilities  is  not  a  fair  one.  While 
demanding:  more  and  more  in  the  way  of  service,  the  public 
is  unwilling  to  pay  for  what  it  asks  and  expects.  Any  sug- 
gestion of  increasing  rates  for  transportation  usually  meets 
with  public  opposition,  regardless  of  the  financial  condition 
of  the  company.  Prices  of  all  other  necessities  advance,  but 
to-day  the  price  of  transportation  on  many  electric  lines  is 
actually  less  than  it  was  ten  years  ago,  although  the  ser- 
\ice  given  has  steadily  improved 

Where  Do  the  Owners  Come  In? 
The  owner?  of  electric  railways  are  entitled  to  as  square 
a  deal  as  the  other  two  factors  in  the  equation.  They  are  per- 
forming a  great  public  service,  for  which  many  times  they 
receive  neither  credit  nor  adequate  return  on  their  invest- 
ment. Sometimes,  perhaps,  they  are  themselves  to  blame. 
Too  often  in  the  past  the  electric  railways  have  taken  a  posi- 
tion of  standing  between  the  public  and  increased  fares. 
They  have  met  the  demands  of  their  employees  for  increas- 
ed wages  with  the  assertion  that  the  rate  of  fare  will  not 
warrant  any  advance  in  wages,  and  they  have  appealed  to 
the  public  to  support  them  in  that  position. 

This  policy  has  never  earned  the  good  will  and  support 
of  the  public,  while  it  has  incurred  the  ill-will  of  the  em- 
ployees. The  owners  must  adopt  a  policy  of  perfect  frank- 
ness with  their  partners  in  the  industry.  They  must  first 
have  a  good  case  to  present,  as  most  of  them  have,  and 
then  they  should  see  that  it  is  intellingently  and  frankly  pre- 
sented. They  have  no  right  to  expect  their  employees  to 
accept  lower  wages  simply  because  they  are  selling  their 
product  to  the  public  at  too  low  a  price.  Instead  of  flatly 
opposing  reasonable  wage  demands  on  the  part  of  their  em- 
ployees, they  should  bend  their  energies  toward  producing 
higher  revenues  and.  by  dealing  frankly  and  openly  with 
their  employees  and  the  public,  they  will  have  the  co-opera- 
tion of  the  former  and  lessen  the  opposition  of  the  later. 
Rate  Advances  are  Generally  Slow. 
W'e  all  realize  that  it  is  "an  extermely  difTicult  and  slow 
proportion  for  a  public  utility  company  to  advance  rates.  The 
manufacturer  engaged  in  private  enterprise  meets  increased 
wages  or  higher  costs  of  materials  by  advancing  the  price 
of  his  product  to  the  consumer.  The  burden  is  easily  shifted. 
Not  so  with  the  electric  railway  company.  It  must  be  aljle 
to  show  the  various  commissions  and  boards,  charged  with 
the  reg-ulation  of  rates,  that  the  increase  asked  for  is  justi- 
fiable. It  is  a  matter  of  common  knowledge  that  in  some 
states,  boards  and  commissions  in  making  awards  frequently 
are  governed  by  popular  sentiment  rather  than  by  the  actual 
merits  of  the  case.  This  makes  it  all  the  more  necessary 
for  public  utilities  to  be  frank  and  open  in  their  relations 
with  their  employees. 

Never  was  there  a  time  as  opportune  for  educational 
work  on  the  part  of  electric  railways  as  the  present.  They 
are  absolutely  essential  to  the  successful  prosecution  of  the 


war.  The  hundreds  of  thousands  of  employees  engaged 
in  war  industries  must  be  provided  with  means  of  transporta- 
tion to  and  from  their  work.  The  public  has  grown  accus- 
tomed to  higher  costs  of  every  necessity,  and  the  necessity 
for  increasing  wages  is  generally  recognized,  even  if  the 
scarcity  of  labor  did  not  make  such  increases  imperative  in 
order  to  hold  men  in  the  industry. 

Electric  Railways  Are  an  Essential  Industry. 

The  importance  of  the  electric  railways  in  these  war  times 
is  not  yet  fully  appreciated  by  the  public,  but  there  is  no 
one  factor  proljably  that  is  of  more  importance  to  the  suc- 
cessful prosecution  of  the  war  than  the  electric  railways, 
inasmuch  as  they  serve  practically  every  form  of  industry 
engaged  in  the  manufacture  of  war  munitions,  ships,  etc.  In 
fact  they  are  indispensable  and  it  is  most  essential  that  their 
revenue?  be  sufficient  not  only  to  enable  them  to  maintain 
llie  best  of  service,  but  also  to  put  in  improvements  and  ex- 
tensions to  plants,  shipyards,  cantonments,  naval  stations 
and  other  war  activities. 

The  banks,  trust  companies  and  insurance  companies 
throughout  the  nation  are  large  holders  of  the  securities 
of  electric  railways,  and  conditions  which  would  bring  about 
depreciation  of  these  securities  would  have  a  serious  effect 
upon  the  entire  financial  structure  of  the  country.  Govern- 
ment officials  realize  the  importance  of  the  -electric  lines 
and  have  shown  a  disposition  to  deal  with  them  fairly.  This 
fact  should  be  emphasized  in  every  possible  way,  until  the 
truth  is  forced  upon  the  public  mind.  When  the  public  is 
fully  enlightened  on  the  seriousness  of  the  situation,  the 
way  will  be  paved  for  a  comprehensive  plan  which  may  re- 
quire national  legislation  to  insure  sufficient  revenues  to  do 
justice  to  those  who  have  invested  their  capital  in  electric 
railways  and  to  enable  the  companies  to  perform  the  service 
which  is  expected  of  them. 

In  this  campaign  of  enlightenment  the  employees  of  the 
companies,  if  fairly  treated,  will  be  found  ready  to  co-operate. 
It  is  inexcusable  to  overlook  the  fact  that  the  emploj'ees  of 
the  industry  are  a  powerful  influence  in  making  public  opm- 
ion.  The  question  for  the  industry  to  determine  in  these 
critical  times  is  how  much  of  an  effort  it  is  willing  to  make 
to  break  down  antagonisms  that  have  existed  tog  long  and, 
in  lieu  thereof,  to  enlist  the  employees'  help  in  working  out 
the  complex  situation  in  which  the  companies  find  them- 
selves. 


The  Annual  Financial  Review 

The  Annual  Financial  Review  covering  the  year  ended 
June,  t918,  is  just  to  hand.  This  is  a  carefully  revised  sum- 
mary of  facts  regarding  securities  listed  on  the  Montreal 
and  Toronto  stock  exchanges  and  of  other  prominent  Can- 
adian corporations.  It  includes  the  current  annual  statements 
of  companies,  the  highest  and  lowest  prices  of  stocks  and 
bonds  on  both  exchanges  for  each  month  for  ten  years,  the 
number  of  shares  sold  each  month  for  the  past  fifteen  months, 
rate  of  dividends  paid  for  past  years  and  other  important 
items  in  the  history  of  the  different  companies,  such  as  m- 
creases  in  capital  stock,  particulars  of  franchises,  when  bonds 
are  redeemable,  dividends  payable,  etc.— information  of  value 
to  any  investor  who  wishes  to  make  an  exhaustive  study  of 
any  particular  stock  before  placing  his  order.  The  review 
comprises  740  pages  of  solid  information,  well  printed  m  a 
clear  and  concise  manner,  and  is  neatly  bound  in  full  cloth. 
The  wo  rk  is  most  valuable  not  only  to  financial  institutions, 
but  even  more  to  the  general  investing  public,  whose  know- 
ledge of  such  matters  is  necessarily  limited.  Published  by 
Houston's  Standard  Publications,  84  Bay  St.,  Toronto:  price. 
$(5.00  per  annum,  including  any  supplements  that  may  be  is- 
sued. 
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One  Year's  Experience  with  Automatic  Rate  System 


By  Harold  W.  Clapp 


The  franchise  of  the  Columbus  Railway,  Power  &  Light 
Company  suburban  line  to  Westerville,  i;-!  miles  from  Col- 
umbus, is  based  upon  the  premises,  first,  that  a  community 
should  say  what  it  wants  in  the  way  of  service,  and  second 
that  it  should  pay  for  such  service.  The  past  year's  experi- 
ence is  described  in  Electric  Railway  Journal  by  Harold  W. 
Clapp,  general  superintendent  of  the  company.  Briefly,  the 
company  is  allowed  under  this  franchise  to  earn  6  per  cent, 
upon  the  value  of  the  investment  fixed  by  arbitration,  and  8 
per  cent,  upon  new  capital.  The  County  Commissioners, 
acting  through  a  street  railway  commissioner,  have  the  right 
to  prescribe  conditions  of  service,  and  the  company  is  m 
duty  bound  to  provide  the  prescribed  service. 

Flexible  Fare  Automatically  Adjusted 

A  sliding  scale  of  rates  of  fare  is  provided,  automatic- 
ally adjusted  with  the  fluctuations  in  the  working  capital,  as 
was  provided  in  the  Tayler  ordinance  in  Cleveland.  In  fact, 
the  Westerville  franchise  is  in  general  based  upon  the  Tay- 
ler ordinance,  which  provides  a  most  logical  and  workable 
mechanism  for  insuring  a  fair  return  upon  the  investment  m 
electric  railway  proiperties  with  the  exception  that  it  im- 
poses a  fixed  maximum  fare.  The  recent  law  enacted  by  the 
Massachusetts  Legislature,  by  the  way,  eliminates  this  weak- 
ness by  always  insuring  four  steps  in  the  fare  scale  above 
■or  below  the  step  established  at  any  time. 

In  the  case  of  Westerville.  the  sliding  scale  of  fares  is 
as  follows: 


(a) 

Four 

tickets 

for 

10 

cents. 

or 

2^2 

cents 

fare. 

(b) 

Five 

tickets 

for 

15 

cents. 

or 

?, 

cents 

fare. 

(c) 

Ten 

tickets 

for 

35 

cents, 

or 

cents 

fare. 

(d) 

Five 

tickets 

for 

20 

cents. 

or 

4 

cents 

fare. 

(e) 

Ten 

tickets 

for 

45 

cents. 

or 

4/ 

cents 

fare. 

(f) 

Five 

tickets 

for 

35 

cents. 

or 

5 

cents 

fare 

(g) 

Ten 

tickets 

for 

55 

cents. 

or 

5/ 

cents 

fare 

(hi 

Five 

tickets 

for 

oO 

cents. 

or 

6 

cents 

fare 

The  cash  fare  is  5  cents  a  zone  except  under  (f),  (g) 
ana  (h),  when  it  is  fi  cents  a  zone. 

Operation  under  the  franchise  l)egan  on  Aug.  1,  1917, 
under  schedule  (d)  with  a  ticket  fare  of  4  cents  or  five  tickets 
for  20  cents.  Soon  afterward  a  commutation  book  was  pro- 
vided for  six  and  seven-day  regular  riders,  giving  them  two 
rides  each  week  day  or  every  day,  as  the  case  might  be,  at 
3J4  cents  a  zone.  The  only  limitation  on  the  use  of  this 
book  was  set  by  tlie  dated  tickets,  each  coupon  bearing  the 
•  date  upon  which  it  might  be  used. 

The  public  control  of  the  service  on  the  Westerville  line 
lies  in  a  street  railway  commissioner,  appointed  by  the  body 
that  originally  granted  the  franchise,  the  County  Commis- 
sioners. His  salary  is  paid  by  the  car  riders  of  the  Wester- 
ville line,  as  it  is  charged  against  them  in  the  operating  costs. 

The  control  of  the  service  includes  the  right  on  the 
part  of  the  street  railway  commissioner,  acting  for  the  pub- 
lic, to  fix  and  alter  car  schedules,  increase  or  diminish  the 
service,  propose  extensions,  Ijetterments  and  permanent  im- 
provements, and  approve  or  disapprove  the  same  when  pro- 
posed l)y  the  company.  In  short,  he  represents  the  car  riders 
in  all  things  affecting  service  and  the  cost  thereof. 

Operations  under  the  Westerville  franchise  have  l)een 
carried  for  more  than  a  year.  .At  tlie  end  of  the  eleventh 
month,  which  was  June  ;U),  1918,  the  working  capital  had 
shrunk  from  $25,000  to  $15,087.69.  This  would  indicate  tliat 
the  rate  of  fare  maintained  was  too  low.    It  is  altogether 
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likely  tl.at  by  September  1,  at  the  very  latest,  with  all  ac- 
crued accounts  adjusted,  the  working  capital  will  have  shrunk 
below  the  $15,000  mark.  At  that  time  or  thereafter  as  that 
fact  can  be  officially  determined  from  the  reports  of  opera- 
tion, the  fare  will  automatically  increase  to  the  next  higher 
rate,  which  in  this  case  is  4/  cents  per  zone.  Commutation 
rates  will  follow  the  upward  trend  and  instead  of  being  at 
the  rate  of  3^  cents  per  zone  the  tickets  will  be  sold  at  the 
rate  of  8%  cents  per  zone. 

Local  Street  Commissioner  Is  Doing  His  Part 
During  the  past  year  John  Scott,  the  street  railway  com- 
missioner, has  been  constantly  "on  the  job"  of  watching  the 
service  and  making  inquiries  and  suggestions.  It  must  be 
remembered  that  this  road  is  a  small  operation,  as  electric 
railways  go,  and  that  Mr.  Scott  as  commissioner  took  hold 
of  it  at  a  time  when  it  had  been  a  going  concern  for  twenty- 
five  years.  The  possibilities  for  suggested  changes  are  not 
so  numerous  as  they  would  be  on  a  more  extensive  trans- 
portation system.  Nevertheless,  Mr.  Scott  has  found  oppor- 
tunity to  serve  the  public  most  efficiently.  He  has  taken  par- 
ticular pains  on  many  occasions  to  go  to  Westerville,  which 
is  13  miles  from  Columbus,  and  hold  meetings  and  confer- 
ences with  the  city  commission  and  with  the  Chamber  of 
Commerce  and  with  them  go  over  the  reports  rendered  him 
monthly  by  the  company.  These  reports,  by  the  way.  show 
the  financial  results  for  the  previous  month;  they  are  made 
in  great  detail  to  the  commissioner  by  the  15th  of  the  fol- 
lowing month  and  follow  the  official  classification  as  to  form. 
A  condensed  statement  from  this  report  is  printed  on  a  bul- 
letin and  hung  in  a  neat  frame  in  the  Westerville  cars  each 
month  and  also  sent  to  the  Columbus  newspapers  and  to 
Public  Opinion,  the  Westerville  local  newspaper.  Pub^city  is 
the  real  watchword  of  such  a  plan  of  operation. 

In  the  early  part  of  the  year  the  commissioner  made 
special  efforts  to  see  how  the  newly-arranged  zone  worked 
out  so  far  as  accommodation  of  car  riders  was  concerned.  He 
called  for  only  one  change  during  the  year  and  that  was  in 
the  case  of  a  church  located  600  feet  from  tlie  end  of  one 
zone,  and  he  ordered  the  cars  to  change  this  zone  limit  on 
Sundays  for  the  church  goers  only.  The  use  of  the  line  as 
a  freigl't  line  by  the  merchants  of  Wester\'ille  would  i>e 
greatly  increased  if  a  l^etter  located  terminal  for  receiving 
freight  could  be  had  at  the  Columbus  end.  The  company  had 
been  for  a  long  time  trying  to  find  such  a  terminal  but  in 
vain.  Mr.  Scott  has  l^een  striving  to  the  same  end.  In  many 
other  minor  ways  Mr.  Scott  has  made  suggestions  and  in- 
quiries. He  is  just  at  this  time  commencing  the  most  im- 
portant move  for  his  car  riders,  in  attempting  to  get  the 
taxes  assessed  against  the  Westerville  line  reduced  to  a  more 
equitable  basis.  The  \\'ester\  ille  car  riders  are  paying  about 
$9,000  a  year  taxes  when  in  all  fairness  they  ou.ght  to  l)e  pay- 
ing about  $3,000.  Mr.  Scott  has  the  county  commissioners 
and  the  county  attorney  behind  him  in  the  light  that  he  is 
'planning  on  this  point. 

Railway  managers  might  as  well  face  the  fact  that  tlie 
time  is  here  when  the  pul)lic  ought  to,  and  is  going  to,  dictate 
electric  railway  service.  The  public  is  going  to  insist,  in  fact 
is  insisting,  upon  saying  when,  how  and  where  cars  shall 
be  run.    1  say,  let  the  i)ul)lic  do  so  if  it  pays  for  the  service. 

There  would  be  no  troulile  about  tliis  phase  of  it  except 
for  franchise  restrictions  on  rates  of  fare.  There's  the  ml)! 
.\o  progress  is  possible  until  tlie  old  contracts  are  voluntar- 
ily aljrogated  or  rendered  null  and  void  liy  the  rulings  of 
commissions,  when  such  l)odies  have  rights  superior  to  those 
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..t  municipalities  in  this  matter.    Wlicre  luuniiiiialincs  almu- 
.1  (■  the  n>;!it,  tl'.ey  must  act. 

Zone  System  Only  Just  Plan  for  Large  Citi-es 

ition  IS  necessary  on  a  line  like  the  W  cslci  - 
\:lle  h;.c.  whether  »t  is  advisable  in  city  operation  nuisi 
ilcpenil  upon  many  local  conditions.  The  shape  of  a  city  and 
the  spr.nging  up  ol  suh-iuis-.ness  center.-i  have  more  to  do 
with  this  question  than  mere  population.  Kcal  estate  de- 
Nclopments,  usuany  allowed  to  locate  without  regard  to  any- 
ihing  except  the  profits  of  their  promoters,  often  produce 
abnormal  situations  where  the  mstallatmn  of  the  zone  sys- 
tem is  necessary.  1  have  observed  that  when  an  American 
c.ty  gets  above,  say,  500,000  in  popn'ation.  the  zone  system  is 
the  only  just  one  for  both  public  and  the  company,  it  is 
likely.  :n  my  judgment,  to  make  headway  in  this  country 
m  the  years  '.mmediately  after  the  war,  when  it  may  be  found 
•hat  a  much  higher  price  level  will  exist  than  is  popularly 
predicted  now.  The  zone  system  will  make  it  possible  to 
place  upon  the  shoulders  of  those  getting  the  benehts  the 
cost  of  operating  lines  that  would  be  unprotitalile  as  part  of 
a  flat-rate  system. 

But  whether  a  Hat  rate  or  a  zone  is  used,  the  fare  ought 
to  be  flexible  or  follow  a  sliding  scale.  The  time  has  gone 
l)y  when  cities  or  companies  are  going  to  get  each  other  by 
the  throat  with  a  t^xed  fare.  Any  community  is  interested  m 
service  hrst— what  it  shall  be  and  how  it  shall  be  rendered. 
The  public  is  also  learning  that  it  is  interested,  for  selfish 
reasons,  in  the  ability  of  its  electric  railway  to  provide  that 
service,  and  to  grow^  not  only  with  the  town  itself  but  also 
with  changing  methods  of  conducting  transportation.  It 
begins  to  be  apparent  to  both  sides  that  the  price  of  service 
cannot  be,  safely  for  either  side,  fixed  for  a  term  of  years. 

The  provision  for  a  sliding  scale  in  WesterviUe  takes 
care  of  fluctuating  costs,  downward  as  well  as  upward.  It 
is  done  in  this  way:  A  total  of  $2.>,000  of  the  capital  of  the 
line  was  in  cash  and  was  termed  the  "working  capital  fund." 
All  the  surplus  at  the  end  of  each  month,  after  paying  oper- 
ating costs,  maintenance,  taxes  and  interest  at  6  per  cent, 
on  the  capital  invested  ($300,000  in  this  case)  is  paid  into 
this  fund.  When  the  working  capital  fund  increases  to  .$35,- 
1)00.  the  next  lower  rate  on  the  schedule  may  be  ordered  into 
effect  by  the  street  railway  commissioner;  when  it  shrinks 
to  $1.5.000,  the  next  higher  fare  may  be  installed  by  the  com- 
pany. 

Get  an  Automatic  System  Now 
The  whole  matter  of  fares  is  complicated  at  present  by 
the  fact  that  many  of  the  electric  railways  do  not  appear 
to  know  what  they  want  in  the  way  of  a  permanent  settle- 
ment. One  company  asks  for  an  increase  of  1  cent,  and 
another  for  2  cents.  A  third  wants  a  charge  for  transfers, 
and  a  fourth  prefers  the  zone  system.  It  is  understood  m 
all  cases  of  appeal  for  emergency  relief  that  any  relief  given 
now  will  be  temporary  if  operating  conditions  continue  to 
become  more  and  more  strenuous.  Obviously  the  wage  in- 
creases are  constantly  demanded,  as  material  prices  mount 
skyward,  as  interest  rates  go  up,  there  must  come  a  time 
when  another  increase  of  fare  will  be  asked  for.  On  the 
other  hand,  it  is  conceivable  that  prices  might  go  down, 
leaving  the  rate  of  fare  too  high.  Then  the  public  must  go 
through  a  process  the  reverse  of  that  instituted  hy  the  com- 
panies when  they  appealed  for  higher  fares. 

In  other  words,  under  the  present  general  plan  there 
will  be  a  seesawing  up  and  down,  with  somebody  always  ap- 
pealing for  something..  Why  not  take  the  bull  by  the  horns 
and  throw  him— that  is,  make  now  the  effort  necessary  to 
institute  an  automatic  system,  fair  to  everybody,  and  dis- 
pense with  all  this  appealing,  which  is  a  constant  source  of 
irritation? 

If  this  plan  is  followed  it  may,  in  many  cases,  be  neces- 


sary for  holders  of  stock  to  consent  to  a  considerable  re- 
duction in  its  volume.  It  is  better,  however,  to  have  less 
stock  of  a  marketable  and  dividend-earning  character  than 
the  greatly  depreciated,  sluggish  stock  which  characterize 
so  many  properties  and  which  a  man  would  be  called  a  fool 
tor  Inlying.  In  Cleveland,  where  the  stock  total  was  cut.  the 
stock  is  now  owned  by  many  times  as  many  stockholders 
as  formerly,  and  it  is  a  gilt-edged  investment. 

The  only  way  out,  in  my  opinion,  is  a  service-at-cost 
system.  This  plan  removes  the  veil  of  mystery  from  the 
finance  and  the  operation  of  a  public  utility.  The  community 
immediately  realizes  that  the  utility  stock  is  a  safe  invest- 
ment liecause  the  community  has  in  effect  guaranteed  the 
security.  Being  aroused  to  an  interest  in  its  public  utility, 
the  community  thereafter  invests  its  savings  in  it,  and  the 
final  step  is  a  long  move  toward  co-operative  ownership  and 
a  boosting  instead  of  a  knocking  community. 

Is  this  not  what  the  inanagement  of  public  utilities  should- 
be  trying  to  secure? 


Personal 

Mr.  W.  H.  Morton,  formerly  secretary  of  the  Xational 
Association  of  Electrical  Contractors  and  Dealers,  has  been 
appointed  general  manager  of  the  organization. 

Mr.  Fred  J.  Pratt,  for  sixteen  years  storekeeper  for  the 
W.  E.  R.  Company  has  been  appointed  purchasing  agent  to 
succeed  Mr.  Mackenzie.  Mr.  D.  Roche,  for  twelve  years  chief 
clerk  to  Mr.  Pratt,  has  been  made  storekeeper. 

Mr.  Lawrence  Palk,  assistant  to  the  General  Manager  of 
the  Winnipeg  Electric  Railway  Company  has  also  been  ap- 
pointed assistant  secretary  of  the  company  as  -well  as  secre- 
tary of  the  Winnipeg.  Selkirk  and  Lake  Winnipeg  Railway 
Company.  Mr.  Palk  has  been  with  the  company  for  14  years 
in  a  secretarial  capacity. 

Mr.  G.  A.  Henson,  who  for  the  past  three  years  has  been 
assistant  treasurer  of  the  Winnipeg  Electric  Railway  Co., 
has  resigned  after  eighteen  years  service.  Mr.  Henson's 
initiation  into  street  railway  transportation  dates  back  n 
1890  when  for  five  years  he  constituted  the  whole  office  force 
of  the  old  horse  car  company.  When  the  horse  cars  went 
out  of  business  in  1895  he  entered  the  fire  insurance  busi- 
ness but  rejoined  the  Winnipeg  Electric  Railway  in  1900  in 
the  accounting  department. 

Mr.  J.  S.  Mackenzie,  former  purchasing  agent  of  the 
Winnipeg  Electric  Railway  Co..  has  been  appointed  treasurer 
to  succeed  Mr.  Henson.  Mr.  Mackenzie  has  had  sixteen 
years  service  with  the  firm.  He  was  formerly  with  the  To- 
ronto Railway  Company  but  went  to  Winnipeg  in  1902  when 
he  joined  the  staff  of  the  Winnipeg  General  Power  Co.  When 
that  firm  was"  absorbed  in  1906  by  the  Winnipeg  Railway  he 
went  with  the  latter  company  as  purchasing  agent,  a  post 
he  has  occupied  since  that  time. 


Opening  Meeting  of  The  Electric 
Club  of  Toronto 

The  opening  meeting  of  The  Electric  Club  of 
Toronto  will  be  held  on  September  20.  Arrange- 
ments have  been  made  whereby  the  Club  will 
meet  in  the  Prince  George,  as  formerly.  The  first 
Friday's  proceedings  will  be  of  unusual  interest, 
for  Mr.  Kenneth  J.  Dunstan,  president  of  the 
Club,  has  consented  to  address  the  members  on 
certain  phases  of  his  trip  to  England  and  Frarice 
during  the  present  summer.  Mr.  Dunstan's  mission 
to  the  Old  Land  was  primarily  in  connection  with 
Red  Cross  work,  but  he  saw  many  other  things 
and  members  may  look  for  a  rare  treat. 
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An  Evening's  Experience  in  France 

Our  readers  will  be  glad  to  hear  of  the  safety  of  Mr. 
M.  B.  Hastings,  secretary,  A.  H.  Winter-Joyner,  Ltd.,  who, 
it  will  be  remembered  left  Canada  with  the  4th  Canadian 
Mounted  Rifles  Battalion,  B.E.F.  He  since  has  been  trans- 
ferred to  an  artillery  company  and  in  a  recent  letter  to 
Mr.  Joyner  describes  a  typical  evening's  experience.  The 
following  extracts  are  of  keen  interest — from  a  letter  dated 
July  31: 

"You  gave  me  your  trials  and  temptations  so  I'll  give 
you  a  brief  review  of  one  of  my  evenings  about  three  nights 

ago.    That  day  I  was  playing  h         with  , the  Hun's  outposts, 

knocking  them  in  and  causing  his  angry  passions  to  rise.  Sud- 


were  safe  then,  so  I  proceeded  to  dress  the  sergeant's  wound. 

"After  the  strafe  was  over  we  got  an  ambulance  and  got 
the  sergeant  to  the  A.  D.  S.  where  he  was  off  to  the  rear  in 
less  than  half  an  hour. 

"As  we  were  there  a  man  came  running  in  to  tell  u-.  a 
shell  had  burst  amongst  a  group  of  men  and  horses.  The 
three  officers  of  our  battery,  (including  myself),  decided  to 
get  busy.  We  got  to  the  place  and  found  a  horrible  mess 
of  men  and  horses.  The  three  of  us  got  six  men  to  the  A.D. 
S.  and  got  their  wounds  dressed.  We  then  came  home  and 
decided  to  sleep  out  in  a  hole.  When  I  went  to  my  sleep- 
ing bag  I  found  seven  bullets  in  it. 

"We  slept  like  tops,  the  O.  C.  and  I  in  the  same  hole. 
The  next  morning  I  looked  at  my  trench  coat  and  it  was  all 
stained  with  blood  from  the  poor  chaps.  We  then  looked  over 
our  former  home  and  I  counted  seventy-two  holes  in  the 
roof.     I  dug  out  the  nose-cap  and  kept  the  Inillets  which 

were  in  my  bed  and  they  are  now  on  the  way  to  . 

"We  moved  our  headquarters." 

Under  date  August  9,  when  the  Allied  oflfensive  was 
well  under  way,  Mr.  Hastings  again  writes:  "This  is  pro- 
bably the  first  letter  you  have  received  which  was  actually 
written  on  a  battlefield  while  the  action  was  in  progress. 
I  can't  tell  you  more  at  present.  The  l)oys  have  again  cover- 
ed themselves  with  glory  and  we  are  a  proud  lot.  It  takes 
more  than  Huns  to  stop  the  boys  with  such  jump  in  them  and 
such  a  high  morale." 

And  on  August  1:3.  "Fighting  is  very  hard — we  have  ad- 
vanced 30  km.    I  am  well  but  very  tired." 


Lieut.  Hastings  is  second  from  the  left  in  upper  row 

denly.  Crash!  Bang!  and  he  tried  to  knock  my  gun  out.  He 
threw  everything  but  8  inch  shells  and  up.  After  about 
twenty  minutes  he  stopped,  so  just  for  fun  I  gave  him  five 
for  luck  and  had  the  crew  beat  it  for  safety.  It  was  funny 
the  antics  the  Hun  went  through  trying  to  locate  my  gun. 
It  was  still  there  when  I  left  to  come  out  for  a  few  days' 
rest. 

"I  got  to  our  headquarters  behind  the  line  a  short  dis- 
tance where  we  lived  in  a  tin  hut,  very  well  concealed  by  a 
hedge.  It  was  purely  a  condition  of  concealment  vs.  protec- 
tion. It  worked  fine  until  the  Hun  apparently  noticed  too 
much  movement  and  decided  to  investigate.  He  had  been 
shelling  very  close  to  us,  (within  a  hundred  yards,)  for  over 
a  week  and  we  hoped  he  would  stay  there. 

"When  I  got  back  I  was  told  the  Hun  seemed  to  be 
searching  and  was  putting  shrapnel  very  close.  We  were 
used  to  that,  having  had  our  roof  punctured  on  different  oc- 
casions. On  my  birthday  I  picked  up  the  ragged  piece  of  a 
shell  without  getting  out  of  bed. 

"Well,  I  ate  dinner  while  the  other  two  played  cards. 
After  dinner  I  read  the  paper.  Swish  bang!  Three  times. 
I  think  I'll  get  out  and  see  what  it's  all  about,  says  I.  The 
next  one  burst  right  above  us  and  the  nose-cap  (about  a  two 
pound  piece),  went  through  the  chair  I  was  sitting  on  and 
through  the  floor  six  feet  into  the  ground.  Everybody  moved 
because  he  was  putting  them  over  in  salvos.  I  ran  for  a 
dug-out  and  just  got  there  when  my  sergeant  got  hit  and 
knocked  out.  I  ran  back  and  pulled  him  in.  I  don't  know  how 
I  escaped  as  two  others  were  hit,  but  not  serious.  Just 
as  I  got  the  sergeant  to  the  mouth  t)f  the  dug-out  a  shell 
hurst  right  at  the  mouth  and  the  concussion  blew  us  down 
the  hole  together.    The  blaze  almost  blinded  us  also.  We 


Steel  Cross-Arm  of  Easy  Construction 

A  simplified  modification  of  the  wishl^one  cross-arm 
worked  out  by  the  engineering  staff  of  H.  M.  Byllesby  & 
Company  for  use  on  Southwestern  properties  is  described 
in  a  recent  issue  of  the  Electrical  World.  Its  construction  is 
very  simple.  It  consists  of  two  pieces  of  3..5-in.  hy  2.5-in.  by 
5-16-in.    angle  iron  held  together  by  a  single  bolt.    The  upper 


piece  contains  only  one  bend  and  the  lower  member  is 
straight.  The  pieces,  which  together  weigh  05  1!).,  are  held  to- 
gether by  a  5^-in.  bolt  1.5  in.  long.  The  arm  is  bored  for 
two  %-in.  through  i)oIts,  for  three  0.75-in.  insulator  "C-hooks" 
and  for  a  O-lO-in.  Belcher  ground  wire  clamp.  The  arm 
shown  is  made  for  (JCOOO  volts.  It  has  been  used  by  the 
Oklahoma  Gas  &  Electric  Company,  and  in  tiiis  lightly  U>acl- 
ed  district  it  has  given  general  satisfaction.  It  i-  liglit  in 
weight,  is  easy  to  manufacture  and  assemi)le,  on  accoiuit  ot 
having  so  few  bends,  and  ali'ords  ample  clearances. 
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ava  L  oiytractor 


Arguments  to  Combat  the  Average  Customer's 
Objections  to  Wiring  His  Home,  Installing 
More  Outlets,  Buying  More  Appliances 
—Sell  Convenience,  Economy,  Utility 

In  support  of  the  Convenience  Outlet  Campaign,  l)eini;- 
carried  on  during  the  month  of  September,  the  Society  for 
Klectrical  Development  have  prepared  a  number  of  busi- 
ness-getting arguments  and  methods  designed  to  meet  the 
objections  of  the  average  householder.  These  arguments 
would  he  equally  efTective.  however,  in  any  contractor-dealer's 
campaign  and  we  print  tlicni  luTcwitli  believing  they  wdl 
assist  materially  in  any  drive  for  more  business. 

Every  prospect  you  approach  will  advance  some  objec- 
tions to  offset  your  sidicitatinn  of  wiring  busin.  and  orders 
for  appliances.  Many,  if  not  all.  of  those  oljjcctions  can  be 
anticipated.  And  in  every  instance  plans  for  dissolving  such 
objections  may  be  formulated  in  advance  and  held  ready  for 
use  when  needed. 

Some  of  those  i)lans  may  be  found  by  test  to  require 
modification  or  additions  to  make  them  properly  effective. 
But  even  so.  a  plan,  regardless  of  its  weaknesses,  is  inlinitdy 
better  than  no  plan  at  all.  So  accept  these  plans  to  start 
with.    Improve  upon  them  as  you  go  along. 

Remember:  While  you  sell  wire,  outlets,  experience, 
labor  and  appliances,  your  customer  buys  economy,  utility, 
convenience  and  satisfaction  of  this,  that  or  the  other  par- 
ticular need.  Keep  that  thought  in  mind  as-  you  study  these 
arguments.  Observe  the  principle  in  your  actual  selling 
I)racticc.  Here  follows  an  outline  of  the  most  to  be  ex- 
pected objections,  together  with  the  suggestions  for  dissolv- 
ing them. 

The  Prospect  Who  Says:  "Too  Expensive" 
Don't  make  the  mistake  of  arguing  against  that  declara- 
tion because  that  will  not  help  you  at  all.  They  doulitless  are 
honest  in  their  belief,  due  to  their  having  a  clearer  under- 
standing of  the  cost  of  the  improvement  than  of  the 
benefits  made  possible  thereby. 

Handle  the  problem  rather  from -this  angle  by  say.ing 
something  like  this:  "Viewed  from  your  standpoint,  I  don't 
blame  you  for  feeling  that  the  job's  too  expensive.  Bui 
that's  because  you  are  too  easily  pleased.  You  don't  expect 
enough  for  your  money.  So,  naturally  the  job  appears  too 
costly.  But  just  let  me  show  you  what  you  actually  get 
for  your  money."  Then  show  them. 

The  Prospect  Who  Says:  "My  time  is  not  so  valuable" 
Don't  combat  that  statement— accept  it.  Say  something 
that  will  convey  the  thought  suggested  by  the  following: 
"Well,  the  busiest  women  I  know  are  those  who  always  have 
time  for  everything.  They  actually  do  so  much  that  they 
don't  realize  how  very  valuable  their  time  is.  So  1  guess 
I  know  what  you  mean.  But  here's  a  i)oim  upon  which  T 
know  we  are  agreed:  .Anything  that  saves  steps  and  labor 
and  protects  your  good  health  is  worth  its  weight  in  gold 


to  you,  isn't  it?"  (Ninety-nine  times  out  of  one  hundred, 
the  answer  will  lie  "Yes")- 

Then  show  how  more  outlets,  by  making  possible  a 
greater  use  of  appliances,  will  save  labor,  and  make  p'ossible 
the  saving  of  fuel,  food,  money.  Stress  the  patriotic  neces- 
sity, for  such  economies. 

The  Prospect  Who  Says:  "Installing  Outlets  (or  more  Out- 
lets) means  that  we  then  will  have  to  buy  more 
appliances" 

Naturally,  of  course,  you  cannot  reply  to  that  statement 
until  you  know  what  appliances  are  in  use  to-day.  .  So  find 
out  what  appliances  the  prospect  has.  Then,  if  you  can  show 
wherein  and  how  more  outlets  would  make  for  the  better 
use  of  those  appliances,  do  so. 

Then  explain  how  much  money  progressive  housewives 
lint  into  electrical  appli:inces  last  year,  because  of  the  added 
economy,  convenience  and  utility  their  use  affords.  Then 
lead  the  prospect  to  say  that  she  expects  some  day  to  have 
a  complete  c<|uipment  of  electrical  appliances-  also.  That 
will  be  your  cue  to  urge  the  advisability  of  having  the  neces- 
sary outlcl.s  installed  at  once,  as  the  first  step  towards  en- 
joying the  benefits  of  those  new  appliances  she  has  declared 
it  to  be  here  intention  to  buy. 

The  Prospect  Who  Says:  "We  only  rent" 
Find  out,  if  possible,  the  duration  of  the  lease  and  the 
terms  regarding  improvement  and  upkeep.    If  there  is  as- 
surance of  possession  for  a  reasonably  long  period,  you  pro- 
l)ably  will  1)e  aljle  to  show  that  the  proposed  investment  for 
wiring  and  outlets  really  boils  down  to  an  expenditure  of 
only  a  few  cents  daily.    Classify  that  trivial  expenditure  with 
the  price  of  a  daily  paper.    Then  show  how  many  economies, 
advantages  and  comforts  that  piffling  daily  expenditure  makep 
possible.    Shtjw  that  the  value  will  be  derived  from  the  in- 
vestment many  times  over  before  the  lease  expires  and  that 
going  away  and  leaving  the  wiring  and  outlets  as  a  fixture  of 
the  house  can  be  done  without  any  feeling  of  loss. 
The  Landlord  Who  Says:.  "My  houses  are  always  rented.  Why 
should  I  go  to  the  expense  of  installing  Outlets?" 
There's  a  lot  that  can  be  said  in  reply  to  that  argument, 
but  don't  make  the  mistake  of  committing^  yourself  to  a  par- 
ticular line  of  attack  until  you  know  the  facts.     For  ni- 
stance,  how  frequently  do  tenants  leave?    How  much  of  the 
gross  rental  income  .goes  to  pay  fees  to  rental  agents  for  se- 
curing new  tenants?     How  many  such  vacatings  are  due 
to  just  such  inconveniences  as  those  occasioned  through  lack 
of  outlets?    Would  not  the  saving  in  fees  to  rental  ageni>, 
and.  also  the  added  rental  income  secured  through  keeping 
the   bouses   rented   continuously   or   more   nearly   so.  seem 
to  olTset  many  times  the  investment  for  wiring  and  outlets? 

On  the  other  hand,  if  his  houses  actually  are  rented  all 
or  marly  all  of  the  time,  the  argument  should  be  to  show 
(  I  )  tlie  acbled  convenience  to  tenants,  and  the  consequent 
enhaiiccnuMit     of    proiiertx     value;  keeping   the  cquip- 

iiKiit  of  the  house  on  a  par  with  that  of  the  many  other 
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rented  houses  that  do  have  all  '  such  conveniences;  (3) 
the  greater  ease  with  which  property  can  be  rented;  (4)  the 
opportunity  to  ask  a  greater  rental  income.  Also,  there  is 
tlie  opportunity  to  appeal  to  the  owner's  pride  in  his  property, 
his  desire  to  keep  his  houses  on  a  par  with  the  best,  etc. 

The  Woman  Who  Says:  "I  don't  want  to  have  my  house  and 
routine  deranged" 

Agree  with  her  at  once — she's  perfectly  correct;  no 
woman  appreciates  such  annoyances  as  she  probably  has  ability  of  having  an  outlet 
in  mind.  Then  make  the  point  that  wiring  and  installing  ^^^^^  appliance 
iutlets  is  not  a  messy  operation,  that  the  work  can  be 
completed  with  hardly  more  confusion  than  attends,  say, 
putting  a  new  battery  on  the  electric  bell.  Explain  just 
how  the  work  is  done.  Assure  her  that  the  work  can  be 
done  while  she  is  out  shopping  or  visiting  and  that  you  will 
make  yourself  responsible  for  all  that  occurs  in  her  absence. 

The  Woman  Who  Says:  "No,— I  think  its  dangerous  to  have 
those  Outlets  around  where  the  children  can 
get  at  them" 

Go  easy  here;  the  woman  has  the  safety  of  her  children 
in  mind,  and  you  cannot  afford  to  dismiss  her  scruples  by 
pooh-poohing  them.  Show  her  rather  how  extremely  im- 
probable and  difficult  it  would  be  for  children  who  are  too 
young  to  observe  instructions  about  leaving  things  alone,  to 
contrive  so  as  to  receive  any  hurt.  Show  her  that  the  con- 
struction of 'outlets  is  such  that  it  would  require  consider- 
able ingenuity  even  on  your  part  to  manipulate  things  so 
as  to  receive  any  hurt. 

Then  commence  your  talk  about  the  advantages  of 
having  plenty  of  outlets.  Tell  her  of  the  many  houses 
you  have  wired  for  outlets.  Make  a  point  of  emphasizing 
how  pleased  such  households  were  because  of  the  oppor- 
tunity thus  provided  to  make  better  use  of  their  electrical 
appliances. 

The  Prospect  Who  Says:  "Yes,  I  wish  we  had  more  outlets 
but  we  don't  wish  to  spend  the  money  just  now.  Later 
we  expect  to  have  such  work  done" 

If  you  arc  convinced  that  they  lack  funds,  or  if  you  feel 
that  you  might  have  difficulty  getting  your  money — sa.ve 
time,  loss  and  trouble  for  yourself  by  passing  them  up. 

Otherwise,  work  on  the  assumption  that  they  are  not 
sufficiently  sold  on  the  need  for  outlets,  or  more  outlets,  as 
may  be.  Say  something  like  this:  "Of  course,  you  know 
your  own  business  best,  but  did  you  ever  consider  that  it 
probably  is  costing  you  more  not  to  have  those  outlets 
installed,  than  it  would  to  have  the  jol)  done?  Remind  them 
of  Emerson's  statement  that  "if  people  need  a  thing  they 
pay  for  that  thing  whether  they  buy  it  or  not."  Show  the 
saving  in  fuel,  food,  time,  money,  labor  that  would  be  made 
possible  through  the  installation  of  outlets  and  the  proper 
use  of  electrical  appliances.  Then  explain  the  easy  payment 
terms  you  are  offering.  OtTer  to  look  the  job  over  and  tell 
tliem  just  what  ought  to  I.)e  done,  in  your  expert  opinion. 

The  Prospect  Who  Says:  "Yes,  our  house  is  electric-lighted, 
but  we  have  no  appliances;  so  we  do  not  need  any 
outlets  installed" 

Don't,  whatever  you  do,  make  the  mistake  of  con- 
demning that  confessed  lack  of  appliances.  That  would  be 
fatal  to  your  hopes.  Handle  the  m.ntter  rather  from  the  angle 
suggested  by  the  f<dlowing:  "Is  that  so!  I  met  a  family 
yesterday  who  were  doing  without  ihe  com  eiiieiice  and 
economy  of  electrical  appliances  too.  iUit  when  1  explained 
to  the  lady  just  what  it  was  coslini^  her  in  unnecessary  steps 
anr'  labor,  loss  of  time  and  actual  mone\'-loss.  she  decided 
that  she  could  iu")t  afford  longer  to  do  withonl  the  use  of 
outlets  and  appliances." 

Then  find  out  whether  they  use  coal  or  gas  for  cooking. 


and  how  many  there  are  in  the  family.  That  will  give  you 
the  proper  basis  for  explaining  the  use  of  electrical  table 
appliances  and  an  iron.  If  you  cannot  succeed  in  prompt- 
ing them  to  decide  to  start  in  with  such  appliances  and  to 
have  outlets  installed  accordingly,  then  try  them  on  the 
electric  cleaner  and  the  washer.  They  will  be  almost  cer- 
tain to  indicate  a  pronounced  jM'eference  for  some  of  the 
appliances  you  have  mentioned;  and  as  soon  as  you  discover 
what  one  that  is  concentrate  your  canvass  upon  the  advis- 
or more  installed  for  the  use  of 


If  you  can  get  an  order  to  go  ahead,  don't  say  anything 
then  about  putting  in  more  outlets.  Wait  until  you  are  on 
the  job.  Then  explain  (at  that  time)  how  advantageous  it 
would  be  to  have  more  outlets  installed  then  and  there  while 
you  have  your  tools  and  are  on  the  premises. 


Motor  Driven  Visible  Measure  Gasoline  Dispenser. 

The  incidental  losses  in  the  vending  of  gasoline  are  claim- 
ed to  be  eliminated  by  the  use  of  a  visible  measure  gasoline 
dispenser.  The  accompanying  illustration  shows  the  gen- 
eral appearance  of  the  apparatus  opened  up  to  show  the  mec- 
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hanism.  The  pump  is  driven  by  a  Westinghouse  Vj-hor.se- 
power  nu_)lor,  entirely  enclosed  in  the  i)ase  in  accordance 
with  the  rules  of  the  National  Board  of  Underwriters.  The 
dispenser  visibly  delivers  a  full  gallon  for  every  gallon  order- 
ed. When  the  wagon  delivers  gasoline  to  the  garage,  the 
tank  gauge  shows  accurately  the  full  quantity  obtained.  Every 
gallon  drawn  from  the  tank  into  the  dispenser  is  shown  on 
the  tank  register,  which  can  be  checked  with  the  tank  gauge. 
Tims,  both  tin-  ])ublic  and  the  garage  f)wner  are  protected 
from  loss.  Furthermore,  the  oil  companies  are  enabled  to 
make  more  rajjid  deliveries  than  liy  measuring  cans  from 
wagon  to  garage  tank  where  this  dispenser  is  installed. 


(  Ondrnx  r-,.  pumps,  coolmg  lowers,  etc.  i: 
Bulletin  ll;J-A  just  published  by  the  Wheeler 
Engineering  Co.,  Carteret,  New  Jersey. 
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National  Association  Merchandisin 

Committee's  Report 


Tlu-  (.•Kniniittee's  rcimri  is  iKirticuhirly  inliiuKd  l<>  lu'lp 
the  many  contractors  who  are  tiyin.L;  in  (kciilc  vvhellu-r  it 
is  to  their  interest  to  .tjo  into  llu'  iiu'ri.'hamlisinL;  ol  cki.-l I'ic 
service  appliances.  The  i)rt)bleius  are  many  and  tlie  commit- 
tee lias  analyzed  the  siiliject  carefully  with  a  view  of  assistmii 
onr  nieinhers  in  cominu;  to  tlic  pmpi  r  decision. 

The  committee  would  recomnuiid  thai  if  one  or  more  of 
the  following  conditions  exist  that  tlu-  wiring  contractor 
should  not  at  the  present  moment  consider  Hoin.u  into  the 
merchandising  of  electric  service  appliances. 

If  the  wiring  contractor's  organizatioti  is  at  present  kept 
husy  with  wiring  installations. 

If  the  contractor  lacks  capital, 

■If  he  has  not  a  proper  location  for  a  merc'iand^sni,:,;  store. 

If  he  cannot  himself  give  sufticii-nt  time  ti)  .L;ct  llic  mer- 
chandising store  started  in  good  shape  h.efore  turning  it  over 
to  an  employee. 

Or.  if  the  local  lighting  company  is  not  on  a  fair  mer- 
chandising basis.  Tlie  local  lighting  company's  policy  on 
lamps  and  electric  service  appliances  should  be  thoroughly 
analyzed. 

It  is  the  committee's  recommendation,  however,  to  the 
wiring  contractor,  if  he  decides  not  to  go  into  the  merchandis- 
ing to  he  sure  and  get  back  of  every  local  merchandising 
campaign,  because  of  the  fact  that  he  is  bound  to  get  more 
wiring  business  on  account  of  the  installation  of  electric  ser- 
vice outlets,  which  means  larger  feeders,  mure  circuits  and, 
besides,  the  electric  service  outlets  in  the  home,  office  and 
factory.  There  is  no  reason  why  the  wiring  contractor,  af- 
ter making  an  installation,  should  not  also  supply  the  electric 
service  appliances,  even  if  he  has  no  show  room,  because 
he  must  undoubtedly  have  the  confidence  of  his  customers 
by  the  time  the  building  is  wired,  and  if  he  has  faith  in  his 
own  ability  as  a  salesman  and  the  material  he  is  selling  he  can 
certainly  get  the  customer's  order  for  the  electric  service 
appliances,  and  with  the  proper  demonstration  give  the  cus- 
tomer the  benefit  of  his  experience  in  the  electric  Inisincss 
while  making  a  fair  profit  for  himself  on  the  sale. 

In  urging  upon  our  members  the  value  of  the  merchand- 
ising of  electric  service  appliances,  it  is  not  intended  that  this 
should  include  the  intensive  sale  of  electrical  wiring  supplies 
without  their  installation,  or  in  other  words,  compete  with 
the  present  jobber  on  sales  of  supplies  to  the  consuming 
public,  who  themselves  make  the  installation.  This,  in  the 
opinion  of  the  committee  would  be  a  grave  mistake  and 
would  make  conditions  worse  instead  of  better  for  the  con- 
tractor. It  would  be  far  better  to  support  the  local  jobber, 
who,  in  consideration  of  doing  a  larger  wholesale  business 
with  the  contractor,  would  not  be  so  keen  for  the  retail  busi- 
ness, which  they  are  getting  from  the  consumer -as  industrial 
business,  but  which  under  any  name  has.  and  is  to-day,  de- 
moralizing the  electrical  construction  business  and  to  a  great 
extent  preventing  the  closer  co-operation  of  contractors  and 
jobbers.  It  should  be  the  aim  of  the  contractor-dealer  to 
merchandise  the  wiring  supplies  installed.  There  is  no  doubt 
that  this  will  make  for  more  complete  electrical  installations, 
which  again  help  the  sale  of  electric  service  appliances  which 
means  better  electric  service  to  the  public. 

For  those  wiring  contractors  wdio  are  conteniplaling  get- 
Read  before  the  Cleveland  Convention  by  Fred  B.  Adam,  chairman. 


ling  into  the  merchandising  of  electric,  service  appliances,  wel 
have  the  following  suggestions  and  hope  our  members  willj 
give  care  ful  analysis  to  each  suggestion  before  concluding  to| 
lake  up  merchandising.  J 

Market.  1 

Our  members  should  first  analyze  the  potential  niarketJ 
in  their  town  or  city,  or  if  they  are  located  in  the  residential'^ 
neighborhood  retail  district,  the  question  of  the  business  that 
they  can  get  from  such  a  neighborhood.  . 

Here  we  might  say  that  we  have  it  from  the  best  author- 
ity that  there  is  less  than  one  appliance  to  every  residential 
connection,  and  that  there  should  be  not  less  than  $150  f 
electric  service  to  every  residential  connection. 

We  recommend  that  our  members  first  w^rite  to  the 
.Snciety  for  Electrical  Development,  39  West  Thirty-ninth 
.Street,  New  York  City,  and  ask  them  for  their  pamphlet, 
"Three  Thousand  Uses  for  Electricity,"  and  also  ask  the 
Society  of  what  value  it  could  be  to  them  in  the  electrical 
merchandising  business.  Also  subscribe  to  the  electriacl 
trade  papers  which  are  making  a  specialty  of  boosting  elec- 
trical merchandising. 

The  committee  advises  also  to  take  up  the  advisability 
of  going  into  the  electrical  merchandising  business,  with  the 
sales  manager  of  the  local  lighting  company.  It  is  the  opin- 
ion of  your  committee  that  the  lighting  company  would, 
and  should,  co-operate  in  every  way  in  backing  up  the  elec- 
trical contractor-dealer  in  the  town  or  city  to  the  end  of 
making  a  more  thorough  application  of  electric  service  in 
the  home,  o-flice,  or  factory,  because,  in  the  opinion  of  the 
committee  the  use  of  electric  service  makes  business  not 
only  for  the  central  station,  but  for  every  branch  of  the  in- 
dustry, including  both  the  wiring  contractor  and  the  dealer. 

Location. 

As  to  the  location  there  is  no  argument  but  that  the 
more  central  the  location  the  better,  in  the  retail  district 
of  the  town  or  city,  or  the  residential  neighborhood  retail 
district.  A  small  store  in  the  heart  of  the  retail  district 
may  make  more  money  for  our  member  than  the  large  store 
out  of  the  retail  district. 

Capital. 

Our  members  should  appreciate  that  it  requires  capital 
to  establish  a  merchandising  store,  and  the  most  careful 
analysis  should  be  given  to  the  question  of  sufficient  capital 
for  the  equipment  of  the  smallest  or  the  largest  electrical 
merchandising  store.  Here  the  committee  can  only  suggest 
to  go  slow  and  careful  with  the  greatest  anaylsis  before  com- 
ing to  any  decision.  It  is  not  good  business  to  rob  the  wir- 
ing contracting  business  to  get  the  necessary  capital  to  go 
into  the  merchandising  business.  There,  however,  is  no 
reason  why  a  contractor  with  small  capital  with  a  nice,  clean 
store  room,  with  his  wiring  supplies  nicely  arranged  on  shelv- 
ing, and  his  merchandising  stock  on  exhibit  in  a  nice,  clean 
show  window,  and  with  either  himself  or  a  person  in  charge 
who  can  explain  the  electric  service  appliances  to  the  pros- 
pective customer  should  not  make  a  success  of  merchandising. 
A  dealer  of  this  kind  may  make  a  much  better  start  than  if  he 
goes  into  too  great  expense  to  start  with. 

Equipment. 

Xe.Nl  to  a  good  location  the  proper  arrangement  of  the 
entrance  and  show  window  is  of  vital  importance,  and  again. 


Scptt'iylior 
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he  coni- 
counter 


llu'  i)r<)i)cr  layout  and  cquiiimL-nl  cif  store  fixtures.  1 
niittee  suggests  that  both  the  wall  cases  aud  the 
eases  should  be  so  arrauged  that  they  can  be  extended  or 
increased  in  number  as  the  business  justifies. 

It  is  good  business  to  have  the  staple  appliances  in  the 
rear  of  the  store.  Consideration  must  be  given  to  the  large 
samples,  like  washing  machines  and  ironing  machines,  that 
are  shown  to  the  best  advantage  when  not  too  much  crowded. 

Here  we  wish  to  impress  upon  all  of  our  members  the 
value  of  keeping  their  store  clean,  including  the  floors,  store 
ixtures,  samples  and  by  all  means  do  not  overlook  the  show 
window.  Again,  do  not  allow  the  wiremen  or  helpers  to  use 
the  merchandising  store  as  a  proper  place  to  accumulate  the 
-upplies  for  their  jobs,  or  to  loaf  around  while  waiting  to 
I..-  plaped  on  the  next  job.  Remember  that  the  majority  of 
,-iur  customers  for  electric  service  merchandise  will  be  the 
lady  of  the  house,  who  will  appreciate  to  the  fullest  extent 
the  best  service  you  can  give. 

Publicity. 

Tublicity  is  the  life  of  any  business,  and  our  member 
must,  in  analyzing  his  capital  requirements,  set  aside  a  certain 
amount  of  money  for  publicity.  However,  as  to  how  the 
publicity  should  be  arrived' at  is  entirely  a  local  problem, 
and  must  be  worked  out  in  each  locality,  whether  it  be  a 
triwn,  city  or  neighborhood  residential  retail  district.  The 
committee  would  suggest  in  a  town  or  city,  newspaper  ad- 
vertising, or  if  in  a  residential  neighborhood  keeping  the  store 
open  nights  with  an  attractive  show  window,  as  well  as  letters 
to  the  residences  of  the  neighborhood,  and  if  possible  house 
to  house  solicitation. 


less  than  m  per  cent,  if  possible  30  per  cent,  with  all  other 
payments  not  less  than  10  to  20  per  cent.  We  also  suggest 
that  our  members  get  acquainted  with  the  local  methods  m 
handling  deferred  or  time-payment  business. 

Delivery. 

Our  members  should  carefully  analyze  the  necessity  and 
cost  for  delivery  system,  and  consider  that  in  these  war  days 
it  is  both  right  and  proper  to  keep  the  delivery  cost  as  low  as 
possible.  Good  service  to-day  does  not  necessarily  call  for 
unnecessary  delivery  cost. 

Demonstration. 

Your  committee  urges  upon  you  to  give  a  careful  analysis 
to  the  value  of  demonstrating  every  appliance  in  the  most 
careful  and  complete  manner.  We  suggest  that  our  members 
make  a  personal  investigation  by  taking  home  and  trying 
out  themselves  the  various  appliances.  It  has  been  said  time 
and.  again  that  a  sale  is  not  complete  until  the  customer  is 
satisfied  and  has  paid  the  liill,  and  your  committee  is  satis- 
fied that  the  more  carefully  the  appliances  are  demonstrated 
the  earlier  will  be  a  satisfactory  condition  in  electrical  mer- 
chandising. Here  we  wish  to  suggest  to  the  wiring  contractor 
that  it  is  not  good  business  on  his  part  to  take  an  order,  for 
an  example  a  washing  machine,  and  have  the  jobber's  sales- 
man do  the  demonstrating.  We  have  heard  of  several  in- 
stances where  such  demonstration  made  a  heap  of  trouble 
to  the  wiring  contractor  and  caused  him  to  never  try  and 
make  a  sale  again.  He  should  make  the  demonstration  him- 
self and  he  will  know  the  trick  of  making  the  next  sale. 


Method  of  Doing  Business. 

Your  committee  recommends  that  our  members  send,  to 
the  McGraw-Hill  Publishing  Company,  Tenth  Avenue  and 
Thirty-sixth  Street,  New  York  City,  for  their  book  on  "How 
to  Sell  Electrical  Labor  Saving  Appliances,"  and  to  the  Soc- 
iety for  Electrical  Development,  29  West  34th  St.,  New  York 
City,  and  ask  for  their  pamphlet  rui  "How  to  Sell  an  Idea,"  al- 
so to  very  carefully  analyze  all  electrical  merchandising  meth- 
ods by  visiting  the  department  and  other  merchandising 
stores,  and  never  overlook  any  opportunity  of  visiting  mer- 
chandising stores  in  other  cities  and  towns,  particularly  the 
central  station  show  rooms.  Your  business  methods  have  a 
vital  interest  in  the  success  of  the  business. 

The  problem  of  credit  sales  must  be  thoroughly  analyzed 
by  members.  Credit  should  be  given  with  the  greatest  care. 
There  is  no  doubt  it  makes  for  greater  business,  but  it  also 
can  break  the  contractor-dealer  quicker  than  any  other  ven- 
ture we  known  of.  The  committee  therefore  always  recom- 
mends if  possible  a  cash  sale,  unless  customer  is  positively 
known  to  be  good  credit.  It  is  a  good  plan  to  join  the  local 
credit  association,  or  in  a  residential  district  see  the  other 
Storekeepers. 

Credit  should  never  be  given  for  over  thirty  days,  in 
fact,  good  business  calls  for  not  over  thirty  days'  credit 
with  a  tr;ide  acceptance,  as  advocated  by  the  Federal  P.auk 
Board. 

The  committee  acknowledges  a  problem  in  the  (|ue,slion 
of  deferred  or  time  payment  terms  for  the  high  cost  appli- 
ances. Tlure  is  no  doubt  that  time  payment  terms  greatly 
assi>t  ill  the  in  tr<  id  net  ion  of  the  high-cost  appliances,  but 
at  the  same  time  makes  an  unbearable  burden  to  our  nieiii- 
bers  with  small  capital.  'I'lie  committee,  however,  suggests 
that  in  considering  the  time  payment  terms  our  members 
siiould  analyze  the  following:  The  regular  selling  price,  plus 
to  per  cent  to  pay  for  the  extra  cost  on  deferred  payment 
accounts,  and  th;it  no  article  be  considered  on  time  payment 
terms  of  less  than,  according  to  conditions.  $.").()n,  and  if  i)os- 
sible  $2:").00,  and  that  the  lirst  payment  down  should  be  not 


Your 


Records. 

committee  suggests  that  you  write  to  J.  E. 
Sweeney,  chairman  of  our  Committee  on  Credit  and  .Account- 
ing, for  suggestions  on  keeping  the  accounts  of  the  wiring 
business  and  merchandising  separate,  also  how  to  keep  re- 
cords of  the  various  classifications  of  sales  for  electric  ser- 
vice appliances,  for  example  a  separate  account  of  lamp  sales, 
household  irons  and  small  appliances,  cooking  utensils,  va- 
cuum cleaners  and  washing  machines.  Such  records  will 
greatly  assist  our  members,  as  well  as  your  committee,  in  in- 
vesti,gating  the  cost  of  overhead  for  each  classification  of 
merchandising. 

It  is  also  suggested  that  records  be  kept  of  all  sales  in 
the  above  classifications  on  the  question  of  current  con- 
sumption basis,  which  is  of  value  to  your  committee  as  well 
as  the  central  station. 

Competition. 

If  our  members  start  out  with  the  idea  "that  he  profits 
most  who  serves  best"  the  question  of  competition  will  not  be 
such  a  serious  one,  particularly  if  they  would  analyze  the 
common  remark  of  a  prospective  purchaser  that  they  can  pur- 
chase a  certain  article  at  so  and  so  for  less  money.  This  is 
the  most  vicious  and  barliarous  kind  of  competition,  and  in 
a  great  majority  of  cases  when  run  down  to  a  final  decision 
is  found  to  be  only  the  customer's  desire  to  purchase  at  a 
cheaper  price.  The  committee  would  suggest  that  the  best 
quality  of  merchandise  has  the  least  competition,  and  if  re- 
gularly sold  at  the  manufacturer's  selling  price  is  more  staple 
th;in  if  left  to  the  judgment  of  the  particular  dealer  who  is 
making  the  sale.  This  does  not,  however,  mean  that  only 
one  price  articles  should  be  considered.  It  is  a  known  fact  that 
first  quality  articles  are  made  by  several  manufacturers,  who 
dilfer  in  the  price,  which  is  always  an  advantage  to  the  dealer 
in  advertising  as  well  as  selling  to  the  customer.  However, 
we  believe  that  close  co-operation  between  Association  mem- 
bers and  the  central  stations  will  eliminate  the  bugl)ear  of 
competition  to  the  greatest  exl(.-nt. 

Cf)-opt'ration  if  less  talked  about  and  more  api)lied.  we 
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ln-lifvf  woulil  spi-ll  Micofxs  lor  rUcn  ic.il  iiipli.iin  c  nu  r 
iliamlistT  in  tlic  shortest  possiMi-  tinu-.  ami  your  inimiiittic 
iirijcs  upon  ynu  that  this  i-o-i>i>eration  is  positi\H'l>  iuh  \ 
in  tlic  clcclrival  iiulustry.  ami  nui>i  iiuliuU-  all  luaiu  lu-.  i>l 
the  inilnstry  as  iiu-lmk'<l  in  tin-  variiuis  (.oiuliiidn-  dl  cai-h 
Kioality,  It  nnist  im-huU-  tlu-  closi'st  co-oiu  rat  ion  lulwcin 
the  contractor-dealer,  jobber  and  central  station,  and  if  pos- 
sible the  ntannfactnrers,  or  representatives  oi'  nKiniilai,tnn'rs. 

Your  committee  siiKjiCSts  a  (.'o-oporative  (."oniniiltee,  con- 
■ii^tinv:  (>t  line  or  t\v«<  representative-;,  of  each  of  llu'  above 


branches  of  the  industry  be  formed  to  lake  charfjc  of  the 
local    merchandising   campaign   and   that   this   Co-operative  , 
Committee  1)e  continued  as  long  as  the  necessity  continues  in  * 
the  locality. 

Data  and  Sales  Book  Pages. 

Your  committee  hopes  in  a  very  short  time  to  co-operatt: 
with  the  Committee  on  Data  and  Sales  Book  to  the  end  of 
furnishing  our  members  with  all  kinds  of  information  on  elec- 
trical apiiliance  merchandising  on  pages  for  the  Data  and 
Sales  Book. 


Costs  and  Accounting  for  the  Contractor 


Much  stress  has  lieen,  and  properly  should  be,  laid  upon 
the  fact  that  accounting  is  a  real  fundamental  of  all  success- 
ful business.  With  this  in  mind  your  I'.xecutive  Committee 
determined  that  the  subject  should  be  developed  and  that 
an  educational  movement  should  be  fostereil  that  had  as  its 
object  the  eventual  adoption  of  a  standard  classification  of 
accounts  for  electrical  contractors  and  dealers,  and  possibly 
the  recommendation  of  a  complete  bookkeeping  system  that 
would  meet  the  needs  of  some  of  our  members.  You  can 
readily  appreciate  that  it  would  be  impossible  to  submit 
a  complete  bookkeeping  system  that  would  meet  with  approval 
or  adapt  itself  to  the  peculiarities  of  all  our  members'  busi- 
ness. We  do  anticipate  that  we  can  design  and  submit  a 
simple  and  accurate  system  of  forms  and  instructions  that  will 
meet  the  requirements  of  the  average  electrical  contractor. 

The  average  electrical  contractor  when  asked  how  he 
keeps  track  of  the  cost  of  his  contracts  and  the  cost  of  con- 
ducting his  business  appears  rather  surprised  that  so  simple 
a  question  should  be  asked  of  him,  yet,  when  confronted 
with  specific  items  and  details  admits  that  he  has  no  special 
system  or  method.  One  of  the  objects  of  the  standard  classi- 
fication of  accounts  which  we  are  submitting  is  to  get  all 
contractors,  large  and  small,  to  designate  these  specific  items 
and  details  in  the  same  manner  and  by  the  same  account 
name. "  Then  we  will  be  able  to  collect  and  disseminate  in- 
formation  for  comparative  purposes  that  will  have  a  tangible 
value  to  everyone  in  the  industry. 

In  order  that  this  work  might  be  brought  to  the  favor- 
able attention  of  the  various  branches  of  the  electrical  in- 
dustry, your  Executive  Committee  authorized  my  conferring 
with  the  several  branches  of  the  industry  and  I  am  glad  to 
give  you  the  results  of  that  conference,  to  dale. 

.•\t  a  joint  committee  meeting  held  in  Chicago  we  agreed 
upon  the  following  capital  accounts: 

CURRENT  ASSETS— 

Cash  in  Bank  . 

Petty  cash  fund. 

Certified  check  Account. 

Accounts  Receivable. 

Trade  .Acceptance  Account. 
Inventory  Account. 

Wiring  Supplies. 

Fixtures  and  Glassware. 

.\ppliances. 
Fixed  Investments. 

Furniture  and  Fixtures. 

Tools. 

Automobiles — Trucks. 
Building. 

Real  Estate.  ^  

•Report  presented  at  the  Oeveland  Convention  by  the  Chairman.  Mr.  J.  E. 
Sweeney. 


Prepaid  Values. 

I  nsurance. 

Deferred  charges  to  income. 
LIABILITIES— 

Capital  Account. 

Capital  Stock. 
Current  Liabilities. 

Accounts  Payable. 

Notes  Payable. 

Trade  Acceptances. 

Accrued  Taxes. 

Accrued  Interest. 
Reserve  Accounts. 

Reserve  for  Loss  on  Notes  and  Accounts  Receivable. 

Reserve  for  Depreciation  on  Furniture  and  Fixtures. 

Reserve  for  Depreciation  on  .\utos  and  Trucks. 

Reserve  for  Depreciation  on  Tools. 
CURRENT  PROFIT  AND  LOSS  ACCOUNT. 
SURPLUS  ACCOUNT. 

In  addition  to  these  capital  accounts  we  also  agreed  on 
the  following  designation  of  expense  items: 
Salaries — Management. 
Salaries — Sales. 
Salaries — Office. 
Salaries — Shop. 

Commission  and  Bonus  .\ccount. 
Rent,  Heat  and  Water. 
Light  and  Power. 
Telephone  and  Telegraph. 
Fire  Insurance. 

Liability  and  Compensation  Insurance. 

Advertising. 

Taxes. 

Interest  on  borrowed  capital. 

Auto  and  Truck  Expense — or  Delivery. 

Association  Membership. 

Office  Expense. 

Traveling  Expense. 

General  E.\pense. 

Repairs  and  Upkeep. 

Losses  on  Bad  .Accounts. 

Depreciation — 

Merchandise. 

Furniture  and  Fixtures. 

Tools. 

Autos  and  Trucks. 
Service  Account. 

Shop  Expense  and  Supply  .\ccount. 
Clear  and  concise  definition  and  description  and  all  that 
pertains  to  the  above-mentioned  accounts  is  now  being  form- 
ulated and  shortly,  1  hope,  will  be  transmitted  to  you  through 
the  means  of  our  Data  Book.  This  information  will  also  be 
supplemented  by  various  articles  in  electrical  trade  papers. 
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Tuesday  Evening,  October  15lh 

Contractor-dealers,  jobbers  and  manufacturers 
are  specially  interested  in  hearing  Mr.  W.  L. 
Goodwin  on  Tuesday  evening,  October  15.  It  is 
expected  that  several  hundred  electrical  men 
from  all  over  the  province  will  be  present  at  the 
dinner  at  the  King  Edward  Hotel,  Toronto,  on 
that  occasion,  when  Mr.  Goodwin  will  explain  his 
plan  of  co-ordinating  the  various  elements  in  the 
electrical  industry  to  the  end  that  "more  elec- 
tricity may  be  used  in  more  ways  by  more  peo- 
ple." Keep  the  date  in  reserve— Tuesday  even- 
ing, October  15.  Every  electrical  man  is  not 
only  welcome  but  urged  to  be  present.  Hon. 
Frederic  Nicholls  will  preside. 


Piston  Vacuum  Machine 

Tliis  piston  vacuum  machine,  used  by  canners  and  pre- 
servers, comibines  a  tumbler  sealing  machine  and  a  vacuum 
pum^p  in  one  simple  unit,  requiring-  only  a  Va  horsepower 
VVestinghouse  motor  to  operate  it.  It  is  claimed  that  an  or- 
dinary operator  can  seal  as  many  as  fifty  tumblers  a  mmute 
with  this  machine,  with  less  efTort  than  formerly,  because  ot 
the  construction,  which  enables  him  to  perform  the  work  ot 
unloa.bng  an,l  h.ading  one  pocl<et  wliile  the  machine  removes 


Automatic  Electric  House  Pumps 

The  accompanying  illustration  shows  an  automatic  elec- 
tric house  pump  for  pneumatic  service.  The  pump  is  compact- 
ly arranged  so  that  it  occupies  little  floor  space  and  can 
be  mounted  on  a  sub-base  adjacent  to  the  tank  or  at  a  distance 
as  desired.  The  pump  is  of  the  horizontal  iloul>le-actmg  type, 
claimed  to  be  the  most  successful  for  drawing  water  hy 
suction  and  forcing  a  continuous  stream  against  pressure. 
The  cylinder  is  brass  fitted  with  ample  water  passages,  valve 
area  and  air  chamber.  Crank  and  cross  heads  work  in  an 
oil  bath  in  an  oil  ti.ght  case.  A  VVestin.uhi .use  motor  is  mount- 


die  air  from  the  other  pocket,  and  seals  it.  The  degree  of 
vacuum  desired  in  each  package  can  be  regulated  instantly. 
Broken  tumblers  are  reduced  to  a  minimum,  since  the  seal- 
ing strain  is  applied  through  compensating  springs  which  seal 
each  jar  alike,  although  one  may  be  larger  than  the  other. 
The  variation  is  taken  up  in  the  spring.  Changes  from  one 
size  to  another  can  be  made  easily  in  two  or  three  minutes. 
■The  machine  is  made  in  two  types,  for  sealing  tumblers,  from 
'>y,  to  0  inches  in  height,  by  the  Anchor  Cap  and  Closure 
Corporation,  Brooklyn,  N.Y.  The  two-pocket  type  is  used 
for  dry  or  pastry  products,  and  the  four-i)ocket  type  for  liquid 
or  semi-liquid  products  which  are  ai)t  to  .spill  or  splash. 
Either  type  is  arranged  to  give  three  siieeds,  as  desired. 


ed  on  the  top  of  the  pedestal,  as  shown,  where  it  is  away 
from  dampness,  oil,  or  floor  dirt  and  convenient  for  starting 
and  stopping  the  motor  which  maintains  the  water  pressure 
in  the  system  above  a  fixed  value.  The  motor  is  connected 
directly  to  the  electric  light  circuit  in  the  house.  The  pump 
forces  water  into  the  pneumatic  tank  comi)ressing  air  there- 
in, as  required.  The  expansion  of  the  air  drives  water  through 
the  house  pipes  to  the  kitchen,  laundry,  bath,  etc..  in  a  steady 
continuous  stream.  When  the  pressure  in  the  tank  reaches 
the  desired  maximum,  the  motor  and  pump  automatically 
stop  until  the  water  is  drawn  oi=f  enough  to  reduce  the  pres- 
sure to  a  predetermined  setting  of  the  switch.  To  prevent 
the  tank  from  becoming  water  log-ed,  an  air  valve  i>  pro- 
vided,, which,  when  opened,  allows  air  to  be  forced  into  the 
tank  with  the  water. 
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Current  News  and  Notes 


Meaford.  Ont. 

Mr,   Daviil  Kohinson.  electrician  ior  the  (ioors'ian  Bay 
Milling'  and  Power  Conipaiiy.  Meaford,  Om..  met  death  re- 
cently hy  electrocution 
Montreal.  Que. 

July  li.nures  l\>r  the  Montreal  I.it;lu.  Heat  and  Power 
t'oinpany  just  to  hand,  show  ^ross  earnings  for  the  first 
quarter  of  the  fiscal  year  amounting  to  $2.5()~,o:i',),  represent- 
ing; an  increase  of  .it'JiiT.liU  over  the  corresjiondinij  period 
last  year.  ^ 

The  gross  earnings  of  the  Souilurn  C  anada  Power  Com- 
pany for  July  amounted  to  $41,2t)5  and  the  net,  $18,491,  an 
increase  of  $7,0:!7  and  $4,318  over  the  corresponding  month 
in  HUT. 
Orillia,  Ont. 

Owing  to  low  water  in   the  Severn   River  the  Orillia 
Water.  Light  and  Power  Commission  have  been  forced  to 
curtail  power  supply  in  some  quarters  and  also  cut  off  the 
domestic  current  at  times. 
Perth,  Ont. 

A    t welve-year-( dd   boy  -was   instantly   killed    when  he 
touched  a  fallen  electric  wire  in  Perth,  Ont. 
Peterboro,  Ont. 

Petitions  are  being  prepared  and  will  be  presented  to 
the  Hydro-electric  Commission  in  the  near  future  request- 
ing extensions  to  the  street  railway  in  Peterboro,  Ont. 

Rainy  River,  Ont. 

A  by-law  authoriziiii;  the  town  council  of  Rainy  River, 
Ont..  to  purchase  the  plant  and   equipment  of  the  Rainy 
River  Electric  Light  and  Power  Company,  has  been  carried 
by  the  ratepayers. 
Regina,  Sask. 

.\n  increase  of  22  per  cent,  is  reported  in  the  passenger 
traffic  on  the  Regin^  municipal  railway  over  he  correspond- 
ing month  of  last  year.  The  total  number  of  passengers  car- 
ried was  446,000  and  the  receipts  were  $21,400. 

.•\n  increase  of  approximately  15  per  cent,  in  wages,  and 
other  concessions,  has  been  asked  by  the  electrical  workers 
in  the  Regina  municipal  ijowcr  house  and  street  railway  de- 
partment. 
Saskatoon,  Sask. 

The  Leniery-Denison  Electric  Limited,  Saskatoon,  Sask., 
have  been  incorporated. 
Sherbrooke,  Que. 

Donohue  and  .\udet,  electricians.  Sherbrooke,  Que.,  have 
registered. 
Toronto,  Ont. 

.Statistics  covering  the  operation  of  the  Toronto  Civic 
Railway  during  August  show  an  increase  of  229,993  in 
passengers  carried  and  $.5,094  in  revenue,  over  the  corre- 
sponding month  in  1917.  The  month's  revenue  was  $28,731 
and  the  number  of  passengers  1,719,364. 

The  electrical  workers  in  Toronto,  according  to  the 
International  Union  of  Electrical  Workers,  very  much  de- 
sire a  licensing  board  so  as  to  promote  a  very  high  general 
proficiency  among  the  members  of  their  trade.  The  idea 
is  to  have  the  government  appoint  a  licensing  board  com- 
prising five  members;  one  from  the  Hydro-electric  Power 
Commission  and  two  each  from  the  Electrical  Workers' 
L'nion  and  the  Electrical  Contractors'  .Association. 


Trail,  B.C. 

The  West  Kootenay  Light  and  Power  Company  are 
taking  immediate  steps  toward  the  construction  of  a  hun- 
dred mile  transmission  line  from  Greenwood  to  Copper 
mountain,  in  the  Similkameen  country,  to  supply  power  to 
tile  Canada  Copper  Corporation.  The  present  power  line 
ends  at  the  Greenwood  smelter  of  the  Canada  Copper  Com- 
pany. The  new  line  will  furnish  power  for  the  operation  of 
a  2,000  ton  mill  and  mines  near  Princeton,  although  it  will 
be  some  time  before  the  installation  is  completed. 

Vancouver,  B.C. 

The  ratepayers  of  Vancouver,  B.C.,  will  be  asked  to 
vote  on  the  6  cent  fare  question  in  the  near  future. 

Winnipeg,  Man. 

A  board  of  conciliation  will  be  appointed  to  look  into 
the  matters  at  issue  between  the  employes  and  the  Winnipeg 
Electric  Railway  Company.  The  demand  is  for  wage  in- 
creases to  47  cents  an  hour  for  the  first  three  months;  55 
cents  for  the  next  nine  and  60  after  the  first  year,  over- 
time to  be  paid  time  and  a  half,  the  present  nine-hour  day 
to  remain. 

An  item  in  the  Winnipeg  Free  Press  states  that  an  auto- 
matic telephone  system  for  that  city  is  contemplated. 

Windsor,  Ont. 

Negotiations  are  being  carried  on  by  the  Ontario  Hydro- 
electric Commission  with  the  Windsor,  Essex  &  Lake  Shore 
railway  for  the  purchase  of  the  company's  system,  which 
operates  between  Windsor,  Kingsville  and  Leamington,  in 
addition  to  serving  prosperous  rural  communities.  The  price 
asked  by  the  company  is  said  to  be  $1,000,000.  Mayor 
Tuson,  of  Windsor,  believes  that  Kingsville-on-the-Lake  can 
be  made  the  lakeside  resort  for  not  only  the  border  com- 
munities, but  Detroit  and  other  Michigan  cities. 


Obituary. 

The  death  occurred  recently  of  Mr.  Alfred  Hanley,  man- 
ager of  the  Kingston  office  of  the  Great  Northwestern  Tele- 
graph Company.  He  was  said  to  have  been  one  of  the  best 
telegraphers  in  the  country  and  had  been  manager  of  this 
office  for  the  last  15  years. 

William  Henderson,  electrical  engineer,  died  recently  in 
Quebec  City  following  an  accident  whereby  he  fell  into  the 
hold  of  a  ship.  Mr.  Henderson  was  in  charge  of  the  Govern- 
ment electrical  work  in  connection  with  shipping  at  Quebec. 
He  was  a  native  of  Scotland  and  had  been  in  Canada  nearly 
twelve  years. 


New  Book 

How  to  Sell  Electric  Labor-Saving  Appliances — compiled 
by  Electrical  Merchandising;  McGraw-Hill  Book  Company. 
Inc.,  New  York,  publishers.  A  compilation  of  119  useful 
plans  for  the  electric  store — window  displays,  show  cases, 
shelves  and  table  arrangements,  advertising,  prospects,  train- 
ing clerks,  planning  sales  and  management.  A  valuable  book 
for  every  dealer  in  electric  merchandise  as  there  are  tested 
plans  which  have  proven  their  value  in  dollars  and  cents  and. 
moreover,  are  for  the  most  part  very  simple  in  application. 
The  book  is  illustrated;  size  5x7  inches,  price  $1.00. 
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PHILLIPS'  CABLES 

as  supplied  to  the  Toronto  Hydro  Electric  System 


These  illustrations  show  cross  sections  in  the  original  size  of  cables  recently  supplied  to  the 
THE  System  and  reordered  by  them  for  further  extensions.  The  specifications  are  as  foUows.- 
Conductors  composed  of  37  strands  each,  .082  in.  diameter.  Thickness  of  dielectric  on  each  conduc- 
tor 210  in.  Thickness  in  belt,  .210  in.  Thickness  of  lead  sheath,  .160  in.  Overall  diameter,  2.61  in., 
250  000  CM.  Three  Conductor,  Paper  Insulated,  and  plain  Lead  Covered  Cable  for  13,200  volts  We 
can  supply  you  with  wires  and  cables  of  any  size  for    Power.  Lighting,  Telephone,  Telegraph,  etc. 

Write  us  for  detailed  information. 

NOTE.— Specification  of  cable  in  left-hand  cut:  3/0  B.  and  S. 
Three  conductor.  Each  conductor  19  strands,  each  .094  in  diam. 
Thickness  of  dielectric  on  each  conductor,  .21  in.  Thickness  of  dielec- 
tric on  belt!  .21  ii..    Thickness  of  lead  sheath,  .15  in.    Overall  diameter. 

Specification  of  cable  in  right-hand  cut:  As  stated  in  copy. 

Eugene  F.  Phillips  Electrical  Works,  Ltd. 

Head  Office  and  Factory:  MONTREAL 


Branches :  Toronto 


Winnipeg 


Regina 


Calgary 


Vancouver 


-to 
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POSH  lOiNS  VACANT 

'  !  ■  ail  us  Meter  Kviiilcr  uml  liispocioi. 
'rt  ix|ipiicuce,  to  Siiiillis  Fulls  llyilio- 
-tern.  VJt.l. 


\V.\N1"K1>    ».  ..iKial-'i.   ."i.i.liiO   li.)..  liydro 

v  i    |>l;iiu    lu  ;n    Ki  iilii  w,   Out.  ("loml 
1  c  liuu>c  to  lislil  mail.    M'lilc,  slat 
'  ill    (nil,    to    l'>ox    774,  TClrcliical 

\  •  .  ( >i'i  ic.  i.s 


WANTED 
Competent  Electrical  Wiremen 

."^tiaily  l';iii[>lt<yiiu  lit.  liouil  \\■al;^^,  Itkal  (  im 
'liliou>. 

.\|H>ly  lliilla   I'crclia  &   Rubber,  l.iiniliil, 
O'Maia  Avenue, 
15  I.S  Toronto,  Oiil, 


The  Electric  Taxicab 
I'.y  .\.  Jackson  Marsliall. 

llic  tleciric  taxicab  inslallalioiis  in 
scvi-ral  .VimTican  cities  continue,  alter 
prub^nired  and  cxactin.n'  test.s,  to  give 
excellent  service.  Their  cost  of  operation 
is  considerably  below  that  of  .liasoliiie 
laxical)S,  and  none  of  this  type  api)roach 
the  "electric"  in  quality,  of  service,  in- 
eluding'  safety,  cleanliness,  noiselcssness, 
dependaliility,  absence  from  ol)noxious 
odors,  and  al)ility  to  ne.qotiate  quickly 
dense  traffic  encountered  in  thickly  i)opu- 
lated  urban  districts. 

Shortly  prior  to  our  entrance  intu  the 
war.  plans  were  maturinsj  rapidly  for  the 
inauguration  of  extensive  electric  taxi- 
cab  service,  in  New  York,  Philadelphia, 
and  other  larye  cities,  the  initial  installa- 


For  Sale 


■Kill  11.  r.  l.uw  Spml  I  iiiliKiiuii  Mulor  for  UliMH 
vull,  .".  plioSc,  (ill  i-ycli.'  liu'iiil.  This  is  a  large 
iliaiiieltr  macliiiie  luivinn  -14  poK-s  ami  runs  15S 
to  Hill  r.p.m.  on  (i(>  eyelf  ciriiiil. 

Tlie  .Slalor  is  split,  the  lower  li.iK  wcinliiny  17 
toiKS,  tlic  upper  lialf  11  tons. 

Tile  ioUm  is  II.'-.'!  in.  in  ilianu  U  r  ami  vveishs 
aluiut   l.">  Ions. 

I\lonlreal  -VValer' ami   I'owrr  t'ouipany, 
r.  ().    I'.ox  !i;i7, 
IS  IS  Munlreal,  'Hie. 


liim  in  New  N'urk  C'ity  to  have  cniisisted 
nl  U\v  liundred  such  cabs  which  were  to 
lia\r  lu'fii  augmented  to  meet  the  iiiev- 
lUiMc  (K'liKinds  wliicli  were  anliiipated. 
\\  lien  Imaiu  ial  conditions  will  permit, 
this  developnieut  will  be  launched. 

IClectric  taxicabs  have  been  used  suc- 
cessfully in  several  luiropcan  cities  for 
a  nntuber  of  years,  in  some  of  which 
prefiTenlla!  rates  applied  in  the  matters 
of  licenses  and  taxes  as  it  was  realized" 
I  hat  electric  taxicaljs,  -and  their  opera- 
tiini,  possessed  features  of  advantage  to 
the  municiijalities. 

While  several  proposed  electric  taxi- 
cab  installations  in  Knro])f  are  iicndiiig, 
advices  received  the  middle  ol  jiinc  stale 
that  owing  to  llic  scan  ily  ol  |)ctro]  (gas- 
oline), a  service  of  electric  motor-cabs 
(taxicalis)  is  about  to  be  inaugurated  at 
the  Ha'jiu,  ilolland,  and  which  may,  by 
this  time,  be  i  11  I  iperat  ion  . 

In  ])assing  it  will  be  of  interest  to  note 
that  in  Detroit,  the  birthplace  ol  the 
nioilerii,  siiccesslul  electric  taxicab.  tli.at 
these  electrical  coii \' e_\ances  are  o|ier.ite(l 
during  the  day  by  women  who  discharge 
their  duties  very  satisfactorily. 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

FOR  IMMEDIATE  DELIVERY 


No, 

II, p. 

Phase 

Cycle 
25 

Volts 

Speed  Maker 

1 

mo 

o 

550 

480 

Westg. 

1 

4a 

25 

550 

750 

C.  G.  E. 

1 

»i 

CO 

22(1 

1500 

T,  &  H. 

1 

25 

2 

GO 

221) 

945 

Westg. 

1 

25 

3 

60 

2000 

900 

C,  G.  E. 

1 

20 

3 

25 

550 

1440 

J.  &  M. 

2 

10 

3 

25 

550 

720 

Westg. 
C.  G.  E. 

1 

3 

25 

.5.511 

7.50 

1 

5 

25 

550 

720 

Westg. 

1 

4 

25 

550 

1400 

Excelsior 

1 

3 

25 

550 

1500 

C.   G.  E. 

o 

3 

3 

25 

550 

1400 

Excelsior 

1 

1 

25 

.-i.'-iii 

140(1 

Excelsior 

1 

'A 

1 

60 

110 

340O 

Diehl. 

1 

->*.-s 

,^,3 

25 

550 

1500 

T.   &  H. 

Write  Us  for  Prices 


H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toronto,  Oot 


naUG  STORE  FITTINGS  ^^gS3|5t.ND  FOR  CATf^^^-^ 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.  S.  A. 


Tenders 


A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 
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Friends  of  the  Electrician 


ANTI-SULPHURIC'  ENAMEL 

The  only  reliable  protection  against  tlie  action  of  acid  and 
chemical  fuines. 

**FERRODOW 

RnsliMOof  clastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
fies all  climatic  conditions. 

*'DRIOROL'' 

Oil-proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

''ARMOUW 

Fii  e  rcsislins  paint,  or  colorless  solution. 

"ARMACELL" 

Tossesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market. 


OHMALINE'' 

I'.lack,  rpiick  air-drying  insulating  composition.  Also  supphcd 
for  stoving,  and  as  a  solid  insulating  compound. 

*'SHAYDOLITE'* 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.   Dries  rapidly. 

''ARMABRON'' 

r.ilunitn  protective  paint,  elastic,  acid-resislmg,  weatlierproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Coiitiactors  to  11.  M.  Imperial  and  Overseas  Governments) 
STOCKED  1;Y 

SPIELM AN  AGENCIES,  ( Regd. ) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


Safety  Panels  and  Switchboards 


For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 

Rose  &  O'Hearn 

220  King  Street  West  -  -  TORONTO 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


3  PHASE,  60  CYCLE  MOTORS 

Qu.  H.P.  Make        Volts  Type  Speed 

1    'i  R&M  NEW.  110  1700 

1    'A  G.E.  NEW..  110  KT  1800 

1    /,  G.E  110  I  ISOO 

G.E.  NEW  .  220  KT  1800 

Fbks.  M.  ...  440  B  1200 

Wstgh.  New.  220  CS  1130 

K&M  NEW.  220  115(1 

G.E                 220  KT  1800 

G.E  220  KT  900 

G  E                  220  KT  1200 

Cr.  Wh             220  1720 

Cr    Wh.    .  .  220  Q  1720 

Cr.  Wli.  . .  .  550  Q  1720 

Wstgh             220  CCL  1700 

Wstgh.  New.  220  CCL  1700 
G.E.  (.motors 

onlv)                 550  12(J0 

-15  Cr.  Wh.  220/440  8G5/17H5 

G.E   NEW  .  220  KT  1800 
G.E.  NEW   .220  KT 
G.E.  (motors 

only)   550  KT 

G.E.  NEW  .  220  KT 
220  KT 
220  CCL 
:w  CS 


1 

1  1 

4  3 

2  3 

2  3 
1  3 

3  3 
1  .3 
3  5 
1  5 
1  5 

5  5 
53  7 

1  7/2 

2  7;4 

1  7/2 

6  TA 

2  7/2 
2  10 
1  10 
1  10 
1  10 


1200 

1800 
900 
l.S(JO 
1700 
1150 


Qu.  H.P.     Make     Volts  Type  Speed 


I'J 

25 

Wagner..  220/440  KBV 

1200 

.30 

Wagner  New  22() 

S50 

1^ 

35 

G.E                  220  KT 

fioO 

1 

35 

Triumph.  220/440 

900 

■t 

X 

40 

NEW  .  220/440  BP 

830 

1 

40 

Fbks.  M  220 

900 

1 

35 

G.E.  NEW  .  220  M 

900 

1 

35 

Westgh  220 

1170 

1 

40 

Westgh.  New  220  CS 

870 

1 

50 

Westgh  220 

8G0 

1 

50 

Triumph   ....  220 

720 

1 

50 

Allis-Chal.    .  220 

1750 

1 

75 

Allis-Chal.    .  550 

690 

1 

75 

Westgh.  New  440  CS 

720 

1 

100 

Allis-Ch.   .    .  550 

(190 

1 

100 

G.E                 550  K 

(iOO 

1 

100 

G.E.  NEW  .  550  M 

Olio 

1 

100 

Westgh  440 

1200 

1 

125 

G  E                  220  L 

600 

1 

150 

G.E.  NEW  .  220  M 

580 

3  PHASE,  25  CYCLE  MOTORS 


G.E.  NEW 

Wstgh  

Wstgh  

Cr.  Wh.  with 
resistance 

type  starter  550  Q  1800 

1  10    G.E                  220  L  1200 

1  10    Robbins  &  M  220  K  1750 

1  15    Wagner  New 

motor  only  . .  440  1105 

2  15  Wstgh.  New.  440  CS  1155 
1  15    G.  E                220  I  900 

1  15    Wstgh               220  1155 

2  15  G.E.  NEW  .  220  KT  900 
2  15  Fl.ks.  M.  220/440  KRV  1200 
•1  20    Wstgh              220  CS  llOn 

50  20    Fbks.  M.  220/440  KBV  12(10 


r. 

Wslgb              220  CCL 

705 

1 

10 

Wstgli.  New.  220  CS 

750 

1 

12!/, 

G.E.elev.type- 

high  torque  220  KTE 

750 

15 

15 

Allis-Ch.  .   .  220 

7.50 

7 

20 

Allis-Ch.    ..  220 

750 

1 

40 

Wstgh.   .    .  220  MW 

695 

1 

50 

Allis-Ch.  in- 

termittent 

duty,  si.  rg. 

drum  control- 

ler  440 

500 

1 

55 

Wstgh. si. rg. 

30  cycles, 

complete.     .  440 

868 

1- 

-60/ 

45/30  G.E.  440  500/375/250 

GEORGE  SACHSENMAIER  &  CO. 


Office  and  Salesrooms 
Warehouses : 

PHILADELPHIA 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


List  of  Motors 

SECOND  HAND 


.50 

60 
.50 


15 
10 


Pliase  Sper 

3  750 

3  750 

3  750 

3  7.50 

3  750 

3  1501 1 

3  1500 


;1  Volts  Cycles  Starter  Make 
yes  C.G.E. 

yes  Cr<x:kcr  Wheeler 
yes  Lincoln 
yes  Lincoln 
yes  C:.  G.  E. 
yes  T.ll.K. 
yes  T.ll.K. 
Westgh 


10 
15 
10 
10 
II) 

7;/j 


10 


'A  2 


1.5(M) 
ISOO 
ISIIO 
1,'~(I0 

000 

1200 
variali 
1200 
ISdO 
1 21 II » 
;  ISOO 
1200 
ISOO 
>  or  :i  ISOO 

ISOO 

1200 
1200 

l.soo 

900 

i.soo 


•  .5.50 

5.50 

220 

220 

220 

220 

220 

5.50 
110/220 

no 

110 
110 
220 
220 
;20 
220 


25 


25 
25 


le  220 


221  > 
220 

220 
220 

220 

220 
220 
220 
220 


25 
25 
(iO 
(10 
110 
(10 
(10 
(10 

(10 

(10 

110 

(li> 

(10 
60 

(io 

60 

()0 

00 

60 

60  . 

60 


yes 
yes 
no 
yes 

yes 

no 

no 

no 

no 

no 

no 

no 

yes 

yes 


CCL. 
Century  &  Wagner 
Fort  Wayne 
Westgh. 
Fisher 

Fuller  Wenstroni 
C.G.E. 
Wesigh. 
Westgh.  CCL. 
T.II.E. 

Wliceler 
CCL.  rcwd. 
C. 

CCL. 

CCL.  re«(l 
CCL. 
CCL.  rew.l. 
CCL. 
rewotuul 


Crocker 
Westg. 
Westg. 
Westg. 
Westg. 
Weslgli. 
Westg. 
Wcslg. 
C.G.E. 
Lincoln 
Lincoln 


TRANSFORMERS 


1  to  K.W.    'I"ype  R(iO  22(^-220  volts,  Packard 

2  75  K.W.    Type  ll.G.OO  1040/20SO-n5.'2;!0  volts  C.C..K. 
I     10  K.W.    Type  C  2200-220  voltS,  Westgli. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  LWed 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


Engineers, 
Published 


A  Handbook  on  the  Steam  ICiigine,  by  Herman  Haeder.  Pub- 
lished in  1914  by  Crosby,  Lockwood  &  Son.  522  pages, 
illustrated.     Price  $3.00. 

A  Laboratory  Manual  of  Alternating  Currents,  by  Jolin  H. 
Morecroft,  E.G.  Published  in  li)12  by  Kenouf  Publishing 
Company.    248  pages,  illustrated.     Price  $2.00. 

.Mternaling  Currents — Examples  for  Students  and 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  I. 
in  i;)Ui.     22;>  pasis,  ilhislralcil.     Price  .$2.4(1. 

Haudot  Priming  Telegraph  System,  by  H.  W.  Pendry.  Pub- 
lished in  1913  by  Whittakcr  &  Company.  144  pages,  illus- 
trated.    Price  $1.00. 

■  Central  Stations,"  by  Terrell  Croft,  1st  edition  published  in 
1917,  by  McGraw-Hill  Book  Co.,  Ins.  332  pages,  illus- 
trated.    Price  $2.50. 

nirect-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Hook  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Direct  Current  Machinery,  Theory  and  Operation  of.  by  Cyril 
M  Tansky,  B.S.,  B.A..  1st  edition,  just  publislied  by  Mc- 
Graw-Hill Co.,  Inc.     2S5  pages,  illustrated.     Price  .$2.o0. 

Dynamo-Electric  Machinery,  by  Francis  B.  Crocker,  E.  M., 
Ph  D  Published  in  1908  by  American  School  of  Corres- 
pondence.   230  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D.  Child,  Ph.D  Published  in  1913 
by  D.  Van  Nostrand  Company.  194  pages,  illustrated. 
Price  $2.00. 

Electric   Car   Maintenance,   by   Walter  Jackson.     Published  in 

1914  by  McGraw-Hill  Book  Company.  274  pages,  illus- 
trated.   Price  .$2.00. 

Electric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancaster. 

Published  in  1914  by  D.  Van   Nostrand   Company.  330 

pages,  illustrated.     Price  $1.50. 
Electrical   Machinery— Principles,   Operation   and  Management, 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.    318  pages,  illustrated.     Price  $2.00. 
Electrical  Meters,  by   Cyril   M.   Jansky,   B  S.    B  A.  Second 

Edition,  just  published  by  McGraw-Hill   Book  Company. 

416  pages,  illustrated.     Price  $3.00. 
Electric  Railway,  by  A.   Morris  Buck,  M.   E.     Published  in 

1915  by  McGraw-Hill  Book  Company,  Inc.  390  pages, 
illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  Harding  E  E 
Second  Edition.  Published  in  1916  by  McGraw-Hill  Book 
Company.    416  pages,  illustrated.     Price  $3.00. 

"Electric  Traction."  a  treatise  on  '^e  application  of  electric 
power  to  tramways  and  railways  by  A.  T.  Dover.  Pub- 
lished in  1917  by  Whittaker  &  Co.  661  pages  with  518 
illustrations  and  five  folding  plates.     Price  ?>b.OU. 

Electrical  Injuries,  by  C.  A.  Lauffer,  M.D.,  published  in  1912 
by  John  Wiley  &  Sons.    77  pages.    Price  50  cents. 

Electro-Dynamics,  by  Charles  Ashley  Carus-Wilson.  Published 
in  1898  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and  Artificial  Lighting, 
by  Arthur  Blok,  A.M.I.E.E.  Published  in  1914  by  Scott, 
Greenwood  &  Son.    235  pages,  illustrated.     Puce  $1.00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  226  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M.  Jansky, 
B.  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212  pages,   illustrated.     Price  $1.50. 

Engineers'  Manual,  by  Ralph  G.  Hudson.  Just  published  by 
John  Wiley  &  Sons.    315  pages,  illustrated.     Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1),  by  F.  E.  Austin, 
B.S.    Published  in  1015.    223  pages,  illustrated.    Price  $2.00. 

Examples  in  "Battery  Engineering,"  by  Professor  F.  E.  Austin, 
E.E.    Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Pliysj.cs  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.     Price  50  cents. 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.     Price  $3.00. 

How  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  Austin.  Second  edition,  just  published.  48  pages,  illus- 
trated, price  65c. 


"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition, 
published  by  the  McGraw-Hill  Book  Co.  225  pages,  illus- 
■  r.-i'ed.     Price  $2.00. 

Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 
dorf,  M.  M.  E.  Published  in  1915  by  McGraw-Hill  Book 
Company.    404  pages,  illustrated.     Price  $3.00. 

Principles  of  Alternating  Current  Machinery,  by  Ralph  R. 
Lawrence.  Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Price  $4.50. 

Principles  of  Electrical  Design— D.C.  and  A.C.  Generators,  by 
Alfred  Still.  Published  in  1916  by  McGraw-Hill  Book  Co. 
365  pages,  illustrated.    Price  $3.00. 

Radiodynamics— The  Wireless  Control  of  Torpedoes  and  Other 
Mechanisms,  by  B.  F.  Miessner.  Pubhshed  in  1916  by  U. 
Van  Nostrand  Company.  206  pages,  112  illustralions. 
Price  $2.00. 

"Radio  Communication,-  Theory  and  Methods,  with  an  appendix 
on  Transmission  over  Wires,"  by  John  Mills.  First  edition, 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.    Price  $1.75. 

Radiation,  Light  and  Illumination,  by  Steinmetz  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Standard  Wiring,  1918  Edition,  24th  Year.  The  National 
Authority  on  Wiring  and  Construction.  By  H.  C.  Cushmg, 
Jr.     Leather  cover,  pocket  size.     Price  $1.50  postpaid. 

Steam  Power  Plants— Their  Design  and  Construction,  by  Henry 
C  Meyer.  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.    Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.    100  pages,  illustrated.     Price  $1.00. 

Telegraph  Practice,  a  Study  of  Comparative  Method  by  John 
Lee  M  A.  Just  published,  by  Longmans-Green  &  Co.  10/ 
pages.     Price  $1.00. 

Telegraphy— A  Detailed  Exposition  of  the  Telegraph  System  of 
fhe  British  Post  Office,  by  T.  E.  Herbert,  A.M  Inst.  E.E. 
Third  edition.  Published  in  1916  by  Whittaker  &  Company. 
985  pages,  630  illustrations.    Price  $2.00. 

Telegraphy,  by  Sir  W.  H.  Preece,  K.C.B..  and  Sir  J.  Sivewright, 
M.A.  Published  in  1905  by  Longmans,  Green  &  Company. 
504  pages.     Price  $1.00. 

Test  Methods  of  Steam  Power  Plants— A  Reference  Book  for 
the  Use  of  Power  Station  Engineers,  Superintendents  and 
Chemists,  by  Edward  H.  Tenney,  B.A.  M.E  Published 
in  1915  by  D.  Van  Nostrand  Company.  224  pages,  !^5 
illustrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 
timating, bv  Louis  W.  Moxey,  Jr.  Published  m  1916  by 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  Wallis.  Published  in 
1909  by  Whittaker  &  Company.    Price  $4.00. 

The  Lighting  Art,  Its  Practice  and  Possibihties,  by  M 
Luckiesh.  First  edition,  just  pubhshed  by  McGraw-Hill 
Book  Co.,  Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (Electrician's  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Publish- 
ing Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral,  by  L.  C.  Jordan,  C.E.  Pliblished 
in  1913  by  Van  Nostrand  Company.    155  pages.    Price  i5c. 

Transmission  Line  Crossings,  by  Frank  F.  Fow;!e.  Published 
in  1909  by  D.  Van  Nostrand  Company.  69  pages,  illus- 
trated.   Price  $1.00. 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Published 
in  1903.    272  pages.    Price  $1.00. 

Wray's  Manual  of  Car  Lighting.  Published  in  1915  by  Wray 
Publishing  Company.     340  pages,  illustrated.     Price  $1.50. 


ELECTRICAL  NEWS,        347  Adelaide  St.  W.,  Toronto,  Ontario 


THE    ELECTRICAL  NEWS 

n  


Approved  Flush  Switch 


Shallow  Type 


Single  Pole  No.  200— Three  Way  No.  203 

Underwriters'  Laboratories 
Chicago- File  E3588 

Manufacturers 

The  Duncan  Electrical 
Compant/j  Limited 

1665  St.  James  St.   -  MONTREAL,  QUE. 


Residence  lighting  service  will  not  be  impaired 
l)y  voltage  fluctuation  if  the  small  eqiiinments  you 
in.stall  are  driven  bv 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTORS 


V,  H.P.  Motor  Mounted  on  a  Small  Shoe  Repair  Macliine 

— their  starting  current  is  less  than  3  times  full 
load  current.  We  build  tlu  ni  as  Muall  as  1  '10  11. 1'. 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by;  25<J 
Jones  &  Moore  Klectiic  Co..  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co     Ltd  Winnine!' 
Rudel  Belnap  Machinery  Co.,  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  55  Hastings  St.  W..  Vancouver.  B.C. 


PEIRCE 

Presteel  Brackets 


138 


254 

Eye  Bolts 


354 

Anchor  Rods 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd- 

Hamilton,  Ont. 


Electric  Ovens 


Despatch  Electric  Ovens 

for 

Flour  and  Cereal  Millers 
Enamelling,    Pulp  Mills 

and  all  commercial  work  requirinjj  accurate 
and  regulated  electric  heat. 

Enquire  about  them. 

The  Masco  Company,  Ltd. 

91-93  Queen  St.  E.  TORONTO 

"JOBBERS  OF  STANDARD  ELRCTRICAL  SUPPLIES." 


I 
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Sciitemlicr  15. 


New 
Lincoln  Motors 


IN  STOCK 


In  Toronto 


1  I.I'. 

'base 

Cycle 

\'..U 

R.l'.M 

'i  lu  c-c 

1 

3 

25 

550 

15(X) 

I-'ivc 

3 

25 

550 

1500 

Tw  rlx  r 

3 

25 

550 

1500 

3  ■ 

25 

550 

1500 

\ 

10 

3 

25 

550 

1500 

(  hn- 

15 

3 

25 

550 

1500 

20 

~> 

25 

550 

1500 

One 

"K- 

3 

25 

550 

750 

One 

10 

3 

25 

550 

750 

One 

15 

3 

25 

550 

750 

Two 

20 

3 

25 

550 

750 

1  IllC 

25 

25 

550 

750 

(  )nc 

30 

3 

25 

550 

750 

One 

3 

60 

550 

1200 

One 

10 

3 

60 

550 

1200 

One 

15 

3 

60 

550 

1200 

One 

30 

3 

60 

550 

1200 

(')ne 

75 

3 

60 

550 

1200 

WE  HAVE  MANY  OTHERS  FOR 
EARLY  DELIVERY 


The 


Lincoln  Electric  Co. 

of  Canada,  Lionited 

Head  Office 
1  109  Temple  Building 

TORONTO 
Ontario 

Branch  Office 
MONTREAL 


DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Startinji  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  Ce'l  Switches 

L'ghting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboards 
Distributing  Switchboards 

Switchboard  Fittings 

Fuses 

Fuse  Clips 
Fuse  Studs 

Spade  Handles 

Lugs 

Bus  Bar  Clamps  . 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 

MONTREAL 


Sc|>tenil)cr  lo,  I'.ils 
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The 
EDEN 
Electric 
Washer 


Good  Profits  —  Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


Standard 
Wires  and  Cables 

include  a  complete  line  of  bare 
and  insulated  electrical  conduc- 
tors for  all  classes  of  service,  al- 
so cable  accessories.  We  also 
can  supp'ly  copper,  and  brass 
tubes  and  rods,  extruded  brass 
shapes,  etc.  We  are  in  a  posi- 
tion to  serve  all  users  of  these 
products  to  good  advantage. 

Write  our  nearest  office. 

Standard  Underground  Cable  Co.  of  Canada 

Limited 
Hamilton,  Ont. 

Montreal  Toronto  Hamilton  Seattle 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint ! 

DOSSERT  &  CO./"n^w 

H.  B.  LOGAN,  President 
Irving  Smith,  Canadian  Rep.,  602  New  Birks  Bldg.,  Montreal. 


CANADIAN  PORCELAIN  CO. 


LIMITED 


HAMILTON 


CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


Till'    F.LRCTRICAL  NEWS 


September  ].">,  191S 


CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

Tl.e  following  regulations  apply  to  all  advertisers:-Eighth  page,  every  issue  three  head- 
■  Miis;  quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings. 


AIR  PRESSURE  RELAYS 

,       lipiiiii  KUi-iMc  Co  SiiiM'iy  n>i>i. 

ALTERNATORS 
C«n»di»n  General  Electric  Company 
Canadian  Wcstingliouse  Company 
Kerranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse  llin.ls  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Katheway  &  Knott,  Inc. 
loyner.  Limited,  A.  H.  Winter 
"Northern  Electric  Company 
Wagner  Electiic  Mfg.  Company  of  Canada 
Weston  Electiical  Instrument  Company 

ATTACHMENT  PLUGS 
Renjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse   Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell  Company.  Harvey 
National  Metal   Molding  Company 

AUTO  STARTERS 
AdamsBagnall    Electric  Company 

BATTERIES 
Canadian   General   Electric  Company 
Canadian   Hart   Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill  Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse   Manufacturing  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Philadelphia  Electric  Co.  Supply  Dept. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.   H.  Winter 
Pringle.  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co.  Supply  Dept. 

CARBON  BRUSHES 
Calebatigh  Self  Lubricating  Carbon  Co. 

CARBONS 
Caaidian    Westinghouse  Company 


CAR  EQUIPMENT 
Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Allis  Chalmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

Philadelphia  Electric  Co.  Supply  Dept. 

CLAMPS,  INSULATOR 
Philadelphia  Electric  Co.  Supply  Dept. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 
Hatheway  &  Knott,  Inc. 
Killark  Electric  Manufacturing  Company 
Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 
Dossert  &  Company 

COOKING  DEVICES 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann  Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Companjr 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 
CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago  Fuse  Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS  FOR  BUS  AND  SWITCH 
COMPARTMENTS 

Philadelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 

National    Electric    Heating  Company 

Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  AUis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pring;le,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 

Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 
Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  w.  Electric  Specialty  Company 

Hatheway  Si  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  48  > 
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THIS  TRADE  MARK 


Water 
Turbines 


Hydraulic 
Governors 


Turbo 
Pumps 


IS  YOUR  GUARANTEE 


Made  in  Canada 


High 

Efficiency 

Substantial 
Construction 


Continuous 
Service 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 


LINDSAY 


ONTARIO 


25  Cycle  Engine  Generator  Sets  For  Sale 

1—250  KW. 
1—300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1—60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

1—100  K.W.,  25  Cycle,  Motor 
Generator  Set 

1_100   K.W.    Direct  Current 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 

These  units  were  in  use  only-300  K.W.  three  months,  and  250  K.W.  dcm  CompOUUd  EngHlC 

seven  months,  and  are  in  first  class  condition. 

Write  for  further  particulars  and  quotations 

Power  Plant  Equipment  Co.,  BaTBiTg. Toronto,  Ont. 


7 
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FUSE  BOXES 
Cfouse-llinds  Company        Canada,  l.huitcil. 
Noilhern  Electric  Company 
S>iii»re  n  Company 

GENERATORS 
Canailian  Ciocket  Wheeler  Company 
Canadian  Geneial   Llccliic  Company 
Canadian    Wcstinglioiise  Company 
Canadian  Vickris,  Limited 
Elccliical   Maintenance  &   Repaiit  Company 
Feiianti   Electrical  Company  of  Canada 
I.ancasliiie   Pynamo  &  Motor  Company 
l.incoln  Electric  Company  of  Canada 
Power  Plant  Enuipment  Company 
Railway  and  Power  Engineering  Corporalion 
1  homson   Company.   Limited,  I'rcd 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 
JefTerson  Glass  Company 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
.\!cGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable  Company  of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian  General   Electric  Company 
Canadian   Vickers.  Limited 
Cana'Iian    VVcstingliouse  Company 
Ilatliewav  &  Knott,  Inc. 
National    Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Boving   Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  .Mlis  Clialmers  Company 

ILLUMINATING  GLASSWARE 
JelTerson   Class  Company 

INSPECTION  ENGINEERS 
Allen   Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General   Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston    Electrical    Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern   Electric  Company 

INSULATION 
Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  8c  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Wegtinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinoii    Electric    Porcelain  Company 
Moloney   Electric   Company  of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio   Brass  Company 
Philadelphia  Electric  Co.  Supply  Dept. 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  G-neral  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
CrOuae-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hailicway  &  Knott 

High   ICmciency  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Northern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   lirass  Company 

Pringle,  R.  E.  T.  ... 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 
Adams- Bagnall  Electric  Company 
Canadian   General  Electric  Company 
loyner.   Limited,  A.  H.  Winter 
Northern   Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 
Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Tliompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.   E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros.. 

Mica  Company  of  Canada 

MOTORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Canadian  Vickers 
Century  Electric  Company 
Electrical  Engineering  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Compatjy  of  Canada 
Fisher  Electric  Company 
Great  West  Electric  Company 
r..ancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company 
Myerson,  Joseph 
Northern  Electric  Company 
Petrie,  Limited,  H.  W. 
Pringle,  R.  E.  T. 
Rohbins  &  Myers  . 
Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  8i  Hamilton  Electric  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 
Caleljangli   Self- Lnbricating  Carbon  Co. 

NICKEL 
International   Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 
Moloney   Electric  Company  of  Canada 
OVERHEAD  MATERIAL 
Ohio   Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern   Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &   W.    Electric   Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

PLUGS 

Benjamin    Electric    Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Standard  Underground  Cable  Company  of  C 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 

Philadelphia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalraers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin    Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 

Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International  Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Melding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Companr 
Canadian   General   Electric   Company  _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
National  Meta'    Molding  Company 
Northern  Electric  Company 

(Continued  on  Fafe  50) 
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5TEEL  ENCLOSED  SWITCHES 


THE  ORIGINAL 
SAFETY  SWITCH 


Points  of  Foremost 
Importance  in  Choosing 
Electrical  Equipment 

—The  cost  of  the  equipment  and  the 
cost  of  being  ■without  it. 

The  great  number  of  accidents  which 
are  constantly  occurring  in  industrial 
plants  which  can  be  prevented  by  Square 
D  Switches— mishaps  to  equipment  and 
injury  to  employees  with  expensive  con- 
sequences—all emphasize  the  fact  that  it 
is  expensive  to  be  without  Square  D 
Switches. 

And  although  the  safety  feature  of  Square 
D  Switches  points  out  an  enormous  ulti- 
mate economy,  the  initial  cost  of  a  com- 
plete installation  but  slightly  exceeds 
that  of  ordinary  knife  switches! 

Your  plant  electrician  will  tell  you 
of  the  safety,  service  and  above  all, 
the  saving  of  a  Square  D  Installation. 


SQUARE  D  COMPANY 
Walkerville,  Ont. 


SQUARi 

da  Tint  hinder  praductioTi 


pn 
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litt 

■■(> 


TIIF.    lUJ'XTRICAL  NEWS 


Sci)femrjei-  15,  1918.  ^ 


CLASSIFIED  INDEX  TO  ADVERTISEMENTS-CONTINUED 


SOLDERING  FLUXES 
Allen  Company,  1-.  U. 
i;i»cit  Si  \Vcl>l«.  1.1,1 

SPECIAL  HEATING  APPLIANCES 
National  Elect lic  Heating  Company 

STANDARD  CELLS 
Weston    Electiioal    Instniment  Company 

STORAGE  BATTERIES 
Canadian  Geneial  lilecliic  Company 
Canadian    llarl    Accunuilator  Company 
Northern   Electiic  Company 

STREET  LIGHTING  FIXTURES 
ncnjainin  lilcctiic   Manufactui  ing  Company 
Canadian  General  Electric  Company 
Cionse  Hinds  Company  of  Canada,  l.imilcd. 
ioyner.   Limited,  A.    11.  Winter 
Northern  Electric  Company 
Pr  ingle.  R.  E.  T. 

SWITCHES 
llenjamin  Electric  Manufacturing  Company 
Canadian  General   Electric  Company 
Canadian  Wcstingliouse  Company 
Chamberlain  &  llookliam  Meter  Company 
Hevoe  Electric  Switch  Company 
Electrical  Development  &  Macliine  Company 
Klectrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
llallicway  S:  Knott,  Inc. 
Moloney   Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
I'hiladclpliia  Electric  Co.  Supply  Dept. 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electiic  Company 
Canadian   Westingliouse  Company 
Crouse- Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti   Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
lianlicld  &  Sons,  W.  11. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 
IHcxible  Conduit  Company 
National   Electric  Heating  Company 
Nortliern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 
I'latt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
I'hordarson   Electric   Manufacturing  Company 

TRANSFORMERS 
Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada  * 
Kulilnian  Electric  Company 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &  O'llearn 

Thordarson   Electric   Manufacturing  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern   Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,   S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 
Standard  Underground  Cable  Co.  of  Canada.  Ltd 

VACUUM  CLEANERS 

Houston  &  Company 
Onward  Manufacturing  Company 
Pringle,  R.   E.  T. 

VARNISHES 
Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 
Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F 
Standard   Underground   Cable  Company  of  CaR 
ada,  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company    _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  S:  Knott,  Inc. 
Northern  Electric  Company 


A  Vital  Necessity  in  Every  Industry 


I 


1503  lbs. 


Gas  Engine 

by 


Cylinder  cracked  by  frost  and  reclaimed 
Oxy- Acetylene  Welding 


Over  80%  of  the  material  that 
appears  to  be  only  fit  for  scrap 
can  be  used  over  again  prac- 
tically equal  to  new  by  welding 
the  parts  together  by  the  Oxy- 
Acetylene  Process. 

This  not  only  means  saving  the 
actual  cash  value  of  the  ma- 
terial reclaimed,  but  relieves  the 
situation  brought  about  by  the 
excessive  demand  for  metals  of 
every  description. 


L'AIR  LIQUIDE  SOCIETY 

The  Pioneers  of  the  Process  throughout  the  World 

TORONTO         MONTREAL         WINNIPEG  HALIFAX 

,^^,,„,,„,,,,,,,il„li„^,,|,,,|||||M||||,|lllllllTimtlMllinJlll^ 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable  ■ 

Sales  Offices  and  Eiaiich  Warehouses: 
-,01  Merchants  Bank  Building,  MONTREAL 
502  Notre  Dame  Avenue,  WINNIPEG 
674  Barrington  St.,  HALIFAX. 
W.  II.  Ilazlitt  &  Co.,  Ltd.,  915  Georgia  St.  West,  VANCOUVER 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


GROWTH 

Day  after  clay,  week  after  week,  month  after  month,  for  the  five  years  that 
Economy  Fuses  have  been  on  the  market,  the  sales  have  maintained  a  con- 
stant growth-not  alone  in  volume,  but  also  in  percentage  of  increase,  i  his 
is  bcc3.i-isc 

ECONOMY  Renewable  FUSES 

are  absolutely  accurate  in  operation  and  cut  annual  fuse  maintenance  costs 
8o%.  An  inexpensive  little  "  Drop  Out "  Renewal  Link  restores  a  blown 
Economy  ,  Fuse  to  its  original  efficiency. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 


UNITY  BUILDING 


MONTREAL 


Manufacturers  in  Canada  of  S.&  C.  High  Potential  Fuses-to  150,000  Volts 


at  it 
since 

'93 


Only  Flux  ap- 
proved by  the 
National  Board  of  Under- 
writers. 

Safest,  strongest,  speed- 
iest. Our  circulars  tell 
why.  Put  up  in  Stick,  Paste,  Liquid  or  Salts. 

Sample  Free 

BISSETT  &  WEBB 

126  Lombard.  Winnipeg,  Man..  Canada 


Aluminum  Company  of  America 

Pittsburgh,  Pa. 

Manufacturers  of 

Aluminum-Ingot,  Sheet,  Tubing,  Wire,  Rod, 
Rivets,  Moulding,  Extruded  Shapes, 
Electrical  Conductors. 

Litot  Aluminum  Solders  and  Flux 

Will  solder  aluminum  to  itself  or  other  metals 

WRITK  FOR  INl'^ORMATION 
Cjienerai  Sale*  Office  :  2400  Oliver  Bldg..  Pittsburgh.  Pa. 
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We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


Tlie  "Lancashire''^ 
Hall  Hearing  In- 
duction Motor 
and  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire "  machines, 
minimum  incon- 
venience from 
such  breakdowns. 


1000  H.P.  Variable  Speed  Motor  for  Direct  Coupling  to 
Tyre  Rolling  Mill. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada^  Ltd. 

49-63  Niagara  St.,  Torooto 


Montreal  • 


HEMCO 

(Trade  Markj 


660 
Watts 


Tu-Lite 


250 
Volts 


Increases  Electric  Lighting  Convenience 

rhey  are  soli<lly  lunulilcrl  ir.  hard 
'  lically  \!nbrc'aka1de. 


nections  can  never  be  broken. 
r.,-iilating  maieiial. 
N'eat  in  design,  will  not  tarni.sh, 
Trin  lie  used  under  a  shade. 

Approved  by  Hydro-Electric   Power  Commission 


APPROVED 


announce  to  the 
in  spite  of  all  state- 

Plug 


We  wish  to 
trade  that 

ments  to  the  contrary  our 
Fuses  are  approved  H.E.P.C 
Number  io9. 


HESSCO  ELECTRIC  MFG.  CO. 


210  Adelaide  Street  West 
TORONTO 
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Are  Your  Lamps  Imprisoned? 

N  INVENTION 


THE 


prevents  loss  by 
theft  or  breakage, 


Get  our  list  describing  the  Loxon  Lamp 
Guards,  and  giving  prices  and  particulars  of 
this  and  many  other  Electrical  Specialties. 


McGILL  MANUFACTURING  COMPANY 


VALPARAIS'9,  INDIANA. 


Bronze  or  Cast  Iron  Brackets 


for 


Outside  Lighting 


H  ^K.i>^  I  L~  I  %^  INI  y 


Electrical  Machinery  and  Repairs 


Armatures  Complete,     Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office. 

THE  LINDSLEY  BROTHERS  CO. 

NELSON,  B.C. 

General  Salet  Officc~72  W.  Adams  St.,  Chicago,  111. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 
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Electrical 
Mechanica 


Directory  of  Engineers 


Special 
Interests 


Cbarks  H.  mi(cb(ll 
Ptrcival  H.  mitcbdl 

Contultlag  and  Saptrvislnt 
Catloetrt 

Hydraulic,  Steam  and  Hlectricul  Power  Dantii, 
Industrial  and  Mtinicipnl  Hnffineerinf . 

Trader!  Bank  Building,  TorontO 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  EJectrical,  Hydraulic,  Steam,  Gas 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine    BIdg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lightins  and  Power  Plants 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 
501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Ciovernment,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE    i  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry 


W.  G.  Chace 


H.  R.  Gibson 


KERRY  &  CHACE,  Limited 


Associates : 


ENGINEERS 

A.  L.  Mudge, 


A.  L.  Mieville 


Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
insulators.  Transmission  Toweis  and 
Hardware,  Conduits,  etc. 
41  Kins  Wm.  St..  HAMILTON.  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years' Ex 
perience  in  Patents  and  Practical  Engineering 
Kent  Btiilding.  TORONTO 
Yonge  and  Richmond  ots.. 


STANLEY  L10HTF007 

BEO  D  PATENT  SOLICITOR  »N0  ATTOBNEY 
UUMSDEN   BLDG.(t'2VONGE"  )  TORONTO. 

NEW  BOOKLET  OF  COMPLETE  INFORMATION  FREE 


ATENTS 


PROMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION.&  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.  U.S.A.  


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Phygic 
Test*  and  Inspection*". 


80tlu  Street  and  Eatt  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


■■^^    PROCURED  IN  ALL 

■      ^  COUNTRIES 
^^^M    LONG  EXPERIENCE 

IN  PATEN!  LITIGATIOII 

I    SEND  FOR  HAND  BOOK 

lATENTS 

RIDOUT  &  MAYBEE 

59  Yonge  Street 
TORONTO       -       .       .  CANADA 


PHONI 

MAIN 
2582 


ESTABLISHED  1S49 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gatheri 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  ol 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchaiits.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connection! 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que.; 
Otuwa.  Ont.;  Quebec,  Que.;  St,  John^  N.B.; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victona, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.  Man.  Western  Canada.  Toronto 
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A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  /-epair  the 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker.' 


How  much  have  YOU  lost  in  prestige 

through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOU  lost  in  Profit  on 
this  business? 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 

You  have  the  work  of  taking  out  and  re-installmg  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  m 
again  on  the  Trade  Discount  (More  Profit). 


Others  are  doing  it.    Why  not  you  ?    Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phone*: 
Adelaide  902 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Night!  and  Holiday* 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electri   Batteries  of  all  kinds. 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 
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Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


There  is  bound  to  be  a  big  de- 
mand for  Electric  Air  Heaters 
and  Radiators  this  fall. 

The 


line  is  most  complete  and  com- 
prises heaters  of  all  types  and 
sizes. 

Get  your  stock  in  early 
and  reap  the  benefit 
when  the  demand  comes. 


The  National   Electric  Heating  Co., 

TORONTO,  CANADA 


Limited 


^ol.  XXVII    No.  19 


Toronto,  October  1,  1918 


III  Hi 


111  I  ^  w   

II  m  >v  jPfc"""' 

n  IT  I  tiiitiiti 


.  Ill 


Generation,  Transmission  and  Applicdtion  oP  Electricity 


TRADE 


MARK 


Canadian  Trade  sup- 
plied   direct  from 
Toronto  Branch. 

Rose  &  O'Hearn 

220  King  St.  West 


7 


Fuses  bearing  the  Buss  trade- 
mark and  indicated  Amper- 
age may  be  counted  upon 
absolutely  to  give  the  results 
desired. 

GUARANTY :  Every  Buss  Fuse  will  hold 
an  overload  of  10  per  cent,  indefi- 
nitehfy  and  blow  at  50  per  cent, 
overload  in  time-limit  allowed  by 
underwriters. 


Write  for  Samples  of  any 
Fuse  in  which  you  may  be 
interested.  Catalogue 
mailed  upon  request. 


BUSSMAN  MFG.  CO. 

St.  Louis,  U.  S.  A. 

Siip|ily   I!i  aiicliL-s  : 


New  York 

Chicago 

San  Francisco 


731  Broadway 
627   W.   Jackson  Blvd. 

221   Second  St. 


Ill 

>>.iiiiiiiiiiniiiiiiiiii 
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WIRES 

^  AND 

CABL 


Paper  In 


YOU'VE  seen  it.  The  large  Reel  with 
the  Northern  Electric  Company's 
name  on  either  side.  You  can  see  it 
wherever  wire  work  of  any  kind  is 
being  done.  In  the  small  hamlets 
and  in  the  large  cities  throughout 
the  Dominion,  it  is  a  familiar  sight  by 
the  street-side. 

Quality,  Dependability  and  Service 
is  what  has  made  the  NORTHERN 
ELECTRIC  COMPANY  LIMITED 
the  largest  manufacturers  of  bare 
and  insulated  Wire  and  Cable, 

Our  Nearest  House  will  be  glad  to 
furnish  specifications  and  prices  on 
any  type  of  bare  or  insulated  wire 
and  cable  for  electrical  purposes — 
write  us  to-day. 

Northern  Ehctn'c  Company 

LIMITED 


xul.itc  J  Ltad  Covered 
•legraph  Cable 


Paper 


Insulated  Lead  Covered 
Telephone  Cable 


Paper  Insulated  Lead  Covered 
Power  Cable 


MONTREAL  TORONTO  ^^?!?l^v 

HALIFAX  LONDON  .^.^^Tn^nvpn 

OTTAWA  WINNIPEG  V  ANCOUVER 
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Every  Woman  Needs  Its  Help— Now 

— but  when  the  fall  buying  season  comes,  will  you  be  ready? 

Why  Not  Order  a  Good  Supply  of 

North(^rti  Electric 

Portable  Sewing  Machines 

NOW? 

Remember  the  greatest  need  for  sewing  by  electricity  is  now,  when  the  wo- 
men of  Canada  are  so  extensively  engaged  in  doing  their  own  as  well  as  a 
large  amount  of  patriotic  sewing  work  at  home. 

The  Northern  Electric  Sewing  Machine  eliminates  the  tiresome,  back-aching 
treadle  work  of  the  old  method,  and  enables  the  operator  to  do  twice  as 
much  sewing  without  effort. 

The  Northern  Electric  Sewing  Machines  are  of  the  highegt  grade  in  design 
and  workmanship,  and  carry  a  guarantee  of  complete  satisfaction  in  every 
way. 

Several  different  types  are  obtainable 
in  both  portable  and  stand  style  mach- 
ines. You  can  secure  either  vibrating 
shuttle  or  bobbin  type. 

Closed  view  of  our  ffl^B*" 

Portable  Type  Machines 

Write  our  Nearest  House  for  at- 
tractive proposition,  descriptive  liter- 
ature, etc. 

North(^rfr  Ekctr/c  Cotttpofty 


MONTRtAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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TWO- WIRE 
METAL  MOLDING 


Lowest  Installation  Cost  of 
any  Metal  Wiring  System 


On  your  next  Job  refer  to 
your  Bulletin  101  and  place 
your  order  with  your  jobber 


NAT'S  DEMONSTRATIONS-No.  6 


\tter  securing  the  Bushing— No.  277— Nat  has  snapped  the  base 
of  the  Molding  — No.  222  — into  the  base  of  the  bushing.  He 
ha^  used  no  screws  in  making  these  connections,  but  the  connec- 
tions are  secure  and  properly  grounded.  He  has  then  laid  in  his 
wires,  and  is  now  ready  to  connect  to  a  Device. 

National  Metal  Molding  6. 

V  ma  FULTON  nillLDlNG  ' 


Atlanta 
Boston 


Buenos  Aires 
Buffalo 


Chicago 
Dallas 


Denver 
Detroit 


1118  FULTON  nillLDlNG 

PITTSBURGH 

Havana  Manila  Paris 

LosAneeles       New  York      Philadelphia  RiodeJane.ro 


Salt  Lake  City  Seattle 
San  Francisco        St.  Louis 


Canadian  Disfributors— Canadian  General  Electric  Co.,  Limited 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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Your  Car  Signs  are  actually  the 
first  line  of  contact  with  your 
riding  public  —  improve  them, 


NEW  YOR 


Typical  Keystone  Type 


LINDEN  AY 


Typical  Hunter  Type 


use  these 
illuminated 
signs 

They  furnish  an 
excellent  inducement 
to  ride,  they  adver- 
tise your  service. 

They  make  easy 
the  re-routing  of  cars 
and  the  shifting  of 
them  from  one  barn 
to  another. 


LOWELL 


Typical  Keystone  Type 


They  are  complete 
in  themselves.  Parts 
are  interchangeable. 
Uniform  tension  on 
Curtains.  Curtains 
and  mechanism  removeable.  Curtain  interchangeable  in  types  of 
equal  length.  No  tools  necessary  to  change  curtain.  Easily  cleaned. 

Write  for  complete  data. 


Electric  Service  Supplies  Co. 


Manufacturer* 


PHILADELPHIA   NEW  YORK  CHICAGO 

17lh  and  Cambria  Sis.         50  Church  St.      Monadnock  BIdg. 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Diatributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  Bide        302  Donalda  Block         33  Melinda  St. 
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HUBBELL 


I 


SPECIALTIES 

MADE  IN  CANADA 


No.  ;;oo4 


No.  :^(;<iT 


No.  5050 


We  have  established  in  Toronto  a  completely  equipped 
factory  for  the  manufacture  of  Hubbell  Electrical 
Specialties. 

The  new  Hubbell  Plant  has  already  begun  manufac- 
turing operations  and  will  be  prepared  to  make  im- 
mediate delivery  of  Hubbell  goods  to  Distributors  and 
Retail  Dealers  throughout  the  Dominion. 

There  will  be  produced  Hubbell  Pull,  Key  and  Key- 
less Sockets,  Attachment  Plugs  and  Receptacles,  Shade 
Holders,  Lamp  Guards,  Reflectors  and  other  Hubbell 
Specialties  which  for  years  have  had  the  approval 
and  preference  of  the  great  majority  of  Dealers  and 
Consumers  in  Canada. 


HARVEY  HUBBELL  COMPANY 

OF  CANADA,  LIMITED 

TORONTO,  CANADA 


Xo.  :'A2^ 


Xo.  .•'.4r:i 


Xo. 


No.  ri705 


No.  ri7n2 


Xo.  TiTMii 


Xo.  cmr. 


Xo.  540(1 


j 
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FACTORY 


NOW  FULLY 
EQUIPPED 


The  Hubbell  organization  will  take  its  place  among 
^the  permanent  and  progressive  industries  of  Canada, 
employing  the  best  native  skill  and  experience  obtain- 
able to  produce  Hubbell  Cmadian-made  goods  for 
Canadian  trade. 

Place  your  orders  Now 
for  Hubbell  Specialties 

Dealers,  Contractors,  Central  Stations  and  Manufac- 
turers in  need  of  Hubbell  goods  can  now  secure  ideal 
contact  with  the  manufacturer.  Orders  for  delivery 
of  any  Hubbell  material  anywhere  in  Canada  will  be 
given  immediate  and  painstaking  action. 


HARVEY  HUBBELL  COMPANY 

OF  CANADA,  LIMITED 
TORONTO,  CANADA 


MElOOl  3410 


MNUlOP 


MDKlOII 


No.  5G91 


No.  5573 


Cap  No.  54:il 
Rcc.  No.  5547 


l  ap  No.  .'".41:1 
Rcc.  No.  01^57 


No.  014(5 


No.  6147 


No.  SlOl 
No.  JS103 


No.  56S5 
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Kent  Brothers  

Kerry  &  Chace,  Limited   50 

Lancashire  Dynamo  and  Motor  Co. 

Leeds-Xorthrup    Company    8 

Lightfoot,  Stanley   50 

Lincoln  Electric  Company  of  Canada  47 

Lindsley  Brothers  Company   5.5 

Lowry,  E.  A   43 

Lyman  Tube  and  Supply   Company  5 

Malm,  Gordon  &  Company    50 

Masco  Company  

Marion  &  Marion   ,50 

McGill  Manufacturing  Company  . .  .  55 

Mica  Company  of  Canada,  Ltd   51 

Mitchell,  Charles  H.  &  Percival  H..  50 

Moloney  Electric  Co.  of  Canada  .  . .  57 

.Xational  Electric  Heating  Company 

National  Metal  Molding  Company  ..  4 

Xerlich  Company  

Northern  Aluminum   Company    ....  49 

Xorth  ern  Electric  Company   


Ohio  Brass  Company  

Onward  Manufacturing  Company  . . 
Orpen  Conduit  Company   i 


Packard  Electric  Companj-   

Petrie,  H.  W  

Philips  Electrical  Works.  Eugene  F. 
Philadelphia  Electric  Company  Sup- 
ply Dept  

Power  Plant  Equipment  Companj-  . . 

Pratt  &  Whitney  

Pringle,  R.  E.  T  


Railway    and    Power  Engineering 

Corporation  

Redmanol  Chemical  Products  Co.  . . 

Renfrew  Electric  Company  

Ridout  &  Maybee  

Robertson  Ltd.,  J.  M  

Robbins  &  Myers  Company    l!i 

Rose  &  0"Hearn   J 


Sammett,  M.  A  

Sachsenmaier  &  Co.,  George   

Sangamo  Electric  Manufacturing  Co. 

Smith  Companj',  S.  Morgan   

Spaulding  &  Sons  Company,  J  

Spielmann  Agencies,  Regd  

Square  D  Company  

Standard  Cnderground  Cable  Com- 
pany of  Canada,  Limited   

Steel  Company  of  Canada  

Superior  Electric  Company   


Tallman  Brass  and  Metal  Co   4: 

Thompson,  Clarence   ."ii 

Thompson,  Fred  &  Co   6t 

Thompson-Levering"  Company   5." 

Thordarson  Manufacturing  Company  4; 

Toronto  and  Hamilton  Electric  Co.  4." 
Tubular  \N'o\  en  Fabric  Companj-  . . 

Wagner  Electric  Manufacturing  C~o.  4i 
^\'ard  Leonard  Electric  Company  .  . 
White  Electrical  Company,  T.  C.  ... 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance- 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 

Electrical  Measuring  Instrument* 


4912  Steoton  Are. 


PHILADELPHIA,  PA. 
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A  "Galvaduct"  Building 


"GALVADUCT 

and  LORICATED 


GALVADUCT 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 


LIMITED 

TORONTO 


J 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 
by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 


Strong 

Rugged 

Durable 


Steel  Cases 

Light  in  Weight 

Easy  to  Handle 

Will  Not  Leak 

Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  BIdg. 
Toronto 


Donalda  Block, 
Winnipeg 


(  )rlnl,ci- 
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PULLMAN  FLOOR  OUTLETS 


'BANNER"  ASSORTED  CARTON 


Fig.  104 

Sectional  view  of  No.  421  Out- 
let and  Xo.  4110  Nozzle  with  Bryant 
Receptacle  Xn,  i:!03  and  Plug  No. 
111(1  mounted  on  lugs  of  Adjusting 
Ring. 

Ouarter   Actual  Size. 


NO  MORE  BULLETINS 
Our  new  complete  catalog  No.  33  just  off  the 
the  press.     Yours  for  the  Asking. 

"THE  QUALITY  LINE" 


This  is  a  small,  compact,  carton  giving  a  very  good  assortment 
at  low  cost.  It  contains  100  glass  tubing  cartridge  type  fuses,  as- 
sorted as  follows  : 

.•'>0  No.  lAG— 20  amp.  15  No.  3AG— 15  amp.  5  No.  SAG— 15  amp. 
5  No.  2AG~15  amp.  10  No.  SAG— 20  amp.  5  No.  SAG— .30  amp. 
5  No.  2AG— 20  amp.  5  No.  4AG— 10  amp.  5  No.  6AG— 20  amp. 
5  No.  SAG— 10  amp.    10  No.  4AG— 15  amp.  Total  List  .$7.(J0 

The  fuses  in  all  Killark  assorted  cartons  are  packed  in  little 
individual  cartons,  with  contents  clearly  marked,  preventing  all 
possibility  of  error. 

No  charge  is  made  for  these  cartons — the  list  prices  represent 
the  cost  of  tlie  fuses  only. 


STEEL  CITY  ELECTRIC  COMPANY 

1207  1219  Columbus  Ave.   PITTSBURGH.  Pa. 


A  POINT  TO  REMEMBER 

Packing  Auto   Fuses  in  Cartons  of  10  means 
increased  .Sales  and  Profits 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS.  Mo. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE. 
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ARE  YOU  WASTING  POWER  through 
Inefficient  and  Antiquated  Turbines? 

Maximum   Efficiency  Assured  with 

"SMITH" 
HYDRAULIC  TURBINES 

The  accompanying  illustration  shows  a  horiz- 
ontal shaft  unit  of  2000  H  P.  capacity  under 
42   head.      Write  Dept.  "N"  for  Bulletin.. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

H.  B.  Van  Every.  405  Power  Bldg.,  Montreal 


I-T-E  CIRCUIT  BREAKERS 


TYPE  W 

Non  closable  on  overload.     Direct  acting,  time   limit  and 
"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

I-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE  CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 

New  York,  50  Church  St.  S!""SO.  Monadnock  Block. 

Detroit.  Mich.,  Ford  Bldg.  Pittsburgh,  Park  Build.ng. 

[ndianapolis,  Ind.,  Telephone  Bldg.    Minneapohs,  Metropolitan  Life  Bldg. 
ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore, 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  properties  not  possessed  by  any  other  type  of  Conduit  made  which 
recommends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  H  i"ch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 


S/i  inch  Socket  Joints 
Puncture  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 


Write  for  literature 


American  Conduit  Company 

East  Chicago,  Ind.,  U.S.A.  140  Nassau  St.,  New  York  City 


Installing  a  Trunk  Line  Subway 
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Reaching 
Your 

Customers 


T^HE  logical  place  and 
time  to  talk  to  your 
customers  is  in  the  Elec- 
trical News  when  they 
are  thinking  of  things 
electrical. 

If  your  product  is 
bought  by  electrical  men, 
advertising  in  the  Elec- 
trical News  will  carry 
your  message  to  them. 

You  and  your  wares 
may  be  favorably  and 
nationally  known  to-day 
but  if  you  don't  advertise 
you  will  soon  be  forgot- 
ten. 


Electrical  News 

347  Adelaide  Street  West 

Toronto 


Phantom  view  of  pos- 
itive "FRANKLIN" 
Switch-Lock,  show- 
ing Locking  Device 
and  Cam  Motion. 


Sectional  view  of 
"  FRANKLIN  "  Post- 
Type  Insulator,  show- 
ing metal  bushings 
moulded  on  the  Porce- 
lain to  distribute  strains 
uniformly. 


When  the  blade  slips  in,  this  switch  is  locked — 
locked  to  stay  locked  until  you  want  it  open. 

The  greater  the  expulsion  strain,  the  tighter  the 
jaws  of  a  "FRAXKLIX"  Lock  will  grip,  ^'et 
a  single  easy  pull  from  any  angle,  with  any  kind 
of  hook,  will  release  the  blade  and  open  the 
switch. 

The  •;1'RAXKL1N"  Disconnecting  Switch  is 
described  fully  in  liulletin  No.  12.^0.  When  you 
write,  state  service  and  voltage. 

SELLING  AGENTS 

THE  PHILADELPHIA  ELECTRIC 
COMPANY  SUPPLY  DEPT. 
132  South  Eleventh  Street 
Philadelphia 


"FRANKLIN" 

Disconnecting  Switches — Insulators — Potheads— etc. 
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CANADIAN 

Crocker -Wheeler 
Transformers 


We  believe 

in  SERVICE 

and  build  it 

into  our 
appliances 


D.C  andA.C. 

motors  for  all 
services. 
Generators 
Transformers 


Core  and  Coils  of  1,500  K.V.A.,  45,700- 2G,40U;i;i.200  volts  to  4,000  2,300-575  volts 
y,  pliasf,  2")  cycles,  water  cooled  transformer 

Note  the  large  surface  windings  in  contact  with  oil  which  means  high  insulation 
and  efficient  cooling.  Note  method  of  bracing  coils  to  prevent  distortion  under 
severe  overload  or  short  circuit  conditions. 

Let  us  send  you  our  latest  Bulletin 


THE  CANADIAN 


CROCKER-WHEELER  CO. 


LIMITED 

Manufacturefs  and  Electrical  Engineers 


Head  Office  and  Workf 

ST.  CATHARINES,  ONT. 


DUtrict  Offices 

MONTREAL  TORONTO 
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G.  M.  Gesty  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


2 

TV 

1 

E 
K 
K 

r 


 ^  


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 


of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 


Perranti 
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Type 
1-14 
Watthour 
Meter 


The  Egyptians  built  for  permanence.  They  put  the  best 
of  their  aptitude  and  facilities  into  every  unit  of  their  struc- 
ture. Durability  was  their  keynote  and  we  admire  them  be- 
cause their  works  show  they  lived  up  to  it. 

Where  centuries  ago  they  dedicated  huge  monoliths  to  the 
gods,  the  manufacturer  of  meters  today  dedicates  his  products 
to  critical  humans.  Only  by  the  satisfactory  operation  of  these 
small  mechanisms  can  his  work  be  called  a  success. 

The  1-14  Meter  is  built  by  men  long  trained  in  that  work 
and  with  facilities  developed  for  that  need.  The  materials  used 
in  their  construction,  too,  are  the  best  that  can  be  obtained  or 
manufactured.  From  back  plate  to  cover  the  individual  parts 
are  built  to  last  and  give  long  service. 

The  extensive  use  of  this  one  type  of  watthour  meter  by 
many  firms,  after  submitting  the  meter  to  trying  conditions, 
proves  that  our  modern  meter  builders  have  imitated  the  an- 
cients by  retaining  "Durability"  as  their  watchword. 


CANADIAN  GENERAL  ELECTRIC  CO. 

LIMITED 

Head   Office:    Toronto.     Sales   Offices:    Montreal,    Quebec,    Halifax,  Sydney,  Ottawa.  Cobalt,  South  Porcupine.  London,  Winnipeg.  Calgary.  | 

Edmonton,  Nelson  and  Vancouver.  | 
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on  all  large  style 


Sunbeam  and  Edison  MAZDA  LAMPS 


EFFECTIVE  NOW 


MAZDA— the  most  efficient 
Tungsten  Lamp  made. 


They  retain  their  initial  Candle 
Power  during  their  whole  life. 


All  Mazda  Tungsten  Lamps  of  our  manufacture  are 
guaranteed  to  give  an  average  life  of  not  less  than  I  000 
hours,  in  accordance  with  Standard  Specifications  issued 
by  U.S.  Government  (Bureau  of  Standards.) 

LONGER  LIFE  means  POOR  EFFICIENCY. 

Why  not  write  us  to-day  for  our  proposition  covering  your  year's  requirements? 
Our  prices  will  interest  you. 

CANADIAN  GENERAL  ELECTRIC  CO. 


LIMITED 


Head  Office:  Toronto.     Sales  Offices:  Montreal,  Quebec,  Halifax,  Sydney 

Edmonton,  Nelson  and  Vancouver 


Ottawa,  Cobalt,  South  Porctipine,  I,ondon,  Winnipeg.  Calgary,  g 
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1  lAMlLTON  PIG  mON 
OPEN  HEAHTH  STEELBlllET 
STEEL  AND  IRON  BAHS  ^  , 
RAILWAY  FASTEmNGS-FORGlNGSTW  4  % 
BOLTS  NUTS  AND  WASHERS.     ^'  ^ 
POLE  LINE  HARDWARE. 
SCREWS-WROUGHT  PIPE- 
VVIRE-AND  WIRE  PRODUCTS  of, 
EVERY  DESCmPJRQN. 


//       I  ill 
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Where  Motor  Reliability  is  Shown  at  its  Best 


The  maxinuim  relinements  of  motor  manu- 
facture arc  best  demonstrated  in  tlie  small 
motors  used  in  the  countless  ])orta'l)le  tools  foi' 
factcjry,  liome,  office  and  store. 

Reliable  ser\  ice  from  these  small  motors  de- 
mands vvorkmanshi])  which  is  accurate  to 
thousandths  of  an  inch,  materials  which  are  in- 
fallible and  desi^^ns  which  are  worked  out  with 
laboratory  ])recisi<)n. 

The  hundreds  of  tlKuisands  of  i\  \-  M  sni.all 
motors  which  are  dailv  L^iNiUL;  reliable  serx'icc 
in  devices  of  this  kind,  the  d(jmina!il  place 
l\      M  Motor  has  earned  in  this  branch  of  the 


electrical  industry,  reflect  clearly  the  stand- 
;irds  of  (|ualit\-  wliich  ha\e  been  established  in 
the  kobbiiis  tS:  M  vers  (jr^anizatitju. 

This  ((ualitv  standard  ismaintained  in  e\er_\- 
R  iv  M  Motor,  the  lars^er  mot(.)rs  for  ,t,;eneral 
])ower  serxice  as  well  as  the  small  motors  for 
portable  tools.  No  other  standard  is  reco;^- 
iiized  b\'  the  R  iK;  M  factory  workman,  |)ur- 
clia^iuL;-  ;i^ent  or  eui^ineer. 

\\  iV'  A!  Motors  are  made  for  all  commercial 
circuits  in  sizes  rani^iiiL;  from  1  |(l  to  M)  horse- 
power inclusive. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,   Philadelphia,   Boston,   Buffalo,  Cleveland,  Cincinnati,  Chicago,  St.  Louis,  San  Francisco. 


CANADIAN  DISTRIBUTORS 
Dawson  &  Co.,  Ltd.  La  Cie  Codere  &  Fils,  Inc. 


The  Century  Electric  Co.  Costello  &  Crowe     

Montreal  Ottawa  Montreal  Sherbrook 

Eastern  Electric  Co.        John  Starr.  Son  &  Co.,  Ltd.  Great  West  Electric  Co. 

St.  John  Halifax  Winnipeg 


Mechanics  Supply  Co.,  Ltd. 
Quebec 
Rogers  Electric  Co.,  Ltd. 
Toronto 


XVobbins  &  M^ers  Motors 
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-Tight  Condulets 

Electric  Light  Fittings 

whose  design,  material  and  work- 
manship insure  long  and  satisfac- 
tory service. 

Furnished   in  either  iron  or  brass 
for        Ya  and  1-inch  conduit. 

Made  in  two  sizes,  to  take  40  and 
100-watt  lamps  respectively. 


Condiilrt    broken  away 
show  parts. 


( )ctober  1,  lOlS 


THE  ELECTRICAL 


. "  Generatiafi,  Transmission  sand  Application  of  Elediicity 


Published  Scmi-Monthly  By 

HUGH  G.  MACLEAN,  LIMITED 

HUGH  C.  MacLEAN,  Winnipeg,  President. 

THOMAS  S.  YOUNG,  General  Manager. 

VV.  R.  CARR,  Ph.D.,  Editor. 
HEAD  OFFICE  -  347  Adelaide  Street  West,  TORONTO 

Telephone  A.  2700 
MONTREAL  -  Telephone  Main  2299  -  119  Board  of  Trade 
WINNIPEG  -  Tel.  Garry  856  -  Electric  Railway  Chambers 
VANCOUVER  -  Tel.  Seymour  2013  -  Winch  Building 
NEW  YORK  -  Tel.  3108  Beekman  -  1123  Tribune  Building 
CHICAGO  -  Tel.  Harrison  5351  -  1413  Gt.  Northern  Bldg. 
LONDON,  ENG.  16  Regent  Street  S.W. 


ADVERTISEMENTS 
Orders  for  advertising  should  reach  the  office  of  publication  not  later 
than  the  5th  and  20th  of  the  month.     Changes  in  advertisements  will  be 
made  whenever  desired,  without  cost  to  the  advertiser. 

SUBSCRIBERS 

The  "Electrical  News"  will  be  mailed  to  subscribers  in  Canada  and 
Great  Britain,  post  free,  for  $2,00  per  annum.  United  States  and  foreign, 
$2.50.  Remit  by  currency,  registered  letter,  or  postal  order  payable  to 
Hugh  C.  MacLean,  Limited. 

Subscribers  are  requested  to  promptly  notify  the  pubhshers  of  failure 
or  delay  in  delivery  of  paper. 

Authorized  by  the  Postmaster  General  for  Canada,  for  transmission 
as  second  class  matter.  ,  „ 

Entered  as  second  class  matter  July  18th,  1914,  at  the  Postoffice  at 
fiufTalo.  N.  Y.,  under  the  Act  of  Congress  of  March  3,  18i9. 


Vol.  27 


Toronto.  October  i,  1918 


No  19 


jBuy  Useful  Gifts— Buy  Now 

After  conftrence  with  representatives  of  leading  industries 
,111.1  retail  interests  concerned,  the  U.  S.  Council  of  National 
liefense  reports  that  the  manufacture  of  goods  for  the  coni- 
111-  holiday  season  has  been  sul)stantially  completed,  that  the 
1  raiisportation  of  the  goods  to  the  point  of  sale  is  also  large- 
ly <lone  and  urge  that  Christmas  shopping  begin  at  once  and 
.1-  spread  evenly  over  the  next  three  months. 

The  retail  interests  represented  at  the  conference  have 
i-;reed  not  to  increase  their  working  force  by  reason  of  the 
holiday  business  over  the  average  force  employed  by  them 
1  liioughout  the  year,  and  not  to  increase  the  normal  working 
li'.Lirs  of  their  force  during  the  Christmas  season.  They  also 
.i^reed  to  use  their  utmost  efforts  to  confine  Christmas  giving, 
(  xcept  for  young  children,  to  useful  articles  and  to  spread 
liic  period  for  holiday  purchases  over  the  months  of  Octolier, 
\oveml)er  and  December. 

The  retail  interests  referred  to  liave  further  agreed  to 
make  announcement  to  the  above  effect  in  their  advertise- 
iiirnts  commencing  immediately.  The  above  suggestions  if 
i.iilhfully  and  loyally  put  into  effect  throughout  the  country 
will  make  possible  a  continuance  of  the  holiday  custom  witb- 
iiil  endangering  the  national  interests  thereby. 

The  Council  of  National  Defense  will  co-operate  in  carry- 
ing out  the  suggested  measures.    It  looks  to  orgaui/ed  busi- 
ness bodies  of  every  nature  and  throughout  the  country  ac- 
utely to  join  in  the  nn>vement  as  providiii.u  means  whereby 
liat  co-operation  between  the  i^overnment  and  the  people  can 
I  ha>l  wliicli  alone  will  permit  continuances  of  holiday  busi- 


ness by  such  methods  as  are  consistent  with  the  national 
welfare. 

if  this  idea  is  good  for  the  United  States  would  it  not 
be  equally  so  for  Canada?  In  the  interests  of  conservation 
of  salespeople,  to  say  nothing  of  the  nervous  energy  of  the 
l)ublic  itself,  let  us  make  our  slogan  "Buy  useful  gifts— buy 


St.  Lawrence  Power  Co.  Secure 
Privileges  with  Time  Limit 

The  International  Joint  Waterways  Commission  has  as- 
sumed authority  in  the  matter  of  the  application  of  the  St. 
Lawrence  Power  Co.,  and  have  granted  this  company  permis- 
sion to  build  their  weir.  The  proviso  is  attached  that  it  must 
be  removed  at  the  end  of  live  years,  or  if  the  war  should 
last  longer,  at  the  ending  of  the  war. 

In  granting  this  permission  the  joint  commission  is  evi- 
dently accepting  in  good  faith  the  statement  of  the  company 
that  the  extension  is  only  required  to  meet  war  demands.  The 
proviso  attached  is  merely  an  evident  intention  to  guard  the 
rights  of  both  countries  in  the  St.  Lawrence  River.  The  plac- 
ing of  the  time  limit,  though  quite  too  long,  if  the  war  should 
end  as  soon  as  we  all  hope,  leaves  the  final  disposition  of  the 
St.  Lawrence  water  powers  entirely  at  the  disposal  of  the 
governments.  The  gravest  olijection  to  the  decision  is  pro- 
bably found  in  the  fact  that  when  the  St.  Lawrence  Power 
Company  makes  its  claim  four  years  hence,  as  they  natural- 
ly will  do  the  onus  of  proof  that  the  weir  is  adversely  affect- 
ing the  flow  of  the  river  rests  with  Canada.  In  all  fairness 
the  responsibility  of  proving  their  point  should  have  devolved 
on  the  company  that  has  received  the  benefit  of  the  doubt 
during  the  four  year  period.  The  commission's  decision  reads 
as  follows: 

The  Order  as  Granted. 

"It  is  hereby  ordered  as  an  interim  measure  that  the  con- 
struction of  the  said  weir  and  its  maintenance  until  the  ex- 
piration of  the  term  of  five  years  from  the  date  hereof,  or 
until  the  termination  of  the  present  war,  is  hereby  approved 
upon  the  following  conditions: 

(1 )  "That  at  the  expiration  of  said  period  of  five  years, 
or  upon  the  termination  of  the  present  war,  whichever  shall 
last  t)ccur,  said  weir  shall  be  removed  by  the  applicant,  re- 
serving, however,  to  the  applicant  or  any  other  interested 
party  the  right  to  apply  to  the  commission  at  least  one  year 
before  the  expiration  of  the  said  period  for  a  further  continu- 
ance of  the  said  weir,  and  on  such  application  the  commis- 
sion may  approve  of  such  continuance  on  such  terms  and  con- 
ditions as  it  may  deem  aiipropriate  and  equitable  for  the 
jirotection  of  the  rights  and  interests  of  the  people  on  both 
sides  of  the  line. 

[2)  "That  the  said  weir  shall  be  constructed  and  main- 
tained in  accordance  with  the  plans  mentioned,  and  under  all 
the  terms  and  conditions  set  forth  in  the  permit  granted  by 
the  Secretary  of  War  dated  Sej)!.  lOth,  HUT.  so  far  as  the 
same  are  applicable. 

Ci )  "That  for  the  punipose  of  protecting  the  rights,  pro- 
perty and  interests  on  either  side  of  the  boundary  from 
any  injurious  effect,  resulting  from  the  construction  and  main- 
tenance of  said  weir,  the  commission  will,  during  the  term 
of  its  ajiproval,  herein  retain  jurisdiction  over  the  sidijecl 
mailer  of  s:iid  api)lication,  and  may  make  such  turtber  order 
or  orders  in  the  premises  as  ma>'  be  necessary. 

"I'rovicled  that  in  the  foregoing  order  the  commission 
shall  not  be  deemed  to  have  considered  nor  passed  upon 
any  (|uestion  pertaining  to  the  rights  of  the  applicant  to  divert 
w;iter  from  the  St.  Lawrence  River." 

The  expected  has  happened  in  the  aiinoiincemeiit  that  the 
(':inaclian  government  refuses  to  acknowh-d.iie  the  right  ol  the 
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i..iui  i  ommi.ssion  ii>  in.ikc  .i  .uuls^nu'iu  in  llu-  maiu  r  anil  w  i 
l>»l.i;e  a  i>iotest  witli  tlu-  Tniteil  States  ocniMnuKMit.  In  tli 
iiteaiitiine  it  is  suiil  tlial  tlio  power  i-onip:in.\  is  gnin-  alua 
with  the  wiirk. 


Who  Sells  Electrical  Goods? 

A  irailc  ma:^aini-  lU'V.Uc.l  t..  ilu-  har.lwari'  trade  i|uotcs 
•■the  sales  manager  of  one  ol  tlie  lar.uest  eleetrieal  lirnis  in 
the  country."  to  the  effect  that,  "ahont  TS  per  cent,  of  his 
..ntput  is  now  heinn  handle.l  by  dealers  in  ollur  lines  tlian 
the  regular  electrical  tirms," 

We  have  no  means  of  knowin.u  llu-  parlicnlar  line  of  goods 
referred  to.  but  the  slatemenl,  if  true,  is  a  caustic  comment- 
ary on  the  inadecpiacy  of  the  electrical  .lealers'  organizalion 
to' cover  the  field,  .^nch  a  slate  of  affairs  indicates  a  woelnl 
lack  of  orvjanization— ail  almost  entire  absence  of  co-oiieration 
lictwceii  the  various  elements  in  the  electrical  trade.  There 
may  well  he  some  arouments  in  favor  of  such  an  arrange- 
ment, hut  surely  there  are  many  more  against  it— chief  of 
which  seems  to  be  placing  the  retailing  of  electrical  appliances 
in  the  hands  of  a  class  of  nun  who  know  nothing  of  the 
virtues  of  these  goods  and  whose  enthusiasm  (even  if  they 
did  know)  must  at  best  be  evenly  distributed  over  a  number 
of  competing  lines— gas.  coal,  wood  and  coal  oil.  to  say  no- 
thing of  the  many  other  lines  the  average  hardware  man 
carries. 

There  is  no  apparent  reason  why  every  town  large  enough 
to  support  two  or  three  hardware  stores,  should  not  also 
he  an  excellent  location  for  a  live,  up-to-date  contractor- 
dealer.  It  should  not  then  be  a  difilicult  matter  to  come  to 
an  agreement  with  the  various  manufacturers  that  their 
products  should  be  handled  exclusively  through  this  store. 
The  fact  that  hardware  stores  take  so  readily  to  electrical 
goods  shows  pretty  conclusively  that  they  are  readily  sale- 
able and  also  profitable.  Should  the  industry  as  a  unit  not 
work  for  an  exclusive  electrical  store  in  every  town?  Would 
it  not  in  the  end  mean,  "more  electricity,  used  in  more  ways, 
by  more  people?" 


Opening  of  the  1918-19  A.  I.  E.  E.  Season 

Seventy  members  and  friends  attended  the  meeting  at  the 
Engineers'  Club  on  Friday  Sept.  20  which  opened  the  1918-1919 
season  of  the  Toronto  Section  of  the  A.  1.  E.  E.  This  is 
the  beginning  of  the  sixteenth  year  since  the  formation  of 
the  Toronto  Section  but  the  keenness  of  the  members  has 
shown  no  decline  with  advancing  years.  Mr.  P.  M.  Lincoln 
the  speaker  of  the  evening  is  well  known  in  Toronto  and  his 
talk  on  the  Development  of  Electric  Power  Transmission  was 
full  of  interest  in  a  city  which  receives  practically  all  its  elec- 
tric power  over  a  group  of  high  tension  lines.  Eor  this  rea- 
son the  discussion  was  particularly  active  and  controversial. 
Mr.  Arthur  Hull  who  presided  announced  that  a  further  as- 
pect of  controversy  would  be  introduced  at  the  next  meeting 
i)n  Oct.  4  when  a  discussion  on  the  Grounded  Neutral  on 
High  Tension  Systems  would  take  place.  It  was  desired 
to  discuss  every  possible  phase  of  the  subject,  the  number 
of  points  for  grounding,  value  of  resistence  or  reactance  and 
broadly  whether  under  any  circumstances  an  isolated  neutral 
had  any  advantage.  It  was  also  announced  that  in  November 
an  official  meeting  of  the  Institute  would,  be  held  in  Toronto 
at  which  the  president  and  directors  would  attend  from  New 
York.  .Among  the  members  who  took  part  in  the  dis- 
cussion were  the  following:  John  Murphy;  H.  C.  Don  Carlos; 
F.  G.  Clark;  E.  T.  j.  Brandon;  H.  IJ.  Hart;  D.  H.  McDougall; 
H.  B.  Dwight;  E.  V.  Pannell  and  ,\.  E.  Davison.  The  secret- 
ary is  compiling  a  list  of  members  of  the  Toronto  section  on 
active  service  and  will  be  glad  of  any  assistance  the  home 
members  can  give  him. 


Imperial  Water  Power  Board 

The  conclusions  of  the  special  committee  of  engineer 
and  scientists,  recently  appointed  by  the  British  Government 
to  investigate  the  power  resources  of  the  Empire,  that  ther 
should  be  created  an  Imperial  Water  Power  Board,  to  includ 
a  representative  nominated  liy  each  of  the  Dominions  over 
seas,  is  fraught  with  such  tremendous  import  to  Canada  tha 
it  is  hoped  the  Government  will  take  prompt  and  favourabl 
action  upon  the  suggestion.    Our  own  Government  has  al 
ready  given  evidence  of  its  appreciation  of  the  prime  im 
))ortance  of  a  thorough  knowledge  of  our  power  resource 
.and  the  urgent  necessity  for  their  development  so  that  we  ma 
be  in  a  position  to  meet  all  the  needs  of  the  country.  Thi 
is  essential  in  order  that  Canada  may  compete,  with  success 
in  the  reconstruction  period  following  the  war.  By  the  crea 
tion  of  the  Dominion  Power  Board,  under  the  chairmanship 
of  the  Honourable  Arthur  Meighen,  the  Government  has  pro 
vided  a  means  of  concentrating  upon  this  great  problem,  the 
experience  and  judgment  of  the  Dominion  and  Provincial  or 
ganizations  concerned  with  the  administration  and  the  investi 
gation  of  water  powers.    This  Board  has  but  recently  been 
constituted  but  it  has  already  given  evidence  of  its  usefulness 
and  should  undoubtedly  produce  results  of  lasting  benefi 
to  the  country. 


Opening  Meeting,  Electric  Club  of  Toronto 

The  opening  meeting  of  The  Electric  Club  of  Toronto 
held  in  the  Prince  George  on  E>iday,  September  20.  was  sat 
isfactory  in  every  way.  The  large  and  representative  attend 
ance  was  indicative,  no  doubt,  of  the  interest  the  member 
are  determined  to  take  in  their  club  this  year,  though  ther 
is  no  question  but  that  the  program  was  very  largely  re 
sponsible  for  numbers  that  could  scarcely  have  been  antici 
pated  so  early  in  the  season  when  many  of  the  members  ha\ 
not  yet  returned  to  the  city.  Mr,  K.  J.  Dunstan,  the  presi 
dent  of  the  Clul),  who  was  the  speaker  on  this  occasion,  ga\ 
the  members  a  rare  treat  in  a  wonderful  word-picture  of  hi 
trip  to  and  from  the  European  Continent  this  summer  an 
his  experiences  in  England  and  France.  Mr.  Dunstan  spok 
under  the  disadvantage  of  having  to  concentrate  the  incident 
of  months  into  the  short  space  of  half  an  hour,  but  succeede 
to  a  degree  in  focusing  the  attention  of  his  audience  on  th 
salient  points.  Through  all  their  varied  programs,  the  Clu 
has  heard  nothing  more  thoroughly  delightful  or  more  m 
tensely  interesting. 


One  Man  Gars 

The  St.  John  Railway  Company  have  made  applicatio 
to  the  Utilities  Commission  for  authority  to  operate  one-ma 
cars.  The  application  is  opposed  by  the  men  on  the  grou 
that  some  28  of  their  number  would  be  thrown  out  of  emplo 
ment.  In  view  of  the  shortage  of  labor  of  this  class  in  oth 
cities  their  argument  would  almost  seem  to  favor  the  u 
of  one-man  cars.  However,  it  was  further  held  that  with  tl 
hilly  nature  of  the  city,  these  cars  might  create  an  increas 
hazard  to  the  patrons  of  the  system.  Further  evidence  is  b 
ing  taken. 


The  Royal  Commission  appointed  to  deal  with  the  affairs 
of  the  New  Brunswick  Power  Company  has  issued  an  in- 
terim report  which  contains  an  order,  effective  October  1. 
granting  a  temporary  increase  of  rates  by  the  company. 
After  that  date  car  fares  will  be  six  cents  instead  of  from 
four  to  five;  electric  light  will  be  T'/j  to  l.>  cents  instead  of  6 
to  12.  and  power  rates  will  be  2.r.")C  to  12  cents  instead  of 
2  to  10.  The  commission  also  recommended  the  introduction 
of  one-m;in  cars. 
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Electro -Technical  Industry  of  the  World 
During  and  After  the  War 


The  course  of  the  electrical  industry  of  the  world  during 
the  war  is  fully  treated  by  M.  Gurewitsch  in  the  Bulletin  of 
llic  Association  of  Swiss  Electrical  Engineers  and  reported  in 
the  Electrical  Review.    Among  the  industries,  he  says  which 
have  undergone  great  development,  not  only  in  belligerent 
but  in  neutral  countries,  the  electrical  industry  takes  an  im- 
IH.rtant  place.    From  the  outset  of  the  war,  the  .electrotech- 
nical  works  in  Germany.  France,  England,  and  the  United 
States  were  able  to  adapt  themselves  quickly  to  the  manu- 
facture of  munitions,  and  to  realize  large  profits  thereby.  Let 
us  take,  for  example  that  establishment  which  is  in  the  fore- 
front of  the  German  electrical  industry,  the  Allgememe  Elec- 
tricitats  Gesellschaft.    According  to  the  last  annua!  report, 
electrical  installations  actually  under  construction  had  fallen  in 
\;ilue  from  48,000,000  to  4(),600,000  marks.  Notwithstanding 
I  his,  the  amount  of  business  transacted  was  very  considerable, 
\vliich  is  explained  by  the  extensive  orders  from  the  military 
authorities;  the  gross  profit  realized  had  allowed  of  the  mak- 
ing of  large  extensions  to  the  works.    If  a  portion  of  these 
,  xlensions  was  principally  due  to  the  needs  connected  with 
ihc  manufacture  of  munitions,  there  remained  no  inconsider- 
ihle  portion  available  for  employment  after  the  war,  which 
would  thus  strengthen  the  financial  position  of  the  company. 
The  net  profits  realized  in  1910-17  were  below  those  of  1912- 
1,;  by  2,470,000    marks  (.30,370,000  against  27,900,000  marks). 
I  )ther  electrical  works  in  Germany,  as  well  as  in  the  other 
belligerent  countries,  achieved  similar  results.    But  the  manu- 
facture of  electrical  material  generally  had  much  increased,  as 
tlie  thousands  of  works  supplying  war  requirements  created 
;in  enormous  demand  for  electrical  machinery  and  plant.  The 
rolling  mills  in  America  during  1916  made  calls  for  electric 
motors  of  a  total  power  of  over  200,000  H.P.  (among  which 
were  units  of  6,000  and  10,000  H.P.)  while  from  1905  to  1916 
I  he  yearly  increase  in  the  same  industry  was  only  between 
10,000  and  00,000  H.P.  The  following  table  gives  (in  millions 
ni  dollars)  an  idea  of  the  growth  of  electric  production  in  the 
cases  of  three  of  the  chief  American  companies:— 


General  Electric  Co. 
Western    Electric  Co. 
Westinghouse    Co.    .  . 


tion,  especially  to  Russia.  The  largest  Swedish  electrical 
concern,  the  Allmanna  Svenska  Elektriska  Aktiebolag  at  Vas- 
teras  (A.S.E.A.)  realized  in  1910  a  net  profit  of  12,400,000  kr., 
against  4,600,000  and  3,200,000  kr.  in  the  two  foregoing  years. 
This  company  has  increased  in  capital  from  26,000,000  to  33,- 
000,000  kr.,  and  acquired  a  number  of  works — the  Nya  Fore- 
nade  Elektriska  A.B.,  the  Evenska  Turbin  Fabriks  A.B.,  the 
Lilijeholmens  Kabelfabrik,  etc.  Besides  this,  it  has  set  up  a 
foundry  and  a  porcelain  insulator  works.  This  increase  of 
the  company's  export  business  is  shown  in  the  following  table 
(in  millions  of  kroner): — 

1912.        1914.  1916. 

Home  market    13.9         20.6  39.4 

Exports    3.8  6.2  10.9 

Exports  for  1916  were  thus  threefold  those  of  1912.  The 
l)ranch  companies  of  the  A.S.E.A.  in  Denmark,  England,  and 
Russia  also  did  good  business.  During  the  war  the  com- 
pany's position  was  so  strengthened  that  it  no  longer  had  any 
fear  of  foreign  competition  in  Sweden.  For  example,  while  im- 
ports of  electrical  machinery  from  Switzerland  in  1913  were 
316,000  fr.,  and  in  1914  694,000  fr.,  the  figures  in  1915  and  1916 
fell  to  57,000  and  101,000  fr.,  respectively. 

The  English  industry  was  too  much  occupied  with  war 
supplies  to  pay  attention  to  the  normal  market.  English  ex- 
ports consequently  fell  off,  as  the  table  below  shows  (in  thou- 
sands of  pounds  sterling): — 


1912. 

1914. 

1916. 

.  90 

90 

120 

.  7  3 

60 

105 

37 

32 

80 

1913. 

1915. 

1916. 

Exports  of  electrical  machinery  2,275 

1,391 

1,552 

Other    electrical    goods    5,405 

3,169 

4,107 

7,680 

4,560 

5,659 

In  consequence  of  the  enormous  demands  and  the  difficul- 
ties of  manufacture,  even  for  the  home  market,  imports  of 
electrotechnical  products  into  England  showed  only  a  small 
reduction,  namely: — 


Electrical  machinery 
Other  electrical  goods 


1913. 
.1,345 
.  1,587 

2,932 


1915. 
1,522 
1,096 


1916. 
1,088 
1,653 


2,618  2,736 


It  may  be  remarked  in  passing  that  the  first-named  com- 
pany increased  its  capital  in  1917  by  $20,000,000. 

In  the  above  figures  war  material  is  not  included.  Fur- 
thermore, only  7  per  cent,  of  the  output  was  destined  for  ex- 
portation; all  the  remainder  was  absorbed  by  the  home  mar- 
ket of  the  States.  Nevertheless,  as  an  outcome  of  the  stop- 
page of  German  exports  (which  in  1913  totalled  467,500,000 
fr.,  against  189,000,000  fr.  for  England  and  140,000,000  fr.  for 
the  United  States)  the  exports  of  the  American  electrical 
industry  considerably  increased.  Hence  the  total  exports  of 
electrotechnical  products  rose  from  $28,200,000  in  1913,  $19.- 
960,000  in  1914,  and  $24,340,000  in  1915,  to  $40,240,000  in  1916. 
Thus  the  exports  of  1916  exceeded  to  the  extent  of  43  per  cent, 
the  already  line  figures  of  19i:'.. 

Not  only  the  American  electrotechnical  industry  but  tiial 
of  Sweden  likewise  showed  excellenl  results.    That  country 
was  not  only  able  to  supi)ly  its  own  home  markets,  but  also 
-  furnished  large  quantities  of  electrical  products  for  exporta- 


The  most  important  supplier  to  England  was  the  United 
States.  Switzerland  supplied  machinery  principally,  exports 
rising  from  1,234,000  fr.  in  1913  to  2,014,000  and  1,798,000  fr. 
in  the  two  following  years.  On  the  other  hand.  Swiss  ex- 
ports fell  in  1916  to  642,000  fr.,  and  in  the  first  nine  months 
of  1917  to  452,000  fr.  It  must  be  remarked  that  the  manufac- 
ture of  electrical  machinery  in  England  before  the  war  was 
fairly  well  developed,  machinery  figuring  as  30  per  cent,  of 
the  total  electrical  exports.  It  must  be  believed  therefore, 
that  after  the  war  electrical  construction  works,  enlarged  and 
strengthened  by  supplying  the  military  requirements,  will  be 
in  a  position  to  satisfy  all  the  wants  of  the  Empire.  The 
manufacture  of  electrical  machinery  has,  indeed,  attained  sucii 
a  developmenl  in  England  ibal  the  (kivernmcnt,  on  Novem- 
ln-r  16tii.  191  r,  forbade  imports  as  unnecessary.  (Besides, 
Swiss  iiKhistry  in  the  matter  of  machinery,  can  hardly  struggle 
against  that  of  ICngland.  as  the  former  is  10  per  cent,  dearer.) 

On  tiie  otiier  iiand,  Swiss  exports  of  measuring  appli- 
ances to  England  greatly  increased  during  the  first  three  years 
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oi  thf  war.  as  the  hRures  below  show  (in  I lnuisands  of 
irancs) : — 

Jan.  Sept. 

1<U:;        I'.Ul        l'.M.">  I'.MO.  I'.HT. 
C  ontrol  and  ineasiirinn 

appliances                     isi       :i:!3       ;iS7  103  sii 

N'arious                            lis       HOT       47:i  307  170 


3<1<)  dM)  8()0  (i9!)  3(1") 
The  prospects  of  tlic  exportation  of  installation  material 
into  linglanci  should  in  general  he  favorable,  for  FjirIisIi 
manufacture  of  this  material  was  very  littK-  (K-veloped  before 
the  war.  insomuch  that  (lermany  exported  to  I'.nKb'ind  in 
lt)i;t  goods  of  this  kind  to  tbe  value  of  '.t,7,-.3.0()0  marks.  In 
reality,  however,  Knglish  works  at  the  present  moment  are 
in  a  position  to  meet  home  w^ants,  and  to  such  a  degree  that 
the  Ciovernment  has.  for  example,  forbidden  the  importation 
of  meters. 

France  had  greatly  reduced  its  imports  of  electrotechnieal 
products:  these  had  fallen  from  :{7,.-)00,nOO  fr.  in  191;!  to  24,100,- 
000  fr.  in  1914,  and  to  34,400,000  fr.  in  llll.'i.  But  as  since 
then  the  military  calls  for  electrochemical  and  electromettal- 
lurgical  products  have  enormously  increased,  a  very  intense 
constructive  movement  in  the  domain  of  hydraulics  has  be- 
gun. In  consequence,  French  imports  of  electrical  i)lant  in 
1916  rose  to  a  value  of     ,:!0().0()0  fr.,  sub-divided  as  follows: — 

Fr. 

Electrical    machines    1.i,100,ooo 

.Apparatus  and  measuring  instruments  t.5,400,000 

Cable  and  leads    14,000,000 

.Armatures  and  machine  parts   7, .500,000 

Various   apparatus    9,.300,000 

French  exports  fell  from  37.300.000  fr.  in  1913  to  38,000.- 
000  fr.  arid  26.300.000  fr.  in  the  two  following  years;  on  the 
other  hand,  they  rose  in  1916  to  46.300,000  fr.  This  rise  is 
chiefly  explained  by  the  large  exports  of  electrodes,  which 
varied  as  follows: — 

Fr. 

19i;j    8,560,000 

1914    6,330,000 

1915    13,090,000 

191g    35,760,000 

From  the  point  of  view  of  quantity  the  export  of  electro- 
des in  1916  was  only  10  per  cent,  more  than  in  1913,  but  the 
value  was  trebled.  In  the  case  of  Switzerland,  French  ex- 
ports of  electrodes  sank  to  a  third  in  the  same  period:  765,000 
fr.  in  1913  and  244.000  fr.  in  1916.  We  said  previously  that 
France  imported  electrical  machines  to  the  extent  of  15,100,- 
000  fr.  A  little  less  than  half  of  these  imports  came  from 
Switzerland,  which  exported  machines  to  France  in  1916  to  the 
value  of  6.900.000  fr.  (30  per  cent,  of  the  total  exports).  In 
1917  (January  to  September)  exports  to  France  reached  the 
.  figure  of  4.800,000  fr..  whereas  for  the  whole  of  1913  the  figures 
were  only  4,170.000  fr.  The  considerable  augmentation  in  the 
figures  of  Swiss  exports  of  electrical  machines  to  France  is 
not  explained  merely  by  the  increase  in  the  price,  but  also 
by  the  larger  quantity— namely,  16.432  machines  in  1913, 
against  22,822  in  1916.  In  1914  and  1915  exports  fell  to  3,- 
000.000  and  3,500.000  fr.  respectively.  Swiss  exports  to  France 
of  "sundry  apparatus"  likewise  increased  after  suffering  a 
decline  in  1914  and  1915.  Thus  the  total  rose  from  1,461,000 
fr.  in  1913  to  1,975,000  fr.  in  1916,  and  to  1,666,000  fr.  in  1917 
(January  to  September  onlyj.  In  the  same  period  exports  of 
Swiss  glow  lamps  to  France  rose  from  323,000  fr.  to  1,269,- 
000  fr..  and  in  1917  to  712.000  fr.  for  the  first  nine  months  only. 
Exports  of  batteries  from  Switzerland  likewise  advanced  from 
33.000  fr.  in  1913  to  664.000  fr.  in  1916;  while,  on  the  other 
hand,  control  apparatus  and  measuring  instruments  suffered 
a  fall  from  634,000  fr.  to  348,000  fr.  As  a  matter  of  fact,  the 


manufacture  of  measuring  apparatus  is  highly  developed  in 
iM-ance— to  such  a  pitch  that  in  1913  that  country  was'  able 
to  export  these  articles  to  the  value  of  14,600,000  fr.  In  1914 
and  1915  these  exports  fell  to  9,100,000  fr.  and  6,800,000  fr.  re- 
spectively, rising,  however,  in  1916  to  12,100,000  fr. 

The  author  believes  that  in  the  future  France  will  be  com- 
pelled to  import  electrotechnieal  goods,  particularly  when  it 
is  remembered  that,  according  to  American  estimates,  an  ex- 
expenditure  of  500,000.000  fr.  on  these  articles  will  be  needed; 
in  the  work  of  reconstitution  of  the  invaded  provinces.  Ac- 
cording to  the  statistics  of  the  president  of  the  Syndicat  des 
Industries  Electriques,  the  yearly  output  in  France  of  elec- 
trical goods  before  the  war  reached  the  total  of  321,000,000 
fr  ,  which  amount  is  subdivided  as  under: — 

Fr. 

Dynamos,  transformers,  and  electric  cranes  66,000,000 

Electric  apparatus  and  lamps    67,000,000 

Cables   and   leads    40,000,000 

Telegraph  and  telephone  apparatus    26,000,000 

Sundry  appliances    23,000,000 

According  to  other  estimates,  the  French  output  would  be 
300,000,000  fr.  (against  an  output  of  1,550,000  fr.  in  Germany 
in  1913,  and  1,900,000  fr.  in  America  in  1914),  of  which  100,- 
000,000  fr.  stand  for  electric  machines  and  transformers,  and 
60,000,000  fr.  for  cables  and  leads.  In  any  case,  the  French 
industry  cannot  suffice  for  itself.  As  regards  Switzerland 
more  particularly,  the  situation  will  be  very  favorable  in  view 
of  the  difficulty  which  Germany  will  meet  with  in  the  resump- 
tion of  trade,  her  exports  to  France  totalling,  before  the  war, 
18,000,000  fr.  Switzerland  will,  however,  have  to  reckon  ser- 
iously with  English  and  American  competition. 

Italy  is  unable,  any  more  than  France,  to  supply  her  grow- 
ing requirements  of  electrotechnieal  products,  and  the  more 
so,  because  her  industry  is  less  developed.  Even  in  pre-war 
days  she  was  obliged  to  have  recourse  to  foreign  industries 
(particularly  those  of  Germany):  in  1913,  for  example.  Italy 
imported  to  the  extent  of  33,000,000  lire.  Italian  exports  were 
unimportant  and  only  amounted  to  10.300.000  lire.  Three- 
fourths  of  the  exports  were  made  up  of  cables  shipped,  for  the 
ni(  St  part  to  South  America.  After  the  entry  of  Italy- into 
the  war.  Switzerland  occupied  the  position  of  Germany  as 
the  supplier  of  Italy.  Swiss  exports  to  Italy  were  as  unde: 
(in  thousands  of  francs): — 

(Jan.— 
Sept.) 
1917. 
677 


1913. 

1914. 

1915. 

1916. 

934 

1,158 

1,089 

873 

Control     apparatus  and 

measuring  instruments 

355 

276 

373 

959 

Telegraph    and  teelphone 

14 

17 

84 

1,055 

276 

252 

1.430 

3,689 

Sundry  appliances  

489 

507 

245 

579 

.060 

3,319 

3,211 

6,055 

949 

60' 
3.11 
39 

5,73 

As  in  all  other  belligerent  countries,  electrotechnica 
works  in  Russia  have  done  good  business,  and  dividends  hav 
been  much  greater  than  in  peace  times.  Almost  all  the  work 
have  doubled  their  capital.  The  Russo-German  A.E.G.  Co. 
whose  dividend  for  1916  was  10  per  cent.,  has  been  reconstitut 
ed,  after  its  liquidation  on  July  1st.  1917,  under  the  style  o 
the  General  Electric  Co.  (A.E.K.),  with  a  capital  of  34  millio" 
roubles,  one  third  of  whose  shares  have  been  acquired  by  th 
Russian  Government.  According  to  the  latest  reports,  thi 
company  (in  which  the  American  General  Electric  Co.  ha 
interest  to  the  extent  of  4,000,000  rubles)  has  raised  its  cap 
ital  to  :f6,000,000  roubles.  The  Russian  Siemens-Schucke 
Works  and  the  A.  G.  Siemens  &  Halskc  (whose  dividends  i 
1916  were  7.5  and  13.5  per  cent,  respectively)  have  likewis 
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licen  liquidated,  and  towards  the  end  of  1917  were  to  be  trans- 
lormed  into  a  new  Siemens  company  with  a  capital  of  35,- 
()()(),()00  roubles,  in  which  the  Russian  State  would  tak^  a 
share. 

The  third  Russian  electric  company— the  Dynamo— m 
which  the  English  and  x\merican  Westinghouse  companies 
take  a  considerable  share,  doubled  its  capital  in  1917,  raising 
it  from  10;000.0()0  to  30,000,000  roubles.  Similarly  the  Basins 
,.f  the  Donetz  Electricity  Co.,  founded  in  1916,  proposed  to 
l)uild  extensive  electricity  works  near  the  Donetz  coal  fields, 
and  by  utilizing  the  anthracite  deposits  there  furnish  Southern 
Russia  with  cheap  electricity.  The  company  has  secured 
authority  to  raise  its  capital  from  7  to  14  million  roubles. 
Other  new  companies  arc:— The  Donetz  Electric  Power  Co., 
,-.,000,000  roubles:  Electrification  of  Grosny-Naphtha  District 
Co..  4,000.000  roubles;  and  South  Russia  Electric  Installations 
Co.!  .•30,000,0000  roubles.  The  two  related  companies— the 
I'etrograd  Electric  Lighting  Co.  and  the  Baku  Electric  Power 
Co.— have  also  increased  their  capital  from  9  to  13  million 
roubles.  Its  internal  disorganization  has  hindered  Russia  from 
undertaking  the  utilization  of  its  many  waterfalls,  although 
in  1917,  .-52,000,000  roubles  were  allocated  to  deal  with  the  fall 
on  the  River  Walchow.  As  an  outcome  of  the  coal  deadlock, 
many  new  electric  railway  schemes  have  been  planned,  sucii 
as  the  Crimea  railway,  that  of  Trans-Caucasia,  and  the  Kars 
line.  All  these  schemes  arc  hung  up  owing  to  the  mternal 
state  of  Russia. 

Japan  electrical  industry  has  undergone  an  enormous  ex- 
pansion  during  the  war.  So  recently  as  19i:i,  Japan  was  ob- 
liged, on  account  of  the  undeveloped  state  of  her  own  in- 
dustry to  draw  upon  oversea  countries,  principally  (Germany 
and  England.  German  exports  of  merchandise  to  japan  in 
191  :i  were  to  the  extent  of  15,000,000  marks;  electric  mac- 
hines, about  45,000,000;  cables,  ;i,000,000;  high-tension  appara- 
tus, 1,700,000;  measuring  instruments,  660,000  marks,  etc. 
England  exported  to  Japan  in  the  same  year  to  the  value 
of  £286,000  (electrical  machines,  £188,000).  Japan's  total 
imports  in  1912  reached  35,000,000  yen,  50  per  cent,  from  Ger- 
many and  30  per  cent,  from  England. 

Since  the  war  the  position  has  completely  changed,  and 
Japan's  electrical  industry  has  not  only  been  able  to  supply 
its  own  home  wants,  but  also  to  intervene  in  the  markets  of 
the  world.  Before  the  war,  that  country's  output  of  electrical 
machines  was  between  30,000,000  and  3.5,000,000  yen;  in  1916 
a  value  of  85,000,000  yen.  This  brilliant  showing  is  owing, 
first,  to  huge  war  exports;  and,  in  the  second  place,  and 
chiefly,  to  her  possession  •  of  ample  copper  resources  avail- 
able at  small  cost.  This  advantage  which  the  Japanese  in- 
dustry enjoys  over  that  of  the  European  industry  will  sub- 
sist aftetr  the  conclusion  of  peace,  for,  on  account  of  the 
dearth  of  tonnage,  European  countries,  and  especially  Ger- 
many, will  be  able  to  import  copper  only  with  the  utmost 
difficulty.  Thus  in  the  Far  East  the  European  electrical  in- 
dustry can  hardly  hope  to  compete  with  that  of  Japan. 

The  Swiss  electrical  industry  has  sufYered  much  from 
the  war;  this  is  especially  so  as  regards  the  whf)lesale  in- 
dustry. The  manufacture  of  electrical  products  has  had  to 
struggle  against  enormous  difticulties — such  as  the  want  ni 
raw  materials  and  labor,  and  the  difficulties  of  transport. 
These  last  have  completely  paralysed  exportation  to  certain 
countries,  notably  to  Russia.  The  influence  of  the  war  on 
Swiss  exports  of  electrotechnical  products  is  clearly  shown 
.    by  the  following  table: — 

Swiss  Exports  in  Thousands  of  Francs. 

(.Ian. -Sept.) 

lOi:;.       1911.       1915.       1916.  1917. 
Electrical  machines  .  .     30,:!53     15,578     15,345    33,631  16.618 
Contr(jl    apparatus  and 
measuring   instrunK■nt^   3,307      2,037      3.904      4.304  3.6.., 


Glow  lamps   

tiSO 

577 

2.369 

4.691 

4,465 

Accumulators   

115 

85 

818 

1.131 

390 

Telegraph  and  teleph 

one 

150 

107 

1  1 20 

615 

Cables  and  leads  .  .  .  . 

..  1.403 

974 

451 

510 

428 

Lamp  carbons    ...  . 

143 

184 

563 

478 

151 

4.99(5 

5.740 

2.960 

5.878 

5,033 

30.357 

33,283 

35.454 

40,743 

30,307 

It  should  be  noted  that  if  the  total  of  exports  is  larger  for 
1916  than  for  1913,  the  number  of  machines  exported  is  less. 
One  thing  that  must  be  said  is  that  the  retail  industry  has 
grown  at  the  expense  of  the  wholesale.  In  1916  one-half 
of  Switzerland's'  exports  of  accumulators  and  batteries  went 
to  France;  likewise,  the  whole  of  the  glow  exports,  which  had 
practically  quadrupled,  went  to  France  and  Italy.  Of  the 
Central  Powers.  Germany  held  first  place  as  recipient,  more 
especially  of  electrical  machines,  owing  to  their  abnormal 
dearth  there,  due  to  that  country's  inability  to  furnish  itself 
with  copper. 

Lastily.  the  Dutch  market  has  undergone  considerable  de- 
velopment since  the  war.  as  has  also  that  of  Spain.  The  wants 
of  the  latter  country  will  be  still  larger  after  the  war,  for 
the  growth  of  the  Spanish  industry  has  been  very  rapid. 

A  few  words  in  conclusion  as  to  the  future  of  the  elec- 
trical industry  of  the  world.    We  said  above  that  the  Amer- 
icans, who  were  much  interested  in  the  reconstitution  of  the 
invaded  countries  have  estimated  the  requirements  of  France 
in  the  matter  of  electrotechnical  products  at  500.000.000  fr. 
They  estimated,  furthermore,  those  of  Belgium  at  250.000.000 
fr.  On  these  bases  the  reconstitution  of  all  the  invaded  lands 
would  demand  fully  1.000.000.000  fr.  Nothing  short  of  this 
will  be  needed  to  occupy  the  electrical  industry  of  the  world 
for  many  years  to  come.    On  the  other  hand,  the  normal  calls 
for  electrical  products  will  greatly  increase  after  the  war, 
The  general  lack  of  coal,  which  will  continue  long  after  the 
war.  will  everywhere  lead  to  the  utilization  to  a  greater  ex- 
tent than  formerly  of  water-power,  etc.     Furthermore,  the 
scarcity  of  foodstuffs,  cotton,  etc.,  will  give  a  new  spurt  to 
the  realization  of  irrigation  schemes  in  Italy,  Russia.  Asia, 
and  other  countries,  and  all  such  schemes  imply  huge  hydro- 
electric installations.    In  lands  lacking  great  water  resources, 
small  installations  will  have  to  be  superseded  by  big  generat- 
ing stations  erected  near  coal  mines.    Finally,  the  fact  must 
not  be  lost  sight  of  that  the  extensive  electrochemical  and 
electrometallurgical  establishments  which  have  grown  up  dur- 
ing the  war  will  need  after  the  war  an  enormous  amount  of 
electrical  energy.    Moreover,  the  call  for  electric  power  in  all 
industries  will  be  enlarged  to  an  extraordinary  degree  after 
the  war;  for  electricity  tends  daily  to  l)ecomc  the  basis  of 
industry  in  all  its  branches.    Its  more  rational  production,  en- 
abling energy  to  be  supplied  at  a  much  lower  rate,  will  raise 
it  from  the  jiosition  of  a  mere  accessory  to  that  of  the  very 
essence  of  all  industrial  production. 


Long  Distance  Wireless 

.\  new  high-power  radio  station  has  just  been  opened  at 
Annapolis.  Md..  capable  of  maintaining  uninterrupted  com- 
munication over  a  distance  of  at  least  4,000  miles.  There  arc 
four  steel  towers,  each  650  feet  high,  supporting  the  antennae 
which,  with  the  ground  system.  re(|uire(l  160  miles  of  wire 
for  their  completimi.  'i'lie  power  supply  installation  is  in 
duplicate  so  that  in  (he  event  of  one  plant  failing  it  will  al- 
ways be  possible  to  maintain  communication.  The  operation 
of  the  station  rccpiires  the  services  of  100  men  and  suitable 
pnivision  has  been  made  for  ])r.)lecti(Ui.  The  plant  was 
erected  in  10  months  and  cost  .1(1.500.000. 
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Modern  Practical  Methods  of  Accident 
Prevention  in  Small  Companies 


By  Mr.  Wills  Maclachlan* 


rn>Nili|_\    ilii'  ii-UM.ii  .i>>i,l;iiihl;  1<'  iiu-  ihis  .suhiiH't  is 

liccausc  I  asked  for  a  solutimi  of  it  al  tlu-  New  NDrk  (  oii- 
vrntion.  Accident  prcvcntinii  in  tin-  small  ulilil\'  nr  in  tlu' 
l.iri;c  utility,  transmitting  i  lu  r.uN  lnm(lrc(l>  nf  luiU  s  w  illi 
only  a  small  opcratinj;  furcc  al  any  s>il)>tali(in,  is  inlircly 
different  from  that  of  a  company  w  lu  rc  llu-  callin.u  of  a  nun  t- 
ing  c»f  line  Inindrcd  or  fnc  llmusaml  rniployccs,  is  ixissihlc. 
In  one.  you  are  (lealin^;  with  a  few  employees  at  one  time 
in  a  more  or  less  personal  \\a\.  in  the  other  yon  are  dealinj; 
with  a  nuinlier  and  the  psyclu>lo,L;\  of  llie  ci'owd  is  lironKl't 
to  hear.  1  have  hy  no  means  a  eomiilrte  solnlion  to  ciffer, 
because  I  had  no  precedent  to  follow.  I  liave  l)een  lorced 
to  use  lor  the  most  part  the  "cut  and  dry"  nielhod  and  lia\e 
had  to  a  great  extent  to  nse  m\'  own  indf;ment  as  to  the  par 
ticular  method  that  wonld  work  onl  hest  in  the  individnal 
case. 

No  matter  what  method  is  used,  there  is  one  a.xiom 
that  should  han^  over  the  desk  of  anyone  in  charge  of  ac- 
cident prevention  work.  — "Don't  hlnff".  If  you  arc  in  ciimc^t 
and  mean  exactly  what  yon  say  and  act  as  if  you  nu.ini  il, 
men,  will  follow  you  and  you  will  have  their  supiHU't.  If  you 
are  tryin.c  to  put  something  over  under  the  gutse  of  accident 
prevention,  they  will  see  it  before  you  have  finally  decided 
upon  the  details  yourself.  You  will  have  done  yourself  and 
your  men  an  injury  and  delayed  the  real  work  of  accident  pre- 
vention. Remember  that  you  are  working  to  save  mcmey 
for  the  company,  and  to  safeguard  the  service  to  your  con- 
sumers, as  well  as  to  [ireserve  the  limbs  and  lives  of  your 
men.  for  themselves,  their  wives  and  families  and  for  their 
country  and  its  .Allies.  Tell  your  men  this  and  lay  your 
cards  on  the  table  and  gain  their  respect  and  support. 

One  of  the  difficulties  of  interest  to  the  small  company 
in  accident  prevention  is  the  fact  that  accidents  do  not  occur 
frequently  in  the  same  plant.  This  is  quite  true,  but  accidents 
or  lost  time  per  capita  in  the  small  plant  is  as  large,  if  not 
larger,  than  in  the  large  plant  and  the  hazard  is  just  as  great. 
.Also  in  utility  work  the  accidents  are  not  numerous  but  they 
are  severe.  1  think  that  I  am  safe  in  saying,  that  if  the 
manager  of  the  small  plant  will  sit  down  and  make  out  a  list 
of  accidents  and  lost  time,  due  to  accidents,  over  a  period 
of  a  few  years,  he  will  fully  realize  his  duty  as  far  as  the 
work  of  preventing  accidents  is  concerned,  just  as  much  as 
will  the  manager  of  a  concern  employing  thousands.  His  is 
the  legal  responsibility  of  financial  economy  to  the  company, 
his  also  is  the  inoral  responsibility  to  his  men  and  their  fatn- 
ilies. 

Must  Be  Handled  by  An  Expert 

To  successfully  handle  any  work  in  a  company,  it  must 
he  put  in  the  hands  of  someone  who  is  an  expert  in  the  par- 
ticular line.  In  the  large  company,  accident  prevention  is 
the  whole  duty  of  one  man  or  a  stafif.  This  is  not  possible  in 
the  small  company,  but  there  is  nothing  to  prevent  a  number 
of  small  companies  banding  themselves  together  into  an  as- 
sociation for  the  purpose  of  accident  prevention  and  employ- 
ing someone  to  supervise  the  work  for  them.  This  has  been 
done  successfully  and  to  the  advantage  of  all  concerned,  the 
companies  gaining  the  benefits  of  the  wider  experience  of  the 
supervisor  than  if  he  were  engaged  by  but  one  company. 

.Another  plan  that  has  worked  out  very  successfully  is 
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to  enga.gi'  on  retainer  a  supervisor  who  will  give  a  certain 
portion  of  his  lime  towards  the  work  of  the  company.  Tlii- 
supervisor  may  be  one  man  or  may  be  a  firm  or  bureau. 

In  regard  to  the  carrying  on  of  accident  prevention  in  a 
public  ntilily,  I  feel  that  it  should  be  in  the  hands  of  an  engi- 
neer who  has  had  experience  in  design,  construction,  opera- 
tion and  tnanagenient.  I  realize  that  this  is  usually  a  large 
order,  hut  you  arc  playing  for  the  lives  of  men.  I  fulljr  real- 
ize that  many  in  this  work  are  not  engineers,  but  you  will 
usually  find  that  they  have  the  advice  of  engineers,  and  if  you 
can  combine  the  qualities  in  one  man,  I  feel  that  you  arc 
in  a  stronger  position.  1  also  lay  emphasis  on  the  exper- 
ience: this,  1  feel,  is  important.  He  will  have  to  work  with 
all  de|iartnicnts  and  must  be  in  a  position  to  deal  intelligently 
witli  their  details.  W'lien  you  meet  the  line  foreman — know 
the  light  way  to  |)iit  on  his  belt  and  spurs  and  know  the  de- 
tails of  line  work  and  3'ou  have  him  with  j^ou. 

In  starting  the  work  in  a  utility,  I  would  sa}'  the  first 
thing  to  do  is  to  go  over  the  accident  record  for  as  many 
years  as  is  possible  and  tabulate  this  under  "Cause  and  De- 
jiaVtment"  for  accidents  and  lost  time  due  to  accidents  getting 
it  on  a  per  capita  basis  if  possible. 

Next  comes  the  physical  examination  of  the  plant.  Let 
us  assume  a  hydraulic  development  under  moderate  head  with 
a  transmission  line  and  substations.  The  intake  should  re- 
ceive our  lirst  consideration.  Is  the  dam  safe?  Should 
it  be  guarded  to  i^rotect  employees  or  the- public?  Is  the 
stop-log  winch  O.K.  or  should  the  gears  be  protected  and 
should  men  be  warned  in  regard  to  danger  from  winch 
handle  if  the  chain  is  down  during  moving  of  winch?  Then 
tlie  racks  need  attention.  A  very  good  plan  is  to  put  a  4  x  C 
along  the  edge  of  the  platform  just  over  the  racks.  This 
gives  the  men  a  good  foothold  in  icy  weather.  If  men  are 
workin.g  over  fast-moving  water,  they  should  have  life  lines, 
and  at  least  life  buoys  and  pike  poles  should  be  handy. 

Protection  in  the  Power  House 

Next  let  us  go  into  the  power  house,  taking  up  first  the 
turbine  equipment.  The  belts  driving  the  governors  and  oil 
pump,  if  any.  should  be  guarded  by  a  wfre  mesh  guard.  The 
fly  balls  and  small  gears  on  governor  should  also  be  guard- 
ed. Then  if  the  turbines  are  driven  by  crown  gears  these 
should  be  enclosed.  Safe  access  to  all  bearings  should  be  as- 
sured. Guard  rails  should  be  put  around  the  generators  and 
any  exposed  leads  guarded.  I  mean  here,  guarded  and  not 
insulated.  Next  the  switching  equipment.  Are  there  dis- 
etjunecting  switches  between  the  oil  switches  and  the  bus- 
bars and  between  the  oil  switches  and  outgoing  feeders?  This 
is  important  for  maintenance  work.  Can  all  fuses  on  motor 
transformers  be  easily  got  at?  Switches  should  be  plainly 
and  distinctly  named,  preferably  front  and  back  of  the  board. 
Rows  of  disconnecting  switches  should  have  distinguishing 
mark  between  different  switches  and  the  name  of  the  switch 
in  such  a  position  that  when  the  operator  reaches  with  his 
switch  stick  for  the  switch,  he  will  see  the  name.  If  dis- 
Cf)nnecting  switches  are  at  all  cramped,  baffles  of  asbestos 
board  or  equivalent  should  be  between  blades.  In  the  lightn- 
ing arrestors.  there  should  be  disconnecting  switches  be- 
tween them  .111(1  line,  and  barriers  between  different  banks 
of  arrestors.    If  the  tanks  arc  not  grounded,  they  should  be 
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screened  and  screen  grounded.  One  rather  important  point 
is  to  guard  the  operator  in  throwing  a  disconnecting  switch, 
from  stepping  back  into  live  apparatus. 

An  important  point  in  design  but  rather  hard  to  put  in 
rr.rce  in  a  tinished  plant  is  to  arrange  two  means  of  exit  from 
,   hehind  all  switchboards,  switch  galleries  and  from  all  switch 
cell  structures.    This  is  to  give  the  operator  a  chance  in  case 
of  a  short  circuit. 

The  next  point  is  the  miscellaneous  equipment.  All 
belts  and  gears  should  be  substantially  guarded,  the  stair- 
way should  be  safe  and  passageways  all  lighted.  Tools 
should  be  examined  and  all  burred  sledges,  drills,  etc.,  dress- 
ed. Rubber  gloves  should  then  be  examined  inside  and  out 
and  usually  condemned.  Our  practice  is  to  use  buckskin  covers 
iver  rubber  gloves.    This  is  for  mechanical  protection. 

In  telephone  arrangements  in  systems  using  high  ten- 
tion  the  operators  and  patrol  man  must  be  protected.  This 
can  be  very  well  taken  care  of  by  use  of  the  insulated  stool  or 
cabinet.    Also  by  training  operators  in  the  correct  way  to 
ise  the  receiver  to  guard  against  deafness  from  severe  noise. 

In  arranging  the  lighting  attention  should  be  paid  to  the 
safe  renewal  of  lamps  and  fuses.  Many  designers  seem  to 
forget  this  and  place  lamps  and  fuses  dangerously  near  high 
tention  apparatus. 

The  Transmission  Line. 

We  will  now  go  over  the  transmission  lines  with  the 
.atrolmen.  Is  there  a  provision  for  grounding  the  line  just 
■  utside  the  power  house?  This  should  either  take  the  form 
.if  grounding  switches,  grounding  clamp  or  a  ground  chain, 
i  The  patrolmen  should  carry  either  two  sets  of  grounding 
j  clamps  or  two  ground  chains.  Personally  I  have  grave  doubts 
I  as  to  the  effectiveness  of  ground  chains,  but  on  some  sys- 
tems of  patrol  grounding  clamps  are  too  heavy  to  carry. 
Now,  let  us  look  at  the  switching  tower.  If  it  is  supplied 
with  a  platform,  the  platform  should  be  railed  and  a  toe-board 
provided.  Some  systems  are  now  putting  in  switching  towers 
with  switches  operated  by  a  chain  or  rod  mechanism;  this 
should  be  grounded  and  provision  made  for  locking  in  both 
the  open  and  closed  positions,  both  of  which  should  be  clear- 
ly designated.  The  switch  of  course  having  its  name  or  num- 
ber clearly  shown. 

Coming  now  to  the  substation,  we  will  check  up  the 
grounding  provision,  disconnecting  switches,  etc.,  as  in  the 
power  house.  It  might  also  be  well  to  try  to  get  into  the 
substation  without  using  the  key  to  make  certain  that  all 
windows,  doors,  etc.,  are  locked.  If  the  substation  has  an 
attendant  and  if  in  the  summer  season,  doors  have  to  be  left 
open  for  ventilating  purposes,  they  should  be  supplied  with 
wire  doors  that  are  locked.  One  hazard  in  substations  that 
is  often  overlooked,  is  the  necessity  of  using  a  step-ladder  to 
read  transformer  temperatures.  One  way  of  eliminating  this 
hazard  is  to  make  up  a  periscope  by  the  use  of  two  good 
mirrors  and  a  length  of  fibre  conduit. 

In  substations  having  no  regular  attendant  more  care 
should-  be  paid  to  protection  of  apparatus  than  in  attended 
stations.  This  is  because  an  unskilled  person  is  often  requir- 
ed to  go  into  these  stations  at  intervals  to  change  motor 
paper  or  to  do  simple  switching. 

In  the  foregoing,  I  have  just  touched  the  high  spots 
of  physical  examination  of  the  plant.  If  it  is  a  steam  plant, 
the  same  general  scheme  can  be  carried  out,  particular  at- 
tention being  paid  to  tools  in  the  boiler  room.  Another  point 
that  should  be  noticed  could  well  be  called  "good  house- 
keeping". A  clean,  well  organized  plant  usually  makes  for 
the  elimination  of  accidents. 

I  First  Aid  Outfits. 

i  Every  utility  no  matter  of  what  size  should  be  well  equip- 

j     ped  with  simple  first  aid  outfits.    For  the  utility  in  a  position 


to  call  a  doctor  within  a  reasonable  time,  such  first  aid  kit 
should  be  very  simple;  it  might  contain  boracic  acid  tablets, 
ginger  tablets,  carron  oil  aromatic  spirits  of  ammonia,  iodine 
(Either  in  the  bottle  or  preferably  in  ampoul  form)  castor 
oil  for  the  eye,  some  gauze  bandages,  some  triangular  band- 
ages, plain  or  boracic  gauze  and  absorbent  cotton.  For 
cleanliness  the  packages  should  be  small  in  size  or  arranged 
that  a  small  quantity  can  be  removed  without  soiling  the 
rest.  This  outfit  should  be  in  a  compact  case  and  should 
be  regularly  inspected.  Very  simple  instruction  as  to  how 
to  use  each  part  of  the  outfit  should  be  prepared,  also  in- 
struction as  to  how  to  handle  a  cut,  bruise,  hemmorhage,  or 
the  more  usual  injuries.  This  set  of  instructions  should  also 
contain  in  a  very  brief  way  the  more  important  points  of 
resuscitation.  If  these  instructions  are  prepared  in  inexpensive 
form  a  copy  should  be  given  to  every  employee  and  a  copy 
kept  in  the  first  aid  kit.  In  general  as  far  as  first  aid  is  con- 
cerned, make  the  kit  simple  and  have  the  instructions  as 
simple  as  possible  so  as  not  to  confuse  the  average  employee 
and  not  to  give  the  men  an  idea  that  he  is  an  amateur  doc- 
tor. My  own  instructions  have  always  been,  that  the  best 
kind  of  first  aid  is  given  by  a  competent  doctor  and  any  time 
wasted  in  putting  on  fancy  bandages  is  almost  criminal. 

Reference  was  made  above  to  the  question  of  rubber 
gloves.  Arrangements  should  be  made  for  the  regular  in- 
spection and  testing  of  rubber  gloves.  I  do  not  want  to 
take  up  your  time  here  with  the  details,  but  they  may  be 
found  in  the  report  of  the  Accident  Prevention  Committee 
of  the  N.  E.  L.  A.  Provision  also  should  be  made  for  the 
inspection  and  maintenance  of  linemen's  belts  and  spurs.  I 
do  not  think  that  any  harm  would  come  of  making  a  regular 
practice  of  monthly  warning  linemen  to  use  their  safety 
belts.  Most  of  us  know  of  cases  where  a  lineman  has  receiv- 
ed a  slight  shock  which  has  been  enough  to  unsteady  him  on 
the  pole  and  in  falling  he  has  broken  his  neck.  Committees 
are  working  on  the  correct  design  of  linemen's  belt  and  it 
is  hoped  that  a  recommendation  will  soon  be  made  public. 
I  am  recommending  to  linemen  at  the  present  time  that 
they  shall  not  use  hand-axes;  they  claim  however,  that  it  is 
difficult  to  get  a  hammer  of  sufficient  weight  to  do  the  work 
correctly.  This  however,  I  feel  is  a  detail  that  can  easily  be 
worked  out.  The  danger  of  a  falling  hand-axe  should  be 
done  away  with  if  at  all  possible. 

Keep  Tools  Properly  Dressed. 

The  question  of  inspection  of  and  dressing  of  sledges, 
drilling  bars,  etc.,  was  touched  upon  briefly  before.  This  is 
extremely  important  as  a  burr  from  a  sledge  or  drilling  bar 
is  very  liable  to  cause  the  loss  of  an  eye.  A  regular  day 
should  be  appointed  for  going  over  these  two.  While  on  this 
subject  it  is  naturally  suggested  that  the  use  of  goggles  be 
enforced.  Their  use  has,  on  countless  occasions,  saved  an 
eye  and  they  should  be  supplied  and  their  use  enforced  as 
rigorously  as  possible.  It  is  also  desirable  to  supply  goggles 
that  will  protect  the  eyes  from  an  electric  flash.  These 
should  be  non-inflammable  and  non-conducting  and  should 
1)e  as  clear  as  is  possible  to  have  them  with  due  regard  to 
being  opaque  to  ultra-violet  rays.  This  can  be  done  without 
using  the  dense  glasses  used  in  electric  welding.  Men  should 
be  obliged  to  wear  these  glasses  in  doing  any  work  that 
might  occasion  a  bad  flash,  such  as  changing  of  fuses,  work- 
ing close  to  a  commutator  or  pulling  a  disconnecting  switch 
with  a  short  stick. 

Fire  fighting  apparatus  should  be  supplied  and  rigorously 
inspected.  Fire  pails  should  be  protected  from  being  used 
as  spitoons.  I  have  found  a  very  desirable  method  of  doing 
this  by  pasting  manilla  paper  over  the  tops  of  the  fire  pails. 
In  using  tetre-chloride  fire  extinguishers,  men  should  be 
warned  against  the  danger  of  chlorine  gas  in  confined  places. 

.\s  far  as  the  physical  plant  is  concerned,  ample  provision 
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safely,  tools  and  other  pieces  of  apparatus  sliouUl  l>o  rc- 
>{ularly  ami  sy>temalically  inspected  and  repaired  when  luces- 
sary.  If  these  two  jjeneral  points  are  carried  out  a  great 
number  of  our  accidents  will  be  prevented. 

Having  now  covered  the  physical  plant,  our  most  im- 
portant consideration  should  be  the  obtaiuiiivj  the  interest  of 
and  training  of  the  employees.  First  and  foremost  in  any 
public  utility,  is  the  training  of  every  employee  in  the  prone 
pressure  method  of  resuscitation.  This  can  well  he  carried 
out  as  follows:' 

Resuscitation  Instruction 
.\  few  of  the  employees  can  be  got  together  and  with 
one  as  a  patient  a  demonstration  of  the  method  given  ex- 
plaining each  point  in  detail.  The  men  to  whom  this  has 
been  demonstrated  should  then  be  paired  off  and  told  to  try 
to  carry  out  the  resuscitation  that  has  been  shown  them. 
Most  of  them  will  have  their  hands  in  the  wrong  place  and 
will  carry  out  the  resuscitation  too  quickly.  They  should 
then  be  required  to  practice  resuscitation  weekly  for  about 
two  months  and  then  once  everj^  two  weeks  as  a  part  of  their 
regular  duties.  Records  of  these  practices,  together  with  the 
names  of  the  men,  should  be  kept  with  the  regular  records 
of  the  company.  After  the  men  have  been  practicing  for 
sometime,  they  should  be  taught  to  take  their  hands  ofi  the 
patient's  back  when  they  swing  back  on  their  knees.  A  good 
plan  also  is  to  have  one  man  fall  as  if  he  had  received  a  shock 
and  curl  into  any  position  he  wants  to,  the  operator  should 
then  see  how  fast  he  can  get  him  into  position  and  give  him 
the  first  stroke.  This  should  be  done  easily  in  8  seconds  or 
less.  I  have  trained  some  hundreds  of  employees  in  this 
way  and  they  have  resuscitated  men  receiving  shocks  up  to 
'Ui.OOO  volts. 

Even  in  small  company,  it  is  quite  "possible  to  have  meet- 
ings of  the  men.  These  can  be  infonnal  talks  and  if  a  black- 
board is  provided  a  great  deal  of  good  information  can  be 
given  to  the  employees  if  the  manager  or  superintendent  will 
enter  into  the  work.  As  a  basis  of  these  talks  or  meetings, 
>ome  correspondence  course  as  provided  by  the  N.  E.  L.  A. 
or  various  correspondence  schools  is  useful,  but  a  frank  dis- 
cussion of  the  various  features  of  the  plant  together  with  new 
ideas  ihat  are  coming  out  in  the  technical  press  from  time 
to  time,  will  be  of  considerable  interest  to  the  employee.  In 
along  with  this  talk  on  general  matters,  instruction  in  and 
discussion  of  accident  prevention  measures  can  well  be  taken 
up.  .\nother  important  point  that  should  be  discussed  is  the 
grounding  of  and  taking  grounds  off  the  line  or  apparatus. 
The  putting  a  piece  of  apparatus  or  line  into  service  or  tak- 
ing it  out  of  service  and  the  routine  of  changing  shift.  If  the 
company  has  operating  rules,  these  can  well  be  discussed  as  it 
is  my  experience  that  in  a  number  of  cases  operating  rules 
are  not  understood  by  the  employees  and  are  therefore  not 
lived  up  to.  If  there  are  no  operating  rules,  the  National 
Electrical  Safety  Code,  Part  IV.  of  the  Bureau  of  Standards 
could  be  taken  up  and  discussed.  Where  informal  meetings 
of  this  type  are  held  regularly  it  has  been  my  experience  that 
the  men  will  show  far  more  interest  in  their  work,  develop 
into  more  skilled  workers,  and  be  more  receptive  to  informa- 
tion along  accident  prevention  lines.  At  these  meetings,  the 
men  should  be  encouraged  to  put  forward  suggestions  for  the 
prevention  of  accidents  and  if  found  at  all  good  the  company 
should  put  them  into  effect,  showing  that  they  are  heart 
and  soul  with  the  men  in  their  attempt  to  prevent  accidents. 

Bulletins  as  prepared  by  the  National  Safety  Council  dnd 
l)y  other  organizations  can  be  used  judiciously.  Those  per- 
taining to  the  work  of  the  public  utilities  being  very  acceptable 
to  the  men  and  creating  considerable  interest.  These  should 
be  shown  on  a  regular  bulletin  board  and  not  too  many  put 
up  at  one  time.    The  bulletin  board  should  have  a  glass  front 


as  some  budding  artist  among  the  employees  might  make 
very  disastrous  additions  to  the  bulletin. 

To  get  the  support  of  men  in  accident  prevention  w^ork. 
it  has  been  my  experience  that  it  is  useless  to  go  ahead  until 
you  have  the  whole-hearted  support  of  the  foremen  and  other; 
in  charge  of  the  work.  I  would  far  rather,  take  months  to 
win  the  support  of  a  foreman  than  to  try  to  carry  out  accident 
prevention  work  with  his  men  without  his  support.  There 
is  another  type  of  man  that  should  be  won  over,  that  is,  the 
old  employee  who  thinks  that  this  work  is  a  lot  of  bosh.  In 
some  instances  I  have  taken  almost  unlimited  time  to  try  to 
find  out  what  was  the  basis  of  his  trouble  and  to  correct  that 
if  possible.  An  ample  stock  of  stories  of  accidents  with  the 
resulting  pain  and  suffering  to  the  man  and  his  family  often 
is  very  useful  in  winning  over  this  type  of  man.  These 
stories  should  be  told  to  the  man  personally  in  a  private  con- 
versation and  it  is  just  as  well  not  to  argue  with  him  before 
a  number  of  his  fellow-workmen. 

This  plan  of  work  for  the  small  plant  can  easily  be  ex- 
tended to  the  larger  plant  and  I  have  found  it  very  satisfactory 
to  use  committees  a  plant  having  about  600  employees.  These 
committees  meet  monthly  and  are  started  off  with  the  fore- 
men; they  receive  the  suggestions  of  their  fellow-employees, 
discuss  them  and  pass  them  on  to  the  executive  heads  for  ac- 
tion. In  this  particular  case  there  has  been  a  reduction  this 
year  as  against  last  year  of  41  per  cent,  of  the  lost  time  due 
to  accidents. 

Let  me  make  an  appeal  to  the  small  plant  owner  and  to 
the  larger  company  having  men  spread  over  a  wide  territorj- 
to  take  up  this  matter  of  accident  prevention  in  a  serious 
and  earnest  way.  Your  country  and  mine  are  engaged  in 
a  prosecution  of  a  desperate  world  struggle.  We  need  every 
man  possible  at  the  Front  and  this  naturally  depletes  those 
who  operate  in  our  power  plants  to  supply  the  necessary- 
energy  for  the  manufacture  of  munitions  of  war  and  their 
transportation.  Everj^  day  lost  b}'  a  skilled  employee  delays 
or  at  least  interferes  with  the  successful  prosecution  of  the 
war.  It  is  your  duty  and  mine  to  see  that  the  operating  force 
carry  out  their  work  in  an  efScient  manner.  This  cannot  be 
done  when  they  are  surrouided  by  unguarded  serious  hazards. 
It  cannot  be  done  as  long  as  they  do  not  realize  the  best  and 
safest  way  for  the  prosecution  of  their  work  and  it  cannot 
be  done  until  you.  your  superintendents  and  foremen  will 
earnestly  throw  your  skilled  experience  and  executive  abil- 
ity into  the  work  of  preventing  accidents,  and  training  j-our 
men.  This  is  not  something  that  would  be  nice  to  do  if  we 
had  time  to  carry  it  out,  it  is  not  something  that  need  only  be 
looked  upon  from  the  sentimental  side,  it  is  something  that 
is  causing  you  great  needless  expense,  interfering  with  the. 
successful  and  continuous  operation  of  your  plant,  causing 
pain  and  suffering  to  your  employees  and  their  families  and 
interfering  with  the  work  of  j'our  countrj^  and  her  Allies. 

What  Delayed  the  Cars 

Knots  of  people  standing  on  street  corners  on  Thursday 
afternoon,  September  5.  about  6  o'clock,  were  saying  to  each 
other,  "Where  are  all  the  cars?"  About  that  time  betw-een  30 
and  40  cars  were  tied  up  on  Granville  street  bridge,  stretching 
back  as  far  as  Davie  street  on  the  north,  because  the  draw- 
span  was  open  for  10  minutes  from  5.40  to  5.50. 

The  passen.gers  in  the  cars  must  have  numbered  1.500; 
those  in  the  scores  of  automobiles  tied  up  and  the  pedestrians 
must  have  added  500  more.  So  2.000  were  directly  delayed 
10  minutes  V)y  the  opening  of  the  bridge.  Several  thousands 
more  were  inconvenienced  by  tlie  cars  lieiiig  tlirown  off  sche- 
dule during  the  next  hour. 

What  was  the  great  vessel  which  so  urgently  needed  pas- 
sage through  the  bridge  in  the  busiest  hour  of  the  day?  A 
pile-driver! — B.  C.  Buzzer. 
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Economic  Proportion  of  Hydro-Electric 

and  Steam  Power 


By  Mr.  Frank  G.  Bautn" 


It  is,  of  course,  well  known  that  steam  power  is  usually 
ic>s  expensive  for  low  load  factors  than  hydroelectric  power, 
and  the  latter  becomes  economical  only  when  the  load  factor 
is  favorable.  To  determine  the  economical  division  between 
the  two  there  are  usually  given  curves  of  cost  varying  with 
load  factor.  Such  curves  show  that  at  certain  load  factors 
the  cost  of  steam  power  exceeds  the  cost  of  water  power,  but 
the  actual  yearly  cost  of  power  for  any  assumed  proportion 
between  water  power  and  steam  power  must  be  calculated  for 
each  case.    This  becomes  laborious. 

The  results  can.  however,  be  shown  in  a  much  more  illu- 
minating way  if  presented  as  shown  in  Fig.  1.  In  this  figure, 
abscissae  from  left  to  right  (from  O  to  O.)  show  percentage  of 
total  load  carried  by  water  power  and, from  right  to  left  (from 
(  )o  to  o)  the  absicissae  show  the  percentage  of  total  load  car- 
ried by  steam  power.  The  sum  of  the  steam  power  and  water 
power  must  of  course  equal  100  per  cent,  for  every  condition, 
hence  the  sum  of  the  two  abscissae  is  100  per  cent,  at  any 
point. 

If  now  we  take  the  yearly  cost  per  kilowatt  of  hydro- 
electric power  as  O.h,  taken  in  the  figure  at  $22  per  kilowatt- 
year,  and  draw  the  straight  line  Oh,  this  line  will  repnesent 
l.v  any  ordinate  the  yearly  charge  per  kilowatt  against  the 
water  power  for  any  proportion  between  steam  and  water 
power.  For  it  is  clear  that  if  we  have  one-half  water  power 
then  the  yearly  charge  per  kilowatt  against  the  entire  100 
per  cent,  load  is  $11.  (In  comparing  the  cost  of  power  we 
must  of  course  include  total  cost  of  delivery  to  center  of 

Similarly,  if  we  take  the  yearly  fixed  cost  per  kilowatt  of 
;eam  power  as  Os,  taken  in  the  figure  as  $11  per  kw-year, 
,,nd  draw  the  line  0,s,  this  will  represent  by  any  ordinate  the 
vrarly  charge  per  kilowatt  against  the  steam  power  for  any 
proportion  between  steam  and  water  power. 

The  straight  line  sh  then  represents  the  total  fixed  charge 
i-ainst  the  steam  and  hydroelectric  power  for  any  proportion 
7  steam  and  water  power  (Oh  and  0,s  being  straight  lines 
,nd  sh  being  derived  by  adding  the  ordinates,  gives  another 
-traight  line). 

For  example,  let  total  load  equal  100,000  kilowatt,  divided 
;o  per  cent,  hydroelectric  and  :iO  per  cent  steam;  then  the 
yearly  charge  against  the  water  power  and  steam  will  be 
Water  power,  fixed  charge  ..70,000  kw.  X  $22  $1,. 540,000 
Steam  power,  fixed  charge  ..30,000  kw.  X  $11  330,000 

Total  power,  fixed  charge    1,870,000 

,,r  $1K.70  per  kw-year,  as  shown  by  the  ordinate  of  the  Ime  sh 
at  70  per  cent  water  power,  30  per  cent  steam  power.  All 
water  power  fixed  charge  would  cost  $2,200,000  and  all  steam 
power  fixed  char-e  $1,100,000  per  year.  All  steam  power  costs 

$4,400,000. 

For  any  other  assumption  of  cost  per  year  of  water  power 
,,r  steam  power,  it  is  only  necessary  to  determine  the  yearly 
lixed  charge  against  steam  power  Os  and  water  power  Oh 
.ind  draw  the  line  sh,  and  we  have  immediately  the  total 
l.xed  charge  for  any  proportion  of  water  power  and  steam 
power.  This  very  much  simplifies  the  problem  and  visualizes 
the  results. 

I         To  determine  the  total  charge  per  kw-year  against  the 
bined  steam  and  water  power,  it  is  necessary  to  add  the 
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kw-hr.  charge  against  the  steam  power.  It  is  of  course  as- 
suined  that  all  charges  against  the  water  power  are  fixed 
charges. 

To  determine  the  yearly  charge  against  steam  power  for 
any  load  factor  we  must  start  with  the  load  curve  of  the 
power  system.  The  load  curve  assumed  is  that  shown  on 
the  left  of  Fig.  2.  The  ordinates,  it  will  be  noted,  are  plot- 
ted in  percentage  of  the  load,  the  peak  load  being  100  per 
cent. 

Now  we  must  determine  the  kw-hours  carried  by  steam 
for  any  percentage  of  the  total  load  carried  by  steam,  it  be- 
ing assumed  of  course  that  the  steam  power  takes  the  load 
of¥  the  top  of  the  curve.  ■  For  this  purpose  we  determine  the 
curve  of  kilowatt-hours  to  be  carried  by  steam  power  when 
10  per  cent.,  20  per  cent.,  etc.,  of  the  top  of  the  load  curve  is 
carried  by  steam.  To  do  this  we  take  the  area  of  the  load 
curve  above  90  per  cent,  for  example,  and  determine  what 
percentage  this  is  of  the  entire  area  of  the  load  curve.  Simi- 
larly for  areas  above  80  per  cent.,  70  per  cent.,  etc.  The 
results  are  shown  in  the  curves  to  the  right  of  the  load  curve. 

For  example,  if  all  load  over  80  per  cent,  is  carried  on 
steam,  we  get  the  steam  load  factor=17  per  cent,  and  steam 
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Fig.  1 — Proportion  of  Water  to  Steam  Power 
Water  power  cost  per  kw.-yr..  .$2"J.l!0 
Steam,  fi.xed  cost  per  kw.-yr..  $11.00 
Steam  energy  charge  per  kw.-yr.  and  lOtI  per  cent,  load  factor.  .';;44.IKJ 

kilowatt-hours  0  per  cent,  of  the  total  as  shown  by  oa  and  c,d. 
.Also  we  get  a  hydroelectric  load  factor  87  per  cent,  and  kilo- 
watt-hours 94  per  cent,  of  the  total  as  shown  by  ob  and  oc. 

From  the  curves  in  Fig.  2  and  the  cost  per  kilowatt-hour 
of  fuel  and  other  strictly  steam  energy  charges,  we  deter- 
mine for  any  percentage  of  load  carried  by  steam  power 
the  yearly  energy  charge  per  kilowatt-year,  .\ssuniing  $33 
per  kilowatt-year  for  energy  charge  where  all  the  energy  is 
supplied  by  steam  for  the  particular  load  curve  uiider  con- 
sideration (which  corresponds  practically  to  $41  per  kilo- 
watt-year, or  0..">  cent  per  kilowatt.-hour  for  100  per  cent, 
load  faclen-,  as  the  load  factor  of  total  load  is  7.")  per  cent.") 
and  adding  the  energy  charge  to  the  fixed  charge  for  steam 
power,  wc  obtain  the  total  cost  of  steam  power  as  shown 
by  the  curve  "cost  steam  [xiwer"  OiS  in  Fig.  1. 

To  obtain  now  the  "total  cost  of  all  power  for  any  pro- 
portion of  steam  power  to  water  power,  we  add  the  ordin- 
ates of  oh  the  "fixed  cost  of  hydro-electric  power,"  to  the  or- 
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>  the  total  >.o>i  >>i  tlie  powoi"  ami  ohtain  iIk' 
curve  hS.  The  total  cost  v^er  kilowatt-ycar  h.\  ih  oclcctric  and 
>tcam  power."  This  curve  starts  at  per  Uilowatt-ycar  it 
.ill  power  is  water  power.  By  adding  some  suain  jiowcr  to 
take  ot?  the  peaks,  we  see  there  is  a  slight  decrease  in  tlu 
yearly  charge  until  the  steam  power  carries  about  !.">  per 
cent,  of  load.  At  20  per  cent,  of  load  the  cost  again  comes 
to  about  $32  per  year,  and  then  a  gradual  increase  in  power 
c<>st  results. 

.\t  :iO  per  cent,  load  carried  by  steam  tor  this  particular 
load  curve  there  is  little  difference  in  the  yearly  charge  per 
kilowatt  and  we  would  not  for  this  case  be  warranted  in  in- 
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Fig.  2 — Load  Factors  and  Kw.-lir.  for  Steam  and  Water 
Example  : 

Fnr  -.H'r  peakload  carried  by  steam  and  80%  by  water  tlie  curves  sliow 

.Steam  load  factor   =  17%  =:  o  a 

Water  load  factor   =  87%  =  o  b 

Water  kw.-hr.  =  94%  =  o  c 

Steam  kw.-hr.  =    6%  =  c  d 

\pte — Steam  carries  everything  above  80%  line  in  example,  and  the 
curves'  will  show  per  cent,  load  factor  and  per  cent,  kw-hours  for  any 
other  per  cent,  load  taken. 

Stalling  less  than  30  per  cent,  steam;  for  naturally,  unless 
very  material  savings  result,  the  decision  will  always  be  to 
install  steam  power  because  of  the  smaller  capital  cost. 

.\t  50  per  cent,  of  total  load  taken  by  steam  installation 
and  50  per  cent,  by  water  power,  we  have  the  yearly  charge 
as  follows: 

50  per  cent,  x  $22 — $11.00 — yearly  fixed  charge  water  power 

50  per  cent,  x  $11  5.50 — yearly  fixed  charge  steam  power 

Total   $16.50 — yearly  fixed  charge  total  power 

.\t  50  per  cent,  load  factor  practically  33  1-3  per  cent,  of 
the  kilowatt-hours  are  carried  by  steam  and  this  adds  the 
energy  charge  of  $33  x  33  1-3  per  cent,  or  $11.  Therefore 
the  total  yearly  charge  is  $16.50  x  $11=$27.50,  as  shown  by 
the  curve  hS  by  the  ordinate  at  50  per  cent.  The  added 
charge  over  all  water  power  costs  here  is  $5.50  per  kw.  year, 
but  on  a  system  with  100,000  kw.,  the  yearly  excess  charge 
is  $550,000.  a  very  substantial  sum. 

The  curve  of  total  yearly  power  costs  per  kilowatt 
shows  graphically  what  we  want  to  know,  and  after  we  have 
the  curve  of  energy  cost  of  steam  power  at  various  load  fac- 
tors, we  can  very  quickly  make  up  total  costs  per  kilowatt- 
year  for  any  assumption  of  fixed  cost  of  hydroelectric  and 
steam  power.  It  is  believed  this  method  will  assist  engin- 
eers in  their  work.  The  actual  proportion  of  steam  to  hydro- 
electric power  will  of  course  be  somewhat  influenced  by 
service  insurance  conditions. 

This  paper  is  merely  an  outline  of  the  general  principles 
and  gives  the  general  method  to  follow.  There  are,  of 
course,  many  details  and  different  conditions  in  different 
sections  of  the  country.  It  is  hoped  that  the  method  present- 
ed will  appeal  to  engineers  and  managers. 

The  Hydro-electric  Commissioners  of  Peterboro,  Ont.. 
have  suggested  that  the  city  purchase  the  local  street  railway 
system.  A  meeting  of  the  council  will  be  called  to  discuss 
the  matter. 


First  Electrically  Welded  Ship  Launched 


The  advent  of  the  electrically  welded  ship  establishes 
another  milestone  in  the  shipbuilding  industry  responsible 
for  many  surprises  in  its  efforts  to  cope  with  the  situation 
caused  by  marine  loses.  An  article  recently  published  in  the 
"Engineer"  furnishes  us  with  our  first  information  of  author- 
ity, and  contains  comparisons  of  great  interest: — 
Electrically-Welded  Barge. 

Particulars  are  now  available  of  the  interesting — and  com- 
])letely  successful — experiment  in  rivetless  shipbuilding,  car- 
ried out  at  a  yard  on  the  South-East  Coast.  The  first  steel 
vessel  constructed  entirely  without  rivets  was  recently  launch- 
ed in  the  presence  of  Lord  Pirrie,  the  Controller-General  of 
Merchant  Ship-building  and,  other  representatives  of  the  Ad- 
miralty and  the  war-office.  She  has  since  been  in  service 
with  full  cargo  during  exceptionally  rough  weather,  and  has, 
we  understand,  passed  satisfactory  in  every  way  through  the 
severe  tests  imposed. 

The  object  of  the  experiment,  to  which  considerable  im- 
portance was  attached  by  shipbuilding  authorities,  was  to 
prove  the  ability  of  welded  construction  to  withstand  the 
stresses  peculiar  to  a  ship  at  sea.  This  principle  having 
been  established,  it  is  not  proposed  altogether  to  dispense  with 
riveting,  which  in  certain  sections  is  cheaper  and  quicker 
than  welding;  it  is  intended,  however,  that  future  vessels 
should  be  a  combination  of  riveting  and  welding.  The  United 
States  Shipping  Board,  for  instance,  having  been  in  close 
touch  with  the  experimental  work,  is  making  arrangements 
for  the  construction  of  a  number  of  10,000-ton  standard  ships, 
in  which  the  use  of  rivets  will  be  reduced  to  2^  per  cent,  of 
the  number  originally  required. 

The  recent  progress  achieved  in  electric  welding  by 
means  of  the  flux-coated  metal  electrode  process,  and  its 
successful  use  at  Admiralty  dockyards  and  elsewhere  in  the 
construction  of  the  equipment  and  superstructures  of  various 
vessels,  led  to  preniission  being  obtained  for  the  erection  of 
a  standard  barge,  with  riveting  eliminated  and  electric  weld- 
ing substituted  throughout.  Such  a  craft,  it  will  be  observed, 
may  be  exposed  to  considerable  rough  usage  in  dock,  be- 
sides being  subjected  to  severe  towing  stresses.  Seeing  that 
material  already  available  on  the  site  where  she  was  built 
was  utilized,  the  barge  differs  in  no  way  from  the  standard 
riveted  type  with  lapped  joints,  excepting  that  the  hull  plates 
were  arranged  for  clinker  build  and  the  plate  edges  joggled  to 
permit  of  horizontal  downward  welding  in  order  to  reduce 
the  amount  of  overhead  work,  which  is  more  difficult  of  ex- 
ecution. 

The  vessel  to  be  welded  was  125  ft.  between  perpendicu- 
lars, and  16  ft.  beam,  with  a  displacement  of  275  tons.  The 
hull  was  rectangular  in  section  amidships,  with  only  the  bil 
ge  plates  curved.  It  was  built  up  of  seventy-one  transverse 
frames,  and  contains  thr«e  bulkheads,  those  fitted  fore  and 
aft  being  water-tight  and  that  amidships  non-water-tight.  The 
shell  plating  was  J4  and  5-16  in.  All  the  joints  were  lap 
ped  in  the  manner  described. 

Curiously  enough,  the  first  day's  work  was  poor,  though 
all  the  operators  were  first-rate  men,  with  e.xtensive  experience 
of  electric  welding  in  the  shop  on  minor  repairs  and  on 
structural  work  at  shipyards.  The  poorness  of  the  work  was- 
probably  due  to  the  novelty  of  the  undertaking  and  to  the 
position — lying  flat  on  the  keel — which  the  men  had  to  adopt 
to  get  to  the  joints.  In  a  few  days,  however,  when  they  be 
came  accustomed  to  the  job.  the  speed  and  quality  of  the 
work  improved  so  as  to  become  equal  that  achieved  in  work 
shop  standard  practice.    With  the  more  difficult  welding,  such 
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as  tliat  in  tlic  vertical  butt  joints  un  each  shell  plating,  and 
n\  erhead  work  underneath  the  keel  and  on  bilge  plates  it  was 
noted  that  the  quality  of  the  welds  was  excellent.    For  this 

iverhead  work  special  electrodes  were  employed,  and  proved 
well  worth  the  slightly  increased  cost.  All  water-tight  joints 
lip  to  and  including  the  underside  of  bilge  plates  were  con- 
tinuously welded  both  inside  and  outside,  the  other  water- 
light  joints  being  welded  continuously  on  one  side  and  tack 
welded  on  the  other.  On  the  shell  plating  the  continuous 
welding  was  on  joints  and  frame  construction  tack  welding 
\\  as  adopted,  the  length  of  welding  being  carefully  calculated 
iM  give  a  margin  of  strength  over  a  similar  riveted  joint. 

Taking  all  positions  of  work  into  consideration,  the  average 
^])eed  was  4  ft.  an  hour  at  the  commencement,  while  towards 
the  end  of  the  work  an  average  of  7  ft.  an  hour  was  easily 
( ibtained. 

Some  interesting  details  have  been  given  ti>  us  of  the 
comparative  cost  of  an  electric  welded  and  a  riveted  barge. 


View  showing  welded  slicU  pUites  and   transverse  frames 

In  labour,  24.5  man  hours  were  saved  in  construction,  which 
can  easily  be  improved  on  in  future  work.  More  than  1000 
W).  of  metal  was  saved,  owing  to  the  absence  of  rivets,  but 
It  is  estimated  that  greater  economy  will  result  when  the  de- 
sign is  modified  to  suit  electric  welded  ship  construction.  The 
total  cost  of  welding  was  £301,  detailed  as  under:— 

Electrodes  £178 

Electric   current    61 

Men's  time    62 

■£301 

Jt  is  realized  by  the  Admiralty  experts  that  tlie  propor- 
tion of  cost  for  electrodes  is  high,  but  this  is  mainly  due  to  the 
present  limited  demand.  Demand  and  competition  will  have 
the  usual  effect,  and  should  reduce  the  cost  of  this  item  by 
at  least  60  per  cent.  It  will  then  be  possible  to  build  a  vessel 
of  this  size  with  an  estimated  saving  of  from  25  to  40  per 
cent,  of  time  and  about  10  per  cent,  of  material. 

It  is  interesting  to  add  that,  as  a  result  of  this  demonstra- 
tion, the  yard  has  prepared  a  new  design  of  barge,  in  which 
it  is  proposed  to  incorporate  electric  welding  and  riveted  con- 
struction to  the  following  extent: — 

To  Be  Welded.  welded  overlaps. 

( Oamings.  After  shell  seams  welded 

Shell  seams  to  frames.  To  Be  Riveted. 

Deck  butts  to  beams.  Floor  riveted  to  frames. 

Bulkheads  (including  Beam  knees  to  frames  and 

boundary  bars.)  beams. 
Keel  plate  butts  to  be  b  rames  clear  1..  shell  seams. 


Water  Power  for  the  Empire 

There  has  just  been  issued  the  preliminary  report  of  the 
Water  Power  Committee  of  the  Conjoint  Board  of  Scientific 
Societies.  The  Board  was  appointed  by  the  British  author- 
ities some  time  ago  to  investigate  and  report  upon  various 
scientific  and  industrial  problems  the  solution  of  which  was 
considered  vital  to  the  present  and  future  welfare  of  the  Em- 
pire. A  committee  of  this  board  was  appointed  "to  report  on 
what  is  at  present  being  done  to  ascertain  the  amount  and 
distribution  of  water  power  in  the  British  Empire." 

This  Committee  under  the  chairmanship,  of  the  eminent 
engineer  and  inventor.  Sir  Dugald  Clerk,  is  composed  of  men 
whose  reputation  as  water  power  and  engineering  experts 
is  world-wide  and  including  as  it  does  representatives  frohi 
Canada  and  other  Dominions,  is.  fully  qualified  to  speak  with 
authority. 

The  Report  states  that  "To  cnal)le  the  Empire  to  re- 
cover, with  any  degree  of  rapidity,  from  the  financial  burden 
imposed  by  tlie  war,  it  will  be  necessary  to  develop,  in  a  much 
greater  degree  than  heretofore  its  latent  resources"  and  adds 
that  "it  must  he  realized  that  without  an  ample  supply  of 
cheap  energy  much  of  this  wealth  must  always  remain  lat- 
ent." 

It  is  estimated  that  the  power  now  being  used  all  over 
the  world  is  in  the  neighborhood  of  ]2()  million  h.p.  fif  which 
shipping  uses  24  million,  railways  31  million  horsepower,  the 
remainder  I)eing  used  in  factories  and  public  utilities.  This 
power  is  developed  roughly  as  follows,  13  millon  horsepower 
in  the  United  Kingdom,  34  in  continental  Europe,  39  in  the 
United  States,  6  in  the  Britisli  Dominions,  while  Asia  and 
South  America  only  use  3  million.  Of  this  total  amount  be- 
tween 15  and  10  million  horsepower  is  developed  hydraulieal- 

ly. 

The  report  proceeds  to  treat  of  the  Empire  water  power 
possibilities,  the  reasons  for  the  neglect  in  the  past,  recent 
developments  including  nitrogen  fixation,  and  then  gives  in 
such  detail  as  is  possible  the  resources  in  the  British  Isles 
and  in  other  portions  of  the  Empire,  dwelling  at  considerable 
length  on  the  water  power  situation  in  Canada. 

The  main  conclusions  drawn  from  the  evidence  available 
by  the  Committee  are: — 

1.  That  the  potential  water  power  of  the  Empire  amounts 
in  the  aggregate  to  at  least  50  to  70  million  horsepower. 

3.  That  much  of  this  is  capable  of  immediate  economic 
development. 

3.  That  except  in  Canada  and  New  Zealand,  and  to  a  less 
extent  in  New  South  Wales  and  Tasmania,  no  systematic  at- 
tempt has  as  yet  been  made  by  any  Government  Department 
to  ascertain  the  true  possibilities  of  the  hydraulic  resources 
of  its  territories,  or  to  collect  relevant  data. 

4.  That  the  development  of  the  Empire's  natural  re- 
sources is  inseparably  connected  with  that  of  its  water  powers. 

5.  That  the  development  of  such  enormous  possibilities 
shall  not  be  left  to  chance,  but  should  be  carried  out  under 
the  guidance  of  some  comp'etent  authority. 

The  report  concludes  with  a  number  of  recommenda- 
tions which  urge  the  British  Government  to  bring  to  the  at- 
tention of  the  overseas  Governments  the  necessity  for  a  close 
systematic  investigation  of  all  reasonably  promising  water 
powers  and  of  their  economic  possibilities.  In  event  that  any 
government  is  unable  to  undertake  such  work  it  proposes 
that  a  British  of  Imperial  Water  Power  Board  be  appointed 
to  control  such  investigation,  such  Board,  which  shall  in- 
clude a  representative  each  frbm  the  Dominions,  shall  also 
act  in  an  advisory  capacity  to  the  Imperial  or  overseas  gov- 
ernments. Tt  also  suggests  a  policy  of  state-aided  water  power 
development. 
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Get  More  Heat  Out  of  Your  Winter  Coal 


In  view  of  the  universal  coal  s^hortagc  ami  ihc  conscciiunl 
witU-spread  interest  in  conserving  this  cmnmodity  whcrivir 
and  hy  whatever  means  possible,  we  fed  justirK-d  in  ptintniK 
the  iollowinn  Kcneral  suggestions  on  the  operation  of  'i^'"^^- 
holil  heaters,  as  offered  in  a  recent  publication.  "Inicl  Facts." 
issued  hy  the  U.  S.  Fuel  Administration: 

How  to  get  more  heat  out  of  your  coal  than  ihc  chimney 
does,  is  more  important  tlian  any  other  branch  of  household 
economy.  In  the  average  home  li:.  per  cent,  of  the  coal  used 
can  he  saved.  Most  of  this  saving  can  l)e  accomplished  I)y 
pVoper  damper  control.  Tests  have  shown  that  only  40  to 
.V)  per  cent.,  on  the  average,  of  the  hcatin-  value  of  the 
eoal  is  usefully  eniidnyed  in  beating  a  house  or  a  buildin-. 
L  nder  conditions  of  proper  installation  and  fre<|uenl  and 
careful  attention.  .Vt  to  CO  per  cent,  of  the  lieating  value 
may  be  converted  int.i  useful  heal,  while  under  unfavorable 
conditions  only  3.-.  per  cent.,  or  even  less,  of  the  heat  value  of 
the  coal  is  utilized. 

There  is  no  more  important  general  rule  tlian  the  one 
emphasized  by  L.  V.  Breckinridge,  of  the  Shefbcld  Scientific 
Sch.iol  of  Vale  University,  to  this  effect: 

The  flow  of  air  through  llie  fuel  makes  it  burn.  Learn 
t,.  e-.ntrol  it.  Try  to  visualize  this  flow  of  air  through  the 
fuel  and  you  will  easily  learn  how  to  operate  the  daiupers 
t,.  control  it  i>roperly  .  .  .  The  draft  of  the  chimney  is 
much  diminished  when  by  opening  the  check-damper  cold  air 
is  allowed  to  tlow  directly  into  the  chimney. 

Save,  to  Help  Win  the  War. 

The  Fuel  Administration's  first  charge  to  the  householder 
is  cleanliness.  To  get  the  most  heat  from  the  least  amount 
of  coal  his  heater  must  be  clean.  One  one-hundredth  inch 
of  soot  has  the  same  power  to  resist  heat  as  ten  inches  of 
iron. 

The  Fuel  .\dministration  asks  the  head  of  each  household 
to  care  for  his  heater  himself  this  winter;  to  learn  how  to  run 
his  heater  intelligently;  how  to  get  from  every  ton  of  coal 
every  unit  of  heat  it  can  supply  to  his  family. 

Give  your  heater  its  f^rst  cleaning  of  the  season  in  the 
late  summer  and  have  it  put  in  thorough  repair.  Broken  parts 
mean  loss  of  heat.  The  fire-box  should  be  tight.  Trivial 
cracks  may  be  cemented. 

Following  are  fuel  savers  and  comfort  suggestions,  as- 
sembled briefly  in  the  form  of  practical  rules  for  operating 
the  various  types  of  household  heating  systems: 

General  Rules. 

1.  Be  sure  there  is  a  check  draft-damper  in  the  smoke- 
pipe,  besides  the  turn-damper.  This  check  draft-damper  is 
as  important  in  controlling  the  rate  at  which  the  Rre  burns 
as  is  the  throttle  of  an  engine.  Open  it  to  check  the  hre. 
Close  it  to  make  the  fire  burn  more  rapidly.  Experiment 
with  it  in  the  daily  regulation  of  your  fire.  Make  it  do 
its  work.  The  coaling-door  was  not  put  on  the  heater  to 
check  the  draft.  If  you  cannot  check  the  fire  without  open- 
ing the  coaling-door,  you  need  proper  dainpers. 

2.  The  turn-damper  should  fit  the  smoke-pipe  loosely  and 
must  never  be  entirely  closed.  With  the  average  plant  it  may 
be  kept  partly  closed  most  of  the  time  in  mild  weather,  but 
during  severe  weather  it  usually  needs  to  be  opened  wide. 

3.  Make  use  of  the  lift  or  slide-damper  in  the  coaling- 
door  only  to  let  oxygen  in  to  consume  gases,  if  you  are  usmg 
soft  or  bituminous  coal  after  fresh  fuel  has  been  added. 

4.  Just  enough  draft  and  that  from  below,  checking  the 
draft  by  letting  more  air  into  the  smoke-pipe,  is  one  of  the 


l)est  general  rules.  This  furnishes  oxygen  from  below,  neces- 
sary for  the  consumption  of  the  coal-gases,  and  at  the  same 
time  gives  time  for  them  to  be  consumed  before  being  drawn 
up  the  chimney.  This  method  also  avoids  escape  of  coal- 
gas  into  the  cellar.  To  make  the  fire  burn  more  rapidly,  do 
not  open  the  whole  ash-pit  door,  but  only  the  draft-damper 
in  the  ash-pit  door.  Opening  the  whole  ash-pit  supplies  air 
to  the  lire  faster  than  it  is  needed  for  combustion.  The.  air 
is  heated,  passes  out  of  the  chimney  and  is  so  much  heat 
wasted. 

5.  All  heat  pipes  in  the  cellar  should  be  thoroughly  and 
completely  wrapped  with  asbestos  or  similar  covering  to  pre- 
vent loss  of  radiation. 

6.  Grates  should  be  cared  for  properly.  A  short,  quick 
stroke  of  the  shaker  handle  will  sift  the  ashes  through  the 
grates.  Leave  grates  in  flat  position  when  through  shaking. 
Clean  ash-pit  daily,  to  prevent  damage  to  grates.  In  severe 
weather  grates  should  be  shaken  until  a  glow  appears  in  ash- 
pit. In  moderate  weather  a  bed  of  ashes  should  be  carried 
on  top  of  the  grates. 

7.  Avoid  poking  and  slicing   fire-bed.     It  causes  draft 
holes  and  clinkers. 

8.  Never  shake  a  fire  that  is  low  until  you  have  put  on 
a  little  fresh  coal  and  given  it  time  to  ignite.  A  thin  fire 
wastes  coal.    Disturb  the  fire  as  little  as  possible. 

9.  Storm-windows  and  storm-doors,  weather-strips  and 
such  protective  devices  are  economical  of  heat. 

10.  Keep  the  temperature  of  sitting-rooms  at  sixty-eight 
degrees  or  less.  If  there  are  invalids,  old  folk  or  very  little 
children  in  the  family,  the  temperature  may  be  higher.  Rooms 
where  you  do  not  sit  are  more  comfortable  if  much  cooler, 
as  a  rule,  providing  the  air  is  kept  a  little  moist.  Get  a  ther- 
mometer—a good  one.    Use  it  inside,  not  hanging  outdoors. 

11.  It  is  wasteful  to  allow  the  temperature  to  drop  way 
down  SI  night.  It  takes  twice  as  much  coal  to  heat  it  up 
again  next  moining. 

13.  Turn  of¥  the  heat  in  unused  rooms  whenever  possible. 
Bedrooms  should  be  kept  much  cooler  than  living  rooms. 
Don't  try  to  heat  all  the  rooms  all  the  time.  If  you  have  a 
hot-water  system,  make  heavy  radiator  slip-covers  and  put 
them  over  radiators  when  not  in  use.  This  will  prevent 
freczinf:. 

13.  Always  keep  two  pans  or  open-top  jars  of  fresh  water 
on  radiators  or  in  front  of  registers  to  keep  the  air  in  the 
home  moist. 

14.  Study  the  Specific  Rules  applying  to  the  system  of 
heating  in  your  house. 

Hot- Air  Furnaces— Specific  Rules. 

1.  Provide  cold-air  drops  from  upper  floors  so  as  to  in- 
sure a  return  circulation  from  all  rooms  to  the  air  intake 
of  the  furnace.  ^ 

2.  Regulate  the  window  of  the  cold-air  box  so  as  to 
avoid  too  great  a  current  of  outside  air,  especially  on  very  cold 

days.  ... 

3.  Always  keep  the  water  container  in  the  air-jacket' 
filled  with  clean  water.  Moist  air  heats  much  more  readily 
than  dry  air,  and  is  better  for  health,  as  well  as  more  com- 
fortable. 

4.  It  is  advisable  to  keep  a  jar  of  water  near  one  of  the 
first-floor  registers  that  sends  out  the  most  heat.  Change 
the  water  frequently,  preferably  every  day. 

r>.  Hot-air  pipes  should  have  a  good  pitch  upward  from^ 
the  furnace,  and  should  be     of  sufficient  diameter.  They 
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should  also  be  wrapped  with  sheet  asbestos.  A  ;?cparate  pipe 
f,,r  each  room  with  a  turn  damper  near  the  furnace  is  a  good 
rule.  Each  pipe  should  be  labeled,  so  that  certain  rooms  can 
be  shut  off  at  the  furnace  when  desired. 

6.  Be  sure  the  fire-box  is  gas-tight.  All  cracks  must  be 
tli(. roughly  cemented  or  a  new  section  put  in  before  winter 
sets  in.  Otherwise  coal-gas  will  escape  into  the  air-jacket  and 
be  carried  up  directly  to  the  rooms. 

7.  Study  carefully  the  General  Rules  pertaining  to  other 
types  of  heating-plants  as  well  as  your  own.  Notice  the 
"clean-out"  door  and  rerncmlier  why  it  is  there. 

Steam  Heaters— Specific  Rules. 

1.  The  water  in  the  boiler  should  lie  completely  changed 
,it  least  as  often  as  every  spring  and  every  autumn.  Draw 

bucketful  of  dirty  water  from  the  bottom  at  least  twice 
a  week  and  each  time  replenish  with  fresh  water  from  the 
supply-pipe.  Cleanliness  of  water  in  the  boiler  is  prime  im- 
[Kirtance. 

2.  Look  at  the  glass  water-gauge  whenever  you  attend 
Im  the  fire.  Turn  the  c.xhaust-cocks  above  and  below  tlie 
-auge  occasionally  to  make  sure  that  it  is  not  clogged  or 
the  openings  to  it  from  the  boiler  closed  up.  They  must  be 
kept  open. 

3.  The  level  of  the  top  of  the  water  must  always  show 
,,1  .some  point  along  the  gauge.  Its  height  will  vary  with  the 
temperature  of  the  water;  but  if  it  rises  about  the  top  of  thO 
glass  there  is  too  much  water  in  the  boiler  and  some  must 
lie  drawn  off;  and  if  it  sinks  below  the  liottom  of  the  glass 
Mime  more  water  must  be  let  into  the  boiler.  •  • 

I  4.  Be  sure  that  the  exhaust-valve  of  each  radiator  works, 
j  .Sometimes  these  valves  need  cleaning  with  a  pin  or  soaking 
I  in  kerosene.  If  in  doubt  about  one  of  them  unscrew  it  from 
the  radiator  when  the  fire  is  low  and  there  is  no  steam-pres- 
sure,  or  else  after  turning  off  the  radiator.  If  you  can  blow 
through  it,  it  is  all  right.  If  not  it  must  be  cleaned  until 
you  can.  Don't  fail  to  replace  it.  It  is  advisable  to  have  an 
rxtra  valve  to  replace  any  one  that  is  temporarily  out  of 
I  irder. 

5.  Don't  fail  to  study  the  General  Rules,  applicable  to  all 
heating-plants,  and  also  to  keep  the  boiler-flues  clean. 

Hot-Water  Plants— Specific  Rules 

1.  All  the  water  should  be  emptied  from  the  plant  and 
rlean  water  put  in  at  least  as  often  as  every  spring  and  every 
autumn. 

3.  When  the  first  fire  of  the  season  is  built,  as  the  water 
gets  heated,  take  the  raidiator  key  and  open  up  the  exhaust- 
valve  of  each  radiator  in  turn  until  all  the  air  remaining  in 
each  radiator  is  allowed  to  escape.  Repeat  this  operation 
occasionally  to  make  sure  there  is  no  air  interfering  with 
free  circulation  of  the  water. 

3.  Always  be  sure  that  water  shows  in  the  glass  gauge 
of  the  exhaust  tank,  which  is  usually  located  in  the  top  story 
of  the  house  above  the  level  of  the  radiators. 

4.  Be  sure  the  boiler  is  covered  with  asbestos,  as  well 
as  the  pipes  in  the  cellar. 

5.  Study  carefully  the  General  Rules  relating  to  all  types 
of  [ilants.    Keep  heating  surfaces  of  the  boiler  well  cleaned. 

The  Kitchen  Range. 

1.  Avoid  too  much  shaking.  Live-  coals  in  the  ash-pit 
mean  wasted  fuel.  Clean  ash-pit  daily  to  prevent  damage 
lo  grates. 

a.  Clean  the  entire  stove  well  inside,  on  loj)  of  the  oven 
and  below  the  oven,  frequently  and  thoroughly. 

3.  Stoke  frequently  and  in  small  amounts. 

4.  Never  shake  a  low  fire  until  a  little  fresh  coal  lias 
been  added  and  given  time  to  ignite. 

i  5.  Keep  a  pan  or  kettle  of  water  always  on  the  kitchen 


stove.    Moist  air  makes  for  comfort,  health,  beauty  and  econ- 
omy. 

6.  Read  the  General  Rules  applying  to  all  household  coal- 
burners. 

Advantages  of  Moist  Air  in  Rooms. 

As  humidity  of  the  atmosphere  controls  the  distribution 
of  the  sun's  warmth  upon  the  earth,  so  does  moisture  in  the 
air  of  the  home  have  a  controlling  influence  upon  its  com- 
fort. If  the  air  in  a  room  is  dry,  the  heat  from  stove,  re- 
gister or  radiator,  strikes  through  this  dry  air  readily,  and, 
without  being  absorbed,  rises  quickly  to  the  ceiling;  while  if 
the  air  is  moist  the  heat  is  absorbed  and  the  general  tempera- 
ture of  the  atmosphere  of  the  room  is  perceptibly  raised. 

Clouds  have  a  cooling  effect  on  a  hot  day  because  they 
are  masses  of  moisture,  absorbing  heat  from  the  sun's  rays 
before  it  reaches  the  earths 

While  a  damp  climate  is  enervating  in  hot  weather  and 
biting  in  cold  weather,  nevertheless,  a  moderately  moist  at- 
mosphere in  the  temperate  warmth  of  the  living  rooms  adds 
to  comfort  and  works  for  ecohomy  and  health.  The  air  of 
heated  rooms  is  nearly  always  too  dry. 

In  dry  air  the  evaporation  from  skin,  throat  and  lungs 
is  increased;  illustration  of  this  is  the  fact  that  woodwork  and 
fiirnittire  usually  swell  when  exposed  to  the  natural  summer 
atmosphere,  while  they  shrink  and  crack  in  heated  rooms  m 
winter. 

It  is  advisable  to  keep  a  bowl  or  open  jar  or  two  of 
fresh  water  in  each  heated  room,  giving  the  air  a  chance 
lo  alisorb  jiioisture  from  them  rather  than  from  your  body 
and  the  furniture. 


Electric  Railway  and  Power  Rates  Increased 
by  General  Statute 

The  following  are  extracts  from  the  text  of  the  Statutory 
Undertakings  (Temporary  Increase  of  Charges)  Bill  which, 
as  amended,  was  read  the  third  time  and  passed  by  the  Bri- 
tish House  of  Commons  on  July  34  and  by  the  House  of 
Lords  on  August  2.  It  received  the  Royal  Assent  On  August 
8.  The  Bill  enables  the  statutory  provisions  affecting  the 
charges  which  may  be  made  in  respect  of  certain  undertak- 
ings, including  tramways,  to  be  modified  during  the  continu- 
ance of  the  present  war,  and  for  two  years  thereafter. 

1.  (i).  Where  it  appears  to  the  appropriate  Government 
department  that  the  financial  position  of  any  undertaking 
to  which  this  Act  applies  has  been  adversely  affected  by  cir- 
cumstances arising  out  of  the  present  war,  the  Department 
may,  if  they  think  fit,  by  order  provide  for  the  modification  of 
any  statutory  provisions  regulating  the  charges  to  be  made 
by  the  undertakers,  and  of  any  statutory  provisions  consequen- 
tial on  or  supplemental  to  any  such  provisions  as  aforesaid, 
for  such  period  during  the  continuance  of  this  Act,  in  such 
manner,  and  subject  to  such  conditions,  as  appear  to  the  De- 
partment to  be  just  and  reasonable: 

(a)  Where  the  undertakers  are  a  local  authority  no  modi- 
fication shall  be  authorized  which  will  increase  the 
statutory  maximum  charge  by  more  than  50  per  cent., 
or  which  is  more  than  sufficient  so  far  as  can  be  esti- 
mated to  enable  the  undertaking  to  be  carried  on 
without  loss;  and 

(b)  In  any  other  case  no  modification  shall  be  authorized 
which  is  more  than  sufficient  to  enable  with  due  care 
and  management  a  dividend  on  the  ordinary  stock 
or  shares  of  the  undertaking  to  be  paid  at  three-quar- 
ters the  standard  or  maximum  rate  of  dividend,  if  any, 
prescribed  for  the  undertaking,  or  at  three-quarters 
the  pre-war  rate  of  dividend,  whichever  is  lower. 

(ii.)  An  application  to  a  department  for  the  purposes  of 
this  .\ct  shall  be  accompanied  by  such  information,  certified 
in  such  manner  as  the  dei)arlment  may  require  with  respect 
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1,11  iiu.iiui.il  i>i.Mii>.n  .'I  llu-  vimlcrtaUing  in  iniistion,  ami 
Ucluro  making  an  orilcr  the  approprialo  (."lOvi  viuiu  nt  iK  paii- 
mciu  shall  rciiuiri-  the  umlcrlakers  to  f>ivf  iniMio  noiin'  nl  ilio 
.ippliiaiion  ior  an  onliT  uiulcr  this  Act  and  as  to  tlu-  matiiui- 
Ml  wliich  and  tiniu  within  which  ri-pn-scntal ion>  may  \n-  madr, 
anil  lo  give  a  sintilar  notice  in  writini;  to  llu'  koinu  il  lai  li 
county,  borouiili.  or  urban,  or  rnral  ilistiiit  wiiliin  winch  any 
part  of  the  untlertaking  or  limits  of  ^uiiplx  "I  ihc  uiuUiiak- 
inK  is  situate,  and  the  department  sliall  con-iikr  any  repre- 
sentations wliidi  may  l>e  duly  niailc. 

(iii,')  Tile  underlakiuKS  t<<  whicli  this  Act  applies  arc 
tramway  undertakings,  inchulin^  liRlil  railways  constructed 
wholly  or  mainly  on  public  roads,  and  nndcrtakinss  for  the 
>upply  of  fias.  water,  hydratilic  power  and  electricity. 

The  act  is  applicable  also  to  Scotland  and  Ireland. 


Montreal  Tramways  Fares 

.\s  the  result  ol  the  appeals  to  the  Quebec  l'ul)lic  Utilities 
(.'ominission.  the  latter  have  issued  a  new  schedule  of  fares 
to  be  charged  by  the  Montreal  Tramways  C  o.  wdiich  is  a  com- 
promise between  the  fares  favored  by  the  Tramways  Com- 
mission and  those  asked  by  the  Company.  The  rul)lic  IMili- 
ties  Commission  have  directed  a  casli  fare  of  (ic  or  2.")C  lor  live 
tickets  durinjr  the  hours  from  .">  a.m.  to  midnight;  working; 
men's  tickets  from  (i  to  8  a.tn.  and  5  to  7  p.m.  will  be  secured 
at  the  rate  of  t>  for  '2:yc.  and  school  children  7  for  ;^")C.  brom 
Miidnisht  till  five  o'clock  in  the  mornins  the  cash  fare  is  15c. 
The  Tramways  Commi^>ion  rei)orted  in  favor  of  a  5c  fare  with 
a  cent  transfer,  and  the  Tramways  Company  desired  a  7c  fare 
with  free  transfers.  The  I'ublic  Utilities  Commission  in  their 
judRment  deal  at  length  with  the  arguments  of  the  Company 
and  those  who  objected  to  an  increase  in  fares,  and  state  that 
the  increases  allowed  is  a  matter  of  maintaining  the  under- 
taking as  an  efficient  and  going  concern.  Urban  transporta- 
tion was  essential,  and  it  could  not  be  long  maintained  at 
less  than  cost.    Tlie  report  says: 

"This  has  had  to  be  recognized  the  world  over,  and  is  a 
con>equence  of  the  abnormal  conditions  through  which  we 
are  passing.  In  all  spheres  of  activity,  transiiortation  among 
the  rest,  prices  and  rates  have  been  increased,  and  we  have 
not  gone  farther  in  this  direction  than  necessity  and  the  terms 
of  the  contract  appear  to  demand." 


Personals 

Mr.  J.  N.  Mochon  has  been  appointed  assistant  superin- 
lendent  of  the  lighting  department  of  the  City  of  Montreal. 

Captain  Paul  F.  Sise,  vice-president  of  the  Northern 
I'.lectric  Co.,  Montreal,  has  been  given  a  command  in  the 
t'anadian  Siberian  E.xpedition. 

Mr.  E.  J.  Stapleton,  secretary  of  the  Water  &  Light  Com- 
mission at  Collingwood,  has  been  confined  to  his  house 
with  inflammatory  rheumatism.  ,  Mr.  Stapleton  is  now  report- 
ed to  be  well  on  the  road  to  complete  recovery. 

Mr.  W.  G.  Gordon  has  severed  his  connection  with  the  _ 
Railway  and  Power  Engineering  Corporation  and  returned  to 
the  Canadian  General  Electric  Company  where  he  now  holds 
the  position  of  Transportation  Engineer. 

Mr.  C.  J.  DeBats,  who  for  the  past  four  years  has  been 
manager  of  the  Walkerville  Hydro-Electric  System  and  re- 
cently manager  of  the  Essex  County  System,  has  resigned  his 
position  with  the  Commission  to  accept  a  position  in  his  home, 
Bay  City,  Michigan.  Mr.  DeBats  has  been  appointed  manager 
of  the  Bay  City  Light  &  Power  System. 

Mr.  A.  Winfield,  district  superintendent  for  the  Maritime 
Telegraph  and  Telephone  Company  in  Cape  Breton,  has 
heen  appomted  superintendent  of  all  the  company's  planis 
ivith  headquarters  at  Halifax.  He  will  be  succeeded  by  Mr. 
J.  A.  MacKinnon,  district  superintendent  for  Pictou  County. 
Mr.  WinHeld  was  at  one  time  general  manager  of  the  Prince 
Edward  Island  Telephone  Company,  Charlottetown. 

Mr.  R.  J.  Needham  has  been  appointed  mechanical  and 
electrical  engineer,  motive  power  and  car  departments.  Grand 
Trunk  Railway,  with  headquarters  in  Montreal.  Mr.  Need- 
ham  is  a  graduate  of  McGill  University  in  electrical  engineer- 
ing. He  was  formerly  on  the  staff  of  the  Detroit  Edison 
Company,  at  the  Delray  power  plant.  Since  1911  he  has  been 
on  the  electrical  engineering  staff  of  the  Grand  Trunk  Rail- 
way system. 

The  Senneville  Development  Co.,  Ltd.,  has  been  incor- 
porated with  a  capital  of  $20,000  to  generate  and  transmit 
electricity  for  the  company's  business  and  to  sell  the  surplus 
in  the  parish  of  St.  Anne,  Jacques  Cartier  County,  P.Q.  The 
head  office  is  in  Montreal. 


Plan  to  Hear  Mr.  Goodwin  on  October  15 

"The  Goodwin  plan  has  been  printed  and  re-printed  tiine  and  again,  but 
some  way  or  other  there  is  considerable  misapprehension  on  the  part  of  many 
electrical  men  as  to  just  what  the  actual  interpretation  of  his  plan  may  bei- 
Perhaps  the  whole  situation  is  best  explained  by  saying  that  Mr.  Goodwm 
simply  advocates  the  exercise  of  common  sense  in  the  solution  of  the  electrical 
problem.  Indeed,  after  reading  his  platform  one  cannot  resist  the  temptation 
to  say,  'Why,  of  course,  that  is  the  natural  thing  and  just  what  I  have  always 
advocated.'  Mr.  Goodwin  does  not  raise  any  contentious  points,  does  not  ask 
any  one  element  in  the  industry  to  sacrifice  anything  to  any  other  element.  His 
plan  means  a  common  benefit  to  all  interests  concerned.  In  studying  Mr. 
Goodwin's  platform,  therefore,  do  not  look  for  anything  difficult  to  understand. 
Do  not  try  to  read  anything  in  between  the  lines.  His  scheme  is  as  simple  as 
it  looks,  and  it  looks  as  if  it  would  work  out  very  simply." 

Mr.  Goodwin  speaks  at  the  King  Edward  Banquet,  Tuesday  Evening,  Oct. 
].->,  0.30.  We  believe  his  message  is  of  sufficient  interest  to  command  the  at- 
tendance of  every  manufacturer,  retailer,  central  station  man,  dealer  and  con- 
tractor. Those  who  have  heard  Mr.  Goodwin  explain  his  plan  claim  that  it  is 
simple,  effective  and  comprehensive. 
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News  from  the  Front  Lines— Mr.  Earle's  Am- 
bition to  Get  Home  and  Settle  Down 
as  a  Quiet  Citizen 

Another  typical  letter  has  just  come  to  hand  from  Mr. 
Uufus  Earle  who,  at  latest  report,  is  still  vigorously  carrying 
,n  in  France.   The  following  extracts  are  of  special  interest:— 

In  the  Field,  August  12th,  IDIS. 
"T  see  by  the  Canadian  Daily  Record,  the  paper  publish- 
ed daily  by  the  Record  Office  for  circulation  among  Canadian 
troops  in  the  field,  that  you  have  been  having  strenuous  times 
in  Toronto  of  late,  and  that  Tommy  threatens  to  read  the 
Riot  Act  if  the  disturbances  are  not  stopped.    I  am  not  great- 
ly in  sympathy  with  the  aims  and  conduct  of  the  Great  War 
Veteran's  Association,  and  kindred  bodies,  and  think  that 
they  have  been  formed  principally  as  mutual  admiration  soc- 
itties  to  keep  the  claims  of  the  soldier  ever  in  the  public 
rye.    My  greatest  ambition  just  now  is  to  get  home  and  set- 
tle down  as  a  decent  quiet  citizen,  and  forget  that  I  ever  was 
m  khaki.   They  seem  to  be  so  proud  of  the  fact  that  they  don- 
ned the  uniform  that  they  insist  on  advertising  the  fact,  and 
perpetuating  the  memory.    Virtue  will  be  its  own  reward, 
and  I  think  that  few  of  us  are  looking  for  any  particular  re- 
wards, except  some  of  the  ranters,  and  I  feel  that  if  the  truth 
were  known  the  men  who  are  talking  the  loudest  and  making 
the  greatest  display  of  their  so-called  patriotism  were  the 
men  who  saw  the  least  of  the  fighting.    While  the  war  has 
changed  us  all  a  great  deal,  not  only  physically  but  mental- 
ly, 1  really    think  that  the  average  boy  who  enlisted  will  go 
hack  much  the  same  as  when  he  left,  except  that  his  horizon 
ui  his  views  of  life  will  be  greatly  widened,  and  his  experi- 
ence out  here,  where  human  life  is  held  so  cheaply  will  tend 
to  make  him  more  generous  in  his  ideas,  and  less  self-centred. 

"If  you  will  remember  when  you  receive  this  letter  what 
was  happening  in  the  war  zone  at  the  time  I  wrote  it  you 
will  know  that  we  are  in  the  midst  of  strenuous  happenings 
tliese  days,  and  events  that  forbode  good  times  for  us  for 
the  future.  1  was  down  to  a  prisoners  cage  near  here  the 
other  day,  and  a  large  party  of  the  captured  Huns  were  being 
marched  in  by  a  party  of  husky  Americans.  One  of  the  U.S. 
Sergeants  and  myself  had  quite  a  talk,  and  he  was  telling 
me  a  rather  funny  incident.  There  was  a  German  Major  in 
the  party,  who  spoke  rather  good  English,  and  he  inquired 
from  this  sergeant  where  he  came  from.  The  Sergeant  re- 
plied that  he  came  from  Chicago,  whereupon  the  Major  went 
into  details  regarding  relatives  that  he  had  living  in  Chicago. 
The  Sergeant  "Do  you  know  where  these  people  are  now?" 
to  which  the  Major  replied  "No."  "Well,  they  are  over  here 
looking  for  you"  was  the  Sergeant's  reply.  A  pretty  good 
answer  1  thought.  Of  course  we  don't  know  yet  the  full 
story  of  these  operations  of  the  past  few  days,  but  by  the 
time  this  letter  reaches  you  they  will  have  been  history,  and 
it  looks  as  if  it  will  prove  one  of  the  most  brilliant,  if  nnt 
the  most  brillirmt  success  of  this  war.  Just  at  present  all 
kinds  of  rumors  are  rife.    Naturally  as  advances  are  made 


it  is  necessary  to  establish  good  lines  of  communication,  and 
as  a  sequence,  we  are  very  busy  just  now. 

"I  had  just  gone  to  bed  the  night  before  last  when  1 
heard  Bosche  bombing  planes  overhead,  and  went  out  just 
in  time  to  see  one  Gotha  neatly  focussed  in  the  rays  of  about 
luur  of  our  powerful  searchlights,  and  just  about  100  ft.  above 
the  Bosche  machine  could  l)e  seen  the  signal  light  of  one  of 
our  planes.  Just  as  I  got  to  the  door  our  man  opened  up 
on  the  Heinie  with  his  Lewis  Gun,  and  you  could  follow 
the  string  of  red  hot  bullets  from  his  gun  to  the  enemy  plane 
quite  distinctly  in  the  dark.  All  of  a  sudden  Mr.  Hun  bursts 
into  flames,  and  makes  a  perfect  nose  dive  from  the  ground. 
It  was  over  in  a  matter  of  seconds.  This  is  the  first  plane 
1  have  ever  seen  brought  .down  at  night. 

"I  am  most  anxious  to  get  down  and  visit  my  old  Bat- 
talion as  soon  as  I  possibly  can,  and  see  how  the  boys  fared 
in  the  recent  strenuous  fighting.  Of  course,  we  all  know 
that  the  Canadians  have  so  far  given  a  magnificent  account 
of  themselves,  and  have  added  to  their  glory  in  this  battle. 
However,  I  am  naturally  anxious  about  some  of  my  good 
friends  in  the  Battalion,  and  would  like  to  know  how  things 
went  with  them.  Just  at  present,  however,  our  motor  trans- 
port is  so  busy  that  it  is  doubtful  if  I  can  get  a  car  to  run 
down  for  a  few  days  yet.  However,  by  that  time  things  will 
have  quietened  down,  and  I  may  be  able  to  spend  a  day  with 
them  if  they  are  out  of  the  line  then.  Yesterday  mail  came 
in  from  Canada  postmarked  Toronto  July  34th,  making  18 
days  for  the  journey,  which  is  rather  remarkable.  I  did  not 
get  any  letters,  but  am  looking  forward  to  getting  some  in 
to-night's  mail  when  the  balance  of  this  Canadian  mail  will 
reach  us. 

"The  chap  with  whom  I  was  on  leave  last  year  (I  think 
I  sent  you  a  snap  taken  at  Versailles  of  the  two  of  us)  has 
left  the  llGth  Orderly  Room,  and  when  last  I  heard  from 
him  he  was  down  at  the  Canadian  Corps  School  taking  a 
general  infantry  course,  which  was  to  be  completed  on  August 
5th.  This  would  bring  him  back  in  time  for  the  rush,  and  as 
he  had  left  tlie  Orderly  Room,  I  am  afraid  that  probably  he 
went  in  as  a  platoon  sergeant,  and  1  am  greatly  worried  about 
him.  I  sometimes  feel  that  1  am  so  far  away  from  the  ac^ 
tual  big  things  in  this  war  since  1  transferred  that  1  am  not 
doing  any  useful  work,  and  have  a  longing  to  get  back  to  the 
heart  of  things,  so  do  not  be  surprised  if  you  hear  shortly  thai 
I  have  again  changed  over.  Of  course,  if  1  do  go  back,  this 
time  I  want  something  belter  th;in  I  had  when  I  was  there 
previously,  and  I  am  for  that  reason  for  one,  anxious  to  get 
down  to  see  the  Canadians,  to  see  how  the  land  lies." 


The  Square  D.  e'ompany,  safety  switch  manufacturers, 
announce  the  appointment  of  Mr.  R.  J.  A.  McCleary  to  suc- 
ceed Mr.  johii  Plate  as  manager  of  their  office  and  factory 
at  Walkerville,  Ontario.  Mr.  McCleary  was  formerly  pur- 
chasing agent  lor  the  Square  D  Company,  Detroit,  and  has 
lieen  with  them  for  about  three  years.  Mr.  Plate  has  re- 
sinned to  enter  the  L'nited  States  army  and  will  be  station- 
ed for  the  preMMit  at  Fort  Dodge,  Iowa. 


'Pill-.    I'.I.l'.C-'lM^irAK  Nl-.WS 
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The  Ontario  Association  of  Electrical  Contractors 
anil  Dealers 

\  special  meeting  of  the  Toronio  I'lfit riial  i  .mii:u'lois' 
\s>,.oiation  was  held  in  the  Kin.n  l'".(l\v;uil  llnu  l  mi  TIhumIiin  . 

Septenilier  •jr..  re.nariliny:  the  nrj^anizatii  in  n\  "  I  lu-  ()iilan" 
Xssoeiation  of   l-ilectrical  Contractors  and    IKaKis."  Mu 

notice  of  this  nuetinu;  reads  as  follows: 

To  All  Members  of  The  Toronto  Electrical  Contractors 
Association. 

Hereh.v  take  notice  of  a  Special  Mct  lin.u  at  wliirli  tlu-  lul- 
l.iwini;  Uesolution  is  to  he  presented  for  aili>plinii: 

W  II  KRHAS.  in  the  opinion  of  the  Executive  i  diiunittt  r 
it  is  consiiU-reil  desirahle  to  organize  an  association  to  he 
known  as  "The  Ontario  Association  of  Rlectrical  Contractors 
and  Dealers."  in  affiliation  with  the  National  Association  ol 
l'".lectrical  Contractors  and  Dealers  forniinii-  a  part  ol  tlie 
Canadian  division  of  the  said  X'ational  Association  of  Elec- 
trical Contractors  and  Dealers: 

AND  \VH1-".R1-'AS  application  has  been  made  lor  a  cliarter 
to  incorporate  the  said  proposed  "The  (  )nlario  Association 
of  Electrical  Contractors  and  Dealers"  under  the  Ontann 
i'oiui)anies  Act: 

TH  l-'.Rh'.FORE  he  it  resolved  that  this  Associalum  ap- 
prcn-es  of  the  said  proposed  incorporation. 

AND  he  it  further  resolved,  that  upon  the  incorporation 
and  organization  of  the  said  proposed  "The  Ontario  Associa- 
tion of  I'.lectrical  L'ontractors  and  Dealers"  this  "The  Toronto 
I'lectrical  Contractors  Association"  shall  be  deemed  to  be 
merged  in  the  said  proposed  "The  Ontario  Association  of 
1-  lectrical  Contractors  and  Dealers." 

.\ND  he  it  furtiier  resolved  that  all  members  of  this 
"The  Toronto  Electrical  Contractors  Association"  shall  be 
deemed  ipso  facto  members  of  the  said  "The  Ontario  Associa- 
tion of  Electrical  Contractors  and  Dealers." 

AND  he  it  further  resolved  that  all  the  iiKmeys  and  assets 
of  this  "The  Toronto  Electrical  Contractor^  Association"  be 
turned  over  and  conveyed  to  the  said  "The  Ontario  ,\ssocia- 
ti..n  of  Electrical  Contractors  and  Dealers"  and  that  this  re- 
volution shall  he  authority  to  the  Treasurer  and  other  officers 
of  this  "The  Toronto  l^'Jectrical  Contractors  Association"  in 

that  behalf.  „  ,.  , 

E.  F.  W.  Salisbury, 

Secretary. 


Smoke  Prevention -Coal  Saving  Suggestions 

lust  at  thi-  time  when  the  conservation  of  coal  is  an 
absolute  necessity  and  every  practical  suggestion  for  such 
conservation  is  a  shot  at  our  enemy,  everyone  realizes  that 
Miioke  issuing  from  boiler  stacks  represents  unused  heat 
units,  but  everyone  does  not  realize  that  certain  simple  rules, 
if  observed  in  the  fire  room,  will  materially  decrease  this 
loss.  The  suggestions  herein  are  based  on  many  years'  ex- 
perience of  the  Westinghouse  Electric  &  Mfg.  Company's 
combustion  engineers  and  are  briefly  outlined  I)elow. 

1.  Give  your  fireman  an  opportunity  to  acquire  the  fun- 
damental principles  of  fuel  burning. 

2.  If  you  have  a  difficult  fuel  problem,  consult  a  com- 
bustion engineer. 

Prevent  smoke  by  proper  firing  methods. 

4.  Use  gauges  to  indicate  exactly  the  condition  of  fire 
bed  at  all  times.  As  a  minimum  these  gauges  should  con- 
sist of  draft  gauge  indicating  draft  in  furnace  above  fuel 
bed.  draft  gauge  indicating  draft  at  boiler  side  of  flue  damp- 
er and  a  steam  flow  meter  for  individual  boilers. 

5.  CO2  is  the  principle  product  of  complete  combustion 
of  coal.  Ten  to  twelve  per  cent.  CO"  should  be  obtained  in  flue 
gases  to  insure  minimum  fuel  loss. 

6.  Avoid  loss  due  to  unburned  coal  in  the  ash. 

7.  If  you  are  wasting  exhaust  steam,  you  are  wasting 
coal. 

ft.  Do  not  permit  grates  to  clog.  .\  systematic  method  of 
keeping  the  air  spaces  clean  must  be  followed. 

9.  Inspect  the  baffles  in  boilers  as  broken  or  leaky  baffles 
raise  the  flue  gas  temperature  and  waste  coal. 

10.  Avoid  leaking  in  of  cold  air  around  lioiler  setting. 


11.  Install  stokers.  Hand  firing  is  rapidly  being  recog- 
nized as  an  obsolete  and  wasteful  method  of  firing. 

Clean  scale  frcnn  tubes  as  every  particle  of  scale  re- 
presents wasted  coal. 

1:;.  Avoid  soot  formation.  All  boiler  tubes  should  be 
blown  externally  once  every  eight  hours  when  in  continuous 
service. 

t4.  All  smoke  flues  should  Ije  as  short  and  straight  as 
possible.  Flues  should  also  be  made  air  tight  and  all  joints 
and  connections  should  be  well  fitted,  caulked  and  riveted.  Use 
asbestos  gaskets  on  clean-out  doors. 

1.').  Locate  flue  dampers  in  front  of  boiler  so  that  fire- 
man will  adjust  them  as  required.  Dampers  located  in  rear 
of  Ixnlers  are  seldom  disturbed  regardless  of  conditions. 

K).  'I'he  size  of  coal  has  much  to  do'  with  capacity  and 
efficiency  of  boilers.  In  general,  the  air  pressure  penetrates 
the  fuel  bed  formed  by  coarse  coal  easier  than  that  formed 


Mr.  W.  L.  Goodwin,  who  will  be  the  chief 
speaker  at  the  Electrical  Men's  Banquet  on 
Tuesday   Evening.   October   15,   6.30  p.m. 


by  finer  coal,  resulting  in  disturbance  of  best  furnace  con- 
ditions. 

In  addition  to  the  above  suggestions,     the  following 
"don't  fail  to  do"  list  should  be  followed. 
Don't  fail  to: — 

Keep  the  heating  surface  of  the  boilers  free  from  soot, 
scale  or  oil. 

Keep  the  fires  level  and  free  from  holes. 

Do  not  carry'  the  fires  so  thin  as  to  draw  a  lot  of  excess 
air  through. 

Do  not  carry  the  fires  so  thick  as  to  have  incomplete 
combustion  of  the  coal. 

Do  not  soak  the  coal  with  water  before  firing. 

Be  sure  the  l)low-ofif  valves  do  not  leak. 

Do  not  have  the  safety  valve  popping  off  continually. 

Cover  steam  pipes. 

Do  not  waste  steam  through  leaky  valves  or  traps. 

Never  use  live  steam  if  exhaust  steam  is  available  and 
can  be  used  as  well. 

\n  (d)servance  of  the  foregoing  simple  rules  and  sug- 
gestions should  materially  reduce  the  coal  consumption  of 
tlie  avera.ge  plant. 
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LIGHT  &  POWER  COMPANY 


MANUFACTURER  I, 


ta  RETAILER 


CAPITAL  ^A/rf>«?wG  rA>'£r  /A/ousr/^r 


CONSUMER 


THE  PUBLIC 


In  this  u.U,ue  d,-awin.,  Ur.  W  L.  Godwin  iUnstvates  t^-,  a^l^^^ ^^--■;,^^,;>:;:::[::;^,;-:^^^^^^^  The 
-;;^c  ^^l^n'-i^Vni^^i^e^i::  ,t  t,^o^^  ';V:nrV.n/  >.a,^         ....   in.,.un,e,U    fails   .o   ,.,.0,,.    Us    p.ope,.  funcUon 

results  are  unsatisfactory  all  roiinil. 


New  Duplex  Instruments 

In  its  new  catalogue  on  Instrunients  and  Relays,  just 
published,  the  Westinghouse  Company  announces  two  new 
duplex  instruments  for  battery  charging,  marine,  dental,  tele- 
graph, telephone,  farm  lighting,  and  other  coinpact  instru- 
ment panels  where  direct-current  is  involved.    These  duplex 


instrunients  consist  of  any  two  standard  type  AW  or  type 
FW  instruments  desired,  mounted  in  an  attractive  dull-black 
metal  case.  The  type  AW  instriniuiits  have  round  npen 
faces,  three  inches  diameter,  witli  glass  cover  and  rear 
mounting  studs;  the  type  FW  have  five-inch  faces. 


A  Protection  Against  Reversed  Phases 

If  a  three-phase  motor  is  disconnected  from  a  circuit  and 
the  phases  reversed  when  it  is  reconnected,  it  will,  naturally, 
run  backward.  Such  a  reversal  may  occur  and  has  occurred 
when  the  motor  is  disconnected  for  repairs,  through  an  error 
in  reconnecting  leads  at  the  power  house,  or  sub-station,  or 
from  a  number  of  other  causes.  In  many  cases  the  reversal 
of  rotation  of  a  motor,  aside  from  the  inconvenience  it  causes, 
is  not  a  serious  matter  as  the  error  can  be  corrected  at  the 


/  Illustration  of  relay. 


motor  terminals.  In  .ilher  cases,  however,  serious  consequ- 
ences may  result.  The  reversal  of  an  elevator  motor,  for 
instance,  might  result  in  wrecking  the  machinery  and  loss  ot 
life.  To  i)r()tect  motors  against  phase  reverse  where  such 
protection  is  necessary,  the  Westinghouse  I':iectric  &  Mfg. 
t  o.,  have  (K  velopt'<l  :i  n  vcrse-i^hase  relay  with  very  positive 
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and  Ucpt-mlahK-  ti|H  raun{;  «.  liaracti  risti(.  s.  1 1  a  phase  is  ro 
viTsed.  «>r  il  a  phasi-  fails,  or  if  tin-  voltage  dfops  iu'low  7.") 
\-vT  cent  of  normal,  the  relay  contacts  close  ami  ifi])  llie  cii 
I  iiit-brcaker,  cither  through  a  sluint-trip  coil  oi  hy  siiorl 
v'ireiiitinK  an  uiulervolta.ui"  I'ip  '"oil  iia\inL;  a  series  reverse 
resistor.  Tlie  relay  operates  on  tlu-  iiuhiction  principle 
When,  properly  connected  the  loripie  liohU  the  c.nilacts  upeii 

-c-VvVWV 


yc/fave  Trans f omen 
n'.Vfl  used 


Diaijram  o(  relay  connections. 


a:.;ain>t  the  restraint  of  a  spiral  sprin.u.  (  )n  low  \'ci!ta: 
t'irqne  diminishes  anil  the  spring  closes  ll:e  contacts 
reversal  of  phase  conneciions  the  reversed  Uiripie  assi- 
spriiiir  in  closing  the  contacts.  The  contacts  will  c 
amperes  at         volts  or  less. 


;e  the 
(  )n 
ts  the 


660  and  1000  Watt  Heaters 

In  view  t)f  the  fuel  situation  there  will  probably  be  a 
general  demand  for  electric  air  heaters  this  fall,  ami  the  Can- 
adian General  Electric  Company  offer  the  heater  shown  in 
the  illustration.  These  heaters  are  Iniilt  with  a  capacity  of 
either  (idO  watts  or  11)00  watts,  either  nickel  plated  or  with 


Annual  Convention  of  Illuminating  Engineers 

Tlie  lllnniinaling  F,ngineeriug  Society  will  hold  its  an- 
nnal  cmiventicni  at  the  ]""n,gineering-  Societies  Building.  New 
^  iirk  nn  (  )cl.  10,  litis.  War-time  lighting  economies,  the 
use  of  belter  lighting  in  speeding  up  war  production  ami 
niannfactures,  the  lighting  of  camps,  effect  of  lighting  cur- 
lailnienl  on  crime,  and  aiit(jmo])ile  headlight  laws  will  be 
discussi'd. 


Quebec  Railway,  Light  and  Power  Co. 

iMir  the  year  ended  June  150  last,  the  gross  income  of 
the  Ouebec  Railway,  Light  &  Power  Co.',  was  $2,037,940,  a 
decrease  of  .1^:!-t,'.)-i:!.  (Jperating  and  maintenance  charges  total- 
led .$l,;3:!.5,7;a4,  an  increase  of  $79,75.''),  but  fixed  charges  and 
taxes  were  less  liy  $'.),41S.  .\fter  writing  off  $26,789.  the 
net  snriilus  is  $()«,. 'ilH,  a  decline  of  $43,152.  The  total  surplus 
now  stands  at  $7."):!, 090.  The  company  expended  $24.3,22.1  on 
maintenance  account,  which  was  charged  to  operation,  in 
(jrder  to  maintain  in  a  high  state  of  efficiency  the  physical  con- 
dition of  the  properties  and  ijlant  of  the  comi)any  and  its  var- 
ious subsidiary  companies. 


Hydro  Power  for  Unionville 

The  ratepayers  of  Unionville,  Out.,  recently  passed  a  by- 
law authorizing  the  expenditure  of  $10,000  for  the  purpose  oi 
bringing  in  Hydro  power.  Work  will  be  commenced  in  the 
near  future.  Following  .the  installation  of  Hydro  power  in 
this  i)lace  it  is  expected  that  the  village  of  Markham  will 
rccei\e  power  by  the  same  route  instead  of  via  Malvern,  as 
was  contemplated. 


B.C.  Association  votes  to  join  National 

The  Ii'ritish  Columliia  Association  of  Electrical  Contrac- 
tors and  Dealers,  at  their  last  meeting,  unanimously  voted  to 
associate  themselves  with  the  National  Association  of  Elec- 
trical Contractors  of  the  United  States. 


Japan  case.     While  they  are  intended   principally  for 
early  fall  or  the  late  spring  days  they  will  go  a  long 
towards  helping  out  the  heating  system  on  extremely 
days.    They  are  built  for  service;  are  strong,  durable 
neatly  designed. 


the 
way 
cold 
ami 


The  Bell  Teleplione  Co.  have  filed  with  the  Board  of  Rail- 
way Commissioners  a  new  schedule  of  night  rates  for  long 
distance  calls.  Between  the  hours  of  0  a.m.  and  8,30  p.m. 
the  present  day  rates  will  apply,  from  8.30  to  11.30  the  rate 
will  l)c  fiO  per  cent,  of  the  day  rate,  and  from  11,30  p.m.  to 
t.  a.m.  40  per  cent,  of  the  day  rate. 


Both  the  gross  earnings  and  surplus  of  the  Montreal 
Light.  Heat  &  Power  Co.  continue  to  increase.  For  .\ug. 
the  gain  in  gross  was  $01,045  and  in  the  surplus  of  $19,208. 
For  the  four  months  of  the  financial  year  the  gross  earnings 
increased  $328,207,  and  the  surplus  $87,177. 


Eugene  F.  Phillips  Electrical  Works,  Ltd.,  Montreal, 
have  received  an  order  from  the  Ontario  Hydro  Electric 
Commission  f.ir  9,000  feet  of  350,000  cm.  3  conductor  12,000 
V.  paper  insulated  lead  covered  double  steel  tape  armoured 
cable. 


W.  J.  Egan.  Canadian  Trade  Commissioner.  Cape  Town. 
South  ,A.frica.  states  that  there  is  an  urgent  need  for  electrical 
supplies  in  that  country — particularly  material  for  telephone 
and  telegraph  systems. 


Coudulct.s— The  Crouse-Hinds  Company  of  Canada  are 
distributing  a,  little  folder,  "Safety  I'irst  Switch  Condulets," 
describing  the  MK  series,  30  to  200  amperes,  fused,  iron-chiil 
and  fool-proof. 


In  the  United  States  there  are  three  cities  in  which  the 
electric  railway  fare  is  10  cents  ;  one  city  pays  8  cents;  43 
pay  7  cents  and  85  pay  0  cents. 


The  Canadian  Westinghouse  Company  have  opened  a  re- 
pair department  and  service  branch  at  l(i  Temi>erance  Street. 
Toronto. 


M( 
moved 
Street. 


■Donald 
from  1 


&  Willson,  Limited,  electric  dealers,  have 
:  Queen  Street  East,  Toronto,  to  349  Vonge 


(  U.  tober  1.  l'.tl« 


THE    ELECTRICAL  NEWS 


43 


Porcelain  Enameled  Reflectors 


For  Every  Class  of 
A   Industrial  Illumination 


ABOLITES 


Sliaile    Holder.  I!o\vl 
Abolite 


Type 


Holder  Socket,   Dome  Type  Aliolite 


Holder  Socket,  Diagonal 
Type  Abolite 


I  XDL  STRI -\L  ABOLITES  have  gained  wide  adoption  throughout  the  offices,  factories,  and  plants  of 
the  IJnnnmnn  '  By  tlieir  uniformity  and  correctness  of  design  and  construction,  they  are  dependable  as  a 
means  to  lighting  efficiency.  The  holder  sockets  are  thoroughly  ventilated  with  best  heat  radiation.  Readi- 
ly installed, ^he  cost  of  maintaining  them  bright  and  etlicient  is  a  minimum. 

In  bowl  dome,  diagonal,  enameled  holder-socket,  lunilevard  and  street  front  types  This  excellent  line 
,,f  Reflectors  is  complete,  furnishing  a  design  for  every  lighting  recimrement.  It  is  a  safe  line  to  buy  and  a 
quick  one  to  sell. 

THE  ADAMS-BAGNALL  ELECTRIC  CO.,  CLEVELAND,  OHIO 


R.  E.  T.  PRINGLE,  LTD.,  %§r6nto'' 


703  Confederation  life  Bldg 
WINNIPEG 


406  Vancouver  Bids;. 
VANCOUVER.  B.C. 


401    New   Birks  Bids 
MONTREAL 


Milling 
Cutters 


Taps 
Reamers 


Dies 
Drills 


A  Line  that  is  Made  in  Canada 
Guaranteed  and  Sold  on  Merit. 

Pratt  &  Whitney  Co.  of  Canada,  L 


imited 


Montreal 

723  Drumtnond  Bldg. 


Dundas,  Ont. 

Winnipeg 

1205  McArthur  BIdg. 


Vancouver 

609  Bank  of  OttawK  BIdg. 
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Current  News  and  Notes 


Branttord.  Ont. 

I'hc  llraiUlonl.  Out.,  liydro-elcctrio  i-.>mniissiun  have  dc- 
cideil  upon  the  installation  of  nit ro.i^i'n  lamiis  Inr  llic  ilnwii- 
town  street  lighting-,  replacing  the  oaibon  lamps  winch  lor 
maintenance  and  renewal  have  been  found  too  expensive. 
The  city  oj  Winnipeg  has  offered  to  purchase  the  i^ld  lights. 

Campbellford,  Ont. 

The  Hydro-electric  Power  Commission  of  Ontario  are 
preparing  plans  for  the  construction  of  a  hydro-electric  plant 
at  Uainey's  Falls  on  the  Trent  I'liver.  .\t  this  point  there  is 
a  possible  capacity  of  eight  to  ten  thousand  horsepower. 

Gait,  Ont. 

.Mtcrations  are  being  made  tn  the  (ialt  hydro-electric  sub- 
station in  order  that  current  may  lie  received  at  \:,,:iW)  volts 
instead  of  (i.dOO.  as  formerlv. 

Gilbert  Plains,  Man. 

.\  meeting  of  the  ratepayers  of  Gilbert  Plains,  Man.,  was 
held  recently  to  discuss  the  possibility  of  installing  a  muni- 
cipally owned  electric  lighting  plant.  Particulars  and  esti- 
mates are  being  asked  for. 

Hamilton,  Ont. 

It  is  stated  that  the.  Hamilton,  (  )nt.,  public  have  taken 
very  kindly  to  the  p.a.y.e.  system  which  will  shortly  be  in- 
stalled on  all  cars.  The  railway  company  hopes  for  an  in- 
crease in  revenue  and  a  decrease  in  accidents. 


Northern  Aluminum  Co.,  Ltd. 

1305  Traders  Bank  Building 
TORONTO,  ONT. 

Manufacturers  of  Aluminum 

Ingot,   Sheet,  Tubing,  Wire,  Rod,  Rivets, 
Moulding,  Extruded  Shapes,  also 

Electrical  Conductors 
all  Aluminum  and  Steel  Reinforced 

Litot  Aluminum  Solders  and  Flux 

will  solder  aluminum  to  itself  or  other  metals 

WRITE  FOR  INFORMATION 


ALLENr.50DERING  FLUX 

A    form    for    every    use— stick, 
oaste,  liquid  or  salts.    Also  a  flux 
for  ALUMINUM— the  only  one. 
fluxes  approved  by  National  Board 
of  Fire  Underwriters.  .  , 

Given  the  preference  by  America  s  greatest 
electrical  and  industrial  corporations. 
Samples  free. 

BISSETT  &  WEBB 

126  Lombard     Winnipeg,  Man.,  Canada 


Only 


Kingston,  Ont. 

iunployees   of   the    Kingston,   Portsmouth    &  Cataraqui 
{Railway   Company,   Kingston,   Ont.,   have  been  voluntarily 
granted  a  wage  increase  of  25  cents  a  day.    Eleven  conduc- 
torettcs  are  included. 
St.  John,  N.B. 

The  city  council  of  St.  John,  N.B.,  have  resolved  to  in- 
vestigate the  possibilities  of  the  Mispec  Stream  with  a  view 
to  power  development. 

Smiths  Falls,  Ont. 

Hydro  energy  from  Merrickville  was  recently  turned  on 
ill  the  Smiths  Falls  system.    The  two  local  plants  are  being 
overhauled  and  will  take  care  of  the  load  in  supplying  several 
big  industries. 
Toronto,  Ont. 

The  Toronto  and  Niagara  Power  Company  has  made  apph- 
cation  for  the  right  to  construct  another  cable  line  from  their! 
power  house  on  Davenport  Road,  along  the  C.  P.  R.  right-of- 
way  to  a  point  where  it  will  be  convenient  to  branch  off  into 
York  township  and  to  the  town  of  Leaside.    The  reason  given  ' 
is  that  the  munition  company  at  Leaside  is  in  urgent  need, 
of  power. 

Winnipeg,  Man. 

The  Peerless  Sales  and  Construction  Company,  Wmni- 
peg,  Man.,  dealers  in  electrical  goods,  have  been  incorporated. 


Give  It 

the 
Heat 

Test 


Tut  a  sheet,  rod  or  tube  of  Spaiilding  Hard  Fibre  in  a  dryer  or 
hang  a  piece  of  it  in  a  hot  place.  Vou'U  be*  convinced  that  it  will 
not  dry  out,  become  brittle,  nor  lose  its  toughness  when  used 
near  heat. 

A  100%  material  for  many  purposes 

Its  electro  rupture  is  2(X)-400  volts  per  1/1000  inch  of  thickness; 
tensile  strength  10,000-20,000  lbs.  per  square  inch;  compressing 
point,  3S,0()0-42,tKK)  lbs.  per  square  inch ;  shearing  strength  9,000- 
l.S,000  lbs.  per  square  inch.  It  can  be  machined,  sawed,  stamped, 
bent,  threaded,  drilled  and  finished  in  many  attractive  ways. 

Made  in  red,  black  and  grey  colors.  Send  for 
samples.  Our  Specialty  Department  is  equipped  to 
machine  special  parts  to  your  own  specification. 

J.  SPAULDING  &  SONS  CO..  Tonawanda.  N.  Y 


449  Broom  Street, 
New  York  City. 


Suburb  of  Buffalo 


ItW  Clinton  Street, 
Chicago,  111. 
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POWER  CABLE 


350,000  CM.  3-Conductor  12000  volt 

Paper  Insulated,  Steel  Tape  Armoured  Cable 

Overall  Diameter— 3.62  ins. 

Built  to  Specifications  of  Hydro-Electric  Power  Commission 

of  Ontario 


Eugene  F.  Phillips  Electrical  Works,  Limited 

MONTREAL 

Branches  :   Toronto,  Winnipeg,  Regina,  Calgary,  Vancouver 
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Do  Not  Guess 


Know  llial  \i'ur  motors 
aro  dt'iiciulaliK'.  IMumi'  is 
oiu'  surr  way.  l'>uv 

Motors 

UtMiu'iiihcr  '■The  I'rooi 
III  llu'  1 'uddiuL;"" — consult 
the  man  who  ow  ns  or  runs 
a  W  a.u;ncr  M  olor.  I  I  is  ex- 
perience will  eliminate  an}' 
(louht  in  your  mind. 

'I'hen  send  for  IklUe- 
lm>  11013  and  11113. 


WflanprR1p<^cMaTiii£actoiiiiG>mpaiiy 

of  Canada  Limited-Montreal 

Pn-ver  Mill'..'    Montreal.  347  Adelaide  St.  W..  Toronto 

.S18 


If  a  Brush 
Absolutely  Refuses 
To  Spark! 

is  that  not  a  very  good  reason  for  fitting  it  on 
your  motor  generators  and  commutators? 

CdttmBtrnhm 

wear  longer  because  they  are  frictionless  and  self- 
lubricating.  The  remarkable  economy  of  these 
brushes  will  appeal  to  you.  They  have  often  out- 
lasted the  ordinary  brushes  8  to  12  times  over. 

Write  for  our  latest  bulletin. 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


25  Cycle  Engine  Generator  Sets  For  Sale 


"These  units  were  in  use  only-300  K.W.  three  months,  and  250  K.W. 
seven  months,  and  are  in  first  class  condition. 


1-250  KW. 
1-300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1—60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

1—100  K.W.,  25  Cycle,  Motor 
Generator  Set 

1_100   K.W.    Direct  Current 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 
dem Compound  Engine 


Write  for  further  particulars  and  quotations 


Power  Plant  Equipment  Co.,  BaTrndg. Toronto,  Ont. 
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Lincoln 
Arc  Welders 

SAVE  50% 

You  can  save  50/  —  very  often 
more — by  doing  your  boiler  plate 
work  with  a  Lincoln  Arc  Welder 
instead  of  rivetting  it. 

Lincoln -welded  joints  are  100^3 
strong  —  rivetted  joints  are  no 
stronger  than  the  rivets  them- 
selves. 

The  Lincoln  Arc  Welder  avoids 
awkward  overlapping  on  corners, 
thus  saving  time. 

Its  heat  is  greater,  more  concen- 
trated, and  more  readily  controlled 
than  that  of  any  gas  or  other 
welding  system,  and  the  current 
is  all  usefully  employed  —there  are 
no  "ballast  resistances"  to  waste 
50  to  80  of  the  power  taken. 

It  has  been  adopted  by  boiler 
shops,  structural  steel  works, 
street  car  and  railroad  companies 
as  being  the  most  practical  solu- 
tion of  the  present  labor  shortage. 

Lincoln  Electric  Co. 

of  Canada,  Limited 

Head  Office 
1109  Temple  Building 

TORONTO 
Ontario 

Factory 

CLEVELAND 


Bronze  or  Cast  Iron  Brackets 

for 

Outside  Lighting 


Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  nrancli  Warehouses: 
TiOl  Merchants  Bank  Building,  MONTREAL 
592  Notre  Dame  Avenue,  WINNIl'ECi 
C74  Barrington  St.,  HALIFAX. 
W.  II.  Ila/lilt  &  Co.,  Ltd.,  915  Georgia  St.  West,- VANCOUVER 

Prompt  thipmenta  from  Factory  or  nearest  Warehouse 
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For  Sale 


lam  K  \V  Wrxiiigliousc  tlenernlor  or  Syii 
iliroiu>ii>  Motor,  :>  phase,  cyi-lv,  'lIOil  r.p.ni  . 
i'oni|>lrlc  on  i-arM,  Oiilnrio,  $(i,OCi(). 

i  ll  \KI  I  S   I.KAC  lH  K. 
I'.fZ:  107   Hiikr  St.,  Toionto. 


I'OSn  IONS  VACANT 


\\*;inti-«l  Kxpci  ifucctl  man,  icluriicxi  soKUor 
pirlriicii,  to  act  ;is  Meter  keaJer  an<i  Inspector. 
Apply,  staling  .experience,  to  Smiths  Falls  Ilydro- 
Klrittio    Svilrni  llit.f. 


WANTED 

Technically  eJucaliil  num.  one  not  Milijvct  to 
Military  Draft,  as  Mechanical  SupcriiUeiukiit  of 
a  large  puhlic  service  corporation  oporafins  liolh 
Gas  and  Electricity;  imist  have  tlioroush  know- 
ledge of  the  manufacture  of  Transformers,  Gas 
Meters,  Electric  Switches,  Fuses,  and  Electric 
Line  luaterial :  he  experienced  in  the  maintenance 
of  the  ahove  as  well  as  Hydraulic  Turbine,  Steam 
Turhine  and  Reciprocating  Engine  Equipment  of 
various  kinds;  must  also  have  experience  on  the 
operating  and  maintenance  of  a  fleet  of  Motor 
N'ehicles,  both  Electric  and  Gasoline,  and  a 
knowledge  of  maintenance  of  Edison  Batteries. 
Apply,  giving  experience  and  references,  through 
thi";  journal.     l!ox  "SS  Electrical   News,  Toronto, 
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Chaufferless  Utility  Vehicles 

By  A.  Jackson  Marshall 

Heretofore,  anyone  with  sufficient 
money  and  a  desire  for  a  motor  car  with 
a  chauffeur'  and  perhaps  also  a  ''foot- 
man," or  lackey,  could,  and  did,  quickly 
gratify  such  wish.  Most  anything  of  a 
material  nature  could  be  had  for  n'.oney. 


THE    KLECTRICAL  NEWS 

Tcuhiy.  i-iMulilii'iis  ,irc  dilTerciit — they 
will  luH-oiiu-  ninvc  s,.  as  llu-  war  advances. 
1 1  luidrods  of  tlinii.sand.s  ol  men  have  lieen 
t-:ilU'(l  to  war.  Millions — a  much  oreater 
iliiantity  tlum  is  generally  realized  in 
tlu'sc  days  of  huge  ligures — will  follow, 
luc  long,  men  will  seem  as  scarce  as 
lour  leaf  clovers.  Men  remaining  will  be 
engaged  in  serious  and  important  war 
oi)erations.  l'"cw  men  will  be  available 
lor  driving  passenger  cars,  especially  if 
llicir  particular  application  consigns  them 
lo  the  "pleasure"  class.  The  "two-men- 
on-the-box"  exposition  of  wealth  will  be 
in  tlie  extinct  class  of  the  Dodo.  The 
rapidly  expanding  use  of  the  motor  truck 
as  an  important  link  in  the  transportation 
chain,  which  daily  becomes  more  vital  to 
our  success  in  war,  makes  increasing  de- 
mands for  chauffeurs.  This  ever-increas- 
ing demand,  which  must,  and  will  be,  met, 
will  make  further  inroads  on  available 
chaufTeur  supply.  The  gasoline  car 
chauffeur  will  be  needed  in  great  quanti- 
ties for  the  driving  of  army  trucks, 
tanks,  aeroplanes,  etc.  This  work  is  of 
cardinal  importance,  and  the  demand 
must,  of  necessity,  be  met.  The  ultimate 
result — already  becoming  evident — will  be 
that  gasoline  passenger  car  owners — real 
and  prospective — will  drive  their  own 
cars,  lay  them  up  and  do  without  them, 
or,  if  they  ride,  use  electric  veliicles, 
which  they  may  readily  operate  with 
safety  and  comfort  with  little  coaching. 

But  this  chauffeur  situation  does  not 
stop  with  driving — cars  must  be  kept  in 
running  condition,  and  here  again  the 
"electric"  is  favored,  for  its  design  and 
construction  is  .the  personification  of 
simplicity,  there  being  but  one  moving 
part  in  the  motor — the  armature,  and  that 
revolves. 


Octolier  1,  191.S 


PETRIE'S  LIST 

of  New  aad  Used 

MOTORS 

FOR  IMMEDIATE  DELIVERY 


No. 

H.P. 

Phase 

Cycle  Volts 

Speec 

Maker 

1 

XOO 

3 

25 

550 

480 

Westg. 

1 

40 

3 

25 

550 

750 

C.  G.  E. 

1 

30 

2 

60 

220 

1500 

T.  &  H. 

1 

25 

2 

60 

220 

945 

Westg. 

1 

25 

3 

60 

2000 

900 

C.  G.  E. 

1 

20 

3 

25 

550 

1440 

J.  &  M. 

2 

10 

3 

25 

550 

720 

Westg. 

1 

3 

25 

550 

750 

C.  G.  E. 

3 

5 

3 

25 

550 

720 

Westg. 

5 

4 

3 

25 

550 

1400 

Excelsior 

2 

3 

3 

25 

550 

1500 

C.  G.  E. 

a 

3 

3 

25 

550 

1400 

Excelsior 

1 

1 

3 

25 

550 

1400 

Excelsior 

1 

'A 

1 

60 

110 

3400 

Diehl. 

1 

'A 

3 

25 

550 

1500 

T.  &  H. 

Writt 

Ui  for 

Pricei 

H.  W.  PETRIE,  Limited 

Front  St.  West  -         Toronto,  Ont 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


FOR  SALE 

1—50  H.P.  3  Phase,  25  Cycle,  2,200  Volt,  750  R.  P.  M. 
Canadian  General  Electric  Motor.  Complete  with 
pulley,  rail-base  and  oil  immersed  auto-starter 
equipped  with  "No  Voltage"  release;  also  1,  30 
ampere,  2,500  volt.  Oil  switch  equipped  with  "Over- 
load" trip  and  one  potential  transformer.  Immedi- 
ate delivery. 

'-^  FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 


Tenders 


A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


)i  iMlier  1,  I'.tlR 


THE   ELECTRICAL  NEWS 


49 


MotorSf 

New 


Generators,  Transformers 

and  Used  for  Immediate  Delivery 


MOTORS 
25  cycle,  3  phase 


GENERATORS 


-NT 
IN  O. 

TT  P 

Volt 

Speed 

Make 

1 

1  9^ 

2200 

500 

C.G.E. 

1 

550 

720 

Westg. 

1 

i  o 

550 

500 

Westg. 

1 

50 

550 

720 

Westg. 

1 

40 

550 

720 

Westg. 

1 

25 

550 

720 

C.  G.  E. 

1 

]5 

550 

720 

C.  G.  E. 

1 

10 

550 

720 

C.  G.  E. 

1 

125 

220/440 

375 

Westg. 

1 

100 

220/440 

500 

Westg. 

1 

75 

220/440 

500 

Westg. 

1 

50 

220/440 

500 

Westg. 

1 

30 

220/440 

500 

Westg. 

1 

20 

220/440 

500 

Westg. 

60 

Cycle,  3  Phase 

No. 

HP. 

Volt 

Speed 

Make 

1 

200 

2200 

COO 

Westg. 

1 

150 

2200 

60O 

C.  G.  E. 

1 

100 

2200 

600- 

C.  G.  E. 

1 

75 

550 

flflO 

C.  G.  E. 

1 

50 

550 

900 

C.  G.  E. 

1 

30 

550 

900 

C.  G.  E. 

1 

40 

220 

90O 

Westg. 

1 

20 

220 

1200 

C.  G.  E. 

60 

Cycle, 

3  Phase 

No. 

K.V.A. 

Volt 

Speed 

1 

600 

2200 

225 

1 

300 

2200 

600 

1 

150 

2200 

600 

1 

125 

240 

900 

1 

75 

240 

900 

1 

75 

2200 

900 

1 

50 

550 

1200 

Direct  Current 

No.    K.W.  Volt  Speed 

1       500  250  300 

1       300  250  300 

1       150  250  500 

1         85  250  750- 

1  35  250  300 

2  20  125  500 
1  17  125  1100 
1  12  125  1100 
1  7/2  125  1100 
I  5  125  1200 
1        40  125  300 

(Direct  connected  to  enf 

1        150  110/220  500 

(Direct  connected  to  enj 


Make 
C.  G.  E. 
A.  C.  B. 
C.  G.  E. 
C.  G.  E. 
C.  G.  E. 
Westg. 
C.  G.  E. 


Make 
Westg. 
Westg. 
C.  G.  E. 

Westg. 

C.  G.  E 

Westg. 

Westg. 

Westg. 

Westg, 

C.  G. 

Westg, 
;ine) 

C.  G. 
;ine) 


No. 
3 
3 


No. 
2 
2 
2 
2 
2 
2 


TRANSFORMERS 

25  Cycle,  S.P. 

K.V.A.  Volt 
100  13200-6600/2200 
125  26000-13000/2200-600 


60  Cycle,  S.P. 


K.V.A. 
60 
75 
50 
40 
10 
10 


Volt 
10000-2200 
2200-110/220 
2200-110/220 
2200-110/220 
2200-550 
2200-110/220 


E. 


NOTICE 

If  you  have  any  Motors,  Gen- 
erators, Transformers,  etc., 
any  capacity,  for  sale,  send  full 
particulars  to  us  for  prompt 
disposal. 


DIRECT  CONNECTED  SETS 

2-450  K  V  A     25  cycle    550  volt,  3  phase,  Westinghouse  Generator,  direct  connected  to  Cross  Compound  Engines.    Complete  w.th  switch- 

Write  or  wire  for  full  particulars  ar\d  send  list  of  equipment  for  sale. 

GUELPH  E.  A.  LOWRY  CANADA 


elections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


3  PHASE,  60  CYCLE  MOTORS 
H.P.  Make  Volts  Type  Speed 
1700 
ISOO 
ISOO 
ISOO 
1725 
1720 


1 


R&M  NEW.  110 
G.E.  NEW.  .  110  KT 

G.E  110  I 

G  E    ....  220  KT 
W'stgh.  .   .  .  220  CSA 
Cr    Wh.   .    .  220 
G.E.  NEW. 
no     starter  slip 
ring  ....  220  MT 
Cr.  Wh.   .    .  220  Q 
C.    Wh.    .    .  5.50  Q 
Wstgh.  NEW  220  CS 
Wstgh  .   .    .  220  CCL 
Wstgh.  NEW  220  CS 
G.E    .   .   ...  440  KT 
G.E. — motors 
only  ....  550 
Fbks.  M.  resistance  starters 
starters. for  above) 
15  Cr.   ■^h..  220  865/17.35 
900 
1200 
1200 


Qu.  II. P.  Make        Volts  Type  speed 


1800 
1720 
1720 
1130 
1700 
1735 
1200 

1200 


G.E. 


NEW..  220  KT 
220  I- 
220  KT 


G.E.  .   -  . 
G.E.  NEW. 
G.E.  NEW., 
slip  ring — 
no  starter  .  220  MT 
R&M  ....  220  K 
,  G.E.  NEW.  .  220  KT 
■.  G.E.,  motors 

only  ....  550  KT 
■vv  Fairbanks-Morse  resistance 
above) 
Wstgh.  ...  220  CCl 
Wstgh.   .   .    .  220  CS 
Wstgh.  NEW  220  CS 
lUirke  ....  220 
Cr.  Wh.  witli 
resistance 

type  starter.  H.'jO  () 
G.E.  NEW.  .  220  KT 
Wstgh.  NEW  220  CS  11.^ 
C,  F.   220  I  or 


ISOO 
ISOO 
ISOO 


1700 

nr,(i 

11.511 
120(1 


ISOO 


1 

15 

Wstgli.  ...  220 

1105 

1 

15 

Wstgh.  NEW  220 

CS 

860 

1 

2o 

Wstgh.  NEW  220 

CS 

860 

2 

20 

Wstgh.  ...  220 

CS 

1160 

1 

20 

G.E. — Special 

feet — no 

starter  ...  220 

M 

900 

42 

80 

Fbks.  M.  220'440 

KDV 

1200 

1 

20 

G.E. — stip  ring, 

intermittent 

duty — no 

controller    .  220 

IM 

900 

Controller  with  gric 

is  for 

above 

3 

25 

Wstgh.  NEW  220 

CS 

865 

9 

25 

Wagner  .  220/440  BP 

1120 

2 

30 

Wagner  New  220 

S.50 

1 

35 

Triumph.  220/440 

900 

1 

40 

Fbks.    M.  .220 

90O 

1 

50 

Triumph   .    .  220 

720 

1 

50 

Allis-C:hal.  .  .  220 

17,50 

1 

50 

Wstgh.  NEW  440  CS 

860 

1 

75 

Wstgh.  NEW  440 

CS 

720 

1 

100 

Allis-Chal.   ..  550 

690 

1 

1(X) 

G.E  .5.50 

K 

600 

1 

100 

G.E.  NEW  .  .5.50 

M 

600 

1 

1.50 

G.E.  NEW  .  220 

M 

580 

8  PHASE,  25  CYCLE  MOTORS 

.5 

r. 

G.K  220 

KT 

150O 

I 

5 

Wslgli.  .   .   .  220 

CCL 

1420 

2 

5 

Wstgh  220 

CCL 

705 

15 

15 

Allis-Ch.  .  .  220 

750 

25 

G  K  440 

I 

750 

I 

40 

Wstgh.   .    .  220 

MW 

695 

I 

50 

AUis-Ch.  in- 

termittent 

duty,  si.  rg. 

drum  control- 

ler  440 

500 

I 

55 

Wstgh. si. rg. 

30  cycles, 

complete.    .  440 

86( 

I 

-(;o 

45/;{0  C.F.  440 

500/3 

75/2n( 

GEORGE  SACHSENMAIER  CO. 

PHILADELPHIA 


i)ffice  and  Salesrooms:  141-43-45  N.  Third  Street, 
Warehouses:  928-30-32  N.  Third  Street, 


List  of  Motors 

SECOND  HAND 


No. 

H.P. 

Phase 

Speed 

Volts 

Cycles 

Starter  Make 

1 

50 

3 

750 

550 

25 

yes 

C.G.E. 

1 

60 

3 

750 

550 

25 

yes 

Crocker  Wiieeler 

2 

50 

3 

750 

220 

25 

yes 

Lincoln 

1 

25 

3 

750 

220 

25 

yes 

Lincoln 

1 

25  • 

3 

750 

220 

25 

yes 

C.  G.  E. 

1 

15 

3 

150O 

220 

25 

yes 

T.n.E. 

1 

10 

3 

1500 

220 

25 

yes 

T.H.E. 

2 

5 

3 

750 

550 

25 

Westgh.  CCL. 

2 

'A 

1 

1500 

110/220 

25 

Century  &  W'agner 

1 

/a 

1 

1800 

110 

60 

Fort  Wayne 

1 

'A 

1 

1800 

110 

60 

Westgh. 

1 

A 

1 

1800 

110 

60 

Fisher 

1 

40 

2 

900 

220 

60 

yes 

Fuller  Wenstrom 

1 

15 

2 

120O 

220 

60 

yes 

C.G.E. 

1 

10 

2  variable 

220 

60 

no 

Westgli. 

2 

10 

2 

1200 

220 

f» 

yes 

Westgh.  CCL. 

1 

10 

2 

1800 

220 

60 

T.II.E. 

1 

T'A 

2 

120O 

220 

60 

yes 

Crocker  Wheeler 

•> 

5 

2  or  3 

1800 

60 

Westg.  CCL.  rewd. 

'2 

5 

2 

120O 

220 

60 

no 

Westg.  C. 

.'i 

5 

2 

1800 

220 

60 

no 

Westg.  CCL. 

1 

2  or  3 

1800 

60 

no 

Westg.    CCL.  rewd. 

1 

'A 

2 

1800 

220 

60 

no 

Westgh.  CCL. 

10 

2  or  3 

1200 

00 

no 

Westg.  CCL.  rewd. 

1 

3 

3 

1200 

220 

(» 

no 

Westg.  CCL. 

2 

3 

3 

1800 

220 

(iO 

no 

C.G.E.  rewound 

T 

20 

3 

90O 

220 

60 

yes 

Lincoln 

4 

lA 

3 

1800 

220 

(iO 

yes 

Lincoln. 

TRANSFORMERS 

1  40  K.W.    Type  R60  2200-220  volts,  Packard 

2  75  K.W.    Type  H.G.60  1040/2080-115,  230  volts  C.G.E. 
1    40  K.W.    Type  C  2200-220  volts,  Westgh. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 


.".0 
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OctollCT     1.  I'JIS 

Electrical 

Hirprtorv  nf  Engineers 

Special 

Mechanical 

Cbarle$  H.  IDitcbell 
Pcrcival  H.  IDitcbdl 

Cooiultlat  ind  SapcrvltlBf 

M>ilraulic,  Steam  «i>J  Elrclrical  Tower  Plants. 
InJustrial  and  Municipal  Engineering. 

Traderi  Bank  Building,  TorontO 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Esliniales,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical.  Electrical.  HydrauUc.  Steam,  Ga. 

Flam,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625   Coristine  Bldg.,  MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Superruion  of  Lighting  and  Power  PlanU 

Telephone  Main  6737  605  McGill  Bldg. 

Montreal,  P.Q. 


B  Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates.  Plans  and  Supervision  ot  Hydraulic 
and  Stoain,  Electric  Light.  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     :  MONTREAL  


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry       W.  G.  Chace        N.  R-  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :  A.  L.  Mudge,  A.  L.  Mieville 
Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply- 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus.  Wire*.  Cables, 
Insulators,  Transmission  Towers  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years  Ex 
perience  in  Patents  and  Practical  Engineering 
Kent  Building.  TORONTO 
Yonge  and  Richmond  ats.. 


^COPYRIGHTS  &nFm|^ 


STANLEY  LIGHTF007 

REO  D  PATENT  SOLICITOB  AND  ATTOHNIY 
LUMSDEN   BLDG.n-y^^t")  TORONTO. 


ATENTS 


PPnMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C..  U.S.A.  


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Phytical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATEN r  LITIGATION 

SEND  FOR  HAND  BOOK 


I 


PHOM 
MAIN 
26tt 

RIDOUT  &  MAYBEE! 

59  Yonge  Street 


ATENTS 


TORONTO 


CANAD/ 


1 


ESTABLISHED  1S49 

BRADSTREET' 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  Nev»  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gatheri 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  ol 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  eflfort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  affairs  and  iiier- 
cantile  credit.  Its  offices  and  connectioni 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor 
respondence  invited. 

THE  BRADSTREET  -"OMPANY 
Offices  in  Canada:  Halifax.  N.S. :  Hamil 
ton,  Ont. ;  London,  Ont. ;  Montreal,  Que.. 
Otuwa.  Ont.;  Quebec.  Que.;  St.  John. 
Toronto.  Ont.;  Vancouver.  B.v.. ;  \  ictom 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  M 
monton,  Alta. 

THOS.  C.  IRV1N"G. 
Gen.  Man.  Western  Canada.  Toronto 
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PEIRCE 

Presteel  Brackets 


354  138  254 

Anchor  Rods  Eye  Bolts 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd. 

Hamilton,  Ont. 


The 
EDEN 
Electric 
Washer 

Good  Profits— Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  soLd  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


HPDMANOL 

^^^^^^        "The  material  of  a  thousand  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


Mica  Insulation 

We  manufacture  everything,   including: — 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut)  Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 
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ALTERNATORS 
Ctnidiin  General  Electric  Company 
CanaJian  Wcsiinghouse  Company 
Fcrranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Ciouse  llinds  Company  of  Canada.  Limited. 
Ferranti  Electrical  Company  ol  Canada 
Hatheway  &  Knott,  Inc. 
loyner,  Limited.  A.  H.  Winter 
Nortliern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westingliouse   Company  . 
Crouse  Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell  Company.  Harvey 
National  Metal  Molding  Company 

AUTO  STARTERS 
Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian   Hart   Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle.  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 
BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Crouse  Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle.  R.  E.  T. 

BOXES  (Manhole) 
Philadelphia  Electric  Co^  Supply  Dept. 
Standard.  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Pringle.  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Joyner.  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Steel  City  Electric  Company 

CABLES  ,  , 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
n    &  W.  Fuse  Conu>any 
Northern  Electric  Company 
Pliillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES  . 
Crous'-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Coiiipany 

Standard  _  Underground  Cable  Company  of  Can 

ada.  Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co.  Supply  Dept. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Canadian    Westinghouie  Company 


Ohio  Brass 


CAR  EQUIPMENT 

Company 


CENTRIFUGAL  PUMPS 
Boving  Hydraulic  &  Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  11.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical  Company  of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

Pliiladelpbia  Electric  Co.  Supply  Dept. 

CLAMPS.  INSULATOR 

Philadelphia  Electric  Co.  Supply  Dept. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 
Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 
British  Aluminium  Company 
National  Metal  Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 
Canadian  Vickers  Limited 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 
Hatheway  &  Knott,  Inc. 
Killark  Electric  Manufacturing  Company 
Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 
Dossert  &  Company 

COOKING  DEVICES 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann  Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin  Electric  Manufacturing  Company 
Chicago  Fuse  Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott.  Inc.. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS  FOR  BUS  AND  SWITCH 
COMPARTMENTS 

Philadelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest.  Limited.  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 
ELECTRIC  SHADES 
JefTerson  Glass  Company 

ELECTRIC  RANGES 
Canadian  General  Electric  Company 
National   Electric   Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 
Canadian  General  Electric  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories.  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 
Northern  Electric  Company 
Spielmann  Agenciet  Regiitered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 
Crouse-Hinds  Company  of  Canada,  Limited. 
PUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F.  .        .  _ 

Detroit  Fuse  &  Manufacturing  Company 
Economy  Fuse  &  Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott.  Inc. 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Square  D  Company 

(Continued  on  page  -M) 


(  )ctober  1,  1918 


THE    ELECTRICAL  NEWS 


53 


Safety  Panels  and  Switchboards 

For  Office,  Theatre  and  Factory  Buildings 

Write  us  for  Information  and  Prices 

Transformers,  Meters,  Enclosed 
and  Plug  Fuses,  Pole  Line  Material, 
Safety  Service  Boxes 
Lamps  of  all  kinds 

Everything  Electrical  Try  us  for  Service 


Rose  &  O'Hearn 


220  King  Street  West 


TORONTO 


THE  BRITISH 
ALUMINIUM 
GO.  LIMITED 

PRODUCERS  OF 
ALUMINIUM 
IN  ALL  COMMER- 
CI  A  L  FORMS 

CANADIAN   HEAD  OFFICE: 

60  FRONT  ST.  WEST 
TORONTO,  CANADA 


1025-4  Ll. 


1025A-3  Lt. 


No.  1025 

Another  Addition  to  Our 

STEEL  LINE 

Finished  in  Flemish  Only 
and  Guaranteed  not  to  spot  out 

Supplied  in  3  or  4  Lights. 

TRY  ONE  FOR  YOUR  SHOWROOM 
AND  SEE  HOW  QUICKLY  IT 
WILL  MOVE 

THE  PRICE  IS  RIGHT 

W.  H.  BANFIELD  &  SONS,  LTD. 

Largest  Manufacturers  and  Jobbers  of  Electrical  Fixture  Parts  and 
Fittings  in  Canada. 
City  Sales  Office  :  General  Offices  and  Factory  . 

80  King  Street  W.  Adel.  104  370-386  Pape  Ave 

TORONTO,  CANADA 
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FUSE  BOXES 
Ciouic  HiiuU  C  ompany  o(     atia>la,  l.iiiiilcil. 
Northern  Elcctiic  Company 
Sniiaie  O  (."oiiiiiany 

GENERATORS 
Canatlian  Crocker-Wlircler  (.'oiiipaiiy 
Caiiatlian  I'iciieial   Elcctiic  Company 
Canadian   Wcstingliouse  Company 
Car.ailian  Vickcts,  Limited 
Elcctiical  Maintenance  &  Rcpaiis  Company 
Ferianti   Electrical  Comoany  of  Canada 
Lancashire   Hynamo  &  Jlotor  Company 
Lincoln  Electiic  Conipany  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  bred 
Toronto  &   Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 

HEATING  DEVICES 
Canadian  General   Electric  Company 
Canadian   Vickers.  Limited 
Canadian    Westinghouse  Company 
Ilailiewav  &  Knott,  Inc. 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
noving   Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  Cilaesco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis  Chalmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson  Glass  Company 

INSPECTION  ENGINEERS 
Allen   Inspection  Company 

Canadian   Inspection  and   Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann   Agencies,  Regd. 

INSTRUMENTS 
Canadian  General   Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois   Electric    Porcelain  Company 
Moloney  Electric   Company  of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 
Philadelphia  Electric  Co.  Supply  Dept. 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Elcctiical   Maintenance   &   Repairs  Company 

llailieway  it  Knott 

lligl)    Efficiency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Northern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Oliio   Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 
Adams- Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
I>i  ingle,  R.  E.  T. 

LOCK  AEJRIAL  RINGS 
Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian   General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros. 

Mica  Company  of  Canada 

MOTORS 
Canadian   Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers 
Century  Electric  Company 
Electrical  Engineering  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Fisher  Electric  Company 
Great  West  Electric  Company 
Lancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company 
Myerson,  Joseph 
Northern  Electric  Company 
Petrie,  Limited,  H.  W. 
Pringle,  R.  E.  T. 
Rohbins  &  Myers  . 
Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self- Lubricating  Carbon  Co. 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 
OVERHEAD  MATERIAL 
Ohio  Brass  Company 

PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &   W.   Electric   Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 

Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Compapy 

PLUGS 

Benjamin   Electric  Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARX)WARE 
Acme  Stamping  &  Tool  Works,  Limited 
Ilubbell  Company,  Harvey 
Northern  Electric  Company  _ 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois   Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Standard   Underground   Cable   Company  oi  (. 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 

Philadelphia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian   AllisChalmers  Company 

RECEPTACLES 

Canadian   General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 

Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 

Canadian    Westinghouse  Company 
Sundh  Electric  (Jompany 

RODS 

International  Nickel  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Melding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SOCKETS 

Benjamin   Electric   Manufacturing  Compaigr 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Ltmited 
Duncan  Electrical  Company 
National   Meta'   Molding  Company 
Northern  Electric  Company 

(Continued  on  Paje  56> 
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Safeguarding 

L 


From  Theft 
or  Breakage 


One  turn  of  the  key  and  the  lamp  can't 
come  out.  Loxon,  the  lamp  guard,  is 
popular  all  over  America.  It  sells  at  a 
single  price  at  a  single  glance. 


the  Lamp 
N  Does  It ! 


Many  other  electrical  specialties  which 
will  make  money  for  you.  Get  in  touch 
with  us.    Illustrated  price  lists  free. 


McGILL  MANUFACTURING  COMPANY,  Valparaiso,  Ind. 


Approved  Flush  Switch 


Shallow  Type 


Single  Pole  No.  200— Three  Way  No.  203 

Underwriters'  Laboratories 
Cliicago-File  E3588 

Manufacturers 

The  Duncan  Electrical 
Companyy  Limited 

1665  St.  James  St.   -  MONTREAL,  QUE. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


THE 

MARK 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 


Solid  Knobs, 
Split  Knobs, 
Cleats,  Tubes, 
and  special 
Porcelain  of 
all  kinds. 


Strain  and 
Screw  Thread 
Insulators. 
Unsurpassed 
in  quality  and 
design. 


Illinois  Electric  Porcelain  Co. 


Macomb,  111.,  U.S.A, 


Canadian  Agents: 


R.  E.  T.  PRINGLE,  LTD. 


TORONTO,  ONT. 
MONTREAL,  QUE. 
VANCOUVER,  B.C. 
WINNIPEG,  MAN. 


308  -309  Tyrrel  Bldg. 
401  New  Birks  Bldg. 
3402  Osier  Ave. 
Donalda  Block. 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British   Columbia  Cedar  Poles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
bolineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obligation 
from  our  nearest  office. 

The  Lindsley  Brothers  Company 

NELSON.  B.C. 

General  Sales  OfFice~72  W.  Adamt  St..  Chicago,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 
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SOLDERING  FLUXES 
Allen  Comuany,  L.  11. 

r.>,.clt    \-   Wrl.l..  1.1.1. 

SPECIAL  HEATING  APPLIANCES 
National  Electiic  llfating  Company 

STANDARD  CELLS 
Weston    Electiical    Instrument  Company 

STORAGE  BATTERIES 
Canadian  General  Electric  Company 
Canadian    Hart    Accumulator  Company 
Norlliein   Electric  Company 

STREET  LIGHTING  FIXTURES 
Benjamin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse  Minds  Company  of  Canada,  Limited. 
Joyner,   Limited,  A.   H.  Winter 
Noithern  Elecliic  Company 
I'l  ingle.  R.  E.  T. 

SWITCHES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Hevoe  Electric  Switch  Company 
Electiical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
rhiladclphia  Electric  Co.  Supply  Dept. 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
lianl'icld  &  Sons,  W.  H. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 
Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 
Northern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 
Adams-Bagnall  Electric  Company 
Canadian   Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Kuhlman  Electric  Company 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose  &  O'Hearn 

Thordarson  Electric  Manufacturing  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

TRANSMISSION  TOWERS 
Canadian  Bridge  Company 

TROLLEY  GUARDS 
Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 

Northern  Electric  Company  . 
Standard  Underground  Cable  Co.  of  Canada,  Ltd* 

VACUUM  CLEANERS 

Houston  &  Company 
Onward  Manufacturing  Company 
Pringle,  R.  E.  T. 

VARNISHES 
Spielmann  Agencies,  Regd. 

VIOLET  RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 


WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   AUis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company, 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground  Cable  Company  of 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Ltd. 


Can 


J 


CANADIAN  PORCELAIN  CO. 

LIMITED 

HAMILTON  -  CANADA 

Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


inher  1.  I'.MS 
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QUIET  OPERATION 

Equipments  driven  by 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTORS 


Illustrating  a  1  hp.  motor  direct 
connected  to  an  organ  blower. 


easily  meet  the  spe- 
cifications covering- 
apparatus  for  instal- 
lation in  public 
buildings,  churches, 
schools  and  r  e  s  i  - 
deuces. 

When  full  speed 
is  reached  the 
brushes  are  re- 
in o  v  e  d  from  the 
commutator. 


1/10  to  40  H.  P. 

CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  260 
Jones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co^  Ltd.,  Winnipeg 
Rudel  Belnap  Machinery  Co^  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  56  Hastings  St.  W..  Vancouver,  B.C. 


You  Pay  For  Good 
Wire 

whether  you  use  it  or  not.  If  you  I)u\- 
a  cheap  wire  whose  cpiality  is  kept 
down  to  meet  a  price  instead  of  up  tci 
meet  a  standard,  you  may  pay  several 
times  the  cost  of  good  wire  in  replace- 
ment of  your  wiring  or  the  ])iiilding  in 
which  it  is  installed. 


Sterling 
Rubber  Insulated 


Wire 


i.s  kept  up  to  a  high  standard  of  depend- 
ability and  is  sold  at  a  reasonable  price 
that  makes  it  available  for  the  cheaper 
class  of  buildings.  It  has  always  exceeded 
the  requirements  of  the  N.  E.  C.  by  a  liberal 
margin  which  constitutes  the  purchaser's 
insurance  against  the  defective  wire  risk. 

Write  our  nearest  office  for  samples  and 
prices 

Standard    Underground  Gable 
Go.  of  Ganada,  Limited 

General  Offices  and  Works- 
Hamilton,  Ont. 


Montreal,  Que. 
Hamilton,  Ont. 


Toronto.  Ont. 
Seattle,  Wash. 


Moloney  Service  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Subway  Type 


Made  in  Canada 


Pole  Type 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  BIdg.,  TorOnto 


Branch  Offices 

Montreal,  Halifax,  Winnipeg,  Vancouver 
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Westinghouse 

Type  CC  Watthour  Meter 


SIMPLICITY 


LIGHT  LOAD  J^^^ho-hSENT     Thc  ball  bcadng  is  the  founda- 

.O.USTMENT  AO.USTME  ^^^^  ^^.^^  ^^^^  ^^.^^ 

the  reputation  of  Westinghouse  Watthour  meters  for  sus- 
tained accuracy. 

SPECIAL  FEATURES 

Few  parts,  composed  of  assembled  units.    Self-locking  adjustments  for  full  and  light  loads. 
Superior  accuracy  at  light  load  and  over-load. 

All  parts  built  to  gauges  and  absolutely  interchangeable. 

CANADIAN  WESTINGHOUSE  CO.,  LTD. 


HAMILTON   :  CANADA 


Toronto       Montreal  Ottawa 


Halifax      Ft.  William  Winnipeg 


Traders  Bank 
Bidg. 


52  Victoria 
Sq. 


Ahearn  &  Soper 
Ltd. 


105  Mollis 
St. 


Cuthbertson 
Block 


158  Portage 
Ave.  E 


Edmonton 

211  McLeod 
Bldg. 


Calgary 

Canada  Life 
Bldg. 


Vancouver 

Bank  of  Ottawa 
Bids. 


)ctMl.er  1,  V.  IS 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 


Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Cc 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  g 
They  close  magnetically  and  are  opened  by  gravity  assisted  by 
of  the  laminated  copper  contact.     All  arcing  is  taken  up  on  t 

Increase  the  efficiency  of  your  system  and  decrease  the 
stallation  by  using  our  Type  17  H.E.P.  Solenoid  Switches, 
suitable  for  any  frequency  on  multiple  circuit  or   D.C.  Series 

Write  for  complete  descriptive  particulars 

Electrical  Maintenance  &  Repairs 

Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


mmission  ii" 
experiment, 
throughout 

;ive  trouble, 
the  tension 
he  carbons. 

cost  of  in- 
which  are 
circuit. 


Phone 
Adelaide 
902-903 


Beach 
1723  1930 


O  iNl  O  M  V 
V.     30  Amp. 


GROWTH 

Day  after  day,  week  after  week,  month  after  month,  for  the  five  years  that 
Economy  Fuses  have  been  on  the  market,  the  sales  have  maintained  a  con- 
stant growth— not  alone  in  volume,  but  also  in  percentage  ot  increase,  i  his 
is  because 

ECONOMY  Renewable  FUSES 


are 
8o% 


■  absolutely  accurate  in  operation  and  cut  annual  fuse  maintenance  costs 
An  inexpensive  little  "Drop  Out"  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 

UNITY  BUILDING         -  MONTREAL 


M 


anufacturers  in  Canada  of  S.&  C.  High  Potential  Fuses -to  150,000  Volts 
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We  have  a  large  stock  of 


New  and  Used 

Motors  and  Generators 


Fred  Thomson  Co.,  Limited 

7-13  ST.  GENEVIEVE  STREET 

MONTREAL 

IVe  extend  a  cordial  invitation  to  the  electrical  fraternity 
to  call  upon  us  in  our  new  building— the  largest  and  best  equipped 
electrical  repair  establishment  in  Canada. 


A  Few  Means  of  Reducing 
Distribution  Costs 

—Equip  to  handle  "trouble"  without  costly  cable  or  line  cutting. 
— EHminate  expensive  "temporary"  repairs. 
—Install  cable-end  sealing  devices 
— Stop  extended  service  delays. 

 Make  every  circuit  interconnecting  without  cable  or  hne  cut- 
ting. 

The  experience  of  every  seasoned  Central  Station  Engineer  will  bear  out  the  wisdom  of 
avoiding  the  "penny  wise  pound  foolish"  policy  in  laying  out  any  system  tor  electrical 
distribution.  On  the  other  hand,  it  is  often  easy  to  swmg  too  far  m  the  other  diiection- 
to  over-spend  in  obtaining  flexibility  in  switching,  protection  from  burnouts,  etc. 

[t  is  the  Durnose  of  G  &  W  distribution  specialties  to  obtain  maximum  distribution 
economy--it  is  the  purpose  of  G  &  W  Engineers,  with  over  1.5  years  experience  behind 
them  to  aid  in  their  most  efficient  application. 

Use  these  devices  and  this  engineering  service  to  overcome  and  reduce  your  distribu- 
tion difficulties.    Lower  your  distribution  costs! 

Have  you  received  new  Catalog  No. 
10?  Contains  Valuable  illustrations  and 
drawings  for  every  Central  Station 
Engineer. 

G  &  W  Electric  Specialty  Company 

Distribution  Engineers,  Manufacturers  of  Potheacis  of  all  kinds. 
Switching  and  Distribution  Boxes,  Overhead  and  Underground  Distribution  Specialties. 
7440-7450  South  Chicago  Ave.  -  CHICAGO.  U.  S.  A. 


A    H    Winter  Joyner,  Ltd.,  100  Wellington  St.  W.,  Toronto. 

A    H.  Winter  Joyner,  Ltd..  10  Cathcart  Street,  Montreal. 


Bentz-Richardson  Co.,  Ltd.,  692  Notre  Dame  Ave.,  Winnipeg- 
General   Supplies,   Limited,   Calgary   and  Edmonton. 


KVll    No.  20 


Toronto,  October  15,  1918 


rjectrical  New 

^    Generation,  Transmission  and  Application  of  Elect ricitj  I 


Too  ^feet'e 
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That  Means  Satisfaction  ] 

Satisfied  to  the  extent  of  recommending  the  purchase  of, 
Wagner,Quality  Products  to  others.  Please  note  this  is  no^ 
simply  the  OPINION  of  this  customer,  it  is  fact  founded  on| 
the  great  teacher  EXPERIENCE.  Reliability,  continuity  ot. 
service,  dependability,  freedom  from  trouble  or  repairs — call; 
it  what  you  will — it  is  the  most  important  factor  TO  YOU  in; 
the  purchase  of  electrical  apparatus. 

Let  us  send  you  our  handsomely  illustrated 

Bulletin  11513,  "Motor  Applications."  ; 

WaineiEkdricManufacffaii^  i 

of  Canada  Limited-Montreal  i 
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DUMORE  UTILITY  MOTORS 


 arc  :i  boon  to  Housewives,  and  go  a  long  way  towards  helping 

st)l\e  the  servant  prol^lem  by  furnishing  sufficient  power  to  do  light 
chores.  ••DUMORE"  Utility  Alotors  are  small  in  size  but  capable  of 
long,  hard  service  in  driving  many  domestic  appliances,  or  with  at- 
tachments for  polishing  silverware,  cleaning  cutlery,  sharpening 
kni\  es,  etc.,  etc. 


TYPE 


1  25  H.P. 


r.uih  to  meet  the  <lenian(l  for  a 
liHit.  compact  power  unit.  I'ln- 
isheil  ill  hlack  enamel.  Equipped 
witli  :i  ft.  of  cord  and  attachment 
pluii.  wheel  arbor  and  emery  wheel. 
W'licel  arbor  nickel  plated.  Speed 
2i)(»n  to  !)000  R.l'.M. 

TYPE  "B"  1  25  H.P. 

The  Tvpe  LI  Motor  is  the  same  as 
the  Tvpe  A  illustrated  above,  ex- 
cepting that  it  is  tinished  in  all 
nickel  plate.  Equipped  with  :!  ft. 
of  cord  and  attachment  plup 
Makes  a  very  attractive  looking 
motor  for  any  use. 

Practical— Efficient -^Economical 

l-c,r  lewelers.  Dentists,  Hotels  and  Restaurants  the 
"DL'MORE"  L'tilitv  }^Iotor  will  l)e  found  indispens- 
able in  a  great  man'v  wavs.  I'urnished  in  three  sizes 
_"A"— 1/2.^  ll.i'.;  ••C— 1/16  ll.r.,  and  "D"— /s  H-t'. 
I- or  the  benefit  of  the  trade  we  ha\  e  undertaken  to  ad- 
vertise these  famous  ••DL'MORE"  small  motors  to  the 
iniblic  through  the  Daily  Papers  from  coast  to  coast, 
and  it  will  be  to  your  distinct  advantage  to  carry  this 
line  in  stock  for  demoiiAration  when  called  ui)on  to 
do  so. 

For  full  particulars,  prices  and  attractive 
literature,  write  our  nearest  house 


TYPE  "C"  1  16  H.P. 

Light  and  powerful.    Always  ready 
for  use,  and  is  as  near  trouble  proof 
as  it  is  possible  to  make  a  motor. 
Equipped  regularly  with  3-step  pul- 
ley on  one  end  of  . the  motor  shaft 
and  a  wheel  arbor  "on  the  other, 
together  withiemery  wheel.  The 
TyDe  "C"  can  be' equipped  the  same 
as  the  Type  '"D"  motor  if  so  ordered. 
Just  the  motor  for  light  polishing  and_ 
buffing  work.     Equipped  with    8  ft.  of 
cord  and  attachment  plug.  Cutler-Ham- 
mer   3-speed    Rheostat.      Speeds  2000- 
CiOOO-SOOO  R.P.M. 


TYPE  "D"  1/8  H.P. 

The  Type  "D"  Motor  is  one  of  the  most  popular 
of  stock  sizes.  Is  especially  adapted  for  jewelers' 
and  dentists"  work.  Equipped  with  S  ft.  cord  and 
attachment  plug.  Cutler-Hammer  3-speed  Rheo- 
stat in  the  base.  Shaft  ends  are  tapered.  Ritter 
chucks  and  wheel  arbors  can  be  used  on  this 
motor.    Speeds  2000-6000-8000  R.P.M. 


Northern  Ekctrk  Compafiy 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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extruded  metal.     Malleable  Ijoss  clinched  and  riveted  on.) 


0-B  Extruded  Ears  Will 
Save  for  You 

There  are  five  big  reasons  for  putting  O-B 
Extruded  Ears  on  the  trolley— denseness,  tough- 
ness, ductility,  accurate  dimensions,  uniformity. 


All  of  these  are  natural  consequences  of  the 
extrusion  process  which  consists  of  forcing  red- 
hot  (not  molten)  brass  through  a  die  under 
tremendous  pressure. 

Because  O-B  Extruded  Ears  are  so  dense  and 
tough  they  resist  wear  remarkably. 

Because  they  are  ductile  and  accurate  in 
dimensions  they  fit  the  wire  tightly  and  smoothly. 
So  arcing  is  reduced  materially. 

Because  they  are  uniform  you  can  be  certain 
that  the  long  life  you  get  from  your  trial  installa- 
tion is  a  true  index  of  the  saving  you  can  make 
on  the  entire  road. 

Here  is  the  surest,  fairest  way  to  find  out  what  O-B 
Extruded  Ears  will  save  you  —  stagger  them  on  the  line 
with  other  ears  and  k^ep  tabs  on  results.  Write  us 
about  it. 

The  Ohio  Brass  Company,  Mansfield,  Ohio 
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The  only  parts  of  a  coil  you  have  to 
throw  away  are  the  identifying  red, 
white  and  blue  tie  ribbons.  FLEX- 
TUBE  samples  and  descriptive  Bulle- 
tin No.  151  sent  on  request. 


National  Melal  Molding  S 

^  Manufacturers  of  C2>' 

Electrical  Conduits  &•  Fittings 
1118  Fulton  Building, PITTSBURGH, PA. 


Atlanta 
Boston 
Buffalo 

Chicago 
Buenos  Aires 


Dallas  Los  Angeles  Salt  Lake  City 

Denver  New  York  San  Francisco 

Detroit  Philadelphia  Seattle 
Portland  St.  Louis 

Havana  Manila  Vax\s 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Montreal 
Halifax 
Ottawa 
Cobalt 


Head  Office,       -       -       -  TORONTO 
District  Sales  Offices: 

Winnipeg  Edmonton 
Calgary  Nelson 
London  Vancouver 

South  Porcupine 


Double  Compounding 


Double  Value 
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ONLY  GOOD  GOODS  ARE  IMITATED  'QiSikim(*U, 


What  flexible  tubingl[do  they  imitate 
in  packing  and  shipping 


Sortharn  Ekcfn'c 

DURADUCT 


iK«g.  Can.  Patent  Offic. 


— of  course ! 


Northern  Ekctr/c  Coptpatiy 


Montreal 

Halifax 

Ottawa 


UMITED 

Toronto 
London 
Winnipeg 


Regina 
Calgary 
Vancouver 


DURADUCT 


ti 


Till'.    ICLICCTRICAL  NEWS 


October  15.  1918 


ARE  YOU  WASTING  POWER  through 
Inefficient  and  Antiquated  Turbines  ? 

Maximum   Efficiency  Assured  with 

"SMITH" 
HYDRAULIC  TURBINES 

The  accompanying;  illustration  shows  a  horiz- 
ontal shaft  unit  of  2000  H  P.  capacity  under 
42   head.     Write  Dept.  "N"  for  Bulletin. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

H»  B.  Van  Every.  406  Power  Bldg.,  Montreal 


Hydraulic 
Turbines 


Send  for  our  Bulletin  No.  54 

Wm.  Hamilton  Co.,  Limited 

Peterboro,  Ontario 


Tl)e  material  of  a  thousand  uses 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 


They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength— Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes^  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


MICABOND 

The  Standard  Mica  Insulation 


V  Rings 

Cloth 

Paper 

Washers 

Tubes 

Heater 

Plates 
Flexible 

Plates 
Washers 

Mica 

Insulation 

for  Moulding 

and 
Commutator 
Segments 


THERE  is  a  special  Mica- 
bond  insulation  pre- 
pared for  every  electrical 
condition. 

Micabond  insulations  possess 
unusual  wearing  qualities  and 
are  reasonable  in  price. 

Send  us  your  B  P's 
or  samples  and  let 
us  figureyour  motor 
requirements. 

Chicago  Mica  Co. 

VALPARAISO,iInd. 

Address  Dept.  D. 


tallllH<^^IHIII<?^>^IIIH)^ 


MICA 


! 
i 


KENT  BROTHERS 

Kingston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb    Trimmed,     Cut    to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
re<iuirements. 
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Absorbs  the  Shock 


Our  special  C.  &  H.  Poly-Phase 
Meter  is  safe  because  it  is  fitted 
with  new  double  terminal  blocks 
that  absorb  the  shock  and  reduce 
the  danger  of  accident  resulting 
from  overloaded  wires  and  from 
surge  conditions  during  lightning 
storms. 


C&H  Poly-Phase 


The  Company's  guarantee  goes 
with  every  instrument.  The  new 
Poly-Phase  is  as  near  perfect  as  it 
is  possible  for  a  meter  to  be. 


This  meter  also  has  more  inside 
room  for  the  connections,  and  the 
three  or  four  lines  are  carried 
straight  through  the  meter  from  the 
left  to  right.  In  every  respect  this 
C.  &  H.  Poly-Phase  is  a  Safety 
Meter,  and  is  undoubtedly  the  one 
to  select  for  Installation  on  Long 
Distance  Transmission. 


The  Safety  Meter 


Get  Full  Information 
Write  the  Makers 


Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St.,  TORONTO  61  Albert  Street,  WINNIPEG 

340  University  Street,  MONTREAL 


Notice  the  provision  for  ventilating  a 


Automatic  Start  Induction  Polyphase  Motor 


The  open  ratings  are  based 
on  a  40°  Cent,  temperature  rise 
under  contuiuous  full  load. 

]/2  to  60  Horse  Power 
THEY  KEEP  A  RUNNING 

Century  Electric  Company 

ST.  LOUIS,  MO. 


STOCK  CARRIED   IN  CANADA  BY: 
Jones  &  Moore  Electric  Co.,  Ltd..  291  Adelaide  St.  W.,  Toronto.  Rudcl-Belnap  Machinery  Co..  Ltd..  Can.  Express  Bldg.,  Montreal. 

Great  West  Electric  Co.,  Ltd..  Winnipeg.  Rankin  &  ChcrriU.  55  Hastings  St.  W..  Vancouver,  B.C. 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


A.iiu'  M.iiupwi:-;  .uul    Tool  Works  .. 

Allen  Ci)mpany.  L.  H  

Allen  Inspection  (.onipany   

American  Conduit  I'onipany  

BantieKl.  W  .  H  

Beaiibien.  De  Gaspe  

Benjamin  Electric  Mfg.  Co  

Bissett  &  Webb  

Branston  Company.  Charles  .\  

Boston  Insulated  Wire  and  Cable  Co. 
Boving  Hydraulic  &  Kngincering  Co. 

Bradstreets  

Brandeis,  Charles  

British  .\luminium  Company  

Bussman  Electric  Co  

Calebaugh  Self  Lubricating  Carbon 

Company   

Canada  Wire  and  Cable  Company.. 

Canadian  Bridge  Company   

Canadian  Crocker  Wheeler  Co.  .... 
'  Canadian  Hart  Accumulator  Co.  . .  • 
Canadian  General  Electric  Co.  ■•■10 
Canadian  Office   and   School  Furni- 
ture Company  

Canadian  Porcelain  Company  

Canadian  Westinghouse  Company  .. 

Century  Electric  Company  

Chamberlain  &  Hookham  Meter  Co., 
Limited  

Chicago  Mica  Company   

Clemens  Electrical  Corporation   

Cleveland  Armature  Works  ...  .... 

Conduits  Company,  Limited  

Crouse-Hinds  Company    ■•• 

Cutter  Company  

Cutter  Company,  Geo  


4;i 
.">i 

54 


Electric  Service  Supplies  Company. 
Electrical  Testing  Laboratories  .. 
Ewart  &  Jacob  


Ohio  Brass  Company  

54     Onward  Manufacturing  Company  . . 
54     Orpen  Conduit  Company   5 


54 
14 
51 

40 
47 
54 
54 


10 
51 
53 

55 
■11 

40 
45 


Ferranti  Electric  Company 
Fisher  Electric  Company  .. 
IHexible  Conduit  Company 


39 


4 


G.  &  W.  Electric  Specialty  Co. 

Gest,  G.  M.  Limited  

Great  West  Electric  Company 


Hamilton  Company,  Wm  

Hatheway  &  Knott  

Hessco  Company  

Hubbell,  Harvey  Co.  of  Canada 
Hughes  Electric  Heating  Co.  ... 
Illinois  Electric  Porcelain  Co.  .. 


Jefferson  Glass  Company 
Jones  &  Glassco  


Kelsch,  R.  S  

Kent  Brothers   

Kerry  &  Chace,  Limited 


7 
6 

53 
9 

16 


54 
44 


Dennison,  H.  J.  S  

Devoe  Electric  Switch  Company 

Dossert  &  Company  

Duncan  Electrical  Company.   43 


Economy  Fuse  and  Mfg.  Co.  ...  ...  51 

Elec.  Maintenance  and  Repair  Co.  ..  55 
Electric  Railway  Improvement  Co...  Id 


Lancashire  Dynamo  and  Motor  Co. 

Leeds-Northrup  Company  

Lightfoot,  Stanley  

Lincoln  Electric  Company  of  Canada 

Lindsley  Brothers  Company   

Lowry,  E.  A  

Lyman  Tube  and  Supply  Company. 

Malm,  Gordon  &  Company  

Masco  Company  

Marion  &  Marion  

McGill  Manufacturing  Company  ... 

Mica  Company  of  Canada,  Ltd  

Mitchell,  Charles  H.  &  Percival  H.. 
Moloney  Electric  Co.  of  Canada  . .  . 

National  Electric  Heating  Company. 
National  Metal  Molding  Company  . . 

Nerlich  Company  

Northern  Aluminum  Company  

Northern  Electric  Comp^any  


45 


6 
15 


18 


42 


54 
6 
54 

50 
8 
54 
44 
53 
41 


54 
43 

54 
53 

54 
15 

56 
4 


Packard  Electric  Company  

Petrie,  H.  W  

Philadelphia  Electric  Company  Sup 

ply  Dept   1 

Philips  Electrical  Works,  Eugene  F.  3 
Pittsburgh  Reflector  &  Illuminating 

Company   1 

Power  Plant  Equipment  Company  . .  4 

Pratt  &  Whitney  

Pringle,  R.  E.  T  

Railway    and    Power  Engineering 

Corporation  

Redmonal  Chemical  Products  Co.  . . 

Renfrew  Electric  Company  

Ridout  &  Maybee  

Robertson  Ltd.,  J.  M  

Robbins  &  Myers  Company  

Sammett,  M.  A  

Sachsenmaier  &  Co.,  George  

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan  

Spaulding  &  Sons  Company.  J  

Spielmann  Agencies,  Regd  

Square  D  Company  

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   

Steel  Company  of  Canada  

Superior  Electric  Company   


Tallman  Brass  and  Metal  Co  

Thompson,  Clarence  

Thompson,  Fred  &  Co  

Thompson-Levering  Company  

Thordarson  Manufacturing  Company 
Toronto  and  Hamilton  Electric  Co. 
Tubular  Woven  Fabric  Company  . . 

Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Company  . . 
White  Electrical  Company.  T.  C.  . .  . 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  In  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  In  Telegraph  and  Telephone  Lines  and  Cable*. 


Th,  Tvnr  S  Bridee  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 

--S^S^^H<^s  'VI^I^eLlllV^li^s^n^r^llr  ^s 
a  1/20  pe^cent.Tinsures  accJ^-^^^^^^^  The  galvanometer,  the  weakest  element 

Ei£!^irr  e;ai'^M:^tS  r^o^^"  '"^^^t^^^^^^^^M^ 

Hght"  type!  and  renewals  may  be  procured  practically  everywhere.  The  price  .s  $66.25  net. 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


Electrical  Measuring  Instrument* 


4912  Steoton  Ave. 


PHILADELPHIA,  PA. 


er  15,  1918 
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"GALVADUCT 


and  "LORICATED 


11 


GALVADVCT*' 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


''LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMFANY 


LIMITED 

TORONTO 


10 
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Look  Inside 


Proper 
Ley  el 
Plainly 
Marked 


Varnished 
Cambric 
Insulation 
for  Pnimary 

teads. 
No  Rubber 
Inside  Tank. 


Fool  Proof 
Connect  fori 
' Board Timpossihie 
to  Short  Circuit 
Primary  CqUs 


Felt  Gasket 
keeps'  Out 
Dust 
and  Moisture  J 


Varnished 
Cambric  Tubes] 
Insulate 
Coil  Leads 


Mica  ^ 
Insulation 
here 

l^rotects  Primaryj 


CANADIAN  GENERAL  ELECTRIC  CO. 


Head  Office:  Toronto.    Sales  Offic 


LIMITED 

es:  Montreal,  Quebec.  Halifax.  Sydney,   Ottawa,   Cobalt,   South   Porcupine,   London.  Winnipeg.  Calgary. 
Edmonton,  Nelson  and  Vancouver. 


liiiiiiiiniiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiim  iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii"^   iiiiiiiiii  iiiiiiiiiiiiiiiiiiiiiiii  iiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiiii 


<  )ctoI)er  1.5,  H)18 
llllllllllllllllllllllllllllllllll 
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WE  DONT  WORRY 

ABOUT  THE  COAL  SUPPLY 


WE  ALWAYS  USE  ^  ELECTRIC  HEATERS 


■iiiiiiiiiiii 


Note-These  CQ.6-  ELECTRIC  AIR  HEATERS  include  a  great  Variety  of 
styles  arid  sizes  and  are  listed  in  booklet  622  which  will  be  sent  by  the 
Canadian  General  Electric  Co.,  Limited,  offices  Toronto,  Montreal,  Quebec, 
Halifax,  Sydne\),    Ottawa,    Cobalt,  South  Porcupine,  London,  Winnipeg, 
Calgary,  Edmonton,  Nelson  and  Vancouver. 

ilillllililliiiliiliilillililllllliliilllllllililiiiiiillliliiliiiliiiliy^   Ilillliliiiiiliillillililiiiiiiillliliiliillliiiiiiiiiililiiiliilllllil^^ 


12 


THE    ELECTRICAL  NEWS 


October  15,  1918 


POLE  LINE  HARDWARE 

Wire,  (Copper  or  Galvanized),  Bolts,  Nuts, 
Rivets,  Washers,  Screws,  Pole 
Steps,  Guy  Clamps,  Cross 
Arm  Braces,  Track 
Equipment 
Forgings 


THE 


STEEL  COMPANY 

OF 

CANADA  ¥ 


HAMILTON 


LIMITED 


MONTREAL 


October  15,  1918 
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LIGHT  INTENSITY 

with  a  minimum  of  Power 


/5  obtained  with  the 

Pittsburgh 

Show  Window 

Reflectors 


Illustration  shows  "Pittsbuigh" 
KetUctor  No.  100  for  lOD  or 
150  Watt  Lamp.  llinieiisions : 
Height,  H;-4  inches;  wiilth,  S'A 
inches;  HoIcKr,  2'j  in.  Form 
"  O." 


They     will  increase 

the  light  -100  per  cent 

to  500  per  cent.  This 

has  been  established  by 

scientific  test. 

It  will  be  to  your  advantage  l<i  learn  more 
aljout  the  efficiency  of  these  Retlectors.  Write 
to-day  for  illustrations  of  the  different  types  of 
reflectors  for  show  windows'  and  indirect 
lighting. 

Pittsburgh  Reflector  and 
Illuminating  Co. 

PITTSBURGH,  PA. 

Canadian  Distributors 
JAMES  DEVONSHIRE,  Ltd. 


701  Yonge  Street, 


Toronto 


Tenders 
Wanted 


should  be  advertised  for  in  the  "Tenders  and  For 
Sale  Department"  of  the  CONTRACT  RECORD 
AND  ENGINEERING  REVIEW.  This  paper 
is  the  "Tender  Ad."  medium  of  Canada  and 
always  brings  bids  from  the  reliable  contractors 
and  supply  houses.  File  your  plans  for  any  work 
on  which  you  are  inviting  bids  in  our  offices  at 
Toronto,  Montreal,  Winnipeg  or  Vancouver. 

Contract  Record 

and  Engineering  Review 
TORONTO       M  ONTARIO 


Phantom  view  of  pos- 
itive "FRANKLIN" 
Swilch-Lock,  show- 
ing Locking  Device 
anil  Cam  Motion. 


Sectional  view  of 
"FRANKLIN"  Post- 
Type  Insulator,  show- 
ing metal  bushings 
moulded  on  the  Porce- 
lain to  distribute  strains 
tnn'fornily. 


When  the  blade  slijis  in,  this  switch  is  locked — 
locked  to  stay  locked  until  you  want  it  o])eiL 

The  greater  the  exjiulsion  strain,  the  tighter  the 
jaws  of  a  "FRANKLIN"  Lock  will  grip,  ^'ct 
a  single  easy  pull  from  any  angle,  with  aii)-  kind 
of  hook,  will  release  the  blade  and  open  the 
switch. 

'Hie  "FRANKLIN"  Disconnecting  Switch  is 
described  fully  in  JkiUetin  No.  1250.  W  hen  you 
write,  state  service  and  voltage. 

SELLING  AGENTS 

THE  PHILADELPHIA  ELECTRIC 
COMPANY  SUPPLY  DEPT. 
132  South  Eleventh  Street 
Philadelphia 


"FRANKLIN" 

DiscoDnecting  Switches — Insulators-  Potheads— etc. 
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The  Genuine 

Benjamin 

Two-way-Plug 

Some  dealers  have  been  misled  or  persuaded  into  stocking- 
imitations  of  the  BENJAMIN  Two-Way-Plug,  and  are,  in  due 
course,  passing  these  on  to  their  customers. 
If  a  dealer  believes  it  in  his  interest  to  handle  another  line  of 
goods  than  ours,  we  can  do  nothing  but  try  to  convince  him 
how  and  why  ours  are  supreme— and  we  will  welcome  the 
opportunity  to  do  so. 

But  we  feel  sure  you  will  realize  with  us  how  detrimental  it  is  to  both  our  interests 
should  a  customer  of  yours  obtam  from  your  store  a  Two-Uay  Plug  c,l  inferior  qual  y 
-far  below  the  recognized  electrical  standard  ,n  details  of  ^-^'^truc^ion  .uul  aU^^ 
dangerous  in  use— yet  so  closely  copied  in  appearance  from  the  BENJAMIN— that  this 
customer  actually  believes  he  has  obtained  the  genuine  article. 

Imagine  his  feelings  towards  us  both  when  he  discovers  the  inferiority  of  the  plug  he 
has  bought! 

Your  customer  wants  the  BENJAMIN,  because  we  have  practically  sold  him  already 
throu-h  our  advertising.  In  the  new  campaign  we  ^re  now  commencing  we  are  going 
•o  teach  him  still  more  how  to  know  the  genuine  from  the  imitation  and  why  he 
should  insist  upon  the  BENJAMIN  only.    It  will  pay  you  to  link  up  with  this  campaign. 


Insist  on 


Renlamin  products 

■^^^^^5——    OF  CAMADA 


Two-Way-Plug 

ELECTRIC  LIGHTING  SPECIALTIES  INDUSTRIAL  LIGHTING 

^ade  in  Canada  hy 

amin  Electric  Manufacturing  Company  of  Canada,  Lii 

11-17  Charlotte  Street,  Toronto 


)i.-|nl)Cr   l.').  I'.IIS 
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MARCHAND  CLAMPS  FOR  STRANDED 
WIRES  AND  CABLES 


.^[archand  Clamps  are  the  safest  and  most  effici- 
ent Wire  Clamps  on  the  market. 

Marchand  Clamps  are  easily  and  cpiickly  installed 
and  save  labor  and  material. 

ALarchand  Clamps  securely  grip  each  wire  of  strand, 
eliminating  strains  which  tend  to  weaken  the  strand. 

Marchand  Clamps  cannot  wear  out  or  break  and 
ha\'e  been  thoroughly    tested    and    will    not  rust. 


WRITE  FOR  COMPLETE  CATALOG  No.  33 


STEEL  CITY  ELECTRIC  COMPANY 
"The  Quality  Line" 


PITTSBURGH. 


PENN.  U.  S.A. 


"KILLARK"  ENCLOSED  FUSES 
600  VOLT 

NATIONAL   ELECTRICAL   CODE  STANDARD 
TO  400  AMPERES,  INCLUSIVE 


99 


APPROVED. 

Our^600  Volt  Line  of  Fuses  are 
acurately  made,  properly  car- 
toned and  Boxed. 


We  Make  Good  Deliveries. 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


Moloney  Service  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Subway  Type 


Made  in  Canada 


Pole  Type 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  Bldg.^  Toronto 


Branch  Offices 

Montreal,  Halifax,  Winnipeg,  Vancouver 
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The  Higher  Rate  of  Interest  and  Security 

creates  llie  i)reiiii[im  on  lionds 
I  he  I  liulier  l'".tVicieiicy  of 

ERICO  Welded  Terminal  Rail  Bonds 

is  alone  a  premium  lo  which  may  1)e  added  the  indiice- 
ineiits  of  stren.uth.  durahility,  low  cost  and  ease  of  in- 
stallation. 

The  ERICO  Portable  Welder 

installs  the  bonds  and  the  ERICO  Rheostat  that  ac- 
companies it,  is  also  an  arc  welding  set  for  bmldmg 
worn  rails  and  for  innumerable  repair  jol:)s. 
A  request  for  information  will  be  promptly  answered. 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 

CLEVELAND,  OHIO 


No  Spark 
Brushes 


They  Don't  Spark 


because  they  don't  cause  friction  m  the  gener- 
ators They  don't  crumble,  crack  or  break.  In 
hundreds  of  cases  NO  SPARK  BRUSHES  have 
outlasted  8  to  12  sets  of  ordinary  brushes, 
and  sizes  to  suit  all  Electrical  Machines, 
prove  our  claims  to  you. 
your  service  to  insure  proper  selection  of  grade 
best  suited  for  each  machine. 

Our  interesting  bulletins  explain  all  about  these 
brushes. 


Grades 
Let  us 
Our  engineers  are  at 


CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

I-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us  for  them.    Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 


New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone  Bldg. 


Chicago,    Monadnock  Block. 
Pittsburgh,    Park  Building. 
Minneapolis,  Metropolitan  Ufe  Bldg. 


Type  W 


ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  FraJicisco  Portland,  Ore. 


OciolxT  i:.,  I'.IIS 
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The  Right  Start  For  a  Profitable 
Resale  Motor  Business 

As  a  rule  it  is  easy  to  get  prospective 
users  to  try  R  &  M  Motors,  too.  This 
motor  has  been  advertised  dominantly  in 
the  leadinp  magazines  for  a  decade,  and  its 
reputation  for  reliability  is  pretty  generally 
known  everywhere — to*  prospective  motor 
users  as  well  as  to  experienced  motor  buy- 
ers. 

The  dealer  who  is  i)lanning-  for  a  ])erni- 
anent,  grov^'ing  motor  lousiness  finds  great 
\alue  in  the  R  &  M  policy  of  making  good 
motors  and  keeping  the  pulilic  informed  on 
them. 

CO.,  SPRINGFIELD,  OHIO. 

New  York,   Philadelphia.   Boston,  Buffalo,  Cleveland,  Cincinnati,  Chicago,  St.  Louis,  San  Francisco. 

CANADIAN  DISTRIBUTORS 

The  Century  Electric  Co.  Costello  4  Crowe  Dawson  ft  Co.,  Ltd.  La  Cie  Codere  ft  Fils,  Inc.         Mechanics  Supply  Co.,  Ltd. 

Montreal  Ottawa  Montreal  Sherbrooke  Quebec 

Eastern  Electric  Co.        John  Starr.  Son  &  Co.,  Ltd.  Great  West  Electric  Co.  Rogers  Electric   Co.,  Ltd. 

St.  John  Halifax  Winnipeg  Toronto 


W  ith  the  arri\al  of  his  first  order  of 
R  &  M  Motors,  the  dealer  has  made  a  start 
which  will  insure  a  healthy,  permanent 
growth  in  his  motor  business. 

The  unfailing  re]ial)ility  and  efficient  op- 
eration of  R  &  M  Motors  win  friends  for 
them  vvhere\-er  they  are  installed.  Satis- 
tied  users  and  repeat  orders  can  be  counted 
ui)on  as  a  certaintv  bv  the  dealer  who  sells 
R  iK:  M  Motors. 

Their  serxice  records  hold  old  customers 
for  the  dealer  and  ])erniit  him  to  concentrate 
his  efTorts  on  new  ])rospects. 

THE  ROBBINS  &  MYERS 


Tlobbins  &  H^cv$  Motors 


Reduces  the  Coal  Bill 


HUGHES 


Electric  Air  Heaters 


Solves  the 
cold  weather 
problem  of 
properly 
heating 
each  room. 


Adds  to  the 
charm  and 
comfort  of 
any  living 
room. 


Made  in  Six  Sizes 


Catalogue  No. 
All  in:; 
AH  ir.:i 
AH  iio:i 
AH  25:: 
AH  :iO.". 
AH  4o:{ 
AH  503 


Wattage 
II  Kill 

1  :>t » I 

2(100 
2.^00 
:!000 
40(10 
.'jO(  10 


Size — inches 
9  X  1.^     X  IT/j 
0x15  x20;< 
0x15  k23'/2 
0  X  19M  X  2:! 
9  x  19J^  X  2;! 
0  X  22^4  X  2:! 
0  X  22     N  2.-! 


\Vt.  Lbs 
12;/2 

231/2 
23^ 
25 


For  individual  room  heating 

The  great  economy  problem  this  Fall  and  Winter  will  be  the  low  cost  of  heating 
the  home.  Whether  the  present  heating  system  is  the  old-fashioned  coal  heater  or  the 
modern  hot  water  system  it  can  be  regulated  to  conserve  fuel.  But  in  doing  this,  all 
the  rooms  are  not  being  properly  heated. 

The  Hughes  Electrft  Air  Heater  is  an  auxiliary  heater  which  acts  as  a  fill-in  and 
makes  this  fuel  conservation  possible.  The  heat  is  instantly  regulated  to  the  require- 
ment which  makes  it  ideal  for  individual  room  heating.  Portable,  and  can  be  moved 
from  room  to  room— quickly  warming  it  to  a  comfortable  temperature. 


HUGHES  ELECTRIC  HEATING  CO. 

364  RICHMOND  St.  WEST         -         -         -  TORONTO 
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Continent's  Total  Water  Power 
Insufficient  for  Present  Demands 

What  may  be  considered  the  most  valuable  contribution 
tn  the  year's  literature  on  electrical  progress,  was  the  paper 
11  cently  presented  by  Dr.  C.  P.  Steinmetz,  before  the  Ameri- 
<  an  Institute,  on  the  general  subject  of  energy,  coal  and  water 
i  Miiservation.  Dr.  Steinmetz  does  more  tlian  deplore  the 
rapid  depletion  of  the  continent's  hard  coal  areas — he  points  a 
way  to  supplement  them.  And,  first  of  all,  he  pricks  that 
liul)ble  of  illusion  of  the  oft-repeated  statement  to  the  effect 
that,  after  all,  the  coal  doesn't  matter  so  much — we  have  our 
water  powers  left.  In  answer  to  this,  Dr.  Steinmetz  points  out 
that  if  every  drop  of  rainfall  on  this  continent  were  caught 
and  transformed  into  power,  it  would  not  lie  suflicient  to  take 
'  are  of  even  the  present  day  demands  of  our  homes  and  in- 
'lustries,  to  say  nothing  of  rapid  and  constant  developments. 
\l  l)fst  our  water  powers,  all  of  them  put  together,  can 
imrely  I)e  used  as  supplementary  to  our  coal  supply.  The 
1'  al  source  of  energy  to  which  we  must  look  is  the  sun — and 
h'Tc,  in  the  author's  opinion,  lies  the  hope  of  the  distant 
I  lit  lire.  . 

j        Dr.  Steinmetz's  suggestion  for  immediate  conservation 
;  lies  in  the  use  of  the  induction  generator.    The  present  type 
!  of  generating  station  is  expensive,  due  to  a  nuilti])licity  of  the 
;  necessary  regulating  and  protective  equipiiu-iit.  which  makes 
■l  impracticalde  to  develop  any   but   tlu-  largest  and  most 
i  '.vorably  situated  waterfalls.      I'y  the  use  of  the  induction 
.'erator  the  construction  is  greatly  simplified  and  reduced 


in  price  and,  as  a  result,  wateT^Talls  from  50  h.p.  upwards 
could  be  utilized.  By  this  arrangement  the  present  system  of 
distribution  from  large  generators  out  along  a  network  of 
lines  to  induction  motors,  would  simply  be  reversed,  and  in- 
stead we  should  have  a  number  of  small  induction  generators 
feeding  into  a  network  of  collecting  lines.  Small  coal  areas 
could  be  utilized  in  the  same  way. 

The  subject  is  treated  from  the  standpoint  of  the  citizen 
of  the  United  States,  but  is  no  less  interesting  to  Canadians 
on  account  of  our  dependance  on  U.  .S.  coal.  Canada's  water 
powers,  in  proportion  to  our  population,  are  greater  than  those 
of  our  neighbors,  but  much  the  same  on  the  basis  of  area,  and 
plainly  we  have  nothing  to  give  away  or  waste.  It  may  be 
that  the  induction  generator  could  be  used  to  advantage  on 
some  of  our  smaller  waterfalls  or  coal  or  oil  fields,  or 
possibly  in  connection  with  the  utilization  of  our  peat  areas. 


Disjointed  Policy  of  City 
Regarding  Toronto  Street  Railway 

The  operating  situation  on  the  Toronto  Str.eet  Railway 
System  has  apparently  become  unmanageable  from  the  com- 
pany's standpoint  and  uncomfortable  for  the  patrons.  The 
plain  fact  appears  to  be  that  the  company  has  not  enough  em- 
ployees to  man  the  cars,  and  has  trouble  with  those  it  has. 
Quite  recently  an  effort  was  initiated  to  train  young  women 
as  conductors,  but  the  "Union"  threatened  a  strike  and  appar- 
ently the  management  have  thought  it  best  to  drop  the  plan. 
Overcrowding  at  rush  hours,  both  on  the  company  and  city 
lines,  has  reached  a  point  where  it  hovers  somewhere  between 
bestiality  and  immorality  and  there  is  no  evidence  of  relief 
in  sight.  The  policy  of  the  city  as  regards  the  street  railway 
company  is,  and  always  has  been,  absolutely  disjointed,  so 
that  the  sum  total  of  these  spasmodic  efforts  is  to  embarass 
the  company's  operations. 

There  is  little  chance  of  improvement  in  conditions  so 
long  as  no  effort  is  made  by  the  city  authorities  to  advise 
themselves  of  the  actual  and  adverse  conditions  under  which 
the  company  is  operating.  While  the  two  parties  are  continu- 
ally at  variance  over  even  the  smallest  details,  the  service 
daily  grows  worse  and  the  public  bears  all  the  inconvenience. 
The  Toronto  Railway  Company  know  how  to  give  a  good 
service,  because  in  former  times  it  did  so.  All  that  is  neces- 
sary, we  believe,  is  the  removal  of  the  whole  question  from 
the  political  arena,  and  a  capable  committee  to  negotiate  with 
the  company.  There  can  be  no  excuse  for  waiting.  No  one 
imagines  or  hopes  that  the  city  will  be  in  a  position  to  take 
over  the  system  when  the  franchise  expires.  Why  not  settle 
the  question  of  franchise  now.  Give  the  company  some 
decent  moral  support  and  then  see  to  it  that  they  live  up  to 
their  agreement.  They  will  do  it — willingly — if  the  city  council 
will  give  them  such  assistance  as  will  make  it  possible. 


Another  Private  Power  Project 

Encouraged  by  the  recent  success  of  the  St.  Lawrence 
Power  Company,  the  New  York  &  Ontario  Power  Company 
has  applied  to  the  International  Joint  Commission  for  appro- 
val of  its  pl.ans  to  construct  a  dam  across  the  Little  River  on 
the  South  branch  of  the  St.  Lawrence,  at  Ogden  Island. 
Canadian  interests  raise  the  objection  that  the  (him  would 
sp-iously  affect  navigation,  and  it  is  the  intentiiin  ol'  the  gov- 
ernment and  the  Dominion  Marine  .Association  to  oppose 
the  company's  application. 

The  St.  Lawrence  River  has  enormous  potentialities  that 
should  be  developed  in  the  most  efficient  and  economical 
maniur  for  future  generations.  The  Canadian  and  .Vmerican 
governments  should  keep  the  control  of  the  river  in  their  own 
hands.   The  war  necessity  plea  of  the  St.  Lawrence  I'ower 
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Company   cannot  be  urged  in  the  case  o{  the  New  York  and 
Ontario  Company. 

The  present  power  shtMiase  in  the  I'rovince  of  Ontario 
should  convince  the  most  skeptical  that  the  water  powers  of 
the  St.  Lawrence  River  must  be  fully  developed  at  an  early 
date  if  our  industries  are  not  to  suffer.  This  development 
must  not  be  undertaken  a  piecemeal  way,  but  according  to  a 
well-devised  general  plan,  which  will  make  the  most  of  every 
available  drop. 

The  alienation  of  little  bits  of  power  here  and  there 
threatens  to  make  the  larger  development  scheme  impractic- 
able and  v^-ell-nigh  impossible.  It  seems  as  if  the  time  had 
arrived  for  the  two  Governments  to  get  together,  map  out  the 
whole  plan  of  construction  and  initiate  it  forthwith  either 
as  a  governtnent  enterprise  or  well-guarded  concessions  to 
private  companies.  No  diversion  of  any  water  and  no  devel- 
opment work  of  any  kind  whatsoever  should  be  considered  for 
one  moment,  however,  that  is  not  a  part  of  the  general  pre- 
determined idan  of  the  total  final  utilization  of  the  river. 

Canada's  Grounds  of  Opposition. 

The  Dominion  Government  is  opposing  the  company's 
application  on  the  grounds  that: 

(1)  It  will  interfere  with  the  full  and  economic  develop- 
ment of  the  St.  Lawrence  system  as  regards  the  navigation 
thereof  and  the  powder  potentialities  therein,  which  are  com- 
mon to  both  bordering  countries  and  of  equal  advantage  to 
each  country. 

(2)  It  will  interfere  with  the  complete  regulation,  by  a 
dam  at  Canada  Island,  of  the  level  and  outflow  of  Lake  On- 
tario. 

(:})  The  future  development  of  the  river  will  necessitate 
the  acquisition  of  any  rights  the  applicant  may  have  in  the 
river,  and  the  Government  of  Canada  considers  it  inadvisable 

to  create  more. 

(4)  The  St.  Lawrence  River  has  enormous  potentialties 
that  should  be  developed  in  the  most  efficient  and  economical 
manner  for  future  generations.  Such  a  piecemeal  policy  as 
proposed  is  not  in  conformity  with  this  doctrine. 

The  Dominion  Government  claims  also  that  original  gran- 
tees' rights  from  the  applicants'  claim  title  have  lapsed,  and 
that  the  applicants,  as  successors,  are  now  asking  something 
entirely  dif?erent  from  the  privileges  granted  by  the  original 
acts  of  the  Legislature  of  New  York. 


mittees,  whose  names  are  given  below,  are  members  of  the 
general  committee. 

The  papers  committee  consists  of  Messrs.  G.  C.  Read, 
(chairman),  Montreal  Light,  Heat  &  Power  Consolidated; 
P.  A.  McFarlane,  Bell  Telephone  Company;  J.  A.  Shaw,  Can- 
adian Pacific  Railway  Company,  and  G.  E.  Templeman,  Elec- 
trical Service  Commission;  and  the  Luncheon  Committee 
of  Messrs.  S.  W.  Smith,  (chairman),  Electrical  Equipment 
Company,  Limited,  and  A.  J.  Carroll,  Eugene  F.  Phillips 
Electrical  Works,  Limited. 

Mr.  W.  H.  Winter  was  again  appointed  president,  and 
Mr.  T.  H.  Chennell  re-appointed  secretary-treasurer 

The  question  of  financing  the  luncheon  was  discussed 
at  some  length,  the  expenses  being  nearly  $300.  The  old 
committee  suggested  that  a  fee  of  $2  be  charged  to  those 
who  desired  to  become  regular  members  of  the  luncheon, 
although  no  one  connected  with  the  electrical  industry  would 
be  debarred  from  attending.  After  several  other  suggestions 
had  been  made,  the  following  were  appointed  to  look  afte 
the  financial  arrangements,  including  contributions  from  the^ 
large  electrical  companies— Messrs.  J.  W.  Pilcher,  (chair- 
man), Canadian  General  Electric  Company.  Limited:  J 
J.  Sorber,  Economy  Fuse  &  Mfg.  Co.  of  Canada,  Limited; 
C.  Thomson,  Fred  Thomson  Company,  Limited;  and  J.  B 
Woodyatt,  Southern  Canada  Power  Company,  Limited 

The  question  of  emphasizing  the  social  side  of  the  lunch- 
eons was  brought  up  by  Mr.  Winter,  and  with  this  end  in 
view  it  was  decided  to  appoint  a  committee  to  make  ar- 
rangements for  one  or  more  smokers.  The  following  are  the 
committee:  Messrs.  A.  Dwight  Smith,  (chairman).  Northern 
Electric  Co.  Limited;  E.  W.  Sayer,  Sayer  Electric  Co..  and 
A.  C.  Towne,  Dominion  Lamp  Company. 

A  vote  of  thanks  was  passed  to  Mr.  E.  N.  Hyde,  the 
chairman  of  last  season's  paper  committee. 


Montreal  Electrical  Luncheon 

The  Montreal  electrical  luncheon  has  made  a  promising 
start  for  the  1918-19  season.  The  opening  meeting,  on  Octo- 
ber 2nd,  was  well  attended,  the  discussion  being  confined 
to  the  election  of  officers  and  committees,  and  to  making 
arrangements  for  the  season.  Mr.  W.  H.  Winter  of  the  Bell 
Telephone  Co.  presided,  and  asked  for  such  support  as  would 
make  the  luncheons  a  credit  to  the  electrical  fraternity 
of  the  city. 

The  following  were  elected  members  of  the  general 
committee:— Messrs.  R.  J.  Beaumont,  Shawinigan  Water  & 
Power  Company;  P.  T.  Davies,  Southern  Canada  Power 
Company,  Limited;  W.  J.  B.  Drew,  Montreal  Pubhc  Ser- 
vice Corporation;  C.  Duncan,  Duncan  Electrical  Company, 
Limited;  M.  C.  Oilman,  Packard  Lamp  Company;  A.  S. 
Henry,  Canadian  Comstock  Company,  Limited;  H.  Hulatt, 
Grand  Trunk  Railway  Telegraphs;  L.  A.  Johnson,  Northern 
Electric  Company,  Limited;  J.  McMillan,  Canadian  Pacific 
Ry.  Go's.  Telegraphs;  W.  P.  Roper,  Canada  Wire  &  Cable 
Company,  Limited;  Wm.  B.  Shaw,  Montreal  Electric  Com- 
pany, Limited,  and  H.  W.  Wood,  Canadian  Crocker  Wheeler 
Company,  Limited.  In  addition  to  these,  the  members  of 
the  Finance,  Luncheon,  Papers,    and    Entertainment  com- 


Montreal  Tramways  Company  Gets  Reasonable 
Treatment 

In  view  of  the  heavy  advance  in  the  cost  of  operating 
street  railways,  the  judgment  of  the  Quebec  Utilities  Com- 
mission in  the  appeals  of  the  Montreal  municipalities  against 
the  decision  of  the  Montreal  Tramways  Commission  is  ol  in- 
terest. The  Utilities  Commission  varied  that  decision,  but 
found  that  there  is  justification  for  higher  fares.  In  what  is 
known  as  the  uniform  tariff  territory  the  fare  is  fixed  at  6c 
or  5  tickets  for  25c,  with  workmen's  tickets  at  six  for  25c, 
in  place  of  5c  or  6  tickets  for  25c,  and  «  tickets  for  25c.  re- 
spectively, which  were  the  old  rates.  The  night  tarif?  of 
15c  cash  is  an  addition  of  5c.  Transfers  are  free.  The  Com- 
missioners only  slightly  varied  the  decision  of  the  Tram- 
ways Commission  as  to  outlying  districts,  passengers  going 
from  the  uniform  tariff  territory  to  these  outside  districts 
paying  the  city  fare  plus  the  fare  in  the  outside  municipali- 
ties. The  company  claimed  a  7c  fare  or  4  tickets  for  25c.  in 
the  uniform  tariff  territory  with  free  transfers. 

Under  the  contract  of  the  city  with  the  company,  cer- 
tain fixed  charges  have  to  be  provided  for,  and  the  chiel 
points  at  issue  were  as  to  the  probable  additional  charges 
for  maintenance  and  operation,  which  the  company  con- 
tended justified  it  in  asking  for  a  7c  fare.  The  Commission 
employed  an  accountant  to  check  over  the  company's  esti- 
mates, and  he  made  an  independent  report  upon  the  various 
items.'  The  conclusion  on  the  increased  cost  of  material  is 
that  "sixty-one  per  cent  of  the  average  purchases  to  be  made 
in  1918-19  will  actually  cost  $423,884.60  more  than  they  did 
in  1916-17,  and  that  sixty-two  per  cent,  of  the  average  pur- 
chases to  be  made  in  1918-19  will  cost  $189,965.09  more  than 
1917-18.  As  the  sixty-one  per  cent,  in  1916-17  amounted  to 
$1,017,830.83,  and  the  sixty-two  per  cent,  in  1917-18  to  $1,- 
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424,894.73,  the  percentage  of  increase  is  somewhat  startling, 
being  roughly  42  and  13,  respectively." 

The  Commission  estimated  the  revenue  under  the  old 
schedule  at  $7,625,000,  and  the  expenditure  at  $9,249,407,  in- 
cluding interest  on  $36,286,295,  the  capital  of  the  company, 
as  valued  by  the  Tramways  Commission.  This  would  leave 
a  deficit  of  $1,624,407— and  "manifestly  it  is,  under  these 
circumstances,  impossible  to  maintain  present  rates."  The 
new  tariff  is  estimated  to  yield  $9,363,094,  to  meet  expendi- 
ture of  $9,343,038,  the  latter  sum  including  $93,630  for  the 
annual  contribution  to  the  contingent  fund,  not  reckoned  in 
the  first  named  estimate  of  expenditure. 

"The  margin  between  revenue  and  expense  is  very  small 
and  we  are  not  averse  that  it  should  be  so.  We  are  dealing 
with  a  time  of  abnormal  scarcity  and  high  prices,  not  one 
in  which  to  accumulate  a  reserve.  Under  the  terms  of  the 
contract  the  interests  of  the  shareholders  and  of  the  city  of 
Montreal  as  a  corporation  are  quite  sufficiently  protected,  and 
the  accumulation  of  a  surplus  can  be  left  to  a  more  favor- 
able opportunity.  As  it  is,  the  contract  leaves  us  no  option 
in  the  matter  of  making  the  revenue  meet  the  expense'  of 
operation  and  maintenance.   We  have  done  this  to  the  best 

.  of  our  ability  and,  in  our  opinion,  we  should  not  be  justified 

(  in  doing  any  more." 

'         The  new  fares  are  now  in  operation,  and  the  company 
I  has  also  altered  the  old  transfer  system,  by  punching  on  the 
transfers  the  point  at  which  the  passenger  desires  to  change 
cars.  Hitherto  passengers  were  able  to  transfer  at  any  point 
I  along  the  route  without  designating  that  point  when  board- 

iing  the  car. 
The  report  of  the  Montreal  Tramways  Co.  for  the  year 
ended  June  30th,  indicates  that  the  surplus  was  drawn  on 
to  the  extent  of  $303,991,  it  now  standing  at  $552,457.  The 
total  earnings  were  $5,526,796,  and  the  expenses  $5,830,787, 
this  sum  including  three  quarterly  dividends  of  2^^  per  cent., 
the  one  due  August  1st  having  been  deferred. 


Toronto  Section  A.  I.E.E. 

The  programme  at  the  October  4th  meeting  of  the  To- 
ronto section  of  the  A. I.E.E.  took  the  form  of  a  discussion 
on  the  subject:  "The  Grounded  Neutral." 

Mr.  W.  P.  Dobson,  in  opening  the  discussion,  outlined 
the  different  methods  of  operation  of  h.t.  lines,  showing 
that  important  and  extensive  systems  were  working  with 
dead  ground,  resistance  ground,  ungrounded  star  and  delta 
connections  with  evident  satisfaction. 

Mr.  P.  Ackerman  dealt  with  the  advantages  of  the  iso- 
lated neutral  covering  both  Y  and  delta  systems.  Possibility 
of  iliaintaining  operation  with  one  line  grounded  was  of 
value . 

Mr.  H.  C.  Don  Carlos  was  strongly  in  favor  of  a  ground 
with  moderate  resistance  on  h.t.  lines  as  yielding  less  strain 
on  the  insulation,  but  preferred  the  delta  connection  for  dis- 
tribution work.  The  grounding  resistance  results  in  less 
mechanical  strain  on  the  generators  and  transformers;  he 
believes  that  a  reactance  shunted  by  a  high  resistance  would 
form  the  ideal  ground  connection.  The  Central  Ontario  sys- 
tem had  been  operating  some  years  with  isolated  Y,  Init  it 
was  intended  to  ground  in  the  near  future  to  save  the  insu- 
lators, which  were  showing  signs  of  fatigue. 

Mr.  W.  G.  Gordon  gave  an  interesting  account  of  the 
results  from  arcing  grounds  on  an  ungrounded  system  with 
a  theoretical  consideration  of  the  frequencies  and  voltages 
possible  under  various  conditions  of  resonance,  etc. 

Mr.  A.  J.  Jones  (Niagara  Falls  Power)  is  about  to  ground 
a  22,000  volt,  system,  after  running  isolated  for  some  years. 
It  was  found  that  a  circulating  current  of  SOO  amps,  was 


flowing  between  their  Westinghouse  and  G.  E.  generators, 
but  none  between  machines  of  the  same  make.  Ground  resist- 
ance of  3  ohms,  was  proposed. 

Mr.  O.  V.  Anderson  claimed  that  a  distribution  system 
is  subject  to  the  same  laws  and  reasoning  as  a  transmission 
system  and  grounding  in  both  cases  provides  continuity  of 
service  by  locating  trouble  as  soon  as  it  occurs,  which  is  a 
much  greater  advantage  than  the  possibility  of  operating 
during  a  fault.  The  only  case  of  telephone  interruption  in 
his  experience  was  found  to  be  due  to  a  bad  ground  on  the 
telephone  company's  own  system. 

Mr.  D.  A.  McKenzie  favored  dead  ground  under  all 
conditions;  the  use  of  a  resistance  does  away  with  the  good 
effect  of  the  ground  connection.  The  strain  on  transformers 
would  certainly  be  obviated  by  the  reactance  of  the  lines  in 
a  large  system. 

Mr.  A.  L.  Mudge  was  strongly  of  the  opinion  that  there 
is  room  for  difference  of  judgment  in  the  matter  of  ground- 
ing. For  a  typical  small  system  of  20,000  kw.  22,000  or  44,- 
000  volts,  supplied  by  a  single  generating  station,  unground- 
ed Y  would  be  preferred.  Some  initial  trouble  had  been 
obviated  by  grounding. 

Mr.  E.  J.  T.  Brandon  showed  that  the  costs  of  equip- 
ment on  a  delta  syst^^m  were  higher  than  with  a  grounded 
Y. 

Mr.  F.  T.  Wyman  stated  that  the  cost  of  the  main  trans- 
former would  show  small  disparity.  In  any  case  a  ground 
connection  should  have  a  resistance  or  reactance  to  take  the 
strain  off  the  transformer.  In  some  cases  transformers  broke 
down,  due  to  the  fact  that  the  whole  Ime  voltage  was  thrown 
on  the  first  few  turns  causing  stresses  which  no  transformer 
would  be  expected  to  carry. 

Mr.  J.  B.  McCarthy  (Can.  Copper  Co.)— On  a  60  mile, 
33,000  volt,  line  delta— delta  connection  found  to  be  quite 

0.  k.;  some  poles  had  been  ournt,  but  the  fact  of  its  being 
a  wood  pole  line  helped  to  keep  the  load  on  in  case  of  a 
short. 

Mr.  H.  B.  Dwight  believed  the  problem  to  be  one  of 
operating  voltage.  Below  60,000  v.  it  might  be  all  right  to 
operate  with  isolated  neutral. 

Mr.  P.  Ackerman  was  of  the  opinion  that  ground  resist- 
ance should  be  as  low  as  possible;  preferably  nil.  It  has  no 
draining  off  function  because  this  is  effected  by  the  lightning 
arresters.  As  to  the  strain  on  transformers,  they  should  be 
designed  to  carry  a  short  circuit  to  ground  in  any  event. 

Mr.  R.  W.  Osborne  pointed  out  that  while  ordinary  fre- 
quency occasions  no  disturbance  on  telephone  lines  the 
higher  harmonies  induced  on  the  h.t.  lines  do  cause  trouble 
and  therefore  grounding  is  more  necessary  on  h.t.  than  on 

1.  t.  systems. 

Messrs.  P.  A.  Borden  and  R.  R.  Stevenson  also  spoke 
briefly . 


The  Electric  Club  of  Toronto 

The  Electric  Club  of  Toronto  held  two  more  successful 
luncheons  on  September  27  and  October  4.  On  the  former 
Friday  Mr.  Walter  Chapman,  the  well-known  architect,  was 
the  speaker  on  "Architecture."  On  Friday,  October  4th,  Mr. 
J.  A.  D.  McCurdy,  Canada's  pioneer  airman,  described  the 
evolution  of  the  aeroplane  beginning  with  the  earliest  his- 
tory of  the  "gliding"  machine,  up  through  the  controversy 
l)etween  the  "heavier  than  air"  and  "lighter  than  air"  ad- 
vocates, to  the  present  day.  The  members  were  specially 
pleased  to  have  with  them  on  this  occasion,  also,  Mr.  McFar- 
lane,  the  president  of  the  Bell  Telephone  Company,  who 
spoke  briefly. 
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The  Energy  Supply  of  North  America 

Dr.  Steinmetz  Before  the  A.I.E.E.  urges  the  Conservation  of  Coal  and  the  UtiUzation 
of  all  Possible  Water  powers— The  Supply  of  Both  is  Limited 


riic  only  two  mhiho  oI  ciuT.ny  which  arc  so  plentiful 
as  to  come  into  consiiK  ration  in  supplying  our  modern  in- 
dustrial civilization,  are  ct)al,  including  oil,  natural  gas,  etc., 
and  water  power. 

While  it  would  be  difficult  to  estimate  the  coal  consump- 
tion directly,  it  is  given  fairly  closely  by  the  coal  production, 
at  least  during  the  last  decades,  when  wood  as  fuel  became 
negligible;  and  export  and  import,  besides  more  or  less  bal- 
ancing each  other,  were  small  compared  with  production. 
Coal  has  been  mined  since  1822,  and  in  Table  1  is  recorded 
the  coal  production  of  the  United  States,  from  governmental 
reports — the  decennial  averages  in  millions  of  tons  per  year. 
Table  I. 

Average  Coal  Production  of  the  United  States. 


Year 

Million  tons 

Percent 

increase 

per  year 

182.5 

0 

11 

1830 

0 

32 

22. 

4 

1835 

0 

83 

19 

7 

1840 

1 

92 

17 

0 

1845 

4 

00 

14 

5 

1850 

7 

46 

10 

45 

1855 

10 

8 

8 

35 

]  8(50 

16 

6 

8 

72 

1865 

25 

9 

9 

22 

1870 

40 

2 

8 

58 

1875 

56 

8 

7 

42 

1880 

82 

2 

7 

95 

1885 

122 

6 

80 

1890 

160 

5 

40 

1895 

206 

5 

75 

1900 

281 

6 

96 

1905 

404 

6 

60 

1910 

532 

Estimating  the  chemical  energy  of  the  average  coal  as 
a  little  above  7,000  calories,  the  chemical  energy  of  one  ton 
of  coal  equals  approximately  the  electrical  energy  of  one  kilo- 
watt-year (24-hour  service).  That  is,  one  ton  of  coal  is  ap- 
proviinately  equal  in  potential  energy  to  one  kilowatt-year. 

Thus,  the  annual  consumption  of  867  million  tons  of  coal 
(■estimate  of  this  year's  production)  represents  in  energy  867 
million  kilowatt-years.  However,  as  the  average  efficiency 
of  conversion  of  the  chemical  energy  of  fuel  into  electrical 
energy  is  probably  about  10  per  cent,  the  coal  production 
would  be  able,  if  converted  into  electrical  energy,  to  give 
about  87  million  kilowatts. 

Assuming,  however,  that  only  one  half  of  the  coal  is 
used  for  power,  at  10  per  cent  efficiency,  the  other  half  as 
fuel,  for  metallurgical  work,  etc.,  at  efficiencies  varying  from 
10  to  80  per  cent,  with  an  average  efficiency  of  40  per  cent, 
we  get  in  electrical  measure  217  million  kilowatts  (24-hour 
service)  as  the  total  utilized  energy  of  our  present  annual 
coal  production  of  867  million  tons. 

Potential  Water  Powers  of  the  United  States 

Without  considering  the  present  limitation  in  the  deve- 
lopment of  water  powers,  which  permits  the  use  of  only 
the  largest  and  most  concentrated  powers,  we  may  try  to 
conceive  the  total  amount  of  hydraulic  energy  which  exists 
in  our  country,  irrespective  of  whether  means  have  yet  been 


devloped  or  ever  will  be  developed  for  its  complete  utiliza- 
tion. We  then  proceed  from  the  estimation  of  the  energy  of 
the  total  rainfall. 

The  total  rainfall  of  the  North  American  continent  be- 
tween 30  and  50  degrees  latitude  represents  3000X10^'  kg-m. 
This  equals  950  million  kilowatt-years  (24-hour  service ) . 
That  is,  the  total  potential  water  power  of  the  United  States, 
or  the  hydraulic  energy  of  the  total  rainfall,  from  the  eleva- 
tions where  it  fell,  down  to  sea  level,  gives  about  1000  mil- 
lion kilowatts. 

However,  this  is  not  available,  as  it  would  leave  no  water 
for  agriculture;  and,  even  if  the  entire  country  were  one  hy- 
draulic development,  there  would  be  losses  by  seepage  and 
evaporation . 

An  approximate  estimate  of  the  maximum  potential  pow- 
er of  the  rainfall,  after  a  minimum  allowance  for  agriculture 
and  for  losses,  (in  this,  12.5  cm.  rainfall  has  been  allowed 
for  wastage,  and  25  and  37.5  cm.  respectivel3^  for  agriculture, 
where  such  is  feasible)  gives  as  total  available  potential  en- 
ergy about  1200X10'°  kg-m.,  or  380  million  kilowatts  (24-hour 
service) . 

Assuming  now  an  efficiency  of  60  per  cent  from  the 
stream  to  the  distribution  centres,  there  remain  230  million 
kilowatts  (24-hour  service)  as  the  maximum  possible  hydro- 
electric power  which  could  be  produced  if,  during  all  seasons, 
every  river,  stream,  brook,  or  little  creek  throughout  its  en- 
tire length  from  the  spring  to  the  ocean,  together  with  all 
the  waters  of  the  freshets,  could  be  and  were  used.  It  would 
mean  that  there  would  be  no  running  water  in  this  country; 
in  fact,  there  would  be  only  stagnant  pools  connected  hy  pipe 
lines  to  turbines  exhausting  into  the  next  lower  pool.  Obvi- 
ously, we  could  never  reasonably  hope  to  develop  more  than 
a  part  of  this  power. 

It  is  interesting  to  note  that  the  maximum  possible  hy- 
draulic energy  of  230  million  kilowatts  is  little  more  than 
the  total  energy  which  we  now  produce  from  coal,  and  is 
about  equal  to  the  present  total  energy  consumption  of  the 
country  including  all  forms  of  energy. 

This  is  rather  startling.  It  means  that  the  hope  that 
when  coal  once  begins  to  fail  we  may  use  the  water  powers 
of  the  country  as  source  of  energy  is  and  must  remain  a 
dream;  for  if  to-day  all  the  potential  water  power  of  the 
country  were  developed  and  every  rain  drop  used  it  would  not 
supply  our  present  energy  demand. 

Thus  hydraulic  power  may  and  should  supplement  coal 
as  a  source  of  power,  but  can  never  replace  it. 

This  probably  is  the  strongest  argument  for  efforts  to 
increase  the  efficiency  of  our  means  of  using  coal. 

Solar  Radiation. 

The  source  of  energy,  which  is  practicallji"  unlimited,  if 
it  only  could  be  used,  is  solar  radiation.  Estimating  the  solar 
radiation  at  the  earth  surface  as  1.4  calories  per  sq.  cm.  per 
min.  would  give,  per  sq.  cm.  horizontal  surface  between  lati- 
tudes 30  and  50,  assuming  50  per  cent,  cloudiness,  an  average 
throughout  the  year  (24  hours  per  day)  of  about  0.14  cal- 
ories per  sq.  cm.  horizontal  surface  per  min.  and  on  the 
total  area  of  North  America,  between  30  and  50  latitude,  8.3 
million  square  kilometres,  a  total  of  approximately  800.000 
n-iillion  kilowatts  (24-hour  service! — a  thousand  times  as 
much  as  the  total  chemical  energj^  of  our  coal  consumption. 
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or  800  times  as  much  as  the  potential  energy  of  the  total  rain- 
fall. 

Considering  that  the  potential  energy  of  the  rainfall — 
from  surface  level  to  sea  level — is  a  small  part  of  the  poten- 
tial energy  spent  by  solar  radiation  in  raising  the  rain  to  the 
clouds,  and  that  this  is  a  small  part  of  the  total  solar  radia- 
tion, the  foregoing  is  reasonable. 

Considering  only  2.7  million  square  kilometers,  which 
:ire  assumed  as  unsuited  for  agriculture,  and  assuming  that, 
111  some  future  time  and  by  inventions  not  yet  made,  half 
(if  the  solar  radiation  could  be  collected,  this  would  give  an 
riiergy  production  of  130,000  million  kilowatts. 

Thus,  even  if  only  one  tenth,  or  1.3,000  million  kilowatts, 
<il  this  could  be  realized,  it  would  be  many  times  larger  than 
all  the  energy  of  coal  and  water  power.  Here  then  would  be 
I  the  great  source  of  energy  for  the  future. 

Hydro-electric  Stations — The  Modern  Synchronous 
Generator  Station. 

In  developing  the  country's  water  powers,  thus  far  only 
ilii)se  of  greatest  energy  concentration  have  been  considered, 
iliat  is,  those  where  a  large  volume  and  a  considerable  head 
I'i  water  were  available  within  a  short  distance. 

This  led,  as  the  best  solution  for  the  problem,  to  the 
])resent  type  of  hydro-electric  generating  station.  Due  to 
the  high  powers  controlled  by  these  stations,  the  auxiliary 
and  controlling  devices  have  become  so  numerous  as  to  make 
the  station  a  complex  structure  requiring  high  operating  skill 
and  involving  high  cost  of  installation. 

Not  only  are  all  these  devices  necessary  for  the  safe  oper- 
ation of  the  station,  l)ut  at  the  same  time  it  must  be  expect- 
1(1  that,  with  the  further  increase,  of  power  of  our  electric 
-ystems,  additional  devices  will  become  necessary  for  safe 
and  reliable  operation.  One  such  device  is  the  automatic 
recording  apparatus,  such  as  the  multi-recorder. 

With  this  type  of  station  it  obviously  is  not  possible,  in 
most  cases,  to  develop  water  powers  of  small  and  moderate 
-ize,  and  a  generating  station  of  a  thousand  horse  power  will 
rarely,  or  one  of  a  hundred  horse  power  hardly  ever,  be  eco- 
nomical . 

On  the  other  hand,  a  hundred  horse  power  motor  instal- 
lation is  a  good  economical  proposition,  and  the  average 
Mze  of  all  the  motor  installations  is  probably  materially  be- 
liiw  one  hundred  horse  power. 

Ic  is  startling  to  see  how  large  a  part  of  the  potential 
'\  ater  power  of  the  country  is  represented  by  relatively  small 
I  l  eas  of  high  elevation,  in  spite  of  the  relatively  low  rainfall 
'■i  these  areas.  As  most  of  these  areas  are  at  considerable 
■listances  from  the  ocean,  most  of  the  streams  are  small  in 
\i)lume.  That  is,  it  is  the  many  thousands  of  small  mountain 
streams  and  creeks,  of  relatively  small  volume  of  flow  but 
with,  high  gradients  affording  fair  heads,  which  apparently 
make  up  the  bulk  of  the  country's  potential  water  power. 

Only  a  small  part  of  the  country's  hydraulic  energy  is 
found  so  concentrated  locally  as  to  make  its  development 
economically  feasible  with  the  present  type  of  generating 
station.  Therefore  some  dif?erent  and  very  much  simpler  type 
of  generating  station  must  be  evolved  before  we  can  attempt 
to  economically  develop  these  many  thousands  of  small  hy- 
draulic powers,  and  collect  the  power  of  the  mountain  streams 
and  creeks. 

Simplification  of  the  Hydro-electric  Station. 

The  following  discussion  of  the  simplification  of  the 
I  iydro-electric  station  to  adapt  it  to  the  utilization  of  smaller 
powers  is  limited  to  the  case  where  smaller  hydraulic  sta- 
tions fed  into  a  system  containing  some  large  hydraulic  sta- 
sl eani-turbine  stations  from  which  the  system  may  be  con- 
I  rolled. 

We  may  eliminate  the  low-tension  l)usbars,  with  gener- 


ator circuit  breakers  and  transformer  low-tension  circuit 
breakers,  and  connect  each  generator  directly  to  its  corres- 
ponding transformer,  making  one  unit  of  generator  and  trans- 
former, and  do  the  switching  on  high-tension  busbars  which, 
with  the  circuit  breakers,  can  be  located  outdoors.  While  it 
is  dangerous  to  transformers  to  perform  the  switching  on 
the  high-tension  side,  due  to  the  possibility  of  cumulative  os- 
cillation, this  danger  is  reduced  by  the  permanent  connec- 
tion of  the  transformer  to  the  generator  circuit,  and  is  less 
with  the  smaller  units  used  in  small  power  stations,  and  there- 
fore permissible  in  this  case.  However,  the  simplification 
effected  is  pronounced,  since  ammeters,  voltmeter  and  syn- 
chronizing devices  with  their  transformers  are  still  retained  on 
the  low  tension  circuits. 

Since  it  is  not  economical  to  operate  at  partial  load,  pro- 
per operation  of  a  hydraulic  station  on  a  general  system 
requires  that  as  many  units  operate  fully  loaded  as  there  is 
water  available  for,  and  to  increase  or  reduce  the  number  of 
units  (of  turbine,  generator,  and  transformer,  permanently 
joined  together)  with  the  changing  amount  of  available  water, 
thus  using  all  the  energy  of  which  the  water  is  capable. 

In  this  case  the  turbine  governors,  with  their  more  or  less 
complex  hydraulic  machinery,  may  be  omitted.  If  then  the 
generators  are  suddenly  shut  down  by  a  short  circuit  which 
opens  the  circuit  breakers,  the  turbines  will  race  (run  up  to 
their  free  running  speed)  until  the  gates  are  shut  by  hand. 
However,  generators  and  turbines  must  be  able  to  stand  this 
as  even  by  the  use  of  governors  the  turbines  may  moment- 
arily run  up  to  their  full  speed,  in  case  of  sudden  opening  of 
the  load,  before  the  governors  can  cut  of?  the  water.  Where 
this  is  not  desirable,  some  simple  excess  speed  cut-ofT  may  be 
used. 

When  eliminating  the  governing  of  turbines  and  running 
continuously  at  full  load,  the  question  may  be  raised  whether 
generator  ammeters  are  necessary,  as  the  load  is  constant  and 
is  all  the  power  that  the  water  can  give.  With  synchronous 
generators,  however,  the  current  depends  not  only  on  the  load 
but  also  on  the  power-factor  of  the  load,  and  with  excessively 
low  power-factor  due  to  wrong  excitation  the  generators  may 
be  overheated  by  excess  current,  while  the  power  load  is  well 
within  their  capacity.  Thus  ammeters  are  necessary  with 
synchronous  generators.  As  soon,  however,  as  we  drop  the 
use  of  synchronous  generators  and  adopt  induction  generators, 
the  ammeters  with  their  current  transformers  may  be  omitted, 
since  the  current  and  its  power-factor  are  definitely  fixed  by 
the  load.  At  the  same  time,  synchronizing  devices,  together 
with  potential  transformers,  generator  voltmeters,  etc.,  become 
unnecessary.  A  station  voltmeter  may  be  retained  for  general 
information  but  is  not  necessary,  as  the  voltage  and  frequency 
of  the  induction  generator  station  are  fixed  by  the  controlling 
synchronous  main  station  of  the  system. 

With  the  adoption  of  the  induction  generator  the  entire 
exciter  plant  is  eliminated,  as  the  induction  generator  is  ex- 
cited by  lagging  currents  received  from  synchronous  machines, 
transmission  lines,  and  cables  existing  in  the  system.  Thus 
are  dispensed  with  the  exciters,  exciter  buses,  ammeters,  volt- 
meters, alternator  field  rheostats,  etc.;  in  short,  most  of  the 
auxiliaries  of  the  present  synchronous  station  become  unne- 
cessary. 

Thus,  the  solution  of  the  problem  of  the  economic  devel- 
opment of  small  water  powers  is  found  in  the  adoption  of  the 
induction  generator. 

Stripped  of  all  unnecessaries,  the  smaller  hydro-electric 
station  would  comprise: 

Hydraulic  turbines  of  simplest  form,  continuously  oper- 
ating at  full  load,  without  governors. 

Low  voltage  induction  generators  directly  connected  to 
the  turl)incs. 

Step-up  transf(n-iners  directly  connected  to  the  inducLioa 
generators. 
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High-tension  circuit  breakers  ctuiiu'Clin.i;  the  step-up 
transfornters  to  the  trausuiission  hue.  lu  suialler  sta- 
tions, even  these  may  he  dispensed  with  and  replaced 
hv  disconneetint<  switches  and  fuses. 

Lightning  arrester  on  the  transmission  hue,  where  the 
climatic  or  topographical  location  makes  these  neces- 
sary. 

A  station  voltnu-ter.  a  toUiliug  ammeter  or  inte.i;uuinR 
wattmeter  and  a  frequency  indicator  may  he  added  tor 
the  information  of  the  station  attendant,  l)Ut  are  not 
neeessarv.  as  voltage,  current,  output,  and  frequency 
are  not  "controlled  from  the  induction  generator  sta- 
tion, hut  from  the  main  station,  or  are  deternimed  by  the 
available  water  supply. 

It  is  interesting  to  compare  this  induction  generator  sta- 
tion lav-out  with  that  of  the  modern  synchronous  station. 
However,  it  must  not  be  forgotten  that  the  simplicity  of  the 
induction  generator  station  results  from  the  transference  of 
all  the  functions  of  excitation,  regulation,  and  control  to  the 
main  synchronous  stations  of  the  system,  and  thus  the  induc- 
tion generator  stations  are  feasible  only  as  adjuncts  to  at 
least  one  large  synchronous  station  (hydraulic  or  steam  tur- 
bine") in  the  system,  but  can  never  replace  the  present  syn- 
chronous generator  stations  in  their  present  f\eld  of  applica- 
tion. 


Automatic  Generating  Stations. 
With  the  enormous  simplification  resulting  from  the  use 
of  the  induction  generator  it  appears  quite  feasible  to  make 
smaller  hydroelectric  generating  stations  entirely  automatic, 
that  is,  operating  without  attendance  beyond  occasional 
(weekly  or  daily)  inspection. 

Such  an  automatic  generating  station  would  comprise  a 
turbine  with  low-voltage  induction  generator  housed  imder  a 
shed,  and  an  outdoor  step-up  transformer  conected  into  the 
transmission  line  with  time  fuses  and  disconnecting  switches. 

It  is  true  that  in  the  big  synchronous  generating  stations 
of  thousands  of  kilowatts,  the  cost  of  auxiliaries,  such  as  ex- 
citer plant,  regulating  and  controlling  devices,  etc.,  is  only  a 
small  part  of  the  total  station  cost,  and  little  would  there- 
fore be  saved  by  the  use  of  induction  generators.  No  induc- 
tion generators  would,  however,  be  used  for  such  stations. 
But  the  cost  of  auxiliaries  and  controlling  devices,  and  the 
cost  of  the  required  skilled  attendance  decrease  far  less  with 
decreasing  station  size  than  that  of  the  generators,  whether 
synchronous  or  induction,  or,  in  other  words,  with  decreasing 
size  of  the  station  (per  kilowatt  output)  the  cost  of  auxili- 
aries and  controlling  devices,  and  of  attendance,  increases  at 
a  far  greater  rate  than  that  of  the  generators,  and  very  soon 
makes  the  synchronous  station  of  the  present  type  uneco- 
nomical. 

It  is  also  true  that  in  the  big  modern  hydrauhc  power 
systems,  the  cost  of  the  generating  station  usually  is  a  small 
part  of  the  cost  of  the  hydraulic  development.  Therefore, 
any  saving  in  the  cost  of  the  generating  station  would  be  of 
little  influence  in  determining  whether  the  hydraulic  develop- 
ment would  be  economical.  With  decreasing  size  of  the  water 
power  the  cost  of  the  hydraulic  development  per  kilowatt  out- 
put usually  increases  so  rapidly  as  to  very  soon  make  the  de- 
velopment of  the  water  power  uneconomical,  no  matter  how 
simple  and  cheap  the  station  is. 

Value  of  the  Induction  Generator. 
However,  the  value  of  the  induction  generator  lies  not 
so  much  in  the  reduction  of  the  cost  of  the  generating  station 
as  in  the  reduction  of  the  cost  of  the  hydraulic  development, 
through  making  it  possible  to  apply  to  the  electric  generator 
the  same  principle  which  has  made  the  electric  motor  econ- 
omically so  successful.  Collect  the  power  electrically  just  as 
we  distribute  it  electrically.  ^ 

We  do  not,  as  in  the  days  of  the  steam  engine,  convert 
the  electric  power  into  mechanical  power  at  one  place  by 
one  big  motor  and  distribute  it  mechanically  by  belts  and 


shafts;  but  we  distribute  the  power  electrically,  by  wires,  and 
convert  the  electric  power  to  mechanical  power,  wherever 
mechanical  power  is  needed,  by  individual  motors  through- 
out mill  and  factory. 

In  the  same  way  we  must  convert  the  hydrauhc,  that  is. 
the  mechanical  power,  into  electrical  power  by  individual 
generators  located  along  the  streams  or  water  courses  withm 
The  territory,  wherever  power  is  available,  and  then  collect 
this  power  electrically  by  medium-voltage  collecting  lines  and 
high-voltage  transmission  lines,  and  .=o  eliminate  most  of  the 
co'st  of  the  hydraulic  development,  to  solve  the  problem  ot 
the  economical  utilization  of  the  country's  water  powers.  If  | 
we  attempt  to  collect  the  power  mechanically,  that  is,  by  hy- 
draulic  development  which  gathers  the  waters  of  all  the 
streams  and  creeks  of  a  territory  together  into  one  big  station 
and  there  converts  it  into  electric  power,  the  cost  of  the  hy- 
draulic development  makes  it  economically  hopeless  except 
under  unusually  favorable  conditions  where  a  very  large 
amount  of  power  is  available  within  a  limited  territory,  or 
where  nature  has  done  the  work  for  us  in  gathering  consider- 
able power  at  a  waterfall,  etc. 

It  is  the  old  problem  and  the  old  solution:    If  you  want 
to  do  it  economically,  do  it  electrically. 

Naturally  then,  we  would  use  induction  generators  in 
these  small  individual  stations,  just  as  w^e  use  induction 
motors  in  individual  motor  installations,  but.  where  large 
power  is  available,  there  is  the  field  of  the  synchronous 
generator,  where  the  induction  generator  i§  undesirable,  just 
as  the  synchronous  motor  is  preferable  where  large  power  is 
required— unless  the  synchronous  motor  is  excluded  by  con- 
ditions of  starting  torque,  etc. 

At  first,  and  for  some  time  to  come,  we  would  not  con-^ 
sider  going  down  to  sizes  of  induction  generators  anywherei 
near  as  small  as  are  common  in  induction  motors.  However, 
throughout  the  country,  there  are  undoubtedly  many  millions^ 
of  kilow'atts  available  in  water  powers  which  can  be  collected 
by  induction  generator  stations  from  50  horse  power  upwards, 
and  which  at  fair  heads,  would  require  no  abnormal  machine 
design  (no  very  slow  speed). 

Consider  the  instance  of  a  New  England  river  with  a  de-- 
scent  in  its  upper  course  of  about  1,100  feet  of  varying  gra- 
dient within  five  miles:  at  three  places  where  the  gradient  is 
steepest,  by  a  few  hundred  feet  of  cast-iron  pipe  and  a  small 
dam  of  20  to  30  feet  length  and  a  few  feet  height  (just  enough 
to  cover  the  pipe  intake),  an  average  head  of  150  feet  can  be 
secured,  giving  an  average  of  75  horse  power  each,  or  a  total 
of  225  horse  power  or  170  kilowatts.  This  would  use  some 
what  less  than  half  the  total  potential  power.  The  develop- 
ment of  the  other  half,  requiring  greater  length  of  pipe  line 
or  involving  lower  heads,  would  be  left  to  meet  future  de- 
mands for  additional  power. 

The  installation  of  an  electric  system  with  170  kilowatts 
would  hardly  be  worth  while;  but  there  are  numerous  other 
creeks  throughout  the  territory  from  which  to  collect  power 
and  which  within  a  few  miles  pass  high  potential  transmission 
lines,  coming  from  big  synchronous  stations  into  which  the 
power-collecting  lines  from  the  induction  generator  stations 
could  be  tied  and  from  which  they  could  be  controlled. 

Thus,  the  large  modern  synchronous  station  has  its  field 
and  is  about  as  perfect  as  we  know  how  to  build  stations  for 
large  concentrated  powers;  but  beyond  this  there  is  a  vast  field 
and  therefore  an  economic  necessity  for  the  development  of  a 
different  type  of  hydraulic  generating  station  to  collect  the 
scattered  water  powers  of  the  country,  and  that  is  the  induc- 
tion generator  station,  to  which  it  is  desired  to  draw  attention. 

Caution  must  be  exercised,  however,  not  to  mistake  small 
power  and  low-head  power.    There  are.  on  the  lower  courses 
of  our  streams,  some  hydraulic  powers  which  are  relatively 
(Concluded  on  page  38) 
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Japanese   Electrical  Exhibition 

Shows  Possible  Markets  and  Competition  to  be  Expected— A  Country  Wide 
Awake  to  After  War  Needs  and  Preparing  to  Meet  Them 


One  of  the  finest  and  most  creditable  exhibits  illustrative 
,,f  any  industry  in  Japan  was  that  lately  held  at  Uyeno  Park, 
Tokyo,  by  the  Japan  Electrical  Society  in  commemoration 
of  its  twenty-fifth  anniversary.  To  one  not  acquainted  with 
the  rapid  progress  made  in  all  lines  of  industry  in  this  coun- 
try, the  exhibtion  just  closed  would  come  as  a  surprise. 
When  we  remember  that  up  to  thirty  years  ago  electric  en- 
ergy was  never  used  in  Japan,  other  than  the  weak  current 
necessary  for  telegraph  and  telephone  lines,  it  is  all  the  more 
remarkable  to  witness  specimens  of  almost  every  known 
electric  device.  The  use  of  electricity  has  become  very  wide- 
spread during  the  last  twenty  years,  as  may  be  judged  by 
the  number  of  electric-lighting  companies  in  Japan,  which 
in  1915  exceeded  485,  using  8,400,000  lamps,  or  by  the  num- 
ber of  electric  motors  in  use,  which  amounted  in  1915  to  42,- 
000  in  number,  developing  182,704  horse-power,  and  also  by 
the  electric  tram  lines,  which  totalled  71  in  number  in  1915, 
with  an  aggregate  total  mileage  of  over  1,385  miles.  During 
the  last  three  years  still  greater  advancement  has  been  made, 
Init  the  figures  for  these  years  have  not  as  yet  been  officially 
aimounced. 

Object  of  Exhibition. 

In  189C  the  Japan  Electrical  Society  was  formed  for  the 
purpose  of  promoting  electrical  science  and  industry.  During 
the  last  twenty  years  this  society  has  been  very  active  m  its 
propaganda  and  has  been  successful  in  its  aims,  so  much  so 
that  to-day  there  is  hardly  a  family  in  any  of  the  cities  and 
towns  of  Japan  which  does  not  know  some  at  least  of  the 
many  advantages  to  be  derived  from  electric  energy.  Furth- 
ermore, since  the  outbreak  of  war  in  Europe  this  society 
has  been  able  to  direct  its  efforts  towards  greater  progress 
in  peaceful  pursuits,  while  the  Allies  have  been  wholly  taken 
up  with  the  affairs  of  war.  It  has  been  this  peace  footing 
that  has  therefore  helped  the  electrical  industry  of  Japan 
to  make  sure  its  foundation  of  success,  and  to  prepare  ac- 
cordingly for  the  great  competition  that  will  surely  break 
once  peace  is  declared. 

With  the  further  intention  of  strengthening  the  position 
of  electrical  enterprises  in  this  country,  the  Japan  Electrical 
Society  decided  to  open  an  extensive  electrical  exhibition 
which  would  embody  all  the  representative  branches  of  the 
industry. 

General  Plan  of  the  Exhibit. 

From  the  first  announcement  of  this  exhibition,  appli- 
cations poured  in  from  electrical  industries  all  over  Japan. 
In  order  to  give  each  exhibit  sufficient  space  to  make  a  cred- 
itable showing  it  was  decided  that  it  would  be  best  to  only 
allow  a  limited  number  of  firms  to  exhibit  their  goods.  The 
management  with  this  end  in  view,  could  only  accept  the 
first  237  applications,  those  who  applied  late  having  to  be 
declined  on  account  of  lack  of  space.  On  the  average  the 
allotment  to  each  exhibit  amounted  to  7  tsubo  or  about  28 
square  yards;  some  of  course  were  much  larger  and  others 
smaller. 

Classification  of  Exhibits. 

The  cxhiljts  were  divided  into  thirteen  classes,  as  fol- 
lows:— 

Class  2.— Electro-chemical  industry:  l':iectrolysis,  electric 
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and  utensils,  toilet  sets,  cleaning  utensils,  stoves  and  furn- 
aces, laundry  appliances  and  fittings,  electric  fans,  small  elec- 
tric motors,  their  appliances,  electric  bells  and  indicators. 

Class  3.— Electro-channel  industry:  Electrolysis,  electric 
furnaces,  machines,  apparatus  and  tools  relating  thereto,  their 
products. 

Class   3.— Electrical   communications:   Telegraphs,  tele- 
phones, electric  signals,  etc. 

Class  4.— Electric  illuminations:  Electric  lamps,  materials 
used  for  the  fabrication  of  lamps,  shades  and  globes;  electric 
illumination  appliances,  electric  advertisements,  etc. 

Class  5.— Generation  and  distribution:  Generators,  trans- 
formers, switchboards,  conducting  wires,  cords,  connecting 
appliances,  meters,  lightning  rods,  switches. 

Class  6. — Application  of  electric  current:  Motors  and 
appliances,  devices  for  the  application  of  the  electric  current. 

Class  7.— Electric  vehicles:    Electric  automobiles,  aero- 
planes, motor-boats. 

Class  8. — Electricity  and  agricultural,  mining  and  fishery 
industries:  Machines  used  in  mining,  machines  and  farm 
implements  used  in  agriculture,  fittings  and  tackle  used  in 
fisheries,  etc. 

Class  9. — Development  of  electricity. 
Class  10. — Materials  used  in  electric  industry. 
Class  11.— Electro-physical  and  chemical  apparatus,  elec- 
tric medical  appliances:    Physical  and  chemical  apparatus, 
medical  and  surgical  apparatus  and  appliances. 

Class  13— War  and  electricity:   Ordnance,  war  requisites 
with  the  application  of  electricity. 

Class  13. — Government  and  school  exhibits,  etc. 
Unfortunately  these  classes  were  not  adhered  to  very 
strictly  in  arranging  the  layout  of  the  exhibition.  Thus  we 
might  see  a  demonstration  of  cooking  utensils  in  four  differ- 
ent buildings  mixed  up  with  other  varieties  of  electrical  sup- 
plies. If  each  class  of  goods  could  have  been  shown  together 
the  exhibition  would  not  have  seemed  nearly  so  complicated 
in  the  minds  of  the  general  public. 

A  Typical  Building. 

A  typical  exhibition  was  that  of  a  large  Japanese  elec- 
trical and  engineering  works.  Here  were  demonstrations 
of  the  use  of  electricity  as  applied  to  industrial  and  house- 
hold work.  A  large  horizontal  electric  crane  was  seen  travel- 
ling up  and  down.  Attached  to  this  was  a  powerful  magnetic 
lift  which  demonstrates  how  iron  and  steel  rails  may  be  picked 
up  and  loaded  into  cars  with  a  magnet.  In  one  corner  of 
the  building  was  a  small  model  of  an  up-to-date  electric 
shipyard  derrick  with  similar  magnetic  lift  attached.  Then 
again  many  different  kinds  of  motor  and  motor  machinery 
such  as  electrically  driven  lathes,  milling  machines,  drills, 
planers,  etc.,  were  all  in  operation  for  the  benefit  of  the  pub- 
lic. In  another  part  of  this  building  was  a  display  of  switch- 
boards, together  with  a  model  elevator,  while  in  yet  another 
were  many  kinds  of  household  utilities  such  as  electric  heat- 
ers, irons,  hot  water  bags,  laundry  machines,  ice-cream 
freezers,  etc. 

Electric  Stoves. 

The  first  exhil)it  to  be  seen  in  the  eastern  pavilion  was 
that  of  an  Osaka  concern  who  were  showing  electric  cooking 
stoves  and  heaters  for  household  [jurposes.  Most  of  the 
stoves  shown  were  intended  for  Japanese  use,  being  only  a 
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li'ol  aiul  a  hall  hixih.  as  tlio  Japaiusc  of  oomsc,  ciiok  sitting 
on  the  "tataiui"  (Japanese  floorV  1  lure  WLie  (iiie  or  two  for- 
eign models  on  display  also.  One  style  with  two  ovens,  and 
two  large  and  two  small  eooking:  plates  sold  retail  for  yen 
4:iO.  Compared  to  Canadian  electric  stoves  the  above  model 
was  inferior  both  in  workmanship  and  in  design.  It  was  said 
that  the  Japanese  have  not  been  able  as  yet  to  manufacture 
electric  cooking  stoves  of  the  same  quality  as  those  of  Cana- 
dian origin,  nevertheless  tluy  are  to  he  cotiiplii"^'\ited  on 
the  progress  they  had  made  in  this  direction,  for  the  electric 
stove  industry  is  only  in  its  infancy  here.  It  stands  to  reason 
that  improvement  will  be  made  on  cooking  stoves,  as  has 
been  done  on  other  electric  devices  which  are  now  made  to 
perfection  in  this  country. 

Of  much  interest  were  the  electrified  Japanese  hibachi 
which  were  in  display  here  and  in  other  exhibits.  This  Jap- 
anese stove  is  re^illy  a  wooden  box  or  a  round  bowl-shaped 
container  which  is  filled  with  charcoal  ashes  nearly  to  the 
top.  In  these  ashes  charcoal  is  burned  and  it  is  upon  this 
that  the  ordinary  Japanese  family  cooks  its  meals  and  secures 
its  heat  in  cold  weather.  Instead  of  the  charcoal,  the  elec- 
tric hibachi  have  an  electric  coil  operated  on  the  same  prin- 
ciple as  are  electric  toasters.  On  account  of  the  present  high 
prices  of  charcoal,  the  new  electric  stove  ought  to  prove  very 
popular  amongst  Japanese  families  in  towns  and  cities  where 
nearly  all  have  electric  light  installed  in  their  homes. 

Electric  Insulators. 

Another  interesting  display  in  this  pavilion  was  one  ad- 
vertising porcelain  insulators;  a  strong  current  was  made  to 
pass  a  spark  six  or  eight  inches  long  from  brass  wires  pro- 
jecting from  porcelain  insulators  which  passed  in  succession 
under  a  main  wire,  illustrating  the  efficiency  of  the  insula- 
tion. The  sight  of  this  big  spark  was  very  interesting  to  the 
public  and  drew  crowds  of  spectators. 

There  were  many  interesting  exhibits  showing  other  var- 
ious kinds  of  insulating  materials  made  from  ebonite,  mica, 
asbestos,  caoutchouc,  rubber  electric  cables,  marble,  etc. 
Each  was  represented  by  a  company  specializing  wholly  in 
that  particular  insulator.  The  asbestos  booths  were  particu- 
larly interesting  in  that  samples  of  Canadian  asbestos  were 
on  view  along  with  Russian,  African,  and  Italian  asbestos. 

Turbines. 

There  were  many  exhibits  of  turbines  of  various  forms 
from  the  ship  turbine  to  the  water  turbine  used  in  power- 
houses. 

Wire  Cables. 

What  were  considered  to  be  the  best  displays  in  the 
whole  exhibit  were  those  of  the  wire  cable  manufacturers. 
It  is  remarkable  what  Japan  has  accomplished  in  this  indus- 
try. Plain  copper  wires,  copper  belts,  armoured  cables  of  all 
descriptions,  flexible  copper  wires,  transmission  wire,  electric 
bell  wire,  telephone  and  telegraph  wire,  asbestos-covered 
wires  and  patent  non-sulphur  resistant  rubber  wires  were  all 
shown  on  a  most  elaborate  scale.  Japan  being  one  of  the 
greatest  copper-producing  countries  in  the  world,  has  every- 
thing in  its  favor  for  the  manufacture  of  copper  wire  of  all 
kinds.  One  or  two  of  the  exhibitors  had  displays  of  wire 
arranged  according  to  the  countries  to  which  the  wire  was 
exported,  showing  that  these  firms  were  shipping  electric 
wire  practically  all  over  the  world.  Most  of  the  wire  manu- 
facturers also  showed  brass  products  such  as  piping,  tubes, 
sheets,  plates,  etc. 

Motors  and  Generators. 

There  were  many  splendid  displays  of  electric  motors  of 
all  kinds.  Probably  it  would  be  safe  to  say  that  there  were 
more  motors  than  any  other  electrical  machinery  on  exhibit, 
in  one  form  or  another. 


Electric  Lights. 

Three  good  exhibits  of  electric  light  bulbs  of  various 
sizes  and  description  were  on  view,  and  one  company  showed 
the  whole  process  of  manufacture  from  the  glass  bulb  to  the 
finished  light.  Other  firms  were  showing  electric  sockets 
and  light  fixtures,  shades,  etc. 

Telephone  and  Telegraph  Instruments. 

There  were  six  firms  showing  exhibits  of  communica- 
tion apparatus  of  various  kinds,  three  of  which  represented 
telephone  manufacturers  and  three  telegraph  and  wireless 
telegraph  makers.  The  telephone  has  been  in  great  demand 
during  the  last  two  years  and  many  have  been  manufactured. 
So  far  the  Post  and  Telegraph  Departments,  which  control 
the  telephone  system,  have  not  been  able  to  cope  with  the 
demand.  In  Yokohama  this  month  there  were  applications 
for  four  thousand  telephones,  while  the  authorities  could 
only  allot  some  one  hundred  and  fifty  new  telephones,  which 
are  being  distributed  by  a^  process  of  drawing  by  lot — those 
who  draw  the  right  number  will  get  telephones. 

The  wireless  telegraph  displays  were  very  well  arranged. 
Not  only  were  there  instruments  inside  of  the  pavilions,  but 
there  was  set  up  outside  of  the  buildings  a  wireless  plant 
which  was  sending  and  receiving  messages  during  the  whole 
of  the  exhibition. 

One  is  amazed  on  first  arriving  in  Japan,  with  the  num- 
ber of  wireless  outfits  that  can  be  seen,  when  travelling 
through  the  country,  amateur  outfits  located  in  some  back- 
yard perhaps,  as  Japanese  boys  take  a  great  interest  in  wire- 
less telegraphy  which  accounts  in  part  for  its  popularity  in 
this  country. 

Transformers 

Eight  displays  illustrated  the  transformer  industry  in  this 
country — from  the  little  common  variety  that  one  sees  on 
the  telegraph  poles  up  to  the  large  power-house  size — eight 
and  ten  feet  high. 

Dry  and  Wet  Batteries  and  Appliances. 

There  were  seven  different  displays  of  batteries — from 
the  pocket  flash  light  variety  to  the  large  storage  batteries 
used  for  lighting  automobiles,  houses,  etc.  Pocket  flash  lights 
of  different  varieties  were  usually  on  display  also. 

Miscellaneous  Electric  Devices. 

Other  interesting  displays  were  staged  representing  the 
following:  Automatic  signals  for  electric  cars,  motor  fans, 
laundry  machines,  electric  furnaces  for  baking  china  and 
porcelain  ware,  elecric  volt  motors,  tachometers,  speed  indi- 
cators, electric  pumps,  electric  rice  cleaning  mills,  magnetos, 
electric  automobiles,  electric  clocks  and  electric  pumps  ol 
every  description. 

Electric  Railway  Models. 

Besides  the  models  of  electric  cars  which  were  shown 
illustrating  their  mechanical  workings,  etc..  the  Imperial 
Government  Railways  had  a  very  attractive  exhibit  showing 
dining,  sleeping  and  other  cars,  as  used  on  their  lines.  There 
was  also  on  display  the  first  street  car  ever  run  on  the  streets 
of  Tokyo. 

Surgical  and  Medical  Supplies 

Modelled  after  German  designs,  the  exhibits  of  surgical 
and  medical  apparatus  presented  a  very  attractive  appear- 
ance. There  were  in  all  eight  companies  represented  in  this 
class.  To  the  layman  the  X-rays  and  various  massage  instru- 
ments and  healing  appliances  all  looked  to  be  equal  of  these 
seen  in  other  countries. 

University  Exhibits. 

Besides  those  displays  shown  by  each  individual  manu- 
facturer, the  universities  of  Japan  each  contributed  a  booth. 
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where  some  particular  electric  device  as  used  for  the  instruc- 
tion of  students,  was  shown.  Thus  the  Waseda  University 
v.'cre  exhibiting  a  vacuum  discharge  apparatus,  the  Imperial 
University  sets  of  anemometers,  direct  current  dynamos,  high 
tension  insulators,  and  electro-therapeutic  machines,  etc., 
while  the  Tokyo  Technical  School  had  on  view  a  three-horse 
liiiwer  reduction  motor,  besides  transformers,  etc. 

Government  Exhibits. 

The  various  departments  of  the  Japanese  Government 
.lisplayed  very  interesting  examples  of  the  utility  of  electric- 

The  Naval  Department  had  on  view  a  very  powerful 
search-light  such  as  is  used  on  warships.  A  late  model  of  an 
anti-aircraft  gun  was  also  demonstrated  with  particular  re- 
ference to  the  electric  motor  controlling  its  movements.  The 
War  Department  showed  some  up-to-date  army  wireless  out- 
fits together  with  telescopic  searchlights,  etc.  The  Depart- 
ment of  Communications  exhibited  various  kinds  of  telegraph 
instruments,  wireless  apparatus  and  fittings  therefor. 

The  Korean  Government  had  an  exhibit  showing  the 
kind  of  telegraph  and' telephone  system  in  vogue  in  that  coun- 
try. While  the  Imperial  Government  Railway  of  Japan  and 
the  Manchurian  Railway  Company  each  has  interesting  ex- 
hibits of  passenger  cars  as  used  on  these  railways,  and  show- 
ed also  the  illuminating  systems  therein. 

Associate  Electrical  Products. 

There  were  also  some  fine  exhibits  of  products  made 
by  the  use  of  electricity  or  articles  used  in  addition  to  electri- 
city for  the  manufacture  of  some  other  commodities.  Five 
,  xhil)its  illustrated  the  calcium  carbide  industry,  the  carbide 
was  shown  packed  ready  for  shipment  in  steel  drums  which 
were  inserted  in  a  wooden  case.  Electric  steel  made  m  Jap- 
an was  exhibited  by  five  different  companies.  Carbon  elec- 
trodes from  the  smallest  to  the  largest  sizes  were  on  view 
m  three  different  booths— other  products  which  attracted  one 
(m  passing  through  the  various  pavilions  were— carbon 
brushes,  caustic  soda,  bleaching  powder,  potassium  chloride, 
electro-chemistry  apparatus,  ferrochrome  and  ferro-silicon, 
ammonium  sulphate,  zinc  paints,  electric  soldering  machines, 
cement,  metallic  tungsten  and  oxides,  antimony,  electric  hair 
dressing  requisites,  and  electro-plated  wares  such  as  cutlery 
of  all  kinds,  spectacle  frames,  etc.  An  electric  incubator  was 
also  demonstrating  its  ability  to  hatch  out  young  chickens 
before  the  eyes  of  many  eager  onlookers. 

Model  of  Hydro-Electric  Power  Plant. 

Probably  the  best  arranged  demonstration  of  any  seen 
at  this  exhibtion,  as  well  as  the  most  creditable  to  the  man- 
agement, was  the  modelled  hydro-electric  system  which  was 
1)uilt  up  on  one  side  of  the  exhibition  grounds. 

An  artificial  mountain  fifty  feet  high,  the  fpundation  of 
which  covered  about  3,540  square  yards  of  land,  was  built  up 
with  structural  timbers,  and  covered  with  soil,  rocks,  turf, 
trees  and  flowers  in  order  to  give  it  the  appearance  of  a  real 
mountain,  with  all  its  natural  appearances.  Along  the  top 
of  this  structure  and  at  a  slight  decline  ran  an  artificial  river, 
the  head  of  which  was  really  supplied  with  water  by  a  mo- 
tor and  pump,  but  the  scenic  effects  of  wliich  gave  the  ap- 
pearance of  a  great  lake  out  of  which  the  stream  wound  its 
way  among  rocks  and  ravines,  all  very  natural  in  appear- 
ance, to  the  head  of  the  pipe  that  took  it  down  to  the  tur- 
bine'or  horizontal  water  wheel  of  Pelton  tpye,  constructed 
l)y  one  of  the  exhibitors,  and  which  developed  a  force  of 
150  horse-power.  This  water  wheel  was  constructed  with 
glass  sides  so  that  the  spectators  could  see  the  inward  work- 
ings of  the  machine.  There  was  a  dynamo  connected  with 
this  water  wheel,  and  the  electricity  generated  was  then  trans- 
lf)rme(l  1)y  means  of  three  transformers  to  a  higher  tension 


and  distributed  throughout  the  exhibition  grounds  to  supply 
the  current  needed  for  the  many  lights,  search-lights,  etc., 
v/hich  were  lit  up  in  the  evenings. 

Over  this  mountain  and  through  the  grounds  high  volt- 
age wires  were  carried  on  steel  frames,  very  similar  to  those 
in  use  by  the  Ontario  Hydro-Electric  Commission,  but  which 
were  entirely  constructed  in  this  country. 

A  tunnel  eighty-four  feet  in  length  ran  through  the 
centre  of  this  artificial  mountain,  and  inside  of  which  were 
scenes  depicting  actual  conditions  of  warfare  on  the  West- 
ern Front.  There  were  also  paintings  by  a  famous  Japanese 
artist . 

Electric  Searchlights. 

Each  evening  after  dark  a  battery  of  thirteen  powerful 
searchlights  situated  on  the  top  of  the  north  pavilion,  which 
were  provided  by  the  Naval  Department,  would  play  on  the 
surrounding  country  and  cast  great  streams  of  light  on  the 
sky  and  on  the  lake  Shinobozu.  This  was  a  unique  sight  for 
the  public  of  Tokyo  and  was  very  attractive. 

Model  Suite. 

One  exhibit  which  proved  very  popular  was  the  model 
Japanese  suite  of  five  or  six  rooms  fitted  up  with  all  the  pos- 
sible electrical  fittings  that  could  be  applied  to  a  house,  such 
as  electric  stove,  kettle,  fan,  lights,  bath-tub  heater,  toasters, 
irons,  etc.  This  served  as  a  demonstration  for  the  Japanese 
public  in  making  tiieir  house  comfortable  and  at  the  same 
time  was  an  advertising  medium. 

Reinforced  Concrete  Appliances. 

One  firm  had  a  very  interesting  exhibit  of  concrete  pro- 
ducts as  applied  to  electrical  conveniences.  A  few  samples  of 
concrete  double-track  trolley  line  poles  were  on  view,  while 
tbere  were  also  railway  sleepers  made  of  reinforced  concrete. 

Tokyo  Educational  Association. 

This  association  had  a  booth  fixed  up  in  the  form  of  a 
laboratory  where  there  were  about  twelve  microscopes  as 
well  as  many  different  kinds  of  electrical  .toys  and  novelties 
such  as  buzzers  and  shockers,  which  the  general  public  were 
privileged  to  use. 


Why  Not  Conserve  Jitney  Gasoline? 

While  we  have  no  fault  to  find  with  the  fuel  administra- 
tor for  establishing  chugless  Sundays  if  the  needs  of  the  gov- 
ernment for  gasoline  require  them,  and  we  accept  his  word  for 
this,  we  invite  his  attention  to  another  way  in  which  he  can 
stop  the  unnecessary  use  of  a  large  amount  of  gasoline.  We 
refer  to  the  suppression  of  jitneys,  for  whosc-waste  of  gaso- 
line, rubber,  and  lubricating  oil,  all  necessary  to  our  military 
forces,  there  is  no  economic  excuse.  Such  action  by  the  fuel 
administrator  would  correct  a  manifest  evil  so  far  as  the  con- 
sumption of  these  war  essentials  is  concerned,  and  would  also 
release  to  the  essential  industries  of  the  country  or  to  actual 
war  service  the  men  who  drive  these  cars  and  the  mechanics 
who  keep  them  in  repair.  Electric  cars  are  common  carriers 
and  have  to  run,  and  where  an  electric  line  is  parallel  to  jitney 
service  it  can  furnish  all  the  transportation  needed  both  on 
Sundays  and  on  other  days.— Electric  Railway  Journal. 


Don't  allow  your  Thanksgiving  Holiday  to  in- 
terfere with  your  plans  for  attending  the  Goodwin 
banquet  on  Tuesday  night. 
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Detailed  Description  of  Recently  Installed 
45,000  kw.  Turbine-Generators 


Tlic  4:>,000  kw.  turl)o--oiu-rator  unit  recently  put  into 
operation  in  the  power  station  of  tlie  NarraRansett  Electric 
Liijlit  Company  at  ProvicK-nce.  R.I..  is  of  the  now  well-known 
Wcstin.ultouse  cross-compound,  double  unit  type,  consistmg 
of  a  high  and  low  pressure  turbine,  each  connected  through 
a  flexible  coupling  to  its  own  generator,  having  a  capacity  of 
Sa.oOO  kw.,  and  mounted  on  separate  bedplates  supported  on 
foundations  lying  parallel  to  each  other.  The  generators  are 
arranged  to  feed  separately  or  together  to  the  main  bus. 

This  type  of  turbine  is  very  successfully  exemplified  by  the 
three  30,000  kw.  units  installed  a  few  years  ago  in  the  74th 
Street  Station  of  the  Interboro  Rapid  Transit  Company,  New 
York.  Steam  enters  the  high  pressure  turbine  through  suit- 
able governor-controlled  valves,  passes  through  this  single 
flow  element,  and  out  through  an  exhaust  on  the  top,  and  is 
conducted  by  means  of  a  receiver  pipe  overhead  to  the  middle 
of  the  double  flow  low  pressure  turbine  alongside,  where  it 
divides,  flowing  in  opposite  directions  through  low  pressure 
blading,  then  down  through  the  exhaust  chambers  into  two 
We.stinghouse  Leblanc  jet  condensers  of  the  latest  type. 

The  energy  given  by  the  steam  at  full  load  is  equally 
divided  between  the  high  and  low  pressure  turbines,  the  gen- 
erators dividing  the  load  in  half;  at  lower  loads  a  greater  pro- 
portion is  carried  by  the  high  pressure  element. 

The  unit  was  designed  to  operate  with  a  steam  pressure 
at  the  throttle  of  200  pounds  with  100  deg.  superheat  and  a 
vacuum  of  29  inches  in  the  exhaust,  while  the  generators  have 
a  capacity  of  23,750  kva.,  11,000  volts,  3  phase,  60  cycles  at  0.95 
factor,  the  high  pressure  element  having  a  speed  of  1,800 
r.p.m..  and  the  low  pressure  1,200  r.p.m. 

There  are  four  bearings  to  each  unit,  a  flexible  pin  type 
coupling  being  used  to  connect  the  turbine  and  generator. 

The  high  pressure  turbine  is  of  the  single  flow  reaction 
tvpe  throughout,  of  a  very  simple,  rugged  construction,  de- 
signed for  efficiency  and  dependability,  all  parts  coming  in 
contact  with  high  pressure  steam  being  made  of  cast  steel, 
while  the  exhaust  chamber  and  other  parts  not  stibjected  to 
high  temperature  stresses  are  of  cast  iron. 

The  pressure  in  the  high  pressure  cylinder  varies  from  a 
maximum  of  about  200  pounds  at  the  inlet  to  atmospheric  pres- 
sure in  the  receiver  pipe  at  full  load. 

With  the  reaction  type  machine,  high  pressure  steam  is 
admitted,  of  course,  direct  to  the  cylinder  casing  instead  of 
into  nozzle  chambers,  as  is  the  case  with  an  impulse  type. 
This  presents  the  problem  of  perfecting  a  horizontal  joint  on 
a  cylinder  of  considerable  diameter  that  will  be  tight,  and 
stay  tight,  against  200  to  .300  pounds  steam  pressure,  or  any 
tendency  to  open,  due  to  distortions  from  the  high  temper- 
ature. 

The  high  pressure  end,  or  steel  part  of  the  cylinder,  is 
composed  of  two  steel  castings,  5  feet  10  inches  inside  diameter 
and  134  inches  thick,  while  at  the  joint  the  thickness  gradti- 
ally  increases  until  it  merges  into  a  flange  eight  inches  wide, 
tapering  to  the  outer  edge.  The  bolts  2^4  inches  in  diameter 
are  spaced  about  one-third  of  the  way  from  the  inside  edge, 
and  four  inches  between  centers.  These  bolts,  or  studs,  as 
they  really  are,  are  tapped  alternately  into  upper  and  lower 
flanges  registering  with  suitable  bosses  on  the  companion 
flange.  This  method  permits  of  a  closer  spacing  of  bolts,  re- 
moving less  metal,  and  produces  a  stronger  flange  than  by 


No  gasket  is  used,  the  joint  being  scraped 
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any  other  means, 
to  a  surface. 

The  four  rings  containing  the  blades  are  not  an  integral 
part  of  the  main  cylinder,  but  are  made  of  separate  castings 
jointed  in  the  middle,  resulting  in  simplicity  of  construction, 
freedom  from  strains,  and  the  absence  of  those  difficulties 
inherent  in  a  complicated  steel  casting,  besides  being  a  dis- 
tinct aid  in  manufacturing  as  the  machine  work  is  not  all  done 
on  one  piece,  but  can  be  divided  among  different  machines,  and 
finally  assembled  when  each  piece  is  completed.  These  rings 
are  clamped  in  place,  again  saving  expensive  work  on  the  main 
castings. 

The  high  pressure  cylinder  is  supported  on  three  points, 
as  usual,  one  under  the  governor,  or  thrust  end,  and  one  on 
each  side  of  the  exhaust,  near  the  center  line,  thus  insuring 
against  distortions,  or  a  possibility  of  misalignment,  due  to 
differential  expansions  between  the  turbine  and  generator 
supports  froin  unequal  temperatures. 

The  high  pressure  spindle  consists  of  a  hollow  steel  drum 
about  three  feet  in  diameter,  carrying  most  of  the  blading, 
there  being  two  blade  rings  of  larger  diameter  on  the  one 
end,  and  corresponding  dummy  rings,  or  balance  pistons,  on 
the  other.  The  spindle  ends  are  pressed  into  the  drum  and 
are  secured  with  tee-headed  shrink  links,  wdiich  are  held  in 
place  by  the  blade  and  dummy  rings. 

The  stresses  in  the  spindle  parts  are  quite  low,  these  parts 
being  made  from  ordinary  carbon  steel.  However,  strict  care 
is  taken  in  making  the  castings  in  order  to  insure  homogene- 
ity, the  precautions  necessary  to  secure  this  uniformity  having 
been  learned  by  long  experience. 

There  are  24  rows  of  blades  in  the  high  pressure  turbine, 
ranging  in  size  from  one  inch  blades,  4  inches  long,  to  1^  inch 
blades,  9J4  inches  long.  These  blades  are  unusually  strong  and 
rugged,  and  they  insure  the  highest  efficiency  and  durability. 
The  maximum  mean  blade  speed  is  470  feet  per  second. 

The  steam  passes  out  through  an  exhaust  at  the  top  of 
the  cylinder  into  a  66-inch  receiver  pipe  leading  over  to  the 
low  pressure  turbine.  A  similar  exhaust  is  provided  directh- 
below,  which  connects  through  an  automatic  relief  valve  to 
the  atmosphere. 

A  gate  valve  is  placed  in  the  receiver  pipe,  in  case  it  is 
necessary  to  operate  either  turbine  alone,  the  high  pressure 
turbine  running  non-condensing,  under  control  of  its  own 
governor,  or  the  low  pressure  turbine,  on  steam  admitted 
through  a  14-inch  throttle  from  the  high  pressure  line,  it  being 
connected  in  step  electrically  with  some  other  unit  in  the 
system. 

Flexibility  on  the  Steam  Line. 

Steam  is  supplied  to  the  unit  through  a  24-inch  header, 
every  care  being  taken  to  provide  adequate  flexibility  to  the 
line.  A  standard  Westinghouse  type  throttle  valve  with  the 
regular  automatic  stop  features  controls  the  admission.  The 
throttle  valve  steam  strainer  and  primary  steam  chest,  which 
are  located  adjacent  to  the  bedplate  alongside  the  turbine, 
are  spring-mounted,  so  as  not  to  impose  a  dead  load  on  the 
cylinder. 

The  low  pressure  element  is  of  the  straight  double  flow 
reaction  type.  The  steam  entering  at  the  top  through  the 
above  mentioned  receiver  pipe,  passes  around  the  spindle  in 
an  annular  chamber  of  ample  proportions,  and  enters  the  low 
pressure  blading,  there  being  eight  rows  in  each  end,  ranging 
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from  ?4-inch  blades,  6  inches  long,  to  lj4-inch  blades,  18 
inches  long. 

The  low  pressure  cylinder  rests  on  four  supports  applied 
near  the  centre  line  on  each  side  of  the  exhaust  chambers. 
It  is  free  to  expand  axially,  sliding  on  these  supports,  the 
turbine  being  anchored  to  the  inboard  generator  pedestal. 
A  system  of  radial  and  axial  stays  in  the  exhaust  chamber 
produces  extreme  rigidity,  minimizing  the  possibility  of  dis- 
tortion, or  sympathetic  vibrations. 

The  low  pressure  spindle  is  composed  of  a  central  drum, 
rigidly  secured  to  the  spindle  ends.  Upon  each  of  these  ends 
are  mounted  two  discs  carrying  the  low  pressure  blades,  the 
maximum  mean  velocity  of  which  is  only  515  feet  per  second, 
which  precludes  the  necessity  of  using  other  than  a  reason- 
ably good  grade  of  cast  steel  in  the  blade  rings.  However, 
owing  to  the  double  flow  feature,  ample  blade  area  is  pro- 
vided to  make  the  best  use  of  a  high  vacuum  and  still  main- 
tain a  conservative  blade  length  in  the  last  rows.  Phosphor 
bronze  b'ades  are  used  throughout,  except  the  last  three 
rows  in  the  low  pressure,  which  are  forged  steel. 

The  low  pressure  cylinder  is  entirely  of  cast  iron,  com- 
posed pf  a  center  section  and  two  end  sections,  bolted  and 
spigoted  together,  and  all  split  horizontally.  The  three  upper 
pieces  are  handled  as  one,  the  vertical  joints  never  being  dis- 
turbed. 

The  high  pressure  steam  admission  is  controlled  much 
the  same  as  on  all  other  Westinghouse  machines,  by  means 
of  a  powerful,  though  sensitive,  governor,  which  operates  the 


of  100  to  110  degrees  on  which  the  journal  actually  rests. 

Both  turbines  are  equipped  with  double  Kingsbury  thrust 
bearings  capable  of  taking  the  load  in  either  direction,  .though 
when  running  under  load  the  thrust  is  toward  the  generator. 
Under  normal  operation  they  are  loaded  to  about  300  pounds 
per  square  inch,  but  are  capable  of  safely  carrying  twice  as 
much.  The  maximum  peripheral  speed  is  about  100  feet  per 
second.  These  bearings  are  not  only  immersed  in  oil,  but  they 
are  supplied  with  a  circulation  of  fresh  oil  through  passages 
which  deliver  it  near  the  centre. 

The  shafts  are  sealed  with  the  usual  well-known  water 
gland  with  the  addition  of  an  annular  steam  chamber  for  the 
admission  of  steam  so  that  vacuum  can  be  established  before 
starting  up.  Water  is  turned  on  when  the  turbine  approaches 
full  speed  and  the  steam  is  turned  of¥.  One  feature  of  these 
glands  is  that  they  can  be  removed  for  inspection  without 
lifting  the  cylinder  cover. 

Each  turbine  is  provided  with  an  oil  pump  sufficient  for 
its  own  needs,  though  both  feed  into  the  same  oiling  system. 
They  are  double  plunger  pumps,  running  at  165  strokes  a  min- 
ute, with  a  common  suction,  but  separate  discharge. 

The  high  pressure  oil  necessary  to  operate  the  steam  in- 
let valves  is  taken  from  one  side  of  the  pump  on  the  high 
pressure  turbine,  pressure  being  maintained  by  a  spring  loaded 
relief  valve.  The  total  amount  of  oil  used  is  aproximately  175 
gallons  a  minute.  The  bearing  oil  pressure  is  from  five  to 
eight  pounds. 

This  unit,  although  it  does  not  consist  of  two  separate 


Sign  Peace  at  Potsdam 


The  war  will  change  very  suddenly  from  the 
appearance  of  a  close-drawn  struggle  to  an  abso- 
lute German  surrender.  .  .  There  are  three 
absolutely  essentia,!  conditions  to  a  satisfactory 
peace. 

The  first  is  that  Germany  shall  be  invaded.  Too 
long  has  she  been  led  to  suppose  that  she  is  in- 
violate.   This  delusion  must  be  shattered. 

The  second  is  the  occupation  of  Berlin  and  the 
signing  of  peace  at  Potsdam,  in  the  very  hall  in 
which  the  plot  was  hatched. 

The  third  and  most  important  of  all  is  that 
Germany  must  pay  to  the  last  penny  the  expenses 
her  outrageous  conduct  has  cost  the  allies. 


This  is  both  policy  and  justice.  She  can  pre- 
pare no  other  war  while  she  has  such  a  debt,  and 
she  will  need  no  army  or  navy.  In  1915  she  plan- 
ned to  exact  four  thousand  millions  from  France 
alone. 

Revolution  could  only  bring  the  Social  Demo- 
crats to  the  top.  These  people  have,  with  a  small 
minority,  in  the  main  sustained  the  German  at- 
tack upon  her  neighbors.  We  owe  them  no  con- 
sideration. Whoever  rules  Germany  inherits  the 
fruits  of  her  criminal  conspiracy  against  the 
world. 

— Sir  Conan  Doyle. 


plunger  of  an  oil  relay  attached  to  a  floating  cylinder  mounted 
on  the  side  of  the  first,  or  primary  valve.  This  cylinder  by 
means  of  levers,  controls  the  primary,  secondary  and  tertiary 
admission  valves.  The  primary  valve,  located  on  the  side,  ad- 
mits steam  to  the  bottom  of  the  high  pressure  cylinder,  while 
the  secondary  and  tertiary  valves,  being  located  on  the  top, 
systematically  about  the  center  line,  admit  steam  to  the 
second,  or  third  stage,  as  the  case  may  be.  Loads  of  30,000 
40,000,  and  50,000  kw.  respectively,  can  actually  be  carried  on  , 
lliese  valves. 

The  bearings  employed  on  this  unit  are  carefully  propor- 
tioned to  preserve  a  satisfactory  ratio  between  unit  pressure 
and  peripheral  speed.  They  are  lined  with  genuine  babbit 
metal,  supported  on  sperical  seats,  and  provided  with  positive 
adjustment  in  any  direction.  A  lil)eral  supply  of  oil  is  dis- 
tributed through  a  groove  along  the  top,  while  the  sides  of  the 
liearings  are  eccentrically  relieved  for  a  distance  of  35  to  40 
degrees  above,  and  lielow  the  center  line.    This  leaves  an  arc 


elements,  is  started  the  same  as  any  other  machine.  Field  ex- 
citation is  supplied  to  the  generators,  the  throttle  on  the  high- 
pressure  element  is  opened,  and  slowly  brought  up  to  speed, 
the  low  pressure  generator  operating  as  a  motor,  and  coming 
to  speed  in  step  with  the  other.  The  two  macliines  as  a  unit 
can  then  be  synchronized,  and  placetl  on  the  line,  remaining 
in  step,  and  properly  dividing  their  load. 

Largest  Condenser  in  the  World. 

The  condenser  equipment  for  the  al)ovc  turbine  consists 
of  the  largest  condensing  apparatus  in  the  world.  The  con- 
denser unit  is  composed  of  two  separate  and  distinct  low 
level  jet  condensers,  which  can  l)e  operated  together,  or  separ- 
ately, if  necessary.  If  the  temperature  of  the  injection  water  is 
low  enough  to  warrant  it,  the  operation  of  only  one  conden- 
ser is  necessary  to  maintain  a  workable  vacuum. 

These  condensers  are  connected  to  form  a  single  con- 
densing apparatus  l)y  means  of  an  exhaust  connection,  ample 


so 
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L'ithor  oomU'iiscr  alono,  when 


in  area  to  permit  oinratiii;. 
necessary. 

The  same  water  level  is  maintained  in  each  condenser  by 
the  use  of  a  water  equaliiing  ccMincction  between  one  pump 
body  and  the  other.  This  is  an  absolutely  necessary  feature 
and  it  is  provided  in  order  to  maintain  a  constant  submergence 
over  the  center  line  of  each  pump,  to  provide  suHicient  head 
to  force  water  into  the  runner  under  vacuum.  This  water 
equalising  connection  is  so  constructed  that  no  surges  occur 
between  the  condensers,  it  being  made  in  the  form  of  a  tee, 
the  bottom  of  which  forms  a  reservoir.  A  baffle  running  al- 
most to  the  bottom  prevents  surging. 

-\n  air  equalizing  connection  is  provided  to  mamtain  the 
same  air  pressure  in  each  condenser.  If  both  are  in  operation 
the  valve  mav  be  either  open  or  closed,  but  it  has  been  found 
by  trial  that  if  one  condenser,  only,  is  in  operation,  the  valve 
n'nist  be  open  in  order  to  have  the  same  air  pressure  m  each. 

The  condensers  are  equipped  with  geared  turbine  driven 
pumps  running  at  500  r.m.p.  instead  of  700  r.m.p.,  which  latter 
is  standard.  This  was  found  necessary,  owing  to  the  limited 
headroom  in  the  basement.  These  pumps  are  able  to  operate 
with  a  submergence  of  50  inches  above  the  center  line  of  the 
pump  shaft,  while  73  inches  is  necessary  with  a  700  r.p.m. 
pump    This  resulted  in  a  saving  in  headroom  of  33  inches. 

Considering  capacity,  this  unit  requires  less  floor  space 
than  any  other  condenser  unit  now  in  operation. 

In  starting  up  this  condenser  it  is  necessary  to  use  a 
priming  pump.  The  main  turbine  is  operated  non-condens- 
ing, or  with  a  slight  vacuum,  until  sufficient  vacuum  ,s  obtained 
for  the  condenser  to  lift  its  own  water. 

The  operating  company  has  found  it  convenient  m  winter 
time  when  the  temperature  of  the  injection  water  is  very  low 
to  operate  only  one  condenser  of  the  twin  outfit,  and  stiU 
maintain  the  vacuum  desired,  thereby  cutting  the  cost  of 
operation  in  half.  In  cutting  the  condensers  out,  it  is  only 
necessary  to  close  the  discharge  and  injection  valves  to  the 
condenser  not  in  operation  and  to  operate  the  other  mdepend- 

^"^'^A.s  a  matter  of  interest,  it  may  be  well  to  note  that  the 
above  concern  uses  nothing  but  jet  condensers.  Its  experi- 
ence has  been  that  while  the  boiler  feed  water  is  expensive, 
nevertheless,  surface  condensers  do  not  stand  up  under  the 
extremely  bad  water  conditions  existing  at  Providence,  and  it 
is  necessary  to  employ  jet  condensers. 

The  twin  condensers  used  with  the  above  45.000  kw.  tur- 
bine require  18.000,000  pounds  of  condensing  water  per  hour, 
9  000,000  pounds  in  each  condenser.  In  addition  to  this  157o 
more  is  required  for  the  operation  of  the  air  pump. 


New  York  Subway  Extension 

The  New  York  subway  extension  system  represents  the 
world's  greatest  achievement  in  electric  railway  construction. 
It  consists  of  619  miles  of  track,  serves  four  of  the  five  bor- 
oughs of  the  city  and  has  a  capacity  of  three  billion  passen- 
gers per  annum.  New  York,  after  five  years  of  construction 
work  and  the  expenditure  of  $400,000,000,  has  completed  and 
put  into  operation  the  greater  part  of  her  new  system  of 
radid  transit,  known  as  the  Dual  System,  because  the  In- 
terborough  Rapid  Transit  Co.  and  the  Brooklyn  Rapid 
Transit  Co.  have  co-operated  with  the  city  m  developing  it. 

Four  parallel  elevated  lines  and  a  subway  constituted  the 
former  rapid  transit  system  in  Manhattan.  The  subway 
started  in  Brooklyn,  ran  north  through  the  eastern  part  ot 
Manhattan  as  far  as  42nd  street,  west  on  42nd  street  to 
Broadway,  and  then  north  through  the  western  part  of  the 
city  thus  forming  the  so-called  "Z."  In  the  new  system  the 
eastern  part  of  the  old  subway  has  been  continued  south, 
thus  forming  two  parallel  and  independent  subways  with  a 
shuttle  connect/on  under  42nd  street.   This  arrangement  is 


Canada's  Plain  Duty 

Canada  is  calling  on  her  people  to  over-sub- 
scribe the  Victory  Loan  of  1918  as  an  imperative 
duty  that  cannot  and  must  not  be  shirked.  The 
reasons  are  plain  to  every  business  man. 

Great  Britain,  having  borne  tremendous  bur- 
dens naturally  finds  it  difficult  to  finance  her  war 
purchases  in  this  country.  The  United  States  is 
perfecting  a  vast  war  machine  and  her  financial 
resources  are  required  for  that  purpose.  It  is 
necessary,  therefore,  that  Canada  should  raise 
within  her  borders  the  funds  required,  not  only 
to  carry  on  our  normal  and  war  activities,  but 
also  to  advance  substantial  sums  to  Great  Britain 
if  we  expect  her  to  continue  her  purchases  here. 

Canadians  have  not  been  asked  to  subscribe  a 
war  loan  since  November,  1917,  nearly  a  year. 
This  is  an  advantage  in  every  way.  The  long  re- 
spite has  enabled  the  1917  Victory  Loan  to  be 
splendidly  absorbed  and  distributed,  and  allowed 
business  to  proceed  without  the  temporary  halt 
which  war  loan  issues  always  bring. 

The  maintenance  of  the  market  price  of  the 
1917  Victory  Loan  at  the  issue  price  and  even 
higher,  shows  the  gilt  edged  nature  of  the  secur- 
ity and  furnishes  a  record  in  war  finance.  Their 
purchase  is  a  duty;  a  duty  that  ensures  profit. 
BUY  VICTORY  BONDS. 


known  as  the  "H."  The  eastern  branch  uses  the  old  Brook- 
lyn tunnel,  while  the  western  will  later  on  enter  Brooklyn 
through  a  new  tunnel.  These  two  subways  are  operated  by 
the  Interborough  Rapid  Transit  Company.  A  third  subway 
is  operated  by  the  New  York  Municipal  Corporation  formed 
by  the  Brooklyn  Rapid  Transit  Co.  This  subway  was  bmlt 
between  two  Interborough  subways,  which  will  eventually 
start  in  Brooklyn,  pass  under  Broadway.  Manhattan,  and 
run  over  the  Queensborough  Bridge,  at  59th  Street,  into 
Queens  In  addition,  a  fourth  subway,  operated  by  the  In- 
terborough, connects  with  the  old  subway  at  Grand  Central 
Station  and  runs  through  the  Steinway  tunnel  to  Long  Isl- 
and City  and  from  thence  into  Queens.  By  the  extensions 
vast  areas  have  now  for  the  first  time  rapid  transit  and 
easily  accessible  to  the  heart  of  the  city. 

Thus  the  railway  mileage  of  New  York  has  been  more 
than  doubled,  and  it  has  the  most  extensive  subway  system 
in  the  world,  comprising  as  it  does  more  than  two  hundred 
miles  of  under-ground  railway.  Some  of  the  subway  routes 
which  honeycombed  the  soil  of  the  great  metropolis  has 
necessitated  the  boring  of  tubes  under  the  East  nver.  at  an 
enoromus  cost,  and  under  difficulties  which  would  seem  to 
require  almost  superhuman  endeavor. 

Nor  is  the  whole  story  of  the  eflforts  to  solve  the  trathc 
conc^estion  problem  of  New  York  been  told.  Third  tracks 
have  been  added  to  the  elevated  railways  on  which  express 
service  is  provided  during  the  rush  hours,  while  instead  of 
one  subway  there  are  now  three  with  express  service  all  day. 
Hence  it  is  no  exaggeration  to  say  that  the  transportation 
facilities  have  been  increased  five  fold  in  down-town  Man- 
hattan and  three  fold  elsewhere. 

It  is  hoped  that  congestion  will  now  be  relieved  at  least 
for  a  few  years.  But  no  growing  city  can  ever  solve  the  con- 
gestion problem,  for  when  new  facilities  are   provided  the 
(Continued  on  page  38.) 
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One-Man  Car  Possibilities  for  Economy 


A  special  issue  of  the  Electric  Railway  Journal  is  given 
over  largely  to  a  discussion  of  the  "economy"  side  of  electric 
railway  operation  and  in  this  connection  considerable  space 
is  given  to  the  one-man  or  safety  car.  In  a  number  of  cities, 
l)oth  in  Canada  and  the  United  States,  critical  situations  have 
been  saved  by  the  adoption  of  this  type  of  car  which  is  alike 
Lconomical  of  men,  power  and  maintenance.  So  far  as  Can- 
ada is  concerned  it  seems  to  be  chiefly  the  opposition  of  the 
operators  themselves  that  has  prevented  the  more  general 
use  of  this  type  of  car — the  chief  objection  being  that  men 
will  be  thrown  out  of  employment.  In  these  days  of  labor 
shortage  this  does  not  appeal  to  us  as  an  argument  against 
nearly  so  much  as  in  favor  of  safety  cars. 

Among  other  interesting  articles  in  the  issue  mentioned 
is  one  by  Mr.  John  A.  Beeler,  consulting  engineer  of  New 
\'ork,  in  which  he  makes  an  analysis  of  one-man  car  possi- 
liilities. 

Of  available  operating  economies  the  modern  light- 
weight one-man  car  with  automatic  equipment  is  most  im- 
[jortant  in  the  extent  of  its  applications,  in  the  largeness  of 
its  savings  and  above  all  in  the  fact  that  it  increases  travel. 

By  "extent  of  its  applications"  is  meant  all  the  service 
in  practically  all  communities  of  75,000  or  less;  a  large  part 
I  if  the  service  in  cities  of  the  middle  size,  and  service  on  such 
lines  of  metropolitan  cities  as  are  not  routed  over  the  more 
congested  streets. 

By  "largeness  of  its  savings"  is  meant  the  reduction  in 
power  and  platform  expense  aside  from  economies  in  track 
and  car  upkeep. 

"By  "the  fact  that  it  increases  travel"  is  meant  the  sti- 
mulation of  traffic  through  increased  service,  which  has  had 
tiie  twofold  efTect  of  eliminating  automobile  competition  and 
r)f  encouraging  short  as  well  as  long  rides. 

In  a  City  Below  100,000. 

Let  us  consider  the  modern  one-man  car  as  applied  to 
a  specific  case,  say  a  city  of  less  than  100,000.  The  commun- 
ity is  served  by  25  miles  of  single  track.  It  should  be  a 
splendid  electric  railway  town  because  of  hills  which  are 
responsible  for  grades  up  to  10  per  cent.  Slow  schedules,  bad 
track,  poor  cars  and  two-man  crews,  however,  have  made 
the  cost  of  operation  equal  90  per  cent  of  the  gross  revenues. 
That  the  town  itself  is  prospering  is  indicated  by  the  fact 
that  the  car-mile  earnings  rose  from  30  cents  in  1911  to  22.5 
cents  in  1916,  with  a  further  rise  to  24.5  cents  in  1917.  Yet 
the  small  passenger  earnings  of  $1.66  per  car-hour  (due 
largely  to  slow  schedules)  and  average  annual  earnings  of 
but  $5  per  capita  indicate  that  the  riding  possibilities  of  this 
city  are  far  from  exhausted. 

The  reasons  why  the  maximum  riding  possibilities  have 
not  been  attained  might  be  classified  as  follows: 

1.  Unsatisfactory  routing  and  headways. 

2.  Low  speeds. 

3.  Unattractive  cars. 

4.  Financial  impossibility  of  increasing  service,  in  view 
of  the  low  number  of  miles  per  man  and  car,  excessive  en- 
ergy consumption  and  high  maintenance. 

Re-routing  Offers  Big  Savings  in  Time. 

Ordinarily  the  first  thought  in  connection  with  improv- 
ing service  is  to  shorten  the  headways;  the  second  is  to  raise 
the  schedule  speed,  and  the  third  (if  considered  at  all)  is  to 
improve  the  routing.  Yet  in  the  present  case  re-routing 
was  the  most  important  factor. 

Analysis  showed  that  lines  Nos.  1,  2  and  3  were  satis- 
lactory  as  to  routing,  since  they  brought  the  passenger  di- 


rectly to  the  business  centre.  Line  No.  4  not  only  passed 
at  some  distance  from  the  centre,  but  was  also  at  the  bottom 
of  a  steep  hill.  It  is  true  that  a  transfer  to  the  centre  was 
obtainable,  but  transfers  are  an  inconvenience  at  best.  This 
circumstance,  plus  a  ten-minute  headway,  doubtless  tempted 
persons  who  lived  a  mile  or  two  along  this  line  from  the 
business  centre  to  walk  instead  of  ride. 

The  remaining  three  lines,  Nos.  5,  6  and  7,  did  not 
reach  the  business  centre  directly,  but  relied  on  transfers. 
The  headways  on  these  lines  varied  from  ten  to  twenty-five 
minutes.  Since  the  one-way  trip  length  of  line  No.  5  was  2 
miles  and  of  Line  'No.  7  only  1'4  miles,  it  is  obvious  that 
people  in  their  vicinity  could  not  save  much  time  by  riding. 
As  far  as  crosstown  riding-  was  concerned,  three  and  even 
four  transfers  might  be  necessary  to  ride  an  equal  number 
of  miles! 

Hence  the  basic  recommendation  was  to  route  all  of 
the  lines  via  the  centre  of  the  city  so  that  riding  would  be 
encouraged  by  minimizing  walking  and  transfers.  To  put  the 
matter  in  another  way:  Five  minutes  saved  a  person  in  wait- 
ing for  a  connection  or  in  walking  from  an  offside  line  is 
in  effect  almost  as  good  as  cutting  a  ten-minute  headway  to 
a  five-minute  headway. 

As  this  re-routing  was  considered  in  connection  with 
one-man  car  operation,  it  is  proper  to  mention  that  the  con- 
centration of  all  lines  in  the  business  section  would  he  well 
below  the  saturation  point  for  this  character  of  operation. 
The  averaged  combined  headway  would  still  be  only  two 
minutes,  compared  with  less  than  one  minute  in  cities  where 
such  cars  are  now  in  use. 

The  railway  was  found  to  be  using  summer  and  winter 
sets  of  rolling  stock.  The  open  cars  were  of  ten-bench  capa- 
city, while  the  closed  cars  were  of  one-man  car  size,  as  they 
seated  only  thirty  to  thirty-two  passengers  each.  Because  of 
the  duplication  and  age  of  the  equipment  only  40  per  cent 
of  the  rolling  stock,  including  trippers,  was  in  use  on  any 
one  day. 

Energy  consumption  was  high,  ranging  from  3.5  kw. 
hr.  per  car-mile  in  summer  to  3.75  kw.-hr.  per  car-mile  in 
winter  for  cars  averaging  25,000  lb.  loaded.  Thus  while  the 
cars  were  not  so  heavy  as  the  over-sized  cars  of  other  pro- 
perties, their  age  and  antiquated  design  were  figured  as  re- 
sponsible for  200  watt-hours  rather  than  the  135  watt-hours 
per  ton-mile  possible  with  modern,  faster  one-man  cars  over 
the  grades  of  this  city.  Yet  the  old  schedule  speed  averaged 
only  7.5  m.p.h.  or  little  more  than  twice  walking  speed.  The 
cost  of  car  maintenance  was  3.5  cents  per  mile. 

To  supersede  this  service  the  one-man  safety  car,  which 
has  since  become  increasingly  popular,  was  recommended. 
Under  the  conditions  then  obtaining  this  would  have  reduced 
platform  expense  from  35  per  cent  to  18  per  cent  of  passen- 
ger receipts  after  allowing  a  3  cent  differential  in  wages — an 
annual  saving  of  nearly  $50,000.  It  would  also  have  reduced 
energy  consumption  (the  use  of  thermostats  and  coasting 
recorders  being  assumed)  from  15  per  cent  to  8  per  cent  of 
passenger  receipts  by  cutting  the  cost  per  car-mile  in  half— 
an  annual  saving  of  $20,000. 

Other  possibilities  of  the  one-man  safety  car  in  promot- 
ing economy  and  increasing  travel  will  be  noted  in  the  fol- 
lowing anaylsis  of  several  re-routings: 

In  the  case  of  two  lines  the  present  direct  routing  and 
tiic  ten-minute  headway  were  to  be  unchanged,  but  the 
round-trip  running  time  was  to  be  reduced  from  forty  min- 
utes to  thirty-five  minutes,  so  that  seven  cars  would  do  the 
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work  of  ciglu.  In  light  hours  the  rouiul  nip  couUl  be  made 
in  thirty  minutes,  with  six  cars  instead  of  eight,  or  six  men 
i\\  place  of  sixteen! 

A  third  lino  was  to  be  len.mhened  from  1  miles  to  0.5 
miles,  round  trip.  l>y  being  exleiuled  to  the  business  centre. 
Theoretically  the  headway  was  to  be  ten  minutes  as  before, 
but  actually  the  overlapping  of  anoiher  line  (also  on  a  ten- 
minute  headway)  would  give  the  downtown  part  of  the  Ime 
a  tive-minute  service,  tluis  helping  to  draw  the  pedestrian 
otf  the  sidewalk.  The  new  sebedule  speed  on  bis  line  would 
be  10  uj.p.h.  instead  of  s  ni.p.b. 

The  remaining  lines  were  recommended  to  l)e  so  com- 
bined for  through  operation  that  on  part  of  the  route  a 
twenty-minute  headway  per  line  would  give  a  combination 
headway  of  ten  minutes,  while  overlapping  further  downtown 
would  give  a  two  and  live-tenths  minute  service  that  only  a 
ntiser  could  withstand. 

To  go  into  further  descriptions  of  tli9  re-routings  would 
lead  to  needless  complexity.  In  general  it  was  apparent  that 
on  tile  basis  of  lower  operating  costs  alone  it  would  pay  to 
change  over  to  one-man  safety-car  operation  over  the  re- 
routed tracks  without  making  any  allowance  for  those  in- 
creases in  travel  and  popularity  that  have  been  noted  in  so 
many  communities. 


Bell  Telephone  Changes 

Changes  in  the  Bell  Telephone  Co.'s  organization,  eftec- 
tive  October  1st,  are  announced.  The  Eastern  Division, 
which  hitherto  has  comprised  Quebec  on  the  East,  to 
Gananoque  on  the  West,  has  been  extended  westward  to 
take  in  Belleville,  Kingston,  Napanee,  Picton,  Tweed  and 
contiguous  territory.  Over  this  division  Mr.  R.  F.  Jones  will 
continue  to  preside  as  Division  Manager,  and  his  division 
superintendents  will  be  Messrs.  R.  Neilson  and  F.  G.  Web- 
ber, of  Montreal,  and  J.  E.  Macpherson,  of  Ottawa.  Mr.  L. 
Belcourt.  formerly  district  superintendent  at  Quebec,  be- 
comes manager  at  Quebec  city,  and  Mr.  W.  J.  Cairns,  whose 
l.f-adquarters  were  until  recently  were  at  Brockville,  becomes 
manager  at  Ottawa. 

In  the  W^estern  Division,  extending  from  Trenton  west- 
ward to  Windsor  and  Sault  Ste.  Marie,  Mr.  K.  J.  Dunstaa 
of  Toronto  will  continue  as  Division  Manager,  assisted  by 
Mr.  A.  T.  Smith,  Toronto,  as  Division  Superintenden^  and 
Messrs.  R.  Burrows,  F.  Kennedy,  R.  Hamilton  (Hamilton), 
and  J.  L.  Richmond  (London)  as  District  Superintendents 

Important  changes  in  the  organization  of  the  plant  de- 
partment also  go  into  effect  October  1st.  Mr.  O.  E.  Stan- 
ton of  Toronto  becomes  Eastern  Division  Plant  Superin- 
tendent, with  headquarters  at  Montreal,  while  Mr.  J.  H. 
Martin,  of  Hamilton,  becomes  Western  Division  Plant  Sup- 
erintendent. 

In  the  Traffic  Department  of  the  Company,  Mr.  J.  N. 
Groleau  is  appointed  Eastern  Division  Traffic  Superintendent, 
and  Mr.  A.  G.  Watson,  Traffic  Superintendent  of  the  West- 
ern Division. 


able,  costing  about  $1.00  per  gallon.  Here  the  horse,  as  else- 
where, has  ceased  to  be  an  economic  asset,  at  least  in  ordin- 
ary commercial  applications.  It  is  estimated  that  to  feed  a 
horse  with  grain  for  one  year  requires  five  acres  of  land, 
sufficient  to  support  about  eight  persons.  When  in  addition 
to  such  extravagant  use  of  productive  land,  horse  feed  must 
be  freighted  vast  distances  across  land  and  sea,  using  ship 
tonnage  which  is  other  wise  urgently  required,  the  horse 
must  necessarily  be  relegated  to  the  "non-useful  occupation" 
class. 

The  electric  vehicle  is  the  solution  to  these  problems. 
Water  powers  are  plentiful  in  Norway,  and,  as  a  result,  cur- 
rent, for  electric  vehicle  charging,  is  available  in  large  quan- 
tities at  small  cost.    The  electric  vehicle  successfully  com- 
peted with  the  "gas"  car  when  gasoline  cost  fifteen  cents  a 
gallon,  and  current  five  and  more,  cents  per  kilowatt  hour. 
The   superiority   of  the   "electric"   in   Norway  is  evident. 
Besides,  the  electric  vehicle  possesses  the  advantages  of  not 
requiring  skilled  mechanical  operators,— its  simple  control 
enabling  it  to  be  successfully  operated  by  older  men  and 
women,  not  required  or  suitable  for  direct  war  duties.^  and 
who,  as  a  class,  work  for  .minimum  wages.   Also  the  "elec- 
tric" is  very  seldom  out  of  repair,  and  consequentfy  does  not 
require  that   degree  of  mechanical   supervision  and  repair 
necessary  to  keep  gasoline  trucks  in  service.   Many  Norwe- 
gian cities  have  adopted  electric  vehicles,  large  orders  being 
placed  with  U.   S.  manufacturers.    Electric  trucks  are  also 
being  successfully  operated  by  a  number  of  commercial  con- 
cerns; and  demands  for  electric  passenger  cars  are  said  to 
be  in  excess  of  shipping  facilities. 


I 


Norwegian  Government  Adopts  Electric 
Trucks 

By  A.  Jackson  Marshall 

After  careful  investigation  the  Norwegian  Government 
have  placed  initial  orders  with  American  manufacturers  for 
fifty  heavy  electric  trucks  to  be  used  in  various  communities 
for  the  distribution  of  food,  which,  in  Norway,  as  elsewhere, 
is  none  too  plentiful  these  days,  and  which  must  not  only 
be  economically  used,  but  must  be  also  scientifically  distri- 
buted to  avoid  waste  and  spoilage,  and  to  assure  minimum 
transportation  costs. 

Norway,  in  common  with  many  other  European  coun- 
tries, is  faced  with  a  gasoline  famine,  the  fluid,  when  procur- 


Personals 

Mr.  W.  J.  Cairns,  former  district  superintendent  of  the 
Bell  Telephone  Company,  Ottawa,  Ont.,  has  been  appointed 
local  manager,  succeeding  Mr.  J.  E.  MacPherson. 

Mr.  R.  A.  Sara  has  resigned  as  Sales  Manager  of  the 
City  of  Winnipeg  Light  and  Power  Department,  to  accept 
a  position  with  the  American  Cellulose  and  Chemical  Manu- 
facturing Company  of  New  York. 

Mr.  J.  E.  MacPherson,  former  local  manager  of  the  Bell 
Telephone  Company  at  Ottawa,  Ont.,  has  been  appointed 
general  superintendent  of  the  company's  lines  and  exchanges 
in  Ottawa  district. 

Mr.  R.  V.  Slavin  has  been  appointed  to  succeed  Mr.  R. 
A.  Sara  as  Sales  Manager  of  the  City  of  Winnipeg  Light  and 
Power  Department.  Mr.  Slavin  is  a  graduate  of  McGill  Un- 
iversity, 1910,  and  has  been  connected  with  Winnipeg's  mum 
cipal  plant  since  the  designing  and  construction  days. 

Mr.  Tetsutaro  Morishima,  of  Tokyo.  Japan,  electrical 
engineer  to  the  Japanese  Imperial  Government  Railways,  is 
at^present  making  a  tour  through  Canada  and  visiting  a 
number  of  the  more  important  power  plants,  with  a  view 
■to  obtaining  information  regarding  the  power  development 
work  in  this  country. 

Mr.  E.  N.  Hyde  has  resigned  his  position  as  general 
supplies  sales  manager  of  the  Northern  Electric  Co.,  Mon- 
treal, and  is  returning  to  Philadelphia.  Mr.  Hyde  has  made 
many  friends  in  Canada,  where  he  has  long  been  recognized 
as  one  of  the  foremost  exponents  of  correct  lighting.  Both 
by  his  writings  and  letters  he  has  done  splendid  work  in  ad- 
vancing the  standard  of  electrical  illumination. 


Turkey  is  scarce.  Why  not  postpone  your 
Thanksgiving  dinner  until  Tuesday  night  and  join 
the  Goodwin  banqueters  at  the  King  Edward  at 
6.30? 
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Second  Annual  Meeting  of  British  Columbia 
Association  of  Electrical  Contractors  and 
Dealers  Held  in  Victoria  a  Great  Success 

On  September  13  and  14  the  British  Columbia  Association 
of  Electrical  Contractors  and  Dealers  held  a  very  successful 
annual  meeting  at  Victoria,  B.C.  The  Vancouver  members 
and  their  friends  left  by  the  morning  boat  for  Victoria  and 
were  met  at  the  C.  P.  R.  wharf  by  the  Victoria  members  and 
the  visiting  delegates  from  Portland  and  Seattle.  Head- 
quarters were  at  the  Empress  Hotel,  from  whence  a  trip  by 
motors  was  taken  to  the  Observatory.  On  arrival  at  the  Ob- 
servatory they  were  introduced  to  Dr.  Plaskett,  who  gave 
them  a  very  interesting  account  of  the  greatest  telescope  in 
the  world  and  its  workings,  explaining  in  detail  and  by  move- 
ment of  the  great  tube  and  its  parts,  the  extent  and  purpose 
of  the  work. 

From  the  Observatory  the  party  motored  to  the  Brent- 
wood Plant  of  the  B.C.E.R.  Company,  inspecting  it  under  the 
guidance  of  Mr.  Halls,  the  sales  manager.  An  excellent  supper 
was  then  in  order  at  the  Brentwood  Hotel.  The  toastmastet, 
Mr.  E.  C.  Hayward,  of  Victoria,  carried  out  his  duties  in  his 
usual  efficient  way.  Mr.  Halls  gave  the  visitors  to  Vancouver 
Island  an  address  of  welcome.  He  explained  that  Mr.  Go- 
ward,  local  manager  of  the  company,  had  been  called  away 
to  Vancouver  on  business,  much  to  the  latter's  regret.  Songs 
and  choruses  were  then  indulged  in,  closing  with  the  National 
Anthems  of  the  Allies.  The  B.C.E.  Railway  Company  kindly 
provided  a  special  car  for  the  return  to  Victoria. 

Next  morning  saw  a  large  gathering  assembled  in  the 
Empress  Hotel  for  the  business  meeting.  The  election  of 
officers  resulted  as  follows:  E.  Bretell,  Vancouver,  president; 
C.  Moulton,  New  Westminster,  first  vice-president;  W.  Rich- 
ardson, Vancouver,  second  vice-president;  P.  F.  Letts,  Van- 
couver, third  vice-president;  E.  C.  Hayward,  Victoria,  vice- 
president  for  Victoria  Chapter. 

As  a  recognition  of  the  excellent  work  performed  by  the 
retiring  president,  Mr.  C,  H.  E.  Williams,  during  his  more 
than  two  years  of  office,  he  received  the  grateful  thanks  of 
the  Association  and  was  appointed  ex-officio  member  of  the 
executive  committee  for  the  ensuing  year.  Mr.  James  Angus, 
retiring  from  business  in  Vancouver  and  moving  to  California, 
was  granted  permission  to  resign  his  membership,  receiving 
the*cordial  thanks  of  the  members  for  the  excellent  services 
he  had  rendered  as  a  member.  In  replying  he  stated  that  he 
would  perform  "missionary"  work  in  California,  with  the  pur- 
pose of  inducing  electrical  men  everywhere  to  join  similar 
associations.  In  order  to  assist  him  in  the  good  work  he  was 
elected  an  honorary  life  member  of  the  Association. 

Then  followed  a  lengthy  and  earnest  discussion  on  affili- 
ation with  the  National  Association,  in  which  the  visiting 
delegates  took  part.    The  result  was  that  affiliation  was  de- 
cided on,  to  date  from  the  1st  of  Oct()l>or,  1918. 
j  This  meeting  was  followed  by  a  luncheon  at  which  the 


speaker  of  the  day,  Mr.  R.  F.  Hayward,  general  manager, 
Western  Power  Company  of  Canada,  gave  a  very  forceful 
and  interesting  address,  in  which  he  spoke  of  the  progress  and 
possibilities  of  electricity,  its  great  developments  during  the 
war  and  the  greater  expected  developments  after  the  war. 
He  emphasized  the  necessity  of  following  the  great  example 
of  Marshal  Foch  who  set  himself  an  "objective,"  or  goal,  to 
secure.  An  enjoyable  launch  trip  up  the  Gorge,  with  refresh- 
ments at  the  Japanese  Tea  Gardens,  terminated  a  very  suc- 
cessful gathering. 

The  B.C.E.  Railway  Company  paid  a  very  graceful  com- 
pliment to  the  electrical  visitors  in  causing  the  stately  Parlia- 
ment Buildings  to  be  electrically  illuminated  both  nights. 

The  visiting  delegates,  Messrs.  Jaggers  and  Sroufe,  from 
Portland,  and  NePage,  Van  Riper,  Cooley,  and  Worth,  from 
Seattle,  in  addition  to  being  of  great  social  value,  were  of 
great  help  to  the  Association  in  clearing  up  many  points  m 
connection  with  affiliation  with  the  National  Association. 

Specially  gratifying  features  of  the  attendance  were  the 
large  representation  from  the  wholesale  houses,  every  firm 
being  well  represented;  the  goodly  number  of  electrical  in- 
j-pectors  and  the  presence  of  electrical  visitors  from  distant 
cities,  such  as  Mr.  Fulton  from  Montreal,  and  Mr.  Rowe  from 
Penticton. 

At  the  conclusion  of  the  business  meeting,  wires  were 
despatched,  announcing  the  affiliation  with  the  National  Asso- 
ciation, to  the  Chairman  of  the  National  Association  and  to 
Messrs.  Kenneth  A.  Mclntyre,  president  of  the  Toronto  Asso- 
ciation, and  Mr.  Wm.  L.  Goodwin,  originator  of  the  Goodwin 
plan. 


How  You  Should  Keep  Stock  on  the  Move 

By  R.  F.  Behan* 

In  order  to  conduct  a  profitable  business  sucessfully  it 
is  necessary  to  learn  how  long  different  kinds  of  articles 
are  kept  in  stock  before  they  are  sold.  This  knowledge  is 
important  both  from  the  standpoint  of  learning  how  much 
of  the  overhead,  such  as  taxes,  rent,  insurance  and  other 
fixed  items  should  be  charged  against  articles  carried  in 
stock,  as  well  as  to  know  how  often  the  capital  invested  in 
an  article  is  turned  over  and  how  often  a  profit  is  taken. 
From  this  we  can  learn  the  percentage  profit  earned  in  a 
year  on  the  capital  represented  in  an  article. 

All  business  is  done  at  some  rate  per  month  or  per  year, 
varying  somewhat  according  to  conditions.  A  careful  study 
of  the  time  that  articles  are  held  in  stock  will  have  the  effect 
of  reducing  the  amount  of  stock  to  the  minimum  necessary 
to  take  care  of  the  business  successfully;  whereas  lack  of 
such  study  will  result  in  carrying  too  big  a  stock  with  out- 
of-date  articles  and  considerable  deterioration,  as  well  as  an 
undue  overhead  charge  to  take  care  of  this  slow  stock.  A 
dealer  of  course  should  always  take  into  consideration  in 
ordering  his  stock  the  question  of  delayed  delivery  and  the 
distance  of  the  source  of  supply,  the  greater  the  distance 
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iho  greater  the  haiulicap  in  tliis  rcsiuot  and,  of  necessity, 
the  lartjcr  the  stock  supplicil. 

Assume  for  example  that  you  sell  $100.00  worth  of  hcat- 
mi;  appliances  which  cost  you  $70,00,  your  pross  profits 
would  then  he  $;JO.OO,  or  approximately  :iO  per  cent  of  the 
jiross  sale.  If  you  can  increase  your  rate  of  doini;  husuiess 
so  that  you  can  sell  this  quantity  of  stock  in  one-half  the 
time  the  rate  of  gross  profits  is  thereby  doubled,  vvliereas 
the  fixed  charges  or  overhead  has  not  increased. 

As  a  promirtent  sales  manager  has  aptly  put  it,  the 
answer  to  the  whole  problem  is:  Assuming  that  your  pre- 
sent volume  carries  sufficient  profit  to  at  least  let  you  break 
even,  then  any  thing  you  can  do  to  take  on  business  at  even 
lower  gross  profit,  which  does  not  increase  your  expense, 
is  velvet  to  the  extent  of  the  amount  of  the  gross  profit. 

If  a  man  invests  $20,000.00  and  earns  20  per  cent  gross 
cm  his  capital  on  one  turnover  per  year  his  gross  sales  would 
lie  $24,000.00  per  year.   If  bis  turn  over  was  on  the  basis  of 


six  months,  with  the  same  investment,  he  would  do  $48,000 
liusincss  and  the  profit  would  be  $8,000  or  40  per  cent  gross 
on  the  investment.  If  his  turnover  was  on  the  basis  of  three 
months  he  would  do  $96,000  business,  and  the  profit  would 
be  $G,000  or  80  per  cent  gross  on  the  investment.  If  his 
turnover  was  on  the  basis  of  two  months,  he  would  do  $144,- 
000  of  business,  and  the  profit  would  be  120  per  cent  gross 
on  the  investment. 

From  the  above  it  will  be  seen  that  it  is  an  exceedingly 
desirable  thing  for  the  manager  of  a  business  to  constantly 
watch  the  condition  of  his  stock  and  to  study  the  demands 
and  requirements  of  his  customers  so  that  he  will  at  all  times 
be  in  a  position  to  take  care  of  these  requirements,  either 
out  of  his  own  stock  or  out  of  the  stock  of  the  manufacturers 
or  jobbers  available,  and  at  the  same  time  not  penalize  him- 
self with  a  slow-moving  stock  which  not  only  bears  heavily 
upon  the  overhead,  but  also  is  subject  to  depreciation  and 
style  charges. 


The  Modem  Need  is  "Everyday  Arithmetic" 


Mr.  Stanley  A.  Dennis,  writing  in  Electrical  Merchandis- 
ing, complains  of  the  old  fashioned  methods  of  teaching 
arithmetic  which  are  still  extant  in  this  year  of  modern  times 
—1918.  He  points  out  that  the  type  of  problem  a  boy  gets  m 
school  is  about  as  much  use  to  him  when  he  enters  business 
as  his  Greek  and  Latin.  '  He  also  offers  a  few  common-sense 
suggestions  along  the  following  lines: 

Yes.  sir!  Just  think  of  it!  Your  tangle-haired  youngster 
playing  w^ith  his  blocks  on  the  floor  may  know  more  about 
business  arithmetic  at  fourteen  than  you  did  at  twenty-five. 
As  a  business  man.  the  chip  of  the  old  block  has  a  good  chance 
to  outclass  the  old  block  himself.  Why?  Because  the  folks 
who  write  arithmetics  are  waking  up  at  last.  They  have  dis- 
covered that  for  years  they  forgot  a  most  important  subject. 
And  that  is— overhead,  or  the  cost  of  doing  business. 

Remember  how  in  your  barefoot  days  you  longed  to 
streak  it  for  the  old  swimming  hole,  but  were  forced  to  stick 
to  your  desk  and  "figger  out"  this  sort  of  stuf^? 

If  Mr.  Martin  Culbertson,  a  retail  merchant  of  Hopkins 
Corners,  buys  a  barrel  of  salt  at  $5  and  sells  it  at  $7..50,  what 
was  his  profit?  What  was  his  rate  of  profit? 

If  Mr.  Silas  Whipple  buys  $10,000  worth  of  merchandise 
a  year  and  sells  it  at  9  per  cent,  more  than  he  paid  for  it, 
what  was  his  profit? 

Looks  familiar  doesn't  it?  But  where  do  you  see  any- 
thing about  overhead  in  this  kind  of  a  problem?  And  what 
other  definition  could  a  barelegged  lad  like  you  infer  than 
that  profit  is  what  is  left  of  the  selling  price  after  the  pur- 
chase price  of  the  article  is  deducted?  Yet  that  is  exactly 
the  definition  of  profit  on  which  many  of  your  school-day 
playmates  are  trying  to  do  business  to-day,  because  over- 
head was  the  forgotten  element  in  business  when  you  were  a 
slim  shaver  busy  with  sponge  and  slate  pencil. 

It  is  a  safe  bet  that  the  arithmetic  you  plugged  through 
never  mentioned  the  cost  of  doing  business,  and  that  you 
started  out  with  only  three  words  in  your  bookkeeping  voca- 
bulary: purchase  price,  selling  price,  profit.  Then  one  day 
you  looked  helplessly  into  an  empty  cash  drawer  and  a  new 
word  dropped  sizzling  into  your  brain— expense!  And  as  the 
years  have  gone  by  one  expense  after  another  has  jolted  you 
in  turn  until  at  last  you've  developed  a  somewhat  disgruntled 
acquaintanceship  with  a  lean  and  hungry  fellow  you  call 
"Overhead,"  to  whom  you  never  tip  your  hat  nor  ofifer  a  cigar. 

Well,  your  boy  is  luckier  than  you.  He  doesn't  have  to 
go  through  that  process.    Overhead  is  no  longer  forgotten. 


and  in  his  battered  '"rithmetic"  overhead  now^  has  as  large  a. 
place  as  the  yardstick  and  the  bushel  basket.  This  means 
that  what  you  have  learned  under  hard  knocks  about  charg- 
ing in  the  cost  of  rent,  light,  heat,  insurance,  advertising, 
freight,  and  delivery  and  other  items  since  you  went  into 
business  for  yourself,  your  boy  will  learn  under  gentle  in- 
struction from  the  pages  of  a  down-to-the-minute  business 
arithmetic.  So  when  he  opens  his  owm  electric  shop  for  the 
first  time  some  day  in  the  sweet  bye-and-bye,  he  will  start  his 
business  career  set  four-square  against  all  the  financial  hurri- 
canes that  may  blow  against  him. 

To  W.  Creighton  Peet,  chairman  of  the  National  Asso- 
ciation of  Electrical  Contractors  and  Dealers,  seems  to  belong 
the  credit  for  first  discovering  an  arithmetic  which  takes  care 
of  overhead.  Mr.  Peet  first  called  the  attention  of  contractor- 
dealers  to  this  arithmetic  in  a  speech  at  the  recent  national 
convention  in  Cleveland. 

Here  is  the  book:  It  is  "Everyday  Arithmetic,"  published 
by  Houghton  Mifflin  Company.  It  is  in  three  sections.  Over- 
head is  covered  in  "Book  Three."  intended  for  the  seventh 
and  eighth  grades. 

Here  is  what  this  new  arithmetic  (page  60^  has  to  say 
about  overhead,  or  expenses,  as  the  book  calls  it: 

A  business  man  has  many  expenses  to  meet.  A  retail 
merchant,  for  example,  must  buy  goods  to  sell;  he  must  pay 
wages  to  his  clerks  and  other  employees,  and  he  must  meet 
expenses  for  rent,  heat,  light,  insurance,  advertising,  freight, 
and  the  delivery  of  goods  to  his  customer.  Furthermore,  he 
must  see  that  the  money  invested  in  his  business  yields  a  fair 
amount  of  interest.  To  make  his  business  profitable,  there- 
fore, a  merchant  must  charge  enough  for  his  goods,  not  only 
to  cover  their  cost,  and  to  pay  for  the  running  expenses  of  his 
business,  but  also  to  leave  a  balance  after  all  expenses  have 
been  paid. 

How's  that?  Good,  sound,  business  horse-sense,  now  isn't 
it?    And  read  this  problem: 

After  running  a  candy  store  for  several  months,  a  young 
woman  found  that  it  took  IcVs'Tc  of  the  amount  she  reteived 
for  the  candy  to  pay  the  clerk  hire  and  other  running  expenses 
of  the  store.  At  that  rate,  what  did  she  reckon  as  the  cost  of 
selling  a  box  of  candy  for  which  she  received  30  cents?  For 
which  she  received  60  cents? 

And  this  one: 

The  young  woman  wanted  to  find  out  what  kind  of  candy 
brought  her  the  highest  per  cent,  of  profit.    On  one  grade  of 
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The  Goodwin  Banquet  is  timed  to  start  at  6.S0 
sharp.  Don't  be  late  and  don't  let  anything — 
business  or  pleasure — keep  you  away. 


cliocolate,  which  she  bought  for  30  cents  a  pound  she  found 
that  she  was  making  a  net  profit  of  10  cents  a  pound.  This 
was  what  percent  of  the  cost? 
And  this  one  too: 

A  dry  goods  merchant  buys  a  suit  for  $15,  and  sells  it  for 
$25.  After  taking  out  the  cost  of  the  suit  and  30  per  cent,  of 
the  selling  price  to  pay  the  running  expenses  of  the  store, 
the  dealer  makes  a  profit  of  how  many  dollars? 

And  another: 

A  merchants'  sales  for  a  year  came  to  $42,486;  his  run- 
ning expense  to  $10,300.  The  cost  of  his  goods  at  wholesale 
was  $37,053.  His  net  profit  was  what  per  cent,  of  his  sales? 
( )f  the  cost  of  his  goods  at  wholesale? 

Good,  are  they  not?  Just  for  the  fun  of  it,  take  out  your 
pencil  and  "work"  those  four  problems.  It's  good  exercise, 
good  practice  for  your  own  business. 

"It  puts  things  in  very  clear  and  definite  shape,"  says  Mr. 
Peet,  "and  I  know  that  if  I  had  been  educated  with  this  arith- 
metic that  it  would  have  been  much  to  my  advantage.  I  think 
that  you  will  readily  agree  with  me  that  if  all  the  children 
should  have  this  one  text  put  into  their  heads  very  clearly 
so  that  it  will  remain  there,  then  business  will  be  on  a  better 
footing  than  it  is  to-day." 

Do  you  know  your  overhead?  You  can  be  sure  that  that 
boy  of  yours  will  know  this.  Electrical  Merchandising  has 
been  telling  you  that  if  you  want  to  make  a  10  per  cent,  profit 
and  if  your  overhead  is  33  per  cent,  of  your  sales  you  must 
add  50  per  cent,  to  your  cost  of  labor  and  materials  to  get 
your  selling  price.  But  do  you  know  your  overhead  is  33  per 
cent,  or  less?  Maybe  it  is  more.  Can  you  prove  it  is  less? 
Can  you  offer  exact  figures  on  some  twenty-eight  or  more 
items  of  overhead  that  can  be  named?  If  not,  it  seems  to  me 
I  hear  your  son  explaining,  al)out  1930: 

"Poor  dad.  He  went  under  just  about  the  last  year  of 
the  war.    Seems  he  didn't  know  just  how  to  handle  his  over- 


head. Can't  understand  it.  Must  have  been  something  wrong 
with  the  arithmetic  when  dad  was  a  boy." 


Electric  Floor  Surfacing  Machine 

The  Cavicchi  Polishing -Machinery  Co.  of  Quincy,  Mass.. 
have  developed  a  one-man  type  of  motor  operated  floor  sur- 
facing machine  for  surfacing  marble,  terrazzo,  granolithic, 
mosaic  or  any  composition  stone  floors.  It  is  very  compact 
and  powerful,  and  is  said  to  give  a  perfect  finish  without 


the  necessity  of  hand  labor  after  the  machine.  This  is  ac- 
complished by  a  special  flexible  wheel;  this  wheel  has  indi- 
vidual members,  which  carry  the  abrasive;  these  are  so  ar- 
ranged that  they  move  independently  of  one  another,  thus 
following  the  lay  of  the  floor  and  producing  a  uniform  finish. 
The  compactness  of  the  machine  makes  it  possible  to  use  it 
in  small  rooms  and  it  will  finish  flush  to  the  wall.  The  mach- 
ines are  made  in  two  sizes; '  the' larger  has  a  3  h.p.  electric 
motor,  and  the  smaller  a  3/^  h.p.  The  3  h.p.  machine  can,  it 
is  claimed,  do  the  work  of  ten  men. 


The  Inquiries  Branch  of  the  Department  of  Trade  and 
Commerce,  Ottawa,  have  received  a  request  from  a  Sydney 
importer  of  electrical  supplies  for  correspondence  from 
Canadian  manufacturers,  together  with  catalogues  and  price 
lists.   The  reference  numl)er  of  the  enquiry  is  636. 


Ten  Ways  to  Kill  an  Association 

1.  Don't  come  to  the  meetings. 

2.  But  if  you  do  come  late. 

3   If  the  weather  doesn't  suit  you,  don't  think  of  coming. 

4.  If  you  do  not  attend  a  meeting,  find  fault  with  the  work  of  the 
officers  and  other  members. 

5.  Never  accept  an  office,  as  it  is  easier  to  criticise  than  to  do 
things. 

6.  Nevertheless,  get  sore  if  you  are  not  appointed  on  a  committee, 
but  if  you  are,  do  not  attend  the  committee  meetings. 

7.  If  asked  by  the  chairman  to  give  your  opinion  regarding  some 
important  matter,  tell  him  you  have  nothing  to  say.  After  the  meeting 
tell  everyone  how  things  ought  to  be  done. 

8.  Do  nothing  more  than  is  absolutely  necessary,  but  when  other 
members  roll  up  their  sleeves  and  willingly,  unselfishly  use  their 
ability  to  help  matters  along,  howl  that  the  association  is  run  by  a 
clique. 

9.  Hold  back  your  dues  as  long  as  possible,  or  don't  pay  at  all. 

10.  Doil't  bother  about  getting  new  members.  "Let  George  (Ken- 
neth A.)  do  it !" 
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Pittsburgh  Window  Reflectors 

l.uius  ncvoiisluro.  Liiniua,  701  Vongc  Slrccl,  Toronto, 
JuivJ  been  appointed  sole  distributors  for  Canada  for  Iho 
rittsburRh  Show  Window  Reflectors,  designed  for  type  t 


dectors  are  designed  for  100  or  150  watt  type  C  lamps.  For 
larger  lamp  sizes  different  holders  are  supplied. 


lamps. 
Fill,  l: 


These  are  made 
Xo.  101 :  and  No 


in  three  styles — No.  lOO. 
50.  shown  in  Fig.  ~.  Tin 


hown  in 
rellector 


Fig.  1 

sliown  in  Fv^  1  is  suitable  for  the  average  window  with  a 
height  of  8  to  10  feet  with  depth  of  one-half  to  two-thirds  of 
the^height.  and  where  the  trim  extends  well  up  the  back  wall. 
Xo  101  is  designed  for  the  same  class  of  window  but  gives 
a  little  more  light  at  the  front,  illuminating  the  back  wall  at 
a  somewhat  lower  intensity.  No.  50,  shown  in  Fig.  2,  is  made 
especially  for  high,  shallow  windows  or  for  windows  where 
U^ht  is  to  be  cut  off  at  the  50  degree  line,  such  as  where  there 


Fig.  2 


Storage  Batteries  Ensure  Continuous  Service 

The  accompanying  illustration  shows  a  typical  example 
of  the  Northern  Electric  Titan  storage  battery  installation 
for  working  oil  switches  and  emergency  lighting  in  the  West 
Portal  sub-station  of  the  Mount  Royal  Tunnel  &  Terminal 
Company,  Montreal,  at  such  times  as  the  power  might  fail. 
The  outfit  consists  of  64  cells  of  Titan  Sealed  in  glass  lars 
of  a  rated  capacity  of  135  ampere  hours.  The  current  re- 
quirement for  switch  operation  is  a  maximum  of  75  am- 
peres for  a  period  of  from  four  to  eight  seconds.  The  cells, 
being  sealed  in,  come  fully  charged  and  the  connections, 
being  bolted,  render  them  easy  to  install  in  a  minimum 
amount  of  time.    Batteries  of  this  type  are  furnished  from 


is  an  upper  background  of  glass  or  where  the  trim  only  ex- 
tends part  of  the  way  up.  It  is  also  suitable  for  windows  with- 
out background  or  for  ^island"  windows,  as  the  light  source 
is  concealed  from  the  opposite  side.    All  three  of  these  re- 


Preserve  the  fruits  of  prosperity  through  a 
policy  of  thrift.  In  the  past  Canada  has  been  too 
much  a  nation  of  spenders.  We  should  now  be- 
come a  nation  of  savers.  If  after  this  flow  o 
posperity  we  experience  acute  depression,  it  will 
largely  be  our  own  fault.  If  we  save  we  can 
weather  any  storm.  What  protection  shall  we 
have  if  we  fail  to  save  now?  What  excuse  shall 
we  have  to  offer?  The  door  of  opportunity  is 
now  thrown  wide  open  to  Canadians.  Wealth 
has  been  showered  upon  us.  Shall  we  let  it  all 
go?  If  we  are  thrifty  we  shall  lay  aside  every 
surplus  dollar.  Let  us  save— for  Victory— and  for 
the  rainy  day  that  will  almost  surely  follow. 


stock  by  this  company  and  this  particular  set  was  in  and 
working  within  a  day  of  the  receipt  of  the  order. 

The  art  of  storage  battery  manufacture  and  merchan- 
dising may  now  be  considered  as  having  reached  the  state 
wherein  the  multitudinous  demands  may  be  met  in  the  short- 
est possible  time.  For  emergency  work  in  operating  switches, 
reserve  lighting  or  various  breakdown  service,  the  storage 
battery  has  a  place  that  careful  operators  do  not  overlook 
They  af?ord  priceless  insurance  against  serious  accidents  and 
delays.  Interesting  data  on  the  application  of  storage  batteries 
for  all  types  of  emergency  service,  marine  lighting,  automo- 
bile starting  and  lighting,  farm  lighting,  fire  alarm  and  sig- 
nal service,  telephone  service,  mine  locomotive  and  all  elec- 
trical vehicle  service  may  be  had  by  writing  the  company 
at  Montreal  or  any  of  its  branches. 


The  new  power  transmission  line  to  the  Davidson  pro- 
perty at  Porcupine,  Ont.,  in  north-eastern  Tisdale  Township, 
is  now  almost  completed. 


The  Ontario  Gazette  contains  notice  that,  under  the  On- 
tario Companies'  Act,  letters  patent  have  been  issued  incor- 
porating "The  Ontario  Association  of  Electrical  Contractors 
and  Dealers." 


The  capital  stock  of  the  Western  Electric  Company, 
Limited,  has  been  increased  from  $7,500,000  to  $10,000,000. 


The  death  occurred  recently  of  Mr.  George  Black,  71 
East  Avenue  South,  Hamilton.  Mr.  Black,  who  was  a 
pioneer  telegrapher,  was  born  in  Montreal,  eighty-one  years 
a-o  and  as  a  young  man  entered  the  service  of  the  G.N.W 
Telegraph  Company.  He  moved  to  Hamilton  fifty  years  agQ 
to  manage  the  company's  office  in  that  city,  having  been 
previously  stationed  at  St.  Hyacinthe  and  Brockvdle.  He 
had  been  manager  at  Hamilton  until  ten  years  ago. 
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POWER  CABLE 


350,000  CM.  3-Conductor  12000  volt 

Paper  Insulated,  Steel  Tape  Armoured  Cable 

Overall  Diameter— 3.62  ins. 

Built  to  Specifications  of  Hydro-Electric  Power  Commission 

of  Ontario 


Eugene  F.  Phillips  Electrical  Works,  Limited 

MONTREAL 

Branches  :   Toronto,  Winnipeg,  Regina,  Calgary,  Vancouver 
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Current  News  and  Notes 


Fort  William.  Ont. 

it  is  stated  tluit  the  city  of  I'ovi  William,  Out.,  will  en- 
deavor to  secure  the  consent  of  the  railway  hoard  to  a  scvon- 
cent  fare  in  order  to  cover  the  prcscnl  (K  hcit. 

Hamilton,  Ont. 

The  Standard  I'ndcrsjrouiid  Cable  Company  of  Canada, 
llainilton,  Ont..  have  been  given  a  contract  for  eight  hundred 
thousands  pounds  of  copper  wire  to  lie  used  in  the  extension 
of  the  transmission  lines  of  the  West  Kootenay  Power  Com- 
pany froni  Crand  Forks  to  Princeton,  B.C. 

Guelph,  Ont. 

Continual  power  shortages  and  consequent  tie-ups  on  the 
Ciuelpli  street  railway  have  caused  the  management  to  issue 
"dehiy  slips"  which  will  be  furnished  the  passenger  upon 
application  to  the  conductor.  These  are  good  for  a  trip  at 
some  other  time  or  the  money  will  be  refunded  at  the  railway 
oflice. 

London,  Ont. 

On  October  7  General  Manager  Warbufton  of  the  London 
and  Lake  Erie  Railway  Company  announced  that  they  would 
cease  to  operate  very  shortly  and  that  the  work  of  scrapping 
the  road  would  commence  immediately.  A  suggestion  is  now 
before  the  city  to  purchase  eight  miles  of  the  road  that  runs 
between  Lambeth  and  London  and  connect  it  with  the  Lon- 
don Street  Railway. 

New  Westminster,  B.C. 

Messrs.  Fred.  J.  Hume  and  C.  P.  Rumble,  of  New  West- 
minster. B.C.,  have  formed  a  partnership  and  opened  a  store 
at  55  Sixth  Street  to  deal  in  electrical  supplies,  installations 
and  repairs. 
Renfrew,  Ont. 

A  report  of  the  Light  Committee  of  Renfrew,  submitted 
recently,  contained  a  recommendation  that  the  cheap  heating 
rate  of  one-half  cent  per  kw.h.  on  small  disc  heaters  be  dis- 
continued. The  town  council,  however,  will  continue  the  cheap 
rate  on  the  ground  that  the  2-cent  rate  recommended  would 
bar  the  use  of  the  heaters  and  that  as  a  measure  of  fuel  econ- 
omy they  should  be  kept  in  service  as  long  as  there  is  suf- 
ficient water-power  to  generate  current  for  their  use. 

Toronto,  Ont. 

Mayor  Church  has  given  notice  of  the  following  motion: 
•"That  the  question  of  policy  re  the  purchase  of  the  Toronto 
Electric  Light  Company,  in  accordance  with  the  notice  of 
expropriation  under  the  agreement  with  the  city,  be  submit- 
ted to  the  ratepayers  at  the  coming  municipal  election. 

The  Toronto  Railway  Company  has  asked  permission  to 
increase  the  fares  to  a  straight  5  cents.  The  Board  of  Con- 
trol, however,  unanimously  refused  any  concession.  Thus, 
for  the  sake  of  two  or  three  cents  a  day,  every  citizen  of 
Toronto  must  put  up  with  an  inadeciuate  service.  The  mayor 
and  the  members  of  the  Board,  of  course,  use  their  own  cars 
and  therefore  can  generously  afford  to  let  the  electors  suffer. 

The  earnings  of  the  Toronto  Street  Railway  Company  for 
September,  1918,  were  $571,6:36  as  compared  with  $532,007  for 
the  same  month  in  1917. 

Women  Sub-Station  Operators. 

The  Edison  Electric  Illuminating  Company  of  Boston 
have  been  very  successful  in  utilizing  young  women  as  sub- 
station operators.  At  the  present  time  about  thirty  women 
are  engaged  in  this  work  and  there  is  every  prospect  that 
the  number  will  be  increased.    Two  sub-stations  are  being 


operated  entirely  by  women  and  the  service  appears  to  be 
quite  as  reliable  as  when  men  were  in  charge. 


The  Energy  Supply  of  North  America 

(Continued  from  page  24) 
small  due  to  their  low  heads  and  which  cannot  be  economic- 
ally developed  by  the  synchronous  generator  due  to  the  low 
head  and  corresponding  low  speed.  The  designing  character 
of  the  induction  generator,  with  regard  to  slow-speed  machines 
are  no  better — if  anything  rather  worse — than  those  of  the 
synchronous  generator,  and  the  problem  of  the  economical 
utilization  of  the  low  head  water  power  still  requires  solution. 
It  is  not  solved  by  the  induction  generator;  the  latter's  charac- 
teristic is  simplicity  of  the  station,  giving  the  possibility  of 
numerous  small  automatic  generating  stations. 


New  York  Subway  Extension 

(Continued  from  page  30) 
city's  growth  along  the  new  lines  becomes  more  rapid,  which 
in  time  results  in  congestion  and  demands  additional  facili- 
ties, which,  in  their  turn,  cause  new  growth,  and  so  on  around 
the  circle  indefinitely. 

A  large  amount  of  new  equipment  was  naturally  needed 
for  the  Dual  System  and  for  this  the  Westinghouse  Electric 
and  Manufacturing  Co.  has  furnished  600  control  equip- 
ments and  978  Matroes  for  the  Interborough  lines,  the  total 
cost  of  this  apparatus  being  over  $3,000,000. 

The  power  requirements  are  also  greatly  increased  and 
to  supplement  its  present  power  equipment,  the  Interbor- 
ough Company  has  installed  an  80,000  horse-power  Westing- 
house  turbine  generator,  which  is  the  largest  in  the  world. 

Further  extensions  are  already  being  planned,  notably  a 
tunnel  from  Brooklyn  to  Staten  Island — but  that  is  in  the 
future. 


THE  SWEEPERS  OF  THE  SEA 
Mr.  Punch — "Risky  work,  isn't  it?" 
Trawler  Skipper — "That's  why  there's  a  hundred 
thousand  of  us  doing  it!' 

— Published  through  courtesy  of  "Punch." 
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GET  THE  GENUINE 

Look  for  the  Name 

WHITE'S  PORCELAIN  STRAIN  INSULATORS 


You  want  strain  insulators  that  are  strong  physically,  that 
stand  up  under  the  exceptional  conditions  of  the  heavy  storm ; 
that  hold  up  under  a  load  of  sleet ;  that  don't  crack  when  the 
thunder  rolls,  the  lightning  flashes,  and  the  wind  whistles. 

This  is  the  kind  of  strains  T.  C.  White  Company  is  mak- 
ing of  porcelain  in  a  variety  of  sizes  for  different  loads,  and 
several  designs  for  varying  conditions. 

It  will  pay  you  to  write  for  bulletin  which  shows  designs 
and  gives  the  complete  data  on  strain  and  electrical  tests. 

Write  today. 


Type  No.  600 


C.  White  Electrical  Supply  Co.,  st.louis 


1122  Pine  Street, 
Mo. 
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rERRANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
1'ransformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada^  Limited 


!)0  Sherbournc  St. 
TORONTO 


^  


Pekkanti 


704  Unity  Bldg. 
MONTREAL 
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592  Notre  Dame 
WINNIPEG 


-SW  ^  ^ 


'a 


•lu 


For  Sale 


IMNI  K,\V.  W  i-^iinK'"'!'-''  »',i-m-i,il.M  Svii 
cliiomiiis  .Motor.  :>  phusc.  (M)  cYclr.  ■JOi>  i.p  ui 
loiHl'lrlr  on  i-;irs.  Oiilaiio,  lf(i,tl(l(t. 

I  II  AUl.l'S  I.KAllUK. 
l;>  HIT    l>uk.    Si.,  I'oiniU.i 


POSITIONS  VACANT 


W.uUc-il  l-'.xiK'i  ifiiccil  111.111.  unii  mil  miI.Iki 
IMCIfufil,  to  act  as  Meter  Koaikr  ami  liispi-cuii. 
Api'ly.  slating  r\j>fririue.  lo  Siiilllis  Kalis  llyclio 
Klcrtii.-    Sy-ifiii  12  t.t. 
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lluv  >liniil(l  unl  lu'  iisrd.  I'.lcc-lric  car 
,.\\iuM->  ouisdvi.'  -ascilinc  100  per  cciil 
,ni   wook  (lays  as  well  as  .Sundays. 

Miliuini  W'a.u'on  Company." 
I  mnu-diali'ly  iipun  rccci|il  nf  this  lek'- 
-rani  at   W'as'hin.nton  llir  fullowinii'  tele- 
gram was  returned; 

•'Milhurn  Wagon  Company,  Toledo,  O.: 
No  ol)jection  to  operation  of  electric 
cars  on  .Sundays.  Request  applies  only  to 
gasoline  and  kerosene  propelled  automo- 
iiiles. 

iniel  .\dministrator  Winningham." 


Oclohcr  1: 


T.n- 


PETRIE'S  LIST 

of  New  and  Used 

MOTORS 

FOR  IMMEDIATE  DELIVERY 


Electric  Vehicles  Not  Barred  on  Sundays 
iti  connection  with  the  re(|uest  of  the 
l'"f.el  .\dmini-tralioii  that  i^asoline  cars 
lie  not  run  on  Svuidays.  except  in  cases 
of  necessity,  our  readers  will  find  uite.  - 
csiin^  the  subjoined  copy  of  correspond- 
ence reported  in  the  Toledo  Times,  as 
having  passed  between  the  Milburn 
Wagon  Company  of  Toledo  and  the  Gas- 
oline Department  of  the  Fuel  Adminis- 
tration at  Washinston: 
"C.  C.  Winnins^ham,  Fuel  Administrator, 
Gasoline  Department,  Washington,  D.C. 
What  is  the  attitude  of  the  fuel  admin- 
istration in  regard  to  the  use  of  electric 
automobiles  on  Sundays?  This  city  has 
a  great  many  electric  automobiles  and 
owners  can  see  nothing  in  your  request 
to  restrict  their  use.  Their  use  in  no  way 
helps  in  the  gasoline  conservation,  and 
owners  can  see  no  patriotic  reason  why 


Rate  Increases. 

The  July  Supplement  to  the  Rate  Book 
is  the  largest  supplement  thus  far  issued. 
Needless'  to  say,  in  the  case  of  nearly 
all  the  changes  reported,  the  rates  are 
increased,  and  the  more  general  recogni- 
tion of  the  necessity  for  increasing  rates 
for  all  classes  of  lightning  service,  as 
well  as  for  power,  is  reflected  in  the  new 
schedules  reported.  Many  of  the  in- 
creases shown  are  effected  by  means  of 
a  surcharge,  expressed  in  percentage  of 
the  net  bills,  while  many  others  are  ef- 
fected by  a  specified  increase  in  the  rate 
per  kilowatt-hour  consumed. 

Two  decisions  by  the  California  Rail- 
road Commission,  granting  increases  as 
noted  to  two  companies  in  that  state  are 
of  much  interest  as  showing  the  recog- 
nized merit  of  such  claims  for  increased 
rates  as  central  station  companies  are 
obliged  to  make  at  this  time.  It  is  ex- 
pected that  the  1919  edition  of  the  Rate 
Book,  which  will  contain  all  revisions  of 
rates  up  to  January  1st,  will  l)e  ready  for 
distribution  by  the  latter  part  of  Decem- 
ber.—N.  E.  L.  A.  Bulletin. 


H.P. 

Phase 

Cycle  Volts 

Speed 

Maker 

100 

3 

25 

550 

480 

Westg. 

40 

3 

25 

550 

750 

C.  G.  E. 

30 
•25 

60 

220 

1500 

T.  &  H. 

2 

00 

220 

945 

Westg. 

25 

3 

60 

2000 

900 

C.  G.  E. 

20 

3 

25 

550 

1440 

1.  &  M. 

10 

3 

25 

550 

720 

7J/ 

3 

25 

550 

750 

C.  G.  E. 

(■) 

(50 

220 

1200 

T.  &  11. 

5 

3 

25 

550 

720 

Westg. 

4 

3 

25 

550 

1400 

Excelsior 

3 

3 

25 

550 

1500 

C.  G.  E. 

3 

3 

25 

550 

1400 

Excelsior 

1 

3 

25 

550 

1400 

Excelsior 

'A 

3 

25 

550 

1500 

T.   &  H. 

Writ* 

Us  for 

Pricei 

H.  W.  PETRIE,  Limited 

Front  St.  We»t  -  Toronto,  Oot. 


''OFFICE.  SCHOOL. 
OOURT  HOUSE  8.       „   _^<Cf  run  rnn 

nmicsinRFfiTTiNGS  %Jg8^SlND  FOR 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


Tenders 


A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


Octul)er  i:>,  IDIS 
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POWER  EQUIPMENT 

Immediate  Delivery 


TRANSFORMERS 


MOTORS 


GENERATORS 


25-CYCLE,  S.P. 

25-CYCLE,  3-PHASE 

25-CYCLE,  3-PHASE 

No. 

K.V.A. 

Volts. 

No. 

H.P. 

Volts  R.P.M. 

No. 

K.V.A. 

Volts 

R.P.M. 

5 

300 

2200-550 

150 

2200 

500 

2 

450 

550 

125 

3 

50 

2200-550 

100 

2200 

710 

D.C.  TO 

ENGINE. 

3 

40 

2200-550 

200 

550 

500 

6 

7V2 

2200-550 

100 

550 

710 

fiO-CYCLE.  3-PHASE 

2 

15 

2200-110-220 

50 

550 

720 

1 

2200-110-220 

40 

550 

720 

No. 

K.V.A. 

Volts 

R.P.M. 

3 

5 

2200-110-220 

30 

550 

720 

1 

600 

2200 

225 

3 

100 

13200-6600-2200 

25 

550 

720 

1 

300 

2200 

150 

3 

150 

13200-2200 

20 

550 

720 

15 

550 

720 

1 

75 

2200 

900 

60-CYCLE,  S.F. 

10 

550 

720 

1 

50 

550 

1200 

No. 

K.V.A. 

Volts 

2 

5 

550  1500 

1 

125 

220 

900 

2 
2 

50 
40 

2200-110-220 
2200-110-220 

1 

75 

220 

900 

4 

15 

2200-110-220 

60-CYCLE,  3-PHASE 

Direct  Current  Machines  in 

6 
4 

10 
5 

2200-110-220 
2200-110-220  . 

Write 

for  Full  Lists. 

125  and  220  V. 

,  5  to  200 

K.W. 

GUELPH 


FOR  PRICES  AND  COMPLETE  LISTS  WRITE  OR  WIRE 

E.  A.  LOWRY 

POWER  EQUIPMENT 


CANADA 


Selections  from  Our  Stock  of  Motors 

3  Phase,  60  and  25  Cycles 


3  PHASE,  60  CYCLE  MOTORS 

(ju.  H.P.  Make       Volts  Type  Speed 

1  •/,  R&M  NEW.  110  1700 
1     y,  (]  K    NEW.  .  110  KT  1800 

1    ■',<;>;....  110  I  ISOO 

1  1  "  C  k'  .  .  .  .  220  KT  1800 
111,  \\M«h.  .  .  .  220  CSA  1725 
I  :;  (  ,  \Vh,  .  .  220  1720 
.-,  .-,  i  NEW 
no  starter 
ring  .  .  . 
Cr.  Wh.  . 
Wh. 


slip 

220  MT  1800 

220  ()  1720 

r,f>t>  ()   '  1720 

Wstgh.  NEW  220  CS  liao 

Wstgh  .    .    .  220  CC\.  1700 

Wstgh.  NEW  220  C  S  17:;r) 

C.E.  .....  440  KT  1200 

( I.E. — motors 

only  ....  550  1200 

(.Vi;vv   Fbks.  M.  resistance  starters 
starters  for  above) 
^-15  Cr.   Wli..  220  S05/17:i5 


4  5 
1  5 
.-{  5 
1  5 
4  5 
10  5 

n:i  7 


TA  G.E.  NEW. 


220  KT 
220  1. 
220  KT 


900 
1200 
1200 


  G.E.  . 

2  10    G.E.  NEW 
5  10    G.E.  NEW.  . 
slip  ring — 

no  starter   .  220  MT  ISOO 

1  10    R&M  ....  220  K  17.';0 

2  TA  G.E.  NEW..  220  KT  Isoo 
l>  lA  G.E.,  motors 

only 

(New  Fairbanks-Morse  resistance 
for  above) 
1  10    Wstgh.  ...  220  CCL 

1  10    Wstgh.   ...  220  CS 

2  10    Wstgh.  NEW  220  CS 
1  10     liiirke  ....  220 

1  10    Cr.   Wh.  with 

resistance 

type  starter.  5.'iO  ') 

2  15  G.E.  NEW.  .  220  KT 
!»  15    Wstgh.  NEW  220  CS 

»  1  15    G.E   220  I 


550  KT  1800 


170(> 
11. ^.fi 
1  l.'pO 
1200 


INOO 
!I0( 

iinr 

!)00 


0" 

II. P.  Make  Volts 

Type 

speed 

1 

15 

Wstgh.  .   .  . 

11G5 

1 

15 

Wstgh.  NEW 

220 

CS 

S(iO 

1 

20 

Wstgh.  NEW 

220 

CS 

.vtiO 

2 

20 

Wstgh.  .   .  . 

220 

CS 

1100 

I 

20 

G.E. — Special 

feet — no 

starter  .   .  . 

220 

M 

900 

42 

SO 

Fbks.  M.  220 

'440 

KBV 

1200 

1 

20 

G.E.  —  stip  ring,  ' 

intermittent 

duty— no 

controller 

220 

IM 

900 

Controller  with 

grids  for 

above 

25 

Wstgh.  NEW 

220 

CS 

805 

0 

25 

Wagner  .  220/ 

440 

HP 

1120 

.•{0 

Wagner  New 

•220 

,v50 

1 

;!5 

Triiimpli.  220/ 

440 

900 

1 

40 

Fbks.    M.  . 

220 

90O 

1 

.50 

Triumph    .  . 

220 

720 

1 

50 

Allis-Chal.  .. 

220 

17.50 

1 

50 

Wstgh.  NEW 

440 

CS 

8(10 

1 

75 

Wstgh.  NEW 

440 

CS 

720 

1 

100 

Allis-Chal.  .. 

550 

(i90 

1 

100 

G.E  

550 

K 

liOO 

1 

100 

G.E.  NEW  . 

550 

M 

(iOO 

1 

150 

G.E.  NEW  . 

220 

M 

580 

i 

i  PHASE,  25  CYCLE  MOTORS 

G.K  

220 

K  r 

1 51 "  1 

1 

5 

Wstgh.  .   .  . 

220 

t;cL 

14211 

2 

5 

Wstgh.  .   .  . 

220 

CCI, 

7(15 

Is 

15 

Allis-Ch.  .  . 

220 

750 

25 

(;.  F,  

440 

T 

75(  1 

1 

40 

Wstgh.   .  . 

220 

MW 

690 

I 

50 

Allis-Ch.  in- 

termittent 
duty,  si.  rg. 
drum  control- 
ler  440 

1    55      Wstgh. sl.rg. 
30  cycles, 
complete.    .  440 

1     (;0'45':«)  G.E,  440  i 


)00':! 


500 


86C 

r5/25( 


GEORGE  SACHSENMAIER  CO. 

PHILADELPHIA 


Office  and  Salesrooms 
Warehouses : 


141-43-45  N.  Third  Street. 
928-30-32  N.  Third  Street, 


L 

5t  of  Motors 

SECOND  HAND 

No. 

H.P. 

Phase  Speed  Volts  Cycles 

Starter  Make 

1 

50 

3       750  550 

25 

yes 

C.G.E. 

1 

60 

3       750  550 

25 

yes 

Crocker  Wheeler 

50 

3       750  220 

25 

yes 

Lincoln 

1 

25 

3       750  220 

25 

yes 

Lincoln 

1 

25 

3       750  220 

25 

yes 

C.  G.  E. 

1 

15 

3      1500  220 

25 

yes 

T.H.E. 

1 

10 

3      1500  220 

25 

yes 

T.H.E. 

3       750  550 

25 

Westgh.  CCL. 

'  'A 
V. 

1      1500  110/220 

25 

Century  &  Wagner 

1 

1     1800  110 

OO 

Fort  Wayne 

1 

% 

1     1800  110 

(1(1 

Westgh. 

1 

Va 

1     1800  110 

00 

F'isher 

1 

40 

2       900  220 

(iO 

yes 

Fuller  Wenslrom 

1 

15 

2     1200  220 

GO 

yes 

C.G.E. 

1 

10 

2    variable  220 

00 

no 

Westgli. 

2 

10 

2     1200  220 

60 

yes 

Westgh.  CCL. 

T 

10 

2     180O  220 

()0 

T.II.E. 

1 

IV 

2     120O  220 

00 

yes 

Crocker  Wheeler 

5 

2  or  3  180O 

60 

Westg.   CC"L.  rewd. 

5 

2     1200  220 

60 

no 

Westg.  C. 

:! 

5 

2     1800     ■  220 

60 

no 

Westg.  CCL. 

1 

2  or  3  1800 

-  60 

no 

Westg.    CCI,.  rcwd. 

T 

2     18(K)  220 

60 

no 

Westgh.  CCL. 

10 

2  or  3  120O 

60 

no 

Westg.  CCL.  rewd. 

-T 

w 

.3     1200  220 

(«) 

no 

Westg.  CCL. 

.3      1800  220 

60 

no 

C.Ci.E.  rewound 

T 

20 

;!'       900  220 

60 

yes 

1  .incoln 

4 

7;- 

,     :!      ISOO  220 

60 

yes 

Lincoln, 

TRANSFORMERS 

1 

40  K.W.     Type  K(>0  22(N)-: 

'2(»  v( 

Us,  V 

u-kar.I 

75  K.W.    Type  II.G.()0  1040/2080-115, 

230  volts  C,G.E. 

T 

10  K. 

\V.    Type  c:  2200-220  volts,  Westgli. 

Toronto  &  Hamilton 

Electric  Co. 

99-103  McNab  St. 

N., 

HAMILTON  Limited 

\ 
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Standard  Package  Assortments 


OF— 


Decorated  and  Etched 

Illuminating  Glassware 


Illustrated  in  Catalogue  No.  6 

Selected  from  the  best  sellers 
in  the  line 


In  order  to  make  it  easy  for  our  customers  to  carry  in  stock  our  Color 
Decorated  and  Etched  Shades  we  have  made  up  Standard  Package  Assort- 
ments of  6  dozen  Shades    12  different  designs    6  pieces  of  each 


Also  Standard  cases  containing  6  Decorated  or  Etched  Bowls 

each  one  different 

Full  particulars  on  application  Order  now  for  Fall  delivery 

Made  in  Canada  by 

Jefferson  Glass  Co.,  Limited 

Factory  and  Head  Office :  388  Carlaw  Ave.,  TORONTO 
Down  Town  Show  Rooms:   164  Bay  Street    1  V/ IX      n  *  v-r 

MONTREAL  WINNIPEG  VANCOUVER 

285  B?ave  HanH...  ScoU  Block  325  Howe  Street 


(  )ctobei-  15,  1918 
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Approved  Flush  Switch 


Shallow  Type 


Single  Pole  No.  200— Three  Way  No.  203 

Underwriters'  Laboratories 
Chicago- File  E3588 

Manufacturers 

The  Duncan  Electrical 
Company^  Limited 

1665  St.  James  St.   -  MONTREAL,  QUE. 


Friends  of  the  Electrician 


"ANT/-SULPHI/RIC"  ENAMEL 


Tlie  only  reliable  protection  against  the  action  of  acid  and 
chemical  fumes. 


FERRODOR 


Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
iies  all  climatic  conditions. 


DRIOROV 


oil  proof  Enaitiel.  Dries  (iuickly  over  greasy  and  oily  sui  faces. 
Not  affected  by  lubricatinn  or  transformer  oils. 

''ARMOVW* 

Fire-resisting  paint,  or  colorless  solution. 

''ARMACELU' 

Possesses  the  highest  insulating  qualities  of  any  vainisli  on  the 
market. 


OHMALINE 


yy 


lilack,  quick  air-drying  insulating  cotnposition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 


yy 


SHAYDOLITE 

for  coloring  electric  lamps.  Used  in  the  Koyal  Navy.  VVcather- 
jnoof.     Dries  rapidly. 

**ARMABRON'' 

liilumen  protective  paint,  elastic,  acid-resisting,  wcathei  proof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

(Contractors  to  II.  M.  Imperial  and  Overseas  Govci  nnieni s ) 
STOCKED  BY 

SPIELMAN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


PEIRCE 

Presteel  Brackets 


138 


254 

Eye  Bolts 


354 

Anchor  Rods 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd. 

Hamilton,  Ont. 


Electric  Ovens 


Despatch  Electric  Ovens 

for 

Flour  and  Cereal  Millers 
Enamelling,    Pulp  Mills 

and  all  commercial  work  requiring  accurate 
and  regulated  electric  heat. 

Enquire  about  them. 

The  Masco  Company,  Ltd. 


91-93  Queen  St.  E. 


TORONTO 


■.|()Bhi<;ks  oi"  s  i'.\Ni)..\ki)  ici.iccTKic.M,  suriM.ii': 


4  t 


THE    ELECTRICAL  NEWS 


October  15,  1918 


Lincoln 
Arc  Welders 

SAVE  50% 

You  can  save  50  —  very  often 
more— by  doing  your  boiler  plate 
work  with  a  Lincoln  Arc  Welder 
instead  of  rivetting  it. 

Lincoln -welded  joints  are  100/ 
strong  —  rivetted  joints  are  no 
stronger  than  the  rivets  them- 
selves. 

The  Lincoln  Arc  Welder  avoids 
awkward  overlapping  on  corners, 
thus  saving  time. 

Its  heat  is  greater,  more  concen- 
trated, and  more  readily  controlled 
than  that  of  any  gas  or  other 
welding  system,  and  the  current 
is  all  usefully  employed— there  are 
no  ''.ballast  resistances"  to  waste 
50  to  80  of  the  power  taken. 

It  has  been  adopted  by  boiler 
shops,  structural  steel  works, 
street  car  and  railroad  companies 
as  being  the  most  practical  solu- 
tion of  the  present  labor  shortage. 

Lincoln  Electric  Co. 

of  Canada,  Limited 

Hoad  Office 
1109  Temple  Building 

TORONTO 
Ontario 

Factory 

CLEVELAND 
Ohio 


DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 
Field  Discharge  Switches 
Motor  Starting  Switches 
Motor  Control  Switches 
Disconnecting  Switches 
Time  Switches 
End  Cell  Switches 

Ughting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 
Generator  Switchboards 
Distributing  Switchboards 

Switchboard  Fittings 
Fuses 

Fuse  Clips 
Fuse  Studs 
Spade  Handles 
Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 


( )ctoi)er  1.-),  nns 
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The 

EDEN 

Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


Standard 


Copper,  Brass  and  Bronze  Wires 
Colonial  Copper  Clad  Steel  Wire 
Magnet  and  Weatherproof  Wire 
Rubber  Insulated  Wire 
Lead  Covered  and  Armored  Caldes 
Cable  Accessories  of  all  kinds. 

We  can  meet  your  requirements,  however  large, 
promptly. 

Standard  Underground  Cable  Co. 

of  Canada,  Limited 
Hamilton,  Ont. 

Montreal  Toronto  Hamilton  Seattle 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint! 


DOSSERT  &  CO.,= 


242  We.t  41.t  St. 
NEW  YORK 

H.  B.  LOGAN,  PREsmKNT 
Irving  Smith,  Canadian  Rep.,  602  New  Birks  Bldg.,  Montreal. 


CANADIAN  PORCELAIN  CO. 


LIMITED 


HAMILTON 


CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

The  following  regulations  apply  to  all  advertisers:-Eighth  page,  every  issue  three  head- 
ings; quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings.  


AlK  PRESSURE  RELAYS 
IMiiladelpliia  KUciiic  i,  o.   Mii'Pb  I'^l'i- 

ALTERNATORS 
Cinidian  General  Electric  Company 
Canadian  Weslingliouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
Riitish  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Crouse  Hinds  Company  of  Canada,  Lmutecl. 
Ferranti  Electrical  Company  of  Canada 
Hatlieway  &  Knott,  Inc. 
loyner.  Limited.  A.  H.  Winter 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical  Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National   Metal  Molding  Company 

AUTO  STARTERS 
Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill  Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric   Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Philadelphia  Electric  Co,   Supply  Dept. 
Standard  _  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Pringle.  R.  E.  T.,  Ltd. 

BRAKES 
Sundh   Electric  Company 

BUS  BAR  SUPPORTS 
Joyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co    Supply  Dept. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Cai.a.dian    Westinghouie  Company 


CAR  EQUIPMENT 
Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 
Boving   Hydraulic   &   Engineering  Company 
Canadian   AUis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Prmgle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical  .Company   of  Canada 
Northern    Electric  Companny 
Sundh   Electric  Company 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

riiiladelpliia  Electric  Co.  Supply  Dept. 

CLAMPS,  INSULATOR 

Philadelphia  Electric  Co.  Supply  Dept. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSETiS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Canadian  Vickers  Limited 

Ferranti  Electrical  Company  of  Canada 

Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 

Crouse  Hinds  Company  of  Canada,  Limited. 

CONTROLLERS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann  Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical   Works,   Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 
CUTOUTS 

Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.   Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS  FOR  BUS  AND  SWITCH 
COMPARTMENTS 

Pliiladelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 
Canadian  General  Electric  Company 
National    Electric    Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric  Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
"Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 
Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Comp»ny 

FLOOD  LIGHTS  (Electric) 
Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F. 

Detroit  Fuse  &  Manufacturing  Company 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  4}!) 
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THIS  TRADE  MARK 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Water 
Turbines 


Hydraulic 
Governors 


Turbo 
Pumps 


High 

Efficiency 

Substantial 
Construction 


Continuous 
Service 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 


LINDSAY 


ONTARIO 


25  Cycle  Engine  Generator  Sets  For  Sale 

1-250  KW. 
1-300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1—60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

1—100  K.W.,  25  Cycle,  Motor 
Generator  Set 

1—100   K.W.    Direct  Current 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 

These  units  "were  in  use  only-300  K.W.  three  months,  and  250  K.W.  dem  Compound  Engine 

seven  months,  and  are  in  first  class  condition. 

Write  for  further  particulars  and  quotations 

Power  Plant  Equipment  Co.,  BaTercTg. Toronto,  Ont. 
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FUSE  BOXES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 
Siiuare  D  Company 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electiic  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Lancasliiie  Dynamo  &  Motor  Company 
Lincoln  Electric  Company  ot  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  tred 
Toronto  &   Hamilton  Electric  Company 

GLASSWARE 
Jeffersori  Glass  Company 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 

IliirvfV   IhiMull  Ciimiiany 
McGili  Manufacturing  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company   of  Can 
ada.  Limited. 

HEAD  GATE  HOISTS 
Hamilton   Coniiiany,  Wni. 

HEATING  DEVICES 
Canadian  General  Electric  Company 
Canadian   Vickers.  Limited 
Canadian    Westingliouse  Company 
Hatheway  &  Knott,  Inc. 
National    Electric    Heating  Company 
Norttiern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 

Bo\-ing   Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 

Canadian  Allis-Chalmers  Company 

ILLUMINATING  GLASSWARE 

Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen   Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston   Electrical   Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

INSULATION  rHard  Fibre) 
Spaulding  &  Soni  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company       _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois   Electric   Porcelain  Company 
Moloney  Electric  Company  of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 
Philadelphia  Electric  Co.  Supply  Dept. 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson  Glais  Company 

LAMP  GLOBES        .  . 
Crouie-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical  Maintenance   &  Repairs  Company 

Hatheway  &  Knott 

High  EfBciencv  Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney   Electric  Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 
Adams-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 
Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
ThompsonT^evering  Company 

METAL  MOLDINGS 

National   Metal  Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros- 

Mica  Company  of  Canada 

MOTORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Canadian  Vickers 
Century  Electric  Company 
Electrical  Engineering  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Fisher  Electric  Company 
Great  WeSt  Electric  Company 
Lancashire  Dynamo  &  Motor  Company 
T^incoln  Electric  Company 
Myerson,  Joseph 
Northern  Electric  Company 
Petrie,  Limited,  H.  W. 
Pringle,  R.  E.  T. 

Robbins  &  Myers  ,       .       _  ^. 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson  Company,  Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 
Calebaugh  Self-Lubricating  Carbon  Co. 

NICKEL 
International  Nickel  Company 

OFFICE  FURNITURE 
Canadian  Oflfice  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 
OVERHEAD  MATERIAL 
Ohio  Brass  Company 

PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.   of  Canada 

PHOTOMETRICAL  TESTING 
Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  VolUge) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 
Hamilton  Company,  Wm. 

PLUGS 

Benjamin    Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 
Acme  Stamping  &  ^Tool  Works,  Limited 
Ilubbell  Company,  Harvey 
Northern   Electric  Company 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  Winter 
Northern  Electric  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Standard  Underground  Cable  Company  of 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 
Boving  Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 
Philadelpliia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 
Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REFLECTORS 
Harvev  Hubbell  Company 
Pittsburgh  Reflector  &   Illuminating  Co. 

REGULATORS 

Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 
REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 
Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 
Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International  Nickel  Company 
ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SHADE  HOLDERS 
Harvev   Hubbell  Company 

SOCKETS 

Benjamin  Electric  Manufacturing  Companf 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Llnuteo, 
Duncan  Electrical  Company 
National  Meta'    Molding  Company 
Northern  Electric  Company 

(Continued  on  Fag*  50) 
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□UARE 


SWITCHES 


THE  ORIGINAL 
SAFETY  SWITCH 


WhynotaffeaiiioHeariTalk 


with  the  Plant  Electrician? 

You  know  in  a  general  way  the  many 
advantages  of  Square  D  Switches. 
Your  own  experience  and  observa- 
tion points  out  the  advisabiUty  of 
eliminating  the  expensive  accidents 
which  result  from  contact  with  elec- 
trical current  by  replacing  open  knife 
switches  with  Square  D  Switches. 
But— do  you  know  how  easily  this  can 
be  done— how  great  a  saving  it  will 
effect— how  inexpensively  Square  D 
Switches  can  be  adapted  to  your  plant 
conditions? 

Your  electrician  does.  So  why  not  put 
the  Square  D  proposition  up  to  him? 
His  advice  will  probably  remove  the 
very  objections  which  have  made  you 
defer  installing  Square  D  Switches. 

At  least  TALK  Square  D  Switches 
to  the  electrician— TODAY 

SQUARE  D  COMPANY 

Walkerville,  Ontario 

C.avadinit  Facloty,  Wn/krr-J'i/lf,  Onl. 


SQUARE  D  SWITCHES 

da  Txui  h'mdEr  praductian 
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SOLDERING  FLUXES 
Allen  Company.  L.  B. 
ISijsrtt   \  \VcM.,  l.til 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 
Weiton   Electiical   Instrument  Company 

STORAGE  BATTERIES 
Canadian  General  Electric  Company 
Canadian   Hart   Accumulator  Company 
Northern  Electric  Company 

STREET  LIGHTING  FIXTURES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Ciouse-Hinds  Company  of  Canada,  Limited, 
joyner.  Limited,  A.  H.  Winter 
Northern  Electric  Company 
I',  ingle.  R.  E.  T. 

SWITCHES 
Benjamin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Devoe  Electric  Switch  Company 
Electrical  Development  &  Macliine  Company 
Klcctrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
llatheway  &  Knott.  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
I'hiladclpliia  Electric  Co.  Supply  Dept. 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian   Westinghouse   Company        .  . 
Crouse  Hlnds  Company  of  Canada,  Limitea. 
Devoe  Electric  Switch  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
Banfield  &  Sons,  W.  H. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 
TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 
Northern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 
Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Kuhlnian  Electric  Company     ,  „  , 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &   O'Hearn  . 
Thordarson  Electric   Manufacturing  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 
Canadian  Bridge  Company 

TROLLEY  GUARDS 
Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Bovine  Company  of  Canada 
Canadian  Allis-Chalmers  Company 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada,  Ltd. 

VACUUM  CLEANERS 

Houston   &  Company 
Onward  Manufacturing  Company 
Pringle,  R.   E.  T. 

VARNISHES 
Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 
Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 


WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 
Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company, 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Company 
Northern  Electric  Company 
Philhps  Electrical  Works,  Ltd.,  Eugene  t. 
Standard  Underground  Cable  Company  of 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 


Ltd. 


Cas 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire "  machines, 
minimum  incon- 
venience from 
such  breakdowns. 


750  K.V.A.  Alternator  direct  coupled  to  engine. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada,  Ltd. 


Montreal 


49-63  Niagara  St.,  Torooto 


Octolier  1.".,  mis 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
501  Merchants  Bank  Building,  MONTREAL 
592  Notre  Dame  Avenue,  WINNIPEG 
G74  Barrington  St.,  HALIFAX. 
W.  H.  Hazlitt  &  Co.,  Ltd.,  915  Georgia  St.  West,  VANCOUVER 

Prompt  thipments  from  Factory  or  nearest  Warehouse 


GROWTH 

Day  after  day,  week  after  week,  month  after  month,  for  the  five  years  that 
Economy  Fuses  have  been  on  the  market,  the  sales  have  maintained  a  con- 
stant growth— not  alone  in  volume,  but  also  in  percentage  of  increase.  This 

IS  bGC3,lJlSG 

ECONOMY  Renewable  FUSES 

are  absolutely  accurate  in  operation  and  cut  annual  fuse  maintenance  costs 
8o%.  An  inexpensive  little  "  Drop  Out "  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 

UNITY  BUILDING         -  MONTREAL 

Manufacturers  in  Canada  of  S.&  C.  High  Potential  Fuses— to  150,000  Volts 


af  it 
since 

'93 


25  years  ago  Mr.  A  lien 
produced  the  only  non-acid 
sodering  flux  ever  placed  on 
the  market. 

Since  tlun  .Mien  (luxes  have  niaiiit;iiiurl  an 
easy  lead  over  all  competition;  IieiiiK  the 
only  V\\\x  apin'ovcd  by  the  National  lioard 
of  Fire  Underwriters  and  the  preference  of 
•America's  leadinp;  electrical  and  inihislrial 
corporations.       Samples  Free. 

BISSETT  &  WEBB. 
126  Lombard     -    Winnipep;,  Man.,  Canada. 


Northern  Aluminum  Co.,  Ltd. 

1305  Traders  Bank  Building 
TORONTO.  ONT 

Manufacturers  of  Aluminum 

Ingot,   Sheet,  Tubing,  Wire,  Rod,  Rivets, 
Moulding,  Extruded  Shapes,  also 
Electrical  Conductors 
all  Aluminum  and  Steel  Remforced 

Litot  Aluminum  Solders  and  Flux 

will  solder  aluminum  to  itself  or  other  metals 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale: 


A  Handbook  on  the  Steam  Engine  by  „f"s' 
lished  in  1914  by  Crosby,  Lockwood  &  Son.  5^-2  pages, 
illnsiiated.     Price  $3.00. 

Company.     248  pages,  illustrated.     Price  $2.00. 

Alternating  Currents-Examples  for  Students  and  Engineers 
by  Prif.  F.  E.  Austin.  Second  edition  yol  I.  Published 
in  i;>Ui.    22:!  paKes,  illustrated.     Price  U-W. 

Baudot  Printing  Telegraph  System,  by  H^  W  Pendry  Pub- 
lished in  1013  by  Whittaker  &  Company.  144  pages,  luus 
trated.     Price  ?1.00. 

-Central  Stations,"  by  Terrell  Croft,  1st  edition  P"blj|h^d  in 
1917  by  McGraw-Hill  Book  Co.,  Ins.  332  pages,  urns 
trated.     Price  $2.50. 

trated.     Price  $3.00. 

Grad  Hill  Co..  Inc.    2R5  pages,  illustrated.    Price  $2.50. 

pondence.     236  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D    Child    Ph.D     PtiWished  in  1^^^^^^ 
by   D    Van    Nostrand   Company.     la*  pages, 
Price  $2.00. 

Electric  Car  Maintenance,  by  Walter  Jackson      Published  .n 

1914  by  McGraw-Hill  Book  Company.     274  pages,  mus 
trated.    Price  $2.00. 

pages,   illustrated.     Price  $1.00. 

Co      31S  pages,  illustrated.     Price  $2.00. 

416  pages,  illustrated.     Price  $3.00. 

illustrated.    Price  $3.00.  _ 

.nd'five  loMin,  P>""„  S!a  1„  1912 

Price  50c  • 
Greenwood  &  Son.     235  pages,  illustrated 

212  pages,   illustrated.     Price   $1.50.  .  u 

'"?IE"i-i£'"'''™  " 

Trir.;t  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman 
^     Pubfished   in   1908  by   the   New   York   Edison  Company 
Illustrated.     Price  50  cents.  „     ^  u 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub 
lished  in  1916  by  McGraw-Hill  Book  Company.  461  pages 
illustrated.  Price  $3.00. 
How  to  Make  High-Pressure  Transformers,  by  Professor  !• 
E.  Austin  Sefond  edition,  just  published.  48  pages,  .llus 
trated,  price  65c 


"Prartiral  Electricity,"  by  Terrell  Croft.     First  edition.  Just 
^'  published  by  McGraw-Hill  Book  Co.    646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft    First  edition. 

published  by  the  McGraw-Hill  Book  Co.    225  pages,  .Uus- 

M.ited.     Price  $2.00. 
Principles  of  Direct  Current  Machines  by  Alexander  S.  Lanes- 

dorf,  M.  M.  E.    Published  in  1915  by  McGraw-H.U  Book 

Company.    404  pages,  illustrated.    Price  $3.00. 

pany.    614  pages,  illustrated.     Pnce  $4.50. 

365  pages,  illustrated.    Price  $3.00. 
Radiodynamics-The  Wifeless  Control  of  Torpedoes ^and  Other 
^a"'Nrran'd'compan'^.""206   pages.   112  illustrations. 
Price  $2.00. 

"Radio  Communication,  Theory  and  Method^     iA  .n  app^^^^^^^^^^^ 
on  Transmission  over  Wires,    by  John  "  ^^y.  „ 

just  published  by  McGraw-Hill  Book  Co..  Inc.    205  pages 
illustrated.    Price  $1.75. 

trated.     Price  $2.50. 
Standard    Wiring.    1918    Edition    24  th    Yea.     The  NMional 
^:^.''TeV^hTr^or,%^ole?s"r'^rce  $1^50  postpaid. 

r.         T>i,„tc    Their  Desien  and  Construction,  by  Henry 
St-?  ^Sr"^  Tubl[s^h'e7by"lJfcG^w-HiU  Book  Company  .n 
1903.    158  pages,  illustrated.    Price  50c. 

^-ej^;?:;-  &rr  &JSr  'r»=s 

Price  $1.00. 

Steam  Turbines,  by  Kennedy.    Published  in  1910  by  Whittaker 
S  Company.     100  pages,  illustrated.     Price  $1.00. 

Teleeranh  Practice,  a  Study  of  Comparative  Method    by  John 

Lee.  M  A     Just  published,  by  Longmans- Green  &  Co.  102 

pages.     Price  $1.00. 
Telegraphy-A  detailed  Exposition  of  ^he  Telegraph  System  of 

?h\ll'dfJlor.°^Vu°b'lish'e^In^9|.b«y3gU^er  Company. 

985  pages,  630  illustrations.    Price  $2.00. 

L    c-    \iiT  vt   Vrpf-rf  K:  C  B    and  Sir  T.  Sivewright, 
''^'^lit''' PulHsheY-in^905^byL''ofgmans.  Green  &  Company. 

504  pages.     Price  $1.00. 

Chemists,  by   Edward  H.   Tenney,   B.A.   M.I^  ru 
in  1915  by  D.  Van  Nostrand  Company,     m  pages, 
illustrations.     Price  $2.50. 
The  Electrical  Contractor.  Cost-Keeping  and 

TcGr^^'mi  Book  C^omp'^anyr^'S^  pages,  illustrated.  Price 
$1.50. 

Book  Co.,  Inc.     229  pages,  illustrated.     Price  $^.B0. 

[ng  Company!  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral  by  L.  C.  Jordan   CE.  |^^lished 
in  1913  by  Van  Nostrand  Company.    155  pages.    Frice  <oc. 

Transmission  Line  Crossings,  by  Frank  F.  Ifi^^t 

in  1909  by  D.  Van  Nostrand  Company.    69  pages,  illus 

trated.     Price  $1.00. 
Treatise  on  Thermodynamics,  by  Dr   Max  Planck.  Published 

in  1903.    272  pages.    Pnce  $1.00. 
Wray's  Manual  of  Car  Lighting.    Published  j"  1915  by  Wr.y 

Publishing  Company.    340  pages,  illustrated.     Pnce  $1.80. 
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OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nakusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  witliout  obligation 
of  any    sort   from    our   nearest  office. 

The  Lindsley  Brothers  Co. 

j  NELSON,  B.C. 

!  General  Salei  Office  -72  W.  Adams  St.,  Chicago,  III. 

Franl<  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 


Bronze  or  Cast  Iron  Brackets 


for 


Outside  Lighting 


ON 


Electrical  Machinery  and  Repairs 


Armatures  Complete,     Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 


J. 


Cleveland,  Ohio 


LAMPS  Locked  On 
Can't  Get  Stolen 

They  can't  get  knocked  out  or  broken. 


guards  give  your  lamps 
just  such  protection. 

Sold  at  a  popular  price. 
Our  Loxon  Lamp  Guards 
and  other  Specialties  de- 
mand   the    attention  of 


every  handler  of  Electrical  Goods. 

■  Let  us  send  our  list. 

McGiU  Mfg.  Co. 

Valparaiso        -        -  Indiana 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 


Trolley 
Lines 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarles  H.  mitcbell 
Percival  H.  IDitcbell 

Contultlit  and  Sopcrvlsiat 
Engiottrt 

H)draulic.  Steam  and  Electrical  Power  Plants. 
Industrial  and  Municipal  Engineering. 

Trader*  Bank  Building,  TorontO 


R.  S.  KELSCH, 
CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM  GORDO 

&  CO. 

ENGINEERS 

Estimates.    Reports,  Designs, 

Specifica- 

lions.   Valuations   of  Railway, 

Light  and 

Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 

J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  ElectricJ.HydrauUc,  Steam.  G«» 
Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625   Coristine   Bldg..   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
SupervUIon  of  Ughting  and  Power  PlanU 

Telephone  Main  6,37  605  McGill  Bldg. 

Montreal.  r.Q. 


B. Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6*17       326  W  Craig  St..  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Ka.lroad 
Plants,  Waterworks  and  Sewers 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


W.  G.  Chace 


N.  R.  Gibson 


J.  G.  G.  Kerry 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates:  A.  L.  Mudge,  A.  L.  MieviUe 
Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Inrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus.  Wires,  Cables. 
Insulators.  Transmission  Toweis  and 
Hardware.  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents.  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years  tx 
perience  in  Patents  and  Practical  Engineermg 
Kent  Building.  TORONTO 
Yonge  and  Richmond  3ts.. 


ypjJgiaCOPYBICHTS  AJinifffi 


STANLEY  LIGHTFOOl 

BEG  D  PATENT  SOLIClTOn  AND  ATTORNEY 
LUMSDEN   BUDG.r|  /o''i\jE"  )  TORONTO. 


ATENTS 


>pnMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.  


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physical 
Test*  and  Inspections". 


80th  Street  and  East  End  Avenue,. 
New  York,  N.Y.,  U.S.A. 


1 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PAIENI  LITIGATIII 

SEND  FOR  HAND  BOOK 


PHOM 
MAIN 
2611 

RIDOUT  &  MAYBEE 

59  Yonge  Street 


ATENTS 


TORONTO 


CANAD 


ESTABLISHED  1S49 

BRADSTREET'S 


I 


Gifices  Throughout  the  Civilized 
World. 
E.xecutive  Office: 
Nos.  346  and  348  Broadway,  New  York  City. 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathen 
information  that  reflects  the  financial  condi 
tion  and  the  controlling  circumstances  o 
every  seeker  of  mercantile  credit.  Its  husi 
ness  may  be  defined  as  of  the  merchants,  b) 
the  merchants,  for  the  merchants.  In  pro 
curing,  verifying  and  promulgating  informs 
tion  no  effort  is  spared,  and  no  reasonabl' 
expense  considered  too  great,  that  the  result: 
may  justify  its  claim  as  an  authority  on  tl 
matters  affecting  commercial  affairs  and  tnei 
cantile  credit.  Its  offices  and  connection: 
have  been  steadily  extended,  and  it  furnishe 
information  concerning  mercantile  person 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fat 
nished  and  are  available  only  by  reputaM 
wliolcsale  jobbing  and  manufacturing  co' 
cerns  and  bv  responsible  and  worthy  tinav 
cial,  fiduciary  and  business  corporation: 
Specific  terms  may  be  obtained  by  adrlres- 
ing  the  company  at  any  of  its  othces.  to 
vespondence  invited. 

THE  BRADSTREET  '^OMPANY 
(Ift^ces  in  Canada:  Halifax  N.S.:  lUni- 
ton,  Ont.;  London,  Ont. ;  Montreal.  Lhif 
Ottawa,  Ont.;  Quebec.  Que. :  St  .John.  N  P 
Toronto.  Ont. ;  Vancouver.  B.^  . ;  %  icton 
B.C.;  Winnipeg.  Man.;  (.algary,  Alta. ;  t 
nionton.  Alia. 

TTTOS.  C.  IRVING. 
C.cn,   Man    Western   Canada  To>on' 


(  vt.  .'.er  I."),  uns 
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A  Lost  Opportunity 


pair  the 
maker? 


As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  re 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the 

How  much  have  YOV  lost  in  prestige 

through  not  being  able  to  take  care  of 
your  customers'  business  ? 
How  much  have  YOV  lost  in  Profit  on 
this  business? 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 
You  have  the  work  of  taking  out  and  re-installing  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  m 
again  on  the  Trade  Discount  (More  Profit). 

Others  are  doing  it     Why  not  you?    Write  about  it. 

The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phonei: 
Adelaide  802 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Nighta  and  Holidays 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.  T.Dale,  Manager,  Beach  1723 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electric  Batteries  of  all  kir.ds. 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 
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Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


There  is  bound  to  be  a  big  de- 
mand for  Electric  Air  Heaters 
and  Radiators  this  fall. 

The 


line  is  most  complete  and  com- 
prises heaters  of  all  types  and 
sizes. 

Get  your  stock  in  early 
and  reap  the  benefit 
when  the  demand  comes. 


The  National  Electric  Heating  Co.,  Limited 


TORONTO,  CANADA 


/ol.  XXVII    No.  21 


Toronto,  November  1,  1918 
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Generation,  Transmission  and  Application  of  Electricity 


TRADE 


Bttss|ijise5 


MARK 


Canadian  Trade  sup- 
plied   direct  from 
Toronto  Branch. 

Rose  &  O'Hearn 

220  King  St.  West 


7 


Fuses  bearino  the  Buss  trade- 
mark  aud  iudicated  Amper- 


aoe  mav  be  eouuted 


upou 


absohiteh  to  oive  the  results 
desired. 

GU  ARANTY :  Every  Buss  Fuse  will  hold 
an  overload  of  10  per  cent,  indefi- 
nitellff  and  blow  at  50  per  cent, 
overload  in  time-limit  allowed  bv 
underwriters. 


IV rite  for  Samples  of  any 
Fuse  in  which  you  may  be 
interested.  Catalogue 
mailed  upon  request. 


BUSSMAN  MFG.  CO. 

St.  Louis,  U.  S.  A. 

Supply  Uraiiclics: 

New  York             -  -           731  Broadway 

Chicago             -  627   W.    Jackson  Blvd. 

San  Francisco  -            221  Second  St. 


Report  of  the  Goodwin  Banquet  in  this  issue 
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Paper  Insulated  Lead  Covered 
Telegraph  Cable 


YOU'VE  seen  it  The  large  Reel  with 
^   the  Northern  Electric  Company's 
name  on  either  side.  You  can  see  it 
wherever  wire  work  of  any  kind  is 
being  done.  In  the  small  hamlets 
and  in  the  large  cities  throughout 
the  Dominion,  it  is  a  familiar  sight  by 
the  street-side. 

Quality,  Dependability  and  Service 
is  what  has  made  the  NORTHERN 
ELECTRIC  COMPANY  LIMITED 
the  largest  manufacturers  of  bare 
and  insulated  Wire  and  Cable. 

Our  Nearest  House  will  be  glad  to 
furnish  specifications  and  prices  on 
any  type  of  bare  or  insulated  wire 
and  cable  for  electrical  purposes — 
write  us  to-day. 

North(!rtr  Electric  Compatty 

LIMITED 


Paper  Insulated  Lead  Covered 
Telephone  Cable 


Paper  Insulated  Lead  Covered 
Power  Cable 


MONTREAL 

HALIFAX 

OTTAWA 


TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

\'ANCOUVER 
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Every  Woman  Needs  Its  Help— Now 

— but  when  the  fall  buying  season  comes,  will  you  be  ready? 

Why  Not  Order  a  Good  Supply  of 

Northertr  E/ectrfc 

Portable  Sewing  Machines 

NOW? 

Remember  the  greatest  need  for  sewing  by  electricity  is  now,  when  the  wo- 
men of  Canada  are  so  extensively  engaged  in  doing  their  own  as  well  as  a 
large  amount  of  patriotic  sewing  work  at  home. 

The  Northern  Electric  Sewing  Machine  eliminates  the  tiresome,  back-aching 
treadle  work  of  the  old  method,  and  enables  the  operator  to  do  twice  as 
much  sewing  without  effort. 

The  Northern  Electric  Sewing  Machines  are  of  the  highest' grade  in  design 
anid  workmanship,  and  carry  a  guarantee  of  complete  satisfaction  in  every 
way. 

Several  different  types  are  obtainable 
in  both  portable  and  stand  style  mach- 
ines. You  can  secure  either  vibrating 
shuttle  or  bobbin  type. 

Closed  view  of  our  W^^T^ 
Portable  Type  Machines 

Write  our  Nearest  House  for  at- 
tractive proposition,  descriptive  liter- 
ature, etc. 

NorthQrt/  Electric  Co/npartf 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


TllF.    I'LKCTRICAL  NEWS 


XoNcmlicr  1.  I'.ils 


No.  222 

Two- Wire  Metal  Molding 

Lowest  installation  cost  of  any 
Metal  Wiring  System 


On  your  next  Job 
refer  to  your  Bulletin 
101  and  place  your 
order  "with  your  jobber 


NAT'S  DEMONSTRATIONS-No.  7 


Nat  has  now  connected  the  wires  to  the  Device,  secured  the  Device  to  the 
Base— a  No  399-B  Keyless  Receptacle  in  this  case— and  the  job  is  all  ready 
for  inspection  and  a  test  for  grounds.  The  entire  system  can  be  inspected  and 
tested  before  the  capping  is  placed  on  and  secured  with  SpringClips— JNo.ZZi. 

National  Metal  Molding  6 

1118  FULTON  BUILDING  QJ 


PITTSBURGH 


Atlanta 

Boston 


Buffalo 
Buenos  Aires 


Chicago 
Dallas 


Denver 
Detroit 


Havana 
Los  Angeles 


Manila 
New  York 


Paris 

Philadelphia 


Portland 

Rio  de  Janeiro 


Salt  Lake  City 
San  Francisco 


Seattle 
St.  Louis 


Canadian  Distributors-CANADIAN  GENERAL  ELECTRIC  COMPANY.  Limited 


Orpen  Conduit  Co.,  Limited 


Made  in  Canada 
Conduit 


Toronto 


.■nilier   1.    I'.)  Is 


TFIE    ELFXTRTCAT.  NEWS 


Keystone  Snow-fighting  Equipment 
Prevents  Many  Thousands  of  Tie-ups 

The  material  shown  and  much  more,  including  Sleet  Scrapers,  Car 
Heaters,  Sleet  Wheels,  Safety  Step  Treads  and  Keystone  Sanders  form 
the  broad  line  of  Keystone  equipment  for  snow 
fighting.  The  cost  of  this  equipment  is  insig- 
nificant as  compared  to  the  cost  of  a  tie-up  on 
your  lines. 

Write  for  quotations. 


Wire  Track 
Brooms 


Keystone  Portable 
Lamp  Guards 


Keystone 
Sand  Drier 


Adjustable 
Track  Brushes 


Switch 
Brooms 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17th  and  Cambria  Sts.  SO  Church  St.      Monadnock  BIcJk. 


Lyman  Tube  &  Supply  Co.,  Ltd. 

Canadian  Distributors 

MONTREAL       WINNIPEG  TORONTO 

Lyman  Tube  Blda.        302  Donalda  Block         33  Melinda  St. 


6 


THE   ELECTRICAL  NEWS 


November  1,  1918 


Illuminating  Glassware 

Etched  and  Decorated 

In  an  interesting  variety  of  artistic  and  useful  designs  and  shapes. 
Something  to  please  the  taste  and  fancy  of  every  customer. 

Our  Standard  Package  Assortment  of  six  dozen  shades  comprises 
12  different  designs— 6  pieces  of  each. 

We  supply  also  Standard  cases  of  6  etched  and  decorated  bowls 
each  different  in  design. 


-7 
7i  -\ 


Send  for 

our 
Catalogues 


These  Styles 
from 
Catalogue  No.  6 


Made  in  Canada  by 


Jefferson  Class  Co.,  Limited 


Factory  and  Head  Office :  388  Carlaw  Ave.,  TORONTO 
Down  Town  Show  Rooms:  164  Bay  Street        \J  Vs.\J       I.  ^ 


MONTREAL 
285  Beaver  Hall  Hill 


WINNIPEG 
Scott  Block 


VANCOUVER 
325  Howe  Street 
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PRODUCTS 


T 


ST  E     C  OM 


"Hamilton"  Pig  Iron 
Open  Hearth  Steel  Billets 
Steel  and  Iron  Bars 

Forgings 
Railway  Fastenings 
Pole  Line  Hardware 
Bolts,  Nuts  and  Washers 
Wrought  Pipe 
Screws,  Wire 

and 

Wire  Products 
of  every  description 


^1 


LIMITED 

KPNT^Al 


s 


Till-:        CTRiCAL  news 


Xiivemljer  1,  1938 


ALPHABETICAL    LIST   OF  ADVERTISERS 


\i.  !.;(.■  M.mii'iii.u  aiul    I  .ml  \\iiik>  ...  li) 

Alien  Company.  L.  1!   K.' 

Allen  Inspection  C"oni\);u\.\    "i" 

.\iucrican  Coniluit  l"(>nip;in\    i:.' 

r.anriehl.  \V.  11  

l>eaul)ien.  De  Gaspe   ■'>(' 

Henjaniin  Electric  Mfg.  (.'o  

r.issett  &  \Vel)i.   l:^ 

liranston  ConiiKiiix .  ("lKlrlc^  .\.  ... 
IJoston  Insulateil  Wire  and  l  aMc  C  n.  14 
r.oving-  Hyilraiilic  i.*v:  EnginccriiiL;  L  i>.  17 

i'.radstreet.s    •"><> 

r>rancleis,  Charles   ■")() 

IJritish  .-Muniiniuni  Lmniianx   

Bussnian  Electric  CD   1 

C  alei)auKii   ."^clf   I  .iiliru  alin.^  Carl)on 

Ldnipany   

Canada  Wire  and  Cal)lc  Company..  47 

Canadian  l'>ridge  Company    4:; 

Canadian  Crocker  W  heeler  Co   14 

C'anadian  Hart  .Vccuniulator  Co.  ...  II 

C'anadian  lnii)ort  Comi)any    1« 

C'anadian  Krantz  Electric  &  Mfg.  Co.  4'.) 
C'anadian  Office    and   School  I'urni- 

ture  Company   -t-t 

C'anadian  Porcelain  Company   -3(5 

C'anadian  W'estinghouse  Company  .  .  "jH 

Century  Electric  Company   57 

Chamberlain  &  Hookham  Meter  Co., 

Limited  

Clemens  Electrical  Corporation  .... 
Cleveland  Armature  W^orks  ...  .... 

Conduits  Company,  Limited   '•' 

Crouse-Hinds  Company   

Cutter  Company   lij 

Cutter  Company.  Geo  

Uennison.  H.  J.  S  

Devoe  Electric  Switch  Company  . .  . 

Uossert  &  Company  

Duncan  Electrical  Company   

Uuquesne  Electric  &  Mfg.  Co   4o 

Economy  i-'use  and  Mfg.  Co   4H 

Elec.  Maintenance  and  Repair  Co.  . .  5!) 
Electric  Railway  Improvement  Co.. 


I'.lcctric  Scr\u-c  Supplies  Company..  ■> 

Mlcctrical  Testing  Lal)oralnries  ....  •")() 

h'.warl  lS.-  Jacob   ■'>0 

b'crranli  l'",lcctric  Coniiiany  '.   .  15 

l''islicr  ITcclric  C(jmpany   44 

l''lcxil)lc  Conduil  Company   

G.  &  \V.  Electric  Specialty  Co   fid 

Gest,  G.  M.  Limited   15 

Great  West  Electric  Company   4:! 

Ilaniilton  C'onipany,  Wni  

1  lathcway  &  Knott   U 

Ilcssco  Cdmpany   4!J 

llublicll,  ]lar\-ey  Co.  of  Canada   ...  5L! 

ilughcs  i^lectric  Heating  Co  

Illinois  Electric  Porcelain  Co   55 

Jefferson  Glass  Company   6 

Jones  &  Glassco   59 

Kelsch,  K.  S   50 

Kent  Brothers   

Kerry  &  Chace,  Limited   50 

Lancashire  Dynamo  and  Motor  Co. 

Leeds-Northrup  Comi^any   8 

Lightfoot,  Stanley   50 

Lincoln  Electric  Company  of  Canada  47 

L^indsley  IJrothers  Company    55 

Lowry,  E.  A  

Lyman  Tulje  and  Supply  Company.  5 

Macgo\ern  &  Co   45 

A'lalm,  Gordon  &  Company    50 

Marion  &  Marion   50 

Masco  Company  

McGill  Manufacturing  dmipany   .  .  .  55 

Mica  Company  of  C'anada.  Ltd   4:! 

Mitchell,  Charles  H.  &  Percival  H..  50 

Moloney'  Electric  Co.  of  Canada  ...  57 

Mnnarcli   Electric  Company    51 

Xatiinial  Electric  Heating  C'onipany 

National  Metal  Molding  Company  ..  4 

Xerlich  Company  


Northern  Aluminum  Company 
Northern  Electric  Company  .  . 


Ohio  Brass  Company  

Onward  Manufacturing  Company 
Orpen  Conduit  Company  


Packard  Electric  Company   U 

Petrie,  PL  W   4- 

Philadelphia  Electric  Company  Sup- 
ply Dept  

Phillips  Electric  Works.  Eugene  F.  41 
Pittslnirgh  Reflector  &  Illuminating 

Company   a 

Power  Plant  Equipment  Company  . .  4> 

Pratt  &  Whitney   4 

Pringle^  R.  E.  T   l.' 

Railway     and     Power  Engineering 

Corporation  

Ivedmonal  Chemical  Products  Co.  .  .  4 

Renfrew  Electric  Company   

Ridout  &  Maybee    o' 

Robertson  Ltd.,  J.  M  

Robbins  &  Myers  Company    1 


Sammett,  M.  A  

Sanganio  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan   

Spaulding  &  Sons  Company,  J  

Spielmann  Agencies,  Regd  

Scpiare  D  Company  

Standard  L'ndergronnd  Cable  Com- 
pany of  Canada.  Limited   

Steel  Company  of  Canada  

Superior  Electric  Company   


Tallman  Brass  and  Metal  Co   4 

Thompson,  Clarence   5 

Thompson,  P^red  &  Co   6 

Thompson-Levering  Company  ...  1 

Thordarson  Manufacturing  Companx  4 

Toronto  and  Hamilton  Electric  Co.  4i 
Tubular  Woven  P'abric  Company  .  . 

Wagner  Electric  Manufacturing  Co.  4 
Ward  Leonard  Electric  Company  . . 
White  Electrical  Company,  T.  C.  ... 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Usefal  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance- 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  he  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  §66.2Ji  net, 
f.o.b,  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  530  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Stenton  Ave. 


Electrical  Measuring  Instruments 


PHILADELPHIA,  PA. 
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"GALVADUCT" 

The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quaHty. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 


LIMITED 

TORONTO 


LORICATED 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 

by 

Vacuum  Process 


Perfect 
Insulation 

Mica  Barriers 

Strong 

Rugged 

Durable 


Steel  Cases 

Light  in  Weight 

Easy  to  Handle 

Will  Not  Leak 

Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  Bldg. 
Toronto 


Power  Building 
Montreal 


Confederation  Life  Bldg. 
Winnipeg 
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MARCHAND  CLAMPS  FOR  STRANDED 
WIRES  AND  CABLES 


Marchand  Clamps  are  the  safest  and  most  effici- 
ent Wire  Clamps  on  the  market. 
Marchand  Clamps  are  easily  and  quickly  installed 
and  save  labor  and  material. 

^Marchand  Clami:)s  securely  grip  each  wire  of  strand, 
eliminating  strains  which  tend  to  weaken  the  strand. 

Marchand  Clamps  cannot  wear  out  or  break  and 
have  been  thoroughly   tested   and   will   not  rust. 


WRITE  FOR  COMPLETE  CATALOG  No.  33 


STEEL  CITY  ELECTRIC  COMPANY 
"The  Quality  Line 

PITTSBURGH. 

Canadian  Sales  Agents 


PENN..  U.  S.A. 


"KILLARK"  ENCLOSED  FUSES 
600  VOLT 

NATION.AL   ELECTRICAL   CODE  STANDARD 
TO  400  AMPERES,  INCLUSIVE 


99 


APPROVED. 

Our  600  Volt  Line  of  Fuses  are 
acurately  made,  properly  car- 
toned and  Boxed. 


We  Make  Good  Deliveries. 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 


HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 
Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.       For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 


CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE. 


1? 
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ARE  YOU  WASTING  POWER  through 
Inefficient  and  Antiquated  Turbines? 

Maximum   Efficiency  Assured  with 

"SMITH" 
HYDRAULIC  TURBINES 

The  accompanying  illustration  shows  a  horiz- 
ontal shaft  unit  of  2000  H. P.  capacity  under 
42  head.     Write  Dept.  "N"  for  Bulletin. 

S.  MORGAN  SMITH  CO. 

YORK,  PA. 

H.  B.  Van  Every,  406  Power  Bldg.,  Montreal 


Tenders 
Wanted 


should  be  advertised  for  in  the  "Tenders  and  For 
Sale  Department"  of  the  CONTRACT  RECORD 
AND  ENGINEERING  REVIEW.  This  paper 
is  the  "Tender  Ad."  medium  of  Canada  and 
always  brings  bids  from  the  reliable  contractors 
and  supply  houses.  File  your  plans  for  any  work 
on  which  you  are  inviting  bids  in  our  offices  at 
Toronto,  Montreal,  Winnipeg  or  Vancouver. 

Contract  Record 

and  Engineering  Review 
TORONTO       -  ONTARIO 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.  S.  A. 


Be  sure  to  have  one  Allan  FIllYPS 

of  Our  Handsome  Dis-  Alien  ^IUXe^ 

play  Cartons  on  your  ^^.^  j^e  only 
counter.  It  means 

steady  customers    for  , 

Allen  Soder  Sticks.  ones  approved 


by  the  National 
Board  of  Fire  Underwriters  ! 


Bissett  &  Webb 

126  Lombard,  Winnipeg,  Main..  Canada 
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For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 

has  orocerties  not  possessed  by  any  other  type  of  Conduit  made,  which 
recommends  it  particularly  for  Underground  Systems  of  Distribution. 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  H  inch  Walls 

Absorption,  100  Hours,  less  than  1  per  cent. 


s/i  inch  Socket  Joints 
Puncture  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 


Write  for  literature 


American  Conduit  Company 


East  Chicago,  Ind.,  U.S.A. 


140  Nassau  St.,  New  York  City 


Installing  a  Trunk  Line  Subway 
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FROM  Halifax  to  Vancouver  advertisements  similar  to  those  shown  above  are  now 
appearing  in  commanding  space  in  the  leading  Daily  Newspapers. 

iTheir  purpose  is  the  encouragement  of  reputable  Home  Industry  for  the  benefit  of  the 
Public,  the  Manufacturer,  and  YOU,  Mr.  Retailer!  What  are  you  doing  to  promote  Made- 
in-Canada  Goods  ?  Are  you  allowing  inferior  articles  to  hurt  your  market  and  your  good 
name— or  are  you  supporting,  to  the  best  of  your  ability,  a  movement  that  means  Better 
Business  and  Increased  Prestige  for  your  store  ? 

Pry  out  the  proposition  !  Keep  your  Benjamin  line  complete— reap  the  benefit  of  the 
idvertising  we  are  doing  and  help  to  accomplish  this  important  object! 

Insist  on     pGnjamin  products 
Two-Way-Plug 

ELECTRIC  LIGHTING  SPECIALTIES  INDUSTRIAL  LIGHTING 

^M^ade  in  Canada  hy 

Benjamin  Electric  Manufacturing  Company  of  Canada^  Limited 

11-17  Charlotte  Street,  Toronto 


If  Interested,  tear  out   tJiis  page  and  place  with  letters  to  be  answered 
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War  Time  Motors 

As  designers  and  builders  of  Motors  since  1888  our  watchword 
has  always  been  "  DESIGN  ! "    Today,  therefore,  Crocker- 
Wheeler  Motors  come  to  you  equipped  to  give  that  solid, 
steady,  ungrudging  100  per  cent,  efficiency — stand- 
ing abnormal  strains  with  even  less  than 
normal  attention — that  your  war- 
time work  demands. 


Cast  Welded  Squirrel  Cage  Rotor 


"The  design's 
the  thing, " 

say  our 
Engineers 


''In-built 
Service  " 
our  workshop 
practice 


Note  the  efficiency  design  of  this 
Crocker-Wheeler  Rotor  —  the  solid 
metal  winding  allows  no  loose  joints. 
There  are  no  bolts,  rivets  or  screws 
to  come  away— no  sparking  or  arc- 
  ing  at  bars  or  rings. 

Let  us  send  you  our  latest  Bulletin— No.  1000 

THE  CANADIAN 

CROCKER-WHEELER  CO. 


LIMITED 

Manufacturers  and  Electrical  Engineers 


Held  Office  and  Works 

ST.  CATHARINES,  ONT. 


District  Offices 

MONTREAL  TORONTO 
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G.  M.  Gcsf,  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


rERF^ANTI 


Pole  Type 

Transformers  p 


Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering-  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 

90  Sherbourne  St.  704  Unit  Bldg. 

TORONTO  MONTRK.M. 


7X" 


>X< 


Pekkanti 


592  Notre  Dame 
WINNIPEG 


E 
K 
K 
A 
N 
T 
I 
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Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 
in  the 

I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  us  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  circuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Office 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  in  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
or  the  wonderful  equip- 
ment of  the  Ford  Motor 
Company. 

The  Cutter  Company 

Bank  of  Hamilton  Building 
Toronto,  Ont. 

Main  Office  and  Factory: 
Philadelphia,  Pa. 


I\ew   York,  50  Church  St. 
Detroit,  Mich.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone 
lildg. 

Chicago,   Monadnock  Block. 
Pittsburgh,  Park  Building. 
Minneapolis,  Metropolitan 
Life  Bldg. 
ECCLES  &  SMITH  CO. 
Los  Angeles     San  Francisco 
Portland,  Ore. 


Northern  Aluminum  Co.,  Ltd. 

1305  Traders  Bank  Building 
TORONTO,  ONT. 

Manufacturers  of  Aluminum 

Ingot,  Sheet,  Tubing,  Wire,  Rod,  Rivets, 
Moulding,  Extruded  Shapes,  also 

Electrical  Conductors 
all  Aluminum  and  Steel  Reinforced 

Litot  Aluminum  Solders  and  Flux 

will  solder  aluminum  to  itself  or  other  metals 

WRITE  FOR  INFORMATION 


Give  It 

the 
Pressure 
Test 


Put  a  sheet  of  Spaulding  Ilanl  Filjre  under  a  steam  hammer  o] 
test  it  any  other  way  \  on  will  for  compressing  strength.  Von'll 
find  tliat  its  compressing  point  of  ;!8,<H.iO-42.0€0  Ihs.  per  sqv.are  inc!i 
is  in  the  fibre  as  well  as  in  tlie  advertising. 

A  Material  of  Unlimited  Possibilities 

Its  electro  rupture  is  200-400  volts  per  1  lOlXl  in.  of  thickness; 
tensile  strength  10,fKlO-20.nOO  llis.  per  square  in.ch  :  compressing 
point,  .38,000-42,000  lbs.  yier  s.juare  incli  ;  shearing  strength  9.000- 
13,000  lbs.  per  square  ineli.  It  can  lie  niacliined.  sawed,  stamped, 
bent,  threaded,  drilled  and  linislud  in  many  attractive  ways,  workei! 
up   into   practically   any    sha|>e   for   unlimited  purposes. 

Made  in  red,  black  and  grey  colors.  Send 
for  samples.  Our  Specialty  Department  is 
equipped  to  machine  special  parts  to  your 
own  specification. 

J.  Spaulding  &  Sons  Co.,    -        -    Tonawanda,  N.  Y. 

SUBURB  OF  BUFFALO 

449    r.rooni   Street,  IGG  Clinton  Street. 

New    York  City.  Chicago,  111. 


Tenders 


A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 
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Mr.  Manufacturer : 


Perhaps  not  this  year,  but  before  many 
months,  peace  is  almost  certain. 

It  will  mean  a  readjustment  of  trade. 

War  orders  will  cease,  and  manufacturers 
will  be  dependent  upon  their  regular  lines. 

The  manufacturer  who  has  kept  his  name 
and  his  products  before  his  possible  cus- 
tomers will  be  in  the  strongest  position. 
Good-will  cannot  be  built  up  in  a  day. 

Now  is  the  time  to  start  an  aggressive 
advertising  campaign,  to  get  back  the  cus- 
tomer you  may  have  unavoidably  lost 
through  war  contracts. 

Let  us  submit  you  a  proposition  to  place 
before  the  electrical  interests  of  Canada. 

Service  Department 

The  Electrical  News 

347  Adelaide  St.  West 
Toronto 


IS 
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MENOMINEE 

Electric  Bells 

are  ringing  satisfaction 
all  over  the  continent 

Menominee  Bells  give  the  maximum  volume  of  sound 
on  the  smallest  current  values.  They  are  positive  in 
operation,  faultless  in  construction,  handsome  in  appear- 
ance, and  satisfactory  in  every  detail.  Write  for  com- 
plete catalogue  to 

R.  E.  T.  PRINGLE,  LIMITED 

95  King  Street  East,  TORONTO 


I 


703  Confederation  Life  Bldg.,  Winnipeg 


401  New  Birks  Bldg.,  Montreal 


402  Vancouver  Block,  Vancouver,  B.  C. 


Write  us  for  our  New  Catalogue 


Showing  a  complete  range 
of  Flashlight  Cases  and 
Bulbs.  We  also  specialize 
in  Clusters,  Sockets,  Auto 
Bulbs,  Xmas  Tree  Out- 
fits, etc.,  at  prices  which 
should  interest  you. 


EMPIRE 


EMPIRE' 


Canadian  Import  Sales  Company 

34  Front  St.  W.,  Toronto,  Ont. 


\ovcinlier  1, 
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The  Workman's  Time  Ticket  Tells  the  Story 
of  R  &  M  Motor  Reliability 


Where  machines  are  equipped  with  R  i.^ 
M  Motors,  their  unfaihng  rehahility  enables 
the  workman  to  get  maximum  production 
from  his  machine  every  hour  of  every  .W(.)rk- 
ing  day.  The  worker's  earnings  and  the 
factory  output  are  maintained  at  toj)  \ahie. 

As  a  result,  everyone  concerned — mach- 
anic,  foreman,  superintendent  and  general 
manager — all  take  an  interest  in  the  story 
told  on  the  workman's  time  ticket  and  the 
motors  back  of  the  production  records. 


Where  such  c(.)nditions  obtain  the  man 
who  sold  the  motors  is  always  a  step  ahead 
of  his  competitors  when  new  ecpiipment  is 
required.  As  a  help  in  making  the  sale,  he 
has  the  good  will  of  everyone  in  the  plant, 
from  the  workman  at  the  machine  to  the 
general  manager. 

Central  stations,  jobl^ers  and  dealers  find 
R  c^-  M  Reliability  an  asset  in  their  busi- 
ness of  constanth-  increasing  \-alue. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,   Philadelphia,   Boston,  Buffalo,  Cleveland,  Cincinnati.  Chicago.  St.  Louis,  San  Francisco. 

CANADIAN  DISTRIBUTORS 

Hobb'ms  &  M^ers  Motors 
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CONDULETS 

Condulets  are  made  in  special  water-proof  types  and  meet  every  marine 
wiring  requirement  from  ordinary  elbows  to  junction  boxes,  lamp 
outlets  and  high  capacity  plugs  and  receptacles. 

The  few  illustrations   here  given  only  suggest  the  lines.     Why  not  write  to-day  for  complete 

literature?    We  will  gladly  send  it  to  you  free. 


TYPE  VS 
WATER-TICirr 
HAND  LAMP 


TYPE  sex  PKOJECTOR 
(1,0(I0-WATT) 


TYPE  VL 
MOISTURE- 
PROOF 
CONDULET 


OIL  TANKER  '  REGINOLITE  '  WIRED  THROUGHOUT 
IN  CONDULETS 


TYPE   BRHD  WATER- 
TIGHT  PLUG  RE- 
CEPTACLE EQUIPMENT 


TYPE  PNX  WATER- 
riGHT    JUNCTION  BOX 


TYPE  AD  WATER-TIGHT 
JUNCTION  BOX 


TYPE  LB  OBROUND 
CONDl'LKT  i;i)l)Y 
WITH    I!  LANK  AlKTAL 
C  (  >\  KR 


TYPE  LR  OBROL'ND 
CONDULET  BODY 


TYPE  SDA  PROJECTOR 


Grouse-Hinds  Company 

OF  CANADA,  LIMITED 
Toronto,    Ontario,  Canada 
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ADVERTISEMENTS 
Orders  for  advertising  should  reach  the  office  of  publication  not  later 
than  the  5th  and  20th  of  the  month.     Changes  in  advertisements  will  be 
made  whenever  desired,  without  cost  to  the  advertiser. 

SUBSCRIBERS 

The  "Electrical  News"  will  be  mailed  to  subscribers  in  Canada  and 
Great  Britain,  post  free,  for  $2.00  per  annum.  United  States  and  foreign, 
$2.50.  Remit  by  currency,  registered  letter,  or  postal  order  payable  to 
Hugh  C.  MacLean,  Limited. 

Subscribers  are  requested  to  promptly  notify  the  pubhshers  of  failure 
or  delay  in  delivery  of  paper. 


for  transmission 


Authorized  by  the  Postmaster  General  for  Canada, 
as  second  class  matter.  ,      t.  . 

Entered  as  second  class  matter  July  18th,  1914,  at  the  Postoffice  at 
Buffalo,  N.  Y.,  under  the  Act  of  Congress  of  March  3,  1879. 
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Micawber  as  a  Power  Controller 

The  shortage  of  power  which  is  being  felt  all  over  the 
I'rovince  of  Ontario  is  most  unfortunate,  especially  inso- 
far as  it  interferes  with  essential  industries.  The  mere  cur- 
i  ailment  of  house,  street  or  store  lighting  is  a  comparatively 
-nnple  matter,  which  we  could  all  accept  gracefully  if  the 
exigencies  of  the  war  situation  demanded  it,  but  it's  quite 
a  different  matter  when  munition  factories  have  no  power. 
Unfortunately,  with  both  light  and  power  fed  from  the  same 
lines,  it  is  impossible  to  disturl)  the  one  without  at  the  same 
time  cutting  off  the  other. 

Sir  Adam  Beck  has  stated  time  and  a,'ain  that  some 
of  the  private  companies  could  develop  more  power  than 
they  are  using,  and  everyone  is  asking  why  the  Hydro  does 
not  buy  some  of  this  power,  or  release  some  of  their  load  to 
the  companies.  If  the  companies  have  a  surplus  of  power 
it  is  reasonable  to  suppose  they  will  sell  it.  and  it  was  gen- 
erally expected  the  Power  Controller  would  exercise  his 
prerogative  and  bring  buyer  and  seller  together  on  an  equit- 
able basis.  However,  this  does  not  appear  to  be  the  direc- 
tion in  which  he  is  working— if  indeed  he  is  working  at  all. 
He,  possibly,  has  inside  information  telling  him  that  Sir 
Adam's  statements  regarding  surplus  on  the  private  lines  is 
not  correct.  At  any  rate  the  ouly  suggestion  that  has  reach- 
ed the  public  to  date  is  that  "perhaps"  some  of  the  power 
being  exported  can  be  withheld.  This  sounds  unlikely,  to 
say  the  least,  as  the  U.  S.  is  short  of  power,  like  ourselves, 
and  overloaded  with  immition  orders.  Rather  it  looks  like  an 
attempt  to  gain  time,  and  as  if  the   Power  Controller,  not 


grasping  the  actual  situation,  not  vigorous  enough  to  take 
heroic  measures,  is  hoping,  with  Micawber,  that  something 
will  turn  up. 

It  is  a  great  pity  the  important  office  of  Power  Con- 
troller, at  such  a  critical  time,  should  be  held  by  a  man 
who,  all  too  apparently,  lacks  the  knowledge  and  training 
to  enable  him  to  see  a  solution  which  is  evident  enough  to 
others.  A  lawyer  holding  an  executive  engineer's  job  would 
be  bad  enough  in  peace  times,  but  is  inexcusable  now,  and 
costing  the  province  and,  indirectly,  of  course,  the  British 
Empire,  in  both  money  and  precious  lives. 

In  the  meantime  the  Power  Controller  waits  for  some- 
thing to  turn  up. 


Buy  Victory  Bonds 

There  are  three  reasonable  and,  we  believe,  unanswer- 
able arguments  why  every  Canadian  should  subscribe  to  the 
Victory  Loan: 

1.  Loyalty — You  will  feel  more  at  peace  with  your- 
self if  you  buy  to  the  very  limit  of  your  possibilities,  be- 
cause you  will  know  that  you  have  done  what  a  man 
ought  to  do  who  is  proud  of  being  a  Canadian  and  a 
British  Citizen. 

2.  Investment — Before  the  war  such  a  gilt-edged  in- 
vestment as  this  is,  yielded  about  4  per  cent.  So  it  doubt- 
less will  be  a  few  years  hence.  Think  what  a  fortunate 
position  you  will  be  in  five  years  from  now  to  have  your 
money  earning  5^4  per  cent,  when  current  rates  for  sim- 
ilar securities  are  about  4  per  cent.  That  will  also  mean 
that  your  bond  will  be  worth,  if  you  want  to  sell  it,  con- 
siderably more  than  the  par  value  you  paid  for  it. 

3.  Prosperity — If  we  cannot  advance  money  to  Eng- 
land at  the  present  moment  to  pay  for  the  commodities 
she  requires,  she  will  be  driven  elsewhere  to  purchase. 
That  would  mean  no  more  orders  for  the  things  we  have 
to  sell.  Think  what  it  will  mean  to  the  general  business 
situation  to  have  $500,000,000  distributed  over  Canada 
during  the  next  few  months.  Think  of  the  compara- 
tive dullness  of  trade  if  we  don't  have  it. 

Bonds  can  be  bought  in  denominations  of  $50,  $100,  $500, 
or  $1,000.  Who  is  there  in  Canada  to-day  that  cannot  af- 
ford one  or  other  of  these?  Don't  hang  back  because  you 
can't  subscribe  for  a  large  amount.  If  every  man,  wo- 
man and  child  of  our  8,000,000  population  took  the  smallest 
bond  of  $50,  that  would  mean  a  total  of  $400,000,000 — more 
than  the  minimum  asked  for. 

So  whether  you  subscribe  for  a  $50  bond  only,  or  in 
thousands,  remember — if  you  have  done  all  you  can — that 
you  have  squared  your  conscience,  you  have  accepted  a  gold- 
en opportunity  for  investment,  and  you  have  done  your  share 
towards  continuing  the  present  lively  prosperity  of  the  coun- 
try. 


Public  Utility  Impertinence 

A  recent  taliulation  of  the  expenses  of  the  average 
householder  earning  an  income  of  from  $1,000  to  $2,000 
shows  that  less  than  3  per  cent,  goes  for  electric  light  and 
street  car  fares  combined — that  is  from  $30  to  $00  a  year. 

This  is  one  of  the  smallest  sums  entering  into  the  an- 
nual expense  account.  It  is  comparable  with  the  item  of 
newspapers  alone  which,  at  a  cost  of  4  cents  a  day.  (morning 
and  evening),  with  a  special  on  Saturday  night,  runs  into 
the  sum  of  $15.00.  Of  course  we  must  not  overlook  the  fact 
that  the  price  of  newspapers  has  (loiil)U-(l  since  the  war  be- 
gan. 

It  is  about  the  same  as  the  jiricc  of  shoes  which  at  two 
pairs  each  for  a    family    of  four,     averaging    live  dollars, 
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amounts  to  $40.  (,Tho  price  of  shoes  has  ailvaiued  In-ni 
.■.0  to  100  per  cent,  since  li)l  t.)  Il  is  nuich  less  than  ihe  pnce 
of  clothes,  for  which  this  typical  family  of  f.uir  would  le- 
Huire  at  the  very  least  .^^VlO.OD-  an  increase  of  more  than 
100  per  cent.,  in  sonie  cases,  since  the  war. 

.\nd  wluit  of  the  other  items?  Kent  increased;  every 
article  of  food — milk,  hrcad,  meat.  sui;ar,  vegetables— many 
of  them  cost  more  than  double  what  ihey  did  in  the  old  days. 
It  truly  is  hard  for  the  man  of  small  means  to  make  both 
ends  meet.  .Vnd  the  situation  is  all  the  more  irritating  and 
unbearable  because  there  i^  evidence  that  many  of  the  in- 
creases are  pure  prolileering— taking  deliberate  advantage 
of  the  times  to  raise  prices  more  than  increased  costs  justi- 
fy. Taken  altogether,  it  probably  costs  a  man  who  formerly 
kept  his  family  on  $1,000,  not  less  than  $1,700  or  $1,800  to 
live  in  the  same  way  to-  day— an  increase  not  at  all  justified 
by  the  actual  increased  cost  of  the  necessities  of  life. 

In  a  number  of  towns  and  cities  in  (.'anada  there  are  two 
items  that  have  not  ad vanced— electric  light  and  street  car 
fares,  the  items  which,  combined,  cost  the  householder  from 
$:;0  to  $()0  a  year.  \'et  the  cost  of  operating  these  utilities 
has  greatly  advanceil,  as  can  be  seen  by  the  average  citizen, 
since  this  cost  includes  wages  and  materials,  both  of  which 
are  much  more  expensive.  Is  it  any  wonder  if  an  electric 
light  or  a  street  railway  system  should  make  a  request  for 
an  increase  in  the  price  of  its  product?  Surely  common  jus- 
tice demands  a  recognition  of  their  claims,  without  argu- 
ment. Indeed,  this  recognition  has  been  made  in  a  number 
of  cities  in  Canada  already  and  the  rates  and  fares  have  been 
increased. 

Yet,  when  the  railway  company  in  a  large  Can- 
adian city  asked,  a  few  days  ago,  for  an  increase  in 
fares,  amounting  to  about  25  per  cent.,  the  mayor 
of  that  city  called  it  "impertinence." 

One  cannot  but  wonder  what  his  vocabulary  produces 
when  he  pays  for  his  boots,  his  suits  of  clothes,  his  top  hats, 
his  groceries,  his  coal,  his  meagre  mid-day  lunches! 

But  to  sum  up: 

The  commodity  dealer  in  groceries,  coal,  rent,  etc.,  is  a 
free  agent— has  little  at  stake,  assumes  no  responsibility,  ac- 
knowledges no  obligation,  comes  and  goes  as  he  likes— yet 
he  squeezes  his  customers  for  all  the  trade  will  possibly 
stand,  and  they  accept  conditions  cheerfully. 

The  public  utility  is  tied  by  contract  and  franchise,  has 
heavy  financial  obligations,  assumes  definite  essential  respon- 
sibilities, must  work  constantly  and  continuously  to  fulfill  its 
obligations,  is  tied  hand  and  foot  over  long  periods  of  time, 
is  held  down  at  best  to  small  financial  returns— yet  the  pub- 
lic, if  the  mayor  of  this  large  Canadian  city  is  representative, 
calls  them  impertinent  wdien  they  ask  a  nominal  increase  for 
their  products. 

In  a  nutshell:  The  retailer  of  shoes,  clothing,  coal,  rent, 
groceries,  asks  an  increase  of  100  per  cent,  which,  in  many 
cases,  also  means  100  per  cent,  or  more  profit— and  we  call 
it  "war,"  "shortage,"  or  what  not.  The  public  utility  asks  an 
increase  of  25  per  cent,  which  at  best  might  represent  a  yield 
on  investment  of  5  or  0  per  cent.— and  it  is  "impertinence." 

What  do  you  think  of  the  mayor's  judgment? 


competition,   the  -operating  expenses  and   fixed  charges  of 
the  railway  exceed  by  several  thousand  dollars  per  month 
Ihe  railway's  actual  earnings.  ...  In  justice  the  public  should  ^ 
pay  an  adequate  war  compensation  for  a  service  which  can-  f 
not  be  rendered  except  for  war  prices."  The  wage  increase 
recommended  is  as  follows:    .39  cents  an  hour  for  the  first 
six  months;  41  cents  for  the  second  six  months;  44  cents 
for  the  second  year,  and  47  cents  for  the  third  and  succeed-  . 
ing  years  of  continuous  service.   Time  and  a  half  for  over- 
time is  also  granted. 


BUY  VICTORY  BONDS 
EVERY  squadron  commander  in  the  Royal 
Air  Force  in  France  is  a  Canadian.  How  many 
bonds  can  you  take? 


Electrical  Supply  to  Military  Hospitals 

The  Department  of  Public  Works  have  received  tenders 
for  the  construction  of  a  light  and  power  transmission  line 
at  St.  Anne  de  Bellevue,  P.Q.,  for  the  group  of  military  hos- 
pitals recently  erected  there.  Current  will  be  supplied  by  one 
of  the  public  utility  companies  from  a  point  on  the  main 
road,  near  the  buildings.  The  poles  will  be  30  ft.  above 
ground,  with  7  in.  tops,  and  guyed  at  the  turns  and  ends  with 
standard  guy  wire  and  anchors.  The  cross-arms  are  to  be 
of  the  standard  4-pin  type,  fitted  with  locust  pins,  double 
cross  arms  being  used  at  the  turns  and  ends.  The  insulators 
are  of  the  double  petticoat  type.  The  primaries  at  the  pole 
connecting  with  the  company's  lines  will  be  protected  by 
multi-gap  lightning  arresters.  The  line  wire  is  to  be  double- 
Itraided.  _  . 

The  pole  transformers  will  consist  of  seven  lighting^ 
and  four  power  transformers.  The  former,  ranging  from  5' 
to  50  kv.a.,  step  down,  will  be  single  phase,  oil-cooled.  60 
cycle,  with  primaries  of  2,300  v.,  and  secondaries  of  220/110 
v.,  three  wire  system.  The  power  transformers  are  of  the 
same  type,  the  primaries  being  2,200  v.,  and  the  secondaries 
550  v.,  connected  in  pairs  for  three-phase,  550  v.,  distribution. 
All  transformers  are  to  have  an  efficiency  of  98  per  cent,  at 
full  and  half  and  97  per  cent  at  25  per  cent  load. 


Winnipeg  Listening  to  Reason 

The  board  of  conciliation  appointed  to  investigate  mat- 
ters in  dispute  between  the  Winnipeg  Electric  Railway  Com- 
pany and  its  motormen  and  conductors  has  recommend- 
ed an  increase  in  wages  and  in  order  that  this  increase  may 
be  paid  the  board  has  stated  that  the  company  should  re- 
ceive higher  fares.  The  report  further  states:  "It  appears 
by  the  evidence  before  us  that  the  company  has  paid  no 
dividend  to  its  shareholders  since  December,  1915,  and  at 
the  present  time,  notwithstanding  the  eliniination  of  jitney 


Government  Has  Made  Formal  Protest 

It  is  announced  from  Ottawa  that  the  Canadian  Govern- 
ment has  made  a  formal  protest  to  Washington  against  the 
action  of  the  International  Waterways  Commission  in  grant- 
ing permission  to  the  St.  Lawrence  Power  Company  to  dam 
the  south  channel  of  the  St.  Lawrence  River  at  Long  Sault, 
and  an  Order-in-Council  has  passed  outlining  the  position  of 
the  Canadian  Government.  Canada  takes  the  stand  that  under 
the  .\shburton  treaty,  and  the  later  treaty  of  1909,  it  is  defi- 
nitely .stated  that  navigation  in  the  boundary  waters  is  not  to 
be  interfered  with.  The  Government  is  of  the  opinion  that 
in  view  of  these  treaties  the  International  Commission  ex- 
ceeds its  rights  in  assuming  the  responsibility  of  giving  auth- 
ority to  proceed  with  the  weir. 


The  Hamilton  Hydro-electric  Commission  have  granted 
a  war  bonus  of  20  per  cent,  to  all  women  employees  drawing 
less  than  $l.n00  a  year  and  20  per  cent,  to  all  male  employees 
receiving  less  than  $1,300  per  year.  The  bonus  dates  from 
October  1  and  is  for  one  year. 


The  city  council  of  Brantford,  Ont..  will  submit  to  the 
electors  next  January  a  by-law  authorizing  a  debenture  issue 
to  the  amount  of  $100,000  for  the  purpose  of  extending  the 
street  railway  tracks  in  the  Terrace  Hill  district. 
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Possible  Wartime  Lighting  Economies 

Report  of  Committee  on  War  Service  of  the  Illuminating  Engineering 
Society  Before  Recent  Convention 


Every  citizen  can  assist  the  Fuel  Administration  m  its 
efforts  to  conserve  the  coal  which  must  be  saved  if  the  war 
abihty  of  the  nation  is  not  to  be  impaired.  Principally  this 
may  be  done  by  adopting  good  practice  in  house  heating. 
To  a  lesser  but  important  extent  it  may  be  done  through 
careful  economies  in  lighting. 

This  guide  to  economies  in  lighting  has  been  prepared 
by  the  Co'mmittee  on  War  Service  of  the  Illuminating  En- 
gineering Society'  at  the  request  of  the  Fuel  Administration 
extended  through  the  National  Committee  on  Gas  and  Elec- 
tric Service. 

It  is  the  patriotic  duty  of  each  citizen  to  see  to  it  that 
no  fuel  is  wasted  in  his  service.  The  technical  guidance  here 
offered  should  make  it  possible  for  each  to  adopt  lighting 
practice  which  will  conserve  fuel  without  impairmg  public 
welfare  or  diminishing  useful  accomplishment. 

The  following  simple  rules  lead  to  the  elimination  ot 
waste  in  lighting,  both  by  limiting  the  use  of  artificial  light 
t,,  the  minimum  necessary  number  of  hours  per  day,  and  by 
promoting  the  most  efficient  use  of  artii^cial  light  during 
those  hours. 

Elimination  of  Waste  in  Lighting 

!         Do  not  light  lamps  when  sufficient  daylight  can  be  had. 
Extinguish  lamps  when  leaving  a  room  unoccupied  even 
for  a  few  minutes.   Use  pilot  flames  on  gas  lamps.  They 
facilitate  relighting  and  leave  no  excuse  for  failing  to  exting- 
uish lamps  when  their  light  is  not  needed. 

Do  not  use  lamps  which  contribute  merely  to  decora- 
tion. 

Do  not  use  more  lamps  or  larger  lamps  than  necessary. 

Do  not  use  all  the  lamps  when  part  of  them  will  suffice. 

Use  single  large  high  efficient  lamps  rather  than  a  num- 
ber of  small  lamps. 

In  halls,  bathrooms,  etc.,  turn  down  gas  lamps  when  full 
light  is  not  needed.  Use  electric  turn-down  lamps  or 
turn-down  devices. 

Do  not  use  electric  lamps  of  the  carbon  filament  type 
j  where  the  more  efficient  tungsten  fiilament  lamps  can 

be  employed. 

Do  not  use  open-flame  gas  burners  where  the  more  ef- 
ficient mantle  burner  lamps  can  be  employed. 

Do  not  use  blackened  electric  lamps  or  broken  mantles 
or  discolored  chimneys.  New  lamps  are  more  efficient. 

Do  not  use  indirect  or  semi-indirect  lighting  fixtures  in 
conjunction  with  dark  ceilings  which  absorb  a  large 
part  of  the  light. 

Use  light  colored  reflecting  surfaces  (ceilings,  walls,  etc.) 
wherever  practicable.  These  reflect  much  of  the  light 
and  make  it  possil)lc  to  employ  fewer  or  smaller 
lamps . 

Clean  lamps,  shades,  globes,  windows,  etc..  thoroughly 
and  often.   Dirt  absorbs  light. 

Consult  the  lighting  company  for  advice  as  to  best  light- 
ing practice  and  latest  devices. 

Use  daylight  during  the  war  in  preference  to  artificial 

'Underlying  the  accepted  principles  of  illumination  arc  reciuirement s 
for  safety  conservation  of  vision,  aesthetics,  comfort,  convenience  and 
economy  '  The  1  Ihiniinating  Kngineering  Society  is  ccmmittcd  to  the  pre- 
servation of  these  i.rinriples  and  to  their  application  m  lighting  practice 
in  the  puhlic  inHr.st  ,\  numher  of  recommendations  here  presented,  par- 
ticularly those  a.lvncatnig  dr,  reased  use  of  light,  are  calculated  to  save 
fuel  rather  tlian  to  bring  about  most  desirable  illumination  conditions, 
rinse  are  to  be  regarded  solely  as  a  war  measure,  justifiable  m  the  pre- 
sent emergency,  but  otherwise  not  to  be  approved. 


light  wherever  and  whenever  possible. 
Raise  the  shades  to  let  in  the  daylight  instead  of  lighting 
lamps. 

Arrange  window  shades  to  admit  maximum  daylight 
when  desired.  A  good  arrangement  is  to  have  two 
rollers  at  the  middle  of  the  window,  one  drawing 
up  and  the  other  down. 
Ceilings  and  upperwalls  should  be  light  colored  and 
clean.  Light  colored  surfaces  reflect  five  to  ten  times 
as  much  light  as  dark  surfaces.  They  conserve  both 
daylight  and  artificial  light. 
Refracting  or  diffusing  glass  in  windows  helps  to  spread 

the  light  to  distant  parts  of  the  room. 
Whitened  surfaces  on  building  exteriors  (especially  about 
courts  of  high  buildings)  give  more  and  better  day- 
light in  opposite  buildings. 
Keep  windows  and  skylights  clean.  Dirty  windows  may 

al)sorb  half  the  daylight. 
Dust  window  screens  frequently.   Remove  them  as  soon 
as  the  insect  season  is  passed.    They  absorb  one- 
third  of  the  daylight. 
Carry  out  operations  requiring  strong  illumination  near 

windows  where  plenty  of  daylight  is  available. 
Arrange  machinery,  furniture,  etc.,  so  that  daylight  falls 

on  objects  to  be  seen — not  on  the  eyes. 
The  considerations  underlying  these  rules  for  economi- 
cal lighting  are  as  follows: 

Fuel  Consumed  in  Artificial  Lighting. — The  total  coal 
output  of  the  country  this  year  is  estimated  at  700,000,000 
tons.  About  3^  per  cent,  of  this  is  composed  in  the  produc- 
tion of  artificial  light.  Electric  lighting  requires  about  13,- 
000,000  tons.  The  net  consumption  of  coal  in  gas  lighting 
is  smaller  (to  which,  however,  a  large  amount  of  oil  is  to 
be  added) . 

Relative  Efficiencies  of  Various  Lamps.— Most  artificial 
light  is  produced  by  consuming  fuel.  Whenever  a  lamp  is 
extinguished,  the  consumption  of  fuel  is  diminished.  A  small 
lamp  consumes  less  fuel  than  a  large  lamp.  Inefficient  lamps 
require  more  fuel  for  a  given  production  of  light  than  do 
efficient  lamps.  The  gas  mantle  lamp  will  produce  five  times 
as  much  light  as  the  open-flame  burner  for  the  same  con- 
sumption of  fuel.  An  intelligent  choice  of  lamps  therefore 
makes  it  possible  to  reduce  the  consumption  of  fuel. 

Shades  and  (ilobes  for  Lamps. — Modern  lamps  arc  so 
brilliant  that  they  may  injure  the  eyes  if  used  without  pro- 
tective equipment.  Shades  and  globes  conceal  them  from 
view,  soften  and  diffuse  the  light,  and.  where  desired,  re- 
direct a  considerable  part  of  the  light  in  the  direction  needed. 
Shades  and  globes  never  increase  the  total  quantity  of  light, 
liut  an  efficient  reflector  will  usually  increase  the  light  where 
it  is  needed.  With  such  a  reflector  a  smaller  lamp  may  suf- 
fice, thus  saving  coal.  The  advice  of  the  lighting  company 
should  be  sought  when  selecting  such  equipment. 

Painting. — As  a  rule,  at  least  one-half,  and  sometimes 
practically  all.  of  tlie  ligiit  utilized  in  interiors  is  received 
by  reflection  from  walls  and  ceilings.  (lood  light  tinted  paint 
when  fresh  rarely  reflects  more  than  one-half  of  the  light 
which  falls  upon  it.  The  proportion  of  light  reflected  from 
good  white  lead  ami  oil  paint  under  average  conditions  di- 
minishes liy  alioul  in  per  cent,  a  year.  The  same  is  true  of 
calcimine  and  similar  coatings.   It  is  ai)[)arcnt  therefore  that 
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there  is  an  opportunity  for  iniproviiig  lishtins;  elticiency 
thro«>;h  the  employment  of  the  best  finishes  for  ceilings  and 
upper  walls.  Painting  white  ordinary  light  tinted  surfaces 
may  increase  the  light  reflection  by  as  nuicb  as  :)0  per  cent. 
Therefore  in  order  to  save  fuel  in  li^ghling,  wherever  it  is 
practicable  paint  ceilings  white;  employ  light  tints  for  the 
upper  parts  of  walls;  and  use  paint  that  is  non-porous  and 
easily  cleaned. 

Extravagant  Lighting.— I'.xtravagance  in  wartime  is  un- 
patriotic. It  involves  application  lor  scllish  purposes  of  mon- 
ey and  energy  necessary  to  winning  the  war.  Lighting  in 
excess  of  that  which  is  necessary,  and  lighting  for  needless 
display  of  decoration  at  such  a  time  is  extravagant. 

Display  Lighting.— The  question  of  illuminated  ad- 
vertising display  is  a  part  of  the  larger  questi(Mi  of  general 
advertising  practically  all  of  which  involves  con>umption  of 
fuel.  The  desirability  of  curtailing  lighting  of  this  character 
would  appear  to  depend  upon  the  necessity  of  reducing  ad- 
vertising in  general. 

Proper  lighting  display  has  a  place  in  maintaining  the 
morale  of  the  people  no  less  important  than  amusements 
and  recreation.  Display  lighting  also  has  a  certain  utility 
in  providing  necessary  illumination.  General  and  needlessly 
extensive  display  and  inefficient  methods  of  lighting  display 
under  present  conditions  are  extravagant.  In  planning  light- 
ing of  this  character  every  economy  of  energy  not  inconsist- 
ent with  reasonable  efTectiveness  of  the  lighting  should  be 
sought. 

Fallacies  in  Lighting  Economies.— Removing  reflectors 
or  shades  from  lamps  in  order  to  "get  more  light"  defeats 
the  object.  The  raw  light  from  glaring  bare  lamps  is  less 
effective  than  a  smaller  quantity  of  reasonably  diffused  light 
not  exposed  to  the  eye. 

Attempting  to  economize  by  reducing  the  nuinber  of 
lamps  or  by  using  smaller  indiscriminately  is  unwise.  In 
nearly  every  case  ample  illumination  is  essential  to  useful 
accomplishment.  The  most  successful  conservation  is  eli- 
mination of  waste  of  light,  not  reduction  of  use  of  light. 

Where  Not  to  Save  Coal.— In  wartime  human  energy  and 
financial  resources  are  to  be  conserved  as  well  as  fuel.  Ex- 
cept in  the  greatest  emergency  it  is  unwise  to  save  a  little 
coal  at  the  expense  of  waste  of  labor  or  impairment  of  health 
or  menace  to  the  safety  of  the  public.  Coal  saved  through 
the  improvement  of  lighting  equipment  is  clear  gain.  To 
diminish  lighting  standards  in  industrial  plants,  offices  and 
other  places  where  accomplishment  depends  in  part  upon 
vision  is  to  reduce  accomplishment  or  output.  In  such  places, 
therefore,  lighting  should  not  be  reduced.  On  the  contrary, 
an  increase  in  the  standard  of  lighting  may  be  the  truest 
economy  and  in  the  best  interests  of  the  nation.  The  liberal 
use  of  light  for  protection  of  important  property,  munition 
factories,  public  works,  etc.,  is  likewise  in  the  public  interest, 
and  under  present  circumstances  no  attempt  should  be  made 
to  save  fuel  through  the  reduction  of  such  lighting. 

Curtailment  a  Local  Matter. — In  an  acute  local  fuel  sit- 
uation an  absolute  lack  of  fuel  may  result  in  largely  curtail- 
ed activities.  If  there  is  no  fuel,  industry  must  cease.  Such 
a  critical  situation  obviously  demands  radical  curtailment 
of  lighting  beyond  anything  which  is  contemplated  for  gen- 
eral adoption. 

In  certain  localities  in  the  height  of  winter  there  may 
be  a  power  shortage  due  to  abnormally  taxed  generating 
capacity.  This  likewise  may  necessitate  local  lighting  re- 
strictions of  a  more  extreme  character. 

In  either  event,  when  such  a  situation  occurs,  the  prob- 
lem is  a  local  one,  the  handling  of  which  must  be  governed 
by  the  particular  circumstances. 

Specific  Applications. — Intelligent  application  in  any 
lighting  installation  of  the  suggestions  contained  herein  will 
result  in  appreciable  saving  of  fuel.  In  some  classes  of  instal- 


lation certain  of  these  methods  of  saving  have  more  conspi- 
cuous application  than  others. 

Store  Lighting. 

The  amount  of  fuel  consumed  in  store  lighting  is  of  suf-  ' 
ficient  magnitude  to  make  a  consideration  of  possible  econo- 
mies worth  while.    Waste  is  usually  due  to  causes  rather 
easy  of  correction  without  involving  a  decrease  in  the  ef- 
fectiveness of  the  illumination. 

Economies  may  be  effected  by: 

1.  Eliminating  excessive  illumination. 

2.  Avoiding  the   burning   of  lamps   when  not  actually 

needed. 

3  Saving  the  light  wasted  by  dirty  glassware,  dark  walls 
and  ceilings  and  inefficient  equipment. 

I.  Illumination  in  stores  should  be  only  that  necessary 
to  enable  customers  to  see  comfortably  and  plainly  even 
where  the  closest  discrimination  is  required  to  the  end  that 
they  may  make  selections  and  judgments  quickly  and  satis- 
factorily and  to  enable  salespeople  to  perform  their  duties 
quickly  and  easily.  The  degree  of  illumination  suitable  for 
any  particular  case  may  be  determined  by  actual  trial  through 
the  use  of  more  or  fewer  lamps  or  of  lamps  of  greater  or 
lesser  power. 

II.  L^nps  should  be  so  controlled  that  only  those  actu- 
ally needed  will  be  in  use  at  any  time.  In  small  stores  this 
may  be  accomplished  by  controlling  each  individual  lamp 
or  cluster  of  lamps  at  the  fixture.  In  larger  stores  the  lamps 
farthest  removed  from  the  windows  should  be  .on  separate 
circuits  being  switched  on  first  as  daylight  diminishes,  the 
outer  lamps  being  turned  on  later  as  necessary.  In  all  cases 
the  greatest  practicable  use  should  be  made  of  daylight. 

III.  The  loss  of  artificial  light  due  to  dirty  glasswares 
and  dark  or  dingy  ceilings  and  side  walls  ranges  from  30  to 
50  per  cent,  and  may  be  avoided  by  renovation  at  necessary 
intervals.  Ask  your  lighting  company. 

Large  lamps  are  usually  more  efficient  than  small  lamps 
and  where  practicable  installation  should  be  altered  to  con 
sist  of  the  fewest  lamps  from  which  uniform  illumination 
may  be  obtained  under  the  conditions  of  use.  Show  windows 
should  be  lighted  by  lamps  with  efficient  reflectors;  by  th 
use  of  these  it  is  often  possible  to  save  from  25  to  50  pe 
cent,  of  the  energy  required  for  illumination  without  impaij" 
ing  the  illumination  in  the  window.  Under  no  circumstance 
should  bare  lamps  be  visible  from  the  street  as  this  renders 
the  eye  less  sensitive  and  makes  a  higher  intensity  necessary 
in  the  interior  of  the  store,  thus  defeating  the  purposes  for 
which  these  economies  are  urged. 

Hotel  Lighting. 

It  is  suggested  that  waste  in  guest  rooms  be  reduced 
to  a  minimum  by  having  a  notice,  probably  a  card,  place 
near  the  door  reading: 


U.  S.  F.  A. 
SEAL 

"It  is  requested  by  the  L^.  s.  Fuel  Administration 
that  you  kindly  turn  off  the  lights  when  leaving 
the  room,  and  help  save  fuel." 


All  employees  of  the  hotel,  especially  the  housekeepers 
having  charge  of  the  guest  rooms,  should  be  cautioned  to 
see  that  lamps  are  not  left  burning  when  rooms  are  unoccu 
pied  and  that  when  rooms  are  being  cleaned  only  necessar 
lights -are  turned  on.  Bell  boys  should  be  instructed  to  tur 
on  only  the  main  or  overhead  lamp  when  showing  the  gues 
bis  room. 

In  dining  rooms  where  two  systems  of  lighting  are  i 
use,  such  as  overhead  and  talile  lighting,  one  of  the  tw 
.should  be  reduced  or  eliminated  entirely.    Where  overhead 
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lighting  is  sufficient,  table  lamps  solely  for  decorative  ef- 
fects should  be  done  away  with. 

In  public  rooms  such  as  cafes,  lobbies,  writing  rooms, 
etc.,  the  illumination  should  be  reduced  to  a  point  consistent 
with  comfort.  All  decorative  lamps,  around  mirrors  or  on 
brackets,  etc.,  not  absolutely  essential  to  produce  illumina- 
tion of  a  sufficient  intensity  to  avoid  feeling  of  undue  depres- 
sion or  gloom  should  be  eliminated. 

While  it  is  important  as  a  measure  of  safety  to  keep 
stairways,  passageways,  and  halls  adequately  illuminated,  it 
should  be  remembered  that  hall  lights  burn  long  hours  and 
in  cases  where  convenience  or  safety  is  not  menaced  reduc- 
tions as  to  number  and  size  of  lamps  must  be  made. 

Service  rooms  where  lamps  are  allowed  to  burn  constant- 
ly should  receive  consideration,  for  example  in  large  barber 
shops  where  only  a  few  chairs  are  in  use  lights  over  the 
other  chairs  should  be  turned  off.  In  the  kitchen  only  those 
parts  of  the  room  actually  being  used  for  preparation  of  food, 
washing  the  dishes  and  the  like  should  be  lighted. 

Home  Lighting. 

What  can  be  done  in  the  home  to  conserve  fuel?  To  an- 
swer this  question  let  us  ask  what  things  in  the  home  are 
done  by  means  of  fuel.  Well,  heating,  cooking  and  lighting 
are  mainly  done  by  its  use;  and  either  directly  or  indirectly 
this  fuel  is  mainly  coal.  So  that  to  conserve  fuel  in  either  of 
these  three  uses  there  are  two  methods  .to  be  considered: 

(1)  To  make  sure  of  the  efficiency  of  the  appliance  used,  and 

(2)  To  limit  the  time  of  its  use  to  a  minimum. 
It  may  not  be  generally  known  that  the  percentage  of 

fuel  used  in  the  homes  of  Americans  for  these  three  pur- 
poses is  about  as  follows: 

For  heating  (house  and  water)  ...    87  per  cent. 

For  cooking   11  per  cent. 

For  lighting   2  per  cent. 

100  per  cent. 

Our  specific  purpose  here  is  to  consider  the  conserving 
of  fuel  in  home  lighting. 

Home  lighting  is  by  means  of  two  kinds  of  light — 
Natural  or  daylight,  and  Artificial  light.  To  properly,  use  the 
former  is  to  aid  in  conserving  the  latter,  which  requires  coal. 

At  periods  near  dawn  and  near  dusk,  and  during  the 
heavily  clouded  days  we  supplement  daylight  by  artificial 
light;  and  many  times  we  do  this  unnecessarily  because  we 
do  not  make  maximum  use  of  the  daylight  at  hand. 

Daylight.  (A)  Keep  window  panes  cleaned;  as  much  as 
half  the  light  may  be  absorbed  by  thick 
films  of  dust. 

(B)  Keep  insect  screens  dusted:  when  repaint- 
ing use  light  colored  paint  instead  of  dark, 
and  do  not  paint  the  mesh  closed;  or  else 
use  galvanized  wire  which  is  light  in  color 
and  durable.  Also,  remove  the  screens  as 
soon  as  the  need  for  them  has  passed.  Many 
screens  stop  one-third  the  light. 

(C)  Housewives  will  be  reluctant  to  give  up, 
even  to  a  degree,  their  use  of  lace  curtains; 
but  some  minutes  of  artificial  lighting  may 
each  day  be  saved  by  a  judicious  use  of 
these  during  very  bright  periods  only. 

In  short,  use  daylight  wherever  possible  in  place  of  arti- 
cial  light: 

Early  to  bed  and  early  to  rise 
Saves  our  boys,  fuel  and  cargoes  and  lives. 
Artificial  Light.— it  cannot  be  said,  in  general,  that  our 
homes  are  overlighted;  but  as  first  stated  above,  it  is  true 
that  many  of  them  use  light  inefficiently,  and  many  of  them 
are  lighted  overtime.  It  is  desirable,  therefore,  to  correct 
both  of  these  wastes,  and  to  be  watchful  against  their  re- 


currence. To  this  end,  may  we  not  get  this  habit:  When 
we  look  at  a  lighted  lamp  let  us  consider  the  rays  streaming 
from  it  as  streams  of  coal  made  incandescent;  and  remem- 
ber so  long  as  the  light  flows,  the  coal  flows! 

If  it  sems  difficult  to  get  every  member  of  the  family 
inculcated  with  the  habit  of  light  saving,  then  much  may  be 
accomplished  by  appointing  one  of  the  younger  members  a 
Light  Monitor,  charged  with  the  duty  of  seeing  that  no  ex- 
tra or  wasteful  light  is  used.  He  will  probably  enjoy  the  duty 
and  responsibility. 

Recommendations  for   improving    the    efficiency  of  the 
lighting  will  be  given  in  later  paragraphs. 

Having  our  equipment  efficient,  and  desiring  to  further 
economize  in  the  use  of  artificial  light,  let  us  not  so  much 
strive  for  a  Jess  lighted  room  as  for  less  rooms  lighted.  Can 
we  not  work  toward  the  old  idea  of  the  common  family 
lamp,  having  it  modernly  equipped  and  supplying  adequate 
light  for  all  surrounding  it? 

Recommendations. 

1.  Turn  off  all  lamps  not  in  use. 

Even  if  you  are  coming  back  in  a  few  minutes,  you  can 
turn  it  on  again.  Pilot  burners  or  wall  switches  will 
be  found  a  great  incentive  to  this  practice  where 
lamps  are  in  intermittent  use. 

2.  Clean  lamps  regularly.     (Not  merely  occasionally.) 

Dirty  shades  and  reflectors  may  reduce  your  light  one- 
half.  It  is  proved  economy  to  replace  dim  electric 
lamps  or  broken  gas  mantles  with  new  ones. 

3.  Keep  lamps  properly  shaded. 

.  Lamps  having  proper  reflectors  will  give  best  service. 
Unshaded  lamps  cause  eye-strain.  Poorly  designed 
shades  waste  light.   Consult  your  lighting  company. 

4.  Use  only  modern  lamps. 

Replace  open-flame  burners  with  mantle  lamps.  Replace 
carbon  electric  with  tungsten  lamps. 

5.  Regulate  light  for  proper  requirement. 

Use  turn-down  lamps  for  hallways,  kitchens,  bathrooms, 
etc.,  where  night  lights  are  required. 

6.  Avoid  the  use  of  lamps  for  decorative  purposes  only. 

This  is  a  form  of  extravagance  unsuited  to  war  times. 

7.  Do  not  use  large  size  lamps  in  small  size  reflectors. 

This  results  in  exposed  lamps  and  glare. 

8.  Do  not  use  indirect  or  semi-indirect  units  with  dark  ceil- 

ings. 

Such  ceilings  absorb  too  much  light,  instead  of  returning 
it  downward  in  useful  directions. 
'J.  Again — Do  not  use  artificial  light  where  natural  light  may 
be  used. 

Lighting  Economies  in  Offices  and  School  Rooms. 

\'ery  large  economies  in  the  operation  of  lighting  sys- 
tems in  offices  and  schools  may  be  effected  by  observing  all 
of  the  precautions  listed  below,  and  this  without  reducing 
the  general  illumination,  which  is  seldom  of  an  intensity 
higher  than  that  required  for  the  conservation  of  vision. 

Control  of  Lamps.— Operate  the  lighting  uni'ts  for  a 
given  area  only  when  such  area  is  in  use.  They  should  not 
lie  turned  on  during  any  part  of  the  day  when  the  natural 
lighting  will  suffice.  Place  the  responsibility  for  such  care- 
ful operation  on  designated  individuals. 

Parts  of  the  room  remote  from  the  windows  may  rec|uire 
artificial  lighting  when  natural  light  is  sufficient  near  the 
windows.  Connect  the  switches,  if  possible,  so  that  the  light 
sources  may  be  turned  on  in  rows  parallel  with  the  windows, 
and  the  artificial  lighting  thus  used  in  the  several  sections 
only  as  is  necessary. 

Often  the  greatest  waste  occurs  through  the  lighting  of 
an  unnecessarily  large  number  of  rooms  during  the  hours 
of  cleaning.    Every    building    superintendent    and  janitor 
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>houl(l  insist  that  lamps  '>^'  li^liti'il  i"  ;i  siixi  n  .n  i.  a  oiilx  wlu  n 
the  clcaiuTs  arc  actively  cni;ai;c(l  tlu-ri'.  ami  iliai  tin-  luiiii- 
inuiu  nninher  he  tiinu-d  on  wliiili  will  lurniii  tlio  work  to 
1h-  ilonc  properly . 

Cards  or  signs  siioiilil  lu-  ilispla\ cil  pioniinnit !>•  in  llic 
various  roonts  roqnestinj'  tenants  to  turn  on  onl.\  siicli  lamps 
as  are  necessary  to  their  work  and  ur.uin.u  thai  all  hunps  he 
extingnishcil  when  ilayli.nht  will  sulVut-  ami  wlun  tlu'  linant 
leaves  his  ollice. 

Reflecting  and  Diffnsinf;  Accessories.— Use  bowl-frosted 
lamps  with  open  reflectors  and  be  sure  that  the  reflectors  are 
deep  enough  to  protect  tiic  eye  from  the  .ulare  of  the  lila- 
ntcnt  or  mantle.  Lar.uer  retkctiiis;  lixtiires  with  glass  dif- 
fusing bowls  suspended  below  tiie  lamps  further  soften  the 
shadows  and  reduce  the  demand  for  local  desk  lisliting-.  In- 
direct and  semi-indirect  fixtures  produce  the  best  conditions 
for  vision  in  school  rooms  and  citlices. 

Clusters  of  lamps  under  flat  shades  produce  glare  and 
distribute  light  ineffectively.  Tbe  larger  lamps  are  the  more 
eflicient.  Therefore  a  lower  wattage  will  suffice  in  a  single 
large  lamp  with  deeper  reflecting  or  diffusing  accessory. 

Cleaning  of  Window's. — Windows  should  be  cleaned  at 
frequent  intervals  to  allow  the  maximum  use  of  daylight  and 
limit  the  house  of  artificial  lighting. 

Painting  of  Light  Wells. — Paint  the  light  wells  white. 
This  may  reduce  the  period  of  artificial  lighting  by  several 
hours  each  day,  and  improve  the  daylighting  at  all  times. 

Removal  of  Window  Screens. — Where  windows  of  offices 
are  screened,  the  screens  should  be  removed  just  as  soon  as 
the  necessity  for  their  use  has  passed.  They  absorb  a  high 
l)ercentage  of  the  daylight  and  require  artificial  lighting  to 
be  turned  on  for  considerably  longer  periods. 

Cleaning  of  Fixtures. — Dust  accumulating  on  school  and 
office  fixtures  frequently  reduces  the  intensity  by  35  to  50  per 
cent.  Clean  the  units  regularly  and  at  short  intervals  to  in- 
sure maximum  output  for  the  fuel  consumed. 

Wall  and  Ceiling  Surfaces.— White  ceilings  and,  to  a 
lesser  extent,  light  colored  walls  add  greatly  to  the  efficiency 
of  any  office  or  school  lighting  system.  The  added  diffusion 
of-  light  is  also  particularly  valuable  here.  It  is  necessary 
that  ceilinlg-s,  especially  should  be  refinished  whenever  they 
become  darkened.  With  indirect  or  semi-indirect  lighting 
the  refinishing  of  the  ceiling  and  cleaning  of  the  lighting 
units  will  frequently  increase  the  intensity  50  to  100  per  cent., 
permitting  a  reduction  in  wastage  to  the  next  lower  size 
of  lamp. 

In  offices  and  school  rooms  the  requirements  of  vision 
are  exacting.  The  occupants  must  view  fine  detail  and  work 
in  one  position  for  long  periods.  The  light  from  a  lamp 
therefore  enters  the  eye  constantly  from  one  direction  and 
will  prove  annoying  and  harmful  if  too  bright.  Reflections 
from  polished  surfaces  and  sharp  shadows  also  interfere  with 
vision.  If  the  general  illumination  is  from  amply  diffused 
sources  of  proper  wattage,  all  individual  desk  lamps  may  be 
dispensed  with. 

Economies  in  Fuel  for  Industrial  Lighting. 
In  almost  every  plant  there  is  waste  in  the  use  of  light, 
the  elimination  of  which  can  be  accomplished  without  re- 
tarding production,  impairing  the  vision  or  menacing  the 
safety  of  the  employees.  The  principal  sources  of  waste  are 
the  following: 

Inefficient  Lamps. — Replace  carbon  electric  lamps  by  the 
modern  efficient  tungsten  filament  lamps.  Substitute  mantle 
burners  for  open-flame  gas  jets.  These  substitutions  will  re- 
sult in  a  saving  of  three-fourths  of  the  fuel  used  for  a  given 
candlepower. 

Where  clusters  of  lamps  are  employed  under  shades  re- 
place them  by  a  single  larger  lamp  with  a  suitable  reflector. 


The  larger  electric  lamps  are  the  more  efficient.  A  lower 
wattage  may  be  used  in  a  single  unit  than  with  a  cluster. 

Improper  Reflecting  or  Diffusing  Equipment.— Flat  re- 
lleclors  allow  much  of  the  light  to  escape  to  the  walls  in- 
stead of  directing  it  to  the  work.  They  also  leave  the  bright 
light  source  exposed  to  view  and  the  glare  interferes  with 
vision,  causing  a  demand  for  still  higher  intensities.  Use  re- 
flectors of  the  dome  or  bowl  shapes  for  greatest  economy, 
h.xcept  where  lamps  are  mounted  in  high  bay  areas  use  bowl- 
frosted  lamps  to  reduce  glare  reflected  from  the  work  and 
to  soften  shadows. 

Faulty  Location  of  Units. — Space  lamps  close  enough  to 
give  uniform  lighting  and  with  reference  to  the  work,  so  as 
Ui  avoid  bad  shadows.  This  permits  the  use  of  a  minimum 
wattage  in  the  general  lighting  and  makes  it  possible  to  re- 
move most  drop  lamps  or  local  lighting.  Drop-  lamps  within 
control  of  the  workmen  are  frequently  burned  by  him 
throughout  the  day  when  no  necessity  exists. 

Maintenance. — Keep  lamps  and  reflectors  free  from  dust 
by  a  regular  schedule  of  cleaning  at  short  intervals.  In  many 
factories  dirty  reflectors  absorb  half  of  the  light  produced 
by  the  lamps. 

Have  windows  washed  frequently.  This  will  greatly  im- 
prove the  natural  lighting  and  permit  the  use  of  daylight 
alone  for  more  hours  per  day. 


The  Kaiser  does  not  want  you  to  Buy  Bonds. 


Keep  ceilings  and  upper  walls  weW  painted  in  white. 
When  dark  or  dirty  they  will  absorb  so  much  light  that  more 
artificial  light  must  be  furnished. 

Wasteful  Burning  of  Lamps. — So  far  as  possible  do  all 
lighting  from  a  general  overhead  system  out  of.  the  control 
of  individual  workmen.  Make  some  individual  in  each  de- 
partment responsible  for  seeing  to  it  that  lamps  are  lighted 
only  in  such  areas  and  for  such  periods  as  necessary. 

Areas  at  a  distance  from  windows  often  require  artifi- 
cial ligli*  when  natural  lighting  is  sufficient  near  the  win- 
dows. Switching  arrangements  should  be  such  as  to  make 
this  possible. 

Table  I. 

Foot-candles'  at  the  work 
Ordinary  practice  Minimum 


(a)  Roadways  and  yard  thoroughfares  0.05-  0.35  0.03 

(b)  Storage  spaces   0.50-  1.00  0.25 

(c)  Stairways,  passages,  aisles    0.75-  2.00  0.25 

(d)  Rough     manufacturing,     such  as 
rough  machining,  rough  assembling, 

rough  bench  work   3.00-  4.00  1.25 

(e)  Rough     manufacturing.  involving- 
closer  discrimination  of  detail   3.00-  6.00  3.00 

(f)  Fine  manufacturing    such    as  fine 
lathe  work,  pattern  and  tool  making, 

light  colored  textiles    4.00-  8.00  3.00 

(g)  Special  cases  of  fine  work  such  as 
watch  making,  engraving,  drafting, 

dark  colored  textiles   10,00-15.00     -  5.00 

(h)  Office   work    such    as  accounting, 

typewriting,  etc   4.00-  8.00  3.00 


Note. — Measurements  of  illumination  are  to  be  made  at  the 
work  with  a  properly  standardized  portable  photometer. 


Change  of  Address 

TIk-  address  of  the  Hessco  l-'.lectric  Manufacturing  l."om 
pany  has  been  changed  from  210  .\dclaidc  Street  West  to  3;; 
Church  Street,  Toronto. 
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The  best  attended  banquet  of  electrical  men  in  the  history  of  Canada 


Canadians  Hear  About  the  Goodwin  Plan 

of  Merchandising  Electrical  Apparatus  and  Appliances-A  Record  Attendance  Attests 
the  Universal  Interest  Taken  in  the  Goodwin  Program  by  Manufacturer, 
Central  Station,  Jobber,  and  Contractor-Dealer  Alike 


The  three-day  convention  of  the  executive  of  the  Na- 
t„,nal  Association  of  Electrical  Contractors  and  Dealers, 
sc  heduled  to  meet  in  Toronto,  Oct.  14,  15  and  16,  was  post- 
poned, owing  to  the  epidemic  of  Spanish  influenza.  Special 
permission  was  obtained,  however,  to  carry  out  the  l.an- 
quet  part  of  the  program,  and  on  Tuesday  evening,  Oct.  15, 
some  375  electrical  men,  many  from  outside  of  Toronto,  and 
a  few  from  the  eastern  and  western  provinces,  assembled 
al  the  King  Edward  Hotel  to  hear  Mr.  W.  L.  Goodwi;i. 

The  delegation  from  the  National  Association, .  in  addi- 
t„,n  to  Mr.  Goodwin,  included  Mr.  W.  Crcighton  Feet,  chair- 
man of  the  National  Association,  Mr.  James  R.  Strong,  of 
New  York  City,  chairman  of  the  National  Constitution  Com- 
mittee, and  Mr.  Samuel  A.  Chase,  special  representative  of 
the  VVestinghouse  Electric  &  Mfg.  Co. 

The  banquet  was  held  under  the  auspices  of  the  newly 
1,  irmed  Ontario  Association  of  Electrical  Contractors  and 
1  icalers.  Senator  Frederic  Nicholls,  president  and  general 
manager  Canadian  (ieneral  i<.lcctric  Company,  whose  influ- 
Mire  and  support  were,  in  large  measure,  responsible  for  (he 
success  which  attended  the  eveni,  acted  as  chairman. 

Senator  Nicholls,  in  his  inlroduclory  address,  reniark- 
eil  lhat  as  a  i)ioneer  of  llu'  electrical  industry  in  Canada,  in 
which  he  had  been  engaged  for  thirty-five  years,  lie  felt 
honored  to  act  as  chairman  at  such  a  leathering.  It  was  the 
largest  and  ntost  notable  gathering  of  Canadian  electrical 
men  in  all  his  experience,  and  he  congratulated  Mr,  Keiuieth 
\.  Mcintyre,  president  of  the  Ontario  Association,  oti  the 
,.;reat  success  which  had  allended  his  committee's  el'forls. 
lie  then  i)r.Keeded  to  point  out  what  organization  has  done 
for  Canada  as  a  nati.m  dunn-  the  past  four  years.  The  war 
had   introduced  uuprecedenled   condilious  which  had  called 


for  greater  co-operation  and  more  complete  organization 
than'' had  been  known  before.  Such  organizations  as  the 
Imperial  Munitions  Board  had  been  formed  and  the  resulting 
co-ordination  of  effort  had  worked  most  effectively  to  the  be- 
nefit of  Canadian  industry,  correcting  the  trade  balance  to  a 
great  extent,  and  producing  wonderful  prosperity.  Such  were 
The  proven  advantages  of  organization.  Senator  Nicholls  said 
that  having  heard  much  of  Mr.  Goodwin's  plan  of  organiza- 
tion for  the  electrical  industry,  be  had  come  prepared  to  lis- 
ten to  Mr.  Goodwin  himself,  with  an  open  mind. 

Mr.  Goodwin's  Address 

"We  have  two  very  important  jobs  before  us— we  as 
electrical  men.  (Jur  first  job  is  to  win  this  war,  and  that  we 
are  going  to  do  without  any  shadow  of  a  doubt,  as  we  have 
the  best\)rganization  in  the  tield  In  do  the  job.  it  is  said 
that  food  will  win  the  war,  but  this  is  n,)t  s...  ll  has  been 
said  that  men  will  win  Ihe  war,  that  money  will  win  the  war, 
that  materials  will  win  the  war.  These  are  catchy  state- 
ments th.if  sound  all  right,  but  the  thing  that  will  really 
win  the  war  is  organization,  made  U|)  of  all  these  things 
together.  Next  to  tile  winning  of  the  war  we  have  the 
greatest  responsibility,  perhaps,  of  men  of  any  industry,  m 
the  serving  of  the  great  masses  of  the  penide  willi  electrical 
necessities  and  conveniences.  No  other  industry  contril)utes 
to  such  an  extent  to  the  progress,  the  success  or  the  happi- 
ness of  the  peoi)le  as  does  Ihe  elecliical  industry.  .\ny  other 
single  industry  might  be  left  out  of  this  war  and  the  war 
woubl  g"  "11  just  the  same,  but  lake  away  the  electrical  iii- 
duslvy  and  everylhin.L;  would  stop  immediately.  Other  indus- 
tries in.ake  nmch  of  tlu-ii  coiil  l  ilml  ioii>  |o  the  war— the  auto- 
mobile, the  food  .nul  other  industries  tell  us  what  lliey  have 
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ilone.  Itul  \vc  arc  lining  >>ur  woi  k  in   >il<.  iu  c  ami   w  c   w  ill 
rcci'ivf  our  just  n-wanl  in  tlvu-  tiiiu'.   To  tlu'  cKh-I lical  luopic 
liavc  lu-i'H  ill-legated  the  greatest  iHsponsilMliliis  cif  sitvuil; 
the  public,  hut  1  feel  tiuil  in  tlio  i>a>l  wo  liavi-  soiviii  lluni 
none  too  well.    l>ur  effi>rt  lias  been  selfish  ami  individual. 
The  great  majority  of  electrical  men  do  not   realize  tluir 
responsibility  to  the  iniblie:  lluir  sole  idea  is  to  prolil.  We 
give  a  great  deal  of  time  and   money   to  eharilable  work, 
i>ut  do  we  realize  liiat  tlirou,L;li  tlie  facilities  which  our  in- 
dustry   offers    human    efticiencN    can    he    increased  perhaps 
many  hundreds  of  times,  and  that  beyond  the  personal  pro- 
fit is  the  greater  responsibility  of  serving  the  public,   I  do 
not  know  much  ai)ont  electrical  conditions  in  Canada,  but 
1  do  about  the  States.   W  e  have  made  very  satisfactory  pro- 
gress.   We  are  dealin-   with   an   unknown   ipiantily   and  a 
great  deal  of  credit  is  due  to  the  pioneers,  but  we  must  do 
more.   It  is  not  generally  knt)wn  that  the  public  has  not  been 
sold  the  electrical  idea.    Klectricily  in  its  various  forms  has 
been  sold  as  a  luxury.  True,  it  has  come  into  our  industries 
as  a  necessity  for  lighting  and  transportation,  but  so  far  as 
its  general  use  in  the  hou>eh(dd  is  concerned,  it  is  still  con- 
sidered a  lu.\ury.    In  the  Stales,  with  a  population  of  ap- 
proximately 11)0  millions,  the  gross  sales  of  our  central  sta- 
tions approximate  $:(()(),000,000  per  annum,  or  a  per  capita 
consumption  of  .$3.00.   In  manufacturing-,  installation,  and  so 
on.  the  gross  annual  business  is  $.500,000,000,  making  a  total 
of  approximately  .1;.S00,000,000  or    $8.00     per    capita.  This 
amount  was  no  doubt  exceeded  during  1917,  but  when  you 
consider  that  with  perhaps  three  or  four  hundred  thousand 


BUY  VICTORY  BONDS 
You  are  merely  asked  to  LEND  your  money 
at  a  good  rate  of  interest — on  rock-bottom  se- 
curity.   Compare    this  with  what  the  boys  are 
GIVING. 


engaged  in  the  industry  we  are  only  able  to  produce  $800,- 
000.000,  and  that  the  automobile  industry  exceeds  the  electri- 
cal indystry  by  five  or  six  times,  then  I  say  that  as  elec- 
trical people,  we  are  not  doing  as  well  as  we  might, 

'•Our  effort  has  largely  been  individual,  and  so  lielieving 
I  gave  considerable  thought  to  the  question  and  made  sug- 
gestions, and  did  some  organization  work  in  my  own  dis- 
trict, the  Pacific  Coast.  There  we  had  only  a  per  capita 
consumption  of  $5.00  per  capita,  but  we  got  the  electrical 
people  together,  and  in  five  years  this  consumption  was  in- 
creased to  $30.00  per  capita.  If  that  rate  could  l)e  extended 
in  the  States  then  we  would  have  a  gross  annual  business 
of  $:{.000.000.000  per  annum,  and  all  would  participate  in  the 
rewards." 

Mr.  Goodwin  said  that  the  great  difficulty  was  that  the 
functions  of  the  various  branches  of  the  industry  had  not 
been  properly  defined,  that  the  manufacturer  and  central 
station  had  not  assisted  the  retailer,  but  that  the  latter  had 
actually  been  in  competition  with  him,  with  the  result  that 
whatever  business  he  got  was  at  a  low  rate  of  profit.  He 
referred  to  his  own  experience  in  the  jobbing  business  and 
related  how  through  co-operating  with  the  retailer  he  had 
increased  his  profits  in  the  ratio  of  .5  to  3  by  increased  vol- 
ume of  business  and  reduced  overhead,  while  actually  selling 
his  goods  at  a  lower  rate.  "I  figure,"  he  said,  "that  we  arc 
spending,  in  the  U.  S.,  perhaps  ten  or  fifteen  million  dollars 
per  annum  to  try  and  sell  our  products.  If  the  same  amount 
were  expended  through  organizations  co-operating  in  scien- 
tific distribution,  it  would  easily  raise  our  business  to  two  or 
three  billion  dollars  per  annum  in  five  or  ten  years," 


•'People  are  generally  suspicious  at  first,  this  being  par- 
ticularly true  of  the  electrical  contractor.  He  has  struggled 
with  these  obstacles  for  years  and  can't  believe  that  jobbers 
and  manufacturers,  or  central  stations,  are  susceptible  to 
change  of  policy.  Since  the  plan  was  started  in  the  States, 
however,  hundreds  and  hundreds  have  changed  and  adopted 
an  ethical  policy  of  retailing,  and  it  is  working  out.  Peo- 
ple are  willing  to  try  things  to-day  that  they  would  not  try 
a  few  years  ago.  Our  campaign  must  be  one  of  education. 
W'e  must  make  business  men  out  of  the  retailers,  and  when 
this  is  done  you  will  find  that  many  of  the  difificulties 
will  have  disappeared." 

Driving  around  Toronto  Mr.  Goodwin  had  not  been 
favorably  impressed  with  the  type  of  electrical  stores.  "•There 
should  he  two  or  three  hundred  beautiful  electrical  shops  in 
a  city  like  Toronto.  Of  all  the  great  industries  in  the  world 
we  are  the  only  one  that  does  not  know  what  we  are  sell- 
ing. We  are  selling  an  unknown  quantity.  We  have  not 
sold  the  electrical  idea.  There  has  been  too  much  complica- 
tion in  our  policies  and  too  much  efYort  expended  in  getting 
after  unprofitable  business.  Our  method  of  pricing  in  the 
electrical  business  is  most  unscientific.  The  value  of  the 
service  rendered  by  the  various  factors  has  never  been  de- 
termined. No  one  seems  to  know  the  value  of  the  service 
of  retailers,  whether  it  should  be  based  on  averages  or  sales 
of  each  commodity.  We  must  have  a  scientific  basis  of  price 
making  before  our  distribution  can  be  satisfactory.  Price 
should  be  based  on  factory  cost,  plus  reasonable  profit,  plus 
the  cost  of  service  rendered  to  the  public.  To  my  mind,  a 
scientific  price  schedule  for  the  sale  o^  our  commodities  is 
required." 

Mr.  Goodwin  pointed  out  the  great  difficulties  which  have 
arisen  through  lack  of  proper  standardization.  In  the  case 
of  transformers,  for  instance,  a  legion  of  different  types  is 
required  to  supply  all  the  various  voltages,  frequencies,  etc.. 
and  there  are  some  5,000  different  devices  that  may  be  used 
when  wiring  a  building  according  to  the  choice  of  the  archi- 
tect, or  engineer.  "Fortunately,  through  necessity  of  war. 
we  are  told  we  must  conserve,  and  perhaps  when  we  get 
through,  we  may  have  300,  instead  of  5,000.  We  are  being 
taught  the  lesson  of  co-operation  and  we  are  going  to  sim- 
plify our  problem  of  manufacture  and  distribution. 

"W'e  have  in  the  electrical  industry  a  lack  of  proper  or- 
ganization in  the  four  main  branches.  W^e  have  a  lack  of  or- 
ganization in  the  industry  as  a  whole." 

Mr.  Goodwin  proceeded  to  make  same  remarks  on  the 
value  of  organization,  and  told  how  the  Wheatstone  bridge 
had  appealed  to  him  as  a  particularly  good  illustration  of 
how  the  various  factors  in  the  electrical  industry  should  be 
co-ordinated.    In  this  regard,  he  said: 

"When  Christie  invented  the  \Vheatstone  Bridge  in 
1833,  he  little  dreamed  how  significant  it  would  become  to 
the  whole  electrical  industry.  To-day  it  represents  the  scien- 
tific distribution  in  electrical  merchandizing,  and  a  brief 
study  of  the  diagram  will  indicate  how  close  this  analogy 
really  is.  How  particularly  appropriate  it  is  that  the  elec- 
trical connections  of  an  electrical  instrument  best  indicate 
the  correct  commercial  relations  in  the  electrical  industry. 

1  "The  battery,  the  source  of  energy,  represents  the  pub- 
lic, whose  investors  furnish  the  capital  for  all  branches  of 
the  industry.  This  capital,  the  manufacturer  converts  into 
generating  and  distributing  equipment  for  the  central  station 
or  industrial  plant,  or  into  appliances  and  supplies.  His  sales 
diverge  as  shown  in  the  diagram,  dependent  upon  the  prin- 
cipal class  of  product  utilized  by  each  branch.  The  central 
station  has  electric  service  as  its  principal  product  which, 
it  will  1)e  noted,  is  used  through  the  wiring  installed  princi- 
pally by  the  contractor-dealer.  The  wholesaler  has  as  his 
principal    function    problems   alfccting   wholesale  electrical 
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merchandizing.  He  makes  contact  with  the  central  station 
or  the  contractor-dealer  in  passing  to  the  consumer.  The 
contractor-dealer  thus  becomes  the  point  of  retail  contact 
of  the  manufacturer,  central  station,  and  wholesaler  with  the 
consuming  public  which,  by  the  way.  following  the  circuit, 
brings  us  back  to  the  negative  side  of  the  battery,  thus  com- 
pleting the  analogy, 

Nothing  in  the  diagram  indicates,  nor  is  it  the  intention 
to  restrain  in  any  form,  either  of  the  interests  referred  to  in 
performing  the  function  of  another,  but  due  regard  to  the 
interests  of  all  should  be  recognized  in  order  that  the  scien- 
tific plan  of  merchandising  under  the  Wheatstone  Bridge 
principle  will  not  indicate  on  the  galvanometer  such  an  un- 
balanced condition  as  now  exists. 

"When  each  interest  operates  with  due  regard  to  the 
interesli  the  others,  the  galvanometer  will  indicate  at 
zero,  an  evidence  of  a  balanced  condition,  which,  when  ap- 
plied to  electrical  merchandizing  and  the  electrical  indus- 
try  is  reflected  as  stability  and  prosperity. 

Solving  the  Problem  of  Distribution. 

"With  this  explanation,  you  may  now  even  ask  the  ques- 
tion:—How  will  the  Wheatstone  Bridge  principle  of  elec- 
trical merchandising  solve  the  problem  of  distribul ion  and 
remove  conflict  of  trade  interests  ?  My  answer  is:— It  will 
not,  unless  applied  by  each  individual  concern  and  recogniz- 
ed as  fundamentally  correct  by  eacli  branch  of  the  industry. 
So  this  Wheatstone  Bridge  pUm  of  merchandising  is  sub- 
mitted as  a  scientific  instrument  analogous  to  the  mariner's 
compass  with  the  hope  and  belief  that  it  will  eventually  be 
so  recognized  by  the  captains  of  tlic  electrical  industry. 

A  compass,  in  itself,  does  not  navigate  a  ship  along  the 
right  course,  but  it  enables  the  cai)tain  to  direct  his  slii]) 
along  not  only  a  safe  course,  but  as  well  over  the  shortest 


and  best  route  to  his  destination.  So  the  Wheatstone  Bridge 
when  applied  to  wholesale  or  retail  merchandising,  should 
serve  as  the  "compass"  of^our  industry,  enabling  us  to  read- 
ily understand  "NavigatioA"  as  applied  to  our  intricate  com- 
mercial problems  of  merchandising  and  distribution,  causing 
us  to  navigate  our  commercial  ship  not  only  along  a  course 
free  from  the  submerged  rocks  of  friction  and  failure,  but 
as  well  over  a  course  marked  with  beacons  indicating  co- 
operation, organization  and  co-ordinated  effort.  When  the 
galvanometer  on  the  bridge  indicates  zero  it  will  reflect  to 
the  industry  in  the  form  of  stability  and  prosperity. 

"Better  electrical  merchants  will  mean  better  business 
for  all  of  us— contractor,  central  stations,  jobbers  and  man- 
ufacturing alike.  A  sound  merchandising  plan  that  will  im- 
prove conditions  in  the  retail  selling  held  is  bound  t.i  bene- 
fit in  general  every  group  and  individual  in  the  industry. 
But  in  addition  to  the  broad  results  that  will  come  in  this 
way,  the  movement  can  offer  some  very  defniite  benefits  to 
the  lighting  company,  the  wholesaler  and  the  manufacturer. 
And  the  idan  should  be  looked  at  from  all  of  these  view- 
points, for  in  this  matter  of  retail  merchandising  lies  the 
solution  to  a  lot  of  the  problems  that  have  been  confront- 
ing the  industry  as  a  wh<ile. 

"The  central  station,  be  it  privately  or  i>ubliely  owned, 
for  exami)lc.  wants  security  of  luiblic  oi)inion  and  increased 
kilowatt-hour  business.  The  id;m  iuMirrs  these  very  things 
for  the  central  station. 

"The  jobber  wanl>  larger  volume  of  sales,  security  of 
his  position  in  the  trade  and  with  the  manufacturer,  better 
credit  conditions,  bi-tter  cidlections  and  hi-  customers  to  be 
lictter  business  men.    The  plan  offers  these  to  the  joi)ber. 

"The  manufacturer  wants  simplification  of  his  selling 
])roblem,  lowered  cost  of  distribution  and  selling,  standard- 
ization and  wider  use  of  bis  products  and  security  for  his 
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The  continent  is  subdivided  into  four  main  "divisions"— Atlantic,  Central,  Pacific,  Canadian- so  t 
and  one  national  meeting  each  year.  The  divisions  are  sub-divided  into  states  and  provir 
the  districts  into  sections  such  as  motor,  fixture,  contracting,  etc.   The  smaller  the  sub-div; 
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r-et  together  at  points  near  which  they  are  located.    There  will  be  two  meetings  of  each  division 
lb-division  into  districts  where  thought  necessary.    Provision  is  also  made  for  again  sub-dividing 
lint  the  meetings,  which  may  be  quarterly,  monthly  or  weekly  as  conditions  would  determine. 
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l.iisinoss— aiul  tlu-M-  .in-  llu'  ..H\Tin,L;>  ilu-  i.lan  ImMs  mil  {" 
the  inamifactiiriT. 

"The  contractors.  thcrcfiM  c.  in  askin.u  llic  >y  nipal  liy 
aiul  interest  of  the  other  hranches  can  thonisclvcs  take  pruK' 
in  the  fact  that  they  are  .uetlini-  ready  lo  luloie  (he  ni- 
.histry  with  a  plan  which  olYers  a  Rreat  deal  for  the  li.ulU- 
ing  company,  the  johher  and  Uie  nianu lacturer,  il  each  ni 
these  groups  will  study,  nndcrstand  and  ai^dy  il." 

In  conclusion.  Mr.  ruxuhvin  said:  "i  appreciate  very 
much  this  opportunity  ol  addressing  you.  particularly  as  the 
invitation  lias  come  from  .Senator  NichoUs.  and  1  am  sure 
he  will  he  a  supporter  ni  any  plan  y.ui  may  decide  upon. 
1  do  not  say  that  the  electrical  men  nf  C  anada  shtnild  get 
together  on  this  plan,  hnt  they  should  get  together  on  S(.me 
plan  and  work  it  out." 

Mr.  Chase  Endorses  the  Plan 

At  the  request  of  Senator  NichoUs,  Mr.  Chase,  special 
representative  of  the  Wcstinghouse  Co.,  addressed  the  meet- 
ing. Mr.  Chase  referred  to  the  excellent  work  being  done 
hy  Mr.  Goodwin  and  his  plan  of  education,  stimulating  the 
various  branches  of  the  electrical  industry  to  get  together 
and  devise  ways  and  means  whereby  better  merchandising 
methods  may  be  used.  He  urged  all  to  have  confidence  in 
Mr.  Goodwin  and  the  plan  of  the  National  Association  of 
Electrical  Contractors  and  Dealers  for  re-organization,  and 
not  to  lose  time  by  asking  each  other:  "What's  the  ulterior 
motive?"  because  the  plan,  if  in  operation,  would  be  of  bene- 
fit to  all  in  the  electrical  industry— manufacturers,  central 
stations,  jobbers,  contractors  and  dealers— and  to  the  public 
as  well,  for  the  reason  that  the  lesson  they  are  endeavoring 
to  teach  is:  "How  can  we  most  economically  sell  electrical 
merchandising  goods  through  the  natural  channels  of  dis- 
tribution? To  depart  from  these  natural  channels  would  be 
as  foolish  as  trying  to  change  the  flow  of  the  St.  Lawrence 
River. 

Mr.  Strong  on  "Organization" 

Mr.  Chase  was  followed  by  Mr.  Jas.  R.  Strong,  of  New 
York  City,  who  dwelt  on  the  subject  of  "Organization,"  In 
order  to  give  his  audience  a  clear  understanding  of  the  situa- 
tion he  proceeded  to  give  a  little  history  regarding  the  Na- 
tional Association,  telling  how  the  beginnings  of  the  present 
organization  were  formed  in  1890  in  New  York  City  with  a 
membership  of  eleven;  how  it  had  been  enlarged  to  a  state 
association  in  1905;  and  how  in  1910,  still  finding  the  organ- 
ization inadequate,  the  New  York  State  association  had 
been  instrumental  in  getting  a  number  of  prominent  electri- 
cal contractors  together  and  forming  a  national  association. 
This  association  had  made  progress  and  in  1910  reached  a 
membership  of  1,.500.  covering  most  of  the  states  of  the  Un- 
ion, but  still  its  scope  was  too  limited,  representing  not  10 
per  cent,  of  the  retailers  in  the  electrical  business.  The  of- 
ficers were  busy  studying  the  problems  of  its  improvement, 
"when  suddenly  out  of  the  Golden  West  came  the  Moses 
who  was  to  lead  us  out  of  our  difficulties."  This  Moses  (Mr. 
Goodwin)  attended  a  meeting  of  the  executive  last  June, 
when  he  presented  a  plan  which  was  enthusiastically  receiv- 
ed. As  a  result  a  National  constitution  committee  was  form- 
ed, consisting  of  Mr.  McClary,  of  Detroit,  and  the  speaker, 
and  to  it  was  consigned  the  duty  of  revising  the  existing 
constitution. 

Mr.  Strong  pointed  out  that  there  were  two  main  dif- 
ferences between  the  old  and  the  new  constitution.  The  first 
change  was  the  creation  of  an  associate  membership,  in  or- 
der to  bring  into  the  association  those  who  did  any  retailing 
of  electrical  merchandise.  To  suit  this  action  the  name  was 
changed  to  the  National  Association  of  Electrical  Contract- 
ors and  Dealers.  This  associate  membership  consisted  of 
those  who  carried  on  electrical  merchandising  as  a  depart- 


ment of  their  business— jolilicrs  or  central  stations  who  re- 
tail, and  department  stores  with  electrical  departments.  The 
member  was  one  who  was  exclusively  a  contractor  and 
dealer. 

Tlie  second  step  was  to  adopt  the  principle  of  paying 
(hies  in  accordance  with  the  amount  of  business  done.  The 
members  had  been  classified  in  groups  from  "A"— less  than 

^13,000  to  "J" — over  ,$500,000 — and  each  paid  in  proportion. 

Further  classes  had  since  been  added,  the  highest  now  being 
"over  the  million."  The  contractor  or  dealer  was  permitted 
to  classify  himself,  based  on  his  sales  during  the  previous 
calendar  year.  The  object  of  this  action  was  to  interest  the 
Miiall  contractor  or  dealer,  and  leave  the  membership  of  the 
association  open  to  him  for  a  small  fee.  and  the  scheme  was 
working  out  very  satisfactorily. 

Plan  of  Organization 
Mr.  Strong  then  referred  to  his  organization  chart  which 
is  reproduced  elsewhere  on  pp.  30  and  31  of  this  issue— 
a  new  one  to  which  the  Canadian  Division  had  been  added. 
He  pointed  out  that  the  reason  for  making  the  four  divisions 
was  that  members  might  meet  together  at  centres  near 
which  they  were  located.  There  would  be  two  meetings  of 
the  divisions,  and  one  national  meeting  each  year.  The  divi; 
sions  were  sub-divided  into  state  associations,  the  provinces 
of  Canada  being  considered  as  states  for  purposes  of  consti- 
tution, and  there  was  a  further  sub-division  into  districts,  if 
necessary.  Provision  was  also  made  to  sub-divide  the  dis- 
tricts into  sections,  such  as  motor,  fixture,  contracting,  etc. 

In  the  distribution  of  data,  etc.,  the  channels  worked 
downwards  from  the  National  Executive  to  the  section,  while 
the  method  was  reversed  in  the  collection  of  fees,  the  money 
passing  up  through  the  district,  state  and  division,  each  ap- 
propriating it  proper  share.  To  provide  for  proper  repre- 
sentation, there  would  be  six  committeemen  elected  to  the 
National  Executive  from  each  of  the  two  larger  divisions, 
the  Atlantic  and  the  Central,  and  two  from  each  of  the  two 
smaller  divisions,  the  Pacific  and  the  Canadian.  The  state 
associations  in  turn  elected  committeemen  to  the  divisions, 
and  the  districts  to  the  state  associations. 

Mr.  Strong  also  referred  to  the  special  committees  which 
had  been  formed  to  collect  and  distribute  information  that 
would  be  useful  to  all  the  members — such  as  industrial  de- 
velopment, universal  data  and  sales  book,  national  electrical 
code,  membership,  legislation,  publication,  liability  insurance, 
conventions  and  meetings,  credit,  credentials,  house  wiring, 
merchandising,  etc.  All  this  organization  work  had  been  ac- 
complished in  a  short  time,  and  there  were  now  ten  state 
secretaries  giving  their  entire  time  to  association  work.  It 
was  held  that  these  secretaries  should  be  paid  men:  past  ex-  [ 
perience  shows  that  in  no  other  way  could  the  work  be  car-  , 
ried  out  satisfactorily.  The  secretaries  attended  to  the 
technical  and  detail  work,  while  the  officers  were  responsible 
for  the  policies.  At  the  last  meeting  of  the  Executive  Com- 
mittee, the  appointment  of  a  general  manager  of  the  Na- 
tional .\ssociation  had  also  been  authorized.  Mr.  \\  .  H. 
Morton,  formerly  of  the  J.  &  M.  Electric  Co..  of  Utica.  N. 
Y..  and  who  had  also  been  secretary  of  the  old  association 
for  fourteen  years,  was  chosen  for  this  position. 

Broadly  speaking,  the  fees  collected  were  used  to  in- 
crease the  membership  and  to  discover  and  assist  those 
members  who  were  not  carrying  on  their  business  properly, 
sending  them  information  and  having  experts  call  upon 
them  to  discuss  their  problems  and  point  out  how-  their 
methods  might  be  improved.  To  assist  in  this  object,  a 
questionnaire  card  had  been  used  with  a  number  of  enquiries 
as  to  methods,  etc. 

Another  question  which  had  come  before  the  National 
Executive  Committee  was  that  of  establishing  a  Bureau  of 
Education  and  Research,  and  the  speaker  felt  sure  that  at 
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the  next  meeting  of  the  committee  this  step  would  be  decid- 
,  .1  upon.  By  means  of  this  Bureau  it  was  hoped  to  interest 
ili.ise  outside  the  association.  It  was  also  its.  object  to  edu- 
cate the  electrical  retailers  and  the  general  public  in  the 
ecrmomical  and  safe  use  of  electricity  and  electrical  devices, 
prevent  the  danger  of  fire  through  careless  handling,  and 
tn  promote  the  conservation  of  electricity  during  the  war, 
tM  compile  and  distribute  data  on  the  cost  of  operating  ap- 
pliances, safe  installation,  etc.;  and  to  compile  this  informa- 
tii.n  in  such  form  as  to  be  readily  available  for  making  sales. 

In  closing,  Mr.  Strong  made  a  few  remarks  on  the  value 
Ml  organization,  pointing  out  that  it  produced  good  fellow- 
iliip  and  presented  a  means  of  mutual  education.  "None 
.,f  us."  he  said,  "are  too  old  to  learn  something  from  organ- 


ization. 


Mr.  Hayward  Speaks  for  Vancouver 


The  chairman  next  introduced  Mr.  E.  C.  Hayward,  of 
\  ictoria,  B.C..  Vice-President  of  the  British  Columbia  .\s- 
-Mciation  of  Electrical  Contractors  and  Dealers.  Mr.  Hay- 
Nvard  extended  to  those  present  the  hearty  greetings  of  the 
a-sociation  he  represented.  He  said  that  his  association 
liad  been  in  existence  for  the  last  two  years,  and  that  a 
month  previously  they  had  resolved  to  affiliate  with  the 
National  Association.  He  therefore  tendered  to  Mr.  Peet, 
its  chairman,  their  offer  of  affiliation.  Mr.  Peet,  in  replying, 
expressed  much  pleasure  in  accepting  the  offer,  and  said  he 
..nly  regretted  the  National  Executive  Committee  was  not 
];resent  to  receive  it. 

Kenneth  A.  Mclntyre— The  Man  Behind  the  Gun 

In  introducing  Mr.  Kenneth  .\.  Mclntyre,  president  of  the 
(  )ntario  Association  of  Electrical  Contractors  and  Dealers. 
Senator  Nicholls  said  that  Mr.  Mclntyre  had  worked  very 
hard  indeed  in  order  that  this  notable  gathering  might  be 
an  accomplished  fact,  and  that  supreme  credit  was  due  him 
for  his  efforts.  Mr.  Mclntyre  modestly  deprecated  the 
chairman's  flattering  remarks,  and  explained  how  it  had  been 
through  the  influence  of  Senator  Nicholls  and  his  invitation 
to  Mr.  Goodwin  to  address  the  gathering  that  such  success 
had  been  made  possible.  He  explained  that  his  association 
liad  followed  practically  the  same  plan  of  organization  as 
the  National  Association,  only  adjusted  a  little  to  suit  the 
( )ntario  Act.  Envelopes  containing  full  information  and 
directions  as  to  joining  the  Ontario  Association  had  been 
provided  for  the  use  of  non-members  and  he  trusted  that  a 
large  number  of  them  would  join  right  on  the  spot.  In 
■  losing,  he  tendered  to  Mr.  Peet  his  association's  offer  of 
a  ffiliation. 

Mr.  Peet.  in  reply,  said  that  he  felt  in  a  way  that  he 
was  making  history.  He  took  credit  to  himself  for  inviting 
Mr.  Mclntyre  to  Detroit  to  the  National  Executive  Com- 
mittee meeting,  and  said  that  at  that  time  he  and  his  asso- 
ciates were  very  much  impressed  with  Mr.  Mclntyre's  en- 
tliusiasm  for  the  movement. 


Hydro  Development  on  Riviere  des  Prairies 

A  company,  headed  by  Senator  M.  J.  O'Brien,  of  Ren- 
frew, with  Messrs.  Quinlan  and  Robertson,  contractors, 
Montreal,  have  sought  authorization  from  the  Quebec  Gov- 
ernment to  proceed  with  a  Hydro-electric  development  on 
the  Riviere  des  Prairies,  Island  of  Montreal.  The  prelimin- 
ary plans,  drawn  up  by  Mr.  Henry  Holgate,  consulting  en- 
gineer, Montreal,  provide  for  a  development  of  40,000  h.p. 
Federal  sanction  has  already  been  obtained,  subject  to  modi- 
fications of  the  original  plan,  and  provincial  authority  is  re- 
quired for  use  of  the  bed  of  the  stream. 

It  is  proposed  to  construct  an  arc  shaped  dam,  startmg 
on  the  Montreal  side  below  the  \  iau  bridge,  and  continuing 
in  a  straight  line  on  the  other  side  of  the  river  to  Sergeant 
Island  and  to  the  north  shore  of  \  isitation  Island:  from  there 
the  dam  will  run  to  a  point  just  below  Cheval  de  Terre 
Island.  The  power  house  will  be  on  the  south  shore  of 
lesus  Island,  and  the  preliminary  plans  provide  for  nine  units. 

The  project  will  raise  the  water  level  some  15  feet  and 
will  interfere  with  the  sewer  outlets  of  Montreal.  When 
representatives  of  the  company  asked  the  Quebec  Govern- 
ment for  the  requisite  authority  for  the  work,  the  city  of 
Montreal  raised  the  question  of  damage  to  the  outlets.  The 
company's  representatives  expressed  a  desire  to  meet  the 
city  on  "this  point,  and  the  Premier  therefore  suggested  that 
the  company  and  city  get  together  and  settle  the  question 
of  reconstruction  and  financial  responsibility.  When  this  was 
agreed  upon,  the  company  should  again  see  the  Government 
for  permission  to  proceed  with  the  scheme. 


PHOTOGRAPHS  OF  THE  BANQUET 
Photographs  of  the  Goodwin  banquet,  11  x  14 
in.,  mounted,  may  be  obtained  from  the  presi- 
dent of  the  Ontario  Association  of  Electrical 
Contractors  and  Dealers,  Mr.  Kenneth  A.  Mc- 
lntyre, at  $2.00  each;  by  mail  10c  extra. 


The  Naval  Situation 


The  diagram  below,  which  is  taken  from  the  Daily  Mail, 
of  London.  England,  illustrates  very  clearly  the  trend  of  the 
world's  shipping  output,  and  the  losses  due  to  enemy  sub- 
marines,  from  September.  li)M,   to   Tune.  IDIS.     It  will  be 
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The  Regina  street  railway  system  shows  a  deficit  of 
$42,40.")  for  the  first  nine  months  of  the  year,  according  to  a 
statement  ju'-t  prepared.  The  electric  liglit  department  sliows 
a  deficit  of  .'fHi.lUO  for  the  same  period. 
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observed  that  at  the  point  of  time  marked  by  the  arrow,  in 
,\pril  or  May  last,  following  a  comparatively  sudden  decrease 
in  losses,  the  output  rose  aI)ove  the  sinkings.  In  allied  and 
neutral  sliii)i)ing,  the  output  began  to  overbalance  the  losses 
at  the  earlier  date  marked  by  a  smaller  arrow.  Now  that  we 
have  the  confidence  of  a  satisfattory  conclusion  of  the  w.ir, 
we  can  look  back  and  consider  the  seriousness  of  the  situa- 
tion which  confronted  us  when  the  Hun's  piracy  had  reached 
its  peak  in  June.  ItiK.  .\1  that  date  the  sinkings  of  shipping 
belonging  to  ilu'  United  Kingilom  alone  were  more  than 
double  the  world's  total  output  aii<l  about  five  times  the 
r.rilish  output,  while  the  world's  prodtietion  was  considerably 
le>s  than  one-third  ot  its  lo>ses.  The  Hrilish  position,  even 
as  late  as  last  June,  does  n(.it  appear  very  satislactory. 
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Manufacture  of  Heating  Appliances  is  Re- 
stricted in  the  United  States 


llu  War  lu.lu.-iru-.  Hoard  of  llu'  l  iitU'd  Slates,  in  or- 
iliT  to  conserve  essential  materials  ami  labor,  to  tree  capital 
tied  up  unnecessarily  in  manufacturers'  and  merchants' 
stocks,  and  to  simplity  and  standardize  factory  production, 
has  issued  a  schedule  for  manufacturers  of  electrical  appli- 
ances which  calls  for  the  discontinuance  of  the  manufacture 
of  the  following: 

List  to  be  Discontinued: 

Carburetor  luatcr>.  hand-wheel  heaters,  in-lake  heaters, 
manifold  heater>.  priuur  beaters,  blankets,  robes,  cigar  light- 
ers, frying  pans,  plate  warmers,  curling  irons,  saute  pans, 
waffle  irons,  fluting  irons,  egg  boilers,  soup  kettles,  stew 
pans,  corn  poppers,  hand  dryers,  hosiery  forms,  peanut  roast- 
ers, transfer  irons,  vaporizers,  varnish  sprayers,  entree  dish- 
es, cigar  lighters  for  automobiles,  bookbinding  appliances, 
instantaneaus  water  heaters,  automobile  foot  warmers,  fudge 
warmers,  vegeiable  dishes,  and  all  Sheffield  plated  ware. 

The  schedule  for  domestic  appliances  (600  watts  or  less, 
except  ranges)  provides: 

All  appliances  that  are  to  be  ' eliminated,  but  which  are 
now  in  the  process  of  manufacture  or  arc  completed  in  stock 
may  be  sold,  but  no  more  material  for  any  of  these  appli- 
ances to  l)e  purchased  except  to  balance  up  stocks  on  hand, 
and  their  manufacture  is  to  be  discontinued  entirely  Dec.  31, 
1!)18. 

Output  to  be  Restricted. 

Industrial  appliances  (over  060  watts).— Each  manufac- 
turer of  the  following  appliances  to  restrict  his  output  to 
the  number  of  styles  and  sizes  specified: 

Total 
No.  of     No.  of 
styles  sizes 

Convection  air  heaters   3  7 

Confectioner's  appliances    3  3 

Corset  irons   ^  ^ 

Matrix  dryers   1 

Tailor's  irons.  12  lb.  or  over   3  4 

Laundry  irons,  I'/z  io  10  lb   1  3 

Gluepots  (no  aluminum  pots  to  be  made)       1  3 

Circulation  water  heaters   3  11 

Immersion  water  heaters   1  ^ 

Round  disk  hot  plates,  opencoil  type  . .  ..1  4 
Dound  disk  hot  plates,  open  coil  tyi)e  ...        1  -1 

Steam  boilers:  To  be  sold  only  where  the  electrical  en- 
ergy is  generated  from  water  power  and  there  is  a  surplus 
of  such  energy  available. 

Restaurant  equipment— Each  manufacturer  of  the  fol- 
lowing appliances  to  restrict  his  output  to  the  number  of 
styles  and  sizes  specified: 

Total 
No.  of     No.  of 
styles  sizes 

Bake  ovens   ^  ^ 

Broilers   3  3 

Grids   3  3 

Toasters   3  3 

Hotel  ranges   1 

In  the  appliances  not  discontinued,  the  Conservation  Di- 
vision has  cut  out  d'.n  dififercnt  styles  and  sizes.  For  instance 
in  chafing  dishes,  there  were  thirty-six  styles  and  but  three 
will  be  allowed;  of  electric  teapots,  twenty  styles  and  one 


allowed;  of  toasters,  ten  styles  and  but  two  allowed.  Manu- 
facturers are  to  discontinue  silver  plated  and  copper  finish 
appliances  from  the  styles  and  sizes  they  will  continue  to 
make. 

None  to  Add  to  Style. 

In  no  case  is  any  manufacturer  to  add  to  the  number 
of  styles  and  sizes  that  he  is  now  making. 

Each  manufacturer  of  the  following  appliances  to  re- 
strict his  output  to  the  number  of  styles  and  sizes  specified: 

Total 
No.  of     No.  of 
styles  sizes 

Chafing  dishes   3  1 

Percolators  with  faucets    3  2 

Percolators  without  faucets    3  2 

Samovars    1  1 

Nursery  water  heaters    1  3 

Teapots   1  ^ 

Hot-water  kettles   1  1 

Ovens   1  1 

Reflector  heaters   2  2 

Toasters   3  1 

Toaster  stoves   1  1 

Convector  heaters    1  1 

Disk  stoves   3  2 

Fireless  Cookers   1  3 

Flatirons,  7^  lb.  or  less   2  2 

Grills   3  1 

Heating  pads   3  2 

Hair  dryers   ~  *1 

*1  in  each  style. 

Ranges:  No  more  than  six  dififerent  ranges  covering 
both  styles  and  sizes  to  be  made  at  any  one  factory,  and 
none  to  be  made  at  any  factory  that  is  not  producing  ranges 
at  this  date.  Nickel  plating  and  fancy  ornamentation  to  be 
eliminated. 


Electric  Company  Could  Not  Collect 

Mr.  Justice  Demers.  in  the  Superior  Court.  Montreal 
has  dismissed  two  claims  of  the  Vaudreuil  Electric  Co.  Ltd 
for  .$23,456.40  and  $10,046.53  against  Curtiss  and  Harvey 
(Canada).  Limited,  in  liquidation.  The  \'audreuil  Electric 
Company  had  contracts  for  these  amounts  with  the  Curtiss; 
&  Harvey  powder  plant,  at  Dragon,  prior  to  the  explosion; 
of  last  summer,  which  destroyed  the  plant  completely.  Fol-I 
lowing  the  disaster,  the  company  filed  claims  with  the  liqui- 
dator of  the  Curtiss  &  Harvey  Company  for  the  above  sums. 
The  liquidator  opposed  the  claims  on  the  ground  that  the 
disaster  was  of  force  majeure,  and  that  the  firm  in  liquida- 
tion was  not  liable.  This  contention  was  upheld  by  the  court, 
which  declared  that  the  accident  could  not  be  attributed  to 
any  fault  of  the  Curtiss  &  Harvey  Company. 


Mr.  R.  F.  Irvin  has  been  appointed  assistant  to  L.  D. 
Calhoun,  the  advertising  manager  of  the  Square  D  Company 
of  Detroit,  manufacturers  of  Square  D  Switches.  The  ap- 
pointment became  effective  October  3rd.  Mr.  Irvin  was  for- 
merly branch  advertising  manager  of  the  H.  F.  Goodrich 
Rubber  Co..  in  ebai-ge  of  advertising  for  the  Philadelphia 
lerrilorw 
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What  the  Coming  Victory  Loan  Means  to  Every 

Glass  in  Canada 


By  Mr.  E.  R.  Wood 


One  j-ear  has  elapsed  since  we  prepared  to  subscribe  the 
lirst  Victory  Loan  (our  fourth  loan)  issued  in  November, 
1917.  We  then  realized  clearly,  and  for  the  iirst  time,  that 
Great  Britain  had  reached  the  point  at  which  she  was  com- 
pelled to  borrow  funds  in  the  countries  in  which  she  is  mak- 
ing her  war  purchases.  This  was,  and  is,  an  extremely  mi- 
portant  consideration  for  Canada,  because  our  activities, 
prosperity  and  assistance  in  the  war,  depend  almost  entirely 
on  our  ability  to  market  our  factory  and  farm  products  m 
the  United  Kingdom. 

When  we  were  asked  to  subscribe  to  the  Victory  Loan, 
we  were  enjoying  what  we  may  term  the  prosperity  of  war, 
due  to  the  vast  volume  of  orders  placed  in  Canada  by  the 
United  Kingdom.  These  war  orders  were,  and  are,  the  back- 
bone of  our  general  position. 

We  were  faced  also  with  certain  results  of  the  entry  of 
the  United  States  into  the  war.    The  most  serious  was  the 
Iclosing  of  that  money  market  to  our  financial  requirements, 
j During  1915  and   191(1   Canada  was   able   to   subscribe  the 
greater  part  of  its  war  loans,  leaving  a  portion  of  them  for 
Isubscription  in  the  United  States  wdiich  also  financed  a  large 
jpart  of  our  ordinary  requirements.    The  new  situation  created 
jthe   necessity  not   only   of  making   Canada's   191T  Victory 
'Liian  an  unqualified  success,  but  also  of  financing  the  Pro- 
vmcial  Governments,  municipal  and  corporation  requirements, 
111  addition  to  taking  up  maturing  obligations  in  the  United 
Slates.     Those   obligations   in   ordinary  times,   would  have 
liren  renewed  in  that  country. 

With  the  subscription  of  a  large  Victory  Loan  in  pros- 
pect, and  these  serious  financial  factors  governing  the  situa- 
liMU,  the  market  for  bonds  other  than  war  issues  was  at  a 
CMinplete  standstill,  and  the  outlook  was  not  good. 

The  trend  in  the  financial  position  in  the  United  States 
during  the  past  3j4  years  so  far  as  Canadian  borrowings  are 
<;..ncerned,  is  shown  in  the  following  table: — 

11)15   $110,508,000  $64,094,000  58 

H)16    80,014,000  57,610,000  72 

1917   .32,404,000  8,425,000  3C 

1918    61,005,000  1,700,000  2.78 

When  the  United  States  entered  the  war,  in  April,  1917, 
we  were  therefore  faced  with  two  important  factors,  namely, 
that  Great  ISritain  could  not  pay  cash  for  her  inirchases  in 
this  country  and  that  the  United  States  could  not  longer 
liclp  to  finance  Canada. 

That  was  the  delicate  and  dangerous  situation.  The  suc- 
(  css  of  the  Victory  Loan  met  that  situation  completely. 

Cause  of  Great  Business  Activity 

The  great  business  activity  resulting  from  the  issues, 
Treated  additional  funds  for  investment.  In  due  course,  it 
.il'forded  sufficient  surplus  funds  in  our  own  country  to  lin- 
,ince,  not  only  the  requirements  of  war,  but  also  credits  for 
tlie  United  Kingdom  and  loans  to  our  provincial  govern- 
ments and  municipalities.  During  the  first  eight  months  of 
1918,  Canadian  investors  having  taken  the  large  Victory  Loan 
i<i  last  fall,  have  also  been  able  to  finance  our  province  and 
municipalities  to  the  extent  of  $60,000,000,  as  mentioned 
..l)ove.  In  addition  $50,000,000  of  the  1917  Victory  lionds 
liuve  changed  ownership,  being  houglit  by  bona  lidc  investors 
iriMu  holders  who  found  it  necessary  or  desirable  to  lessen 
ilicir  holdings.  This  wide  and  continued  interest  in  ihe  V'ic- 
invy  Bonds  is  no  doubt  due  to  some  extent  to  the  fact  that 


the  Canadian  people  have  been  educated  by  the  Victory  Loan 
campaign  to  invest  their  savings  in  Dominion  Government 
Bonds. 

It  ought  to  be  clearly  understood  that  in  approaching 
our  next  Victory  Loan,  we  are  faced  with  an  equally  serious 
situation.  Only  by  the  complete  success  of  our  1918  Victory 
Loan  can  we  continue  to  finance  our  requirements  and  carry 
on  generally  in  the  way  we  have  during  the  past  seven 
months. 

Gave  New  Lease  of  Life  to  Dominion 

The  remarkable  over-subscription  of  the  1917  Victory 
Loan  completely  changed  the  uncertain  outlook  which  pre- 
vailed when  the  Loan  was  offered  to  the  public.  It  gave  a 
new  impetus  to  agriculture,  commerce  and  prosperity.  It 
invigorated  our  efforts  in  the  war.  It  allowed,  as  already 
stated,  our  Provincial  Governments,  municipal  and  other  bor- 
rowers to  finance  their  requirements  at  home.  In  short,  it 
gave  another  lease  of  life  to  the  activities  of  the  Dominion. 

A  Boon  to  Canadian  Farmers 

For  the  farmer,  the  Loan  was  able  to  finance  the  only 
purchaser  who  could  buy  his  excess  products,  namely,  Great 
Britain.  In  the  fiscal  year  1915,  our  farmers  exported  animal 
produce  and  agricultural  products  valued  at  $209,000,000.  For 
the  fiscal  year  ended  31st  March,  1918,  they  exported  no  less 
than  $740,000,000  worth  of  their  output,  the  largest  agricul- 
tural exports  from  this  country  on  record. 

Manufacturer  Prospered  by  It 

For  the  manufacturer  the  Victory  Loan  continued  to 
give  the  best  export  market  he  had  ever  possessed.  Can- 
adian manufacturers  during  the  fiscal  year  ended  31st  March, 
1915,  exported  $85,000,000  worth  of  merchandise.  That  period 
included  nearly  eight  months  of  war.  For  the  twelve  months 
ended  March,  1918,  they  have  exported  over  $636,000,000 
worth  of  merchandise,  an  increase  in  three  years  of  $551,- 
000,000,  or  648  per  cent.  It  is  interesting  to  note  in  connec- 
tion with  these  exports  that  since  the  Loan  was  raised,  ap- 
proximately $20,000,000  per  month  have  been  advanced  to 
the  Imperial  Munitions  Board  at  Ottawa  for  the  purchase 
of  Great  Britain  in  this  country.  There  have  also  been  ex- 
pended approximately  $20,000,000  a  month  for  other  war  pur- 
poses in  Canada,  including  large  purchases  of  farm  products. 
This  is  a  monthly  total  of  $40,000,000  or,  during  the  seven 
months  from  December,  1917,  to  June,  1918,  a  sum  of 
$280,000,000. 

950  War  Contracts 

While  the  entire  farming  commuuity  has  shared  in  the 
war  orders,  all  the  manufacturers,  naturally  enough,  have 
not  been  benefitted  directly.  Even  so,  contracts  have  been 
given  to  950  manufacturers,  and  in  July,  1918,  400  manufac- 
turers were  in  actual  contract  relations  witli  the  Imperial 
Munitions   Board  at  Ottawa. 

Up  to  June,  1918,  our  manufacturers  lia\e  produced  over 
(•,0,000,000  shells,  20.000,000  fuses,  74,000,000  lbs.  of  powder 
and  50.000,000  lbs.  of  high  explosives. 

Of  the  1,654,000  tons  of  steel  used  in  our  war  work,  1,400,- 
000  tons  were  produced  in  Canada. 

Contracts  liave  been  let  in  Canadian  shipyards  for  90 
sleaniships  witii  an  aggregate  dead  wci^lu  tonnage  of  375,000 
tons.    These  <irdcrs  have  a  value  of  $71,000,000. 

National  war  plants  ha\e  been  established  at  a  cost  of 
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$i:..000.000  in  Montreal,  Renfrew.  Trenton,  Toronto  and 
Parry  Sound,  where  powder  and  high  cxphisives  are  made, 
fuses  loaded  and  forgings  produced  and  aeroplanes  built. 
These  plants  have  been  given  their  contracts  by  the  Board 
at  the  same  prices  and  on  similar  terms  as  the  independent 
makers  of  munitions  and  they  have  already  amortized  their 
cost  to  the  extent  of  $10,000,000. 

Large  quantities  of  hr  and  spruce  are  being  purchased 
by  the  Imperial  Munitions  Board  in  British  Columbia  for 
aeroplanes.  The  Woind  now  has  07  logging  camps  in  opera- 
tion. 

Made  Possible  Big  U.  S.  Orders 

As  a  collateral  advantage  to  Canada,  by  reason  of  the 
development  of  capacity  to  manufacture  in  a  large  way,  the 
United  States  have  found  it  to  their  advantage  to  place  or- 
ders for  the  production  of  munitions  in  Canada  to  an  import- 
ant extent;  the  United  States  supplies  all  the  raw  materials, 
Canada  supplying  the  labor  and  experience.  The  benelit  of 
this  to  the  United  States,  as  well  as  to  Canada,  will  be  un- 
derstood from  the  fact  that  the  75  millimetre  shell,  which  is 
the  size  for  which  the  largest  number  of  orders  have  been 
placed,  both  in  the  United  States  and  Canada,  were  pro- 
duced in  Canada  last  month  in  a  quantity  in  excess  of  the 
total  production  in  the  United  States.  The  production  of 
this  size  of  shell  in  Canada  now  on  account  of  the  United 
States  Government  is  255,000  per  week  and  is  steadily  in- 
creasing. 

As  a  further  evidence  of  the  interest  of  the  United  States 
in  the  developed  capacity  of  Canada,  representatives  of  the 
marine  section  of  the  Imperial  Munitions  Board  were  asked 
to  attend  a  conference  called  by  the  Emergency  Fleet  Cor- 
poration of  the  United  States  in  Philadelphia  on  the  31st  of 
June,  for  the  purpose  of  ascertaining  what  assistance  Can- 
ada could  give  to  them  in  the  production  of  marine  engines 
and  marine  supplies.  Already  large  orders  have  been  placed 
in  Canada  for  marine  castings  and  winches,  and  general  sup- 
plies for  the  shipbuilding  program  in  the  United  States.  Of 
course,  it  is  obvious  that  this  business  from  the  United 
States  will  have  a  marked  tfiect  upon  the  exchange  situa- 
tion, as  the  money  is  practically  all  for  wages,  as  the  material 
is  practically  all  from  the  United  States. 

Labor  Demand  Maintained 

The  success  of  the  Victory  Loan  insured  a  continued  de- 
mand for  all  kinds  of  skilled  and  unskilled  labor.  Pligh 
\vages  have  been  received  and  have  helped  to  cope  with  the 
increased  cost  of  living  resulting  from  the  effects  of  war  for 
a  long  period.  Agricultural,  factory  and  other  labor  have 
earned  good  wages,  giving  a  margin  for  saving. 

The  placing  of  $400,000,000  by  the  subscribers  to  the 
Victory  Loan,  in  the  hands  of  the  Government,  enabled  the 
authorities  to  continue  to  finance  the  basis  of  our  prosperity, 
namely,  war  orders  from  the  United  Kingdom.  It  assisted 
them  also,  to  a  marked  degree,  in  seeing  that  Canada  does 
its  full  part  to  support  our  troops  at  the  front,  to  help  feed 
the  Allies,  and  to  bring  the  war  to  a  successful  conclusion  as 
speedily  as  possible. 

The  flotation  of  the  Victory  Loan,  in  short,  has  kept  in 
motion  and  in  good  running  order  the  complex,  economic 
machinery  of  the  country. 

New  Loan  Must  Be  Over-subscribed 

Now  with  regard  to  Canada's  1918  Victory  Loan,  it  is 
imperative  that  it  should  be  well  over-subscribed  and  even 
more  successful  than  the  1917  Loan. 

This  is  necessary,  firstly,  because  we  cannot  continue  to 
do  our  part  in  the  war  without  the  required  funds;  secondly, 
because  we  cannot  obtain  those  funds  unless  the  national 
activities  are  maintained  at  high  pressure;  and  thirdly,  be- 
cause that  end  cannot  be  accomplished  unless  we  finance  the 


national  activities  which  have  such  a  vital  bearing  on  the 
international  situation  and  the  conclusion  of  the  war. 

It  would  be  a  disastrous  error  were  we  to  be  lulled,  be- 
cause of  our  prosperity,  into  a  misunderstanding  of  the  real 
situation.  It  cannot  be  emphasized  too  frequently  that  the 
safety  of  our  national  structure  and  our  participation  in  the 
war,  depend  entirely  upon  the  results  of  the  1918  Victory 
Loan. 

Our  Prosperity  Depends  on  It 

Our  prosperity  during  the  past  year  was  a  direct  result 
of  the  response  to  the  loan  issued  last  fall.  The  continuance 
of  our  prosperity  during  the  coming  year  will  depend  upon 
the  degree  of  success  achieved  by  the  Victory  Loan  of  191S. 
Unless  we  do  even  better  than  a  year  ago,  we  will  jeopardize 
the  prevailing  prosperous  conditions  and  activities  which,  in 
turn,  allow  us  to  participate  freely  in  the  conduct  of  the  war. 

There  is  not  a  legitimate  reason  why  on  this  occasion 
we  cannot  better  the  results  of  the  previous  Loan.  We  have 
done  well  in  the  past,  both  in  the  aggregate  and  per  capita. 
At  the  same  time,  we  realize  that  our  position  in  Canada  is 
a  fortunate  one,  compared  with  that  in  European  countries 
which  are  in  the  immediate  zone  of  war.  No  one  can  rea- 
sonably contend  that  we  have  yet  achieved  the  best  pos- 
sible results  in  regard  to  the  raising  of  War  Loans.  The 
evidence  of  better  latent  efforts  are  apparent  on  every  hand. 
It  remains  only  to  organize  and  give  effect  to  them.  For  ex- 
ample, while  the  total  bank  deposits  in  Canada  on  the  30th 
of  November,  1917,  were  $1,547,000,000,  they  had  decreased  to 
only  $1,541,083,788  on  31st  July,  1918,  a  comparatively  trifling 
decline  of  under  $6,000,000,  while  the  deposits  in  Canada  at 
31st  July,  1918,  are  $160,000,000,  greater  than  31st  July,  1917. 
This  excellent  record  was  achieved  despite  the  subscription 
of  the  1917  Victory  Loan  of  $416,000,000,  despite  the  absorp- 
tion of  $50,000,000,  of  those  bonds  sold  by  holders  during 
this  year,  who  desired  to  realize,  and  despite  the  purchase 
by  our  investors  of  $60,000,000,  provincial  and  municipal 
bonds.  These  are  substantial  indications  of  Canada's  ability 
to  subscribe  another  large  Victory  Loan,  because  the  national 
activities  allowing  the  nation  to  make  such  a  record  as  out- 
lined above,  have  continued  in  a  marked  degree,  making  it 
possible  to  repeat  and  better  the  1917  Victory  Loan  and  gen- 
eral record  of  the  country. 

We  Must  Finance  British  Purchases 
Great  Britain  having  borne  a  tremendous  burden  of  war 
for  foiir  years  cannot  be  expected  to  finance  her  war  pur- 
chases in  this  country.  The  United  States  is  perfecting  a  vast 
war  machine.  Her  financial  resources  are  required  for  that 
purpose  and  to  place  credits  at  the  disposal  of  the  Allies.  It 
is  necessary,  therefore,  that  Canada  should  raise  the  funds 
required,  not  only  to  carry  on  our  normal  and  war  activities, 
but  also  to  advance  substantial  sums  to  Great  Britain  for  her 
purchases  here. 

While  in  the  United  States,  the  people  have  been  asked 
to  subscribe  a  Liberty  Loan  every  few  months,  we,  in  Can- 
ada, have  not  been  asked  to  subscribe  a  war  loan  since  No- 
vember, 1917,  This  is  an  enormous  advantage  in  every  way 
The  long  respite  from  War  Loan  activities,  has  enabled  the 
1917  Victory  Loan  to  be  splendidly  absorbed  and  distributed 
has  in  addition  created  a  healthy  market  for  provincial  and 
municipal  bonds,  and  has  allowed  business  generally  to  pro- 
ceed without  the  temporary  halt  which  war  loan  issues  always 
bring.  Furthermore,  it  is  not  too  much  to  say  that  the  main 
tenance  of  the  market  price  of  the  1917  Victory  Loan  at  the 
issue  price  and  the  recent  advance  in  the  issue  price  consti 
tute  a  record  in  war  finance. 

If  satisfactory  results  are  achieved  with  Canada's  1918 
Victory  Loan,  the  funds  raised  thereby  will  supply  our  need 
for  another  year.    That  is  an  additional  reason  why  ev 
effort  should  be  made  to  make  the  Loan  an  unqualified  sue 
cess. 
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The  Electrical  Dealer  from  a  Manufacturin; 

Standpoint 


By  Mr.  Samuel  A.  Chase* 


In  these  days  of  reconstruction  along  almost  all  direc- 
tions of  human  effort,  it  is  not  strange  that  a  spirit  of  unrest 
should  have  found  an  entrance  to  the  field  occupied  by  the 
jobbers  and  contractor-dealers.  Lawyers  of  the  highest  em- 
inence are  persuaded  that  both  the  practice  of  law  as  well 
as  the  law  itself  are  facing  changes  of  a  radical  sort.  A  di- 
ploma, a  small  black  bag  and  a  sympathetic,  bedside  manner 
no  longer  constitute  the  essentials  of  a  profitable  medical  long  list  of  benefits  which  will  accrue,  not  only  to  the  manu- 
career  "^Merely  to  know  that  c-a-t  spells  cat  does  not  nec-  facturer,  but  also  to  everyone  interested  in  the  electrical  m- 
essarily  qualify  one  to  teach  the  fact  to  others.  And  pre-  dustry.  Why?  Because  the  policy  will  give  balance  and  sta- 
cisely  as  law,  medicine  and  pedagogy  have  a  future  entirely     bility  to  the  commercial  phase  of  the  business.    It  will  es- 


closc  alliance  between  the  manufacturer,  joliber,  central  sta- 
tion and  contractor-dealer,  distributing  through  natural  and 
legitimate  channels,  will  place  the  electrical  industry  in  a 
better  relation  to  the  trade  than  ever  before. 

It  will  make  close  friends  of  those  who  have  sometimes 
been  active  enemies.  This  would  be  no  small  accomplish- 
ment if  there  were  nothing  else;  l)ut  it  is  only  the  first  of  a 


different  from  the  recent  past,  so  also  is  it  most  reasonable 
to  believe  that  the  same  principle  applies  with  equal  force 
to  the  more  complicated  business  of  selling  the  product  of 
a  factory. 

Change  is  the  fundamental  fact  of  economic  progress. 
To  recognize  and  accept  the  probability  of  a  change  is  one- 
half  of  the  problem;  and  to  see  its  direction  accurately  pro- 
vides the  ultimate  solution. 

The  inexperienced  manufacturer  of  electrical  appliances 
cieates  a  sales  policy  of  selling  direct,  forgetting  the  jobber, 
and  contractor-dealer,  and  says  they  are  useless.  Cut  them 
out;  they  are  carbuncles  on  the  commercial  body;  they  are 
]iarasites;  "they  toil  not  neither  do  they  spin."  Many  of  you 
have  heard  this  sort  of  statement.  It  pretends  to  be  an  ar- 
gument, and  poses  as  a  demonstration.  Being  both  loud  and 
misleading  it  is  the  song  of  the  siren  in  every  sense  so  far 
as  any  useful  purpose  can  be  found.  Nevertheless  it  has 
tempted  many  a  manufacturer  from  the  ship  of  safety  and 
one  glorious  summer  of  success  has  induced  a  multitude  of 
disastrous  financial  winters. 

Nearly  every  commercial  line  has  been  attacked  by  the 
fever,  with  the  usual  losses  to  the  manufacturer,  and  the 
injury  of  the  distributor  and  seldom  to  the  advantage  of  the 
manufacturer. 

There  is  an  old  saying  that  "the  longest  way  'round  is 
the  shortest  way  home."  Experimental  short  cuts  often  are 
costly.  A  multitude  of  greedy  manufacturers  have  tried  to 
sell  direct  at  the  jobber's  price;  a  myriad  of  grasping  retail- 
ers have  tried  to  buy  directly  from  the  manufacturer,  with 
the  jobber's  discount,  So  they  lock  horns  over  this  trifling 
middle  percentage  and  upset  the  stability  of  trade  condi- 
tions very  greatly  to  their  own  loss. 

I  am  familiar  with  some  of  your  problems;  not  all,  not 
nearly  all.  But  I  know  the  confusion  caused  by  the  electric 
light  companies  when  they  sell  electrical  merchandising  ap- 
pliances at  cost  in  order  to  increase  the  consumption  of  cur- 
rent. I  know  about  the  pit  dug  by  the  local  contractor— 
into  which  he  himself  frequently  falls.  But  although  I  know 
something  of  your  "'hard  trials  and  great  tribulations,"  I 
know  also  that  you  should  occupy  an  impregnable  strong- 
hold. 

In  the  first  place  "possession  is  nine  points  of  the  law." 
You  may  say  confidently  with  Napoleon  "I  am  here.  I  shall 
stay." 

Secondly,  "in  union  there  is  strength,"  and  you  will  im- 
press others  through  consolidating  associations,  as  an  united 
l)ody. 

Any  plan  of  reconstructing  the  method  of  selling  elec- 
trical merchandising  appliances  through  the  co-operation  and 
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tablish  a  relation  which  is  an  improvement  on  "live  and  let 
live"  since  it  is  based  on  the  idea  of  co-operation — "live  and 
help  live." 

Wrong  Methods  in  the  Past. 

For  several  years,  as  you  know,  the  condition  of  the 
electrical  trade  in  some  respects  has  been  going  from  bad 
to  worse.  Not  that  we,  as  manufacturers,  have  not  made 
money,  or  that  the  contractor-dealers  as  a  class  have  been 
doing  business  at  a  loss.  But  any  business  which  proceeds 
along  other  than  sensible  roads  is  conducted  wrongly  in 
that  particular  direction  in  which  it  diverges  from  the  path 
of  efficiency. 

We  know  that  you  live  under  a  competition  so  severe 
that  only  the  most  robust  and  aggressive  contractor-dealer 
can  survive.  We  know  that  the  dealer  is  as  necessary  a  part 
of  the  electrical  trade  as  the  manufacturer  or  the  jobber  in 
the  sale  of  electrical  merchandising  appliances.  And,  with 
this  knowledge  set  clearly  before  us,  we  propose  to  do  our 
utmost  to  assist  toward  reconstructing  the  highway  of  busi- 
ness . 

Where  there  is  a  rut,  we'll  get  out  of  it;  where  there's 
a  steep  grade,  we'll  go  around  the  mountain;  where  there's 
a  chasm  we'll  bridge  it;  and  where  there's  a  long  detour, 
we'll  build  a  short  cut. 

In  the  grand  orchestra  of  electrical  business,  the  small- 
est retailer  should  find  a  place  in  which  to  play  his  piping- 
piccolo  and  the  manufacturer  and  jobber  should  co-operate. 

But,  gentlemen,  there  is  one  important  number  of  an  or- 
chestra we  nmst  not  forget;  that  is  the  leader.  So  why  not 
assume  the  leadership  of  all  the  contractors  of  the  United 
States  united  in  one  body? 

If  it  is  desirable,  it  may  be  feasible.  If  it  may  lie  feas- 
iljle,  it  may  be  done.  But  it  will  not  be  done  by  merely  talk- 
ing about  it,  or  wishing  for  it.  There  must  be  preparation; 
the  music  must  be  written;  the  instruments  tuned  and  the 
performers  trained.  There  iiiusl  be  team-work  in  the  best 
sense.  There  must  be  mutual  confidence,  as  well  as  individual 
courage.  Utilize  these  qualities;  combine  them  in  the  way 
that  you  can  and  you  need  have  no  fear  for  the  result. 

On  the  other  hand,  there  is  no  folly  greater  than  to  fool 
oneself;  and  it  is  folly  to  assume  that  the  distributor  has  a 
vested  right  to  any  business.  He  must  make  his  claim  good 
by  performance  and  he  cannot  perform  successfully  'without 
a  clear  knowledge  of  his  powers  and  limitations. 

The  manufacturers  and  jobbers  must  get  the  dealer's 
lively  sympathy  and  then  his  active  co-operation  and  he  must 
assist  to  create  a  demand  for  electrical  merchandising  appli- 
;nices  and  do  all  the  things  which  are  vital  and  necessary 
to  merit  the  l>usincss. 

One  of  the  i)rincipal  criticisms  of  the  manufacturer  in 
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llu'  past  has  hvvn  that  thi-  averajjc  contractor-dealer  does 
very  little  to  create  a  demaiul  for  the  sale  of  household  and 
other  electrical  appliances  to  the  consunnr.  In  other  words, 
he  is  not  a  nicrehant. 

If  the  contractor-dealer  will  luconie  a  real  merchant, 
there  is  no  department  of  sellini«  in  which  the  manufacturer 
and  johher  will  not  he  ready  and  anxious  to  help  him.  Suit- 
ahle  adverlising-  matter  will  he  furnished;  salesmen  instruct- 
ed and  attractive  window  displays  suggested  and  the  manu- 
facturer, jobber,  central  station  and  contractor-dealer  will  go 
hand  in  hand  down  the  road  of  business  prosperity. 

1  believe  it  pertinent  at  this  time  to  emphasize  that  the 
manufacturers  believe  that  the  electrical  dealers  have  not 
been  as  active  as  they  should  be  in  the  sale  of  motor-driven 
devices,  anil  there  is  a  great  possibility  in  this  field. 

Take  for  in>tance.  si.x  of  the  commonest  electrically- 
operated  machines  used  in  the  home,  i.e.,  the  washing  ma- 
chine, the  sewing  machine,  the  ironer,  the  vacuum  cleaner, 
the  fan-motor  and  the  polishing  and  grinding  motor.  All 
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of  these  classes  of  apparatus  have  been  developed  to  a  high 
degree,  are  manufactured  in  very  large  quantities  and  should 
be  universally  used  wherever  electricity  is  available. 

The  fact  that  the  electrical  dealers  have  overlooked  this 
possibility  is  noticeable  since  a  number  of  new  concerns 
have  sprung  up  who  do  nothing  but  handle  devices  of  this 
kind,  adding  to  their  line  a  full  line  of  heating  apparatus. 
Such  dealers  can  now  be  found  doing  a  profitable  business. 
Their  stock  in  trade  consists  of  an  attractive  display  room 
in  a  district  frequented  by  women  on  their  shopping  tours, 
usually  some  advertising  and  in  some  instances,  solicitation 
through  the  residential  district. 

The  electrical  dealer  has  been  slow  to  get  into  this  par- 
ticular field  and.  I  believe  that  in  order  to  handle  devices  of 
this  kind,  he  must  have  an  attractive  store,  he  must  be  in  a 
position  to  do  extensive  solicitation,  considerable  newspaper 
advertising  and  render  services  from  time  to  time  in  con- 
nection with  such  devices  as  he  has  sold. 

It  is  true  that  either  an  attractive  display  room  or  else 
a  system  of  house  to  house  canvassing  with  samples  furnish- 
ed free  of  charge  is  necessary.  Newspaper  advertising  has 
also  been  effective,  if  the  advertisements  are  properly  timed 
and  carefully  prepared.  The  question  of  service  is  further- 
more necessary,  but  the  successful  electrical  dealers  make 
their  service  feature  one  for  building  up  additional  business. 
In  other  words,  their  service  men  who  go  out  to  repair  or 
adjust  any  device  sold,  open  up  sales  for  other  classes  of 
apparatus.  They  distribute  literature  and  report  prospects 
to  the  ofifice,  which  are  followed  up  systematically  and  en- 
ergetically. 

A  good  illustration  of  this  service  feature  is  that  pur- 
•  sued  b>^  a  concern  out  west  which  has  recently  put  on  the 
market  a  farm  lighting  outfit.  The  sales  organization  of  this 
company  feels  that  they  are  just  starting  when  they  sell  the 
farm  lighting  outfit.  They  follow  up  the  prospects  with  all 
sorts  of  electric  devices,  such  as  fans,  house  pumps,  washing 
machines,  ironers,  sewing  machine  motors  and  small  motors 
for  general  power  purposes..  Their  prospect  becomes  a  regu- 
lar customer  for  lamps.  He,  undoubtedly  will  make'  exten- 
sions in  time  in  his  wiring  and  will  require  supplies.  Thus, 
they  become  the  sole  supplier  of  the  farmer's  needs  along 
electrical  lines.  If  more  of  the  electrical  dealers  would  i)ur- 
sue  such  a  policy  as  this  they  would,  undoubtedly,  build 
this  business  up  enormously. 


It  would  pay  the  electrical  dealers  to  get  in  touch  with 
llie  manufacturers  of  small  motors  and  electrically  operated 
devices  used  in  the  home.  On  the  most  expensive  of  these, 
extension  time  payment  plans  are  now  worked  out  which 
enable  the  householder  to  finance  purchases  which  he  could 
not  think  of  financing  if  he  were  required  to  raise  the  neces- 
sary cash. 

This  is  the  time  of  great  economy.  There  are  many  tens 
of  thousands  of  electrically  driven  washing  machines  being 
sold  each  year  and  this  number  is  increasing  in  spite  of  the 
increased  cost  of  living,  due  solely  to  the  fact  that  they  are 
reliable  labor  savers.  Many  wom^en  are  dispensing  with 
their  laundress  and  either  handling  the  washing  machines 
themselves,  or  doing  so  through  the  maid  of  all  work  they 
usually  employ.  This  means  a  direct  weekly  saving  which 
will  pay  for  an  electrically-driven  washing  machine  and  iron- 
ing outfit,  before  many  weeks  pass  by. 

Likewise,  in  the  sewing  machine  motor,  there  never  was 
a  larger  demand  than  there  is  at  the  present  time  in  connec- 
tion with  a  large  amount  of  clothes  that  are  being  manufac- 
tured and  the  enormous  amount  of  Red  Cross  work  which 
is  being  done.  These  same  arguments  apply  to  the  other 
devices  I  have  named,  and  there  is  no  question  in  our  minds 
but  what  the  next  two  or  three  years  are  going  to  show  an 
increasing  demand  for  labor  saving  devices. 

The  electrical  dealer  has  not  been  alive  to  this  situation 
in  many  localities.  Manufacturers  have  had  to  establish 
their  own  branches  for  retailing  these  electrically-driven 
devices  and  as  indicated,  a  special  class  of  labor  has  sprung 
up  simply  because  the  electrical  dealer  has  not  realized  the 
opportunity  and  modified  his  business  methods  to  meet  this 
new  condition. 

Electrical  manufacturers  and  manufacturers  of  motor- 
driven  machines  used  in  the  household  have  worked  out  quite 
extensive  selling  campaigns,  based  on  experience  gathered 
in  the  field,  which  is  all  furnished  to  the  electrical  dealer 
gratis,  as  well  as  other  literature  and  sales  helps. 

Exclusive  of  manufacturing,  all  business  is  divided  into 
three  principal  parts — buying,  selling  and  paying  for  some- 
thing. If  therefore  your  president  was  authorized  to  appoint 
a  trade  promotion  committee.  I  believe  excellent  results 
could  be  obtained,  this  committee  to  be  composed  of  four 
members  or  more:  a  distinguished  buyer,  a  mature,  widely 
popular  salesman;  a  financial  man  of  ripe  experience  and  an 
experienced  advertising  man.  They  would  be  important  men 
in  the  trade,  no  two  of  them  connected  with  the  same  house, 
and  the  president,  ex-officio  would  be  a  member  of  the  com- 
mittee. 

Your  trade  promotion  committee  would  have  wide  auth- 
ity;  no  written  reports  to  make,  and  its  meetings  would  be 
frequent.  It  would  receive  suggestions  thankfully  from  any 
source,  but  incur  no  displeasure  for  not  using  them.  The  cost 
of  its  operations  would  not  be  difficult  to  assess  equitably, 
and  also  would  be  negligible  as  compared  with  the  vast  be- 
nefits, financial  and  moral,  which  should  accrue. 

Through  this  compact  little  committee  you  would  find 
the  means  to  combat  successfully  any  apparent  tendency  to 
invade  your  logical  right  to  an  important  place  in  the  world's 
electrical  business.  You  would  be  able  to  show  greed  how 
it  over-reaches  itself  by  injuring'  you  and  ignorance  would 
be  converted  into  a  knowledge  that  the  electrical  contract- 
or-dealer must  not,  in  fact,  cannot  be  ignored. 

In  short,  if  there  should  be  a  definite  tendency  on  the 
part  of  the  manufacturers  and  jobbers  to  eliminate  the  con- 
tractor-dealer in  your  particular  branch,  you  occupy  a  pecu- 
liarly strong  position  which  can  be  strengthened  by  main- 
taining the  closeness  of  your  union  and  by  a  systematic,  per- 
.sistent  course  of  education  to  instruct  those  of  whom  you 
buy  and  those  to  whom  you  sell,  in  the  invaluable  nature  of 
your  services. 
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Service  at  Cost  for  Toronto  Railway 

Mr.  Herman  H.  I'itts,  of  Ottawa,  a  director  of  the  To- 
ronto Street  Railway,  is  at  the  head  of  an  organization  to 
he  known  as  "The  Association  of  Holders  of  Public  Utility 
Securities."  It  is  hailed  by  the  newspapers  as  an  attempt  to 
ward  of?  the  taking  over  the  railway  by  the  city  when  the 
franchise  expires  in  1921.  The  association  has  for  one  of  its 
aims  the  inauguration  of  "service-at-cost"  or  in  other  words, 
a  sliding  scale  of  fares  to  increase  or  decrease  proportion- 
ately with  the  changes  in  the  cost  of  service. 


Peterboro  Railway  Extension 

The  Peterboro,  Ont.,  street  railway  will  be  extended 
from  Charlotte  to  Patterson  street;  two  more  cars  added  and 
the  service  improved  generally.  After  these  improvements 
there  will  be  no  more  six-for-a-quarter  tickets,  excepting  in 
special  hours.  The  regular  fare  will  be  five  cents,  or  five 
tickets  for  a  quarter.  School  children's  tickets  will  remain 
the  same.  It  is  provided  that  this  arrangement  shall  last  for 
.me  year  after  the  end  of  the  war. 


Use  All  Steam  Plants 

At  a  recent  meeting  of  the  Guelph,  Ont.,  board  of  light 
and  heat  commissioners  it  was  decided  that  arrangements 
he  made  immediately  with  all  power  users  who  have  steam 
plants  not  in  use  to  start  them  at  once  and  use  to  the  fullest 
extent.  If  this  does  not  furnish  the  required  load  the  com- 
missioners have  further  decided  that  all  power  users  who 
have  no  war  contracts  will  have  to  discontinue  the  use  of 
power.  Electric  heaters  must  not  be  used  from  7  a.m.  to  6 
p.m.  excepting  at  the  noon  hour,  Saturday  afternoons,  Sun- 
days and  holidays.  The  street  railway  is  also  affected  by 
the  power  shortage,  being  only  able  to  run  in  restricted  hours. 


Trade  Publications 

C.  G.  E.  Publications— Bulletin  47135A,  standard  unit  al- 
ternating current  switchboard  panels  for  general  use  in  iso- 
lated and  small  plants,  1150  and  2300  volts;  Bulletin  47050A, 
standard  unit  direct  current  small  plant  switchboard  panels 
for  two-wire  general  power  and  lighting  service;  Pamphlet 
No.  622,  electric  heaters  for  the  home,  office  and  factory; 
two  leaflets,  describing  "Holophane"  reflectors  and  fittings 
and  "Holophane"  Realites  and  special  units;  Bulletin  40017, 
Miiall  direct-current  generators,  type  ML;  Bulletin  46500, 
('.  G.  E.  indicating  flow  meter,  type  FS-2  for  steam,  FW-2 
for  water  and  FA-2  for  air;  Leaflet  68413.  CR  2940  push  but- 
ton stations. 

Electrical  Blue  Book — 8th  edition,  1918;  Internation- 
al Trade  Press,  Inc.,  Chicago,  publishers;  274  pages,  9  x 
12  inches,  cloth  binding,  illustrated,  price  $2.00.  The  book 
is  composed  of  three  principal  parts.  The  first  comprises 
some  150  pages  of  catalog  exhibits  of  approved  electrical 
fittings  and  appliances  as  produced  by  the  leading  electrical 
manufacturers;  all  of  these  pages  are  well  illustrated.  In 
the  second  part  is  given  an  outline  of  the  Underwriters' 
Laboratories  Inspection  Service,  with  a  list  of  the  branch 
offices  and  stations  and  followed  by  a  complete  list  of  in- 
spected appliances  and  material.  The  third  part  consists 
of  the  complete  National  Electrical  Code,  1918  edition — the 
first  appearance  of  this  latest  code  with  all  the  revisions  in- 
dicated. There  is  also  printed  a  list  of  the  members  of  the 
Electrical  Supply  Jobbers'  Association;  a  general  directory 
of  electrical  associations  and  a  comjilete  buyers'  guide  of 
electrical  apparatus  and  material. 

Electric  Iron,  Limited,  Orillia,  Ont.,  have  i)cen  granted 
a  Dominion  charter. 


Current  Notes 

The  Nitro-Daylight  Lamp  Company  have  moved  from 
4(1  Queen  Street  East.  Toronto,  to  12  Queen  Street  East. 

A  jjy-law  authorizing  an  expenditure  of  $10,000  to  bring 
Hydro  power  into  the  township  of  Markham.  as  far  as  llnion- 
ville.  has  passed  its  third  reading  in  the  township  council. 

The  British  Columbia  Electric  Railway  Company  have 
announced  that  all  returned  soldiers  minus  an  arm  or  leg 
are  entitled  to  free  transportation  on  any  of  their  city  lines. 

The  Swedish  General  Electric  Company  have  moved 
from  11  Dundas  street  to  larger  quarters  at  109  Duke  street, 
formerly  occupied  by  the  Lancashire  Dynamo  and  Motor 
Company. 

The  Arcwell  Corporation  of  Canada,  Limited,  has  been 
granted  letters  patent  and  will  carry  on  a  general  electrical 
business.  The  capital  stock  is  given  as  $1,000,000  and  the 
head  office.  Toronto. 

The  Canadian  Import  Sales  Company  have  opened  offices 
in  the  Foy  Building.  34  Front  Street  West,  under  the  man- 
agement of  Mr.  C.  R.  Connors.  They  carry  a  complete  line 
of  flashlight  cases  and  l>ull)s  as  well  as  various  other  lines 
of  electrical  specialties. 

Electrics,  Limited,  have  opened  offices  at  22  St.  John 
street,  Montreal.  The  Company  have  secured  a  federal  char- 
ter, and  have  elected  the  following  officers:  Mr.  Stephen  H. 
VViggett.  president;  Mr.  Andrew  C.  Hersey,  vice-president, 
and  Mr.  G.  H.  Rainville,  managing  director.  The  firm  are 
wholesale  distributors  for  Westinghouse  "Mazda"  lamps,  and 
also  for  motors,  generators  and  other  electrical  equipment 
manufactured  by  the  Westinghouse  Company.  Both  Mr. 
Hersey  and  Mr.  Rainville  are  returned  officers,  who  have 
served  overseas  for  three  years  each. 


Personal 

Mr.  H.  E.  Randall  has  resigned  his  position  as  purchas- 
ing agent  of  the  Shawinigan  Water  and  Power  Co.,  to  take 
up  an  appointment  with  the  Ludlum  Electric  Furnace  Cor- 
poration. New  York.  Unfortunately  he  was  taken  ill  with 
influenza  when  about  to  leave  Montreal  and  had  to  be  re- 
moved to  a  hospital. 


Obituary 

Mr.  Michael  Mackay.  a  well-known  telegrapher  and  for- 
merly manager  of  the  C.P.R.  system  at  Quebec  e'ity.  died 
in  Montreal  recently. 

Mr.  Frederick  G.  Wurstcr,  one  of  (halt's  most  prominent 
business  men  and  manager  of  the  local  office  ot  the  Bell 
Telephone  Company,  died  recently. 

Mr.  Ross  Bodell.  commercial  supervisor  of  the  G.N.W. 
Telegraph  Company,  Toronto,  died  a  few  days  ago.  a  vic- 
tim of  influenza. 

Private  W.  C.  Gardner,  former  traffic  chief  of  the  East- 
ern division  of  the  Bell  Telephone  Company,  Montreal,  died 
in  the  Royal  Herbert  Hospital,  W"~oolwich,  England,  from 
pneumonia.  He  joined  a  draft  of  the  Canadian  army  service 
corps  in  June  last  and  contracted  a  chill  on  the  vt)yage  to 
Fn.gland  . 

Mr.  h'rederick  J.  Dunn,  contract  agent  of  the  lighting 
department  {)f  the  Westmount  Corporation,  died  in  the  Royal 
Victoria  Hosijital  on  October  11  from  pneumonia,  following 
influenza,  aged  .")0.  Prior  to  his  appointment  with  the  W'est- 
mount  Corporation,  Mr.  Dunn  was  employed  with  tlie  Mon- 
treal Light,  Heat,  and  Power  Co.,  going  to  that  concern 
when  the  Royal  l^lectric  Co.  was  merged  with  the  Montreal 
Gas  Co. 
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Am  I  the  Man  From  Glencoe? 

A  (.ilonooc  man  was  asked  recently  to  contribute  to  one  of  the  war  funds,  and  replied 
that  ho  "felt  he  had  done  enough."  A  well-known  writer  in  the  Chicago  Tribune  has 
this  to  sav  about  the  gentleman: 


In  other  words,  so  far  as  he  is  concerned,  the 
war  is  over  and  done  with.  Men  whose  time  is 
more  valuable  than  the  money  they  give  or  raise 
are  devoting  their  entire  days  to  the  country's 
service;  but  the  Glencoe  man  feels  that  he  has 
done  enough.  Women  discharge  their  servants, 
do  their  own  housework,  and  labor  in  Red  Cross 
and  other  war  shops;  but  the  Glencoe  man  feels 
that  he  has  done  enough.  Soldiers,  discharged 
from  hospitals  in  France,  feel  that  they  still  have 
something  to  give,  and  return  to  the  trenches, 
but   the   Glencoe  man   feels    that  he  has  done 


enough.  Mothers,  with  aching  hearts,  are  send- 
ing their  sons  away  to  an  unknown  fate;  but  the 
Glencoe  man  feels  that  he  has  done  enough.  It 
must  be  pleasant  to  be  so  circumstanced  mental- 
ly. Few  of  us  are  able  to  forget  that  the  war  is 
still  going  on. 

But  passing  the  hat  isn't  the  best  thing  we  do. 
We  are  not  diplomatic.  We  have  a  healthy  and 
perfectly  good-natured  contempt  for  a  man  who 
can  give  and  won't  give,  and  we  haven't  any  ob- 
jection to  his  knowing  it.  We  don't  owe  him 
anything — not  even,  in  these  days,  politeness. 


Transfer  Relay 

rroteclive  relays  that  operate  by  closing  a  separate 
direct-current  tripping  circuit  which  in  turn  trips  the  circuit 
l)reaker,  have  proved  more  serviceable  than  "shunt-trip"  re- 
lays and  have  come  into  very  general  use.  In  some  cases, 
however,  a  separate  direct-current  tripping  circuit  is  not 
available  and  other  means  must  be  sought.  The  use  of 
"transfer"  relays  is  the  best  solution  so  far  obtained,  for  they 
energize  the  trip  coil  off  the  circuit-breaker  through  current 
transformers.  While  designed  particularly  for  use  with  the 
Westinghouse  types  CO  and  CR  relays,  the  type  BT  relay 
can  be  applied  to  any  make  of  circuit-closing  relay  of  similar 
characteristics.  The  breaker  operates  solely  through  the 
current  transformer  and  the  relays.  When  there  is  no 
fault  on  the  line,  the  trip  coil  of  the  breaker  is  mechanically 


rr/p  Coil  ' 
Note:- All  Connections  ihown  OS  mtved  from  If  ear  of  Apparatus. 

and  electrically  isolated  from  the  circuit,  avoiding  possibility 
of  tripping  due  to  imperfection  in  the  relay  contacts  ordi- 
narily shunting  the  trip  coil.  The  relay  contains  two  series 
coils,  an  upper  or  operating  coil  and  a  lower  or  holding  coil 
(see  diagram  of  connections).  The  holding  coil  holds  down 
the  armature  core,  until  a  third  coil,  wound  on  the  same 
magnetic  circuit  and  known  as  the  releasing  coil,  is  short- 
circuited  by  the  protective  relay.  The  releasing  coil  acts  as 
the  secondary  of  a  transformer  and  when  short-circuited  a 
current  flows  through  it,  demagnetising  the  core.  The  hold- 
ing coil,  therefore,  allows  the  operating  coil  to  raise  the  core 
which  operates  the  transfer  switch,  thus  closing  the  trip  coil 
circuit.  The  transfer  switch  and  other  current  carrying 
parts  of  the  relay  are  designed  to  carry  5  amperes  contin- 


uously, but  during  times  of  short  circuit  the  switch  may  be 
called  on  to  handle  as  much  as  100  or  200  amperes.  A  current 
transformer  may  be  selected  of  sufficient  capacity  to  operate 
the  protective  relay,  the  transfer  relay  and  the  trip  coil. 
Low-ratio  bushing-type  current  transformers  sometimes  used 
on  high-voltage  circuit-breakers  are  not  suitable.  Only  one 
trip  coil  is  required  for  use  on  a  polyphase  circuit,  but  if  the 
breaker  is  equipped  with  as  many  trip  coils  as  there  are 
relays,  it  is  advisable  to  connect  each  trip  coil  to  its  corre- 
sponding relay. 


Trade  and  Reconstruction  in  Germary 

■  In  the  last  issue  of  the  British  Board  of  Trade  Journal 
some  account  is  given  of  the  preparations  now  being  made  in 
Germany  to  meet  the  special  conditions  which  will  obtain  on 
the  cessation  of  hostilities.  It  is  interesting  to  note  that 
Economic  Boards  are  to  be  established.  It  is  not  intended 
to  exclude  private  trade,  but  to  set  up  these  boards  and  give 
the  industries  a  form  of  self-government.  It  is  proposed  more 
particularly  that  these  boards  should  exercise  control  over 
the  distribution  of  the  foreign  exchange  and  of  tonnage. 
With  regard  to  the  latter,  the  Tonnage  Distribution  Office  of 
the  German  shipping  industry  will  decide  questions  of  a 
technical  nature,  and  the  preference  that  is  to  be  given  to  the 
various  goods  in  shipping.  Owing  to  the  probability  of  the 
scarcity  of  tonnage,  the  German  Government  has  arranged 
for  a  subsidy  to  be  paid  to  the  shipping  industry  in  compen- 
sation for  their  war  losses,  and  there  are  to  be  stringent 
regulations  so  that  shipping  is  retained  and  is  used,  firstly, 
for  the  transport  of  absolutely  necessary  imports,  such  as 
food  and  raw  materials  ;  and  secondly,  for  requirements  that 
are  purely  German  and  not  foreign.  The  Economic  Board 
for  the  textile  trades  will  regulate  the  distribution  of  certain 
kinds  of  wool  and  fibres  to  the  cotton  spinners  as  substitutes 
for  cotton.  In  this  connection  it  may  be  noted  that,  out  of 
1,700  spinning  and  weaving  factories  in  Germany,  only  TO 
large  ones  are  now  working  ;  in  the  silk  trade,  out  of  45.000 
looms,  only  2,500  are  at  work  ;  in  the  oi'  industry  only  15  ont 
of  720  firms  are  still  active;  while  in  the  boot  and  shoe  trade 
half  the  firms  have  closed  down.  The  most  important  to  note, 
however,  is  that  the  German  Government  is  quite  alive  to 
the  problems  that  will  have  to  be  faced  in  reconstruction,  and 
in  this  country  we  shall  do  well  to  see  to  it  that  our  plans 
are  fully  prepared  and  that  the  Germans  do  not  make  use  of 
our  methods  before  we  put  them  into  execution  ourselves. — 
Electrician. 
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POWER  CABLE 


350,000  CM.  3-Conductor  12000  volt 

Paper  Insulated,  Steel  Tape  Armoured  Cable 

Overall  Diameter— 3.62  ins. 

Built  to  Specifications  of  Hydro-Electric  Power  Commission 

of  Ontario 


Eugene  F.  Phillips  Electrical  Works,  Limited 

MONTREAL 


Branches  :   Toronto,  Winnipeg,  Regina,  Calgary,  Vancouver 
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Electrical  Books-Special  Prices 

The  following  Books  are  Offered  Subject  to  Previous  Sale : 


A  Handbook  on  the  Steam  Engine,  by  Herman  Haeder.  1  ub- 
lislied  in  1914  by  Crosby,  Lockwood  &  Son.  522  pages, 
illustrated.     Price  $3.00. 

.\  Laboratory  Manual  of  Alternating  Currents,  by  John  11. 
Morecroft,  E.C.  Published  in  1912  by  Renouf  Publishing 
Company.    248  pages,  illustrated.     Price  $2.00. 

.Mlernating  Currents— Examples  for  Students  and  Engineers, 
by  Prof.  F.  E.  Austin.  Second  edition.  Vol.  I.  Published 
in  liUCi.     22.'!  I'aRcS,  illuslraled.     Price  $2.4(1. 

Haudot  Printing  Tclcgiaph  System,  by  H.  W.  Pendry. 
lished  in  1913  by  VVhittaker  &  Company.    144  pages, 
trated.     Price  $1.00. 

"Central  Stations,"  by  Terrell  Croft,  1st  edition  published  in 
1917,  by  McGraw-Hill  Book  Co.,  Ins.  332  pages,  illus- 
trated.    Price  $2.50. 

Direct-Acting  Steam  Pumps,  by  Frank  F.  Nickel.  Published 
in  1915  by  McGraw-Hill  Book  Company.  258  pages,  illus- 
trated.    Price  $3.00. 

Direct  Current  Machinery,  Theory  and  Operatioii  of,  by  Cyril 
M.  Tansky,  B.S.,  B.A.,  1st  edition,  just  published  by  Mc- 
Graw-Hill Co.,  Inc.     2S5  pages,  illustrated.     Price  $2.50. 

Dynamo-Electric  Machinery,  by  Francis  B.  Crocker,  E.  M., 
Ph  D  Published  in  1908  by  American  School  of  Corres- 
pondence.    23G  pages,  illustrated.     Price  $1.00. 

Electric  Arcs,  by  Clement  D.  Child,  Ph.D.  Published  in  1913 
by   D.    Van   Nostrand   Company.     194  pages, 


Pub- 
illus- 


illustrated. 


by  Walter  Jackson.  Published  in 
Book  Company.     274  pages,  illus- 


Price  $2.00. 

Electric   Car  Maintenance, 

1914  by  McGraw-Hill 
trated.    Price  $2.00. 

Flectric  Cooking,  Heating  and  Cleaning,  by  Maud  Lancaster 

Published  in   1914  by  D.   Van  Nostrand  Company.  330 

pages,   illustrated.     Price  $1.50. 
Electrical   Machinery— Principles,   Operation   and  Management, 

by  Terrell  Croft.    Just  published  by  the  McGraw-Hill  Book 

Co.     318  pages,  illustrated.     Price  $2.00. 
Electrical   Meters,  by   Cyril   M.   Jansky,    B  S.    B  A.  Second 

Edition,  just  published  by   McGraw-Hill   Book  Company. 

416  pages,  illustrated.     Price  $3.00. 
Electric   Railway,  by   A.    Morris   Buck,   M.    E.     Published  in 

1915  by  McGraw-Hill  Book  Company,  Inc.  390  pages, 
illustrated.    Price  $3.00. 

Electric  Railway  Engineering,  by  C.  Francis  Harding  E  E 
Second  Edition.  Published  in  1916  by  McGraw-Hill  Book 
Company.    416  pages,  illustrated.     Price  $3.00. 

"Electric  Traction,"  a  treatise  on  the  application  of  electric 
power  to  tramways  and  railways,  by  A.  T.  Dover.  ±'UD- 
lished  in  1917  by  Whittaker  &  Co.  661  pages  with  518 
illustrations  and  five  folding  plates.     Price  $6.00. 

Electrical  Injuries,  by  C.  A.  Lauflfer,  M.D.,  published  in  1912 
by  John  Wiley  &  Sons.    77  pages.    Price  50  cents. 

Electro-Dynamics,  by  Charles  Ashley  Carus- Wilson.  Published 
in  1898  by  Longmans,  Green  &  Company.  298  pages. 
Price  50c. 

Elementary  Principles  of  Illumination  and  Artificial  Lighting, 
by  Arthur  Blok,  A.M.I.E.E.  Published  in  1914  by  Scott, 
Greenwood  &  Son.     235  pages,  illustrated.     Price  $1.00. 

Elementary  Graphic  Statics,  by  John  T.  Wight.  Published  in 
1913  by  Whittaker  &  Company.  226  pages,  illustrated. 
Price  75c. 

Elementary  Magnetism  and  Electricity,  by  Cyril  M.  Jansky, 
B.  S.  Published  in  1914  by  McGraw-Hill  Book  Company. 
212   pages,   illustrated.     Price  $1.50. 

Engineers'  Manual,  by  Ralph  G.  Hudson.  Just  pijblished  by 
John  Wiley  &  Sons.    315  pages,  illustrated.    Price  $2.00. 

Examples  in  Alternating-Currents,  (Vol.  1),  by  F.  E.  Austin, 
B.S.    Published  in  1915.    223  pages,  illustrated.    Price  $2.00. 

Examples  in  "Battery  Engineering,"  by  Professor  F.  E.  Austin, 
E.E.    Just  published.    90  pages,  illustrated.    Price  $1.25. 

Examples  in  Magnetism  for  Students  of  Physics  and  Engi- 
neering, by  Prof.  F.  E.  Austin,  B.  S.  Published  in  1916. 
Price  $1.00. 

First  Aid  in  Case  of  Electrical  Shock,  by  Dr.  John  Woodman. 
Published  in  1908  by  the  New  York  Edison  Company. 
Illustrated.     Price  50  cents. 

Handbook  of  Machine  Shop  Electricity,  by  C.  E.  Clewell.  Pub- 
lished in  1916  by  McGraw-Hill  Book  Company.  461  pages, 
illustrated.     Price  $3.00. 

Hosv  to  Make  High-Pressure  Transformers,  by  Professor  F. 
E.  Austin.  Second  edition,  just  published.  48  pages,  illus- 
trated, price  65c. 


ll.iw  I. 
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.1    I  V 
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IvcUical  I.al 
.McCiaw-IIill 


--living  .\ppliances."  .Recently 
I  look  Co.    113  pages,  illustrated. 


"Practical  Electricity,"  by  Terrell  Croft.  First  edition.  Just 
published  by  McGraw-Hill  Book  Co.  646  pages,  illustrated. 
Price  $2.50. 

Practical  Electric  Illumination,  by  Terrell  Croft,  First  edition. 

published  by  the  McGraw-Hill  Book  Co.    225  pages,  lUus- 

.  rated.     Price  $2.00. 
Principles  of  Direct  Current  Machines,  by  Alexander  S.  Langs- 

dorf,  M.  M.  E.     Published  in  1915  by  McGraw-Hill  Book 

Com'pany.     404  pages,  illustrated.     Price  $3.00. 
Principles    of    Alternating    Current    Machinery,    by    Ralph  R. 

Lawrence.     Published  in  1916  by  McGraw-Hill  Book  Com- 
pany.   614  pages,  illustrated.     Price  $4.50. 
Principles  of  Electrical  Design-D.C    and  A.C.  Generators,  by 

.Alfred  Still.     Published  in  191H  hy  McCraw-Hill  Hook  L  o. 

365  pages,  illustrated.     Price  $3.00. 
Radiodynamics-The  Wireless  Control      J.°^Ped?es  and  Other 

Mechanisms,  by  B.  F.  Miessner.    Pubhshed  in  1916  by  D. 

\'an    Nostrand    Company.       2U0    pages,    IIJ  illustrations. 

Price  $2.00. 

■'Radio  Communication,  Theory  and  Methods  with  an  apperidix 
on  Transmission  over  Wires,"  by  John  Mills  First  edition 
just  published  by  McGraw-Hill  Book  Co.,  Inc.  205  pages 
illustrated.     Price  $1.75. 

Radiation  Light  and  Illumination,  by  Steinmetz  Published  in 
1909  by  McGraw-Hill  Book  Company.  304  pages,  illus- 
trated.    Price  $2.50. 

Standard  Wiring,  1918  Edition,  24th  Year.  The  National 
Authority  on^Wiring  and  Construction.  By  H.  C.  Cush.ng, 
Jr.    Leather  cover,  pocket  size.    Price  $L50  postpaia. 

Steam  Power  Plants— Their  Design  and  Construction,  by  Henry 
C.  Meyer  Published  by  McGraw-Hill  Book  Company  in 
1903.    158  pages,  illustrated.    Price  50c. 

Steam  Turbines,  by  Robert  M.  Neilson.  Published  in  1903  by 
Longmans,  Green  &  Company.  294  pages,  illustrated. 
Price  $1.00. 

Steam  Turbines,  by  Kennedy.  Published  in  1910  by  Whittaker 
&  Company.     100  pages,  illustrated.     Price  $1.00. 

Telegraph  Practice,  a  Study  of  Comparative  Method   by  John 

Lee,  M.A.    Just  published,  by  Longmans-Green  &  Co.  102 

pages.     Price  $1.00. 
Telegraphy-A  Detailed  Exposition  of  the  Telegraph  SysteiB  of 

the  British  Post  Office,  by  T.  E.  Herbert.  A.M.  Inst.  E.t. 

Third  edition.    Published  in  1916  by  Whittaker  &  Company. 

985  pages,  630  illustrations.    Price  $2.00. 

Telesranhv  by  Sir  W.  H.  Preece,  K.C.B.,  and  Sir  J.  Sivewright. 
M  A  Published  in  1905  by  Longmans.  Green  &  Company. 
504  pages.     Price  $1.00. 

Test  Methods  of  Steam  Power  Plants— A  Reference  Book  for 
the  Use  of  Power  Station  Engineers,  Superintendents  and 
Chetriists,  by  Edward  H.  Tenney,  B.A.  M.E  Published 
in  Sis  by  D.  Van  Nostrand  Company.  224  pages,  85 
illifstrations.     Price  $2.50. 

The  Electrical  Contractor;  Principles  of  Cost-Keeping  and  Es- 
timating, hv  Louis  W.  Moxey,  Jr.  Published  in  191b  by 
McGraw-Hill  Book  Company.  86  pages,  illustrated.  Price 
$1.50. 

The  Dynamo  (2  volumes),  by  Hawkins  &  Wallis  Published  in 
1909  by  Whittaker  &  Company.    Price  $4.00. 

The  Lighting  Art,  Its  Practice  and  pj^ibilities  by  M 
Luckiesh  First  edition,  just  pubhshed  by.  McGraw-Hill 
Book  Co.,  Inc.     229  pages,  illustrated.     Price  $2.50. 

The  School  of  Practical  Electricity  (ElectHcian's  Course  in  2 
volumes).  Volume  1.  Published  by  Electroforce  Publ  sh- 
[ng  Company,  Milwaukee,  Wis.  410  pages,  illustrated. 
Price  $4.50. 

The  Practical  Railway  Spiral  by  L.  C.  Jordan,  C^E.  Published 
in  1913  by  Van  Nostrand  Company.    155  pages.    Price  lOc. 

Transmission  Line  Crossings,  by  Frank  F.  ^  H^J'*,'' 

in  1909  by  D.  Van  Nostrand  Company.  69  pages,  illus- 
trated.    Price  $1.00. 

Treatise  on  Thermodynamics,  by  Dr.  Max  Planck.  Published 
in  1903.    272  pages.    Price  $1.00. 

Wray's  Manual  of  Car  Lighting.  Published  in  1915  by  Wray 
Publishing  Company.     340  pages,  illustrated.     Price  $1.50. 
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PEIRCE 

Presteel  Brackets 


138 


254 

Eye  Bolts 


354 

Anchor  Rods 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd. 

Hamilton,  Ont. 


The 
EDEN 

Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


'The  material  of  a  thousand  uses" 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes^  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


Mica  Insulation 

We  manufacture  everything,   including: — 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut) 


Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 


FOR  SALE 

rrockc  WIiccliT  Motor.  150  l.o.se,  :i  i.lu.se  1'5 
-vcle  T^K^  vol..  7--D  .evolutions.  ^^J"!^!'  ''' •  'V 
™,..«-a       Milton    &    I'vcnt.ss,    I'oy    1-u.  •  "u;. 
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FOR  SALE 
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■vi  nly  I'lvr  lioi  se-power, 
sixlv  r>>  li--,  ■'ix  lunulreil 


Toronto 


\Vcslingl\onsc  I\liil> 
t\viMilv-l\vo  luimlroil  v  

;,n>l  nim-ly  R.I'.M.,  ...,ly  lh,.>  yrars  'n  "sc^;  good 
;is  n.-w;  immediate  (U'liviiy.  Address  VV.  i^^": 
(Udl.  Sui'l.  Waterworks,  Cnnisby,  Ont. 


Steam  Engines  and 
Alternators 

FOR  IMMEDIATE  SALE 


ALL  OF  CANADIAN  MANUFACTURE 

1    .-,(HI  li.)..  vertical  cross  eomiKUind,  v^'ve 
^:i„e  with  shad  governors,  eylniders,  I'^.f'" 
V  ■>4  in.,  l.V>  r.p.m.,  with  one  :t2o  k.w.,  .!  pl  asi 
(Ui  cycle,   2:!0(>  volt   alternator   direct  coupled, 
also  belled  exciter. 

1  -  -MIO  h.i..  vertical  cross  compound.  ■»  v"'^"'  ''.V., 
cine  with  shaft  governor,  cylindei--,  and 
X  -M  in     ir..t  r.p.m.,  with  one  (inu  k.u,.  .1  idu.-c 
i-.(»"cycle.  li:«H)  volt   alternator   duxct    cuuplea  , 
also  belted  exciter. 

\11  of  them  have  been  operated  at  i:»  pounds 
steam  pressure  and  about  J2o  in  vacuu.n.  A  m 
good  order;  some  of  them  have  bee,,  nni  i.cc  ui>. 

Purchaser  to  make  his  own  inspeelion,  to  liuvc 
access  to  all  available  records,  and  to  remove 
ei|uipment  at  his  own  expense. 

These  engines  ought  to  be  sold  entne,  and 
would  be  an  advantageous  purcluise  for  any  es- 
lablishinent  where  recq.rocating  engine  i.owe.  can 
be  economically  employed,  especially  wlierc  cn- 
haust  steam  has  commercial  value,  as  ,t  frequen Uy 
bas  in  isolate.l  power  plants,  or  in  central  sta- 
tions supplying  a   steam   heating  service. 

Correspondence  is  desired  with  parties  who 
may  have  immediate  use  for  any  or  all  of  these 
engines  or  parts  thereof.  Prices  on  application, 
subject  to  prior  sale. 

WINNIPEG  ELECTRIC  RAILWAY  CO., 

Winnipeg,  Man. 


FOR  SALE 


Ste.nn-driven  generators,  from  25  K.W.  to  IKHl 
K.W'.,   '-'."i   and   (id   cycles.     Locatetl  in  Laiiada. 

CHARLES  LK.\CC)CK, 

107    Duke   .Street,  Toronti 


.Main 


21-22 


Alternator  Wanted 

•'(Ml  to  2;"it>  KVA  alternator,  2:'.(M»  volts.  H  phase, 
Cd' cycles,  revolving  field,  2  bearing,  for  direct 
eonm'ction  to  water  wheel;  speed  from  2(10  to 
Mtill  R.I'.M.  Apply  Bo.x  8U6,  Electrical  New^s, 
Toronto,    (hit.  — 


Wanted  Electrical  Device 


PETRIE'S  LIST 

of  New  aad  Used 

MOTORS 

FOR  IMMEDIATE  DELIVERY 


100 
30 
25 
20 
10 
10 

7V2 

6 

5 

4 

3 

3 

1 

Va 


Cycle  Volts 

Speed 

Maker 

25 

550 

480 

Westg. 

60 

220 

1500 

T.  &  H. 

60 

220 

945 

Westg. 

25 

550 

1440 

J.  &  M. 

25 

550 

14(X> 

Lancashire 

25 

550 

720 

Westg. 

2.5 

550 

1500 

Lang.-Dav 

25 

550 

750 

C.  G.  E. 

6G 

220 

1200 

T.  &  H. 

25 

550 

720 

Westg. 

25 

550 

1400 

Excelsior 

25 

550 

1500 

C.  G.  E. 

25 

550 

1400 

Excelsior 

25 

550 

1400 

Excelsior 

25 

550 

1500 

T.  &  H. 

Writt  Ui  for  Prieet 


Canadian  manufacturer,  having  plant  and  stalT 
available  for  additional  work,  wishes  small  elec- 
trical device  to  manufacture,  either  on  contract 
basis  or  for  both  manufacture  and  sale  in  Can- 
ada on  royalty  or  percentage  basis,  a  device  hav- 
ing a  large  market,  similar  to  electric  fan,  sew- 
ing machine  motor  or  automatic  electric  born 
preferred.  Address  full  particulars  to  S.  D.,  Uo.x 
S(l7,   Electrical   News,   Toronto,   Ont.  21-21 


POSITIONS  VACANT 


ELECTRICAL  ENGINEER  with  i  sperienee 
on  inside  construction  work  wanted.  Technical 
graduate  preferred. 

Electrical  mechanical  draughtsman  also  wanted, 
r.ox  805,   Electrical  News,  Toronto,   Ont.  21-21 


H.  W.  PETRIE,  Limited 

Front  St.  Wett  -         Toronto,  Out. 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,  Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


FOR  SALE 

1—50  H.P.  3  Phase,  25  Cycle,  2,200  Volt,  750  R.  P.  M. 
Canadian  General  Electric  Motor.  Complete  with 
pulley,  rail-base  and  oil  immersed  auto-starter 
equipped  with  "No  Voltage"  release;  also  1,  30 
ampere,  2,500  volt.  Oil  switch  equipped  with  "Over- 
load" trip  and  one  potential  transformer.  Immedi- 
ate delivery. 

FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 


Competition  for  business  will  undoubted- 
ly be  keen  after  the  war. 

Are  you  working  out  your  plans  to  get 
your  share? 

A  carefully-directed  advertising  campaign 
will  help  you. 

It  costs  nothing  to  consult  the  Service 
Department  of  the  Electrical  News.  Per- 
haps we  can  help  you. 
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Are  You  Prepared 


For  the 


Fall  Drive 

If  not   place  your  orders  early  for 

MONARCH  SHRAPNEL 

If  your  local  jobber  does  not  handle  our  linei 
write  direct 


In  Stock  for  Immediate  Delivery 


Turbo-Generator  Units 
Direct  Connected  Units 
Motor  Generators 
Rotary  Converters 
Transformers 


Boilers 
Smoke  Stacks 
Tanks  1 
Condensers 
Air  Compressors 


Separate  Published  Stock  Lists  for  above  apparatus. 
Staff   of  Engineering  Specialists   with    three  overhauling 
plants  to  SOLVE  YOUR  POWER  PROBLEMS. 


To  maintain  our  stock  we  must 
buy  $300,000  worth  of 
machinery  per  month. 

Send  us  details  of  used  plant  for  sale. 


Macgovern  &  Company,  Inc. 

285  Beaver  Hall  Hill,  Montreal 

Offices  :  New  York,  Pittsburg,  St.-  Louis,  Houston 
Plants:  Brooklyn,  N.Y.,  Lincoln,  N.J.,  and  Linden,  N.J. 

A  Continent-wide  Service 


Stock  Shipment 


Direct  Current  Motors 


\u.  jll' 


220-250  V 


No. 
1 
1 
1 
2 
1 


1 
1 
1 
1 
1 
1 
1 
1 
1 
1 
1 
1 

1  40 
1  .50 
1  .10 
t  .I.-) 
1  7.-) 
1  120 
1  MO 


H.  P. 
.5 

5 
10 
10 

I. 5 

17/2 

20 
20 
20 
20 
20 
20 
20 
2.5 
25 
HO 


MP 


K.P.M.  Wdg 
950  Sli. 
Sh. 
Sh. 
Sh. 
Cp 
Sh. 
.Sh. 
Sh. 


1S70 
850 
750 
725 
585 
»00 
975 


675  lOOG 
7.50  Sh.' 


MP 
A-14 
MP 
CS 
E 


80O 
050 
000 
575 

(;.5o 

525 


Sh. 
Sh. 
.Sh. 
Sh. 
Sh. 
Sli. 


MP 
WS 
MP 


Pype  Mfikf 
Nort.h'ii. 
Geti.  E. 
C.ibbs 
Nortli'n. 
Nor'wst 
r-.il'bs 
Hobart 
West. 
Fb.Mrs 
North'n. 
Tim. 
Mi''.-. 
V/est.  K 
No'-tb'r.. 
mi.  Pr. 
Norlb'r.. 


10 
,S 

1 
1 


So 
25 
25 
25 
25 
25 


50  250/2S0  Cp, 


675 
550 
525 
625 
575 
.«.50 
4.50 
(i50 


Sh. 
Sh. 
Sh. 
Sh. 
Sh. 
Sli. 
Cp. 
Sh. 


Intivpole  G.  E. 

Nor'wst 
M  West. 
MP  Nor'w.st 
A -40  Milw. 
(V4.\OR  Wst.  E 
MP  M'lvv. 
MP.\      Cen.  K 
MP  K-nr.v 


Alternating  Current 

3  phase,  60  cycle 


No. 
12 

(i 

S 

5 

4 
■  4 

1 


IIP  KPM  Vts. 
JO    1200  440 

JO  000 

JO  900 

JO  720 

JO  720 

JO  900 

2r,  '.mi 


220 
440 
220 
440 
440 
4to 


Type  Make 
AN  Allis  Clial 
AN  .Mlis  Chal 
AN  Allis  Chal 
AN  Allis 
AN  .Mlis 
KT  Con.  Elcc 
K  T  Con.  Klcc. 


hal. 
Chal. 


G  25 

4  25 
7  30 

5  30 
5  30 
5  30 
4  30 
4  .30 

4  30 

3  30 
2  40 
2  40 

5  40 

4  40 

0  40 

6  40 
2  50 
2  50 

5  50 
S  50 
.3  .50 

2  50 

1  65 
.3  75 

3  75 
1  75 

4  KK) 
4  100 
1  KM) 
1  1.50 
1  1(K) 
1  KM) 
1  1.50 
1  1.50 
1  1.50 
1  1.50 
1  200 


Rl'M  Vts. 

1800  220 

1800  440 

1200  220 

1200  440 

900  220 

900  440 

720  220 

720  440 

INOO  220 

1800  440 

1200  220 

1200  440 

900  220 

900  440 

720  220 

720  440 

1800  220 

1.S00  440 

1200  220 

12(M)  440 

900  220 

9IK)  440 


12)M»  440 

900  220 

9IM)  440 

720  220 

720  440 


12(M) 
9(H) 


9»M)  440 


720 
9(M) 


220 
220 


900  440 
720  440 
490  440 
720  2200 
9(10  2200 
!MKI  220(1 
720  22(10 
720  440 
1200  220 
72(1  22(10 


Type  Make 
AN  Allis  Chill. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
x\N  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  dial. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
A.V  Allis  Cluil. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  dial. 
AN  Allis  dial. 
AN  Allis  dial. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  Chal. 
AN  Allis  dial. 
AN  .Mlis  dial. 

Ceil.  Klcc. 
AN  Allis  dial. 
AN  Allis  dial 
AN  Allis  dial. 
AN  Allis  dial. 
AN  Allis  Ch.il. 
AN  Allis  Cha'. 
MS  WcstRhsc. 
AN  Allis  dial. 
AN  Allis  dial. 
AN  Allis  dial 
.\N  Allis  Chal. 
.\N  Allis  dial. 
SVN  Ccii.  I'Ter. 
AN  Allis  Chal. 


Duquesne  Electric  &  Manufacturing  Company 


Ottiee  anil  l''actory  :  Western  Ottiee  and  Warehouse  : 

Pittsburgh,  or  230  S.  La  Salle  St. 

Pa.  Chicago,  III. 

Wire,  write  or  'plionc  our  nearest  office 
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When  You  Think  Motors, 
Think  Quality 

and  when  yon  think  Quality  Motors 
vou  arc  thinking-  Wagner.  You  need 
"Wagner  Motors  for  continuous,  de- 
pendable production,  and  the  more 
adverse  the  conditions,  the  more 
severe  the  demands,  the  more  impor- 
tant it  is  that  you  have 

Motors 

Make  yourself  this  promise  :  I  will 
investigate  Wagner,  Quality  Motors 
when  next  I  buy. 

Send  today  for  Bulletins  11013  and 

11713- 

WainoEledricManufacfhirmSCbmpaiiy 

of  Canada  Limited-Montreal 


Power  Bldg.,  Montreal. 


347  Adelaide  St.  W..  Toronto 
492 


You  Know 

the  Noise! 

caused  by  commutators  sparking  and 
flashing- — the  result  of  undue  friction  be- 
tween brushes.  This  trouble  can  be  cured 
by  fitting  your  machines  with 

They  run  smooth,  do  away  with  the  con- 
tinual cleaning,  replacing  and  resetting 
because  these  brushes  are  frictionless  and 
self-lubricating.  Try  "NO  SPARK" 
Brushes.  Other  engineers  are  enthusias- 
tic over  them.    Why  not  you? 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


25  Cycle  Engine  Generator  Sets  For  Sale 


1-250  KW. 
1-300  KW. 

25  Cycle,  3  Phase,  Westing- 
house  Generators,  Direct 
Connected  to  Mcintosh  & 
Seymour  Cross  Compound 
Gridiron  Valve  Engines, 
150  R.P.M. 

1_60  K.W.,  60  Cycle,  3  Phase, 
2300  Volt  Generator 

1_100  K.W.,  25  Cycle,  Motor 
Generator  Set 

1_100   K.W.    Direct  Current 
Engine  Generator  Set 

1—12  X  24  X  30  Wheelock  Tan- 
dem Compound  EngineJI 

Write  for  further  particulars  and  quotations 

Power  Plant  Equipment  Co.,  BaTkBiX  Toronto,  Ont. 


These  units "^ere  in  use  only-300  K.W.  three  months,  and  250  K.W. 
seven  months,  and  are  in  first  class  condition. 
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Lincoln 
Arc  Welders 

SAVE  50% 

You  can  save  50  —  very  often 
more— by  doing  your  boiler  plate 
work  with  a  Lincoln  Arc  Welder 
instead  of  rivetting  it. 

Lincoln -Welded  joints  are  100/ 
strong  —  rivetted  joints  are  no 
stronger  than  the  rivets  them- 
selves. 

The  Lincoln  Arc  Welder  avoids 
awkward  overlapping  on  corners, 
thus  saving  time. 

Its  heat  is  greater,  more  concen- 
trated, and  more  readily  controlled 
than  that  of  any  gas  or  other 
welding  system,  and  the  current 
is  all  usefully  employed — there  are 
no  "ballast  resistances"  to  waste 
50/,  to  80%  of  the  power  taken. 

It  has  been  adopted  by  boiler 
shops,  structural  steel  works, 
street  car  and  railroad  companies 
as  being  the  most  practical  solu- 
tion of  the  present  labor  shortage. 


Lincoln  Electric  Co. 

of  Canada,  Limited 


Head  Office 
1109  Temple  Building 

TORONTO 
Ontario 

Factory 
CLEVELAND 
Ohio 


Bronze  or  Cast  Iron  Brackets 


for 


Outside  Lighting 


Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  ami  liranch  Wai  eliouscs : 
501  Merchants  Bank  Building,  MONTREAL 
r)!)2  Notre  Dame  Avenue.  WINNIPKG 
074  Barrington  St.,  HALIFAX. 
W.  TT.  Ifazlitt  &  Co.,  Ltd.,  915  Georgia  St.  West,  VANCOUVER 

Prompt  shipment*  from  Factory  or  nearest  Warehouse 
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GROWTH 

D'ly  after  clay,  week  after  week,  month  after  month,  for  the  five  years  that 
Fconomy  Fuses  have  been  on  the  market,  the  sales  have  mamtamed  a  con- 
stant growth— not  alone  in  volume,  but  also  in  percentage  of  mcrease.  This 

IS  1)CC3.1-1SG 

ECONOMY  Renewable  FUSES 

are  absolutely  accurate  in  operation  and  cut  annual  fuse  maintenance  costs 
8o%.  An  inexpensive  little  "Drop  Out"  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency. 

Write  for  Catalog  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 

UNITY  BUILDING        -  MONTREAL 

Manufacturers  in  Canada  of  S.&  C.  High  Potential  Fuses-to  150,000  Volts 


DIES 

For  all  kinds  of 
Screw  Cutting 


Ours  is  the  "Guaranteed  Line"  of 

Reamers    Drills    Cutters  Taps 

Made  in  Canada  and  Sold  on  Merit 

Pratt  &  Whitney  Co.  of  Canada,  Ltd. 


Montreal 

723  Drummond  Bldg. 


DUNDAS,  ONTARIO 

Winnipeg 

1205  Mc Arthur  Bldg. 


Vancouver 

609  Bank  of  Ottawa  Bldg. 
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POWER  EQUIPMENT 

Immediate  Delivery 


TRANSFORMERS 


25-CYCLE,  S.P. 


No.  K.V.A. 


No. 
2 
2 
4 
6 
4 


300 
50 
40 

15 

7^/2 
5 

100 
150 


Volts. 

2200-550 

2200-550 

2200-550 

2200-550 

2200-110-220 

2200-110-220 

2200-110-220 
13200-6600-2200 
13200-2200 


60-CYCLE,  S.P. 


K.V.A. 
50 
40 
15 
10 
5 


Volts 
2200-110-220 
2200-110-220 
2200-110-220 
2200-110-220 
2200-110-220 


MOTORS 

25-CYCLE,  3-PHASE 


GENERATORS 


No. 


H.P. 
150 
100 
200 
100 
50 
40 
30 
25 
20 
15 
10 
5 


Volts 
2200 
2200 
550 
550 
550 
550 
550 
550 
550 
550 
550 
550 


R.P.M. 
500 
710 
500 
710 
720 
720 
720 
720 
720 
720 
720 
1500 


No. 
2 


No. 


25-CYCLE,  3-PHASE 

K.V.A.     Volts  R.P.M. 

450  550  125 

D.C.  TO  ENGINE. 


60-CYCLE,  3-PHASE 


60-CYCLE,  3-PHASE 
Write  for  Full  Lists. 


K.V.A. 
600 
300 

75 

50 
125 

75 


Volts 
2200 
2200 
2200 
550 
220 
220 


R.P.M. 
225 
150 
900 
1200 
900 
900 


Direct  Current  Machines  in 
125  and  220  V.,  5  to  200  K.W. 


GUELPH 


FOR  PRICES  AND  COMPLETE  LISTS  WRITE  OR  WIRE 

E.  A.  LOWRY 

POWER  EQUIPMENT 


CANADA 


The  Safest  and  Best  Way 

to  control  your 
lighting  is  with 

Krantz 
Safety  Panel  Board 

Can  be  operated  by  a  child  in  perfect  safely,  all 
live  parts  are  protected  with  lock  and  key. 

Krantz  Panel  Boards  are  easy  to  install  and 
present  a  neat  appearance,  they  represent  tlic 
latest  achievement  in  panel  board  construction 
and  design. 

See  that  you  specify  "Krantz"  on  all  your 
orders. 

The  Canadian  Krantz  Electric 
&  Manufacturing  Co. 

95  King  Street,  East,  Toronto 

401  New  Birks  BIdg.,  Montreal,  Que. 
402  Vancouver  Block,  Vancouver,  B.C. 

70.3  Confederation  Life  Bldg.,  Winnipeg,  Man. 
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Electrical 
Mechanical 

Directory  of  Engineers 

Special 
Interests 

Cbarks  H.  mitcbell 
Pcrcival  H.  IDitcbeli 

Contultli9  and  Soptrvisinf 
CogiDctrs 

Hydraulic,  Steam  and  Electrical  Power  Plants, 
Industrial  and  Municipal  Engineering. 

Traders  Bank  Building,  TorontO 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  EUectrical,  Hydraulic,  Steam,  Ga« 
Plaoi,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine   Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  605  McGill  Bldg. 

Montreal,  P.Q. 


B. Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  Exceltior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

E.stimates,  Plans  and  Supervision  ot  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Kailroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     :  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates :        A.  L.  Mudge,         A.  L.  Mieville 

Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 

Inspection  during  manufacture,  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
insulators.  Transmission  Towers  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St..  HAMILTON.  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years'  Ex 
perience  in  Patents  and  Practical  Engineering 

Kent  Building,  TORONTO 
Yonge  and  Richmond  3ts., 


STANLEY  LIOHTFOOT 

BEG  D  PATENT  SOLICtTOn  AND  ATTORNEY 

LUMSDEN   BLDG.nvXcE  '  )  TORONTO. 

NEW  BOOKLET  OF  COMPLETE  INFORMATION  FREE 

'«-f.T.  ON    THIS     PAPER)  M.  3713 


ATENTS 


PROMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  P.O.,  U.S.A.  


Electrical  Testing 

Laboratories 

'Electrical,  Photometrical  and  Physical 
Test*  and  Intpectiont". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


■■^^    PROCURED  IN  ALL 

■      ^  COUNTRIES 
^^^M   LONG  EXPERIENCE 

IN  PATEN  r  LITIGATIGB 

I    SEND  FOR  HAND  BOOK 

lATENTS  »I 

RIDOUT  8c  MAYBES^ 

59  Yonge  Street 
TORONTO       -       .       .  CANADi 


ESTABLISHED  1849 

BRADSTREET'S 

OflSces  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  affecting  commercial  aflfairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the   civilized  world. 

Subscriptions  are  based  on  the  service  fur- 
nished and  are  available  only  by  reputable 
wholesale  jobbing  and  manufacturing  con- 
cerns, and  by  responsible  and  worthy  finan- 
cial, fiduciary  and  business  corporations. 
Specific  terms  may  be  obtained  by  address- 
ing the  company  at  any  of  its  offices.  Cor- 
respondence invited. 

THE  BRADSTREfiT  '"OMPANY 
Offices  in  Canada:  Halifax.  N.S. :  Hamil- 
ton, Out. ;  London,  Out. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John.  N.B. ; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man,;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.   Man,  Western  Canada,  Toronto 
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D  E  prepared  for  peace 
^  — changes  are  tak- 
ing place  rapidly. 

The  trade  which  you 
are  expecting  may  not 
be  yours  if  you  rest  on 
your  laurels. 

Now  is  the  time  to 
lay  your  plans  and 
build  good-will  for 
after-war  business. 

Service  Department 

Electrical  News 


List  of  Motors 


No.  H.P.  Pliase  Speed 


15 
50 
60 
50 
25 
25 
10 
3 


1500 
750 
750 
750 
750 
750 
1500 
1500 
1800 
1800 
1800 
900 
1800 
5  2  or  3  1800 
1  2  or  3  1800 
yi  2  1800 
10  2  or  3  1200 
5  1200 
3  3 
TA  3 


40 
15 


1800 
1800 


Volts 
550 
550 
550 
220 
220 
220 
220 
220 
110 
110 
110 
220 
220 


220 

220 
220 
220 


Cycles 
25 
25 
25 
25 
25 
25 
25 
25 
60 
60 
60 
60 
60 
60 
60 
60 
60 
60 
60 
60 


Starter 
yes 
yes 
yes 
yes 
yes 
yes 
yes 
yes 
no 
no 
no 
yes 
no 
no 
no 
no 
no 
no 
no 
yes 


Make 

T.H.E, 
C.G.E. 

Crocker  Wlieeler 

Lincoln 

Lincoln 

C.G.E. 

T.H.E. 

Westg.  CCL. 

Fort  Wayne 

Westgh. 

Fisher 

Fuller  Wenstrom 
T.H.E. 


Westgh. 
Westgh. 
Westgh. 
Westgh. 
Union  (New) 
C.G.E.  rewound 
Lincoln 


CCL. 
CCL. 
CCL. 
CCL. 


rewd. 
rewd. 


rewd. 


TRANSFORMER 

1    40  K.W.     Type  R.     2200/220  Volts,  Packard. 

PLATER 

1    Type  C.     Ostrander  Seymour,  6  volt,  speed  750,  amp.  800. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 


HEMCO 

(Trade  Mark) 


660 
Watts 


Tu-Lite 


250 
Volts 


Increases  Electric  Lighting  Convenience 

Connections  can  never  be  broken.  They 
are  solidly  moulded  in  hard  insulating 
material. 

Neat  in  design,  will  not  tarnish,  and  is 
practically  unbreakable.  Can  be  used 
under  a  shade. 

Approved  by  Hydro-Electric  Power  Commission 


Dealers : 

You  will  require  some  for  your  Christmas  Trade.  Send 
us  an  order  for  delivery  on  December  1st. 


HESSCO  ELECTRIC  MFG.  CO.  ^'otoNTr 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

The  (oUowina  resulations  apply  to  all  advertisers :— Eighth  page,  every  issue  three  head- 

i!^t/quar""r  pagf.  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings.  


AIR  PRESSURE  RELAYS 
I'hilailclpliia  Klcctiic  (.  o.  .Svipi'ly  I'^r'- 

ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westingliovise  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  ElectricMfg.  Company  of  Canada 

ALUMINUM 
Hiilish  Aluminium  Company 
Northern   Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Conipany 
Crouse-Hinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatlieway  &  Knott,  Inc. 
loyner.  Limited,  A.  H.  Winter 
Northern  Electric  Company  r-,„,r1, 
Waener  Electric  Mfg.  Company  of  Canada 
Weston  Electiical   Instrument  Company 


ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Mubbell   Company.  Harvey 
National  Metal   Molding  Company 
AUTO  STARTERS 
Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hathewav  &  Knott,  Inc. 
Norlhern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

^  BOLTS 

McGill   Manufacturing  Company 
BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric   Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian   Westinghouse  Company 
Chicago   Fuse   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
VaUonal  Metal  Molding  Company 
Pringle.  R.  E.  T. 

BOXES  (Manhole) 
Pl>iladelphia  Electric  Co    Supply  Dcpt. 
Standard .  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool.  Works,  Limited 
Canadian  General  Electric  Company 
Toyner,  Limited,  A.  H.  Winter 
Pringle.  R.  E.  T.,  Ltd. 

BRAKES 
Sundh  Electric  Company 

BUS  BAR  SUPPORTS 
Toyner,  Limited,  A.  H.  Winter 
Moloney  Electric  Company  of  Canada 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National   Metal   Molding  Company 
Philadelphia  Electric  Co.   Supply  Dept. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
f)    &  W.  Fuse  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Cotnpany 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co.  Supply  r)(pt. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
f.aiidian    Westinghouse  Company 


CAR  EQUIPMENT 

Ohio   Brass  Company 

CENTRIFUGAL  PUMPS 

Boving  Hydraulic  &  Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 
Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company  of  Canada 
Northern    Electric  Companny 
Sundh  Electric  Company 


CLEAT  TYPE  SWITCHBOARD  INSULATORS 
Pliiladelpl)ia  Electric  Co.   Supply  Dept. 

CLAMPS,  INSULATOR 
Philadflpliia  Electric  Co.  Supply  Dept. 

COILS 
Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 
Redmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSE15S 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 
CONDUCTORS 
British  Aluminium  Company 
National  Metal  Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 
Canadian  Vickers  Limited 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 
Hatheway  &  Knott,  Inc. 
Killark  Electric  Manufacturing  Company 

Northerti  Electric  Company 

CONDULETS  (Marine) 

Crouse-Hinds  Company  of  Canada,  Limited. 
CONTROLLERS 

Canadian  Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian  Westinghouse  Company 

Electrical  Maintenance  &  Repairs  Company 

Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 

Canadian    Westinghouse  Company 

Flexible  Conduit  Company 

National   Electric  Heating  Company 

Northern  Electric  Company 

Renfrew  Electric  Company 

Spieimann   Agencies,  Registered 

Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips   Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Brown  Company 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Roving  Hydraulic  &  Engineering  Company 


CURRENT  CONTROLLERS 

South  Bend  Current  Control  Company 

CUTOUTS 
Benjamin  Electric  Manufacturing  Company 
Chicago   Fuse   Manufacturing  Company 
D.  &  W.  Fuse  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 

DETECTORS  (Voltage) 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DOORS  FOR  BUS  AND  SWITCH 
COMPARTMENTS 

Philadelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 

Gest,  Limited,  G.  M. 

See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 
ELECTRIC  SHADES 
Jefferson   Glass  Company 

ELECTRIC  RANGES 
Canadian  General  Electric  Company 
National   Electric   Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 


FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hathewav  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 

Canadian  General  Electric  Company   _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
"Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 

FLASHLIGHTS 
Northern  Electric  Company 
Spielmann  Agenciet  Regiitered 

FLEXIBLE  CONDUIT 

Hathewav  &  Knott.  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 
Crouse-Hinds  Company  of  Canada,  Limited. 
FUSES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company 
Daum,  A.  F.  .  ^ 

Detroit  Fuse  &  Manufacturing  Company 
Economy  Fuse  &  Manufacturing  Company 
G.  &  W.  Electric  Specialty  Company 
Hatheway       fCnott.  Inc. 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Square  D  Company 

(Continued  on  page  ,M) 
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HUBBELL 

ST A NDA RD 

9   Pluffs  and  Receptaclcs 

No.  G'JIS  ^5  * 


Xo.  U147 


Cap  Xci.  541il 
Kcc.   No.  5547 


SUPERIORITY  brings  its  own 
reward.  It  may  take  years,  but 
it  comes.  Years  ago  Hubbell  Plugs 
and  Receptacles  went  through  the  try- 
out  period — the  struggle  for  recogni- 
tion. They  were  an  innovation — an 
independent  and  distinctive  creation. 
They  pioneered  the  principle  of  In- 
terchangeable Connections— made 
possible  a  greater  and  safer  electrical 
service.  For  years  they  have  been 
recognized  as  standard.  Superiority 
brings  its  own  reward. 

Made  in  Canada 

HARVEY  HUBBELL  COMPANY 

OF   CANADA,  LIMITED 
TORONTO       -  CANADA 


No.  G140 


Cai-  r,4i;j_ 

Rcf.   No.  (ilTiT 


IT 


.\.,.  :i4:;i 


N(i.  riTirj 


No.  r.7; 


\...  ."7:i-'i 


No.  u'.)50 
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FUSE  BOXES 
Liousc-lliiids  Company  of  Canada,  Liiuitcd. 
Noithern  Electric  Company 
Siiuare  D  Company 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westingliouse  Company 
Canadian  Vickcrs,  Limited 
Electrical  Maintenance  &  Repairs  Company 
Kerranti   Electrical  Company  of  Canada 
Lancashiie   Dynamo  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  tred 
Toronto  &   Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
Harvey  Hubliell  Company 
McGill  Manufacturing  Company 

HANGERS  (Cable) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEAD  GATE  HOISTS 
Hamilton  Company,  Wm. 

HEATING  DEVICES 
Canadian  General  Electric  Company 
Canadian   Vickers,  Limited 
Canadian    Westingliouse  Company 
Hathewav  &  Knott,  Inc. 
National'  Electric    Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
no\-ing  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Cialmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 

Chicago  Mica  Company 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 
Weston    Electrical    Instrument  Company 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol   Chemical   Products  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electrical  Development    Machine  Company 
Hatheway  &  Knott,  Inc. 
Illinois    Electric    Porcelain  Company 
Moloney  Electric  Company  of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 
Philadelphia  Electric  Co.  Supply  Dept. 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

LAMP  BULBS  (Electrical) 
Jefferson  Glass  Company 

LAMP  GLOBES        _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 


LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hatlieway  &  Knott 

High  EtHciency   Lamp  Company 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio  Brass  Company 

Pnngle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Joyner,  Limited,  A.  H.  Winter 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 
Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 
National  Metal  Molding  Company 
Pringle,  R.   E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti   Electrical  Company  of  Canada 
Great  West   Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 
Rose  &  O'Hearn 

MICA 

Chicago  Mica  Company 
Kent  Bros. 

Mica  Company  of  Canada 

MOTORS 
Canadian   Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Canadian  Vickers 
Century   Electric  Company 
Electrical  Engfineering  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical  Company  of  Canada 
Fisher  Electric  Company 
Great   West  Electric  Company 
Lancashire  Dynamo  &  Motor  Company 
Lincoln   Electric  Company 
Myerson,  Joseph 
Northern  Electric  Company 
Petrie,   Limited,   H.  W. 
Pringle,  R.  E.  T. 
Rohbins  Si  Myers 

Railway  and  Power  Engineering  Corporation 
Sachsenmaiere  Company,  Geo. 
Thomson   Company,   Limited,  Fred 
Toronto  Sc  Hamilton  Electric  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self-Lubricating  Carbon  Co. 

NICKEL 

International   Nickel  Company 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 
OVERHEAD  MATERIAL 
Ohio   Brass  Company 

PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian   General  Electric   Company   _  _ 
Crouse-Hinds  Company  of  Canada,  Linuted. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground  Cable  Co.   of  Canada 

PHOTOMETRICAL  TESTING 
Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Marion  &  Marion 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 

Boving  Hydraulic  &  Engineering  Company 

Hamilton  Company,  Wm. 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Brown  Company 
Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 
Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern   Electric  Company 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Joyner,   Limited,  A.  H.  Winter 
Northern  Electric  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Standard  Underground  Cable  Company  of  Can 
ada,  Limited. 

POWER  PLANT  EQUIPMENT 
Boving  Hydraulic   &   Engineering  Company 

PROTECTIVE  DEVICES 
Philadelphia  Electric  Co.  Supply  Dept. 

PUMPS  AND  PUMPING  MACHINERY 
Boving  &  Company  of  Canada 
Canadian  AUis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REFLECTORS 
ITarvev  Hubbell  Company 
Pittsburgh  Reflector  &  Illuminatmg  Co. 

REGULATORS 
Sundh  Electric  Company 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 
REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 
Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 
Canadian    Westinghouse  Company 
Sundh   Electric  Company 

RODS 

International   Nickel  Company 
ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
National  Metal  Melding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SHADE  HOLDERS 
Harvey   Hubbell  Company 

SOCKETS 

Benjamin    Electric    Manufacturing  Companf 
Canadian    General    Electric    Company  _ 
Crouse-Hinds  Company  of  Canada,  Linuted. 
Duncan  Electrical  Company 
National   Meta'    V^olding  Company 
Northern  Electric  Company 
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OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office. 

THE  LINDSLEY  BROTHERS  CO. 

NELSON,  B.C. 

General  Sales  Office  — 72  W.  Adama  St.,  Chicano,  111. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 


NOTICE  I 

"Duncan"  Pull  Chain  Sockets 


NOW  READY 


Snap 
Gap 


Splendid 
Action 


No.  5000 


This  Socket  is  Second  To  None 
Your  Jobber,  or 

The  Duncan  Electrical 
Company^  Limited 

MONTREAL  -  CANADA 


r 


Facilities  for  Service 


We  offer  you  a  complete  line  of 
iiigh-grade  electric  wires,  cables,  and 
.iccessories,  and  unexcelled  facilities 
for  rendering  prompt  service  at  rea- 
sonable prices. 

I    Standard  Underground  Cable 
Co.  of  Canada,  Limited 

.'   Jim  Hamilton,  Ont. 

^-A^"^     .\r.ini,,;il  Toi-onto  -  Sealtl 


Y 


THE 


MARK 


A 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 


Solid  Knobs, 
Split  Knobs, 
Cleats,  Tubes, 
and  special 
Porcelain  of 
all  kinds. 


Strain  and 
Screw  Thread 
K^^'^"^  Insulators. 

Unsurpassed 
in  quality  and 
design. 


Illinois  Electric  Porcelain  Co. 

Macomb,  111.,  U.S.A. 

Canadian  Agents: 

R.  E.  T.  PRINGLE,  LTD. 


TORONTO,  ONT. 
MONTREAL,  QUE. 
VANCOUVER,  B.C. 
WINNIPEG,  MAN. 


308-309  Tyrrell  Bldg. 
401  New  Birks  Bldg. 

3402  Osier  Ave. 

Donalda  Block. 


Are  Your  Lamps  Imprisoned? 

THE  LCMON  INVENTION 


prevents  less  by 
theft  or  breakage. 


Get  our  list  describing"  the  Loxon  Lamp 
Guards,  and  giving  prices  and  particulars  of 
this  and  many  other  Electrical  Specialties. 


McGILL  MANUFACTURING  COMPANY 


VALPARAISO,  INDIANA. 
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SOLDERING  FLUXES 
A     .  1.  oinpaiiy,  L.  H. 
l-.is-cii  &  Webb,  Ltd. 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STANDARD  CELLS 
Weston   Electiical   Instrument  Company 

STORAGE  BATTERIES 
Canadian  General  Electric  Company 
Canadian    II  ait    Accumulator  Company 
Noitliein    Electric  Company 

STREET  LIGHTING  FIXTURES 
Itenjantin   Electric   Maiiufaciui iiig  Company 
Cairadian  General  Electric  Company 
t  iouse  llimls  Company  of  Caii;nla.  Liiriitcil. 
loyner.   Limited,  A.   H.  Winter 
S'oithern  Electric  Company 
I'l  ingle.  R.  E.  T. 

SWITCHES 
Renjainin  Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Cliambeilain  &  Ilookliam  Meter  Company 
Hevoe  Electric  Switcli  Company 
Electrical  llevclopmeiit  &  Macliine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  W.  Electric  Specialty  Company 
Matlieway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Xortliern  Electric  Company 
I'hiladclpliia  Electric  Co.  Supply  Dept. 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company 
Crouse-llinds  Company  of  Canada,  Limited. 
Devoe  Electric  Switcli  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E,  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 


SWITCH  PLATES 
lianlicld  &  Sons,  W.  II. 

TAPE 

I'ackard  Electric  Company 
Northern  Electric  Company 

TAPS 

Jordan  Bros.,  Inc. 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Canadian  Independent  Telephone  Company 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern   Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Nortliern  Electric  Company 
Pratt  &  Whitney  Company  of  Canada 
TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 
Adams- Bagnall  Electric  Company 
Canadian    Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
( 'uinhrrliiiMl    J-:it  clric    Mf.i;.  Company. 
Ferranti  Electrical  Company  of  Canada 
Kulilnian  Electric  Company 
Moloney  Electric  Company  of  Canada 
Northern  Electric  Company 
Packard  Electric  Company 
Railway  &  Power  Engineering  Corporation 
Rose   &  O'Hearn 

Thordarson  Electric   Manufacturing  Company 
Wagner   Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 
Canadian  Bridge  Company 

TROLLEY  GUARDS 
Oliio  Brass  Compai^y 

TUBING 
Northern  Aluminum  Company 


TURBINES 

Bovin^  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

llamilton   Coniiian}-,  W'm. 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,   Limited,   G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada.  Ltd. 

VACUUM  CLEANERS 

Houston  &  Compariy 

Onward  Manufacturing  Company 

Pringle,  R.   E.  T. 

VARNISHES 
Spielmann  Agencies,  Regd. 

VIOLET   RAY  APPARATUS 

Branston  &  Company.  Chas.  A. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
llamilton   Comiiany.  Wm. 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire  &  Cable  Company 
D.  &  W.  Fuse  Company 
International   Nickel  Corhpany 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard   Underground   Cable  Company  of  CaB 
ada,  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway       Knott,  Inc. 
Northern  Electric  Company 


CANADIAN  PORCELAIN  CO. 

LIMITED 

HAMILTON   -  CANADA 

Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 
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Do  You  Install  Unprotected 

Motors?    fuse  a  small 


Repulsion  Start  Induction 

SINGLE  PHASE  MOTOR 


(1/10  to  1/4  H.P.) 


so  as  to  protect  it  when 
carrying  full  load  —  and 
that  fuse  will  usually  be  of 
ample  capacity  to  enable 
it  to  successfully  start  full 
load. 

We  Build  Other  Sizes 
Up  to  40  H.P. 


Illustrating  a  16  H.P.  Motor 


CENTURY  ELECTRIC  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 

Stock  carried  in  Canada  by:  262 
Jones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co^  Ltd.,  Winnipeg 
Rudel  Belnap  Machinery  Co^  Ltd.,  Can.  Express  Bldg.,  Montreml 
Rankin  &  Cherrill,  55  Hastings  St.  W.,  Vancouver,  B.C. 


LIGHT  INTENSITY 

with  a  minimum  of  Power 

is  obtained  with  the 

Pittsburgh 

Show  Window 

Reflectors 


Tlicy  will  increase 
llu'  liMht  400  per  cent, 
td  ."lOD  per  cent.  This 
lias  lieen  estaMislicd  1)y 
scientilic  test. 

It  will  he  to  your 


llUlsl 

nr.i 
IP 


slinvvs  "Pittsbnrsjli" 
\ii     100    for    1W)  or 
\\  .,11     I  .:ini|).      1  )inifnsi(ms  : 
111 .   s  '  ,    iiK-lies  ;    wiiltli,  S-K 
-  ;     1  P)l(lrr,    '.j        ill.  I'orni 


advantage  to  learn  more 
about  the  efficiency  of  these  Reflector.s. .  Write 
to-day  for  illustrations  of  the  different  types  of 
reflectors  for  show  windows  and  indirect 
lighting. 

Pittsburgh  Reflector  and 
Illuminating  Co. 

PITTSBURGH,  PA. 

Canadian  Distributors 
JAMES  DEVONSHIRE,  Ltd. 
701  Yonge  Street, 


Toronto 


Moloney  Pole  Type  &  Station  Type  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  print  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  in  shipment 
and  handling 

Moloney  Transformers  are  manufactured  in  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Station  Type 


Made  in  Canada 


Pole  Type 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 
Bank  of  Hamilton  Bldg.^  Toronto 


Branch  Offices 

Montreal,  Halifax,  Winnipeg,  Vancouver 
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Westiughouse, 

Electric  Service  Transformers 


Westinghouse  Oil-Insulated,  Self-Cooling 
Electric  Furnace  Transformer 


All  Westinghouse  Electric 
Furnace  Transformers  are 
built  to  withstand  the  heavy 
overloads  and  other  unusual 
requirements,  demanded  in 
electric  furnace  service. 

Special  attention  has  been 
given  to  the  interlacing  of  the 
coils,  and  bracing  of  the  wind- 
ings. 

Oil  -  insulated  transformers 
are  supplied  in  either  self -cool- 
ed or  water-cooled  types,  in 
all  capacities  and  voltages, 
and  for  frequencies  of  25  to 
60  cycles;  single,  two  or  three 
phase. 


Leaflet  No.  3923  describes  West- 
inghouse Equipment  for  Electric 
Furnaces. 


Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 

Toronto       Montreal        Ottawa  Halifax      Ft.  William     Winnipeg         Edmonton  Calgary  Vancouver 

Traders  Bank      52  Victoria      Ahearn  &  Soper       105    Hollis     Cuthbertson        158  Portage  211  McLeod        Canada  Life      Bank  of  Ottawa 

Bldg.  Sq.  Ltd.  St.  Block  Ave.  E.  Bldg.  Bldg.  Bldg. 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  that  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
They  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  the  laminated  copper  conUct.     All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any  frequency  on  multiple  circuit  or  D.C.  Series  circuit. 

Write  for  complete  descriptive  particulars 

Electrical  Maintenance  &  Repairs 

Company,  Limited 
162  Adelaide  Street  West 
TORONTO 


Phone 
AdeUid* 

902-903 


r^shts 
Beach 
1723 1930 


TONES  &  GLASSCO 

V  (REG'D) 

ENGINEERS 
MONTREAL  AND  TORONTO 

Specialists  in 

POWER   TRANSMISSION  CHAINS 

CANADIAN  AGENTS  FOR 


"RENOLD" 

Patent  Silent  and  Bush  Roller  Chains 


"MORSE'' 

Rocker  Joint  Silent  Chains 


CHAIN  DRIVES  FROM  1/4  H.P.  TO  5000  H.P.  IN 
SUCCESSFUL  OPERATION 


Write  for  particulars  to 


Head  Office 


Branch  Office: 


ST.  NICHOLAS  BUILDING 

MONTREAL 


1204  TRADERS  BANK  BUILDING 

TORONTO 
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fVe  have  a  large  stock  of 

New  and  Used 


Motors  and  Generators 


Fred  Thomson  Co.,  Limited 

7-13  ST.  GENEVIEVE  STREET 

MONTREAL 

We  extend  a  cordial  invitation  to  the  electrical  fraternity 
to  call  upon  us  in  our  new  building— the  largest  and  best  equipped 
electrical  repair  establishment  in  Canada. 


G  &  W  POTHEADS  FOR  INSIDE  USE 

Are  made  in  all  Sizes,  Shapes  and  Voltages 

Five  styles  of  construction  in  twelve  shapes  give  an  almost  unlimited  range  of  selection.  Any 
size  of  cable  or  conduit  can  be  fitted.    Terminals  either  detachable  or  non-detachable. 


f 


Type  "Q" 
Porcelain 
Pothead 


^For  tho  Ends  of  Cables 


Supplement  "B''  illustrates  various  shapes  clearly.  Mailed 

upon  request, 

G  &  W  ELECTRIC  SPECIALTY  CO. 

7440-52  So.  Chicago  Ave.        CHICAGO,  U.  S.  A. 

A    H    Winter  Joyner.  Ltd.,  100  Wellington  St.  W..  Toronto. 
a'  h'  Winter  Joyner,  Ltd..  17  St.  John  Street.  Montreal. 
Bent2-Richardson   Co.,    Ltd.,   592   Notre   Dame   Ave..  Winnipeg. 
General  Supplies,  Limited,  Calgary  and  Edmonton. 


ol.  XXVII    No.  22 


Toronto,  November  15,  iyi» 
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.     Generation.  Transmission  and  Applicaton  or  niectricity 


It  "Looms"  Up  ! 

HorthQftt  Eke  trie 
DURADUCT 

—  of  course  ! 


 easiest  to  work  with 

because  it  is  the  only  con- 
duit with  a  "roller -J)ear- 
ing"  wireway  and  a 
single  interwoven  wall. 
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Every  Woman  Needs  Its  Help— Now 

— but  when  the  fall  buying  season  comes,  will  you  be  ready? 

Why  Not  Order  a  Good  Supply  of 

North (^rtr  El  metric 

Portable  Sewing  Machines 

NOW? 


Remember  the  greatest  need  for  sewing  by  electricity  is  now,  when  the  wo- 
men of  Canada  are  so  extensively  engaged  in  doing  their  own  as  well  as  a 
large  amount  of  patriotic  sewing  work  at  home. 

The  Northern  Electric  Sewing  Machine  eliminates  the  tiresome,  back-aching 
treadle  work  of  the  old  method,  and  enables  the  operator  to  do  twice  as 
much  sewing  without  effort. 

The  Northern  Electric  Sewing  Machines  are  of  the  highest  grade  in  design 
anid  workmanship,  and  carry  a  guarantee  of  complete  satisfaction  in  every 
way. 

Several  difTerent  types  are  obtainable  l^mma^ 

in  both  portable  and  stand  style  mach-   -  - 

ines.    'Vou  can  secure  either  vibrating 
shuttle  or  bobbin  type. 

Closed  view  of  our 
Portable  Type  Machines 

Write  our  Nearest  House  for  at- 
tractive proposition,  descriptive  liter- 
ature, etc. 


North (^rtt  Eke  trie  Company 


MONTRLAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


DVC'lulier   I"),   I 'lis 
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LITTLE  WORDS  WITH  BIG  MEANING 


Accord ingr  to  "Webster," 
Quality  is  "an  excellence 
of  character;  natural 
superiority." 


Webster's  definition  of 
"Service"  is;  "Tlie  per- 
formance of  labor  for  the 
benefit  of  another." 


We  use  these  words  advisedly— tully  understanding  their 
definitions— and  realizing  the  obligation  we  place  upon  our- 
selves by  their  continued  use  in  connection  with  our  products 
of  Iron  and  Steel,  and  our  attitude  to  the  people  we  serve. 

THE 

STEEL  COMPANY 

OF 

CANADA 

UNITED 


MONTREAL 


HAMILTON 


Pig  Iron, 

Steel  &  Iron  Bars, 
Horse  Shoes, 
Steel  and  Iron  Products. 


Steel  Billets, 
Track  Spikes  & 
Bolts,  ForgingSjWire 
of  every  description. 
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The  non-metallic,  flexible  conduit  you 
should  buy — for  economy's  sake  and  for 
your  wiremen's  sake.  FLEXTUBE 
samples  and  descriptive  Bulletin  No.  i  5  i 
sent  on  request. 


National  Melal  Molding  6 

^  Manufacturers  of  vix 

Electrical  Conduits  6r  Fittings 
1118  Fulton  Building, PITTSBURGH. PA. 

Atlanta  Dallas  Los  Angeles  Salt  Lake  City 

Boston  Denver  New  York  San  Francisco 

Buffalo  Detroit  Philadelphia  Seattle 

Chicago  Portland  St.  Louis 

P.uenos  Aires  Havana  Manila 


Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 

Head  Office,       -       -  -  TORONTO 

District   Sales  Offices: 

Montreal                                     Winnipeg  Edmonton 

Halifax                                        Calgary  Nelson 

Ottawa                                         London  Vancouver 

(I^Qbalt  South  Porcupine 


Double  Compounding 


Double  Value 
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The 


Positive  Lock 

as  incorporated  in  the 


Disconnecting  Switch 


THIS    phantom   view    will   show    you  why 
the  "FRANKLIN"   Switch   Lock  is  su- 
perior  in   locking   effectiveness,   in  con- 
venience of  operation,  and  in  durabiUty 
to  previous  devices  designed  for  the  same  pur- 
Ijose. 

The  switch-blade  is  held  closed  by  two  rug- 
ged brass  jaws  which  form  a  closed  bridge 
above  it.  The  jaws  cannot  be  forced  open 
by  electrical  expulsion  strains  because  they 
open  only  in  a  direction  OPPOSITE  to  that 
of  the  resultant  electrical  forces. 

The  jaw-castings  are  rugged  and  rigid.  There 
is  no  strain  whatever  upon  the  springs  except 
momentarily,  as  the  switch-blade  passes  m 
or  out. 

A  single  pull,  with  any  kind  of  hook,  opens 
the  switch.  It  causes  the  cams  fixed  to  the 
pull-ring  to  rotate  against  the  lugs  project- 
ing from  the  jaw  castings.  As  the  jaws  are 
thus  rotated  against  the  springs,  the  bridge 
above  the  blade  opens  and  permits  the  blade 
to  pass  out 

The  bevelled  tops  of  the  jaws  permit  tlie 
blade  to  pass  in  easily,  so  that  a  single  push 
of  a  hook  will  close  the  switch.  When  the 
blade  is  home,  the  springs  return  the  jaws 
with  a  vigorous,  unmistakable  snap. 

Let  us  send  you  Bulletin  No.  1250, 
which  describes  "FRANKLIN"  Dis- 
connecting Switches  with  "FRANK- 
LIN" Positive  Locks.  State  service 
and  voltage  when  you  write. 

SELLING  AGENTS 

THE  PHILADELPHI AELECTRIC 
COMPANY  SUPPLY  DEPT. 
132  South  Eleventh  Street 
Philadelphia 


'I-Ill'    1-  IJvC  TRICAT-  NF.WS 


Nrivemlicr  1  "i.  1  '.n  - 


Two  Smith  Turbine  Units 

Like    Accompanying  Illustration 

Xow  in  successful  operation  in  the  Wawaitii 
Plant  of  tlu"  Xoi  thcrn  Canada  Power  Co.,  Ltd 
Tininiins.  Out.    l^ach  develops  4,000  h.p.,  37 
re\.,  \22  ft.  head,  and  is  direct  connected 
\  ertical  Shaft  Generator,  thereby  insuring- 
PRIME  MOVERS  OF 

MAXIMUM  EFFICIENCY 


No  matter  what  your  ])(jwer  rc- 
quirenients  are,  if  it's  water 
power  \-on  will  do  well  to  sub- 
mit \-our  i)robleni  to  our  l".nL;i- 
ncers. 


Write  Dep't.  "  N  "  for  Bulletin. 


S.  Morgan  Smith  Co. 

YORK.  PA. 

H.  B.  VAN  EVERY,  Canadian  Representative 
405  Power  Bldg.,  MONTREAL 


Moloney  Pole  Type  &  Station  Type  Transformers 

are  all  supplied  with  brass  plates  fastened  on  the  inside  of  the  cover  of  each  transformer;  all  connec- 
tions marked  plainly.  They  do  not  get  covered  with  dirt  or  stained  with  oil  like  a  blue  prmt  does.  You 
always  have  them  before  you  when  changing  taps.  Heavy  bushings  eliminate  breakages  m  shipment 
and  handling 

Moloney  Transformers  are  manufactured  m  a  factory 
that  was  built  especially  for  that  purpose  only.  They 
are  designed  by  Engineers  and  built  by  men  who 
make  a  specialty  of  this  work. 


Station  Type 


Made  in  Canada 


Pole  Type 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  Bldg.,  TorOnto 


Branch  Offices 

Montreal,  Halifax,  Winnipeg,  Vancouver 
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Absorbs  the  Shock 


Our  special  C.  &  H.  Poly-Phase 
Meter  is  safe  because  it  is  fitted 
with  new  double  terminal  blocks 
that  absorb  the  shock  and  reduce 
the  danger  of  accident  resulting 
from  overloaded  wires  and  from 
surge  conditions  during  lightning 
storms. 


C&H  Poly-Phase 


The  Company's  guarantee  goes 
with  every  instrument.  The  new 
Poly-Phase  is  as  near  perfect  as  it 
is  possible  for  a  meter  to  be. 


This  meter  also  has  more  inside 
room  for  the  connections,  and  the 
three  or  four  lines  are  carried 
straight  through  the  meter  from  the 
left  to  right.  In  every  respect  this 
C.  &  H.  Poly-Phase  is  a  Safety 
Meter,  and  is  undoubtedly  the  one 
to  select  for  Installation  on  Long 
Distance  Transmission. 


The  Safety  Meter 


Get  Full  Information 
Write  the  Makers 


Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St,  TORONTO  61  Albert  Street,  WINNIPEG 

340  University  Street,  MONTREAL 


Each  size  of 

Repulsion   Start  Induction 

Single  Phase  Motors 

Illustrating  a  2  h.p.  motor 

is  rated  liberally  and  correctly  for  constant  speed,  con- 
tinuous service  in  accordance  with  up-to-date  engineer- 
ing practice. 

Thei/  Knep-a-Yunning 

CENTURY  ELECTRIC  COMPANY 

St.  Louis,  Mo.,  U.S.A.  280 

Stock  canicil  in  I  .iiiaila  by;  ,  .     „    ^,      ■,,    r=  tj 

■    ,  .   \\7    ^         .  ■  ■  r-      1.1  n,<1,nii    Macliv    Co.,    Ltd.,        Uankm  &  Cherrill,  55  Hasting 

'""^  wf^n?;;!^;^'^!.^,"-  Montreal/  St.  W.,  Vancouver.  li.C. 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  Stumping  aiul   I'ool  \\  ork?  ii> 

Allen  C  ompany.  L.  H   i' 

Allen    Inspection   Company    ")0 

American  Conduit  Ccnnpany   

Bantk'Kl,  W.  H   -i^'' 

Beanbien,  De  Gaspe  

lienjamin  Electric  Mfg.  Co  

nissctt  &  Webb   -i' 

Hranston  Company.  Charles  .^.  ... 
Boston  Insulated  \\  ire  and  Cable  C  o.  :i8 
Hoving  Hydraulic  &  Kngineering  Co.  41! 

Bradstreets   50 

Brandeis,  Charles   50 

British  Aluminium  Company  

Bussnian  I-"leclric  Co   1 

Calebaugh    Self    Luliricating  Carbon 

Company   1*^ 

Canada  Wire  and  Cable  Company..  47 

Canadian  Bridge  Company    49 

Canadian  Crocker  Wheeler  Co  

Canadian  Hart  Accumulator  Co.  ...  51 
Canadian  Krantz  Electric  &  Mfg.  Co. 
Canadian  Office  and  School  p-urni- 

ture  Company  

Canadian  Porcelain  Company   41 

Canadian  Westinghouse  Company  . . 

Century  Electric  Company    7 

Chamberlain  &  Hookham  Meter  Co., 

Limited   7 

Clemens  Electrical  Corporation  .... 

Cleveland  Armature 'Works   49 

Conduits  Company,  Limited   9 

Crouse-Hinds  Company  

Cutter  Company  

Cutter  Company,  Geo   16 

Daum,  -A.  F   10 

Dennison,  H.  J.  S   50 

Devoe  Electric  Switch  Company    . .  48 

Dossert  &  Company   41 

Duncan  Electrical  Company   40 

Duquesne  Electric  &  Mfg.  Co  

Economy  Fuse  and  Mfg.  Co   47 

Elec.  Maintenance  and  Repair  Co.  . .  51 
Electric  Railway  Improvement  Co..  10 


I'.lcctric  Service  Supplies  Company. 

Electrical  Testing  Lalioratories    50 

Ewart  &  Jacob   50 

Fcrranti  Electric  Company   12 

Fisher  Electric  Company  

Flexible  Conduit  Company    11 

G.  &  W.  Electric  Specialty  Co  

Gest,  G.  M.  Limited  

Great  West  Electric  Company   41 

Hamilton  Company,  Wm   13 

Hatheway  &  Knott   15 

Hessco  Company  

Hubbell,  Harvey  Co.  of  Canada  . .  . 

Hughes  Electric  Heating  Co   18 

] 

Illinois  Electric  Porcelain  Co  

Jefiferson  Glass  Company   14 

Jones  &  Glassco  

Kelsch,  R.  S   50 

Kent  Brothers   13 

Kerry  &  Chace,  Limited   50 

Lancashire  Dynamo  and  Motor  Co.  46 

Leeds-Northrup  Company   8 

Lightfoot,  Stanley   50 

Lincoln  Electric  Company  of  Canada  48 

Lindsley  Brothers  Company   49 

Lowry,  E.  A  

Lyman  Tube  and  Supply  Company. 

MacGovern  &  Co   39 

Malm.  Gordon  &  Company    50 

Marion  &  Marion   50 

Masco  Company   40 

McGill  Manufacturing  Company  ...  49 

Mica  Company  of  Canada,  Ltd  

Mitchell,  Charles  H.  &  Percival  H.  50 

Moloney  Electric  Co.  of  Canada  ...  6 

Monarch  Electric  Company    10 

National  Electric  Heating  Company  52 
National  Metal  Molding  Company  . .  4 
Nerlich  Company  


Northern  Aluminum  Company 
Northern  Electric  Company  .. 


Ohio  Brass  Company  

Onward  Manufacturing  Company 
Orpen  Conduit  Company  


Packard  Electric  Company^   

Petrie,  H.  W  

Philadelphia  Electric  Company  Sup- 
ply Dept  

Phillips  ElectriG  Works,  Eugene  F. 

Pittsburgh  Reflector  &  Illuminating  'k 
Company   a 

Power  Plant  Equipment  Company  . . 

Pratt  &  Whitney  

Pringle,  R.  E.  T   52 

Railway    and    Power  Engineering 

Corporation  

Redmonal  Chemical  Products  Co.  . . 

Renfrew  Electric  Company   

Ridout  &  Maybee  

Robertson  Ltd.,  J.  M  

Robbins  &  Myers  Company  

Sammett,  M.  A  

Sangamo  Electric  Manufacturing  Cl 

Smith  Companj'-,  S.  Morgan   

Spaulding  &  Sons  Company,  J  

Spielman  Agencies,  Regd  

Square  D  Companj^  

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   

Steel  Company  of  Canada  

Superior  Electric  Company   

Tallman  Brass  and  Metal  Co  

Thompson,  Clarence  

Thompson,  Fred  &  Co  

Thompson-Levering  Company   

Thordarson  Manufacturing  Company 
Toronto  and  Hamilton  Electric  Co. 
Tubular  Woven  Fabric  Company  . .  1 


30 
50 


I 


50 


38 


Walger  Connector  Co   ^ 

Wagner  Electric  Manufacturing  Co. 
Ward  Leonard  Electric  Company  . .  ^ 
White  Electrical  Company,  T.  C.  , .  .  ! 


THE   "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measurement  of  Resistance. 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  Js  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent., 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  sncli  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.25  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Steoton  Ave. 


Electrical  Measuring  Instrument* 


PHILADELPHIA,  PA, 
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A  "GALVADUGT'  Building 


"GALVADUCT 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


*'LORICATED 


A  high-class  interior  construc- 
tion c'onduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 
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CONDUITS  COMPANY,  Limited 

TORONTO 
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Are  You  Prepared 

For  the 

Fall  Drive 

If  not   place  your  orders  early  for 

MONARCH  SHRAPNEL 

If  your  local  jobber  does  not  handle  our  lines 
write  direct 


"Pittsburgh  Reflectors 

Increase  Light 

500% 


BY  TEST 


Ilhisti  ation  shows  "  Pittsl.urgli '' 
IMlLCtur  Xo.  o'l  for  11:0  or  I'l  i 
Watt  l.aiiiii.  Dimensions:  Heigln. 
D'.j  inches.  Width  10  inches.  HoM- 
er  254  in.     Form  "O". 


They  are  scientific- 
ally formed  to  obtain 
the  maximum  of  light 
on  the  window  trim. 
"Pittsburgh"  Reflec- 
tors have  attained  ex- 
tensive sales  for  window  lighting,  because  of  their 
saving  of  current  and  their  dependabiHty  to  in- 
crease lighting  efficiency. 

Pittsburgh  Reflector  and 
Illuminating  Co. 

PITTSBURGH,  PA. 

Canadian  Distributors 

JAMES  DEVONSHIRE,  LTD. 


701  Yonge  Street, 


Toronto 


J 


-J^S)—  Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER* 

Always  were  the  simplest  fuses  in  construction  on  the  market. 
The  new  Type  "  B."  Form  4,  has  been  reduced  to  the  fewest  p-rts — 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  Caps 
are  removSd  by  a  twist  of  the  wrist  and  as  easily  tightened,  holdiua 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,      Pittsburgh,  Pa. 


Kraft  Cord  "Braiduct" 

Made  in  Canada  under  Canadian  Patent  No.  147,057 

This  cut  is  reproduced  from  an  actual  photograph,  and  illustrates  the 
behavior  of  the  material  in  this  rigid  test— perfect  flexibility.  We  cut  the 
ends  to  show  plainly  the  superior  construction — note  the  high  grade  Canvas 
Duck  Lining-  and  the  KRAFT  CORD  winding.  This  KRAFT  CORD  is  made 
to  our  own  specifications  and  is  fire-proofed,  which  is  entirely  new. 

KRAFT  CORD  "  BRAIDUCT  "  is  in  a  class  by  itself— superior  to  any 
imported  conduit— is  absolutely  the  last  word  in  flexible  non-metallic  con- 
duit construction. 

We  are  now  making  our  own  insulating  compounds,  consequently  every 
lot  will  be  uniform  in  flexibility,  and  every  foot  is  fished  at  the  factory. 

KRAFT  CORD  "  BRAIDUCT  "  is  easy  to  instal— easy  to  cut— easy  to 
secure,  as  it  is  made  in  our  own  country,  and  easy  to  buy,  as  our  price  is  right. 

KRAFT  CORD  "  BRAIDUCT  "  is  packed  in  heavy  fibre  boxes,  each 
box  containing  four  coils  (1,000  ft.),  insuring  product  against  damage  m 
transit. 

-  KRAFT  CORD  "  BRAIDUCT  "  is  regularly  inspected  and  labelled  by 
the  Underwriters'  Laboratory  under  the  direction  of  the  National  Board  of 
Fire  Underwriters  and  every  coil  carries  their  label. 

We  will  be  glad  to  send  you  a  sample. 

The  Flexible  Conduit  Co. 

Limited 

Guelph       *^  Canada 
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Redmanol 

^^^^^^         '■  riu'  iiiiitoiial  of  a  tlioiisaiul  uses 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance— Dielectric  Strength— Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


MICA 


KENT  BROTHERS 

Kingston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb   Trimmed,    Cut   to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 


1 


Hydraulic 
Turbines 


Send  for  our  Bulletin  No.  54 

Wm.  Hamilton  Co.,  Limited 

Peterboro,  Ontario 

Agents : 

Geo.  H.  Jameson,  Vancouver  J  L.  Neilson,  Winnipeg,  Man. 


PERRANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY— 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  IMeters,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


7S 


>X< 
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90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 


Perkanti 
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0-B  Type  N  Lock  Hanger 


0-B  LOCK  HANGERS 
FOR  TRUE  LINE  ECONOMY 

O-B  Lock  hangers  do  everything  the  regular  hanger  does 
and  then  go  farther.    They  make  every  ear  seat  solidly. 

The  illustration  shows  their  construction.  The  ear  is 
turned  up  until  it  touches  the  metal  bearing  surface  at  the 
bottom  of  the  hanger.  Then  it  is  tightened  still  further 
until  it  aligns  with  wire,  pulling  the  stud  down  in  opposition 
to  the  spring  washer. 

Since  there  is  a  tight  joint  between  ear  and  hanger  there 
is  no  see-saw  action  to  destroy  the  thread. 

For  the  same  reason  no  moisture  gets  in  to  start  corro- 
sion. When  the  ear  is  worn  it  may  be  removed  easily,  with- 
out scrapping,  too. 

There  are  various  types  of  0-B  hangers  listed  in  Catalog  No. 
16  and  Supplement  No.  1.    Either  or  both  books  sent  free  on  request. 

THE  OHIO  BRASS  COMPANY,  Mansfield,  Ohio 


I'i'i'i' 
I  >  I  > 


ii'r'i'i'i 
'I'I'I'I' 
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"Dominionlite" 

The  Solution  of  the   Lighting  Problem 


"LUMO" 

Glass  Throughout 


No.  1 

White  Upper  Reflector  ^ 
Crystal  Enclosing  Shade. 

Lower  White  Bowl  


No.  2 


Three  Holes  tor  Ventilation 


Hole  in  Bottom 


No.  3 


The  most  popular  nitrogen  unit  on  the  market.  It  is  made  so 
that  the  lamp  may  be  raised  or  lowered  to  adjust  the  direction  of 
the  light  rays  as  desired.  May  be  easily  lifted  apart  for  cleaning. 
For  general  and  commercial  use  this  fixture  is  unsurpassed. 


Made  in  Canada  by 


Jefferson  Class  Co.,  Limited 


Factory  and  Head  Office :  388  Carlaw  Ave.,  TORONTO 
Down  Town  Show  Rooms:  164  Bay  Street  lV/lXV/i^*v-r 


MONTREAL 

285  Beaver  Hall  Hill 


WINNIPEG 
Scott  Block 


VANCOUVER 
325  Howe  Street 
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MARCHAND  CLAMPS  FOR  STRANDED 
WIRES  AND  CABLES 


Marchand  Clamps  are  the  safest  and  most  effici- 
ent Wire  Clamps  on  the  market. 
Marchand  Clamps  are  easily  and  quickly  installed 
and  save  labor  and  material. 

Marchand  Clamps  securely  grip  each  wire  of  strand, 
eliminating  strains  which  tend  to  weaken  the  strand. 

Marchand  Clamps  cannot  wear  out  or  break  and 
have  been  thoroughly   tested   and   will   not  rust. 


WRITE  FOR  COMPLETE  CATALOG  No.  33 
STEEL  CITY  ELECTRIC  COMPANY 


'The  Quality  Line" 

PITTSBURGH.       -        -        PENN.,  U.S.A. 


"KILLARK"  ENCLOSED  FUSES 
600  VOLT 

NATIONAL   ELECTRICAL   CODE  STANDARD 
TO  400  AMPERES,  INCLUSIVE 


APPROVED. 

Our  600  Volt  Line  of  Fuses  are 
acurately  made,  properly  car- 
toned and  Boxed. 


We  Make  Good  Deliveries. 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 


Canadian  Sales  Agents 


\^aiiauiaii  A-t,*  

HATHEWAY  &  KNOTT,  Inc. 

Electrical  Merchandise  120  Liberty  Street,  NEW  YORK 

New  York  Headquarters  for  the  Canadian  Electrical  Trade 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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The  ERICO  Arc  Welding  Rheostat 

is  small,  strong,  rigid  and  portable.  Most  welding 
rheostats  are  bulky  and  cumbersome,  but  the  Erico 
answers  the  demand  for  one  that  can  be  taken,  any- 
where along  the  track  or  in  the  shop  by  two  men. 

The  current  can  be  regulated  to  any  value  between 
60  and  195  amperes  by  switches,  and  it  will  operate  on 
any  voltage  between  350  and  750. 

\n  ideal  rheostat  for  arc  welding,  and  when  used 
in  connection  with  the  ERICO  PORTABLE  WELD- 
ER, makes  a  fast,  economical  rail  bonding  outfit,  in- 
stalling the  very  best  bond  on  the  market. 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 

CLEVELAND,  OHIO 


If  a  Brush 
Absolutely  Refuses 
To  Spark! 

is  that  not  a  very  good  reason  for  fitting  it  on 
your  motor  generators  and  commutators? 

wear  longer  because  they  are  frictionless  and  self- 
lubricating.  The  remarkable  economy  of  these 
brushes  will  appeal  to  you.  They  have  often  out- 
lasted the  ordinary  brushes  8  to  12  times  over. 

Write  for  our  latest  bulletin. 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


I-T-E  CIRCUIT  BREAKERS 


] 

•■1 

\ 

TYPE  W 

Non  closable  on  overload.     Direct  acting,  time  limit  and 
"No  Voltage." 


For  motor  protection,  especially  A.C., 
440  volts  or  less,  the 

I-T-E  CIRCUIT 
BREAKER 

has  advantages  not  possessed  by  any 
other  piece  of  apparatus.  This  is  why 
one  concern  recently  ordered  over  two 
hundred  of  them. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory :   Philadelphia,  Pa. 

New  York,  50  Church  St.  Chicago,  Monadnock  Block, 

netroit,  Mich.,  Ford  Bldg.  Pittsburgh,  Park  Building. 

Indianapolis,  Ind.,  Telephone  Bldg.    Minneapolis,  Metropolitan  Life  Bldg. 

ECCLES  &  SMITH  COMP.\NY 
Los  Angeles  San  Francisco  Portland,  Ore, 


Service  Which  Wins  The  Electricians 
Support  for  the  Motor  Distributor 


Where  R  &  M  Motors  are  in  service  the 
plant  electrician  is  usually  an  active  booster 
for  the  distributor  who  supplied  the  motors. 
Their  unfailing  reliability  conserves  his 
time  and  gives  him  opportunity  for  con- 
structive planning — the  kind  which  shows 
results  that  are  reflected  in  his  pav  check. 

An  occasional  cleaning  and  oiling  of  the 
motors  and  he  is  free  for  other  work. 

While  the  plant  electrician  is  not  often 
the  man  who  signs  the  order  when  motors 


are  purchased,  he  is  the  man  who  knows 
best  how  the  motors  in  the  plant  are  per- 
forming. Consequently  his  opinions  have  a 
lot  of  weight  with  the  man  who  does  sign 
the  order. 

You'll  find  it  pays  well  to  cultivate  the 
electrician's  good  will  toward  your  motor 
business.  And  you'll  find  R  &  M  Motor 
reliability  a  most  effective  means  of  win- 
ning his  support. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,  Philadelphia,  Boston,  Buffalo,  Cleveland,  Cincinnati,  Chicago,  St.  Louis,  San  Francisco. 


CANADIAN  DISTRIBUTORS 


The  Century  Electric  Co 
Montreal 


Costello  &  Crowe  Dawson  &  Co.,  Ltd.  La  Cie  Codere  &  Fils,  Inc 

Ottawa  Montreal  Sherbrooke 

Eastern  Electric  Co.       John  Starr.  Son  &  Co.,  Ltd.  Great  West  Electric  Co. 
St.  John                              Halifax  Winnipeg 


Mechanics  Supply  Co.,  Ltd. 
Quebec 

Rogers  Electric  Co.,  Ltd. 
Toronto 


tlobbins  &  M^ers  Motors 
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Adds  to  the  charm  and  comfort  of  any  living  room 

Reduce  Your  Coal  Bill 

Solve  the  cold  weather  problem 
of  properly  heating  each  room 


Furnished 
with  or  without 
3  heat  switch 


Electric  Air  Heaters 


MADE  m  SEC  SIZES 

Catalogue  tTo. 

Size  —Inches 

Wt.  Lb«. 

AH  103 

1000 

9  1 15  I  17</J 

12V> 

AH  153 

1500 

9  1 15  1,20  Vi 
9x15  I  23  Vi 

13tft 

AH  203 

2000 

14Vi 

AH  253 

2500 

9  1 19'A  I  23 

23Vi 

AH  303 

3000 

9  X  19Vj  I  23 

23V> 

AH  403 

4000 

9  I  22V4  X  23 

25 

For  individual  room  heating 


Your  great  economy  problem  this  Fall  and  Winter 
will  be  the  low  cost  of  heating  your  home.  Whether  your  present 
heating  system  is  the  old-fashioned  coal  heater  or  the_  modern  hot 
water  system  it  can  be  regulated  to  conserve  fuel.  But  in  doing  this, 
all  the  rooms  are  not  being  properly  heated. 

The  Hughes  Electric  Air  Heater  is  an  auxiliary  heater 
which  acts  as  a  fill-in  and  makes  this  fuel  conservation  possible.  The 
heat  is  instantly  regulated  to  the  requirement  which  makes  it  ideal 
for  individual  room  heating.  Portable,  and  can  be  moved  from  room 
to  room — quickly  warming  it  to  a  comfortable  temperature. 

It's  a  wonderful  convenience  these  cold  mornings, 
giving  heat  when  you  want  it  and  where  you  want  it.  Especially  in 
the  Spring  and  Fall  or  on  an  extremely  cold  day  when  there  is  just  a 
little  more  heat  needed  to  make  it  comfortable.  At  the  turn  of  a 
switch  you  have  the  necessary  heat  without  the  noxious  fumes  that 
wither  plants,  or  the  fire  hazard,  ashes  and  smoke  with  the  worry  of 
keeping  things  clean.  When  not  in  use  can  be  stored  in  a  small  space. 
Built  with  steel  body, cast  iron  base — will  last  for  years.  Finished  in 
black  enamel  and  nickel  trimming. 


Phone  your  electrical  dealer  or  contractor 
regarding  the  necessary  wiring 


HUGHES  ELECTRIC  HEATING  CO. 

364  Richmond  St.  West,  TORONTO,  ONT. 
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Immediate  Need  For  Money 

To  Keep  Street  Railways  Running 

The  full  text  of  the  report  to  the  Minister  of  Labor  by 
t  hief  Justice  Mathers,  Isaac  Pitblado,  K.C.,  and  R.  C.  Ward, 
|on  the  conditions  obtaining  in  Winnipeg  between  the  Win- 
Iniiieg  Electric  Railway  Company  and  its  employees,  has 
iust  been  made  public.  The  condition  in  Winnipeg  has  been 
a-^ravated  in  the  past  by  the  competition  of  jitneys,  but 
iliis  was  recently  eliminated.  However,  no  dividends  have 
liceii  paid  by  the  company  since  1915,  and  when  a  recent 
.1.  inand  was  made  by  the  men  for  increased  wages,  the  com- 
p  itiy  was  met  with  the  alternative  of  practical  bankruptcy  or 
ihr  necessity  of  increasing  the  revenue  through  an  increased 
rare.  The  report  referred  to  al)ove  stated  that  to  accede 
1  i  the  demands  of  the  employees  would  be  putting  the  com- 
ii.my  into  immediate  insolvency  and  the  recoinmendation  of 
the  committee  includes  both  that  the  wages  of  the  men  shall 
l,c  increased  and  also  that  the  fares,  as  already  noted  in  pre- 
vious issues  of  the  Electrical  News,  shall  be  brought  into 
conformity  with  the  greatly  increased  costs  of  maintenance 
ami  operation  of  the  system.  The  new  wage  award  whicli 
was  put  into  effect  on  October  1,  is  as  follows:  for  the  first 
six.  months,  39  cents  per  hour;  for  the  second  six  months,  41 
cents  per  hour;  for  the  second  year,  44  cents  per  liour;  for 
tlie  third  and  succeeding  years,  47  cents  per  hour.  'i  lie 
rommittee  took  the  stand  that  the  request  of  the  company 
for  increase  in  fares  was  not  a  matter  of  the  history  of  the 
reUttions   between    the   local   street    railway   and    the  minii- 


cipality,  nor  did  it  rest  upon  any  right  to  a  dividend  upon 
capital  invested  in  the  enterprise.  The  increase  must  be 
given,  however,  because  of  immediate  pressure  for  money 
necessary  to  keep  the  street  railway  running  so  that  they  may 
meet  the  local  and  national  demands  for  their  service.  In 
justice  the  public  should  pay  an  adequate  war  compensation 
for  a  service  that  cannot  be  rendered  except  at  war  prices. 

These  are  conditions  which  obtain  practically  all  over 
the  continent.  They  have  been  recognized  as  just  and  right 
in  a  number  of  cities.  In  other  cases,  however,  there  is  still 
no  evidence  that  the  companies  operating  railway  systems 
are  to  be  shown  any  measure  of  justice.  Whatever  may  be 
said  of  Germany,  it  apparently  cannot  he  said  of  all  Can- 
adian municipalities  that  they  have  "won  that  victory  over 
themselves  which  teaches  that  might  is  not  right." 


Timely  Organization  of 
Toronto's  Illuminating  Engineers 

Shortly  before  tlie  outbreak  of  war,  there  was  a  move- 
ment among  engineers  specially  interested  in  illuminating- 
matters,  to  form  an  association  for  the  study  and  discussion 
of  problems  connected  with  better  lighting  of  our  homes, 
offices  and  factories,  but,  unfortunately,  some  of  tlie  moving- 
spirits  were  called  to  active  service  and  the  matter  was 
temporarily  held  in  abeyance.  With  evidence  of  the 
struggle  drawing  to  a  close,  however,  interest  has  been  again 
revived  and  a  few  weeks  ago,  a  number  of  Toronto  members 
of  the  Illuminaf'ng  Engineering-  Society  of  the  United  States, 
met  to  discusG  the  advisability  of  further  organization.  A 
meeting  was  held  in  Mr.  W.  P.  Dobson's  office,  Strachan 
Avenue  Terminal  Station,  and  it  was  decided  that  an  en- 
deavor would  be  made  to  hold  meetings  monthly,  or  even 
more  frequently,  for  the  reading  and  discussion  of  scientific 
and  practical  papers. 

The  first  meeting  of  this  nature  was  held  on  Tuesday 
evening,  November  5,  with  Mr.  H.  D.  Burnett  in  the  chair, 
and  was  well  attended.  A  semi-technical  paper  was  read  by 
Mr.  Geo.  G.  Cousins,  a  metnber  of  the  research  laboratory 
of  the  Hydro-electric  Power  Commission  of  Ontario,  on  the 
subject  of  "Photometry."  Mr.  Cousins'  paper  consisted  of  an 
historical  review  of  the  development  of  photometry,  a  des- 
cription of  the  various  photometers  in  use  in  the  Hydro  lab- 
oratories and  lome  interesting  figures  regarding  results  ob- 
tained in  tests  on  lan-ips  and  reflectors  of  various  kinds. 
Extracts  of  the  paper  are  printed  elsewhere  in  this  issue. 

It  would  seem  that  Toronto  illuminating-  engineers  have 
chosen  an  opportune  mon-ient  to  initiate  concerted  action 
along  the  lines  of  a  greater  knowledge  of  the  subject  of  cor- 
rect lighting.  It  is  to  be  expected,  now  that  the  feverish 
haste  associated  with  the  production  of  war  mateiials  is  a 
thing  of  the  past,  that  we,  as  a  nation,  will  have  more  time 
to  consider  the  essentials  of  quality  production.  The  con- 
test of  the  next  few  years  among  the  nations  of  the  world 
will  be  won  by  the  nation  that  can  produce  goods  of  the 
highest  cpiality.  ft  follows  that  workers,  in  general,  must 
operate  under  conditions  of  the  most  favorable  possible 
nature — and  nothing  adds  more  to  the  efficiency  of  a  work- 
man than  proper  lighting.  This  is  cciually  true  whether  we 
consider  the  lighting  of  the  factory  or  office  in  which  he 
works,  or  of  the  home  in  which  he  passes  his  hours  of  re- 
creation. Canada,  situated  as  she  is,  in  the  more  nortlierly 
latitude  of  the  hemisphere,  spends  more  luuirs  tlian  most 
countries  surrounded  by  artificial  illumination.  This  in  itself 
constitutes  an  all-sufficient  reason  why  the  greatest  possible 
care  should  be  taken  in  owv  lighting  installations,  in  i)ro- 
portion  as  our  lighting  is  inadecpiate  and  iniproperiy  in- 
stalled, the  products  of  our  hands  and  minds  will  fall  short 
()'.  the  standard  required  to  compete  in  the  markets  of  the 
world. 
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Another  New  Industry  for  B.C. 

riic  pUiiU  now  hoiiit;  crcclcil  on  the  Xoilh  Arm  ol  I'-ur- 
ranl  Inlet  by  the  American  Nitrogen  I'rcHlucts  Company, 
will  be  the  tirst  electro-chemical  factory  in  W  estern  e  an- 
ada.  It  marks  one  more  forward  step  in  llie  industrial 
advance  of  British  Colnmbia,  Other  similar  concerns  should 
follow  when  it  becomes  generally  known  that  the  province 
offers  exceptional  facilities  for  the  prohtable  pursuit  of  this 
branch  of  the  chemical  industry,  because  of  its  abundant 
water-power  still  unharnessed  and  its  vast  stores  of  the 
necessary  materials. 

Little  is  at  present  lieing  made  public  as  to  the  intended 
scope  of  the  company's  activities.  However,  they  will,  dur- 
ing the  balance  of  the  war,  engage  in  the  production  of 
nitric  acid  for  use  in  the  manufacture  of  munitions,  and  when 
peace  comes,  in  the  production  of  fertilizer.  The  company 
is  an  American  concern,  with  a  capital  of  $3,000,000,  The 
head  oftice  is  in  Seattle,  An  experimental  plant  was  estab- 
lished some  time  ago  in  the  State  of  Washington,  and  the 
success  of  that  undertaking  led  to  the  expansion  to  British 
Columbia. 

In  the  electro-chemical  industry  an  abundant  supply  of 
pure  limestone  and  coke  in  the  vicinity  of  operation,  and 
cheap  electricity,  are  essential.  The  process  is  a  simple  one. 
Calcium  carbide  is  first  produced  in  an  electric  furnace  from 
the  limestone  and  coke.  The  calcium  carbide  is  then  raised 
to  a  red  heat  and  nitrogen  from  the  air  passed  over  it.  The 
nitrogen  and  carbide  comlMue  in  the  compound  cyanamid.  In 
its  turn,  this  compound  can  be  readily  transformed  into  am- 
monia. 

There  are,  of  course,  a  number  of  slightly  differing 
methods  of  electro  chemical  manufacture.  The  Badische 
Chemical  Company  of  Germany  use  what  is  known  as  the 
Haber  process  in  their  plant,  producing  something  like  500,- 
000  tons  of  nitrogen  products  annually  for  the  military  uses 
of  the  enemy,  Norwegian  concerns  favor  the  Arc  process, 
by  which  a  direct  combination  of  the  oxygen  and  nitrogen 
of  the  air  is  effected  through  the  employment  of  the  great 
heat  of  an  electric  arc.  This  process,  to  be  economically 
feasible,  calls  for  abundant  and  cheap  electric  power.  At 
Niagara  Falls,  Out.,  what  is  called  the  cyanamid  process  is 
employed,  in  which  cheap  power  is  also  essential. 

The  American  Nitrogen  Products  Company  have  adopted 
the  .Arc  process.  Their  plant  is  being  constructed  close  to 
the  Lake  Buntzen  power  plant  of  the  British  Columbia 
Electric  Railway  Company,  with  whom  it  is  understood  they 
have  arranged  for  3, .500  kilowatts  at  a  low  rate,  made  pos- 
sible by  the  delivery  of  the  power  at  times  when  the  British 
Columbia  Electric  Railway  Company  do  not  require  it  for 
other  purposes,  and  because  of  the  proximity  which  obviates 
the  installation  of  extensive  transmission  lines  and  their 
subsequent  upkeep. 


New  Power  Scheme  for  Montreal  Island 

A  second  scheme  for  developing  power  on  the  Rivere 
des  Praries,  Island  of  Montreal,  is  projected,  Messrs.  J.  R. 
Walker  &  Co..  makers  of  sheathing  felt,  leather  board,  and 
friction  board,  having  applied  to  the  Quebec  Government  to 
construct  a  dam  from  the  shore  to  Visitation  Island,  and 
a  second  dam  from  Visitation  Island  to  Cedar  Island.  The 
power  house  is  to  be  located  on  the  Vincent  de  Paul  side  of 
the  river.  The  company  have  a  mill  known  as  the  Sault 
au  Recollect  Paper  Mill.  The  scheme  is  understood  to  be 
in  opposition  to  that  of  the  Sault  au  T^ecollect  Land  & 
Power  Company,  referred  to  in  our  last  issue,  and  which  is 
backed  by  Senator  M.  J.  O'Brien.  The  dam  of  the  last  named 
company  would  be  higher  up  the  river,  but  would  skirt  Visi- 
tation Island. 


The  Application  of  Synchronous 
Converters 

 By  Mr.  H.  B,  Dwight  

When  direct  current  is  required  in  moderately  large 
quantities,  it  may  be  obtained  from  the  usual  alternating- 
current  power  systems  either  by  means  of  synchronous  con- 
verters or  by  means  of  motor-generator  sets.  Of  recent 
years,  synchronous  converters  have  been  much  improved, 
and  have  been  gaining  rapidly  on  the  alternative  apparatus, 
the  motor-generator  sets.  Very  large  installations  of  con- 
verters have  been  made.  For  instance,  the  aluminum  indus- 
try and  the  zinc  industry  have  many  thousands  of  kilowatts 
of  converters  in  single  installations.  Many  companies,  in- 
cluding several  very  large  steel  mills,  have  recently  adopted 
converters  as  their  standard  for  the  supply  of  direct  current, 
instead  of  motor-generator  sets,  their  previous  standard.  In 
railway  work,  converters  are  used  in  large  numbers.  In  view 
of  these  facts,  it  is  of  interest  to  review  the  economies  and 
advantages  offered  by  synchronous  converters. 

The  most  outstanding  economy  effected  by  synchronous 
converters  is  the  large  reduction  in  first  cost.  It  may  be 
stated  that,  except  for  the  smallest  sizes,  a  motor-generator 
set  will  cost  from  25  to  50  per  cent,  more  than  a  converter 
of  the  same  rating.  This  statement  will  apply  even  when 
the  motor-generator  can  be  installed  without  providing  ad- 
ditional transformers.  Transformers  are  always  required  with 
a  converter. 

An  economy  as  important  as  the  preceding  is  the  higher 
efficiency  of  a  converter  and  its  transformers  compared  with 
the  efficiency  of  a  motor-generator  set,  even  without  trans- 
formers. For  instance,  the  efficiency  of  a  500  kw,  converter 
and  transformers  of  usual  characteristics  is  about  93  per 
cent,  at  full  load,  while  that  of  a  motor-generator  set  of  the 
same  rating  is  about  87  per  cent.  The  difference  is  expressed 
more  clearly  by  stating  that  the  losses  of  the  converter  are 
7  per  cent.,  while  those  of  the  set  are  13  per  cent.,  or  al- 
most double.  The  cost  of  the  extra  power  losses  amounts 
to  a  large  sura  in  a  year,  and  may  amount  to  5  per  cent,  each 
year  on  the  first  cost  of  the  converter. 

One  advantage  of  converters  is  that  they  are  inherently 
able  to  commutate  successfully  very  large  overloads.  This 
is  especially  useful  in  railway  work,  and  some  railway  con- 
verters are  guaranteed  to  carry  momentary  overloads  of 
200  per  cent.,  that  is,  they  can  carry  peaks  of  load  amounting 
to  three  times  their  full  load  rating. 

Synchronous  converters  can  supply  three-wire  d.c.  cir- 
cuits at  practically  no  extra  expense,  since  the  neutral  can 
be  brought  out  from  the  transformers,  without  the  expense 
of  collector  rings  and  balance  coils  which  are  required  with 
three-wire  d.c.  generators.  Similarly,  the  neutral  of  a  two- 
wire  d.c.  circuit  can  be  easily  grounded  when  a  converter 
is  used,  and  this  will  protect  the  d.c.  circuit  from  abnormal- 
ly high  voltages. 

The  operating  troubles  encountered  in  the  early  years  of 
the  development  of  the  synchronous  converter,  which  creat- 
ed a  feeling  that  motor-generators  were  more  reliable,  have 
now  been  substantially  overcome,  and  it  can  be  stated  that 
synchronous  converters  are  thoroughly  reliable  machines  ^ 
It  can  also  be  stated  that  (iO-cycle  converters  are  practically 
as  reliable  as  35-cycle  converters.  .Any  commutating  mach 
ine,  whether  converter  or  generator,  will  flash  over  when 
subjected  to  a  heavy  short  circuit.  The  flashing  of  convert- 
ers has  been  reduced  so  much  in  recent  years  that  they  are 
not  at  qny  disadvantage  with  respect  to  generators  in  this 
matter. 

Synchronous  converters  cannot  give  the  same  easy  » 
justment  of  the  d.c,  voltages  as  can  be  obtained  with  genert" 
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ors.  However,  if  the  variation  required  is  small,  an  induc- 
ion  regulator  may  be  installed  on  the  a.c.  side.  For  some- 
vhat  larger  voltage  variation,  up  to  10  or  12^  per  cent,  from 
lormal,  booster  converters  have  been  used  extensively.  These 
lave  a  small  a.c.  generator  connected  in  series  with  the  line, 
or  changing  the  voltage.  In  certain  cases  low  voltages 
nay  be  obtained  by  providing  taps  on  the  transformers,  and 
:onverters  are  now  in  successful  operation  in  Canada  which 
operate  at  approximately  half  voltage  as  well  as  full  voltage 
)y  this  means.  Where  the  a.c.  supply  is  subject  to  violent 
luctuations  in  voltage  or  frequency,  motor-generator  sets 
nay  be  preferable  to  converters. 

The  cost  of  development  where  special  characteristics  are 
equired  is  heavier  in  the  case  of  converters  than  in  the  case 
if  motor-generator  sets.   Consequently,  a  standard  converter 
should  be  specified  instead  of  an  odd  rating.  Where  a  stand- 
!ird  converter  cannot  be  used,  as  in  the  case  of  small  sizes, 
or  for  the  supply  of  current  at  125  volts,  a  motor-generator 
iset  should  be  specified. 

;  Converters  can  usually  give  flat  compounding,  that  is, 
j  he  same  voltage  at  no  load  and  full  load.  Higher  compound- 
j  ng  than  this,  while  it  may  be  desirable,  is  not  absolutely 
iiecessary  for  most  applications.  In  general,  converters  can 
operate  in  parallel  with  generators  if  the  generators  are 
i:hanged  so  as  to  have  the  same  compounding  as  the  convert- 
i  ;rs. 

Synchronous  converters  must  be  operated  at  nearly  100 
t  jer  cent,  power-factor,  especially  for  long-continued  heavy 
'  oads,  since  low  power-factor  operation  produces  extra  heat- 
■  ng  of  the  armature  coils  close  to  the  collector  ' ring  taps.  A 
I  synchronous  motor  of  generous  size  and  whose  field  current 
s  frequently  adjusted,  can  give  much  more  power-factor  cor- 
-ection  or  much  more  control  of  the  voltage  than  a  convert- 
;r.  It  is  a  point  worth  remembering,  however,  that  the  most 
I  eading  current  is  required  at  the  time  of  heaviest  load,  and 
!  a  converter,  by  means  of  its  series  winding,  automatically 
[provides  this.  On  the  other  hand,  a  synchronous  motor  gen- 
ierator  set  may  quite  possibly  have  a  lagging  power-factor  at 
!  times  of  overload,  if  the  field  rheostat  is  left  at  a  fixed  set- 
tling, as  is  often  done,  especially    with    the    smaller  units. 
I  Therefore,  taking  into  account  overload  conditions,  a  con- 
verter may  have  almost  as  good  effect  on  the  power-factor 
iand  the  voltage  as  a  synchronous  motor-generator  set  which 
is  not  carefully  controlled.       If  the  synchronous  motor  is 
'large  enough  to  be  provided  with  an  automatic  voltage  regu- 
lator, it  will  give  the  most  leading  current  when  it  is  most 
;  needed,  and  will  hold  the  voltage  constant  by  power-factor 
control,  within  the  limits  of  its  kv.a.  rating. 

In  many  countries,  synchronous  converters  are  used  to 
ian  increasing  extent  for  the  supply  of  direct  current  in  large 
j  quantities  for  railway  work,  electrolytic  work  and  for  d.c. 
i  motor  loads.  Converters  are  not  yet  used  to  an  equal  extent 
on  Canada,  and  good  results  would  be  obtained  if  more  at- 
tention were  paid  to  the  possibilities  of  this  useful  type  of 
({apparatus. 



It  is  stated  that  the  British  Columl)ia  Government  may 
shortly  undertake  the  electrification  of  the  North  Vancouver 
section  of  the  Pacilic  Great  Eastern  Railway.  There  is  said 
to  be  sufficient  water  power  obtainable  at  three  points  to 
electrify  the  entire  road  to  Prince  George,  although  such  an 
expenditure  is  not  warranted  at  the  present  time. 


The  Toronto  city  council,  it  is  stated,  will  take  immedi- 
ate steps  to  have  the  ban  removed  on  store  lighting,  and 
also  to  have  full  street  lighting  restored.  It  is  felt  by  many 
merchants  that  this  would  be  a  very  considerable  stimulant 
to  Christmas  trade. 


Water  Powers  in  the  Maritime 
Provinces 

 By  Mr.  K.  H.  Smith*  

Since  1915,  active  water  power  investigations  have  been 
carried. on  in  Nova  Scotia  by  the  Nova  Scotia  Water  Power 
Commission  in  co-operation  with  the  Dominion  Water  Pow- 
er Branch. 

It  has  been  necessary  of  course  to  give  primary  consid- 
eration to  hydrometric  work,  that  is  the  securing  of  ade- 
quate run-off  data,  of  which  none  whatever  were  available  in 
Nova  Scotia  prior  to  the  inauguration  of  the  work  herein 
mentioned.  During  the  past  year,  too,  the  necessity  of  mak- 
ing every  possible  man  available  for  immediate  military  duty 
has  further  curtailed  detailed  power  and  storage  surveys. 

However,  power  investigations  to  date  in  Nova  Scotia 
have  revealed  power  sites  with  a  total  24-hour  capacity  at 
all  seasons  of  the  year  of  about  100,000  horse-power.  Maxi- 
mum advantage  of  all  these  sites  may  be  secured  due  to  the 
large  storage  reservoirs  at  each  site.  Under  such  conditions, 
the  installation  warranted  for  the  sites  in  question  for  or- 
dinary commercial  purposes  would  be  from  two  to  three 
times  the  24-hour  capacity  given. 

It  is  to  be  understood  that  the  estimate  given  above  is 
only  for  such  power  sites  as  have  been  investigated  to  date, 
and  that  a  number  of  rivers  on  which  power  sites  of  con- 
siderable magnitude  are  known  to  exist  have  not  yet  been 
investigated.  It  should  be  noted,  too,  that  a  water  power 
site  located  at  any  place  within  the  province  of  Nova  Scotia 
is  within  easy  transmission  distance  of  some  industrial  centre 
or  shipping  point. 

At  its  last  session  the  Government  of  Nova  Scotia  pass- 
ed a  Water  Power  Act  designed  to  place  the  local  govern- 
ment in  control  of  all  water  powers  with  a  view  to  removing 
as  far  as  possible,  legal  obstacles,  and  facilitating  in  every 
way  legitimate  water-power  development.  The  effective  car- 
rying out  of  this  Act  depends  upon  regulations  which  have 
not  yet  been  put  into  force,  but  it  is  expected  that  such  regu- 
lations, worked  out  in  co-operation  with  other  parts  of  Can- 
ada will  be  made  operative  at  an  early  date. 

During  the  past  summer,  a  water  power  commission, 
consisting  of  C.  O.  Foss,  Chairman,  B.  M.  Hill,  and  W.  E 
McMullen,  Secretary,  was  organized  in  New  Brunswick.  The 
members  of  the  Commission  are  all  employed  by  the  New 
Brunswick  government  in  other  capacities,  and  it  is  espe- 
cially noteworthy  that-they  are  all  engineers. 

This  Commission  entered  into  a  co-operative  arrange-  • 
ment  with  the  Dominion  Water  Power  Branch,  Interior  De- 
partment, Ottawa,  similar  to  that  in  operation  in  Nova  Sco- 
tia. Water  power  investigations  in  the  provinces  of  Nova 
Scotia  and  New  Brunswick,  including  hydrometric  surveys 
may  therefore  be  carried  on  by  a  single  engineering  organ- 
iation  which  results  in  maximum  economy  and  etTiciency. 

As  was  the  case  at  the  beginning  of  investigations  in 
Nova  Scotia,  attention  is  being  concentrated  in  New  Bruns- 
wick on  hydro-metric  work.  While  New  Brunswick  was  in 
a  somewhat  l)etter  position  in  this  regard  than  Nova  Scotia 
due  to  the  activities  of  the  bordering  state  of  Maine  and  of 
the  former  International  Commission,  pertaining  to  the  St. 
John  river,  still  there  were  run-off  data -for  the  greater  part 
of  the  province.  Although  active  work  was  not  begun  until 
August,  10  gauging  stations  had  been  established  up  to  the 
end  of  September,  and  al)Out  20  current  meter  measurements 
made.   It  is  considered  that  these  stations  with  one  or  two 

*l)istrict  Engineer,  for  the  Maritime  Provinces,  of  tlie  Dominion  Water 
I'ower   lirancli.  Department  of  the  hUcrior. 
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Others  to  In-  established  ;nul  those  now  oi  foiim-rly  niam- 
tained  by  the  I'liiteil  States  lleohif-ical  Survey  will  Rive 
fairly  satislaetory  run-otT  ilata  for  all  parts  of  the  province. 

It  may  be  interesting  to  note  that  results  from  one  of 
the  new  gauging  stations,  that  on  the  Madawaska  river,  are 
of  value  to  the  province  of  Quebec,  as  well,  and  as  the  station 
is  actually  located  in  that  province,  the  Quebec  officials  are 
assisting  in  its  maintenance.  In  this  particular  instance, 
therefore,  there  is  co-operative  action  between  the  Federal 
government  and  the  two  provinces  of  New  Brunswick  and 
Quebec  with  one  other  province.  Nova  Scotia,  indirectly 
interested. 

Possibly  some  delay  in  undertaking  water  power  inves- 
tigations in  New  Brun^wick  may  be  attributed  to  the  fact 
that  in  the  past,  there  has  been  a  general  impression  that 
the  province  of  New  Brunswick  was  deficient  in  water-power. 
Exception  was  made  in  the  case  of  one  or  two  outstanding 
powers  which  were  too  large  or  too  far  removed  from  in- 
dustrial centres  to  warrant  immediate  development  and  cer- 
tain international  powers  on  the  St.  Croix  river. 

In  the  course  of  a  reconiiaisance  of  the  province  pri- 
marily for  the  location  of  steam-gauging  stations,  a  number 
of  small  moderate  sized  sites  have  become  apparent,  some 
of  which  offer  promise  of  economic  development  at  an  early 
date,  either  individually  or  in  conjuiction  with  others.  At 
the  same  time,  it  is  quite  possible  that  some  sites  which 
have  not  been  considered  favorably  hitherto,  due  to  a  lack 
of  storage  reservoirs  and  a  consequent  great  diminution  of 
power  at  certain  seasons  of  the  year,  may  be  developed  in 
connection  with  steam  generating  stations  located  at  some 
of  the  New  Brunswick  mines  to  great  advantage  from  the 
standpoint  of  cheaper  power  and  conservation  of  coal  re- 
sources. 

I'-or  obvious  reasons  there  has  been  very  little  actual  wa- 
ter power  development  in  the  Maritime  provinces  recently. 

In  Nova  Scotia  a  water  power  plant  supplying  the  town 
of  Oxford,  has  been  improved  and  enlarged,  including  the 
construction  of  a  steam  reserve  to  utilize  mill  waste  near  at 
hand.  The  village  of  Lawrencetown.  Annapolis  County,  is 
now  installing  a  water  power  plant  on  the  Annapolis  River 
immediately  in  the  village  to  replace  a  steam  generating 
plant,  the  cost  of  operating  which  was  found  prohibitive. 
The  town  of  Annapolis  Royal  has  also  made  a  start  towards 
increasing  the  storage  capacity  of  their  municipal  water- 
power  plant. 

Middleton  recently  bought  a  water-power  plant  about 
three  miles  from  the  town,  which  had  been  inoperative  for 
some  town.  With  a  few  minor  repairs  and  the  building  of 
about  3  miles  of  transmission  line,  this  development  was  put 
into  service  at  once,  replacing  a  gas-producer  generating  sta- 
tion. In  addition  to  its  former  lighting  load,  the  town  is  now 
supplying  industrial  power,  and  recently  connected  up  the 
largest  individual  power  user  in  the  community  who  former- 
ly had  steam  equipment. 

In  New  Brunswick,  a  small  water  power  development 
was  completed  some  months  ago  to  supply  lighting,  and  in- 
dustrial power  in  small  amounts  for  the  towns  of  Rexton 
and  Richibucto.  At  the  present  time,  a  2()00-kw.  hydro- 
electric station  of  excellent  design  and  construction  is  being 
built  on  the  Madawaska  river  at  Edmundston.  This  develop- 
ment is  intended  to  supply  power  for  a  large  sulphite  mill 
also  under  construction  at  the  same  place  for  Eraser  Com- 
panies, Ltd. 

In  general,  it  may  be  said,  that  never  before  in  the  Mar- 
itime provinces  were  so  many  major  power  projects  under 
serious  consideration,  and  it  seems  quite  probable  that 
considerable  development  will  take  place  at  the  first 
favorable  opportunity.  In  a  few  cases,  responsible 
parties  are  pressing  to  have  the  legislation  recently  enacted 
in  Nova  Scotia  as  outlined  above  made  operative. 


Official  Meeting  of  American  Institute  of  Elec- 
trical Engineers  to  be  Held  in  Toronto, 
November  22  and  23 

It  is  just  fifteen  years  since  a  number  of  prominent 
electrical  men  of  the  city  of  Toronto  formed  the  Toronto 
Section  of  the  American  Institute  of  Electrical  Engineers. 
During  these  years  the  section  has  reflected  the  increasing 
electrical  importance  of  the  city  and  province.  During  the 
present  year  they  captured  the  pennant  for  the  greatest  per- 
centage increase  in  membership  during  a  campaign  which 
was  conducted  by  Mr.  A.  B.  Cooper  and  his  comm_ittee. 

In  recognition  of  the  position  the  Toronto  Section  has 
attained  the  directors  of  the  Institute  have  decided  to  hold 
an  official  Institute  meeting  in  Toronto  on  Friday  and  Sat- 
urday, November  22  and  23,  1-918.  Full  particulars  of  this 
meeting  are  appended  and  every  member  is  urged  to  con- 
tril)ute  to  its  success  by  attending  the  technical  sessions, 
joining  in  the  discussions,  being  present  at  the  dinner  at  the 
Engineers'  Club  on  Friday  evening,  and  by  bringing  hi  = 
friends  along.  We  are  confident  this  meeting  will  prove  one 
of  the  best  electrical  functions  ever  held  in  this  city;  it 
should  demonstrate  not  only  the  activity  but  also  the  soci- 
ability of  the  electrical  engineering  fraternity. 

On  account  of  the  influenza  epidemic  two  very  inter- 
estjng  papers  have  been  cancelled;  -this  ought  to  make  every 
member  enthusiastic  about  the  big  November  meeting.  A 
most  cordial  invitation  is  extended  to  members  and  friends 
to  come  along  and  renew  acquaintance  whh  old  friends  and 
take  an  active  part  in  the  proceedings. 

PROGRAMME 
Friday,  November  22 
1.30  p.m.    Paper  by  Mr.  Arthur   H.  Hull,   Chairman,  To- 
ronto Section,  "Electric  Power  Development  in 
Ontario." 

3.30  p.m.  Paper  by  Mr.  W.  G.  Gordon,  Transportation  En- 
gineer, Canadian  General  Electric  Company, 
"The  Electrical  Equipment  of  the  Canadian 
Northern  Tunnel  in  Montreal." 

5.30  p.m.  Adjournment. 

fi.30  p.m.    Dinner  at  the  Engineers'  Club  for  Members,  Dele- 
gates and  Friends,  price  $1.75  per  cover. 
7.15  p.m.    Address  by  Sir  Robert  A.  Falconer,  C.M.G. 
8.00  p.m.    Paper  by  Mr.  S.  Svenningson,  Designing  Engi 
•   neer,  Shawinigan    Water    &    Power  Company 
Montreal. 

"A  Long  110,000  Volt  River  Crossing." 
10.30  p.m.  Adjournment. 

Saturday,  November  23 
9.30  a.m.    Assemble  at  the  Engineers'  Club  for  one  of  the 
following  visiting  trips: 

(a)  Leaside  Munition  Plant,  Leaside.  Ont. 

(b)  British    Forgings    Company,    Electric  Steel 
Plant,  Ashbridges'  Bay,  Toronto. 

(c)  Hydro-electric  Substation  and  Laboratories. 
Strachan  Avenue,  Toronto. 

(Members  should  register  on  Friday  for  which  ever  trip  they 
desire  to  make;  automobiles  will  be  provided  by  the  accom- 
modation is  limited). 

Executive,  Toronto  Section,  1918-1919 
.\rtlnir  H.  Hull,  Chairman,  Ashton  B.  Cooper,  W.  Percy 
Dobson,  Herbert   B.  Dwight,  Frank  R.  Ewart,  William  C. 
Gordon,  Gordon  R.  Langley,  W  illiam  \'olkmann,  Ernest  \  . 
Pannell.  Secretary. 

Reception  Committee 
E.  M.  Ashworth,  W.  M.  Andrew.  E.  T.  J.  Brandon,  R,  d. 
Black,  W.  A.  Bucke,  F.  G.  Clark,  H.  C.  Don  Carlos,  F.  A. 
Gaby,  W.  G.  Gordon.  H.  U.  Hart,  Jas.  Kynoch,  G.  D.  Lea- 
cock,  Wills  Maclachlan,  W.  R.  McRae.  D,  H.  McDougall. 
A.  L.  Mudge.  T.  R.  Rosebrugh. 
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Electric  Welding— A  New  Industry 

  By  Mr.  H.  A.  Hornor*   — 


About  a  year  ago  the  Chairman  of  the  Standards  Com- 
mittee of  the  Institute  was  requested  to  investigate  and 
standardize  spot  welders  and  the  apparatus  connected  with 
tliem.  It  occurred  to  the  members  of  this  committee  that 
electric  welding  could  perform  an  important  function  in  in- 
creasing the  progress  of  steel  ship  construction.  The  work 
which  was  started  by  the  Standards  Committee  was  then 
jtransferred  to  the  General  Engineering  Committee  of  the 
Council  of  National  Defence.  Last  winter  the  Council  of 
National  Defence  abolished  all  advisory  committees  but  at 
iliis  time  the  Emergency  Fleet  Corporation  of  the  U.  S. 
Shipping  Board  had  become  so  much  interested  in  the  sub- 
lect  that  they  decided  to  adopt  the  committee.  The  committee 
IS  composed  of  representatives  covering  broadly  the  whole 
Ifield  of  welding  activities  in  this  country  and,  although  electric 
|welding  has  been  the  subject  of  all  the  investigations  up  to 
jthe  present  time,  it  is  now  proposed  to  include  gas  welding 
iwith  representatives  from  all  the  gas  welding  associations 
and  companies  connected  with  the  industry. 

The  two  main  processes  of  electric  welding,  namely,  arc 
welding  and  spot  welding,  were  found  by  this  committee 
applied  in  the  first  case  to  repairs  and  in  the  second  case  to 
certain  factory  quantity  production  jobs.  The  work  done  was 
in  the  case  of  spot  welding  only  on  light  material,  and  in 
Ineither  case  very  extensive.  The  processes  to  be  successful 
In  their  application  to  the  construction  of  merchant  vessels 
would  have  to  show  reliability  in  the  joining  of  steel  plates 
frf)m  a  half-inch  to  one  inch  in  thickness.  To  this  and 
kindred  problems  the  committee  immediately  turned  its 
attention. 

The  work  had  all  been  done  in  the  field  where  it  had  been 
applied  by  practical  men.  It  was  first  necessary  to  formu- 
llate  the  proper  nomenclature  and  symbols.  This  was 
thoroughly  investigated  and  a  very  comprehensive  set  of 
-ytnbols  has  been  approved  by  the  committee  and  is  in  daily 
u^e  by  those  now  actively  engaged  in  this  new  application. 
'The  approved  nomenclature  introduces  the  subject  to  the 
Idesigning  and  calculating  engineer  and  gives  him  the  instru- 
ment by  means  of  which  he  is  able  to  place  his  thoughts 
rapidly  and  conveniently  on  drawings. 

The  manufacturers  of  apparatus  joined  the  practical  man 
111  the  study  of  the  problems  of  electric  welding.  Apparatus 
and  so-called  processes  introduced  various  types  of  machines 
-uitable  for  the  conversion  of  electrical  supply  to  the  proper 
values  of  current  and  voltage  needed  at  the  arc  or  at  the  spot. 
The  manufacturer  in  his  eagerness  to  meet  the  problem 
naturally  encountered  many  difficulties.  These  difficulties  in- 
creased until  a  point  was  reached  as  referred  to  above  where 
he  demanded  some  standards  upon  which  his  apparatus  could 
clearly  be  rated.  Therefore,  the  manufacturer  was  only  too 
pleased  to  co-operate  with  the  Welding  Committee  and  is 
to-day  conscientiously  aiding  in  straightening  out  the  difficul- 
ties in  which  he  was  involved  prior  to  last  year. 

Arc  welding  in  this  country  has  largely  been  done  in  the 
railroad  repair  shops.  It  was  discovered  that  the  process  was 
much  cheaper  and  could  be  performed  more  rapidly  than 
by  any  of  the  gas  welding  methods.  It  also  could  be  applied 
without  preheating  and  in  many  cases  without  the  expense 
(if  disassembling  complicated  pieces  of  machinery.  Spot  weld- 
ing besides  l)eing  used  in  many  different  industries  was  sought 
for  by  the  railroad  man  and  there  has  been  built  a  gondola 
car  which  has  seen  some  seven  or  eight  years  of  service.  It 
is  interesting  to  note  here  the  diflference  in.  practice  between 
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Great  Britain  and  the  United  States.  The  former  knowing 
little  or  nothing  about  spot  welding  had  the  practice  and  ap- 
plication of  arc  welding  very  well  under  way;  the  latter  exact- 
ly the  reverse. 

Apparently  the  attempts  to  train  operators  were  rather 
crude  and  it  was  early  observed  that  the  reliability  of  the 
electric  weld  depended  substantially  upon  the  skill  of  the 
welder.  The  manufacturers  of  apparatus  and  the  superin- 
tendents in  railways  shops  had  struggled  with  the  problem 
of  training  operators  but  intensive  study  had  not  been  given 
the  subject  so  that  there  existed  in  this  respect  a  great  deal 
of  groping  in  the  dark. 

Present  Status  of  Electric  Welding. 

Investigations  were  immediately  undertaken  to  answer  the 
question  whether  spot  welding  could  be  successfully  accom- 
plished using  one-inch  thick  steel  plates.  An  experimental 
apparatus  of  large  size  was  erected  and  put  into  operation, 
the  results  showing  that  no  difficulty  was  encountered  with 
half-inch  and  three-quarter  inch  plates.  The  same  remark 
applies  to  one-inch  steel  plates.  In  fact,  this  experimental 
machine  was  success-ful  in  welding  three  thicknesses  of  one- 
inch  plate  a  condition  which  far  exceeds  the  requirements  of 
merchant  ship  construction.  This  operation  has  its  historical 
significance  in  that  this  was  the  first  time  that  any  spot 
welding  of  this  magnitude  had  been  performed.  The  success- 
ful outcome  of  these  experiments  has  led  to  the  design  and 
construction  of  large  spot  welders  to  be  used  in  the  fabrication 
of  ship  sections.  The  practical  application  of  a  large  five-foot 
spot  welder  will  be  made  at  a  demonstration  of  a  forty-foot 
section  of  a  standard  9600-ton  ship  to  be  built  at  the  plant  of 
the  Federal  Shipbuilding  Company,  Kearney,  New  Jersey. 
This  is  the  largest  portable  spot  welder  ever  built.  It  will 
prove  two  points  in  ship  construction  by  the  electric  method, 
namely,  the  clamping  of  the  ship's  structural  parts  for  as- 
sembly thereby  reducing  the  time  in  working  the  material  as 
well  as  for  the  erection  of  the  ship  material;  and  secondly, 
by  the  speed  of  spot  welding  it  will  prove  the  decrease  in 
time  for  joining  the  material  together.  The  consensus  of 
opinion  is  that  the  large  stationary  spot  welder  of  five  or 
six-foot  gap  will  undoubtedly  play  an  important  part  in  in- 
creasing the  speed  of  fabricating  sections  of  standard  steel 
vessels.  Further  investigations  are  being  made  and  designs 
are  being  worked  out  for  special  spot  welders  for  use  in  the 
construction  of  bulkheads.  The  designs  proposed  are  chiefly 
for  shop  processes,  but  it  can  be  asserted  that  such  apparatus 
will  be  of  undoubted  value  in  the  saving  of  time  and  man 
power. 

Arc  welding  had  been  tried  in  a  great  variety  of  work 
but  there  was  no  conclusive  evidence  that  it  could  be  de- 
veloped to  the  stage  of  joining  ship  plates  with  the  certainty 
of  full  strength.  The  first  stage  of  this  investigational  work 
is  now  almost  completed.  Sample  welds  of  half  inch  ship 
structural  steel  were  taken  by  a  special  sub-committee  to 
fourteen  or  fifteen  different  places  where  electric  welding 
was  done,  noted  the  conditions  of  current,  voltage,  electrode, 
operator,  etc.,  and  then  prepared  the  welded  samples  for 
tests.  The  samples  were  forwarded  to  the  Bureau  of  Stand- 
ards in  Washington  so  that  the  tests  should  be  conducted  by 
parties  absolutely  disinterested  and  without  knowledge  of  how 
the  samples  were  obtained.  The  results  of  these  tests  showed 
a  remarkable  similarity  especially  when  it  is  realized  that 
they  were  made  by  several  firms  with  different  electrode 
materials  and  under  varying  conditions  (if  tin-  electrical  cur- 
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rent.    Practically  ;ill  of  the  welds  pulled  ;it  over  50,000  pounds 
per  square  inch  aiul  several  over  C.O.OOO  pounds  the  average 
beins  ahout  58.000,    On  the  l)endini;  lost  one  of  the  samples 
was  hent  to  an  angle  of  7S  degrees  before  a  crack  started  and 
final  failure  reached  80  degrees.    In  another  case  the  sample 
was  bent  to  ti5  degrees  before  the  crack  started  and  final 
failure  did  not  occur  until  86  degrees.    The  point  of  import- 
ance here  is  that  all  the  welds  showed  a  reliability  and  satis- 
factorincss  which  makes  conclusive  the  opinion  that  electric 
arc  welding  is  applicable  for  the  joining  of  steel  where  the 
structure  is  submitted  to  live  loads,  bending  strains,  static 
pressure,  or  the  like.    The  Sub-committee  on  Research  is 
pursuing  this  subject  and  practical  samples  are  being  pre- 
pared for  similar  tests  using  three-quarter  and  one-inch  stock 
material.    The  results  of  these  tests  will  be  available  as  soon 
as  the  reports  are  presented  and  approved  by  the  Welding 
Committee.     The   Research   Committeee   is   also  preparing 
various  types  of  joints  in  heavy  plating.    These  will  be  sub- 
mitted to  all  the  regulation  tests  and  in  addition  to  shock 
and  fatigue  tests  and  tests  to  destruction. 

To  give  a  further  indication  of  the  large  size  practical 
tests  which  are  being  carried  on  at  the  present  time  it  may 
be  stated  that  three  12-foot  cube  electrically  welded  tanks 
^re  now  being  constructed.  These  tanks  are  built  in  such  a 
way  that  from  twelve  to  fifteen  different  designs  of  joints  are 
used  in  their  construction.  After  these  tanks  are  built  they 
will  be  subjected  to  a  static  strain  and  the  deflection  of  the 
scams  will  be  directly  measured.  Afterwards  they  will  be 
tested  by  external  shock  and  crushed  to  destruction.  Portions 
of  the  joints  will  be  cut,  sent  to  the  Bureau  of  Standards,  and 
again  tested  for  the  sake  of  accumulating  precise  data.  In 
this  connection  there  is  being  built  at  the  Norfolk  Navy 
Yard  a  battle-towing  target.  The  keel  of  the  target  110  feet 
long  will  be  entirely  electrically  welded  and  the  results  of 
this  practical  demonstration  will  be  carefully  recorded  after 
it  has  been  put  in  regular  service. 

Alternating  Current  Found  Advantageous. 

It  is  to  be  expected  that  the  manufacturers  of  apparatus 
being  keenly  observant  of  the  increased  interest  in  electric 
welding  as  well  as  in  the  future,  which  is  probably  now  un- 
questioned, would  be  active  in  their  desire  not  only  to  im- 
prove their  present  facilities  and  their  design  of  apparatus, 
but  also  to  proceed  themselves  to  follow  the  trend  of  the 
investigations  made  by  the  Welding  Committee.  The  con- 
sequence of  this  has  been  a  large  increase  in  output  of  ap- 
paratus that  is  needed.  One  interesting  point  is  that  certain 
manufacturers  who  were  decidedly  of  the  opinion  that  direct 
current  was  the  only  proper  current  to  use  for  arc  welding 
have  within  a  very  recent  period  changed  their  point  of  view 
and  are  willing  to  admit  that  alternating  current  may  have 
certain  advantages  in  the  development  of  this  art. 

The  electric  arc  requires  a  reduced  voltage  and  this  is 
difficult  to  attain  with  direct  current  without  relatively  ex- 
pensive machines  or  a  useless  expenditure  of  energy.  The 
practice  in  this  country  in  manufacturing  establishments  of 
any  size  has  been  toward  an  increase  in  the  supply  voltage  so 
that  very  few  large  manufacturing  plants  use  less  than  220 
volts  direct  current.  With  this  voltage  the  only  economical 
method  of  transformation  is  in  the  use  of  a  motor-generator 
set.  The  efficiency  in  this  case  is  in  the  neighborhood  of 
50  to  60  per  cent.  It  is  possible  to  use  a  supply  voltage  of 
110  volts  with  a  variable  resistance  which  cuts  down  the 
voltage  to  the  arc  volts.  This  gives  a  very  poor  efficiency.  In 
the  case  of  alternating  current  the  supply  voltage  can  be 
reduced  by  a  transformer  which  will  supply  as  in  the  case  of 
direct  current  a  sufficient  voltage  for  striking  the  arc  and  a 
satisfactory  reduction  when  the  arc  has  been  struck.  On  the 
other  hand,  if  a  low  voltage  alternating  current  is  provided 
a  simple  reactance  may  be  introduced  which  has  some  of  the 


same  wasteful  characteristics  of  the  resistance  used  with  the 
direct  current.  The  average  apparatus  will  permit  of  electric 
arc  welding  consuming  about  six  to  eight  kilowatts  per  welder, 
hut  if  low  voltage  is  provided  there  are  certain  outfits  which 
will  reduce  the  consumption  as  low  as  three  and  one-half 
kilowatts  per  welder,  or  even  less. 

Without  entering  into  an  elaborate  analysis  of  the  relative 
costs  of  electric  welding,  it  may  be  broadly  stated  that  there 
is  hardly  any  question  that  the  electric  process  is  cheaper 
than  any  other.  The  same  may  be  said  as  regards  speed  and 
also  reduction  of  man  power.  In  a  recent  discussion  of  this 
subject  President  Adams  stated  that  at  one  of  the  Eastern 
shipyards  the  total  number  of  parts  on  the  welding  program  of 
the  standard  riveted  ships  now  building  at  that  yard  amounted 
to  225,000.  The  labor  cost  for  riveting  these  pieces  is  about 
345,000  dollars  and  for  welding  about  99,000  dollars  making  a 
saving  of  146,000  dollars.  But  this  is  amy  a  v^.v-j-  m  the 
bucket  when  compared  to  what  might  be  profitably  done  in 
this  line.  He  stated  further  that  in  certain  particular  in- 
stances the  saving  is  as  great  as  90  per  cent. 

One  of  the  interesting  questions  discussed  with  some  fervor 
by  the  members  of  the  Welding  Committeee  is  the  advantages 
of  the  bare  and  covered  electrode.  Regarding  this  discussion 
no  definite  facts  can  be  stated.  In  England  the  practice  has 
been  to  use  the  covered  electrode  which  protects  the  welding 
arc  from  contact  with  the  air  thus  guarding  against  too  great 
a  formation  of  oxide.  The  practice  in  the  United  States  ap 
to  the  present  time  has  been  largely  bare  wire.  Recently, 
American  investigators  have  discovered  the  important  fact 
that  there  are  advantages  in  the  covered  electrode  and  many 
experiments  are  now  being  made,  some  with  results.  It  is 
important  to  observe  that  in  the  above  mentioned  tests  of 
welds,  the  best  one  of  these  samples  was  made  with  a  coated 
(  not  an  asbestos  covered)  electrode  using  alternating  current. 
The  point  in  this  case  seems  to  rest  upon  the  question  of  the 
ducility  of  the  weld  and  it  would  seem  that  the  bare  electrode 
does  not  make  as  ductile  a  weld  or  at  least  one  as  easily  bent 
as  the  coated  or  covered  electrode.  The  question  of  the 
ductility  of  the  weld  is  one  of  much  importance  in  the  appli- 
cation to  ship  construction  and  will  doubtless  be  of  importance 
to  other  allied  industries.  It  is,  therefore,  a  question  of 
serious  importance  and  constitutes  an  important  part  of  the 
work  of  the  Sub-committee  on  Research. 

No  matter  what  the  type  of  electrode  is  nor  its  composi- 
tion, no  matter  what  kind  of  shank  material  is  to  be  welded, 
no  matter  what  kind  of  apparatus  is  employed,  the  reliability 
of  the  weld  rests  mainly  upon  the  man  who  w-elds  it.  This 
man  if  he  has  been  properly  trained  and  is  skilled  in  the  art 
knows  instantly  whether  he  is  making  a  weld  or  not.  He 
becomes  after  much  practice  able  to  judge  fairly  well  upon 
looking  on  a  finished  weld  whether  it  is  a  good  weld  or  not. 
The  work  of  training  electric  welding  operators  early  became 
a  part  of  the  functions  of  the  Education  and  Training  Section 
of. the  Emergency  Fleet  Corporation.  The  men  connected 
with  this  work  are  members  of  the  Welding  Committee. 
Schools  for  the  training  of  operators  as  well  as  for  the  con- 
version of  operators  into  instructors,  are  established  in  many 
parts  of  the  country.  The  objects  held  in  view  by  the  training 
department  are  first  to  give  the  man  intensive  practice  work 
so  that  he  becomes  a  good  craftsman.  The  methods  are 
simple  to  start  with,  as  the  exercise  of  the  right  arm  muscles 
must  become  flexible  enough  to  permit  the  operator  to  give 
the  required  movement  to  the  electrode.  By  a  graduated 
series  of  exercises  this  is  accomplished  in  about  eight  weeks. 
The  man  is  allowed  to  do  production  jobs  in  the  shop  which 
gives  him  confidence  through  responsibility.  It  becomes  de- 
sirable at  this  time  to  give  the  man  some  outside  work  on 
ships  and  where  this  is  practicable  it  is  done.  The  man  is 
then  turned  over  to  an  instructor  who  gives  him  an  intensive 
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course  in  pedagogics  lasting  from  five  to  six  weeks.  At  first 
sight  it  would  not  seem  necessary  to  so  instruct  a  man  but 
it  is  not  generally  understood  that  teaching  after  all  is  itself 
a  trade.  The  experience  with  the  men  in  this  respect  is  most 
interesting.  In  nearly  every  case  the  man  has  resented  this 
course  at  the  start  but  at  the  end  has  turned  completely 
around  and  in  many  cases  has  desired  an  even  more  extensive 
training.  What  is  really  accomplished  is  to  give  the  man 
ihe  necessary  confidence  to  impart  the  knowledge  that  he 
has  gained  to  another  green  man.'  The  men  under  training 
are  taken  from  the  various  industries  especially  the  ship- 
l)uilding  industry  and  after  they  have  finished  their  instructor 
course  are  returned  to  their  employer  to  carry  on  the  in- 
struction, in  their  own  plant.  The  men  who  go  through  this 
training  as  provided  by  the  Emergency  Fleet  Corporation  arc 
certificated  when  they  have  shown  themselves  to  be  en- 
tirely proficient.  It  is  not  possible  nor  expedient  for  the 
I'.mergency  Fleet  Corporation  to  require  the  certification  of 
all  electric  welders.  It  is  the  consensus  of  opinion  that  all 
industries  doing  serious  work  with  the  electric  arc  should  use 
men  who  are  certified  as  to  their  ability  in  the  art  of  electric 
welding.  The  main  reason  for  this  opinion  is  that  the 
operator  must  be  a  conscientious  workman  or  the  weld  will 
not  be  of  perfect  quality. 

This  brings  forward  another  problem  upon  which  a  great 
(ieal  of  experimental  work  has  been  and  probably  will  con- 
tinue to  be  done,  namely,  a  practical  and  scientific  method  of 
testing  a  welded  joint  it  has  been  made.  There  have  been 
a  number  of  suggestions  made  for  the  solution  of  this  prob- 
lem.   They  are  briefly,  as  follows: 

(a)  Mechanical.    By  hammering  the  weld  or  by  chipping 
at  frequent  intervals, 
i        (b)  Electric.    By  means  of  resistance  or  voltage  drop. 

(c)  Magnetic.  By  means  of  the  permeometer  or  the 
change  of  conditions  of  the  magnetic  circuit. 

(d)  X-ray.    By  means  of  an  exposure  on  an  X-ray  plate. 
At  the  present  time  none  of  these  suggested  methods  have 

l.een  productive  of  conclusive  results  and  recourse  must  be 
had  to  the  purely  mechanical  methods  of  striking  heavy 
1)lows  on,  or  adacent  to,  the  weld  or  by  using  a  chipping 
hammer  and  making  intermittent  examinations.  It  would 
seem  by  far  the  best  procedure  to  make  the  inspector  pro- 
ticent  in  the  art  so  that  he  may  closely  observe  the  welders 
while  at  work.  This  may  be  accomplished  by  a  two  or  three 
weeks  attendance  of  inspectors  at  any  one  of  the  electric 
welding  training  centers. 

Methods  of  Electrice  Welding. 

There  are  many  methods  and  processes  of  electric  weldmg 
hut  the  two  main  ones  that  interest  the  committee  at  the 
present  time  and  alone  have  been  mentioned  so  far  are  the 
spot  welding  and  arc  welding.  It  may  be  a  surprise  to  some 
of  the  old  time  welders  to  consider  electric  welding  as  a  new 
industry.  In  substantiation  of  this  statement  it  may  be  well 
to  describe  briefly  what  is  meant  by  electric  welding  as  it 
J    is  practiced  to-day. 

Spot  welding  is  not  much  different  in  the  methods  of 
procedure  or  in  design  of  apparatus  than  when  it  was  first 
introduced.  Copper  electrodes,  water-cooled  in  the  heaviest 
machines,  are  placed  on  opposite  sides  of  the  material  to  be 
welded  together.  The  joint  is  a  lap  joint.  Machines  are  now 
so  designed  that  two  spot  welds  may  be  made  at  one  time. 
The  routine  of  the  operation  is  as  follows: 

The  electrodes  are  brought  into  contact  with  the  materials 
to  be  joined,  current  is  supplied  sufficient  to  give  the  required 
heat,  pressure  is  then  applied,  the  current  is  removed,  and 
the  pressure  is  removed,  the  weld  is  then  complete. 

The  operator  has  a  perfect  indication  of  making  a  good 
spot  weld  by  the  use  of  a  button  placed  under  the  electrode 
observing  which  he  knows  exactly  the  proper  timing  of  the 


operation.  There  is  therefore  no  question  as  to  a  good,  bad, 
or  indifferent,  spot  weld.  Automautic  spot  welders  have  been 
designed  and  built,  but  it  is  the  general  opinion  that  they  add 
complication  to  a  process  which  in  itself  is  very  simple. 

The  process  of  arc  welding  is  as  follows: 

One  side  of  the  electric  circuit  is  connected  to  the  mater- 
ial to  be  welded,  the  shank  material  is  usually  prepared  by 
bevelling  the  edge  of  the  pieces  to  be  welded  together.  The 
other  side  of  the  electric  circuit  is  connected  to  the  electrode. 
By  touching  the  electrode  to  the  shank  material  the  arc  is 
drawn.  The  skilled  operator  now  moves  the  electrode  from 
side  to  side  of  the  groove  giving  a  semi-circular  motion  while 
at  the  same  time  moving  the  electrode  along  the  groove. 

It  is  important  that  the  arc  "bite"  into  the  shank  metal 
creating  a  perfect  fusion  along  the  edges  and  the  movement  of 
the  electrode  is  necessary  for  the  removal  of  any  mechanical 
impurities  that  may  be  deposited.  In  the  coated  electrode  it  is 
further  necessary  that  the  slag  which  forms  for  the  protection 
of  the  pure  metal  be  worked  up  to  the  surface  and  it  is  ex- 
tremely important  in  the  event  of  a  second  or  third  layer  that 
the  slag  or  impurities  be  carefully  scraped  away  before  the 
virgin  metal  is  again  laid  on. 

The  operator  in  arc  welding  is  protected  with  either  a 
hand  screen  covering  his  face  with  special  glass  through 
which  to  observe  his  work.  The  electric  arc  emits  dangerous 
invisible  rays  in  both  the  upper  and  lower  spectrum  scale 
and  it  is  quite  evident  that  both  the  infrared  and  ultra- 
violet are  dangerous  in  their  effect,  the  former  is  pathological 
the  latter  actinic.  The  operator  further  uses  gloves  for  his 
hands  and  for  the  very  difficult  work  of  overhead  welding  it 
is  necessary  for  him  to  use  a  helmet  which  partly  covers  his 
breast. 

Developments. 

The  tendency  of  developments  in  spot  welding  has  already, 
been  slightly  touched  upon.  In  their  nature  as  applicable  to 
shipbuilding  the  advancement  will  naturally  have  to  proceed 
toward  means  for  accomplishing  spot  welding  in  very  cramped 
locations.  This  makes  an  exceedingly  difficult  problem  as  the 
power  requirements  are  such  as  to  preclude  any  very  small 
device.  In  riveting  one-half  of  the  apparatus  is  on  one  side 
of  the  work  and  the  other  half  on  the  opposite  side  and  it  is 
difficult  to  conceive  of  any  method  of  spot  welding  that  will 
admit  of  such  an  arrangement.  In  shipbuilding  it  is  quite 
probable  that  designs  may  be  made  that  will  permit  of  a 
large  or  st  least  increased  amount  of  spot  welding  in  the 
actual  construction  of  the  vessel.  Certainly,  present  designs 
of  riveted  ships  will  not  allow  of  this  to  any  great  extent.  As 
already  stated,  spot  welding  can  now  take  its  place  in  the 
fabricating  shops- and  it  is  to  be  expected  that  within  a  few 
months  spot  welding  will  begin  to  supplant  riveting  in  this 
field.  The  only  drawback  to  this  will  be  the  sufficient  pro- 
duction of  spot  welding  apparatus. 

The  tendency  of  development  in  arc  welding  is  toward 
the  automatic  machine  to  obviate  the  responsibility  that  has  to 
be  placed  upon  the  skilled  operator.  Intensive  work  has  been 
done  within  the  last  few  months  in  the  line  of  automatic  arc 
welding  machines  and  at  the  present  time  sample  tests  of 
welds  made  by  such  apparatus  have  been  sent  to  the  Bureau 
of  Standards.  These  machines  will  occupy  a  very  important 
position  in  repetition  work.  They  will  not  immediately 
supersede  the  skilled  operator  in  repair  work,  or  in  special 
jobs  but  it  may  l)e  expected  that  the  development  of  such 
machines  will  bring  apparatus  which  can  be  man-handled  and 
will  eventually  take  the  place  of  most  of  the  hand  work  as  it 
is  now  known. 

Of  the  scientific  advancemeiU  in  the  art  of  electric  welding 
there  is  so  iiiikIi  to  he  treated  that  only  a  general  outline  can 
be  considered  at  this  time.  The  research  work  has  only  just 
be<nin.     Practice    has   preceded    the    scientilic  investigation. 
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The  helil.  therefore,  is  full  of  most  interesting  problems. 
Those  who  have  been  followinn  the  developnunt  of  the  past 
six  months  are  deep'y  intercsteil  to  know  the  fundamental 
reasons.  The  investigational  iiiustinns  may  be  grouped  into 
three  main  divisions: 

1.  Metallurgical;  -V  riiysical;  :!.  Klectrical. 

The  metallurgist  has  yet  to  tell  us  what  the  conditions  of 
the  metals  are  after  the  elecUode  malerial  has  fused  with  the 
parent  nu-tal,  and  to  determine  what  the  proper  conditions 
must  be  to  produce  a  gt)od  weld.  This  problem  has  in  it  a 
great  many  variables.  The  physicist  must  explain  the  atomic 
or  electronic  conditions  which  permit  of  the  combinations  at 
the  high  temperatures  involved  and  must  explain  the  phe- 
nomenon of  overhead  wcldiiiL;.  Tbe  electrical  investigator 
must  detet-mine  all  tbe  various  phenomena  connected  with 
the  preferences  between  and  the  advantages  of  the  use  of 
different  forms  of  electrical  energy  and  the  varying  character- 
istics of  the  electric  circuit  in  producing  different  type  of 
welds. 

Conclusion. 

From  the  preceding  remarks  it  must  be  conceded  that  the 
Welding  Committee  of  the  Emergency  Fleet  Corporation  has 
already  crystalized  the  problems  connected  with  this  art.  The 
working  functions  of  this  committee  have  been  laid  down 
upon  the  broadest  possible  lines.  Liberal  opportunity  has 
l>een  given  every  one  to  state  in  detail  his  opinion  and  to 
express  the  reasons  for  his  preference  on  every  point  con- 
nected with  this  subject.  The  committee  goes  even  further 
than  this.  It  furnishes  those  interested  with  every  new  idea 
that  is  brought  to  bear  upon  the  subject  after  sifting  from  the 
suggestions  any  question  of  doubt  or  misstatement  of  fact. 
All  suggestions  of  improvement  or  problems  of  special  ap- 
plication are  gladly  taken  in  hand,  thoroughly  investigated 
and  reports  made.  It  will  welcome  any  comments  that  those 
connected  with  the  industries  may  desire  to  lay  before  it. 
The  personnel  is  at  the  present  time  such  that  it  can  devote 
not  one  but  many  minds  to  the  solution  of  any  specific  prob- 
lem that  is  laid  before  it. 

The  committee  early  discovered  that  the  literature  of 
electric  welding  was  very  much  clouded  by  misstatement  of 
fact  or  half-baked  theory  and  much  of  the  time  of  the  com- 
.mittee  has  been  taken  up  in  disproving  such  statements.  In 
order  to  spread  the  results  of  this  work  to  all  quarters  a 
handbook  is  now  being  prepared  which  will  contain  only 
definite  facts  and  results  of  investigations  as  are  approved  by 
the  whole  committee.  This  handbook  will  be  made  available 
to  all  those  who  desire  to  acquaint  themselves  with  the 
proper  means  of  accomplishing  good  and  reliable  electric 
welding. 


Why  Single  Out  Electric  Railway  Companies 
for  Condemnation 

The  opposition  to  increased  fares  on  the  Winnipeg  Elec- 
tric Railway  System  has  advanced  the  argument  that  the 
company  ought  to  have  built  up  a  sufficient  reserve  to  carry 
them  over  this  period  of  high  prices.  So,  perhaps,  they 
should.  So,  also,  should  every  other  of  the  thousand  and 
one  business  concerns  operating  in  Canada.  Unfortunately, 
however,  they  didn't  know  what  was  coming  and  the  un-under- 
standable  feature  of  the  whole  situation  is  that  street  rail- 
ways should  be  singled  out  for  unjust  treatment.  Where  is 
there  in  Canada  a  single  commodity  that  has  not  gone  up  in 
price,  except  street  railway  fares.  General  Manager  McLi- 
mont,  of  the  Winnipeg  System,  is  quoted  in  reply  to  this 
criticism  as  follows: 

"How  much  money  did  you  save  during  the  boom  days 
— the  days  of  prosperity  before  tbe  war? 

"Did  you  lay  aside  a  reserve  during  those  prosperous, 


piping  times  of  peace,  in  anticipation  of  these  stressful  sea- 
sons of  war? 

"The  argument  has  been  advanced,  in  connection  with 
the  Street  Railway  situation,  that  the  Winnipeg  Electric 
Railway  Company  should  have  laid  aside,  during  the  days  of 
financial  plentitude,  a  reserve  which,  in  the  eyes  of  the  critics, 
should  have  been  sufficient  to  enable  the  company  to  con- 
tinue selling  its  product— transportation — during  war-time, 
at  pre-war  prices. 

"It  is  a  great  idea — on  the  surface.  In  a  nut-shell,  the 
Winnipeg  Electric  should  have  done  what  no  other  corpora- 
tion, firm,  merchant  or  individual  citizen  did,  and  should 
thereby  have  demonstrated  a  vision  unparalleled  on  the 
North  American  Continent  and  a  foresight  outrivalling  that 
of  any  human  being  outside  of  Berlin. 

"The  only  thing  that  prevented  the  company  from  do- 
ing dif?erently  from  anybody  else,  was  the  fact  that  the  au- 
thorities at  Potsdam  failed  to  'tip  off'  the  Winnipeg  Electric 
Railway  Company  to  what  was  impending.  The  Kaiser  and 
his  confederates  hatched  up  the  plot  when  the  detectaphone 
was  out  of  order. 

"If  one  started  in  to  condemn  everybody  whom  the  war 
has  placed  in  a  position  of  temporary  financial  embarrass- 
ment in  this  Western  country,  the  Kaiser's  projected  war 
of  1940  would  be  started  before  the  work  of  condemnation 
could  be  satisfactorily  concluded. 

"The  Winnipeg  Electric  Railway  Company  now  has  to 
meet  an  uncontrollable  difYerence  of  more  than  $600,000  be- 
tween the  money  it  earns  and  the  money  it  has  to  pay.  The 
largest  proportion  of  that  sum  is  represented  in  wages, 
which  will  be  circulated  by  more  than  a  thousand  families 
in  and  around  this  city. 

"It  would  be  futile  to  turn  to  those  families  and  tell 
them,  that  they  should  not  ask  employers  for  increased  rev- 
enue to  meet  the  increased  cost  of  living,  and  that  they 
should  have  saved  up  during  pre-war  times,  enough  money 
to  carry  them  over  until  the  end  of  the  waf  without  any  in- 
crease in  wages. 

"Is  it  not  equally  inconsistent  to  tell  the  company  what 
you  would  think  it  folly  to  tell  its  employees? 

"The  $600,000  has  to  be  found  in  order  to  keep  the  ser- 
vice running.  The  company  is  not  asking  for  money  to  pay 
dividends.  Dividends?  Why  they  are  now  merely  a  distant 
recollection — just  like  the  savings  accounts  the  workingnien 
had  before  the  war. 

"After  most  careful  computation  it  is  found  that  a  six- 
cent  fare  will  yield  this  company  only  just  revenue  sufficient 
to  meet  its  outlay  under  these  new  war  burdens.  This  com- 
pany was  prosperous  once — at  a  time  w-hen  everybody  else 
was  prosperous,  during  the  boom  years,  w-hen  everybody,  in- 
cluding the  Winnipeg  Electric,  was  spending  money  as  freely 
as  everybody  else,  with  abundance  of  faith  in  the  future. 

"The  C.  P.  R.  paid  dividends  before  the  war;  it  has  paid 
dividends  ever  since  the  war  began.  It  has  no  deficit.  But 
when  the  Railway  War  Board  increased  railroad  workers' 
wages  and  the  C.  P.  R.,  with  other  roads,  asked  an  increase 
in  freight  and  passenger  rates,  did  the  Dominion  Govern- 
ment or  the  Railway  Commissioner  say:  'No,  you  should 
have  set  aside  a  big  reserve  in  the  palmy  days  before  the 
war?'  The  increases  in  freight  and  passenger  rates  were 
granted. 

"Why  single  out  the  Winnipeg  Electric  Railway  Com- 
pany and  condemn  it  for  being  temporarily  embarrassed  by 
war-enhanced  expenses?  The  company  is  confident  that 
thoughtful  citizens  will  co-operate  in  order  that  its  public 
service  may  continue  and  that  employees  dependent  on  it 
may  receive  a  living  wage." 

The  Montreal  Tramways  Company  have  let  contract? 
for  repairs  and  extensions  to  their  car  barns  at  Vitre,  de 
Fleurimont,  and  St.'  .\ntoine  Streets. 
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Photometry  and  its  Application  to  Commercial  Needs 

 — ■   By  Mr.  Geo.  G.  Cousins*   "  

some  light  sources  and  not  for  others.  The  advent  of  the 
gas-filled  lamps  caused  more  extensive  changes  in  the  practice 
of  photometry  than  any  other  single  event  for  a  great  many 
years  and  it  might  be  well  to  consider  the  differences  between 
the  vacuum  and  gas-filled  lamps  that  necessitated  such 
changes. 

Before  gas-filled  lamps  appeared  on  the  market  the  vacuum 
lamps  were  commonly  rated  according  to  their  mean  horizon- 
tal candle  power  and  this  rating  gave  a  very  fair  means  of 
comparing  different  lamps  of  the  same  type.  However,  for 
many  years  lamp  and  illuminating  engineers,  especially  the 
latter,  had  realized  that  this  rating  was  not  altogether  satis- 
factory. In  order  to  use  existing  lamp  data  in  illumination 
calculations  it  was  necessary  to  convert  the  value  of  candle 
power,  which  is  the  intensity,,  into  one  of  total  light  flux,  the 
unit  of  which  is  the  lumen.  This  conversion  is  done  by  deter- 
mining the  ratio  of  mean  spherical  to  mean  horizontal  candle 
power  and  then  multiplying  the  mean  spherical  candle  power 
by  the  factor  12.57  (4t)  to  obtain  the  lumens.  This  ratio 
of  mean  spherical  to  mean  horizontal  candle  power  is  constant 
for  vacuum  lamps  of  each  type,  but  its  determination  is  a  long 
tedious  job.  In  spite  of  its  short-comings,  however,  the 
candle  power  rating  had  become  so  deeply  rooted  that  it 
was  too  big  a  task  for  any  isolated  body  of  engineers  to  make 
a  change. 

Now  when  gas-filled  lamps  were  measured  for  mean 
horizontal  candle  power  in  the  ordinary  way  some  very 
peculiar  results  were  noticed.  With  the  lammp  stationary, 
the  candle  power  was  lower  and  the  current  higher  than  with 
the  lamp  rotating  at  the  ordinary  speeds,  at  the  same  voltage. 
This  higher  efficiency  while  rotating  is  caused  by  the  gas  in 
the  bulb  being  thrown  outwards  by  centrifugal  force  to  the 
walls  of  the  bulb.  This  left  the  filament  in  a  more  rarified 
atmosphere  and  of  course  was  not  cooled  to  the  same  extent 
by  the  gas  as  when  stationary.  The  temperature  increased, 
which  in  turn  increased  the  resistance  and  the  current  con- 
sequently decreased.  At  every  change  in  speed  there  was  a 
change  in  efficiency.  A  peculiar  feature  of  this  is  that  starting 
with  the  lamp  stationary  and  slowly  increasing  the  speed  of 
rotation  the  efficiency  at  first  decreases  then  increases  and  at 
one  speed  is  the  same  as  the  stationary  efficiency.  This  speed 
is  usually  about  30  to  40  r.p.m.— not  enough  to  overcome 
flicker.  This  condition  put  a  serious  damper  on  lamp  rotation. 
It  was  found  that  in  some  lamps  there  were  fairly  large  dif- 
ferences in  candle  power  in  different  horizontal  directions 
and  the  candle  power  in  one  direction  might  not  be  anywhere 
near  the  m.h.c.p.  Again  it  was  discovered  that  for  lamps  of 
the  same  make  and  construction  there  were  considerable  dif- 
ferences in  the  spherical  reduction  factor,  and  that  the  spher- 
ical reduction  factor  varies  during  the  life  of  a  lamp.  Here 
is  another  fundamental  difference  between  vacuum  and  gas- 
filled  lamps:  in  a  vacuum  lamp  the  filament  material  as  it  is 
evaporated  travels  in  straight  lines  to  the  bulb  the  same  as  the 
light  and  the  result  is  that  at  any  stage  of  lamp  life  the 
blackening  at  any  portion  of  the  bulb  is  proportional  to  the' 
amount  of  light  passing  through  that  portion.  This  results 
in  the  spherical  reduction  factor  remaining  constant  through- 
out life.  The  gas  in  the  gas-filled  lamps  rises  as  soon  as  it 
is  heated  by  the  filament  and  these  currents  of  gas  carry  the 
evaporated  filament  material  to  the  upper  part  of  the  bulb 
and  the  mean  spherical  c.  p.  decreases  more  rapidly  than  does 
the  mean  horizontal  c.  p. 

In  view  of  these  difficulties  it  was  quite  evident  that  a  new 
method  of  measuring  was  needed.    Here  was  a  condition  that 


Photometry  is  to  the  illuminating  engineer  what  the  rule 
5  to  the  carpenter,  the  scales  to  the  grocer,  or  the  ther- 
nometer  to  the  chemist.  It  has  made  possible  the  vast  ac- 
ummulation  of  data  on  which  the  science  of  illuminating  is  . 
^uilt  and  furnishes  a  means  whereby  the  accuracy  of  the 
heory  is  checked.  Photometry  and  illuminating  engineering 
jiave  advanced  hand  in  hand.  The  advances  made  in  illum- 
nating  engineering  have  been  made  possible  chiefly  by  the 
se  of  photometry  and  on  the  other  hand  photometry  has 
een  developed  to  meet  the  growing  demands  of  the  engineer. 

The  first  literature  on  the  subject  was  a  book  published  by 
.ambert  in  1770.  Until  recent  years  photometry  was  used 
inly  to  measure  the  candle  power  of  light  sources,  but  its 
se  is  now  very  extensive  and  includes  many  uses  not  thought 
f  until  recently.  The  earliest  experimenters  in  photometry 
ealized  that  the  strength  of  light  could  not  be  measured 
.irectly  but  that  the  intensity  of  one  light  could  be  expressed 
n  terms  of  that  of  another  which  thus  becomes  an  arbitrary 
tandard  with  which  the  unknown  light  must  be  compared. 
This  is  the  principle  of  all  practical  photometry  at  the 
iresent  time. 

Photometry  is  used  at  present  mainly  for  the  measurement 
f  candle  power,  flux,  illumination  intensity  and  surface  bright- 
less.  This  classification  does  not  include  spectro-photometry 
.nd  objective  photometry,  the  one  being  a  rather  specialized 
iranch  and  the  other  a  method  by  which  the  human  eye  is 
eliminated  as  the  measuring  instrument.  The  e^e  simply 
eads  the  result  of  the  measurement  by  observing  the  position 
)f  a  pointer  on  a  scale.  Objective  photometry  is  based  on 
he  principle  that  under  certain  conditions  small  currents  will 
low  from  certain  metals  when  exposed  to  light.  These  cur- 
•ents  are  proportional  to  the  intensity  of  the  light  causing 
heb  and  are  used  to  deflect  a  mirror  of  a  galvonometer  or 
;lectrometer,  the  magnitude  of  the  deflection  indicating  the 
ntensity  of  the  light.  This  has  not  yet  graduated  from  the 
jxperimental  laboratory  and  it  is  necessary  for  us  to  fall 
jack  on  the  eye  as  the  final  referee;  upon  its  ability  to  judge 
-quality  of  brightness,  or  to  detect  small  differences  of 
-riuhtness,  depends  the  success  of  a  determination.  The 
•ye  is  effective  in  making  such  a  determination  with  any 
legree  of  accuracy  only  under  precise  conditions.  The  two 
ights  being  compared  must  be  of  the  same  color  when  pre- 
sented to  the  eye.  If  a  difference  of  color  exists  in  the  lights 
ihemselves  some  means  must  be  used  to  change  one  or  both. 
The  most  commonly  used  method  is  the  use  of  colored  glasses 
:o  absorb  some  of  the  excess  color  of  one  light.  The  trans- 
mission of  these  glasses  must  be  known  and  compensated  for 
ri  the  interpretation  of  a  result. 

In  a  laboratory  where  conditions  are  under  good  control 
1  flicker  photometer  may  be  used  to  measure  lights  of  dif- 
ferent color.  This  presents  the  two  colors  alternately  at  such 
a  rate  that  the  resulting  sensation  is  that  of  a  single  color, 
which  is  a  blending  of  the  two.  The  speed  of  the  alternations 
must  be  such  that  the  flicker  disappears  when  the  photometer 
head  is  at  a  certain  point  between  the  two  lights  and  reappears 
with  a  slight  motion  one  way  or  the  other.  In  other  words, 
when  both  lights  are  of  the  same  intensity  at  the  photometer 
head  the  flicker  disappears  and  the  slowest  speed  that  will 
accomplish  this  is  the  most  sensitive  for  the  instrument. 

A  discussion  of  photometry  naturally  leads  to  a  discussion 
of  light  sources  and  each  has  its  effect  on  the  other.  Some 
types  of  photometers  are  suitable  for  the  measurement  of 
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inatlc  necessary  the  adoption  of  a  rating  based  on  the  total 
rtiix  of  light  from  the  \:\m\\  tho  method  that  had  been  ad- 
vocated for  years  but  which  hickcd  a  condition  of  necesity 
to  compel  its  adoption.  At  that  time  there  were  several  dif- 
ferent types  of  integrating  photometers  in  use  in  various 
laboratories,  but  none  gave  such  promise  of  adaptation  to  the 
peculiarities  of  the  gas-tilled  lamp  as  the  sphere  and  its  use 
has  become  universal.  The  sphere  can  also  be  put  to  many 
different  uses  as  will  be  described  later. 

Routine  Photometry. 

\ow  for  routine  photometry.  The  measurement  of  vacuum 
lamps  should  by  precedence  come  first.  This  branch  of 
photometry  is  about  the  simplest  of  any.  A  vacuum  lamp 
does  not  mind  what  position  it  is  burned  in  and  has  no 
definite  peculiarities  that  demand  extra  precautions  in  its 
measurement,  \  acuum  lamps  are  the  most  suitable  lamps  to 
use  as  standards  and  this  results  in  a  good  color  match.  In 
our  own  laboratory  acceptance  tests  are  made  on  vacuum 
lamps  on  the  m.  h.  c.  p.  basis.  The  lamps  are  measured  for 
c.  p.  and  watts  and  target  diagrams  are  made  on  which  the 
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Fig.  1 — Target  diagram  showing  the  measured  efficiency  of  40-watt 
tungsten  lamps 


rating  of  each  lamp  is  shown  by  the  position  of  a  dot  on  the 
diagram,  Fig.  1.  The  comparison  device  used  for  this  work 
is  the  old  familiar  Bunsen  screen.  Speed  is  of  more  import- 
ance than  a  high  degree  of  accuracy  and  the  Bunsen  screen 
permits  speed  of  operation  with  a  minimum  of  eye-fatigue. 
As  lamps  are  being  so  measured  one  lamp  out  of  each  tray 
of  50  that  is  near  the  average  watts  and  c.  p.  is  selected  to 
be  further  measured  for  life  test,  with  more  care  as  greater 
accuracy  is  required.  For  this  purpose  a  Lumner-Brodhun 
photometric  device  is  used  and  is  capable  of  very  high  ac- 
curacy. Life  testing  of  stock  lamps  is  done  at  rated  effici- 
ency and  the  voltage  is  adjusted  to  produce  the  required 
efficiency. 

The  photometer  on  which  this  testing  is  done  is  not  unlike 
others  built  for  the  same  kind  of  testing  but  a  brief  description 
of  it  may  be  of  interest.  The  comparison  lamp  is  at  the  right 
end  and  the  test  lamp  socket  at  the  left;  the  distance  between 
them  is  100  inches.  A  batch  of  lamps  being  measured  may 
include  a  range  of  from  10  to  100  watts  and  with  such  a  wide 
range  one  candle  power  scale  cannot  include  all  and  we  have 
found  it  necessary  to  use  three.  These  are  calculated  for  16, 
32  and  48  c.  p.  comparison  lamps  respectively.  If  three  com- 
parison lamps  of  these  c.  p.'s  were  used  it  would  necessitate 
that  each  be  calibrated  separately  and  this  requires  consider- 
able time.  In  order  to  overcome  this  we  use  one  lamp  that 
normally  burns  at  48  c.  p.  and  it  is  calibrated  by  using  stand- 


ards of  22,  36  and  100  c.  p.  These  are  placed  in  the  test 
lamp  socket  one  at  a  time,  the  photometer  head  is  set  at  the 
rated  c.  p.  of  the  standard  and  the  voltage  across  the  com- 
parison lamp  is  adjusted  until  a  balance  is  obtained.  With 
the  standards  mentioned  these  balances  occur  at  the  end  = 
and  near  the  middle  of  the  c.  p.  scale  and  the  average  voltage 
of  the  comparison  lamp  is  taken  as  its  working  value.  When 
it  is  desired  to  use  the  32  c.  p.  scale  with  this  lamp,  a 
rotating  sectored  disk  is  placed  between  it  and  the  photo- 
meter head.  This  particular  disk  cuts  ofif  1/3  of  the  light  and 
the  ef?ective  c.  p.  then  becomes  32.  In  a  similar  way  the  16 
c.  p.  scale  is  used  with  a  sectored  disk  that  cuts  off  2/3  of 
the  light.  By  this  means  we  have  a  range  of  from  6  to  125 
c.  p.  with  one  calibration  of  the  comparison  lamp.  The  change 
from  one  scale  to  another  involves  but  a  moment  of  time. 
This  range  includes  all  the  vacuum  lamps  likely  to  be  met 
with.  In  operation  the  photometric  observer  sets  the  voltage 
of  both  lamps  and  observes  the  c.  p.  The  other  operator 
reads  the  current  or  watts  and  does  the  recording.  The  test 
socket  is  made  in  4  sections  held  in  position  by  an  endless 
spiral  spring  so  that  when  the  socket  is  rotating  lamps  can 
be  placed  in  or  taken  out  without  stopping  it. 

After  all  I  have  said  about  the  lumen  rating  you  may  be 
wondering  why  our  tests  are  made  on  the  c.  p.  basis.  This  is 
because  our  specifications  have  not  been  changed  since  the 
lumen  rating  has  come  into  general  use  and  these  specifica- 
tions are  based  on  the  c.  p.  rating.  Also  our  c.  p.  photometer 
is  capable  of  more  rapid  use  than  the  spheres. 

The  integrating  sphere  photometer  for  the  measurement 
of  light  sources  is  based  on  the  theory  that  with  an  interior 
white  diffusing  surface  the  brightness  at  any  point  of  the 
sphere  w^ll  is  proportional  to  the  m.  s.  c  .  p.  of  the  source  of 
light  within.  This  theory  is  strictly  true  for  an  ideal  con- 
dition when  no  foreign  body  to  the  light  source  is  present  in 
the  sphere.  To  measure  the  illumination  on  the  sphere  wall 
a  small  portion  of  it  is  removed  and  a  test  window  of  diflfusing 
glass  substituted.  A  photometer  track  is  placed  so  that  the 
light  passing  through  the  test  window  is  balanced  against 
that  of  a  comparison  lamp  which  has  been  calibrated  with  the 
sphere.  It  is  necessary  that  none  of  the  light  from  the  test 
lamp  shines  directly  vipon  the  test  window  and  this  neces- 
sitates a  screen  being  placed  between  the  lamp  and  the 
window;  see  Fig.  2.  This  screen  constitutes  a  for 
eign  body  and  is  a  source  of  error.  The  lamp  socket  and 
other  necessary  fittings  add  to  it.  The  screen  divides  the 
sphere  into  three  areas;  the  first  surrounding  the  test  window 
receives  only  reflected  light;  the  second  forming  the  greater 
part  of  the  sphere  receives  both  direct  and  reflected  light 
and  the  third,  opposite  the  test  window,  is  entirely  screened 
from  it.  The  errors  caused  by  this  condition  can  be  minimized 
by  using  a  screen  as  small  as  possible  and  placing  it  so  that 
the  shaded  areas  are  as  small  as  possible.  In  spheres  where 
the  screen  is  small  in  diameter  compared  to  the  diameter  of 
the  sphere  and  the  precautions  stated  are  taken  the  errors 
are  usually  of  negligible  proportions.  A  sphere  paint  of  very 
high  reflection  factor  also  tends  to  keep  down  errors. 

The  most  effective  safeguard  against  large  errors  is  prob 
ably  the  use  of  the  so-called  substitution  method  of  calibrat 
ing  the  sphere.   This  simply  means  having  the  standard  lamps 
as  near  like  the  lamps  to  be  tested  as  is  convenient  and  placing 
them  in  the  position  during  calibration  that  will  later  b 
occupied  by  the  test  lamps.    In  this  w-ay  errors  of  the  in 
strument  are  largely  compensated  for  in  the  calibration.  Each 
sphere  has  its  own  constant  wdiich  is  affected  by  the  reflection 
factor  of  the  surface  and  the  size  and  location  of  tlTe  screen 

The  measurement  of  the  m.  s.  c.  p.  or  the  lumens  of 
lamp  is  a  comparatively  simple  matter  but  when  larger  imit 
such  as  reflectors  or  globes  are  measured,  to  determine  th 
losses  due  to  them,  the  conditions  become  more  complicate 
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ad  require  a  more  intimate  knowledge  of  sphere  photometry, 
igs.  3  and  4.  These  show  that  more  screens  are  necessary 
nd  the  sphere  must  be  calibrated  with  all  the  apparatus,  in- 
luding  the  test  unit,  in  place,  where  it  will  be  during  the  test, 
nd  the  standard  lamp  must  be  left  there,  extinguished,  dur- 
ig  the  measurement  of  the  test  unit.  To  measure  the  test 
nit  the  lamp  to  be  used  in  it  is  measured  in  its  normal  posi- 
on  but  without  the  reflector  or  globe  in  place,  the  auxiliary  is 
ut  in  place  and  another  measurement  made.  The  second  will 
e  smaller  than  the  first  by  an  amount  equa>  to  the  loss 


transmission  and  diffusion.  Both  are  highly  desirable,  yet 
one  is  obtained  at  the  expense  of  the  other  although  not 
necessarily  to  the  same  extent  with  dif¥erent  makes.  The 
transmission  is  measured  by  the  sphere  photometer  and  the 
diffusion  by  a  different  means.  There  are  different  ways  of 
expressing  the  degree  of  diffusion,  but  one  in  common  use 
is  to  measure  the  distribution  of  brightness  across  the  pro- 


Fig.  3 

aused  by  the  reflector  or  globe.  Globes  for  street  lighting 
,re  sometimes  purchased  under  specifications  that  place  a 
imit  on  the  absorption.  This  is  very  easily  measured.  Our 
arge  sphere  is  provided  with  hinged  trap  doors  in  the  top 
hrough  which  large  units  may  be  lowered  and  the  openmg 
dosed  up  if  desired.  Or  an  arc  lamp  may  be  measured  with 
he  upper  casing  outside  the  sphere. 

I  Illuminating  engineers  frequently  need  data  on  the  re- 
kction  factor  of  wall  papers,  paints  and  other  surfaces  that 
ibsorb  light.  This  is  measured  in  a  small  sphere.  A  surface 
!vhose  reflection  factor  has  been  determined  must  be  used  as 
I  standard  with  which  to  calibrate  the  sphere. 

A  mirror  or  a  surface  of  magnesium  carbonate  or  other 
Mmilar  surface  is  suitable  for  use  as  standards.  Standardizing 
jiuch  a  surface  is  rather  a  long  job,  requiring  the  measurement 
j^f  the  reflection  of  a  great  many  angles.  Fig.  5.    With  a 
-tandard  surface  placed  in  the  sphere  and  turned  away  from 
lie  test  window  a  beam  of  light  is  directed  into  the  opening 
1,  the  top  so  that  it  falls  on  the  standard.    A  measurement  is 
liL-n  made  from  which  the  flux  of  light  entering  the  sphere  is 
alculated.    The  standard  surface  is  removed  and  the  test 
,iirface  put  in  its  place.    From  a  measurement  with  this  the 
iiiM.unt  of  light  reflected  from  the  sample  is  calculated. 

The  transmission  of  transparent  and  translucent  materials 
made  by  causing  the  light  to  shine  through  the  opening  in 
the  top  of  the  sphere  and  then  measured.  Fig.  6.  This  gives 
the  value,  which  is  100  per  cent.,  all  of  the  light  having 
passed  through  the  clear  opening.  A  sample  placed  over  the 
opening  will  absorb  and  reflect  some  of  this  light,  the  re- 
mainder being  measured  and  the  result  expressed  as  the  per- 
centage of  the  light  transmitted.  If  a  sample  so  tested  is  of 
a  diffusing  characteristic  it  is  necessary  to  state  the  charac- 
teristic of  the  beam  of  light  because  a  concentrated  beam  will 
oive  a  dif¥erent  result  to  a  beam  of  diffused  light.  However, 
u<  test  different  samples  the  results  can  be  compared  if  test- 
ed under  similar  conditions.  Also  if  two  sides  of  a  sample  are 
not  similar  the  results  may  not  be  similar  and  a  statement 
should  be  made  as  to  which  side  is  turned  toward  the  light. 
Tliis  is  shown  by  a  test  of  ribbed  window  glass  which  trans- 
mits 90.3  per  cent,  with  the  opposite  side  out.  Clear  window 
L;lass  transmits  87.3  per  cent.;  wavy  wired  glass  clean  trans- 
mits 7.5.2  per  cent.;  a  dirty  sample  transmitted  38.4  per  cent. 

A  person  confronted  with  the  task  of  selecting  diffusing 
-Inbes  has  to  compromise  between  two  opposing  factors. 


Fig.  4 
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Fig.  6 


jected  area  of  the  globe.  If  a  globe  has  a  lighted  lamp  inside 
it  has  the  appearance  of  a  disk  and  if  the  diffusion  be  perfect 
it  will  be  uniformly  bright  all  over  its  area,  otherwise  the 
center  will  appear  brighter  than  the  rest.  If  an  opaque 
screen  with  an  opening  in-  the  center  is  placed  in  front  of  the 
globe  the  candle  power  per  square  inch  of  the  globe  area 
exposed  can  be  measured.  This  opening  may  be  square  inch 
area  and  should  be  fixed  and  the  globe  arranged  so  that  it 
can  be  moved  across  the  photometer  track,  measurements 
being  made  at  convenient  intervals.  These  results  plotted  in 
the  form  of  a  curve  show  the  variation  in  brightness  from 
the  center  to  the  edge.  This  method  can  also  be  used  with 
flat  samples  of  material. 

Another  very  important  use  of  photometry  to  illuminating 
engineering  is  the  measuring  of  the  distribution  of  light  from 
various  lighting  units.    There  are  many  forms  of  photometers 


~    Fig.  7 

Curves  showing  the  horizontal  and  vertical  cross-section  of  the  beam  from 
an  automobile  headlamp  equipped  with  different  types  of  glasses 

for  doing  this  but  most  of  them  make  use  of  mirrors  to 
direct  the  light  from  different  angles  from  the  units  into  the 
photometer  axis.  The  one  in  use  in  tliis  laboratory  has  two 
mirrors  mounted  at  suitable  angles  on  the  one  frame  which 
can  be  rotated  about  the  test  unit  so  that  candle  power 
measurements  can  be  made  at  different  angles  in  the  vertical 
plane.  The  distance  from  the  light  center  of  the  unit  to  the 
photometric  device  is  10  feet,  and  the  c.  p.  values  are  ex- 
pressed as  apparent  c.  p.  at  10  feet.  The  word  apparent  is 
used  because  the  light  from  a  large  unit  does  hot  follow  the 
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inverse  square  law  at  such  a  short  distance.  Tlie  10  feet 
distance  is  eoninionly  used  in  American  laboratories. 

In  interpretini;  the  results  of  tests  the  absorption  of  li.!;lit 
by  the  mirrors  nuist  be  taken  into  account.  This  may  be  done 
by  ealibratinji  the  comparison  lamp  with  the  standard  on  the 
track  and  then  in  the  distribution  head  and  calculating  the 
absorbtion  from  these  results  or  by  placing-  the  standard 
directly  in  the  distribution  luad  and  adjusting  the  voltage 
across  tlie  comparison  lamp  until  a  balance  is  obtained.  The 
latter  method  requires  a  little  less  time.  The  most  suitable 
method  to  use  depends  on  whether  a  direct  reading  c.  p.  scale 
is  used  or  the  c.  p.  is  obtained  by  reference  to  a  table  or  by 
calculation. 

It  is  common  practise  to  make  c.  p.  measurements  at  each 
10  degrees  around  the  unit.  This  method  should  not  be 
blindly  followed  as  some  units  change  in  c.  p.  so  rapidly  in 
some  zones  that  very  erratic  results  may  be  obtained.  The 
curves  in  Fig.  9  show  the  eflfect  of  J4  '"ch  diflferences  in  the 
position  of  the  light  sources  on  the  angle  of  the  maximum  c.  p. 

In  summarizing  the  results  of  distribution  tests  the  lumens 
in  the  principal  zones  are  calculated  for  both  the  bare  lamp 
and  the  lamp  equipped. 

Distribution  tests  of  projector  lamps  have  to  be  measured 
in  a  different  way.  A  typical  example  is  that  of  a  series  of 
tests  on  automobile  head  lamps  we  were  called  upon  to  make 
in  connection  with  Ontario's  head  lamp  law.  A  standard  head 
lamp  was  set  up  so  that  it  could  be  set  to  different  angles 
in  the  horizontal  and  vertical  planes  and  the  beam  was  ex- 
plored by  means  of  an  illumination  .photometer  set  up  at  the 
opposite  end  of  the  room.  C.  p.  measurements  were  made 
at  0  deg.,  the  center  of  the  beain,  1  deg.,  3  deg.,  5  deg., 
7  deg.,  9  and  11  deg.  from  the  vertical  and  horizontal  axes 
Curves  were  plotted  that  show  horizontal  and  vertical  cross 
sections  of  the  various  beams,  Fig.  7.  To  supplement  these 
results  the  head  lamp  was  set  up  on  a  table,  fitted  with  cas- 
tors, at  the  normal  height  from  the  road,  (floor  in  this  case) 
and  the  photometer  was  set  up  at  a  distance  of  100  feet  and 
the  intervening  distance  marked  off  into  10  feet  intervals.  A 
reflecting  test  plate  was  used  in  this  test  and  was  placed  on 
the  floor  and  the  photometer  tube  directed  onto  it.  Foot 
candle  measurements  were  made  at  each  10  feet  mark  by 
moving  the  head  lamp  up.    These  measureinents  gave  the 


prevail  throughout  the  installation.  The  area  is  marked  oft 
into  squares  and  a  test  station  located  at  the  center  of  each. 
In  offices  desk  tops  are  30  inches  above  the  floor  and  measure- 
ments are  usually  made  on  this  plane.  In  factories  the  bench 
height  or  machine  height  is  the  reference  plane.  Street  light- 
ing may  be  measured  on  the  roadway  or  at  some  plane  above 
it.  There  is  no  standardized  method  of  making  such  surveys 
and  much  of  the  value  of  the  test  depends  on  the  judgment 
of  the  one  conducting  it.  Since  the  Commission  started  de- 
signing and  installing  street  lighting  our  measurements  have 


Fig. 
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8 — Curves  showing  difference  in  road  illumination  from  one  automo- 
bile head  lamp  equipped  with  different  types  of  glasses 


road  illumination  from  each  lamp  for  the  different  glasses 
investigated.  The  curves  serve  as  a  check  on  the  distribution 
curves,  Fig.  8. 

So  far  we  have  considered  photometry  in  the  laboratory. 
There  is  another  very  different  branch  that  takes  us  out  into 
streets,  stores,  offices,  factories  and  anywhere  where  illumin- 
ation is  to  be  measured. 

Of  course  work  of  this  kind  must  be  done  with  portable 
photometers.  These  photometers  are  usually  liuilt  for  a  very 
wide  range  of  work,  such  as  measurements  of  c.  p.  in  any 
direction,  foot-candle  and  surface  brightness.  To  make  a 
survey  of  illumination  the  area  selected  should  be  repre- 
sentative of  the  conditions,  as  regards  the  surroundings,  that 


Distribution  curves  of  a  gas-filled  lamp  equipped  with  a  prismatic  reflector. 
Different  curves  show  the  effect  of  different  vertical  positions  of  the 
lamp  filament.  An  example  of  a  case  where  a  large  number  of  candle- 
power  measurements  must  be  made  to  obtain  the  true  distribution  curve 

been  made  on  a  plane  30  inches  above  the  road.  This  has 
become  a  sort  of  standardized  method  with  us  to  enable  com- 
parisons to  be  made.  Sometimes  vertical  illuminations  on 
an  adjacent  wall  is  required  and  in  interiors  the  brightness 
of  fixtures  and  the  ceilings  against  which  they  are  reviewed 
or  the  brightness  of  reflections  from  polished  surfaces. 


The  Electric  Club  of  Toronto 

The  regular  Friday  noon-day  luncheons  of  the  Electric 
Club  of  Toronto,  were  resumed  Nov.  8  at  the  Prince  George, 
the  speaker  being  Mr.  Alfred  T.  DeLury,  Professor  of  Mathe- 
matics in  the  University  of  Toronto.  Professor  DeLury 
spoke  on  the  subject,  "On  Keeping  Step,"  enlarging  upon  the 
necessity  of  co-operation  and  a  co-ordination  of  interests  in 
the  pursuit  of  any  worthy  end,  just  as  the  "tramp-tramp"  of 
the  soldier  battalion  is  symbolic  of  the  unified  efficiency  of 
the  army.  The  speaker,  however,  warned  against  the  pos- 
sibility of  carrying  organizations  and  standardization  to 
such  an  extreme  as  to  crush  individualism,  and  expressed 
the  opinion  that,  in  the  end,  more  substantial  progress  would 
result  by  the  free  exercise  of  individual  thought  and  free 
expression  of  that  thought.  As  a  teacher,  he  considered  the 
most  important  function  of  his  profession  to  be  the  training 
of  men  and  vyomen  to  think — to  arouse  in  them  the  desire  and 
curiosity  to  discover  things  and  reach  conclusions  for  them- 
selves. 
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Hydro-Electric  Reconstruction  at  Sherbrooke 


r.ia 


The  reconstruction  work  of  the  water  power  plants  own- 
ed by  the  city  of  Sherbrooke,  brought  about  interesting  re- 
sults, and  a  short  review  of  the  work  done  will  show  what 
1  be  accompLished  in  the  way  of  raising  the  capacity  of 
ny  an  existing  hydro-electric  plant  at  a  comparatively 
small  outlay,  and  in  some  instances,  as  will  be  seen  from  this 
description,  without  interruption  to  plant  operation. 

The  two  corporation  plants  are  situated  on  the  Magog 
River.  The  Rock  Forest  plant  is  located  at  the  outlet  of  Lake 
Magog,  while  the  older  plant  of  the  two  is  located  on  Fron- 
tenac  street,  within  the  limits  of  the  city  of  Sherbrooke.  Both 
plants  depend  on  the  water  storage  of  Lake  Memphrem'a- 
gog,  which  is  discharged  at  the  rate  of  .550  cubic  feet  per 
second. 

The  total  capacity  of  the  two  plants  of  the  city  of  Sher- 
Ibrooke,  prior  to  reconstruction,  was  2900  horsepower,  as 
[measured  at  the  switchboard  at  the  distributing  point  of  the 
jFrontenac  Street  station.  The  plants  were  rapidly  approach- 
ling  their  ultimate  capacity  and  the  city  of  Sherbrooke  de- 
t-ided  to  take  steps  to  increase  the  capacity  of  these  plants 
m  order  to  enable  them  to  cope  with  the  demand  from  mu- 
nition works. 

A  careful  study  was  made  of  the  hydro-electric  equip- 
ment of  the  two  power  houses  and  tests  were  carried  out 
to  ascertain  the  performance  of  each  machine,  as  well  as  the 

[performance  of  each  plant.  With  this  information,  the  pro- 
gramme of  reconstruction  was  laid  out,  aiming  at  the  maxi- 

jmum  amount  of  power  obtainable  under  the  highest  possible 
commercial  efficiency.  The  construction  work  was  so  planned 
as  not  to  interfere  with  the  operation  of  the  plants  except 
inv  one  unit  at  a  time. 

In  order  to  follow  this  work  more  readily,  it  will  be  well 
to  give  a  brief  description  of  the  plants  prior  to  the  time  of 

i  reconstruction . 

Original  Plant  Equipment 

The  Rock  Forest  plant  was  built  in  1911.   This  plant  is 
some  seven  miles  out  of  Sherbrooke.    The     power  house 
i  equipment  consists  of  two  direct  connected  water-wheel  gen- 
erators of  940  kv.a.  each,  3  phase,  60  cycle,  6,600  volt,  oper- 
ating at  180  r.p.m.    The  turbines  are  set  in  concrete  open 
I  flumes.    The  maximum  capacity  of  the  two  units  under  a  head 
'of  30  ft.,  was  2,200  h.p.  at  the  Rock  Forest  switchboard.  Two 
direct  current  water  wheel  driven  generators  of  50  kw.  each 
an-  supplying  excitation  for  the  alternators. 

The  current  of  the  Rock  Forest  plant  is  transmitted  to 
tlu'  Frontenac  Street  plant,  where  it  is  stepped  down  to 
;3,;300  volts  for  local  distribution.  The  two  power  plants  are 
(i]ierating  in  parallel. 

The  Frontenac  street  power  house  was  built  in  1908.  It 
consisted  of  two  direct  connected  water-wheel  generators, 
(if  25  kv.a.  each,  3  phase,  60  cycle,  2,300  volt,  operating  at 
■s.r,  r.p.m.  The  turbines  were  of  horizontal  type  and  were 
installed  in  steel  cases.  The  combined  maximum  capacity  of 
these  units,  under  a  head  of  28  ft.,  was  1100  h.p.  at  the  switch- 
board. A  spare  turbo-generator  of  500  kw.  was  installed  in 
the  same  plant,  operating  at  180  r.p.m.  Two  direct  con- 
nected turbine  driven  exciters  of  :'.()  kw.  each  furnislu-d  the 
exciting  current  for  the  alternators. 

The  6,600  volt  transmission  line  connecting  the  plants 
consists  of  two  .i-phase  No.  1  B&S  copper  wire  lines,  car- 
ried on  cedar  poles  and  supported  by  Victor  porcelain  in- 
sulators No.  472. 

After  an  examination  and  tests  of  the  entire  equipment, 
the  following  were  the  conclusions  arrived  at. 


1st.  The  Rock  Forest  turbines  were  inadequate  in  capa- 
city and  inefficient. 

2nd.  The  transmission  line  losses  were  too  high  and  the 
line  drop  excessive  for  satisfactory  operation. 

3rd.  The  turbines  at  the  Frontenac  Street  plant  were  of 
old  design  and  inefficient. 

4th.  The  crib  dam  at  the  Frontenac  Street  plant  was 
wasteful  of  water. 

5th.  The  small  turbines  driving  the  exciters  of  the  Fron- 
tenac Street  plant  were  inefficient. 

Reconstructed  Plant. 

While  the  Rock  Forest  plant  was  of  modern  design  and 
construction,  the  maximum  load  the  two  units  would  deve- 
lop at  the  switchboard  at  Rock  Forest,  was  only  2,200  horse- 
power. In  view  of  the  local  conditions  not  permitting  of  the 
realization  of  the  full  extent  of  power  with  the  old  turbines, 
it  was  decided  to  replace  them  in  order  to  increase  the  cap- 
acity of  this  plant.  As  the  Rock  Forest  plant  has  the  ad- 
vantage of  the  pondage  of  Lake  Magog,  which  is  approxi- 
mately five  square  miles  in  area,  the  capacity  .of  this  plant 
was  based  on  a  load  factor  of  50  per  cent. 

The  reconstructed  units  developed,  under  test,  3,000 
horsepower  at  the  switchboard,  when  operating  jointly  un- 
der a  head  of  30  feet.  These  turbines  were  furnished  by  the 
Morgan-Smith  Company,  of  York,  Pa. 

The  940  kv.a.  Canadian  Westinghouse  generators  in  this 
plant  have  done  excellent  service,  when  connected  to  the 
old  turbines,  and  now  with  the  considerably  increased  load, 
by  the  installation  of  the  new  turbines  the  same  generators 


Turbine  and  governor  equipment,  Frontenac  St.  Plant,  Sherbrooke,  Que. 

carry  the  overloads  under  low  power  factor  conditions  in  a 
most  satisfactory  manner. 

The  replacement  of  the  twin,  horizontal,  centre  discharge 
units  was  carried  out  in  twenty  days,  with  little  inconveni- 
ence to  power  consumers,  as  by  special  arrangement  enough 
water  was  discharged  from  Lake  Memphemagog  during  this 
tiiue.  to  permit  of  operating  the  spare  500  kw.  generator  at 
the  P'rontenac  Street  plant,  which  ordinarily  would  be  out 
of  service. 

Attention  was  next  given  to  the  transmission  line.  The 
o])erating  difficulties  under  a  transmission  voltage  of  6,600 
pro\e(i  this  voltage  to  l)e  inade(|uate.   The  low  power  factor 
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1. 1  I  lie  loail  was  responsible  (ov  excessive  drop,  and  al 
times  the  alternators  were  called  upon  lo  Lienerale  current 
at  a  voltage  in  excess  of  SOOO.  The  investif>atibn  of  the 
transnjission  line  showed  that  a  No.  ^72  \  ictor  insulator  was 
suitable  for  an  operaiin;^  voltage  of  i;i,200. 

The  line  is  of  triangular  construction,  with  a  spacing  just 
sufficient  to  con\\>ly  with  standard  requirements  for  13,000 
volts.  It  was  found  tliai  the  three  Canadian  Westinghouse, 
533  kv.a.  i>t)20-2200  vidt  transformers  were  built  with  standard 
13,200  volt  insulation,  and  could  be  operated  with  a  grounded 
neutral.  It  was,  therefore,  decided  that  the  current  from  the 
Rock  Forest  plant  be  transmitted  at  13,200  volts  and  the  in- 
stallation of  three  step-up  transformers  at  the  Rock  Forest 
plant  was  rccommeniled. 

With  the  installation  of  the  three  step-up  transformers 
of  750  kv.a.  each,  at  the  Rock  Forest  plant,  one  line  was  plac- 
ed in  successful  operation  at  13,300  volts  and  the  sec- 
ond line  was  operated  at  the  lower  voltage,  pending  the 
completion  of  work  of  reconstruction  of  a  6,600  volt  sub- 
station of  one  of  the  power  consumers,  situated  along  the 
transmission  line. 

With  both  lines  operating  at  the  higher  voltage,  the  sav- 
ing in  transiuission  will  amount  to  400  horsepower  under  the 
maximum  conditions  of  power  generated  at  the  Rock  For- 
est plant.  Besides  that,  the  voltage  drop  will  be  considerably 
minimized,  thus  resulting  in  an  improvement  in  the  power 
factor  at  the' Rock  Forest  plant.  The  combined  increase  in 
power  generated  and  transmitted  over  the  two  13,200  volt, 
transmission  lines,  as  measured  at  the  switchboard  at  the 
receiving  end  of  the  Frontenac  Street  plant,  is  fully  50  per 
cent,  over  the  power  received  at  the  distribution  point  before 
reconstruction . 

The  modifications  to  the  plant  at  Frontenac  street  involv- 
ed a  considerable  amount  of  work.  As  the  city  owned  the 
right  to  develop  10  feet  additional  head  on  the  Magog  River, 
the  new  plans  covered  a  38  ft.  development. 

A  concrete  dam  was  built  immediately  downstream  from 
the  old  crib  dam.  The  dam  is  285  feet  long,  with  a  luaxi- 
mum  height  from  rock  to  stop  log  platform  of  56  ft.  The 
construction  was  carried  on  practically  without  interruption 
to  the  plant,  except  for  a  period  of  a  few  days.  A  great  deal 
of  concrete  was  placed  in  weather  below  zero  with  satisfac- 
tory results.  To  expedite  the  construction  of  the  concrete 
dam,  pneumatic  placing  of  concrete  was  resorted  to.  The 
construction  of  the  dam  was  carried  out  by  Messrs.  Mac- 
Bean  and  Williams,  of  Montreal,  and  Mr.  W.  W.  Plum  was 
the  contractor's  engineer  on  the  job. 

As  this  plant  is  located  between  two  privately  owned 
plants  without  any  pondage  between  them,  a  uniform  Jow 
of  water  is  aimed  at  throughout  the  twenty-four  hours  a 
day.  This  restricted  the  capacity  of  the  Frontenac  Street 
plant.  In  order,  however,  to  enable  the  plant  to  carry  peak 
load  fluctuations  and  to  utilize  occasional  excess  water,  a 
load  factor  of  approximately  70  per  cent,  was  assumed,  and 
the  equipment  was  chosen  on  this  basis. 

The  two  old  turbines  developed,  at  full  gate,  when  oper- 
ating together,  a  maximum  of  1,100  h.p.  They  were  of  an 
old  tyjic  of  construction,  inefficient  in  the  use  of  water  and 
rather  costly  as  to  maintenance.  As  the  steel  cases  and 
shafts  were  of  liberal  design,  same  were  retained  in  order 
to  permit  of  more  rapid  installation  of  the  new  units.  The 
new  units  were  supplied  by  the  Boving  Hydraulic  &  En- 
gmeering  Company  of  Lindsay,  Ont.  The  turbines  are  direct 
connected  to  1,000  kv.a.,  60  cycle,  3  phase,  2400  volt  alter- 
nators, operating  at  300  r.p.m.  These  machines  are  of  Can- 
adian General  Electric  make. 

It  was  recommended,  in  view  of  the  low  power  factor 
of  the  load,  that  the  two  625  kv.a.  generators  of  the  old 
equipment  be  used  after  reconstruction  as  synchronous  con- 
densers for  power  factor  correction. 


The  reconstruction  of  this  plant  proved  very  satisfactory. 
Tests  of  the  two  units,  operating  at  the  same  time,  show  that 
they  develop  a  maximum  of  2500  h.p.  at  the  switchboard,  or 
1400  h.p.  more  than  the  old  plant  developed  with  the  ^ame 
water.  The  increase  is  therefore,  137  per  cent,  in  plant  out- 
put. Minor  modifications  to  a  somewhat  restricted  tail  race 
will  allow  of  a  further  increase  in  the  capacity  of  this  plant.  _ 
To  permit  the  distribution  switchboard  to  handle  the  in- 
creased load,  the  oil  switches,  current  transformers,  etc.. 
were  replaced  with  equipment  of  a  larger  rating.  All  instru- 
ments were  recalibrated.  Tirrill  regulators  were  installed 
at  both  power  houses  to  improve  the  voltage  regulation  of 
the  systein. 

The  excitation  of  the  old  units  was  furnished  by  means 
of  3-30  kv.a.  turbine  exciters.  One  of  these  turbines  was 
taking  the  water  from  the  steel  case  of  the  main  unit,  at  a 
sacrifice  of  efficiency  of  the  big  turbine.  In  the  new  plant 
the  excitation  is  furnished  by  1-60  kw.  generator,  direct 
connected  to  an  induction  motor,  with  the  result  of  a  con- 
siderable improvement  in  the  efficiency  of  the  exciter  set. 

The  work  was  carried  out  under  the  supervision  of  J.  R. 
MacGregor,  superintendent  of  plants,  and  E.  Noel,  superin- 
tendent of  transmission  and  distribution.  The  concrete  dam 
was  designed  by  T.  Tremblay,  City  Engineer,  and  the  en- 
tire hydro-electric  work  was  planned  and  executed  under  the 
direction  of  M.  A.  Sammett,  consulting  engineer.  Montreal. 


Pro  Patria 

Captain  Chester  William  Halstead,  M.C.,  of  Ridgetow^n, 
Out.,  was  killed  in  action  on  October  10th  last.  Before  en- 
listing, Mr.  Halstead  was  manager  at  Ridgetow^n  for  the 
Bell  Telephone  Company.    The  official  Gazette,  in  referring 


The  late  Captain  Halstead,  M.C. 

to  his  gallant  work  at  Paschendale,  which  W'on  him  the  Md- 
itary  Cross,  said,  "His  utter  disregard  for  machine-gun  fire 
inspired  his  men  greatly.  He,  with  his  platoon,  captured  77 
prisoners  and  two  machine  guns,  the  latter  being  brought 
into  action  at  once  against  the  enemy.  After  the  captured 
position  had  been  consolidated,  he  went  forward  some  200 
yards,  where  he  met  an  enemy  staflf  officer,  whom,  on  his 
refusal  to  surrender,  he  promptly  killed.  He  gave  a  splen- 
did example  of  courageous  energy  and  dash," 
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Vre  Contractor-Dealers  Going  to  Stand  Idly  by 
and  Watch  the  Hardware  Stores  and  the 
Druggists  Skim  the  Cream  off  the 
Electrical  Milk  Can? 

A  Provincial  Hydro  inspector  dropped  into  a  hardware 
,,t()re  in  his  local  town  the  other  day  and  found  the  pro- 
[jrietor  in  conversation  with  a  customer  about  a  new  fuse 
l^lug.  The  customer  had  blown  a  10  ampere  fuse  and  ex- 
[jlained  that  this  had  happened  a  couple  of  times  when  liis 
wife  had  connected  up  her  iron.  He  didn't  know  the  rea- 
M.n;  there  was  no  other  load  on  his  house  at  the  same  tmie. 

"Oh,"  said  the  hardware  man,  "you  need  a  larger  fuse. 
This  is  10— I'll  give  you  a  20." 

"Well,  all  right,"  replied  the  customer.  I  think  there's 
.1  :;o  on  the  other  side  though.  Perhaps  you'd  better  give 
me  a  30  and  make  doubly  sure." 

"That's  correct,"  said  the  hardware  man.  "We'll  make 
sure  with  a  30." 

y\nd  this  is  an  age  of  "safety  first";  at  a  time  when 
^rules  and  regulations  covering  installations,  and  the  people 
making  the  installations,  are  supposed  to  have  rendered  the 
use  of  electricity  fool-proof.  The  inspector  naturally  took 
Mccasion  to  "butt  in,"  and  explained  to  these  two  innocent 
babes  that  the  trouble  was  doubtless  due  to  a  defective  cord 
and  that  by  increasing  the  size  of  the  fuse  they  were  merely 
jadding  to  the  chances  for  one  more  bad  accident.  As  to 
Irules  and  regulations  governing  the  size  of  fuses  to  be  used, 
tlie  hardware  man  had  never  heard  of  them. 

And  this  is  no  isolated  case.  Who  is  to  blame  that  the 
merchandising  of  electrical  goods  of  every  sort  has  been,  m 
.effect,  taken  out  of  the  hands  of  the  electrical  dealers  and 
iis  handled  very  largely  by  hardware  men,  druggists,  milliners 
and  what  not?  The  druggist's  profession,  for  example,  is 
safeguarded  by  law  to  prevent  life  hazards  and  yet  these 
same  people  are  allowed  to  handle  equipment  carrying  as 
much  hazard  possibly  as  the  average  prescription,  without 
tlie  slightest  protection  to  the  pulilic. 

As  long  as  the  merchandising  of  electrical  equipment  is 
m  the  hands  of  uninformed  retailers  and  salesmen,  what  is 
the  use  of  making  rules  and  regulations?  All  over  the 
country  these  stores  are  the  dumping  ground  for  unapproved 
material,  shoddy  appliances  of  every  sort  that  dishonor  the 
whole  class  of  lal)or-saving  eciuipment  to  wliicli  they  are 
supposed  to  lielong  and  create  a  big  life-hazard  at  llie  same 
time.  Further,  appliances  of  every  sort  and  size  are  being 
sold  for  lamp  socket  connection. 

Mr.  Goodwin  expressed  himself  as  greatly  disapixiinted 
with  the  numljer  and  type  of  electrical  stores  lie  found  in 
Toronto.  The  same  criticism  holds  to  a  greater  or  less 
degree,  no  doubt,  all  over  the  Dominion.  Isn't  the  average 
contractor  overlooking  a  golden  opportunity?  Think  how 
well  the  two  operatfons — wiring  a  home  and  then  supplyinj- 
that  home  with  numerous  electrical  appliances — dovetail  in- 
to cme  another.     What  hiniic  is  lliere  that,  liaving  cost  $100 


to  wire,  is  not  an  immediate  prospect  for  appliances^  totalling 
a  much  greater  amount  than  this— electric  fixtures,  lamps, 
table  lamps,  iron,  percolator,  toaster,  range,  hot  plate,  vacuum 
cleaner,  washing  machine,  and  so  on — and  yet  this  large 
amount  of  business  the  contractor  hands  over  to  the  hard- 
ware man  with  his  compliments  and  the  result  is  the  hard- 
ware man  maker,  a  mess  of  the  whole  electrical  business  and 
muddles  things  up  generally  for  the  public,  the  inspection 
del  artment.   the   contractors   and   the  manufacturers. 

The  time  has  arrived  when  the  merchandising  of  elec- 
trical appliances  is  as  much  a  specialized  business  as  is  the 
sale  of  motors  or  transformers.  Either  the  hardware  man 
must  inform  himself  of  electrical  matters  or  the  contractor- 
dealers — who  are  already  informed — must  take  it  over.  We 
must  not  forget  that  the  hardware  trade  is  well  organized 
and  is  handled  by  men  of  intelligence  who,  if  given  half  a 
chance  will  master  the  art  of  selling  electrical  goods.  If 
contractor-dealers  want  to  hold  the  field  they  must  not  delay 
very  much  longer. 


The  Establishing  of  Rigid  Resale  Prices  Will  Not 
Solve  the  Ills  of  the  Electrical  Industry— 
The  Solution  is  Co-operation  and 
Better  Merchandising 

A  number  of  solutions  have  been  offered  for  the  difti- 
culties  besetting  the  path  of  the  electrical  contractor-dealer. 
The  one  most  commonly  mentioned  is  that  manufacturers 
should  establish  resale  prices  on  all  the  articles  they  make. 
This  means  that  drastic  measures  would  often  have  to  be 
taken  to  enforce  the  maintenance  of  these  prices,  but  con- 
tractor-dealers have  frequently  argued  that  manufacturers 
should  refuse  to  sell  to  any  dealer  who  did  not  hold  to 
the  price  formally  fixed  on  any  article  whicli  he  may  carry 
in  stock. 

There  can  l)e  no  doubt  tiiat  a  measure  of  protection  by 
the  manufacturers  and  jobbers  is  due  the  dealer,  but  it  does 
not  appear  that  the  arliitrary  estal)lislinient  of  resale  prices 
is  the  best  form  that  protection  can  take.  On  the  face  of  it, 
it  is  evident  that  one  dealer  can  do  business  on  a  smaller 
prolit  than  another  and  it  constitutes  an  injustice,  therefore, 
nut  only  to  the  buying  public,  luit  to  the  dealers  tliemselves, 
that  tlie  same  fixed  price  should  be  charged  in  all  localities 
and  under  all  conditions.  There  is  the  other  side  of  it,  too, 
which  we  in  (  anachi  do  not  appear  to  have  sufficiently  cmi- 
sidered,  namely  the  legality  of  the  proceeding.  Can  lliis 
prai'tioc  be  ci in st  riu'd  as  a  restraint  nf  trade? 

Uiglit  at  tile  mnment  the  whole  matter  is  being  tiirashed 
out  along  this  line  in  the  United  States  courts.  The  h'ederal 
Trade  Commission  has  just  disposed  of  a  case  in  whicii 
complaints  were  issued,  charging  violations  of  tlie  law 
through  fixing  the  resale  price  of  articles,  and  an  order  to 
cease  and  desist  from  this  practice  lias  been  issued  in  the 
case  of  Chester,  Kent  iS;  Company,  of  liostiHi,  manufacturers 
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oi  proprietory  inciliciiics.    Tlu'  ortlcr  forbids  the  coiiii)any  to: 
(a)    Indicate  to  dealers  tlio  prices   for  which   its  pro- 

prietary  or  patent  medicines  shall  he  resoUi. 

(h)    Securing-   agreements    from    dealers    to    adhere  to 

such  prices. 

(c)  Refusing  to  sell  to  ilcalers  who  fail  to  adhere  to 
such  prices. 

(d)  Refusing  to  sell  to  dealers  who  fail  to  adhere  to 
such  prices  upon  the  same  terms  as  dealers  who  do  so  adhere. 

(.e)  Furnisiiing  any  advantage  to  dealers  who  adhere  to 
the  resale  prices,  while  refusing  similar  treatment  to  dealers 
who  do  not  adhere  to  the  prices. 

This  order  of  the  Commission  follows  a  similar  decision 
of  the  Supreme  e "ourt  of  the  United  States  in  the  case  of  the 
.American  Graphophone  Company.  The  Federal  Trade  Com- 
mission has  decided  to  issue  complaints  against  all  business 
concerns  who  refuse  to  sell  unless  the  purchaser  will  agree 
to  maintain  a  resale  price  fixed  by  the  seller.  It  is  claimed 
that  when  an  article  once  passes  from  the  maker  to  the  pur- 
chaser, the  latter  owns  it  and  may  sell  it  at  any  price  he 
chooses,  so  long  as  that  price  is  not  below  cost,  in  which 
case  he  would  he  entering  into  unfair  competition  with  other 
retailers  selling  the  same  article. 

It  is  evident,  therefore,  that  so  far  as  the  United  States 
is  concerned — and  there  is  little  doubt  conditions  are  identical 
in  Canada — the  establishment  of  fixed  resale  prices  will  not 
solve  the  difficulty  the  contractor-dealer  is  meeting  in  the 
way  of  making  a  living  profit.  The  solution  lies  rather  in 
better  merchandising  methods,  a  closer  study  of  the  condi- 
tions under  which  each  is  operating  and  a  better  co-opera- 
tion between  the  dealers  themselves,  first,  and  the  manufac- 
turers, jobbers  and  contractor-dealers,  second.  We  are  too 
apt  to  take  it  for  granted  that  the  cause  of  failure  in  busi- 
ness is  too  low  a  resale  price.  This  is  very  rarely  the  case. 
Poor  business  methods  in  the  retail  business  are  almost  uni- 
versal, and  this,  we  believe,  is  the  direction  along  which  edu- 
cation must  proceed  before  the  general  condition  of  elec- 
trical merchandising,  in  Canada,  is  placed  on  a  satisfactory 
and  stable  basis. 


Those  Who  Pass  and  Those  Who  Pause— Which 
Kind  of  Window  is  Yours? 

If  there  is  any  doubt  in  your  mind  as  to  whether  it  pays 
to  spend  a  little  time  in  making  your  windows  attractive  try 
this  test  yourself.  Station  someone  outside  your  window 
with  instructions  to  count  the  people  who  pass  your  store, 
and  those  who  pass  in  front  of  your  window.  Then  change 
the  trim,  making  a  special  effort  to  produce  an  interestmg 
display,  and  try  the  same  plan. 

Unless  your  experience  is  an  exception  you'll  find  that 
the  well-planned,  carefully  trimmed  window  will  attract  a 
considerably  higher  percentage  than  the  window  jumbled  to- 
gether in  a  hurry  some  Monday  morning.  Care  and  thought 
in  window  trimming  always  pay. 

You  may  learn  some  thing's  about  color  and  motion  and 
arrangement  from  this  single  test  that  will  help  you  in  every 
window  you  trim. 

But  remember  this  when  you  look  over  the  tally  sheet 
of  people  who  pass  and  people  who  pause:  The  figures  are 
only  an  indication  of  the  value  of  a  trim  as  an  efifective  sales 
factor. 

Two  windows,  for  example,  might  draw  equal  crowds, 
yet  one  would  merely  satisfy  idle  curiosity,  while  the  other 
would  actually  sell  goods.  The  important  thing  to  remem- 
ber is  to  put  sales  interest  into  the  trim.  The  nearer  you 
can  bring  your  message  home  to  the  passer-by  the  more 
efTective  is  the  trim. 

Don't  forget  that  the  window  space  is  the  most  valu- 
able part  of  your  store.    Make  the  most  of  it. 


Change  your  trim  often.  Keep  up  with  the  times.  Try- 
to  have  the  most  attractive  window,  not  only  on  your  street, 
l)ut  in  your  whole  city.  Don't  think  for  a  minute  that  your 
cliance  is  limited  by  the  size  of  your  window,  for  it  isn't 
true.  Small  windows  frequently  are  better  trimmed  than 
those  which  can  show  a  half  block  of  plate  glass. 

The  effectiveness  of  your  window  depends  solely  upon 
the  plan  and  its  execution — and  both  depend  on  you. 


Notice  re  Meter  Loops 

The  Chief  Inspector  of  the  Toronto  Hydro-electric  Sys- 
tem has  asked  the  attention  of  electrical  contractors  to  the 
need  of  allowing  sufficient  length  on  meter  loops  for  power 
services.  Each  single  wire  should  not  be  less  than  eighteen 
inches  in  length. 


New  Book 

Central  Station  List — published  by  the  McGraw-Hill 
Book  Company,  Inc.,  10th  Avenue  and  36th  Street,  New- 
York.  This  book  contains  a  list  of  central  stations  in  Can- 
ada and  the  United  States  by  states,  provinces  and  cities; 
statistics  showing  the  total  number  of  private  and  municipal 
plants,  companies  selling  appliances,  companies  having  day 
service,  and  other  data;  towns  with  a  population  under  1,000 
getting  current  elsewhere;  state  and  provincial  commissions 
having  jurisdiction  over  electric  light  and  power  utilities; 
index  to  central  stations  whose  names  do  not  indicate  their 
location.  Price  $15.00. 


Trade  Publications 

Condulets. — Suggestion  No.  33,  by  the  Crouse  Hinds 
Company  of  Canada;  describing  an  actual  installation  of 
weatherproof  outlets  and  fittings. 

C.G.E.  Publications.— Bulletin  40021,  describing  belted 
direct-current  generators,  Type  LF,  and  Bulletin  48940.  de- 
scribing constant  energy  arc  welding  sets  for  metallic  elec- 
trodes— both  well  illustrated. 

Switches. — Catalogue  No.  W-38,  by  the  Square.  D  Com- 
pany; describing  Square  D  switches  of  the  steel-enclosed  and 
iron-enclosed  types;  also  motor  starters,  compensator  type 
switches,  plug  receptacles,  meter  protective  trims  and  acces- 
sories; illustrated. 


It  is  to  be  hoped  that  dealers  in  electrical 
equipment  will  not  fall  behind  in  the  movement 
evidenced  in  the  other  lines  of  retailing  to  get 
the  Christmas  shopping  campaign  well  under  way 
during  the  present  month.  The  average  citizen 
has  caught  the  spirit  of  conservation  underlying 
this  programme  and  is  doing  his  shopping  a 
month  or  six  weeks  earlier  than  usual.  If  the 
electrical  dealer  delays  his  advertising  propa- 
ganda, he  will  undoubtedly  lose  the  trade  which 
the  excellence  and  utilitarianism  of  his  produce 
justifies  him  to  expect  in  this  holiday  season.  The 
Christmas  stock  should  be  displayed  at  once,  win- 
dows dressed  with  holiday  goods  and  the  spirit 
of  Christmas  injected  into  the  advertising,  so  that 
people  may  know  that  electrical  stores  are  alive 
to  the  newer  conditions  under  which  we  are  now 
living. 
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3-Wire  D-5  Meters 

At  the  present  time  when  great  attention  is  being  given 
to  conservation  and  standardization,  the  new  direct  current, 
:!-wire,  service  watt-hour  meter  just  placed  on  the  market  hy 
the  Sangamo  Electric  Company  is  attracting  attention.  This 
meter  consists  simply  of  two  standard  3-wire  elements  placed 
side  by  side  in  a  common  base  and  registering  their  kw.h. 
on  a  common  recording  train  so  that  the  sum  of  the  revolu- 
tions of  the  two  elements  will  be  properly  added  and  indi- 
cated on  the  kw.h.  dial  of  the  meter.    This  is  effected  by 
means  of  a  very  simple  but  ingenious  dif?erential  gearing 
within  the  recording  train  so  that  no  matter  what  load  there 
may  be  on  one  element  as  compared  with  the  other,  the  total 
revolutions  of  the  two  elements  will  be  accurately  added  and 
recorded.    Even  with  one  element  fully  loaded  and  the  other 
one  without  load,  the  registration  is  as  accurate  as  though 
each  element  were  recording  on  a  separate  train.    This  ar- 
rangement of  meter  elements  and  train  is  not  new,  but  has 
l)een  given  a  thorough  and  successful  test  on  similar  ampere- 
hour  meters  built  for  use  with  storage  batteries  on  submarme 
vessels  of  the  U.  S.  Navy,  during  the  past  two  years.  The 
only  dif¥erence  between  these  very  successful  ampere-hour 
meters  for  submarines  and  the  present  3-wire  D-5  service  type 
meter,  is  in  the  fact  that  the  driving  elements  in  the  ampere- 
hour  meters  have  permanent  magnet  fields  instead  of  shunt 
energized  tields  of  the  watt-hour  meter. 

As  will  be  seen  from  Fig.  2,  each  element  of  the  new 
:!-wire  meter  is  a  standard  2-wire  element  including  the  light 


single  potential  element  connected  either  between  one  outer 
line  and  the  neutral,  or  between  the  two  outer  wires.  As 
shown  in  the  diagram,  the  elements  are  so  connected  through 
an  interchange  of  connections  within  the  terminal  box  itself 
that  the  load  wires,  from  and  to  the  line,  pass  in  and  out  of 


Fi°    2— Meter  with  case  and  recording  train  removed,  showing  two  inde- 
pendent  standard  2-wire  motor  elements 

the  meter  in  regular  succession;  no  crossing  over  of  mter- 
changing  of  leads  being  required.  The  recording  train  is 
held  on  a  bracket  connecting  the  two  motor  elements,  shown 
in  Fig.  2  with  the  train  removed,  and  absolutely  correct 
meshing  of  the  two  worm  wheels  on  the  train,  engaging  with 
the  two  elements,  is  obtained  by  a  system  of  locating  rear 
bearings  of  the  worm  wheels  similar  to  that  used  in  the 
standard  2-wire  meter.    The  train  is  held  in  position  by  a 


Fig.  1 — New  Sangamo  D.C.  3-wire  Meter 


load  adjustment,  the  arrangement  of  damping  magnates,  and 
in  the  case  of  meters  over  10  amperes  capacity,  the  arrange- 
ment of  internal  or  external  shunts.  As  shown  in  diagram 
Fig.  3  and  from  the  arrangements  of  the  elements  it  will  be 
apparent  that  this  meter  achieves  the  requirements  of  a  true 
3-wire  direct  current  meter;  that  is,  one  which  will  measure 
and  record  accurately  the  Ibad  on  either  side  of  a  3-wire  dis- 
tributing system,  no  matter  whether  the  other  side  is  entirely 
dead.  For  example,  if  the  fuse  in  one  outer  line  of  the 
system  is  blown  or  purposely  withdrawn,  the  element  con- 
nected in  the  other  side  will  record  accurately  the  load  on  that 
side,  as  its  potential  circuit  and  measuring  circuits  are  inde- 
pendent of  the  side  which  is  open.  If  the  neutral  fuse  is 
I)lown  or  withdrawn,  the  two  potential  elements  remain  in 
series  across  the  outer  lines  so  that  the  meter  will  continue 
to  record  any  load  that  may  pass  through  it  between  the 
outer  wires  with  the  neutral  open.  Under  widely  unbalanced 
conditions  of  voltage  between  the  outer  lines,  this  meter  will 
record  with  a  degree  of  accuracy  which  it  is  claimed  is  im- 
possible with  any  former  3-wire  direct  current  meter  having  a 


Fig.  3  Wiring  diagram  showing  internal  connections  of  the  new 

Sangamo  3-wire  D.C.  Meter 

simple  device  operated  from  the  top  front  so  that  it  may  be 
readily  removed  for  purpose  of  inspection  and  calibration  of 
the  elements.  In  calibrating,  each  element  is  considered  and 
tested  as  a  standard  2-wire  meter  without  respect  to  the  other 
element.    For  this  reason,  an  al)solutely  perfect  balance  of 
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the  two  elements  may  be  scciireil  in  minimum  limo  and  (.ffoit 
by  the  tester. 

The  meter  when  connected,  occupies  about  the  same  space 
on  the  wall  as  an  ordinary  pol>  pbasc  sci  vicc  type  alternating- 
current  njeter.  This  meter  will  lu  supplied  in  all  capacities 
from  the  unshunted  10  ampere  nu  lcr,  to  the  lar.ncst  externally 
sijunted  capacities. 


The  Walger  Insulated  Wire  Connector 

The  \\'ali;er  insulateil  wire  connector  is  illustrated  here- 
with. This  is  a  device  tor  lixlure  outlets  and  motor  leads, 
which  does  away  with  l)low  torch,  alcohol,  aciil,  solder,  rub- 
ber tape  and  paste,  and  allows  the  operation  of  making  con- 
nections with  a  considerable  economy  in  time.  All  you  re- 
quire to  make  the  connection  secure  is  a  screwdriver.  It  is 
argued  by  the  manufacturers  of  this  device  that  an  electrician 
can  leave  the  workshop  with  enough  connectors  in  his  pocket 
to  wire  up  the  fixtures  of  a  whole  house;  that  he  can  do  the 
work  in  a  fifth  the  time,  and  always  have  clean  hands  to 


The  Connector 


handle  the  fixtures;  that  the  device  facilitates  the  exchange 
of  fixtures  and  that  it  can  be  used  without  difficulty  in 
places  where  the  electrician  is  cramped  for  room.  It  is  also 
claimed  that  a  piece  of  work  on  which  these  connectors  have 
been  used  exclusively  can  be  examined  by  the  inspector  more 
readily  and  more  thoroughly  and  that  as  a  result  the  many 
fires  attributed  to  defective  wiring  may  be  greatly  reduced 
by  their  use.    The  illustrations  show  the  method  of  making 


The  Insulating  Shell 

the  connection  and  also  the  insulating  shell  and  cap  that 
covers  each  connector.  The  device  is  approved  by  the  Un- 
derwriters' Laboratories,  of  Chicago,  and  by  the  Hydro- 
electric Power  Commission  of  Ontario.  It  is  being  handled 
by  Mr.  C.  Jackson,  22  College  Street,  Toronto. 


Personals 

Mr.  John  S.  MacLean,  advertising  manager  of  the  Can- 
adian General  Electric  Company,  and  also  of  the  Canadian 
Allis-Chalmers  Company,  for  the  past  five  years,  has  re- 
signed. 

Lieut.  M.  B.  Hastings,  secretary,  A.  H.  Winter-Joyner, 
Limited,  Toronto,  has  been  awarded  the  Military  Cross. 
Lieut.  Hastings  left  Canada  with  the  4th  Canadian  Mounted 
Rifles  Batallion,  but  was  later  transferred  to  an  artillery 
company. 


Obituary 

In  our  last  issue  we  recorded  the  appointment  of  Mr. 
H.  E.  Randall,  of  the  Shawinigan  Water  and  Power  Com- 
pany as  sales  agent  of  the  Ludlum  Electric  Furnace  Cor- 
poration, X.Y.,  and  his  serious  illness  from  influenza.  We 
regret  to  report  that  the  illness  terminated  fatally,  the  elec- 
trical profession  thus  losiijg  one  of  its  younger  and  most 
promising  members.  Consequent  on  Mr.  Randall's  death, 
Mr.  R.  J.  Beaumont  has  been  appointed  manager  of  sub- 
sidiary companies,  and  Mr.  P.  R.  Labelle  power  sales  man- 
ager of  the  Shawinigan  Water  &  Power  Company. 


Current  News  and  Notes 


Estevan,  Sask. 

A  proposal  is  on  foot  to  build  a  plant  at  Estevan,  Sask., 
for  the  supply  of  light  and  power  to  the  cities  of  Weyburn, 
Regina,  Moose  Jaw  and  intervening  points.  It  is  believed 
that  such  a  plant  could  be  made  a  commercial  success  by 
the  use  of  lignite  fuel.  Reports  state  that  local  opinion  is 
decidedly  in  favor  and  that  steps  will  be  taken  immediately 
to   secure  the  necessary  funds. 

Eyebrow,  Sask. 

Messrs.  Carlyle  &  Seeley,  of  Eyebrow,  Sask.,  are  plan- 
ning the  installation  of  an  electric  lighting  plant  to  light  the 
business  section  of  the  town.  While  the  matter  has  not 
been  definitely  decided,  it  is  thought  the  plant  will  be  de- 
signed for  15  kw.,  110  volt,  direct  current  operation,  the 
motive  power  to  be  a  30  h.p.  oil  engine. 

London,  Ont. 

Manufacturers  in  London,  Ont.,  have  been  asked  to  run 
their  factories  on  daylight  saving  time  during  the  winter  as 
a  measure  of  combatting  the  power  shortage. 

The  London  Hydro-electric  System  completed  the  first 
ten  months  of  the  fiscal  year  with  a  surplus  of  $68,000  over 
all  operating  and  capital  costs. 

Moose  Jaw,  Sask. 

High  operating  costs  are  said  to  have  brought  about  a 
crisis  in  the  affairs  of  the  Moose  Jaw  Street  Railway,  a 
privately  owned  system.  Unless  some  immediate  relief  is 
forthcoming  it  may  be  necessary  for  the  company  to  cease 
operating. 

Quebec,  Que. 

Quebec  city  authorities  have  joined  in  the  movement  to 
protest  against  the  increased  rates  announced  by  the  Bell 
Telephone  Company. 

Regina,  Sask. 

The  recent  increase  to  the  straight  five-cent  fare  on  the 
Regina  Street  Railway  is,  according  to  a  recent  statement, 
responsible  for  an  increase  of  $20,000  in  revenue  for  the  first 
ten  months  of  the  year.  Approximately  the  same  number 
of  passengers  were  carried. 

Toronto,  Ont. 

In  a  report  recently  submitted  by  auditors  appointed  to 
go  over  the  books  of  the  Ontario  Hydro-electric  Commis- 
sion, it  is  shown  that  the  total  assets  of  the  Commission 
amount  to  $28,950,803.  Under  this  heading  is  included  an  as- 
set of  $15,070,307,  representing  the  value  of  the  Niagara  sys- 
tem and  the  seven  secondary  systems  in  the  province.  On 
the  other  side  of  the  ledger  are  cash  advances  by  the  pro- 
vince amounting  to  $17,037,074  on  the  various  systems;  $1.- 
200,000  on  Niagara  power  development;  $583,131,  due  Central 
Ontario  System;  debentures  re  purchase  of  Ontario  Power 
Company,  $7,984,000.  Other  debentures  total  $51,216;  ac- 
counts payable  $27,443.  The  liabilities  also  include  reserves 
for  sinking  fund  aggregating  $238,531,  and  reserves  for  re- 
newals contributed  by  municipalities  and  in  respect  of  ser- 
vice and  office  buildings  amounting  to  $1,139,258.  There  is 
a  reserve  of  $137,701  for  contingencies  and  the  Coinmission 
owes  to  municipalities  in  respect  of  operating  surpllises, 
$446,484.  Another  surplus  is  $83,509  arising  from  depart- 
mental operations  in  the  service  building.  An  insurance  re- 
serve of  $2,451  completes  the  liabilities. 

Wapella,  Sask. 

Mr.  W.  P.  MacDonald,  of  Wapella,  Sask.,  is  planning  the 
installation  of  an  electric  lighting  plant  and  is  calling  ten- 
ders for  a  dynamo,  engine,  wire  and  general  equipment. 
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POWER  CABLE 


350,000  CM.  3-Conductor  12000  volt 

Paper  Insulated,  Steel  Tape  Armoured  Cable 

Overall  Diameter— 3.62  ins. 

Built  to  Specifications  of  Hydro-Electric  Power  Commission 

of  Ontario 


Eugene  F.  Phillips  Electrical  Works,  Limited 

MONTREAL 


Branches  :   Toronto,  Winnipeg,  Regina,  Calgary,  Vancouver 


FOR  SALE 


Sleain-»ltivcn  nciiciatois 
K.W..  23  ami  W  cycles. 


lioiu  -JS  K.W.  to  ;>iio 
Lociitcil  In  Canada. 


t.Il.\RI.ES  LKACOCK. 

107  Uukc  Street,  Toronti> 


Alternator  Wanted 

■JtKi  to  'S">  K\  A  .iUi  i  ii.iloi .  J.'iOll  volls,  :>  phase, 
tW  cycles,  revolving  licKI,  2  boarinj!,  (oi  iliroct 
lonniclion  to  water  wheel ;  speed  from  201)  to 
;!tai  K.P.M  \'  "'v  r..>\  Sdi;.  I'liotrical  News, 
Toronio,   '  '  -1 


Transformers 

FOR  IMMEDIATE  DELIVERY 
25  Cycle  Sirgle  Phaae 

."i— ;«K>  K\'.\.  22(1(1  to  r>T.">  \'oUs. 

3—  5lt  KV.\.  2200  to  5M  Volts. 

Hi  KV.\.  2200  to  nfjO  Volts. 

KV.\.  2200  to  TlTO  Volts. 

2—  15  KV.\.  2200  to  220/110  Volts. 

3        71,^  K\'  \.  2200  to  220/110  Volts. 

4_    h'  K\'.\.  2200  to  220  110  Volts. 

•)        3  KV  \  2200  to  220/110  Volls. 

1_    2  KVA.  2200  to  220/110  Volts. 

These  transformers  were  built  by  The  Canadian 
Crocker-Wheeler  Co..  Ltd.,  and  are  in  first  class 
condition,  some  of  them  never  having  been  used. 
They  were  bought  before  prices  advanced  so  can 
be  disposed  of  at  attractive  prices. 

O'lmiEN  &  DOHENY, 

Tliorold.  Ontario. 


An  electric  pumpin.g  installation,  com- 
pleted about  June  1,  at  Sidd's  Landing 
on  the  Sacramento  river,  in  California, 
made  practical)le  the  irrigation  of  23,000 
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acres  of  rice  land  during-  the  past  seas- 
on, the  value  of  the  product  this  year 
hein-  cslinialcil  al  $4,;iOO,000.  The  pro- 
duct is  that  of  the  i'rovident  Irrigation 
District,  which  spent  .1;750,000  on  its 
pumping  plant  and  system  of  irrigating 
canals.  This  body  of  land,  formerly 
considered  worth  .$30  per  acre,  is  now 
valued  at  $150  per  acre. 

The  pumping  equipment  consits  of 
f,nir  (.ieneral  Electric  500-hp.,  2300-volt 
motors,  direct-connected  by  flexible 
couplings  to  four  Byron  Jackson  43-in. 
horizontally  split,  double-suction  pumps 
of  a  combined  capacity  of  320,000  g.p.m., 
against  a  head  of  30  ft.  Electric  energy 
is  supplied  by  the  Northern  California 
Power  Co.  The  power  required  in 
pumping  water  for  the  tract  of  23,000 
acres  cost  about  $35,000  for  the  irrigat- 
ing season  of  five  months. 
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PETRIE'S  LIST 

of  New  and  U(ed 

MOTORS 


FOR  IMMEDIATE  DELIVERY 


No. 
1 
1 
1 
1 
3 
1 
1 
1 
1 
1 
3 
5 
2 
3 
1 


H.P.  Phase  Cycle  Volts 
100       3       25  550 


30 
25 
20 
15 
10 
10 


I'A  3 


60 
60 
25 
25 
25 
25 
25 
25 
66 
25 
25 
25 
25 
25 


220 
220 
550 

550 
550 
550 
550 
550 
220 
550 
550 
550 
550 
550 


Speed  Maker 

480  Westg. 

1500  T.  &  H. 

945  Westg. 

1440  T.  &  M. 

730  Westg. 

1400  Lancashire 

720  Westg. 

loOO  Lang.-Dav. 

750  C.  G.  E. 

1200  T.  &  H. 

720  Westg. 

1400  Excelsior 

1500  C.  G.  E. 

1400  Excelsior 

1400  Excelsior 


Writt  Us  for  Prices 

H.  W.  PETRIE,  Limited 

Front  St.  West  -  Toironto,  Oot 


The  U.  S.  Council  of  National  Defense 
makes  this  statement  in  a  circular  letter 
sent  to  the  several  State  Councils  of  De- 
fense : 

"Housing  and  war  work  are  vitally 
connected.  A  man  who  raises  crops, 
turns  shells,  or  builds  ships  must  have 
a  place  in  which  to  live.  His  health  and 
efficiency  are  directly  dependent  upon 
housing  conditions.  Adequate  and  sat- 
isfactory housing  is  thus  one  of  the  out- 
standing needs  of  the  day." 


}FINE 

'bank,office^ 

OOUHT  HOUSE  &  „  .^<FF7in  cniT 
'OflUG STORE FITTIKGS.X^feSEND  FOR, 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments   from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT- 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.  S.  A. 


Tenders 


A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 
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COMPM 


a 


In  Stock  for  Immediate  Delivery 

Turbo-Generator  Units 
Direct  Connected  Units 
Motor  Generators 
Rotary  Converters 
Transformers 

Boilers 
Smoke  Stacks 
Tanks 
Condensers 
Air  Compressors 

Separate  Published  Stock  Lists  for  above  apparatus. 

Staff   of  Engineering  Specialists  with   three  overhauling 
plants  to  SOLVE  YOUR  POWER  PROBLEMS. 

MacGovern  &  Company,  Inc. 

285  Beaver  Hall  Hill,  Montreal 

Offices  :  New  York,  Pittsburg,  St.  Louis 
Plants:  Brooklyn,  N.Y.,  Lincoln,  N.J.,  and  Linden,  N.J. 

BUYERS  AND   SELLERS  OF 
NEW   AND   USED  MACHINERY 

A    Continent  -  wide  Service 


List  of  Motors 


H.P. 

Phase 

Speed 

Volts  Cycles 

Starter 

Make 

1 

1.5 

3 

1.500 

550 

25 

yes 

T.H.E. 

X 

50 

3 

750 

550 

25 

yes 

C.G.E. 

1 

60 

3 

7.50 

550 

25 

yes 

Crocker  Wheeler 

2 

50 

o 

750 

220 

25 

yes 

Lincoln 

1 

25 

3 

750 

220 

25 

yes 

Lincoln 

1 

25 

3 

750 

220 

25 

yes 

C.G.E. 

1 

10 

3 

1500 

220 

25 

yes 

T.H.E. 

1 

3 

3 

1500 

220 

25 

yes 

Westg.  CCL. 

1 

I 

4  1 

1800 

110 

60 

no 

Fort  Wayne 

1 

: 

4  1 

1800 

110 

60 

no 

Westgh. 

1 

: 

4  1 

1800 

110 

60 

no 

Fisher 

1 

40 

2 

900 

220 

60 

yes 

Fuller  Wenstrom 

1 

15 

2 

1800 

220 

60 

no 

T.H.E. 

o 

5 

2  or  3 

1800 

60 

no 

Westgh.    CCL.  rewd 

1 

2  or  3 

1800 

60 

no 

Westgh.    CCL.  rewd 

1 

A  2 

1800 

220 

00 

no 

Westgh.  CCL. 

2 

10 

2  or  3 

1200 

60 

no 

Westgh.    CCL.  rewd 

1 

5 

1200 

220 

00 

no 

Union  (New) 

2 

3 

3 

1800 

220 

60 

no 

C.G.E.  rewound 

4 

7 

'A  3 

1800 

220 

60 

yes 

Lincoln 

TRANSFORMER 

1 

40  K.W.     Type  R. 

2200/220  Volts,  Packard. 

PLATER 

1    Type  C.     Ostrander  Seymour,  0  volt,  speed  750,  amp.  800. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON 


Limited 


Walger  Insulated  Wire  Connector 


Solderless  Connection 


Patented  Canada  1917. 
Patent  Pending  U,  S. 


Insulating  Sliell  and  Cap 


DISCARD  THAT  BLOW  TORCH 

Tust  think— no  blow  torch  to  explode  or  blazing  alcohol  to  boil  over,  no  injury  to 
canopy  or  ceiling  on  account  of  smoke,  no  setting  fire  to  wall  covering,  etc.  with  blow 
torch  no  dropping  of  hot  solder,  burnt  matches,  bits  of  tape  or  soldering  acid,  paint  work 
or  walls  not  marred  by  dirty  hands,  no  tools  to  fall  from  ladder,  no  time  wasted  going 
from  one  fixture  to  another,  one  trip  up  the  ladder  is  sufficient. 

All  you  require  to  make  the   connection  secure  is  a  screwdriver. 

The  Walger  Insulated  Connector  is  so  simple  in  construction  that  it  is  impossible  to 
make  a  mistake  in  making  a  connection.  In  other  words,  it  is  wonderfully  simple  and 
simply  wonderful  when  you  see  it  in  use. 

The  Walger  Insulated  Connector  is  one  of  the  most  profitable  electrical  accessories 
you  can  handle.  Write  for  further  information. 

A.ent-c,  JACKSON,  22  College  Street,  TORONTO,  ONT, 
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NOTICE  I 

"Duncan"  Pull  Chain  Sockets 

NOW  READY 


Snap 
Cap 


1 


No.  5000 


Splendid 
Action 


This  Socket  is  Second  To  None 
Your  Jobber,  or 

The  Duncan  Electrical 
Company^  Limited 

MONTREAL  -  CANADA 


Friends  of  the  Electrician 


''ANTI-SULPHURIC  ENAMEL 

The   only   reliable   protection   against   the   action   of   acid  and 

clicniical  fumes. 

''FERRODOW 

Rustproof  elastic  paint.  Superior  to  Graphite  or  Red  Lead.  De- 
fies all  climatic  conditions. 

''DRIOROU' 

f  ill  proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Xot  affected  by  lubricating  or  transformer  oils. 

"ARMOUR" 

l-'ire-resisting  paint,  or  colorless  solution. 

''ARMACELU' 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 

rr.arket. 

''OHMALINE'' 

Black,  guick  air-drying  insulating  composition.  Also  supplied 
for  stoving,  and  as  a  solid  insulating  compound. 

''SHAYDOLITE'' 

for  coloring  electric  lamps.    Used  in  the  Royal  Navy.  Weather- 

;,roof.     T)ries  rapidly. 

''ARMABRON'' 

Bitumen  protective  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS,  &  COMPANY 

(Contractors  to  H.  M.  Imperial  and  Overseas  Governments) 
STOCKED  BY 

SPIELMAN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


PEIRCE 

Presteel  Brackets 


354  138  254 

Anchor  Rods  Eye  Bolts 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd. 

Hamilton,  Ont. 


Electric  Ovens 


Despatch  Electric  Ovens 

for 

Flour  and  Cereal  Millers 
Enamelling,    Pulp  Mills 

and  all  commercial  work  requiring  accurate 
and  regulated  electric  heat. 

Enquire  about  them. 

The  Masco  Company,  Ltd. 

91-93  Queen  St.  E.  TORONTO 

"JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES." 
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The 
EDEN 
Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


WHEN  you  buy 
STANDARD 
Wires  and 
Cables  you  get  sup- 
erior quality  at  a  fair 
price  and  the  benefit 
of  over  35  years'  ex- 
perience in  the  man- 
ufacture and  instal- 
lation of  such  pro- 
ducts. 


Standard  Underground  Cable  Co.  of  Canada 


Montreal  Hamilton 


Hamilton,  Ontario 


Toronto 


ited 

Seattle 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
they  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint ! 

DOSSERT  &  CO., 


242  West  41st  St. 
NEW  YORK 

H.  B.  LOGAN,  TJREsmENT 


Irving  Smith,  Canadian  Rep.,  602  New  Birks  Bldg.,  Montreal. 


CANADIAN  PORCELAIN  CO 

LIMITED 


HAMILTON 


CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

The  following  regulations  apply  to  all  advertisers:— Eighth  page,  every  issue,  three  head- 
ings; quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings. 


AlK  PRESSURE  RELAYS 
Philadelphia  Kloctiic  i.  o.  Supply  l^eP'- 

ALTERNATORS 
CaniJian  General  Electric  Company 
Canadian  Westingliouse  Company 
Ferranli  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Wagner  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  tt  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westingliouse  Company  _ 
Crouse  llinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatheway  &  Knott,  Inc. 
.\L>iuiroh    Klccliio  Compaiiy 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical   Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian   Westinghouse  Company 
Crousc-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company,  Harvey 
National  Metal  Molding  Company 
AUTO  STARTERS 
Adams-Bagnall    Electric  Company 

BATTERIES 
Canadian   General   Electric  Company 
Canadian   Hart   Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

■'  BOLTS 

McGill   Manufacturing  Company 
BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Pringle.  R.  E.  T.,  Ltd. 

BUS  BAR  SUPPORTS 
Moloney  Electric  Company  of  Canada 
Monarch    Electric  Company 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Pliiladelphia  Electric  Co.   Supply  Dept. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard   Underground   Cable   Company   of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 

Philadelphia  Electric  Co.  Supply  Dept. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Carj.dian    Westinghouse  Company 

CAR  EQUIPMENT 
Ohio  Brass  Company 


CENTRIFUGAL  PUMPS 
Boving   Hydraulic   &   Engineering  Company 
Canadian  AUis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti  Electrical  Company  of  Canada 
Monarch   Electric  Company 
Northern   Electric  Companny 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

Pliiladelphia  Electric  Co.  Supply  Dept. 

CLAMPS,  INSULATOR 

Philadelphia  Electric  Co.  Supply  Dept. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 
Bradstreet  Company 

COMMUTATORS 
Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern   Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 
Hatheway  &  Knott,  Inc. 
Killark  Electric  Manufacturing  Company 
Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

Walger  Connector  Company 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Dossert  &  Company 

Walger  Connector  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Nortliern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CUTOUTS 

Benjamin  Electric  Manufacturing  Company 

Chicago  Fuse  Manufacturing  Company 

D.  &  W.  Fuse  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Monarch   Electric  Company 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTING  SWITCHES 

Philadelphia  Electric  Co.  Supply  Department 

DOORS  FOR  BUS  AND  SWITCH 
COMPARTMENTS 

Philadelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 
Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson  Glass  Company 

ELECTRIC  RANGES 
Canadian  General  Electric  Company 
National   Electric   Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electa-'ical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 
Walger  Connector  Company 

FLASHLIGHTS 
Northern  Electric  Company 
Spielmann  Agencies  Regiatered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 
Crouse-Hinds  Company  of  Canada,  Limited. 

FUSES 

Bussman  Mfsj.  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Daum,  A.  F. 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  pace  44) 
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THIS  TRADE  MARK 


Water 
Turbines 


Hydraulic 
Governors 


Turbo 
Pumps 


IS  YOUR  GUARANTEE 


Made  in  Canada 


High 

Efficiency 

Substantial 
Construction 


Continuous 
Service 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 


LINDSAY 


ONTARIO 


1024-4  Lt. 


1024A-3  Lt. 


No.  1024 

Another  Addition  to  Our 

STEEL  LINE 

Finished  in  Flemish  Only 
and  Guaranteed  not  to  spot  out 

Supplied  in  3  or  4  Lights. 

TRY  ONE  FOR  YOUR  SHOWROOM 
AND  SEE  HOW  QUICKLY  IT 
WILL  MOVE 

THE  PRICE  IS  RIGHT 

W.  H.  BANFIELD  &  SONS,  LTD. 

Largest  Manufacturers  and  Jobbers  of  Electrical  Fixture  Parts  and 
Fittings  in  Canada. 
City  Sales  Office  :  General  Offices  and  Factory 

80  King  Street  W.  Adel.  104  370-386  Pape  Ave 

TORONTO,  CANADA 
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FUSE  BOXES 

c  louse  lliiuls  Compiiiiy  of  Canada,  1-imilei.i. 
Notthcvn  Electric  Company 
Squaic  V  Company 

GENERATORS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electiic  Company 
Canadian   Weslingliouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Kerranli  Electiical  Company  of  Canada 
Lancashire  llynamo  &  Motor  Company 
Lincoln  Electiic  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson   Company,   Limited,  tred 
Toronto  &   Hamilton  Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GROUNDING  BOXES 
Philadelphia  l-k.nu-  (.  ...  Supply  Department 

GUARDS  (Condulets)  _ 
Crouse  Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
Ilarvcv  llnbluU  Company 
McGili  Manufacturing  Company 
Monarch    Elceliio  Company 

HANGERS  (Cable) 
Standard  Underground   Cable  Company  of  Cai 
ada.  Limited. 

HEAD  GATE  HOISTS 
Hamilton  Company,  \Vm. 

HEATING  DEVICES 
Canadian  General  Electric  Company 
Canadian    Westingliouse  Company 
Hatheway  &  Knott,  Inc. 
National    Electric    Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Tones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis  Oialmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson  Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company  .  ^  ^ 
Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Hatheway  &  Knott,  Inc. 

INSTRUMENT  CUTOUT  SWITCHES 
Philadelphia  Electric   Co.   .Supply  Department 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

Walger  Connector  Company 

INSULATION  rHard  Fibre) 
Spaulding  ft  Sont  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian  Westinghouse  Company       _  _ 
Crouse  Hinds  Company  of  Canada,  Limited. 
Hatheway  ft  Knott,  Inc. 
Illinois   Electric   Porcelain  Company 
Moloney  Electric   Company  of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 

INSULATING  CiOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 


LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse  Hinds  Company  of  Canada,  Limited. 

LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Northern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric  Service  Supplies  Company 
Moloney   Electric   Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian   General   Electric  Company 
Northern  Electric  Company 
Ohio   Brass  Company 
Pringle,  R.  E.  T. 
Steel  Company  of  Canada,  Limited 
Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 

MICA 

Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Century  Electric  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Fisher  Electric  Company 
Great  West  Electric  Company 
Lancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company 
Macriovern   &  Company 
Northern  Electric  Company 
Petrie,  Limited,  H.  W. 
Pringle,  R.  E.  T. 
Robbins  ft  Myers 
Thomson  Company,  Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self-Lubricating  Carbon  Co. 

OFFICE  FURNITURE 
Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloriey  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 
Ohio  Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse  Hinds  Company  of  Canada,  Liiaited. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.   &  W.   Electric  Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,   Registered.       ,   „       ,  ; 
Standard  Underground  Cable  Co.  of  Canada 

PHOTOMETRICAL  TESTING 
Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 
Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

Hamilton  Company,  Wm. 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 
Hubbell  Company,  Harvey 
Northern   Electric  Company 
Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POST  TYPE  INSULATORS 

Philadelphia  Electric  Co.  Supply  Department 

PORCELAIN  BUSHINGS 

Philadelphia  Electric  Co.  Supply  Department 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Northern  Electric  Company 
Standard  Underground  Cable  Company  of  C 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic   &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Monarch    Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REFLECTORS 
Harvey  Hubbell  Company 
Pittsburgh  Reflector  &  Illuminating  Co. 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 
Monarch    Electric  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 
Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 
Canadian   Westinghouse  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 

Monarch    Electric  Company 
National  Metal  Molding  Company 
Northern  Electric  Company  . 
Pringle,  R.  E.  T. 

SHADE  HOLDERS 
Harvey  Hubbell  Company 

SOCKETS 

Benjamin   Electric   Manufacturing  Company 
Canadian   General   Electric  Company 
Crouse  Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Monarch    Electric  Company 
National  Meta'    Molding  Company 
Northern  Electric  Company 

(Continued  on  Fare  56) 


THE  Industrial  Executive,  Fore- 
man or  Worker  who,  in  this 
great  National  crisis,  persists  in 
ignoring  any  source  of  accidents, 
is  morally  guilty  of  treason  to  the 
Great  Cause. 

The  success  of  our  armies  depends 
on  maximum  industrial  production. 
I  The  elimination  of  accidents  is  a 
powerful  factor  in  production.  And 
accidents  cannot  be  avoided  so  long 
as  open  knife  switches  are  used. 
If  those  in  your  plant  have  not  been 
replaced  with  Square  D  Switches, 
why  not?    Ask  your  Electrician. 

SQUARE  D  SWITCHES 

not  hmdEf  praductian 

SQUARE  D  COMPANY 

Walkerville,  Ontario 
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SOLDERING  Kl.UXES 
Allen  Company,  L.  1!. 
l;l^^clt  vS:  \Vcl)l>.  I.ul. 

SPECIAL  HEATING  APPLIANCES 
National   Electiic   llfaling  Company 

STORAGE  BATTERIES 
Canadian  Geneial  Electric  Company 
Canadian    II  ait   Accumulator  Company 
Noitliein    Electiic  Company 

STREET  LIGHTING  FIXTURES 
[tenjaniin   Electric   Manufaclui  ing  Company 
Canadian  General  Electric  Company 
Crouse- Hinds  Company  of  Canada,  Limited. 
Northein  Electric  I'ompany 
Pi  ingle,  R.  E.  T. 

SWITCHES 
Itenjamin  Electric   Maiuifacluring  Company 
Canadian  General  Electric  Company 
Canadian  Wcstingliouse  Company 
Clianibetlain  &  Ilookliam  Meter  Company 
Mevoe  Electric  Svvitcli  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  \V.  Electric  Specialty  Company 
llatlieway  S:  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
t  aiKi.liaii   Krantz  Electric  Mff;.  Comiiaiiy 
Canadian  Westingliouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited, 
nevoe  Electric  Switch  Company 
Ferranti   Electrical   Company  of  Canada 
Moloney  Electric  Company 
Monarcli    Klccliic  (dmpany 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 

Mniiarcli    Klectric  Comi'any 


SWITCH  PLATES 
lianlicld  &  Sons,  W.  H. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National   Electric  Heating  Company 
Nortliern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Nortliern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson   Electric   Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Cuniljcrlaiiil   Electric  Mfg.  Company. 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Monarcli    Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 

Thordarson   Electric   Manufacturing  Company 
Wagner   Electric  Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 

Northern  Aluminum  Company 


TURBINES 

Boving  Company  of  Canada 
Canadian  Allis- Chalmers  Company 

Hamilton  Company,  Wni. 
Smith  Company,  S,  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 

Northern   Electric   Company  ,     ,  . 

Standard  Underground  Cable  Co.  of  Canada.  Ltd. 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pringle,  R.  E.  T. 

VARNISHES 
Spielmann  Agencies,  Regd. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 
Boving  Hydraulic  &  Engineering  Company 

Hamilton  Company,  Wra. 
Smith  Company,  S.  Morgan 

WATER  WHEELS 
Canadian  Allis-Chalmers  Company 

WELDING  EQUIPMENT  j| 
Lincoln  Electric  Company  of  Canada  ^ 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire  &  Cable  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  t. 
Standard  Underground   Cable  Company  of  Can 
ada,  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company    _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

Walger  Connector  Company 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 

r    ■  -  - "  "1 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


A  cc  i  d  e  n  ts  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire" machines, 
minimum  incon- 
venience from 
such  breakdowns. 


350  H.  P.  Self  Starting  Synchronous  Motor  Driving  Colliery 
Ventilating  Fan. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada,  Ltd. 

Montreal  49-63  Niagara  St.,  Toronto 


•  her  i: 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Work.,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 
501  Merchants  Bank  Building,  MONTREAL 
592  Notre  Dame  Avenue,  WINNIPEG 
G74  Barrington  St.,  HALIFAX. 
VV.  H.  Hazlitt  &  Co.,  Ltd.,  915  Georgia  St.  West,  VANCOUVER 

Prompt  ahipments  from  Factory  or  nearest  Warehouse 


ECONOMY 

RENEWABLE 

FUSES 

protect  millions  of  circuits  and  billions  of  dollars  worth  of  property  in  thous- 
ands of  plants  representing-  every  branch  of  industry. 

Thev  are  used  by  the  U.  S.  Navy,  leading  powder  and  munitions  plants,  ship 
yards,  steel  mills  and  others  who  put  accuracy  and  safety  before  anything  eise. 
They 'cut  annual  fuse  maintenance  costs  80  per  cent.,  because  an  inexpensive 
little  "Drop  Out"  Renewal  Link  restores  a  blown  Economy  Fuse  to  its  orig- 
inal efficiency. 

No  special  tools  or  experience  needed  to  replace  the  link  and  renew  the  tuse. 
Anyone  can  do  it  in  a  jifTy. 

Order  from  your  Jobber.    Ask  for  Catalog  20. 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  -  MONTREAL 

Manufacturers  in  Canada  of  "S.&  C."  High  Potential  Fuses-to  150,000  Volts 


Be  sure  to  have  one 
of  Our  Handsome  Dis- 
play Cartons  on  your 
counter.  It  means 
steady  customers  for 
Allen  Soder  Sticks. 


Allen  Fluxes 

are  the  only 
ones  approved 
by  the  National 
Board  of  Fire  Underwriters ! 


Bissett  &  Webb 

126  Lombard    Winnipeg.  M»n.,  Canada 


□ 


Northern  Aluminum  Co.,  Ltd. 

1305  Traders  Bank  Building 
TORONTO,  ONT. 

Manufacturers  of  Aluminum 

Ingot,   Sheet,  Tubing,  Wire,  Rod,  Rivets, 
Moulding,  Extruded  Shapes,  also 

Electrical  Conductors 
all  Aluminum  and  Steel  Reinforced 

Litot  Aluminum  Solders  and  Flux 

will  solder  aluminum  to  itself  or  other  metals 

WRITE  FOR  INFORMATION 


^s 


NOTICE 

To  Manufacturers 
and  Others 

We  are  not  only  builders  of  the  famous 
Lincoln  Arc  Welder,  but  we  are  also  in  a 
position  to  quote  you  on  welding  and  re- 
pairs to  your  machinery  or  boilers.  We  have 
complete  equipment  for  this  work  and  can 
have  our  plant  brought  to  the  job  on  short 
notice. 

We  keep  a  staff  of  operators  ready  for 
any  emergency. 

Let  us  quote  you  on  your  welding  and 
save  many  dollars  on  machines  that  you 
would  otherwise  scrap.  A  phone  call  will 
bring  a  man  in  a  hurry. 

You  can  save  50  per  cent. — very  often 
more — by  doing  your  boiler  plate  work  with 
a  Lincoln  Arc  Welder  instead  of  rivetting 
it. 

Lincoln-welded  joints  are  100  per  cent, 
strong — rivetted  joints  are  no  stronger  than 
the  rivets  themselves. 

I  It  has  been  adopted   by   boiler  shops, 

structural  steel  works,  street  car  and  rail- 
road companies  as  being  the  most  practical 
solution  of  the  present  labor  shortage. 

Lincoln  Electric  Co. 

of  Canada,  Limited 


CAL    NEWb  November  15, 


Spade  Handles 
Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 


THR   ELECT RI 


DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Starting  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  Cell  Switches 

Lighting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboards 
Distributing  Switchboards 

Switchboard  Fittings 

Fuses 

Fuse  Clips 
Fuse  Studs 
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Safeguarding  the  Lamp 

LC^DNDoes  It! 


From  Theft 
or  Breakage 


One  turn  of  the  key  and  the  lamp  can't 
come  out.  Loxon,  the  lamp  guard,  is 
popular  all  over  America.  It  sells  at  a 
single  price  at  a  single  glance. 


Many  other  electrical  specialties  which 
will  make  money  for  you.  Get  in  touch 
with  us.    Illustrated  price  lists  free. 


McGILL  MANUFACTURING  COMPANY,  Valparaiso,  Ind. 


Bronze  or  Cast  Iron  Brackets 


lor 


Outside  Lighting 


hH/vivi  I  i^ois^  r  C3  IVJ  -r 


Electrical  Machinery  and  Repairs 


Armatures  Complete,     Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 

Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


CUT  THE  COST 

of  your  pole  lines  by  using  our 

British   Columbia  Cedar  Peles 

They  last  longer,  look  better,  and  cost  less  to 
erect  than  any  other  kind.  Treated  with  Car- 
bolineum  or  Creosote  they  make  you  a  big  sav- 
ing. Full  information  without  any  obligation 
from  our  nearest  office. 

The  Lindsley  Brothers  Company 

NELSON.  B.C. 

General  Salei  Office— 72  W.  Adama  St.,  Chicago.  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 


ill 
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Electrical 
Mechanical 

Directory  of  Engineers 

Special 
Interests 

Cbarks  H.  mitcbcll 
Percival  H.  milcbcll 

Consultias  and  Soptrvislnt 
Cnjloetrt 

H>Jruulic,  Steam  and  Electrical  Power  Plants, 
IniUi!*trial  and  Municipal  Engineering. 

Trader*  Bank  Building,  Toronto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports.  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO.  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechonical,  Electrical,  Hydraulic,  Steam,  Ga» 
Plant,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625   Coristine    Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal.  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C  E. 

Clarence  Thomson 

fEx.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W. Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 
501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brancjeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     :  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 


Associates : 


ENGINEERS 

A.  L.  Mudge, 


A.  L.  Mieville 


Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during-  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Toweis  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Ensinecr  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years'  Ex 
perience  in  Patents  and  Practical  Engineering 

Kent  Building,  TORONTO 
Yonge  and  Richmond  ats.. 


STANLEY  LIGHTFOOT 

BtG  D  PATENT  SOLICITOH  »NO  iTTOBNEY 
LUMSDEN   ei.OG.(^°l\'S}ii'i'^ )  TORONTO. 

NEW  BOOKLET  OF  COMPLETE  INFORMATION  FRtE 


ATENTS 


PROMPTLY  SECUREDi 

Electrical,   Mechanical  and   Cheniical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.  


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physical 
Test*  and  Inspection*". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATEN r  LITIGATION 

SEND  FOR  HAND  BOOK 


ATENTS 


PHONI 

MAIN 
26B2 

RIDOUT  8c  MAYBEE 

59  Yonge  Street 
TORONTO       -       .       .  CANADA 


ESTABLISHED  1849 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying  and  promulgating  informa- 
tion no  efifort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justify  its  claim  as  an  authority  on  all 
matters  aflfecting  commercial  afTairs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur 
nished  and  are  available  only  by  reputabi 
wliolesalc  jobbing  and  manufacturing  con 
cerns,  and  by  responsible  and  worthy  finan 
cial,  fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address 
ing  the  company  at  any  of  its  offices.  Cor 
respondence  invited. 

THE  BRADSTREET  '"OMPANY 
Oflices  in  Canada:  Halifax.  N.S. :  Hamil- 
ton, Ont.;  London,  C1nt. ;  Montreal,  Que.; 
Otuwa,  Out.;  Quebec,  Que.;  St.  John.  N.B. ; 
Toronto,  Ont. ;  Vancouver,  B.C. ;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed 
monton,  Alta. 

THOS.  C.  IRVING. 
Gen.  Man.   Western  Canada,  Toronto 
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A  Lost  Opportunity 


the 
er? 


As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  repair 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  mak 

How  much  have  YOV  lost  in  prestige 

through  not  being  able  to  take  care  of 

your  customers'  business  ? 
How  much  have  YOV  lost  in  Profit  on 

this  business  P 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 
You  iiave  the  work  of  taking  out  and  re-instalhng  the 
macliine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  m 
again  on  the  Trade  Discount  (More  Profit). 

Others  are  doing  it     Why  not  you?    Write  about  it. 

The  Electrical  Maintenance  &  Repairs  Company,  Limited 


Phones: 
Adelaide  002 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Nights  and  Holidays 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.Dale.  Manager,  Beach  1723 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electric  Batteries  of  all  kirdf. 
Batteries  for  lighting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.     A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  price*  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,        -  QUE. 
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elf-Starting  Induction  Motors 


Continuous  Service.     Single  Phase. 
25  and  60  Cycles  and  D.  C.  110-120  Volt 


H.P. 

1/50 

1/30 

1/15 

1/10 

1/6 

1/3 

1/2 


Speed 
Synch. 
R.  P.  M. 
1500 
1500 
1500 
1500 
1500 
1500 
1500 


Frame 
No. 

A-00 

A-0 

A-1 

A-2 

A-3 

A-4 

A-4 


Code 

Sar 

Sen 

Sul 

Tic 

Tup 

Cure 


Shipping 
Weight 

25 
26 
26 
38 
45 
62 


For  220  volt  add  "LY"  to  code. 


Prices  for  any  voltage 
upon  request. 


R.  E.  T.  PRINGLE,  LIMITED 

95  King  Street  East,  TORONTO 

703  Confederation  Life  Bldg.,  Winnipeg  401  New  Birks  Bldg.,  Montreal 

402  Vancouver  Block,  Vancouver,  B.  C. 


There  is  bound  to  be  a  big  de- 
mand for  Electric  Air  Heaters 
and  Radiators  this  fall. 

The 


line  is  most  complete  and  com- 
prises heaters  of  all  types  and 
sizes. 

Get  your  stock  in  early 
and  reap  the  benefit 
when  the  demand  comes. 


e  National   Electric  Heating  Co.,  Limited 

TORONTO,  CANADA 


ctrical  Ne 


Generation, Transmission  and  Application  of  Llectricity 
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[HE  demand  for  Northern  Electric  prod- 
_  nets  and  the  fact  that  they  are  made 
by  the  largest  manufacturers  of  bare  and 
insulated  wires  and  cables  for  electrical  dis- 
tribution is  a  positive  assurance  of  quality. 

They  are  as  near  perfection  in  both  dependability 
and  durability  as  experience,  workmanship  and 
superior  materials,  combined  with  the  most  modern 
machinery,  can  make  them. 

Bare  copper,  rubber  covered  and  paper  insulated,  lead  covered 
cables  of  Northern  Eledlric  manufacTiure— are  designed  by  the  mo^ 
capable  engineering  skill  and  tested  to  ensure  safety  and  efficiency 
to  the  fulled  degree  possible. 

Our  nearest  House  will  be  pleased  to  submit  specifications 
and  prices  upon  request. 

North (^r a  Electric  Compatiy 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


Armoured  Cables 
Annunciator  Wire 
Armature  Wire 
Asbestos  Covered  Wire 
Automobile  Wire 
Bare  Copper  Wire 
Brewery  Cord 
Bridle  Wire 
Brass  Wire 
Bell  Cord 
Canvassite  Cord 
Copper  Clad  Wire  > 
Car  Wire 

Counterweight  Cord- 

Cambric  Insulated  Cables 

Deck  Cable 

Drop  ire 

Electric  Heater  Cord 


Elevator  Cable 
Fixture  Wire 

Flameproof  Wire  and  Cable 

Lamp  Cord 

Lead  Covered  Cables 

Magnet  Wire 

Marine  Wire 

Motor  Boat  Wire 

Office  Wire 

Packing  House  Cord 

Pothead  Wire 

Paper  Insulated  Power  Cable 
Paper  Insulated  Telephone 

Cable 
Portable  Lamp  Cord 
Rubber  Covered  Wire 
Rubber  Covered  Cable 
Show  Window  Cord 


Signal  Wire 
Slow  Burning  Wire 
Slow  Burning  Weatherproof 
Wire 

Switchboard  Cable 
Switchboard  Cords 
Switchboard  Wire 
Telegraph  Cable 
Telephone  Cords 
Theatre  Cable 
Trolley  Wire 

Weatherproof  Copper  Wire 
Weatherproof  Iron  Wire 
Weatherproof  Aluminum  Wire 
Cable  Splicing  Compound 
Pothead  Compound 
Paper  Tape 

Cable  Terminals,  Etc.,  Etc. 


m 
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How  Long  Does  It  Take  You 

9 


When  you  have  to  change  the 
Potential  or  Current  Coils  on 
your  Service  Meters,  if  you 
are  using  the  Sangamo  Pro- 
duct note  these  advantages: — 

(r)  The  moving  element  is 
not  dismantled. 

(2)  The  new  potential  coil 
built  on  the  core  is  re- 
placed as  a  unit. 

(3)  Current  Coils'  can  be 
changed  in  a  few  seconds. 

(4)  The  Air  Gap  does  not 
change  as  all  parts  are 
dowelled. 

(5)  Simplicity  and  thorough- 
ness of  design  makes 
faulty  assembly  an  im- 
possibility. 

Write  our  nearest  house  for 
particulars  and  prices. 


Northi^rti  Electric  Compofty 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 
LONDON 
WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 


4 


Till'.    I'JJ'.CrUiCAL  NEWS 


Dcceml)er   1,  lOlS 


^atl  399  B 


No.  222 

Two- Wire  Metal  Molding 

Lowest  Installation  Cost  of 
Any  Metal  Wiring  System 


NAT'S  DEMONSTRATIONS" No.  9 


~^        On  your  next  job   refer  io 
\       your  Bulletin  101  and  place 
your  order  xdth  your  jobber. 


Nat  says — 

"A  Good  Job  and  a  Good  Looking  Job."  Connection  to  the  No.  399-B 
Keyless  Receptacle  is  now  complete.  Connections  to  other  Devices  and 
Fittings  are  made  on  the  same  "snap  bond"  principle.  This  type  of 
Device  can  also  be  used  with  No.  333  Molding,  using  a  No.  279  Bushing 
instead  of  the  No.  277  as  with  No.  222  Molding. 

National  Meial  Molding  S 

^  1118  FULTON  BUILDING  <^ 


Atlanta 

Boston 


PITTSBURGH,  PA. 

Buenos  Aires        Cbicaeo  Denver       Havana  Manila  Paris  Portland  Salt  Lake  City 

Buffalo  Dallas  Detroit       Los  Angeles       New  York        Philadelphia       Rio  de  Janeiro      San  Francisco 

Canadian  Distributors— Canadian  General  Electric  Co.,  Limited 


Seattle 
St.  Louis 


Made  in  Canada 
Conduit 


Orpen  Conduit  Co.,  Limited 


Toronto 
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We  urge  you  to  use  these  famous^ 

"better  service"  Keystone  Car  Specialties 


Illuminated  Car  Signs 

With  these  signs  destination  names  can  easily  be  changed 
and  cars  rerouted.    Well  labeled  cars  make  more  money. 


Faraday  Car  Signal  Systems 

Operates  from  line  voltage — no  batteries.     Faraday  Push  But- 
tons, Buzzers  and   Resistances  furnish  an  idea!,  failure- 
proof car  signal  system. 


Keystone  Rotary  Gongs 

A  louder  gong  and  more  continuous  to 
meet  requirements  resulting  from  mod- 
ern, heavy,  noisy  traffic  in  cities. 


Safety  Car  Lighting  Fixtures 

To  light  your  cars  scientific- 
ally, efficiently  and  safely.  To 
save  you  money. 


Keystone  Motorman'  Seats 

For  the  motorman  or  conductor.  A  real  collaps- 
ible, safe  and  durable  seat.  They  make  oper- 
ators more  contented. 


"Golden  Glow"  Headlights 

To  light  up  a  path  to  safety  for 
your  cars.  Only  their  famous 
reflectors  can  project  the  dis- 
tinctive "Golden  Glow"  light. 


Keystone  Trolley  Catchers 

To  protect  your  overhead  con- 
struction from  "flying"  poles 
thus  preventing  delays  and 
tie-ups. 


Keystone  Air  Sanders  and  Valves 

To  automatically  sand  your  tracks  by  com- 
pressed air.  A  real  device  for  safety  and 
accident  prevention. 


Electric  Service  Supplies  Co. 

Manufacturers 

PHILADELPHIA   NEW  YORK  CHICAGO 

17th  and  Cambria  Sts.  50  Church  St.      Monadnock  Bldg. 


Lyman  Tube  &  Supply  Co.,  Ltd. 


Canadian  Distributors 

MONTREAL  WINNIPEG 


Lyman  Tube  Bids. 


703  Confederation 
Life  Bldg. 


TORONTO 

33  Melinda  St 


mWm 
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="  Dominionlite 
Nitrogen  Units 


Are  proving  their  superiority 
for  general  and  commercial  use. 
They  are  handsome  in  appear- 
ance and  represent  the  very 
latest  achievements  along  the 
line  of  better  lighting. 


They  are  made  to  lift  apart 
easily  to  facilitate  cleaning. 
A  special  feature  of  the  "Dom- 
inionlite" is  the  adjustment 
for  regulating  the  height  of 
the  lamp  inside  the  globe,  di- 
recting the  light  rays  so  as  to 
obtain  the  highest  efficiency. 


Three  Holes  for  Ventilation' 


Hole  in  Bottom 


No.  1 


No.  3 

Made  in  three  styles  as 
shown.  For  further  parti- 
culars regarding  "Domin- 
ionlite" and  other  illuminat- 
ing glassware,  send  for  our 
catalogue. 

"LUMO" 

Glass  Throughout 


Made  in  Canada  by 


No.  2 


Jefferson  Glass  Co.,  Limited 


Factory  and  Head  Office  :  388  Carlaw  Ave.,  T  O  P  O  N  T  O 
Down  Town  Show  Rooms:  164  Bay  Street    1  1  W 


MONTREAL 
285  Beaver  Hall  Hill 


WINNIPEG 

Scott  Block 


VANCOUVER 
325  Howe  Street 


December  ],  1918 
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The  Needs  of  the  Empire 


NEVER  BEFORE  in  the  history  of  Canada  has  greater 
opportunity  been  offered  her  Sons  and  Daughters  to 
render  SERVICE  to  the  Empire; — and 

NEVER  BEFORE  have  the  needs  of  the  Empire 
demanded  as  high  a  standard  of  QUALITY  in  thought, 
deed  and  product  as  at  present. 

HOW  NOBLY  CANADA  has  responded  is  now  known 
around  the  World  and  history  will  record  it  for  the  future. 

THE  PRODUCTS  OF  OUR  MILLS  are  at  the  Fronts 
and  on  the  Seas,  in  the  Shipyards  and  Factories  and  in 
the  Fields,  faithfully  fulfilling  their  mission  of  reliable 
performance  wherever  the  Government's  War-Winning 
Programme  directs,  as  we  are,  and  have  been,  stripped  for 
action  since  the  first  call  to  arms. 

THE  NEEDS  OF  THE  EMPIRE  are  many  and  the 
War- Winning  Programme  changes  as  necessity  demands; 
but  it  matters  not,  the  needs  of  the  Empire  are  paramount 
and  must  be  supplied. 

THEREFORE,  if  in  these  trying  times,  we  do  not  deliver 
promptly  to  you  such  of  the  products  of  our  Mills  or 
Blast  Furnaces  as  you  may  need,  console  yourself  with 
the  thought  that  through  us,  you  are  rendering  Service 
to  the  Empire  and  to  the  Cause  that  matters  most  for 
the  Liberty,  Justice  and  Freedom  of  the  World. 

THE 

STEEL  COMPANY 

OF 

CANADA 

LIMITED 

HAMILTON  MONTREAL 


it- 
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Allen  Company,  L.  I?  

Allen  Inspection  L'onipany    M 

American  Conduit  Company    Hi 

lianiieKl.  \V.  H  

Heaubien.  De  Gaspe  

P.enjamin  Electric  Mfg.  Co   i 

P.issett  &  Webb   ^ti 

r>ranston  Company.  Cluirlos  A.  ... 
Moston  Insulateil  Wire  and  C  able  Cn.  44 
Ibivinir  llyilraulic  vS:  l-"ni;incoring  Ci>. 

Urailstreets   •">" 

r>randeis,  Charles   •>t' 

Mritish  Aluminium  t'onipany   •'')L 

lUissman  Electric  Co  

Calebaugh  Self    Lul)ricatinR  Carbon 

Company  

Canada  Wire  and  Cable  Company..  47 

Canadian  Bridge  Company    4:! 

Canadian  Crocker  Wheeler  Co   14 

Canadian  Hart  Accumulator  Co.  ...  11 
Canadian  Krantz  Electric  &  Mfg.  Co.  .59 
Canadian   Office   and   School  I'urni- 

ture  Company  

Canadian  Porcelain  Company   5G 

Canadian  Westinghouse  Company  . .  58 

Century  Electric  Company    57 

Chamberlain  &  Hookham  Meter  Co., 

Limited  

Clemens  Electrical  Corporation  .... 

Cleveland  Armature  Works   

Conduits  Company.  Limited  

Crouse-Hinds  Company    20 

Cutter  Company  

Cutter  Company,  Geo  

Daum,  A.  ¥   16 

Dennison,  H.  J.  S   50 

Devoe  Electric  Switch  Company  . .  . 

Dominion  Iron  &  Wrecking   41) 

Dossert  &  Company  

Duncan  Electrical  Company    5.5 

Duquesne  Electric  &  Mfg.  Co   45 

Economy  Fuse  and  Mfg.  Co   48 

Elec.  Maintenance  and  Repair  Co.  ..  59 
Electric   Railway   Improvement  Co. 


I^lcclric  Service   Supplies   Company.  5 

Electrical  Testing  Laboratories  ....  50 

l'"\vart       Jacol)   50 

l''erranli  Electric  Conii)any   15 

I'isher  Electric  Company   44 

{•'Icxilile  Conduit  C'ompany    41 

(i.  &  \V.  Electric  Specialty  Co.-   60 

(Jest,  Ci.  M.  Limited   15 

Ciilbert-Menzies  Co.,  \.  C   17" 

Great  West  Electric  Company  ....  4:3 

Hamilton  Company,  Wm  

Hatheway  &  Knott   11 

Hessco  Company  

Hubbell,  Harvey  Co.  of  Canada  ...  53 

Hughes  Electric  Heating  Co  

Illinois  Electric  Porcelain  Co   55 

Jefferson  Glass  Company   6 

Jones  &  Glassco   

Kelsch,  R.  S   50 

Kent  Brothers  

Kerry  &  Chace,  Limited  ...    50 

Lancashire  Djaiamo  and  Motor  Co. 

Leeds-Northrup  Company   8 

Lightfoot,  Stanley   50 

Lincoln  Electric  Company  of  Canada  47 

Lindsley  Brothers  Company   55 

Lowry,  E.  A   45 

Lyman  Tube  and  Supply  Company. 

MacGovern  &  Co   45 

Malm,  Gordon  &  Company    50 

Marion  &  Marion   50 

Masco  Company  

McGill  Manufacturing  Company   ...  55 

Mica  Company  of  Canada,  Ltd   43 

Mitchell,  Charles  H.  &  Percival  H..  50 

Moloney  Electric  Co.  of  Canada  ...  -IS 

Monarch  Electric  Company    57 

National  Electric  Heating  Company 

National  Metal  Molding  Company  . .  4 

Nerlich  Company  


Northern  Aluminum  Company  ....  44 
Northern  Electric  Company   2-3 

Ohio  Brass  Company   17 

Onward  Manufacturing  Companj-  . .  51 
Orpen  Conduit  Company   4 

Packard  Electric  Company    10 

Petrie,  H.  W'   44 

Philadelphia  Electric  Company  Sup- 
ply Dept  

Phillips  Electric  Works,  Eugene  F.  30 
Pittsburgh  T-ieflector  &  Illuminating 

Company   57 

Power  Plant  Equipment  Company  . . 

Pratt  &  Whitney   48 

Pringle,  R.  E.  T  

Railway    and    Power  Engineering- 
Corporation   

Redmonal  Chemical  Products  Co.  . .  43 

Renfrew  Electric  Company   

Ridout  &  Maybee    50 

Robertson  Ltd.,  J.  M   50 

Robbins  &  Myers  Company   19 

Sammett,  M.  A   50 

Sangamo  Electric  Manufacturing  Co.  1 

Smith  Company,  S.  Morgan    12 

Spaulding  &  Sons  Company,  J   16 

Spielman  Agencies,  Regd  

Square  D  Company  

Standard  Underground  Cable  Com- 
pany of  Canada,  Limited   55 

Steel  Company  of  Canada   7 

Superior  Electric  Company   

Tallman  Brass  and  Metal  Co   47 

Tljompson,  Clarence   50 

Thompson,  Fred  &  Co   60 

Thompson-Levering  Company  ....  46 

Thordarson  Manufacturing  Company  47 

Toronto  and  Hamilton  Electric  Co.  51 
Tubular  W' oven  Fabric  Company  . . 

Walger  Connector  Co   49 

W^agner  Electric  Manufacturing  Co.  46 
Ward  Leonard  Electric  Company  . . 
White  Electrical  Companj-,  T.  C.  ... 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Useful  in  the  Shop  and  Laboratory  for  the  Measnrement  of  Resistance- 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thoroughly  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  rernoved 
for  examination  or  repair  by  taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.2.5  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


4912  Steaton  Ave. 


Electrical  Measuring  Instruments 


PHILADELPHIA,  PA. 
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A  "Galvaduct''  Building 


GALVADUCT 


and  "LORICATED 


55 


GALVADUCT 


The  most  perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated  CONDUITS 


LORICATED 


A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


CONDUITS  COMPANY 

LIMITED 

TORONTO 
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SERVICE  TRANSFORMERS 


Coils 
Impregnated 
by 

Vacuum  Process 

Perfect 
Insulation 

Mica  Barriers 

Strong 

Rugged 

Durable 


Steel  Cases 
Light  in  Weight 
Easy  to  Handle 
Will   Not  Leak 


Unsurpassed 
Appearance 

Operating 
Characteristics 
The  Best 


WELDED  STEEL  CASES 


We  Build  Large  Power  Transformers 

Special  Furnace  Transformers 
Current  and  Potential  Transformers 

THE  PACKARD  ELECTRIC  CO.,  Ltd. 


ST.  CATHARINES,  ONT. 


Bank  of  Hamilton  BIdg. 
Toronto 


Power  Building 
Montreal 


Confederation  Life  BIdg. 
Winnipeg 
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MARCHAND  CLAMPS  FOR  STRANDED 
WIRES  AND  CABLES 


Marchand  Clam])s  are  the  safest  and  most  effici- 
ent Wire  Clamps  on  the  market. 

Marchand  Clamps  are  easily  and  qnickly  installed 
and  save  labor  and  material. 

Marchand  Clamps  securely  grip  each  wire  of  strand, 
eliminating  strains  which  tend  to  weaken  the  strand. 

Marchand  Clamps  cannot  wear  out  or  break  and 
have  been  thorouehlv   tested   and   will   not  rust. 


WRITE  FOR  COMPLETE  CATALOG  No.  33 


STEEL  CITY  ELECTRIC  COMPANY 
"The  Quality  Line" 


PITTSBURGH, 


PENN.,  U.  S.A. 


"KILLARK"  ENCLOSED  FUSES 
600  VOLT 

NATIONAL   ELECTRICAL   CODE  STANDARD 
TO  400  AMPERES,  INCLUSIVE 


(S 


99 


APPROVED. 

Our  600  Volt  Line  of  Fuses  are 
acurately  made,  properly  car- 
toned and  Boxed. 


We  Make  Good  Deliveries. 


KILLARK  ELECTRIC  MFG.  COMPANY 

ST.  LOUIS,  Mo.,  U.S.A. 


Canadian  Sales  Agents 


HATHEWAY  &  KNOTT,  Inc 


Electrical  Merchandise 


120  Liberty  Street,  NEW  YORK 


New  York  Headquarters  for  the  Canadian  Electrical  Trade 


NoteThat  -The  Cheapest 

STORAGE  BATTERIES 

are  those  made  by  the  Canadian  Hart  Accumulator 
Company  at  St.  Johns,  Quebec. 

Save  at  least  35  per  cent,  customs  duties  on  Storage 
Batteries  for  every  purpose.  For  lighting  Farms, 
Towns,  Country  Houses,  or  for  Electric  Trucks, 

May  We  Quote    ?    Our  Prices  to  You 

CANADIAN  HART  ACCUMULATOR 

CO.,  LIMITED  ST.  JOHNS,  QUE. 


IS 
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Save  Coal  and  Aid  Reconstruction 

by  an  Efficient  Development  of 

WATER  POWER 

and  incidentally,  bear  in  mind, 
NO  MATTER  WHAT  YOUR  REQUIREMENTS 

There's  a  "Smith''  Turbine 

TO  FILL  THE  BILL. 

Of  course  they  cost  more  than  ordinary  turbines,  but  you 

have  the  satisfaction  of  an 


Look  at  the  Turbines 
Illustrated  and  draw 
your  own  conclusions 

These  illustrations,  in  the  order  shown,  begin 
ning  at  the  top,  represent  the  following 

1st. — Single  horizontal  scroll  case  unit,  direct  con- 
nected to  generator.  Two  units  furnished  Buga 
Electric  Co.,  Colombia,  South  America,  each  de- 
veloping 275  horse  power,  900  R.P.M.,  under  170 
feet  head. 

2nd. — Single  Vertical  Shaft  Wicket  Gate  Turbine, 
for  open  flume  installation,  and  direct  connection  to 
vertical  shaft  generator.  Two  units  furnished 
Electro-Metallurgical  Co.  of  Niagara  Falls,  for  in- 
stallation in  their  Glen  F'erris,  West  Virginia  plant; 
each  developing  2000  horse  power,  100  R.P.M.,  un- 
der 26  feet  head. 

3rd. — Pair  of  Horizontal  Shaft  Smith  "Francis" 
Turbines,  mounted  on  cast  iron  scroll  case;  furnished 
San  Joaquin  Light  &  Power  Co.,  Fresno,  California; 
developing  ."):iOO  horse  power,  4.50  R.P.M.,  under  210 
feet  head. 

4th. — Single  Special  Horizontal  Shaft  Wicket  Gate 
Turbine,  for  direct  connection  to  Pulp  Grinders. 
Two  units  furnished  Chicoutimi  Pulp  Co.,  for  in- 
stallation in  their  Ouiatchouan  Falls  Mill,  each  de- 
veloping 1800  horse  power,  2.50  R.P.M.,  under  2:^>0 
feet  head. 

5th. — Single  Vertical  Shaft  Wicket  Gate  Turbine, 
enclosed  in  Plate  Steel  Scroll  Case,  with  all  gate 
operating  mechanism  on  the  outside.  This  unit  fur- 
nished Kimberly  &  Clark  Co.,  Neenah,  Wisconsin, 
for  installation  in  their  Niagara  Mill;  develops  .'i,000 
horse  power.  240  R.P.M.  under  60  feet  head. 

//  interested  in  water  power,  write  Dept.  "N"  for  bulletins. 

H.  B.  Van  Every,  Canadian  Representative 
405  Power  Bldg.,  Montreal 

S.  Morgan  Smith  Co.,  York,  Pa. 


ABSOLUTELY 
DEPENDABLE 
HYDRAULIC  TURBINE 

of  Maximum  Efficiency 
and  Minimum  Up-Keep 


-1  i 
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Benjamin 


Yard  Lighting  Angle  Fixture 


Water   Tight    Marine  Fixture 


Water  Tight  Marine  Fitting 


Reflector  Socket 


Electrical  Specialties 

For  Industrial  and  Marine  Use 

Illustrated  here  are  some  of  the  BENJAMIN 
PRODUCTS,  the  purposes  of  which,  and  their 
application  to  the  requirements  of  factories, 
railways,  docks,  shipbuilding,  warehouses,  etc., 
are  described  in  our  catalogues.  Write  for  in- 
formation applicable  to  your  particular  needs. 


Marine  Buzzer 


Marine  Howler  and  Industrial  Signal 


Gas  and  Vapor  Proof  Fixture 


Cargo  Light 


Marine  Button  and  Gong 
Water  Tight 


Benjamin  Electric  Mfg.  Co.  of  Canada^  Limited 

Head  Office  and  Works:  11-17  Charlotte  Street,  Toronto 
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4500  K.V.A.;  45700-26400-13200  volts  to  90—100 -110— 120— 130  volts 
25  cycles,  3  phase,  Water  Cooled  Transformer 

HEAVY  DUTY  TRANSFORMERS 

FOR   ELECTRIC   FURNACE  WORK 


We  are  specialists  in  Heavy  Duty  Transformers  for  Electric 
Steel,  Ferro  Silicon  and  Carbide  Plants.  Note  the  heavy, 
solid  construction  of  the  low  tension  coils  and  leads  and 
the  rugged  bracing  of  the  windings.  Crocker-Wheeler 
efficiency  in  design — and  service— all  through. 

Let  us  send  you  our  latest  Bulletin— No.  1000 

THE  CANADIAN 

CROCKER-WHEELER  CO. 


LIMITED 

Manufacturers  and  Electrical  Engineers 


Head  Office  and  Work* 

ST.  CATHARINES,  ONT. 


District  Office* 

MONTREAL  TORONTO 
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G.  M.  Gestf  Limited 

Contracting  Conduit  Engineers 


Head  Office 

Power  Building 
Montreal 


Vancouver 


Winnipeg 


rERRANTI 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY- 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meters,  Am- 
meters,  Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


592  Notre  Dame 
WINNIPEG 
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Give  It 
the 
Machining 
Test 


Send  for  samples  of  Spaulding  Hard  Fibre  in  sheet, 
rod  or  tube  form.  Work  some  up.  Stamp  it,  saw  it, 
drill  it,  bend  it,  thread  it,  finish  it  in  many  attractive 
ways. 

(^.et  a  line  on  what  it  costs  to  "Work  up.  Remember 

tiiat  Spaulding  Hard  Fibre  macliines  as  neatly  ^as  \vood,  steel  ^  or 
other   materials — and   more   quickly,   b-  ' 


is    free    from  metallic 


particles. 


An  All  Around  Material 


Its  electric  rupture  is  200-400  volts  per  l/lfM)0  in.  of  tliickiiess ; 
tensile  strength  10.000-20,000  lbs.  per  square  inch;  compressing 
point,  .•!,S.(IO0-42,000  lbs.  per  square  inch;  shearing  strength  9,000- 
i;!.(*00  lbs.  per  square  inch. 

Made  in  red,  black  and  grey  colors.  Send  for 
samples.  Our  Specialty  Department  is  equipped  to 
machine  special  parts  to  your  own  specification. 

1.  SPAULDING  &  SONS  CO.,  Tonawanda,  N.  Y. 

SUBURB  OF  BUFFALO 


440  Broom  Street, 
X<  w    ^■ork  City. 


106  Clinton  Street, 
Chicago,  111. 


-oJ^^H..  Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER 

Always  were  the  simplest  fuses  in  construction  on  the  market. 
The  new  Type  "  B,"  Form  4,  has  been  reduced  to  the  fewest  parts — 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  Caps 
are  removed  by  a  twist  of  the  wrist,  and  as  easily  tightened,  holding 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,  %t.,  Pittsburgh,  Pa. 


I-T-E  CIRCUIT  BREAKERS 


Rush  orders  mean  unexpected  breakdowns 
unless  guarded  against.  An  ounce  of  CIR- 
CUIT BREAKER  PREVENTION  will 
save  a  ton  of  trouble. 

I-T-E  CIRCUIT 
BREAKERS 

pay  for  themselves  frequently  before  you  pay 
us  for  them.    Prompt  deliveries. 

THE   CUTTER  COMPANY 

Bank  of  Hamilton  Building,  Toronto 

Main  Office  and  Factory:  Philadelphia,  Pa. 


Type  W 


New  York,  50  Church  St. 
Detroit,  Mich.,  Ford  BIdg. 
Indianapolis,  Ind.,  Telephone  Bldg 

ECCLES  &  SMITH  COMPANY 
Los  Angeles  San  Francisco  Portland,  Ore, 


Chicago,   Monadnock  Block. 
Pittsburgh,    Park  Building. 
Minneapolis,  Metropolitan  Life  Bldg. 
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O-B  Type  E.  Frog: 


TIME  and  LABOR  SAVING 
with  O-B  TROLLEY  FROGS 

Installation  of  O-B  Frogs  is  exceedingly  simple. 
The  trolley  wires  are  gripped  in  a  single  powerful 
clamp.  The  Cam  Tips  are  put  on  as  shown  in  the 
illustrations  at  the  right.  That's  all  there  is  to  do. 

The  Cam  Tips  absorb  the  first  shocks  of  the  wheel 
and  provide  a  smooth  passage  from  wire  to  pan.  They 
take  the  brunt  of  the  wear  and  may  be  renewed  easily. 

Send  for  "Saving  Time  on  the  Line'* 

The  Ohio  Brass  Company 

Mansfield,  Ohio 


clinch  the  lips  and  the  job  is  done. 


Pcil^  CiiB  HOME  MOTORS 

The  Demand  for  popular  priced  Electrical  Home  Devices  has  become 
quite  general — Make  an  asset  of  this. 

Separate 
Vibrator 
Churner  and 

Mixer 
Polisher  and 
Grinder 
and  Fan 
Attachments 
Retail  at 
$L50  Each. 
Can  be  used 
with  the 
Sewing 
Machine 
Motor. 

SEWING  MACHINE  MOTOR  YoU    Can  get 

(  oniplete  (nitfit  for  nijeratiiig  sewing  macliine  iiiciiuk's  l'ol;u  ,  . 

Cub  [lome  Motor,  rlicostat,  corrls  and  plug  and  sewing  macliine  COmplCtC  UnitS 
attachment.  .      .  of  anv  of  the 

Tlu'ie  is  an  extremely  big  (iemaiul  for  an  item  of  this  kind,  J 

Tacked  in  substantial  eartoti  with  attractive  label. 

Can  also  be  used  with   all  other   Bolar  Cub   Home  Motor 
.Attachments,    Retail  price  $15.60. 


above. 
Retail  $15.50 


DELUXE  CABINET 

Polar  Cub  DeLuxc  Cabinet  contains  complete 
I'olar  Cub  Home  Motor  with  all  .Attachments.  In- 
cludes Home  Motor,  Base,  Rheostat,  cords  and  iiluK. 
Churn  and  Mixer  .Xttachnieul ,  Polisher  and  (irinder 
.\ttaehmenl   and   Fan  .Xttachmenl. 

.Ml  in  stained  hardwood  cabinet  lined  with  silk 
mil  makes  a  very  handsome  set.     Retail  price  $26.20. 


The  Sewing  Motor  is  a  good  Xmas  Gift — The  Deluxe  Cabinet  is  a  Grand  Gift 


The  A.  C.  Gilbert -Menzies  Company ^  Ltd. 


439  King  Street  W. 
TORONTO 
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TRANSFORMERS 


Moloney  Pole  Type  Transformers 


are  all  supplied  with  brass  plates 
fastened  on  the  inside  of  the  cover  of 
of  each  transformer:  all  connections 
marked  plainly.  They  do  not  get 
covered  with  dirt  or  stained  with  oil 
like  a  blue  print  does.  You  always 
have  them  before  you  when  changing 
taps.  Heavy  bushings  eliminate 
breakages  in  shipment  or  handling. 


Moloney  Transformers  are  manu- 
factured ill  a  factory  that  was  built 
especially  for  that  purpose  only. 
They  are  designed  by  Engineers  and 
built  by  men  who  make  a  specialty 
of  this  work. 


Made  in  Canada 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 


Factory 
Windsor,  Ont. 


Head  Sales  Office 

Bank  of  Hamilton  Bldg.,  Toronto 


Branch  Offices 

Montreal,  Halifax,  Winnipeg,  Vancouver 
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Production  Records  Which  Make  Sales 
For  the  Motor  Distributor 


When  the  production  Manager  and  Fac- 
tory Superintendent  see  production  climb- 
ing to  new  records  month  after  month,  they 
are  not  unmindful  of  the  part  equipment 
reliability  plays  in  helping  reach  the  new 
records.  Reliability  in  the  motors  which 
drive  the  factory  machinery  has  a  greater 
significance  to  them  than  to  the  man  who 
signs  the  orders. 

When  equipment  makes  good  on  a  pro- 
duction basis,  the  man  who  sold  it  can 
count  on  the  active  co-operation  of  the  fac- 


tory executives  when  additional  equipment 
is  required. 

The  regularity  with  which  R  &  M  Motors 
are  specified  on  repeat  orders  'wherever  they 
have  been  introdticed,  reflects  the  good  will 
of  the  factory  executives — the  men  who  are 
in  the  best  position  to  judge  their  service 
records.  And  good  will  which  extends  be- 
yond the  purchasing  department  out  into 
the  shops  is  a  sales  asset  of  immeasurable 
value  to  the  motor  distributor,  a  dependable 
guarantee  of  a  permanent,  growing  motor 
business. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,  Philadelphia,  Boston,  Buffalo,  Cleveland,  Cincinnati,  Chicago,  St.  Louis,  San  Francisco. 


CANADIAN  DISTRIBUTORS 


The  Century  Electric  Co. 
Montreal 


Costello  &  Crowe 
Ottawa 

Eastern  Electric  Co.        John  Starr.  Son  &  Co.  Ltd 
St.  John  Halifax 


Dawson  Bt  Co.,  Ltd 
Montreal 


La  Cie  Codere  4  Fils,  Inc 
Sherbrooke 
Great  West  Electric  Co. 
Winnipeg 


Mechanics  Supply  Co.,  Ltd. 
Quebec 
Rogers  Electric  Co.,  Ltd. 
Toronto 


Hobbins  &  M^er$  Motors 
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CONDULETS 


Electric  Condulet 
Outlet  Fittings 
That  Meet  Every 
Marine 
Wirin 
Need. 


in 


IB 


Type  FS  Condulet  Body 
With   Water-tight  Cover 
for  Operating  Flush 
Switches 


Type   GV  Weather-Proof 
Condulet  with  Guard 


These  Cuts 
Barely  Suggest 
the  Line. 


Write  for 
Catalogs  and 
Complete 
Information. 


Type   PHX  Water-tight 
Condulet 


Type  VL  Vapor.  Gas  and 
Dust-proof  Condulet 


I 


f     Type  YJ  Vapor,  Gas  and 
^^■y/f        Dust-proof  Condulet 
-  .S! 


NAVAL   BRIGADE   TRAINING   SHIP,    COMMODORE  JARVIS. 
WIRED  THROUGHOUT  IN  CONDULETS. 


Type  VS  Water-tight 
Hand  Lamp 


Midget  Guard  Equipment 
Mounted  on  Tj'pe  H 
Condulet 


Type    YKWC    Water-tight  Condulet 
with  Switch  Arranged  for  Cartridge  Fuses 


Type  TB  Obround  Con- 
dulet Body  only 


Type  UB  Obround  Con- 
dulet Body,  only 


Remember  our  Condulet  Catalogs  are  Mailed  FREE  for  the  Asking. 


Crouse-Hinds  Company 

ON  CANADA,  LIMITED 

Toronto,  Ontario,  Canada 
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Are  Hardware  Stores  the  Best  Medium 
for  Distributing  Electrical  Appliances? 

In  recent  issues  we  have  referred  a  number  of  times  to 
the  conditions  under  which  electrical  devices  are  being  re- 
tailed— amounting  almost  to  a  monopoly  of  the  business,  in 
many  centres,  by  tlie  hardware  trade.  Is  tliis  a  desirable  con- 
dition? Is  it  in  the  best  interests  of  either  the  manufacturer, 
the  jobber,  the  contractor-dealer,  the  central  station  or  the 
public? 

Strangely  enough,  the  hardware  dealers  appear  to  have 
taken  it  for  granted  that  they  are  the  logical  medium  througli 
whicli  electrical  merchandise  must  reach  the  public.  For  ex- 
ample, in  a  recent  issue  of  a  hardware  trade  journal  a  num- 
ber of  "kicks"  are  registered  because  in  certain  cases  the 
electric  stores  in  the  locality  presume  to  sell  at  a  lower  price 
than  the  hardware  men  think  proper.  Perhaps  the  conscience 
of  the  electrical  dealer  is  not  yet  sufficiently  elastic  to  allow 
liim  t(^  charge  profits  which  appear  quite  right  to  the  hard- 
ware man,  or  it  may  be  that  there  are  other  reasons,  is  it 
not  reasonable  that  tlie  merchandising  of  up-to-date  electrical 
goods,  representing  a  quick  turnover,  ought  to  lie  done  at  a 
lower  profit  and  tliat  when  the  hardware  man  places  these 
goods  on  the  same  basis  as  his  own  stock,  often  representing 
ra  big  percentage  of  junk,  he  is  treating  the  electrical  business 
(unfairly  and  actually  retarding  its  progress.  The  article  in 
question  speaks  of  central  station  price-cutting,  but  it  seems 
highly  improbable  under  the  power  shortage  conditions  of 
the  past  few  months  that  any    central    station  will  throw 


money  away  to  create  a  condition  of  greater  demand  that 
they  do  not  want. 

The  fact  seems  to  be  that  hardware  stores  are  not  the 
logical  channels  through  which  we  should  distribute  electrical 
goods  to  the  public.  Manufacturers  and  jobbers  have  placed 
their  goods  with  hardware  stores  simply  because  this  arrange- 
ment offered  an  opportunity  of  widening  the  .market.  They 
did  not  stop  to  consider  the  after  effects  of  placing  their 
goods  in  inexperienced  and  unsympathetic  hands  and  the  re- 
sult has  undoubtedly  been,  in  many  cases,  dissatisfied  custo- 
mers and   discredited  merchandise. 

Of  course,  it  is  one  thing  to  say  there  ought  to  be  enough 
electrical  stores  to  take  care  of  this  business  and  quite  an- 
other thing  to  get  them  going.  It  is  doubtless  evident  to 
.the  contractors,  too,  that  a  fine  line  of  profitable  business  is 
going  to  waste  for  want  of  proper  taking  care  of.  But,  after 
all,  the  trouble  seems  to  be  that  the  contractor,  pure  and 
simple,  knows  little  about  retailing,  which  to-day  has  become 
something  of  a  science.  He  is  not  interested  in  getting  be- 
hind the  counter  and  selling.  As  opposed  to  this  the  hard- 
ware trade  has  the  selling  organization  all  ready. 

If  one  may  sum  up  the  situation,  it  appears  to  be  a  mat- 
ter of  choice  between  two  conditions,  neither  of  which  offers 
an  immediate  solution.  If  the  merchandising  of  electrical 
goods  is  to  be  placed  in  the  hands  of  the  hardware  trade,  their 
salesmen  must  become  acquainted  with  the  general  technical 
conditions  surrounding  the  installation  and  operation  of  such 
equipment.  On  the  other  hand,  if  it  is  left  to  electrical  con- 
tractor-dealers these  latter  must  inform  themselves  of  the 
principles  underlying  the  business  of  retailing.  It  is  probably 
a  toss-up  which  way  would  offer  the  least  resistance,  but  it 
is  reasonably  certain  that  the  hardware  men  will  not  give  up 
a  promising  line  of  business  without  a  struggle,  and  that  if 
the  electrical  contractor  wants  to  keep  the  distribution  of 
electrical  devices  and  equipment  in  his  own  hands  he  must 
hustle — right  now. 


Successful  Anniversary  Session  of  Toronto 
Section  American  Inst.  Elec.  Eng. 

The  15th  anniversary  of  the  formation  of  the  Toronto 
branch  of  the  American  Institute  of  Electrical  Engineers, 
which  was  at  the  same  time  the  344th  meeting  of  the  parent 
Institute,  was  held  in  Toronto  on  November  22-23,  at  the 
Engineers\Club,  and  will  long  be  remembered  for  the  splen- 
did efforts  of  the  officers  and  members  of  the  Toronto  sec- 
tion. There  was  a  record  attendance  at  the  reading  of  the 
papers  and  at  the  various  functions,  and  the  keenest  interest 
was  evidenced  by  the  members  and  friends  of  the  Institute 
in  the  proceedings  throughout. 

The  officers  of  the  parent  society  arrived  in  Toronto  on 
Friday  at  noon  and  were  entertained  by  the  Toronto  execu- 
tive to  luncheon  at  the  Engineer's  Club.  Following  a  few 
remarks  by  the  President,  the  technical  session  began  im- 
mediately with  Mr.  Arthur  H.  Hull,  electrical  engineer. 
Hydro-electric  Power  Commission  of  Ontario,  reading  a 
paper  on  "Power  Development  in  the  Province  of  Ontario." 
This  paper  is  reproduced  in  liberal  extract  on  other  pages 
of  this  issue.  An  interesting  discussion  followed  Mr.  Hull's 
paper,  in  the  course  of  which  Mr.  F.  A.  Gaby,  chief  engineer 
of  the  Commission,  explained  the  plans  of  the  Commission 
to  build  up  a  network  of  distribution  covering  Eastern  On- 
tario from  power  developed  on  the  St.  Lawrence  River, 
which  would  be  tied  in  with  the  Niagara  System  at  some 
point  east  of  Toronto,  so  that  practically  the  whole  of  the 
province  could,  in  an  emergency,  be  fed  from  either  the  Nia- 
gara Falls  or  the  St.  Lawrence  system. 

The  second  technical  paper  was  read  by  Mr.  W.  G.  Gor- 
don, tran.sportation  engineer  Canadian  General  Electric 
Company,  on  "The  Electrical  Equipment  of  the  Canadian 
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Northern  Tunnel  in  Montreal."  Mr.  Gonlmi's  paper  is  cx- 
tractcil  elsewhere  in  this  is.^^iie. 

In  the  evening,  at  6.30,  tlu'  (lolo.uatcs  and  niomlicrs  nut 
in  the  Engineers'  Club,  wlure  the  guest  of  lionor  was  Sir 
Robert  Falconer,  iiresiileiU  of  the  University  of  Toronlo. 
Sir  Robert  gave  a  splendid  address,  descri1)ing  certain  phases 
of  his  recent  visit  to  the  front  line  trenches  in  France,  where 
he  had  been  the  guest  of  General  Currio  on  llic  evening  pre- 
ceding and  during  the  days  which  followed  the  battle  of 
.\niiens.  Sir  Robert  emphasized  the  valne  of  this  war  to  Can- 
adians in  teaching  them  their  powers  of  organization.  This 
was  in  no  way  better  illustrated  than  in  the  operations  of  the 
four  divisions  under  General  Currie,  where  everything  mov- 
ed like  clock-work  and  every  man,  as  if  automatically,  per- 
formed his  duty.  Canada  has,  of  course,  lost  much  in  the 
war,  but  she  will  have  made  a  corresponding  gain  if  the 
lessons  of  organization  tliat  have  been  learned  are  put  into 
effect  in  the  business  life  of  the  nation  during  the  reconstruc- 
tion period  and  afterwards.  Sir  Robert  paid  a  glowmg  tri- 
bute to  the  work  of  the  Canadian  engineers  in  France. 

Mr.  Arthur  H.  Hull,  chairman  of  the  Toronto  section, 
in  thanking  Sir  Robert  for  his  fine  address,  spoke. of  the  very 
large  number  of  graduates  and  under-graduates  of  the 
School  of  Science — some  600 — that  liad  responded  to  the 
duty  call  in  defence  of  the  Empire. 

At  8  o'clock  the  me^eting  adjourned  to  the  Chemistry  and 
Mining  Building  of  the  University  of  Toronto,  where  Mr. 
S.  Svenningson,  designing  engineer  of  the  Shawinigan  Wa- 
ter and  Power  Company,  Montreal,  descril^ed  the  110,000  volt 
transmission  line  over  the  St.  Lawrence  River.  This  paper 
is  reproduced  in  full  elsewhere  in  this  issue. 

On  Saturday  morning  the  delegates  assembled  at  9.30 
at  the  Engineers'  Club  and  were  motored  away,  as  their 
choice  prompted,  for  an  inspection  of  the  Leaside  Munitions 
Plant,  the  British  Forgings  and  Steel  Plant,  or  the  Hydro- 
electric Laboratories  on  Strachan  Avenue,  returning  for  the 
final  luncheon  given  by  the  reception  committee  at  the 
rooms  of  the  Toronto  Board  of  Trade. 

The  proceedings  throughout  were  a  splendid  tribute  to  the 
energy  and  ability  of  the  ofificers  of  the  Toronto  section  of 
the  A.  L  E.  E.  Everybody  worked  hard,  from  the  chair- 
man to  the  last  member  of  the  entertainment  and  reception 
committee,  but  special  recognition  is  due  Mr.  A.  H.  Hull 
and  the  secretary,  Mr.  E.  V.  Pannell. 


Canada's  Need 

Canada  is  fortunate  in  possessing  a  large  number  of  valu- 
able waterpowers.  It  is  unfortunate  in  possessing  apparently 
a  large  number  of  people  who  are  anxious  to  prevent  the  de- 
velopment of  these  waterpowers. 

Although  in  the  muck-raking  literature  of  the  last  ten 
years,  the  development  of  waterpowers  has  come  in  for  an 
undue  share  of  attention,  few  people  realize  that  after  all  some 
90  per  cent,  of  the  total  amount  of  power  utilized  on  the  con- 
tinent of  North  America  is  developed  from  coal  by  means  of 
steam  plants,  and  that  only  about  10  per  cent,  is  developed 
from  vvaterpower. 

This  overwhelming  use  of  steam  power,  as  against  water 
power,  is  due  to  the  economic  reason  that  it  was  cheap- 
er to  put  in  the  steam  plants  and  operate  them,  than  to  deve- 
lop waterpowers  under  the  conditions  surrounding  the  deve- 
lopment of  these  waterpowers. 

Waterpowers  have  important  uses.  The  principal  eco- 
nomic use  of  waterpowers  to-day  is  to  serve  these  industrial 
purposes  where  the  load  is  practically  continous.  Such  Icxads 
include  the  grinding  of  wood  pulp,  the  operation  of  large  in- 
dustrial plants  which  operate  continuously,  and  principally 
the  operation  of  electric  furnaces  where,  combined  with  the 


continuous  use  of  power,  is  to  be  had  a  further  advantage  in 
the  high  temperature  of  the  electric  arc. 

Canada  is  similar  to  some  other  northern  countries,  such 
as  Norway,  in  having  waterpowers.  The  coal  which  Canada 
possesses  is  limited  and  located  in  the  extreme  East  and 
West  of  the  country,  so  that  the  expense  of  getting  the  coal 
is.  now,  and  probaljly  will  be  higher  than  in  countries  like 
England  and  the  United  States.  It  is  therefore  essential  that 
the  waterpowers  be  utilized  to  the  maximum  extent  possible, 
so  as  to  decrease  the  amount  of  coal  which  is  purchased 
from  abroad.  By  using  one  of  our  own  resources  instead  of 
buying  the  material  outside  the  country,  a  distinct  economic 
gain  accrues,  always  provided  that  the  expenditure  for  the 
waterpower  itself,  the  method  of  development  etc.,  are  un- 
dertaken and  carried  through  in  such  a  fashion  that  there 
will  really  be  a  saving  by  its  operation. 

The  total  amount  of  energy  used  for  lighting  purposes, 
and  for  the  small  user,  that  is  the  home  user  or  the  minor 
factory,  does  not  exceed  35  per  cent,  of  the  total  energy  de- 
veloped for  electric  power  purposes.  The  other  75  per  cent, 
is  used  for  industrial  purposes  by  a  relatively  small  number 
of  consumers,  namely — the  capitalists  who  have  been  held 
in  such  scorn. 

For  the  last  several  years,  the  tide  has  been  turning 
against  the  Government  owned  and  controlled  and  operated 
electric  power  systems,  and  to-day  few  people  in  their  or- 
dinary senses  would  recommend  the  distribution  of  electric 
power  by  public  bodies. 

Arguments  may  be  advanced  to  show  that  lighting  is 
really  a  public  utility,  and  should  be  a  Government  enter- 
prise, and  arguments  may  be  advanced  properly  that  Gov- 
ernment control  should  be  exercised  to  see  that  suitable  pre- 
cautions are  taken  both  in  the  formation  of  the  companies 
and  in  the  control  of  the  rates;  but,  dealing  with  the  great 
resources  which  this  country  has  in  its  waterpowers,  it  is 
more  than  obvious  that  in  order  to  obtain  rapid  develop- 
ment of  these  waterpowers,  with  immediate  benefit  to  the 
country,  private  concerns  must  furnish  the  money.  Condi- 
tions made  by  the  Government  must  be  such  as  will  attract 
private  individuals  and  stimulate  enterprise. 

The  Dominion  of  Canada,  and  particularly  the  Province 
of  Quebec,  has  a  great  opportunity  in  the  next  few  years  of 
establishing  a  vast  series  of  waterpower  developments.  Such 
developments  will  lead  to  the  investment  of  large  amounts 
of  money,  the  employment  of  many  men  during  the  con- 
struction period,  and  the  establishment  of  huge  industries  to 
use  the  electric  power  when  developed. 

With  the  creation  of  these  industries  will  come  the  abi- 
lity to  export  from  this  country  the  products  made  with  elec- 
tric power;  and  we  will  thus  be  turning  into  money  natural 
resources  which  are  now  being  wasted,  and  bringing  that 
money  back  into  this  country  to  add  to  our  wealth. — From 
an  article  by  Mr.  Julian  Smith  on  the  subject  "Canada's 
Need,"  in  the  Montreal  Star. 


The  Electric  Club  of  Toronto 

Two  specially  fine  meetings  of  the  Electric  Club  of  To- 
ronto were  held  on  November  13  and  November  23.  On  the 
earlier  date  the  Hon.  Geo.  S.  Henry,  L.L.B.,  Minister  of  Ag- 
riculture for  the  Province  of  Ontario,  addressed  the  mem- 
bers on  "Agriculture — Yesterday  and  To-day,"  pointing  out 
the  progress  that  had  been  made  in  the  rural  districts  of 
this  province  in  spite  of  the  tremendous  handicaps  of  labor 
shortage  and  the  competitive  fertility  of  the  western  provin- 
ces as  grain-growing  areas.  Mr.  Henry  also  referred  briefly 
to  the  improvement  in  the  province's  live-stock,  pointing  out 
that  an  Ontario-bred  animal  was  recently  sold  for  a  price 
which  constituted  a  record  for  this  continent.  Mr.  Henry  also 
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took  occasion  to  rectify  certain  misapprehensions  that  have 
been  expressed  by  the  city  man  from  time  to  time  that  the 
rural  communities  had  not  done  their  share  either  in  supply- 
ing man-power  or  money  towards  the  prosecution  of  the  war 
and  gave  figures  to  show  that  the  percentage  subscribed  both 
in  population  and  in  wealth  was  at  least  equal  to  anything  the 
larger  centres  could  boast. 

On  November  22nd  the  Club  was  addressed  by  Mr.  Ar- 
thur V.  White,  consulting  engineer  to  the  Commission  of 
Conservation  on  "Canada's  Heritage  in  the  St.  Lawrence 
River."  Mr.  White's  paper  is  reproduced  in  full  elsewhere  in 
this  issue.  On  the  latter  occasion  the  Club  was  honored  with 
the  presence  of  Mr.  James  White,  assistant  to  the  chair- 
man of  the  Commission  of  Conservation. 


Montreal  Electric  Luncheon 

After  an  interval  of  several  weeks,  due  to  the  influenza 
epidemic,  the  Montreal  Electrical  Luncheon  resumed  its 
meetings  on  November  20.  The  speaker  was  Mr.  E.  S.  Mac- 
Nab,  of  the  train  lighting  department  of  the  C.  P.  R.,  who 
described  the  organization  of  a  standard  Canadian  railway. 
He  pointed  out  the  high  degree  of  organization  necessary  for 
the  smooth  working  of  a  railroad,  and  incidentally  referred  to 
the  good  results  of  co-ordination  in  the  allied  forces  and  in 
the  Victory  Loan  Campaign.  The  appointment  of  Marshal 
Foch  and  the  pooling  of  supplies  and  funds  had  gone  a  long 
way  to  achieve  victory.  Canadian  railroads  had  an  approxi- 
mate mileage  of  32,700  miles,  and  5,300  locomotives.  Ger- 
many, said  Mr.  MacNab,  had  to  hand  over  to  the  Allies 
within  about  200  locomotives  of  the  entire  total  in  Canada. 

The  speaker  then  gave  details  of  the  system  on  which 
railroads  are  run — from  the  president  down  to  the  trackmen, 
pointing  out  how  various  departments  are  controlled  by  the 
vice-presidents,  how  the  lines  are  split  up  into  divisions,  and 
how  the  work  is  minutely  sub-divided.  The  electrical  work 
is,  from  the  administrative  point,  handled  in  difTerent  ways  on 
various  North  American  roads.  Mr.  MacNab  also  contrasted 
the  Old  Country  methods  of  controlling  railroads  with  those 
on  this  side,  stating  that  the  different  conditions  called  for 
varying  systems.  A  collection  for  the  Red  Cross  fund  to- 
talled $41.50. 

Sympathetic  references  were  made  to  the  deaths  of  Mr. 
F.  N.  Ormsbee,  of  the  Standard  Underground  Cable  Com- 
pany of  Canada,  his  wife  and  child;  Mr.  H.  E.  Randall,  of 
the  Shawinigan  Water  &  Power  Company,  and  Mrs.  Burnett, 
wife  of  Mr.  F.  C.  Burnett,  of  the  Canada  Cement  Company. 


50-Ton  Electric  Locomotives  for  Hydro 

Twelve  50-ton  electric  locomotives  are  being  built  l)y  the 
National  Steel  Car  Company,  Ltd.,  Hamilton,  Ont.,  for  the 
Hydro-electric  Power  Commission  of  Ontario.  They  will  be 
used  for  hauling  trains  on  the  construction  railway  which  is 
being  built  in  connection  with  the  power  development  at 
Chippewa  Creek  near  Niagara  Falls.  Operation  will  be  at 
fiOO  volts,  direct  current. 

The  locomotives  are  designed  for  double-end  operation, 


with  general  dimen  sions  as  follows; 

Length  over  all   35  ft. 

Truck  centers     19  ft. 

Length  of  main  cab   10  ft. 

Length  of  auxiliary  cal)   9  ft.  G  in. 

Width  over  side  sills      9  ft. 

Height  from  rail  to  top  of  floor   4  ft.  (i^  in. 

Height  from  rail  to  top  of  cal)  roof   12  ft. 


Details  of  Construction 

The  underfranie  is  made  up  of  I-beams  and  channels. 
The  center,  side  and  intermediate   sills  are   12-in.  l-l)eams 


running  continuous  from  end  sill  to  end  sill  to  which  they 
are  secured  by  connection  angles.  The  end  sills  are  12-in. 
channels  extending  straight  for  15  inches  on  each  side  of  the 
center  line  and  dropping  back  13  inches  to  the  corner  of  the 
underframe.  Cross-ties,  of  which  there  are  Ave,  consist  of 
8-in.  I-beams  connected  to  the  longitudinal  sills  by  angle 
connections.  The  bolster  is  composed  of  14-in.  x  1-in.  plates 
riveted  to  the  top  and  bottom  of  the  longitudinal  sills.  The 
flooring,  except  in  the  cab,  consists  of  cast-iron  blocks  2^  in. 
thick  with  checkered  surface. 

The  draft  gear  is  of  the  Miner  twin  spring  type  with 
M.C.B.,  class  "G"  sprin"g-  and  keyed-yoke  connection  to  the 
M.C.B.  coupler. 

The  cab  is  of  all-steel  construction,  except  the  roof, 
which  is  made  of  poplar  tongued  and  grooved  and  covered 
with  8-oz.  cotton  duck.  The  side  and  end  posts  are  3-in. 
channels,  while  the  corner  posts  are  3^  in.  x  3^  in.  x  34  in. 
angle.  The  outside  sheathing  is  No.  16  gauge  sheet  steel, 
and  is  lined  inside  with  wood  lining.  Each  side  of  the  cab 
is  provided  with  two  drop-sash  windows  and  one  swing  door. 
Each  end  is  provided  with  two  stationary  windows,  one  drop 
sash  window  and  one  swing  door.  The  doors  are  in  diagonal 
corners  a^  are  also  the  drop-sash  windows.  All  control 
levers  and  handles  are  duplicated  in  diagonal  corners  for 
reversible  operation. " 

The  hood  at  each  end  of  the  cab  is  of  all-steel  construc- 
tion and  is  composed  of  angles,  channels  and  No.  16  gauge 
sheet  steel.  Inside  the  hood  are  the  air  compressor,  large 
sand  box,  air-operated  sanding  device,  and  electrical  equip- 
ment and  a  removable  steel  door  is  provided  for  easy  access. 
The  hood  is  narrow  enough  to  allow  a  walkway  around  the 
outside  of  the  platform.  A  pipe  railing  is  provided  at  the 
outside  edge  with  a  hand  railing  around  the  top  of  the  hood. 

Trucks  are  of  the  arch  bar  design,  with  inside-hung 
brakes,  5^-in.  x  10  in.  journals  and  36-in.  diameter  wheels. 
Each  truck  bolster  is  composed  of  two  10-in.,  40-lb.  rolled 
I-beams  supported  by  helical  springs.  Each  truck  is  provided 
with  two  inside  hung  125-h.p.  motors  suspended  from  brack- 
ets secured  to  channel  transoms. 

Special  Air  Equipment  to  Operate  Dump  Cars 

The  locomotives  are  being  equipped  with  Westinghouse 
air  brakes,  with  14-in.  x  12-in.  type  "S"  cylinders,  the  main 
reservoirs,  parasite  reservoir  and  radiating  pipes  being  lo- 
cated on  the  top  of  the  floor  at  the  side  of  the  hood.  Two 
D-4-P,  50-ft.  Westinghouse  motor-driven  compressors  will 
furnish  sufficient  capacity  to  supply  air  to  the  dumping  mech- 
anism on  twelve  20-yard  dump  cars,  and  the  parasite  gov- 
ernors are  provided  and  so  arranged  that  when  operated  in 
trains  all  governors  will  cut  in  at  the  lowest  setting  pres- 
sure in  the  series,  and  will  prevent  the  dumping  apparatus 
from  depleting  the  pressure  available  for  braking  below  a 
safe  predetermined  minimum.  The  hand-brake  equipment  is 
operated  from  inside  the  cab  by  a  vertical  hand  wheel  con- 
nected liy  l)evel  gears  to  a  shaft  running  through  tlie  cab 
floor. 

The  locomotives  will  I)e  equipped  with  multiple-unit  con- 
trol, six  having  General  Electric  control  and  six  Westing- 
house control.  Each  locomotive  will  develop  at  starting  a 
tractive  effort  of  approximately  30,000  lbs.  on  dry  rails. 


The  Canadian  Bond  Hanger  and  Coupling  Company  have 
moved  their  plant  from  Alexandria,  Out.,  to  a  very  modern 
and  up-to-date  ])uilding  at  the  corner  of  Villiers  and  Muni- 
tion Streets.  Toronto.  The  head  office  of  the  company  will 
also  he  at  this  address.  Suflicient  ground  adjoining  the  plant 
has  been  purchased  to  render  capacity  for  expansion  almost 
unlimited.  The  company  state  that  in  the  new  plant  they  are 
already  in  a  position  to  double  their  former  output. 
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Block  Bus  System  of  Distribution 

OwuiK  to  the  iiiil'ortunaie  circumstances  rcsulliiii;  Irom 
the  intluenza  epidemic,  a  recent  mectinj^  of  the  Toronto  sec- 
tion of  the  A.  I.  E.  E.  was  cancelled.  At  this  meeting  it 
had  been  announced  that  Mr.  C.  E>  Stoltz  would  read  a 
paper  on  "Steel  Mill  Electrihcation."  and  in  this  connection 
we  have  an  interesting  letter  from  Mr.  .\.  H.  Winter-Joyner, 
referring  to-  the  "block  bus"  system  now  l)eii<f>  more  gen- 
erally used  in  the  transmission  antl  distribution  of  large 
l)locks  of  power  for  short  distances.  Mr.  Joyner  sends  us 
an  interesting  discussion  on  this  system  which  followed  the 
reading  of  a  paper  at  a  recent  meeting  of  the  Association  of 
Iron  and  Steel  Electrical  Engineers,  which  is  so  timely  and 
full  of  interest  that  we  reproduce  it  in  full.  The  members 
of  the  .\ssociation  had  just  completed  an  inspection  of  the 
Carnegie  Steel  Company's  mills  at  McDonald,  Ohio. 

Discussion  on  "Block  Bus"  System  of  Distribution 

D.  M.  Petty:  As  to  distribution  system,  if  feeders  run 
through  the  plant  to  a  sub-station,  and  from  step-down  trans- 
formers to  some  particular  mill,  one  feeder  for  each  mill, 
a  large  number  of  feeders  will  be  the  result.  This  system  of 
distribution  is  called  the  "Radial"  feeder  system.  There  are 
other  systems  and  the  one  which  we  have  been  looking  at 
to-day  is  known  as  the  "block  bus"  system.  I  believe  we 
v.o\\\d  be  glad  if  Mr.  Gaudy  would  give  us  a  discussion  cover- 
ing what  he  considers  the  advantages  of  the  block  bus  system. 

R.  J.  Gaudy:  Undoubtedly,  it  came  to  the  mind  of  a  num- 
ber of  you  that  it  was  rather  an  unjustifiable  step  to  take, 
considering  methods  previously  common.  In  this  installation 
which  we  saw  to-day,  the  engineers  for  the  Carnegie  Steel 
Company  were,  after  careful  study,  assured  that  this  pro- 
ject justified  the  move  towards  a  newer  type  of  simplified 
distribution.  It  should  be  gratifying  to  them  to  note  that 
groups  of  engineers  elsewhere  have  recently  met  distribution 
problems  in  handling  large  blocks  of  load  over  reasonable 
distances,  and  have  adopted  identical  solutions.  It  is  obvious 
that  the  block  power  bus  scheme  is  partially  applicable  only 
where  the  blocks  of  load  or  load  centres  are  sufficiently  large, 
and  so  located  that  a  double  transformation  is  uneconomical. 
It  should  be  considered  comparable  only  to  other  methods  of 
distribution  having  similar  selection  of  voltage.  The  block 
bus  scheme  is,  of  course,  not  applicable  where  the  items  of 
load  are  very  small,  and  so  widely  separated  that  they  do 
not  lend  to  handling  from  reasonable  load  centres.  There 
are  under  construction  at  this  time,  some  fine  examples  of 
similar  distribution. 

In  station  construction,  it  is  commonest  practice  to  use 
a  bus  for  distribution  from  large  blocks  of  generating  capa- 
city to  adjacent  switching  positiojis.  The  McDonald  installa- 
tion is  identical  in  scheme,  the  only  change  being  the  loca- 
tion of  the  bus  switch  at  the  load  block,  and  the  extension 
of  the  length  o'f  the  bus  between  the  supply  and  the  load 
with  the  elimination  of  the  lines  otherwise  necessary  between 
the  bus  switch  and  the  load  centre  switch. 

The  difTerence  between  the  block  bus  distribution  sys- 
tem and  that  of  any  other  type,  gives  rise  to  some  surprise 
until  you  overlook  the  novelty  of  the  thing  and  consider  its 
advantages. 

1.  The  conductors  are  bare  copper  in  air;  which  con- 
dition is  the  most  advantageous  possible  considering  the  dis- 
position of  heat  produced  by  losses. 

2.  The  conductors  are  rigid  and  are  ruggedly  supported 
so  that  no  difficulty  can  arise  from  mechanical  stress  de- 
veloped magneticallj'. 

.3.  The  insulating  medium  is  free  from  possibility  of  be- 
coming moisture  soaked  and  breaking  down. 

4.   The  conductor  is  insulated  by  a  material  which  will 


not  fail  or  deteriorate  under  temperature  change.  This  fea- 
ture is  one  which,  for  steel  mill  load,  presents  great  ad- 
vantage. Changes  in  the  load  requirements  may  occur  on 
very  short  notice.  Production  in  one  portion  of  the  mill 
may  be  doubled  or  trelded  during  a  period  which  will  not 
allow  of  procuring  and  installing  additional  distribution  line 
material.  The  block  bus  system  may  be  installed  so  that  all 
characteristics  are  best  selected  for  the  anticipated  loads,  but 
when  local  or  general  increases  come  on  there  is  absolutely 
no  danger  of  failure  due  to  temperature  damage  to  insula- 
tion. This  is  of  great  advantage  to  the  steel  mill  electrical 
engineer  because  his  distribution  will  immediately  take  on  a 
load  addition  which  would  be  an  undue  overload  on  any 
other  distribution  having  equal  conductor  in  place. 

5.  The  switch  gear  necessary  for  any  loading  is  much 
reduced,  for  instead  of  a  multiplicity  of  lines  protected  by 
individual  switches  and  against  each  other,  you  instal  a  bus 
line  so  well  that  it  will  not  get  into  trouble  and  are  limited 
only  to  the  capacity  of  switch  gear  available,  which  is  at  this 
time  no  mean  limit. 

6.  If  the  location  of  the  load  blocks  suggest  either  a 
block  bus  line  or  loop,  loads  may  be  added  at  any  point,  re- 
quiring at  the  most  only  the  addition  of  bars  to  the  stack  to 
restore  accurate  characteristics  desired. 

The  fact  that  the  operating  characteristics  of  bar  copper 
in  air  are  not  so  widely  known  as  the  characteristics  of  other 
transmission  materials  is  mainly  because  they  have  not  been 
so  universally  used  in  the  past  decade.  The  values  of  all 
characteristics  such  as  power  loss,  voltage  drop,  regulation, 
temperature  rise,  a.c.  resistance  and  reactance  were  prede- 
termined and  have  been  verified  in  the  bus  system  at  Mc- 
Donald. All  the  data  bearing  on  these  characteristics  are 
available  and  the  bus  design  may  be  now  handled  just  as 
iiitelligently  as  any  other  conductor  arrangement  on  which 
you  have  accumulated  information. 

Wm.  M.  Hornlein:  Are  conductors  tapered? 

R.  J.  Gaudy:  Yes,  they  are  tapered  as  the  load  is  taken 

ofif. 

D.  M.  Petty:  Condensation  in  a  place  of  that  kind  will 
occur  where  there  is  marked  change  in  temperature  in  a  com- 
paratively short  time.  If  the  change  in  temperature  occurred 
slowly,  the  moisture  in  the  air  practically  takes  care  of  itself. 

Wm.  M.  Hornlein:  Any  possibility  of  moisture  causing 
corrosion,  etc.,  of  the  supports?  In  other  words,  what  will 
be  the  up-keep  of  the  system? 

R.  J.  Gaudy:  The  equipment  installed  has  been  pro- 
tected against  possibility  of  corrosion.  The  insulation  se- 
lected by  the  engineers  here  will  allow  for  insulating  at  that 
voltage  during  heaviest  rainfall,  which  condition  it  would, 
of  course,  be  impossible  to  obtain  in  that  tunnel. 

V.  L.  Crawford:  Is  this  the  first  installation  of  this  kind 
of  distributing  system? 

R.  J.  Gaudy:  It  is,  I  believe,  in  the  steel  mills.  Some  of 
the  central  stations  and  construction  engineers  have  gone  in- 
to it  very  extensively.  I  do  not  know  of  any  bus  installation 
now  operating  that  is  any  longer  than  this  present  bus.  For 
one  item  of  load  there  are  several  installations  of  that  kind, 
that  is,  where  one  block  motor  load  utilizes  the  entire  line. 
I  believe  the  installation  you  saw  to-day,  however,  still  has 
the  blue  ribbon.  I  believe  the  blocks  are  sufficiently  large 
to  allow  that. 

Max  Nain:  Would  maintenance  be  cheaper  on  block 
type? 

R.  J.  Gaudy:  Yes,  and  the  possibility  of  failure  due  to 
overload  almost  absolutely  eliminated. 


A  correspondent  would  like  to  hear  from  any 
man  who  contemplates  striking  a  match  in  South 
Kensington,  with  a  view  to  sharing  same. — Punch. 
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Power  Generation  in  Ontario  on  Systems  of 
Hydro-Electric  Power  Commission 

 By  Mr.  Arthur  H.  Hull*   - 

The  Province  of  Ontario  is  the  largest  and  most  popu-  vince,  the  Commission  had  started  to  develop  its  own  power 

lous  of  the  Provinces  in  the  Dominion  of  Canada,  having  an  by  constructing  a  hydro-electric  plant  at  Eugenia  Falls  on 

area  of  407,262  square  miles  and  a  population  (census  1911)  the  Beaver  River  near  Flesherton,  which  was  put  into  oper- 

of  2.523,274.    Ontario's  population  is  about  35  per  cent,  of  ation  in  November  1915,  and  one  at  Wasdell's  Falls  on  the 

the  total  of  Canada's  population,  and  its  area  is  10.9  per  Severn  River  which  was  started  in  service  in  October  1914. 

cent,  of  the  total  area  of  the  Dominion.    Ten  per  cent,  of  In  1914  the  Commission  acquired  by  purchase  the  Simcoc 

Its  area  is  water.  Railway  and  Power  Company,  whose  generating  station  at 

Ontario  has  developed  into  the  greatest  manufacturing  Big  Chute  on  the  Severn-  River  had  previously  supplied  pow- 
Province  in  Canada  and  as  there  are  no  coal  deposits  in  the  er  under  contract  to  the  Commission's  Severn  System,  sup- 
Province,  its  abundant  water  power  resources  are  being  more  plying  the  district  around  the  southern  part  of  Georgian  Bay. 
and  more  utilized  to  furnish  the  power  required  for  its  var-  In  March,  1916,  the  Government  of  Ontario  purchased  the 
ied  and  increasing  industrial  development.  Other  fuels,  such  entire  holdings  of  the  Electric  Power  Company  which 
as  natural  gas  and  petroleum  are  found  in  the  southern  through  subsidiary  companies,  was  generating  power  on  the 
part  of  the  Province,  gas  along  the  north  shore  of  Lake  Erie  South  River  near  Nipissing.  on  the  Otonabee  River  at  Peter- 
and  petroleum  near  Sarnia.  The  natural  gas  supply,  how-  boro,  and  on  Trent  River  at  Healy  Falls,  Frankford,  Camp- 
ever,  is  insufficient  for  present  purposes  and  the  quantity  of  bellford,  and  Trenton.  The  operation  of  the  equipments  thus 
petroleum  produced  does  not  begin  to  meet  the  needs  of  the  acquired  was  placed  in  charge  of  the  Commission  in  June, 
Province.    The   demand   for   electric   power   has   increased  1916. 

during  the  past  ten  years  to  such  an  extent,  that,  with  the  The  various  areas  in  the  Province  served  by  the  Com- 

war  industries  in  operation,  it  became  necessary  to  impose  mission  are   designated  by  systems  as  follows: 
restrictions  on  private  and  municipal  consumers  in  order  to  ^ 
provide  the  power  required  by  the  war  industries.  The  great  -I  >■ 

saving  in  coal  effected  by  the  use  of  electric  power  in  On-  System  £  ^         ^  Power  obtained  from 

tario's  industries  is  one  of  the  most  important  aspects  of  '5 1^        S*  " 

the  electric  power  situation,  and  further  great  savings  can  Si?       fa  ftn 

l>e,  and  will  be  before  long,  brought  about  by  the  electrif^ca-  ZLfns%sfeT"!         IS      lo      I  Co^l^^f&s^^r^t^L 

tion  of  the  steam  railroads.  w"''^"^?  ^^u"'^   H^-*^*^  3    Comm's  So    Falls  Station 

IVl,.      TT  A  ^v,     1       r  •  Tj    ,         ,         •  Wasdells   Falls  System.     22,000       60       3    Comm's  Wasdell's  Falls  Stn 

Mr.     H.     G.     Acres,    (hydraulic    engineer.    Hydro-electric  -^evern    System   22,000       60       3    Comm's  Big  Chute  Station 

Power  Commission),  in  a  monograph  on  Water  Powers  of  ^y"^"'    22,000      go      3  Comm's  Eirgenia  Station 

,„.,„...  /  Healy    Falls  Stn. 

the  Province  of  Ontario,  written  in  1915,  gives  the  following  r-    ^  i  ^  .   •    c  ...^^  Auburn  Station 

.  ,        ^  ,,.''=,  ,  Central  Ontario  System.     44,000       60       3    Comm's-^  Campbellford  Stn 

summation  of  water  power  capable  of  development,  and  of  j  Frankford  StaVion 

water  power  already  developed  in  the  Province:  .St.  Lawrence  System..    26,400      60      .S   M  F  Beae\"' Compalw*'"" 

TV   ■  ■  T3  .  ,        ,  R'<l«a"   System    25,700       60       3    Rideau  Power  Co 

Division  Potentiality         Developed.  /Comm's   Ontario  Power 

Ottawa   River   &   Tributaries   688,000  h. p.         71,000  h. p.  „■  c  "''*\'t'°° 

„  T    ,         -T-  •,  •  .  Niagara  System    110,000       25       3    <  Canadian  Niagara  Co. 

Great    Lakes   Tributaries   446,000  h. p.         137,000  h.p.  Electrical  Development  Co 

Hudson  Bay  Slope   2.50,000  h.p.        22,000  h.p.  ^^aut™ 

James  Bay  Slope   1,500,000  h.p.         70,000  h.p.  P       a    v,  c 

International   Boundary   Rivers ..  2,045,000  h.p.       402,000  h.p.  -Hort  Arthur  System 

    In  the  Port  Arthur  system,  power  is  purchased  at  22,- 

4,929,000  h.p.       702,000  h.p.  ^00  volts,  three  phase,  60    cycles    from    the  Kaministiquia 

/^f  .1       1         .  .  t   r  11       >      1  Power  Co.,  and  is  delivered  to  the  Citv  of  Port  Arthur  at 

Of  the  above  total   for  power  developed,  about  69,000  oo  nnn      j  \  i  ,    .  ^  /vrinur  a: 

I  ■  III  r    .  1  22,000  and  at  2200  volts,  part  being  transformed  in  the  Com- 

horse  power  is  used  in  pulp  and  paper  manufacture,  about        .    .     ,    „       ,       .      K,     .       ^     anaiunucu  in  iiic  «^om 

-aann  u  .  1        1    1      r  j-      .1  mission  s  Transforming  Station  in  Port  Arthur  containino- 

;)9,000  horse  power  is  used  as  hydraulic  power  directly  ap-  ^       <     ,       r  r  -i-lmui,  (.uindnunf, 

r   1        1  4i     1    1         rn.,  „„„  1  •  .   ,  ■  two  banks  of  transformers,  each  consisting-  of  three  750  kv  a 

l)Iied,  and  the  lialance  574,000  horse  power  is  converted  into  ,  ,  ,  .■'isniig  ui  uute  i.n)  Kv.a. 

electric  energy  for  light  and  power.  connected  star-delta  neutral  ungrounded. 

This  paper  will  deal  only  with  the  generation  of  electric  r  '^'^'^  '''''        '^"^  ^"'"--^  requirements,  the 

power  by  the  Hydro  Electric  Power  Commission  of  On-  Commission  now  propose  to  construct  a  Hydro-electric  sta- 
tario  which  is  now  the  largest  producer  and  distributer  of  Z    ?  a  1'^°"    u^^V  ^^^ameron's  Pool,  about  80  miles 

electric  energy  in  the  Province  ^"'^  ^'l^''''  ^'^"^'^  '^^^^  ^"  "'^""ate  capacity  of 

The   Hydro   Electric   Power     Commission     of    Ontario,        T      '"^^  .^"T*"'    "^''^   engineering  work  is  now 

which  will  be  referred  to  hereafter  as  the  Commission,  was  "^"^  development.   It  is  proposed  to  transmit 

formed  by  the  Ontario  Government  in  1906,  and  first  furnish-  7'""^';,^'  "T"  ^°''^'  "^■"^  1^'^^^^'        ^^^^I^^'  ^'^'^ 

ed  power  over  its  110,000-volt  lines  from  Niagara  Falls  in  ,     T'    ,       n  P^^^""  ^"'e^        'h's  same  river,  when 

October  1910,  the  power  being  purchased  from  the  Ontario  '^^^         '  Zn  '^T        ^"'^  the  Cameron's  Pool  site,  give 

1)         f  c  XT-  II     /A  .    •      T,  .,  ^  total  or  150,000  horse  power.   The  needs  of  the  Pnrt  Ar 

Power  Company  of  Niagara  falls,  Ontario.   It  was  not  until  ,,     ,       ,  "ccub  oi  tne  i  ort  Ar- 

A„  ,   f  .  f    11,1-    ,1    t  ,1  •    ■        it  ■     1    1-  district  should,  therefore,  be  amply  nrovided  for  bm 

.'\ugnst  1st,  1917,  that  the  Commission  obtained  direct  con-  i  i-  •      i  .      .  <""i'>j'   iJiuviueu  lor,  dui 

trol  of  the  generation  of  power  at  Niagara  Falls,  through         ^^'d".'""^'  l'"^^,  ''''""I'l        '-^^l^'ired  for  this  district,  an- 

the  Ontario  Power  Company,  but  in  other  parts  <.f  the  Pro-  V  "  ^'<-'veIopment  at  Silver  Falls  on  the 

      ^  Kaministiquia  River  about  25  miles  from  Fort  William  where 

*KlectricaI  Engineer.  Hydro-Electric  Power  Cotnmis.slon  of  Ontario,  and  with  a  :t50-ft.    head  a  total  of  25  000  horse  unwt-r  ,--,„  l^«  rl^ 
rhairman  Toronto  Section  A.I.E.E.,  before  Toronto  meeting  AIEE  i        ,      .       ,  '    ^   'ai  ui  ,.,),uuu  norse  powtl   can  be  de- 
November  22,  1918.                                                                      ■  ■'  veloped.    At  the  present  time  the  electric  energy  supplied 
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at  Port  Arthur  is  used  for  operation  of  the  street  railway, 
lor  public  anil  domestic  lighting,  ami  for  larf^e  jjraiii  eleva- 
tors, ship  yards,  coal  docks  and  miscellaneous  iiuliistrial  pur- 
poses. 

Nipissing  System 

The  Nipissing  System,  formerly  conti;olled  by  the  Nipis- 
sini;  Power  Company,  comprises  a  generating  station  on  the 
South  River  near  Nipissing  X'illage,  sub-stations  in  Callander, 
Powassan  and  North  Bay.  The  generating  station  contains 
two  4.'>0-kw.  three-phase  32m)-voli  iU)-eyele  ■t.")()-rev.  i)er  min., 
horizontal  generators  with  ia..")-kw.  12,")-voll  direct-connected 
exciters,  each  unit  direct  coupled  to  a  water  wheel  of  92.5 
b.h.p.  at  8(>  ft.  head.  Water  for  this  plant  is  taken  from  the 
South  River  through  an  open  canal  900  ft.  long,  then  through 
a  wood  stave  pipe  (i  ft.  diameter  ;>300  ft.  long  to  a  differential 
surge  tank  72.3  feet  high,  close  to  the  power  house,  a  steel 
penstock  connecting  thence  to  the  turbines.  The  storage 
pond  has  an  area  of  about  100  acres  and  the  drainage  area 
of  the  river  is  about  :ir>0  square  miles.  Provision  was  made 
for  extension,  and  by  additional  storage  works,  it  is  pos- 
sible to  increase  the  capacity  to  2500  horse  power. 

Muskoka  System 

The  power  house  on  the  south  branch  of  the  Muskoka 
River  at  Muskoka  \  illage  was  formerly  owned  by  the  Mun- 
icipality of  Gravenhurst  and  was  taken  over  by  the  Commis- 
sion in  the  latter  part  of  191.'5,  and  has  been  remodelled  and 
enlarged,  and  now  supplies  power  over  a  single  circuit  22,- 
000-volt,  three-phase,  60-cycle  line  about  26  miles  long  to 
Huntsville,  and  at  6,600  volts  three  phase,  60  cycles,  to  the 
municipality  of  Gravenhurst  over  the  municipality's  line. 

The  equipment  in  this  station  now  comprises  one  450 
kv.a..  three  phase.  6.600-volt,  720-rev.  per  min.,  60-cycle  gen- 
erator, direct  connected  to  a  500  b.h.p.  turbine,  and  one  750- 
kv.a.  similar  720-rev.  per  min.  generator,  direct  connected 
to  a  1.000  b.h.p.  turbine.;  The  hydraulic  head  at  this  plant 
is  102  ft.  The  water  is  conducted  through  one  steel  and  one 
wood  stave  pipe,  each  946  ft.  long  to  the  turbines. 

Wasdell's  Falls  System 

This  system  comprises  a  hydraulic  generating  station  on 
the  Severn  River  at  Wasdell's  Falls  near  Severn  Bridge,  and 
sub-stations  at  Beaverton  and  Cannington.  Power  is  trans- 
mitted to  -  Beaverton  and  Cannington  over  a  single-circuit 
steel  conductor  lir.e  at  22,000  volts,  three  phase  60  cycles,  and 
over  a  single  circuit  aluminum  tie  line  at  the  same  voltage 
to  the  commission's  Severn  system,  connecting  at  Longford 
with  the  town  of  Orillia  22,000-volt  lines  from  Longford 
via  Orillia  to  the  Big  Chute  generating  station. 

The  gcTierating  station  is  interesting  on  account  of  the 
low  hydraulic  head.  The  normal  head  is  12  ft.,  but  variations 
from  9  to  15  ft.  occur.  The  equipment  consists  of  two  400 
kv.a..  90  rev.  per  min.,  vertical  type  60  cycles,  three-phase, 
2.:i00  volt  generators  connected  through  flexible  couplings  to 
turbines  rated  at  600  horse  power  at  100  per  cent,  gate  open- 
ing with  12-ft.  head. 

Severn  System 
This  system  comprises  a  hydraulic  generating  station  on 
Severn  River  at  Big  Chute  with  substations  as  shown  in  the 
diagram.  The  generating  station  as  originally  built  in  1909 
by  the  Simcoe  Railway  and  Powet  Company  contained  three 
900  kv.a.,  three-phase,  2,200  volt,  60 'cycle,  300  rev.  per  min., 
horizontal-shaft  generators  direct  connected  to  turbines  each 
rated  at  1,300  horse  power  under  56-ft.  head.  An  extension 
to  the  building  has  been  made  by  the  Commission  during 
the  past  year,  and  there  is  now  being  installed  one  1600  kv.a., 
three  phase.  60  cycle,  2,200  volt,  300  rev.  per  min.  horizontal 
generator  direct  connected  to  a  2,300  h.p.  turbine.  The 
switching  equipment  is  being  rearranged  to  provide  a  double 
high-tension  bus  for  greater  flexibility  in  operation.  Space  is 


left  for  a  a  third  bank  of  transformers,  and  for  two  future 
22,000  volt  line  equipments.  A  double  low-tension  bus  is  in- 
stalled. All  power  is  transmitted  at  22,0«0  volts,  three  phase, 
over  four  lines.  An  interesting  feature  of  the  transmission 
lines  of  this  system  is  the  long  spans  across  Matchedash  Bay 
at  Waubaushene,  one  being  1,135  ft.  long  and  one  858  ft. 
long.  The  west  shore  tower  is  175  ft.  high,  the  middle  and 
east  shore  towers  are  88  ft.  high.  No.  00  B&S  19  strand 
copper  conductors  are  used  on  these  spans. 

The  water  is  taken  from  the  river  through  a  canal  500  ft. 
long  to  the  head  works  and  then  through  two  steel  penstocks 
170  ft.  long  to  the  turbines. 

Eugenia  System 

This  system  obtains  power  from  a  hydraulic  generating 
station  constructed  by  the  Commission  at  Eugenia  on  the 
Beaver  River  and  was  placed  in  service  in  November  1915. 
Extensions  are  now  almost  completed  to  provide  double  the 
output.  This  development  is  one  of  the  most  interesting  in 
Ontario,  and  has  the  distinction  of  having  with  one  excep- 
tion, the  highest  hydraulic  head  of  any  plant  in  Canada, 
being  552  ft.  gross.  It  is  also  one  of  the  highest  heads  in  the 
world  using  reaction  wheels. 

The  first  installation  consisted  of  two  2250  h.p.  turbines 
each  direct  connected  to  1410  kv.a.,  three-phase,  4,000  volt.. 
60  cycle,  900  rev.  per  min.,  horizontal  shaft  generators  having 
neutral  grounded  without  resistance.  The  extensions  cover 
enlargement  of  the  building  to  accommodate  two  additional 
generating  units,  one  of  which  is  now  being  installed,  and 
for  double  high-tension  and  low-tension  busses,  and  for  six 
25,000  volt,  feeders.  The  new  unit  consists  of  a  2,810  kv.a., 
three  phase,  60  cycle,  720  rev.  per  min.  horizontal  maximum- 
rated  generator  direct  connected   to  a. 4,000  h.p.  turbine. 

The  success  of  this  development  depended  upon  the  stor- 
age of  the  water  of  the  Beaver  River  and  for  this  purpose 
two  large  storage  dams  were  constructed.  From  the  head 
works,  a  wood  stave  pipe  46  in.  in  diameter  conducts  the 
water  3,400  ft.  to  the  Johnson  differential  surge  tank  which 
is  105  ft.  high.  From  this  tank  a  52  in.  diameter  steel  pipe 
is  carried  1,550  ft.  to  the  power  house,  which  is  a  brick  build- 
ing 69  ft.  wide,  112  ft.  long  and  34  ft.  high  above  the  gener- 
ator room  floor.  Actual  tests  made  at  this  station  after  the 
first  installation  was  completed  in  1915  gave  an  overall  full 
load  efficiency  of  80  per  cent,  which  shows  how  carefully 
the  design  was  worked  out. 

Additional  power  for  the  Eugenia  system  will  be  obtain- 
ed, when  required,  by  the  construction  of  further  water  stor- 
age systems  and  of  a  second  pipe  line  at  the  Eugenia  Falls 
development  and  the  installation  of  a  fourth  unit,  also  by 
the  construction  of  a  station  on  the  Saugeen  River  near 
Lake  Huron  which,  operating  in  parallel  with  the  Eugenia 
Station,  will  make  available  a  total  output  for  the  system  of 
15,000  h.p. 

Three  Systems  Tied  Together. 

The  Eugenia  system  comprises  245  miles  of  22,000  volt, 
circuit  (176  miles  of  lines)  supplying  substations  at  the  points 
shown  on  accompanying  diagram,  and  50  miles  of  4,000  volt 
circuits.  This  system  is  connected  to  the  Severn  system  by 
means  of  a  single-circuit,  three-phase  tie  line  from  the  Eug- 
enia generating  station  to  Collingwood,  a  distance  of  24  miles. 
By  means  of  this  tie  line  and  the  tie  line  from  Wasdell's 
Falls  to  Big  Chute  mentioned  above,  the  Eugenia,  Severn, 
and  Wasdell's  systems  are  paralleled.  The  generating  sta- 
tion of  the  Town  of  Orillia  on  the  Severn  River  at  Swift 
Rapids  near  Big  Chute  is  also  connected  into  the  Severn 
system. 

Central  Ontario  System 

Five  main  generating  stations,  one  on  the  Otonabee 
River  and  four  on  the  Trent  River,  all  operating  in  parallel. 
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supply  this  system.  These  are  now  fully  loaded  and  plans 
are  being  prepared  for  new  stations  near  Campbellford  to 
provide  additional  power.  The  five  exciting  stations  were 
built  by  the  subsidiary  companies  of  the  Electric  Power 
Company.  The  following  table  gives  the  data  relative  to  the 
existing  developments,  all  generators  being  three-phase,  60 
cycles,  with  35  per  cent  overload  guarantees: 


Rated 

Location                                           Turbine  Generator 

head  capacity  ^yl'^  voltage 
feet  h.p. 

Trenton                            20           1400  Vertical  0600 

Frankford                        18          1200  Vertical  6600 

Campbellford  ...           23          1100  Vertical  2400 

Healy  Falls  ...           76          5600  Horizontal  6600 

rr     .          ,  I  2-6600 

Auburn                            18            950  Horizontal  •' 


In  addition  to  the  above  stations,  a  1000  kv.a.,  three 
phase,  60  cycle,  120  rev.  per  min.  horizontal  generator  own- 
ed by  the  town  of  Campbellford  in  its  generating  station,  a 
short  distance  north  of  the  Campbellford  station,  delivers  its 
output  to  the  2,400  volt  bus  in  this  station.  Also  at  Fenelon 
Fajls,  a  small  generating  station  is  operated,  containing  two 
400  kw.,  600  volt,  three  phase,  60  cycle,  200  rev.  per  min. 
generators  connected  to  two  700  h.  p.  turbines.  These  feed 
into  the  44,000  volt  net  work  of  the  Central  Ontario  system 
at  Lindsay  the  voltage  being  stepped  up  in  the  generating 
station  through  two  banks  of  transformers  to  11,000  volts 
for  transmission  to  Lindsay.  All  these  stations  are  on  the 
route  of  the  Trent  Valley  Canal  the  dams  having  been  con- 
structed by  the  Government  of  the  Dominion  of  Canada. 

Other  power  sites  along  the  Trent  Valley  Canal  will 
when  developed,  provide  about  60,000  electrical  h.p.  with  a 
maximum  capacity  of  75,000  electrical  h.p.  The  present  pow- 
er output  of  the  system  is  used  for  lighting,  street  railway 
and  manufacturing  purposes,  a  considerable  quantity  being 
required  at  Campbellford  for  a  pulp  and  paper  mill,  and  near 
Bellevil'e  for  cement  mills.  All  transmission  lines  are  con- 
structed on  wood  poles.  The  total  mileage  of  44,000-volt  cir- 
cuits is  372,  with  15  miles  of  11,000-volt  circuit,  16.4  miles  of 
6600-volt  circuits  and  52  miles  of  4000-volt  circuits. 

St.  Lawrence  System 

This  system  at  the  present  time  has  no  generating  sta- 
tion owned  by  the  Commission.  Power  is  secured  by  con- 
tract from  the  hydraulic  station  of  the  M.  F.  Beach  Com- 
pany at  Iroquois,  but  the  amount  obtainable  proved  inade- 
quate and  was  supplemented  by  power  obtained  from  the 
steam  generating  station  of  the  town  of  Brockville.  As  ad- 
ditional power  is  needed  arrangements  are  now  being  made 
to  obtain  an  adequate  supply  from  another  source,  near 
Cornwall.  To  take  this  power  the  Commission  is  now  con- 
structing a  transforming  station  near  Cornwall  which  will 
contain  one  bank  of  three  1250  kv.a.,  single-phase,  63,500/26,- 
400-volt,  60-cycle  transformers  connected  star-delta  and 
switching  equipment  for  two  incoming  110,000-volt  circuits 
and  for  two  outgoing  26,400-volt  circuits.  This  system  now 
supplies  power  to  Brockville,  Prescott,  Morrisburg,  Winches- 
ter and  Chesterville. 

Rideau  System 

A  now  net  work  is  being  developed  called  the  Rideau 
system  and  covering  a  district  in  the  neighborhood  of  the 
Rideau  River.  Plans  are  now  being  prepared  for  a  hydraulic 
generating  station  at  High  Falls  on  the  Mississippi  River  near 
Clarendon,  a  point  about  50  miles  northerly  from  Kingston. 
Ontario.  The  installation  at  this  point  will  consist  of  four 
350  k.w..  2200  volt,  three-phase,  60-cycle,  300-rev.  per  min. 
horizontal  generators  connected  to  two  turbines,  one  gener- 
ator being  at  each  end  of  turbine;  and  one  875  kv.a.  80  per 
cent.  j)ower  factor,  three-phase,  60-cycle,  2200-volt,  per  min. 


generator  direct  connected  to  its  ttirbine  witli  necessary 
switching  and  transformer  equipment  to  transmit  the  full 
2,100-kw.  output,  at  26,400  volts  to  the  Rideau  system.  A 
portion  of  this  system  is  now  in  operation,  power  being  ob- 
tained at  26,400  volts,  three-phase,  60-cycles.  under  contract 
from  the  Rideau  Power  Co.  at  Merrickville,  and  transmitted 
to  Smiths  Falls  where  at  the  substation  the  municipality's 
own  generating  stations  are  paralleled  with  this  system  on 
the  low-tension  bus.  This  system  may  ultimately  be  con- 
nected with  the  St.  Lawrence  System. 

Niagara  System 

The  Niagara  system  comprises  all  lines  and  substations 
that  receive  power  from  Niagara  Falls,  and  covers  the  en- 
tire district  from  Niagara  River  to  the  Detroit  River  and 
east  to  Toronto.  Power  is  received  at  a  transformer  station 
at  Niagara  Falls  from  the  Ontario  Power  Co.  (now  controll- 
ed and  operated  by  the  Commission)  'and  from  the  Canadian 
Niagara  Power  Company,  at  13,000  volts,  three-phase,  25 
cycles  and  is  transformed  to  110,000  volts  and  to  45,700  volts 
for  transmission.  There  is  now  installed  in  the  Niagara 
transformer  station  132,000  kv.a.  of  110,000-volt  transformers 
in  eight  banks  and  42,000  kv.a.  of  45,700-volt  transformers  in 
four  banks,  not  including  spare  units.  Four  banks  of  110,000 
volt  units  are  composed  of  twelve  7500  kv.a.,  single-phase, 
shell-type  13,000/63,500-volt  transformers,  all  other  trans- 
formers being  of  3500  kv.a.  rating.  This  station,  in  point  of 
transformers  capacity,  is  the  largest  in  the  world,  having  a 
total  capacity  of  174,000  kv.a.,  with  7,000  kv.a.  in  spare  units 
additional . 

Four  outging  110,000-volt  circuits  feed  to  Dundas  trans- 
former and  switching  station  and  from  there  power  is  dis- 
tributed to  thirteen  HO,000-volt  transformer  stations.  Four 
45,700-volt  lines  feed  to  Welland  to  the  substations  of  the 
Electric  Steel  &  Metals  Company,  the  Union  Carbide  Co. 
and  the  city,  of  Welland.  From  this  latter  point  a  single- 
circuit,  45,700  volt  line  runs  to  Dunnville. 

The  transmission  net  work  on  this  system  contains  760 
miles  of  110,000-volt  circuits;  65  miles  of  45,700-volt  circuits; 
529  miles  of  26,400-volt  circuits;  489  miles  of  13,200-volt  cir- 
cuits; 27  miles  of  6,600-volt  circuits;  180  miles  of  4000-volt 
circuits;  and  20  miles  of  3,200-volt  circuits.  The  110,000-volt 
and  45,700-volt  circuits  are  carried  on  steel  towers  (with 
exception  of  one  45,700-volt  line  from  Welland  to  Dunnville), 
while  the  other  circuits  mentioned  above  are  standard  wood 
pole  line  construction. 

The  Commission  in  1917  purchased  the  Erindale  Power 
Company  which  had  a  hydraulic  generating  station  on  the 
Credit  River  at  Erindale,  14  miles  west  of  Toronto,  contain- 
ing two  600-kw.  three-phase,  60-cycle,  13,200-volt.  200  rev. 
per  min.  generators,  each  direct-connected  to  a  1,000  h.p.  tur- 
bine designed  for  a  60-ft.  head.  The  present  operating  head 
is  about  50  ft.  The  output  of  this  station  is  transmitted  to 
the  Cooksville  transformer  station  at  13,200  volts,  60  cycles, 
and  is  fed  into  the  13,200-volt,  25-cycle  bus  in  that  station 
through  a  1000  kv.a.  60/25-cycle  frequency  changer  set,  aug- 
menting the  power  supply  on  the  Niagara  system,  and  serv- 
ing also  to  raise  the  power  factor  at  the  Cooksville  station. 

The  generating  plant  of  the  Ontario  Power  Company, 
taken  over  by  the  Commission  in  1917,  contains  14  generator 
units,  generating  12,000-volt,  three-phase,  25  cycle  power 
with  a  total  rating  of  149,012  kv.a.  The  Commission  is  now 
making  extensions  to  the  generating  station.  The  building 
is  being  extended  nortli  al)Out  90  ft.  and  a  lliird  pipe  line  of 
temporary  nature  consisting  of  wood  stave  .pipe  is  being- 
constructed.  Two  additional  generating  units  are  being  in- 
stalled each  rated  at  15,000  kv.a.  maximum  rating  at  75  per 
cent,  power  factor. 

These  new  generators  are  llu-  >anie  speed  as  the  previous 
units  namely  187.5  rev,  per   min.  and  the  frames  are  the 
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same  size  as  tlie  S77">  kv.a.  units  iiu>st  roconlly  installed. 
They  have,  however,  a  higher  teniporaturc  guarantee  and  ate 
si>  designed  tliat  they  may  he  operated  as  synchronous  con- 
densers at  zero  power  factor  if  it  ever  lieconies  necessary  to 
remove  them  from  this  station.  These  geneialors  were  made 
in  Canada,  under  war  conditions,  and  all  parts,  except  the 
laminated  steel  and  the  insulation,  were  prixhued  in  this 
country.  Tins  speaks  well  for  C  anadian  industry  in  these  try- 
ing times. 

The  Ontario  Power  Company  obtain  some  power  from 
tlie  Kiectrical  Development  Contpany's  generating  station 
at  Niagara,  this  being  brought  into  the  distributing  station 
on  two  12.000-volt  feeders.  When  the  present  extensions  to 
the  distributing  station  are  completed,  there  will  be  six  main 
l>us  sections  connected  together  through  reactors.  Three  of 
these  bus  sections  will  supply  the  power  delivered  to  the 
12.000  volt  bus  in  the  Commission's  transformer  station  to 
which  the  feeders  from  the  Canadian  Niagara  Power  Com- 
pany are  also  connected  through  a  bus  reactor.  The  concen- 
tration of  generator  capacity  on  this  12,000-volt  bus  is  con- 
sequently very  great  and  has  necessitated  material  changes 
in  the  switching  equipment  and  bus  construction.  The  studies 
covering  the  installation  of  reactors  on  this  12,000-volt  sys- 
tem have  been  most  interesting.  There  is  no  12,000-volt  bus 
in  the  generating  station,  and  each  generator  feeds  through 
an  automatic  oil  circuit  breaker  in  the  generating  station  to 
its  individual  cables  in  the  caljle  tunnels  up  the  hill,  thence 
to  its  group  of  circuit  l)reakers  in  the  distributing  station, 
where  sw-itching  arrangements  are  such  that  each  generator 
and  each  feeder  may  be  connected  to  either  of  two  bus  sec- 
tions. In  the  Commission's  Niagara  transformer  station 
there  is  a  single  sectionalized  12.000-volt  transfer  bus  sys- 
tem so  arranged  that  feeders  are  connected  through  an  aux- 
iliary bus  to  the  main  bus  or  direct  to  a  transformer  bank. 

It  is  of  interest  to  note  that  the  cables  for  the  two  new 
15.000  kv.a.  generators  were  purchased  after  laboratory  tests 
were  made  on  manufacturers'  samples  to  determine  the  di- 
electric losses  and  tendency  of  compound  to  flow,  and  guar- 
antees on  dielectric  losses  were  obtained  from  the  contrac- 
tor. 

Another  interesting  point  in  connection  with  the  feeders 
entering  the  Commission's  transformer  station  is  that  eight 
of  these  are  three-conductor,  armored  cables  laid  directly  in 
the  earth  without  ducts.  These  armored  cables  all  have  sec- 
tor-shaped conductors,  with  8/32-in.  x  8/32-in.  paper  insula- 
tion, a  lead  sheath  and  a  doulile  steel  tape  armor  with  jute 
bedding  and  jute  covering.  They  are  placed  three  feet  be- 
low the  surface  and  two  and  three  feet  apart  centre  to  centre. 
Where  these  buried  cables  cross  ducts  containing  other  cables, 
arrangements  are  provided  to  moisten  the  surrounding  earth 
either  by  sprays  above  the  surface  or  by  porous  tile  in  the 
ground. 

The  Queenston  Development 

When  the  Commission  in  March,  1908,  contracted  with 
the  Ontario  Power  Company  for  100.000  horse  power,  it  was 
thought  by  many  that  such  amount  of  power  would  meet  the 
requirement  for  many  years.  This  supply  was  however  ex- 
hausted in  191.5  that  is.  in  5  years  from  date  of  first  delivery 
of  power,  and  the  additional  power  secured  by  arrangements 
with  the  Canadian  Niagara  Power  Company  has  proved  in- 
sufficient to  meet  the  demands.  It  became  necessary  there- 
fore to  look  to  a  new  development  to  secure  a  further  supply 
and  the  final  decision  was  to  proceed  with  a  development 
called  the  Queenston  Development  which  is  authorized  by 
an  Act  passed  by  Ontario  Government  in  April,  1917,  called 
The  Ontario  Niagara  Development  Act. 

Between  Lakes  Erie  and  Ontario  there  is  a  difference  in 
elevation  of  3.30  feet.  The  greatest  net  head  now  utilized  on 
the  Canadian  side  at  Niagara  Falls  is  about  160  ft.  Canada 
ii  entitled  to  divert  36,000  cu.  ft.  per  second  from  the  Niagara 


River,  and  of  this  amount,  by  an  Ontario  Government  Order 
in  Council  in  1915  the  Commission  were  allotted  0610  cu.  ft.  per 
second.  The  Ontario  Power  Company  were  allotted  11.180 
cu.  ft.  per  second,  so  that,  within  the  control  of  the  Com- 
mission, there  is  now  available  17,799  cu.  ft.  per  second. 

To  obtain  the  greatest  amount  of  power  from  the  water 
available,  after  careful  surveys  and  studies,  it  was  decided 
to  locate  the  generating  station  just  above  Queenston,  and 
to  take  water  from  the  Niagara  River,  through  the  Welland 
River  (reversing  the  flow  in  same)  and  canals  encircling  the 
City  of  Niagara  Falls  to  Queenston.  The  first  canal  is  now 
under  construction  and  the  accompanying  map  of  the  Nia- 
gara  District,  shows  its  location. 

The  total  length  of  waterway  from  the  Niagara  River 
to  the  generating  station  site  is  about  VZyi  miles,  4^4  miles 
of  this  distance  being  in  the  Welland  River,  and  the  balance 
in  an  excavated  canal  The  net  effective  head  will  be  about 
305  ft.  and  the  first  canal  is  normally  designed  for  10,000 
cu.  ft.  per  second  at  minimum  low  water. 

The  generating  station  will  be  located  about  one  mile 
up  stream  from  Queenston,  in  the  Gorge,  just  at  the  end  of 
the  last  rapids  in  the  river.  At  this  point  the  banks  are  steep 
and  short  penstocks  only  will  be  required.  Provision  is  being 
made  for  extensions,  and  right-of-way  for  two  additional 
canals  has  been  purchased. 

To  show  the  effect  of  utilizing  the  greatest  possible  head 
of  water,  it  may  be  pointed  out  that  about  30  h.p.  will  be  de- 
veloped for  each  cubic  foot  per  second  in  this  development, 
whereas  about  1-1  h.p.  is  all  that  is  obtained  in  existing  plants 
at  Niagara  Falls. 

The  development  now  under  construction  is  designed  as 
regards  canal,  forebay,  gate  house  substructure  and  powder 
house  substructure,  for  a  capacity  of  300,000  h.p.  It  is  pro- 
posed to  construct  the  gatehouse  and  power  house  super- 
structure for  an  initial  installation  of  200,000  h.p.  in  four  un- 
its. The  designs  are  made  so  that  extensions  of  power  house 
and  gate  house  can  be  made  to  almost  any  extent.  Future 
plans  contemplate  the  use  of  100,000  h.p.  units. 

The  turbine  speed  has  been  fixed  at  187.5  rev.  per  min.. 
and  specification  for  the  generators  are  now  being  issued 
calling  for  45,000  kv.a.,  85  per  cent,  power  factor,  12,000  volt, 
three-phase,  maximum-rated  generators  of  vertical  type 
equipped  with  thrust  bearings  to  take  the  weight  of  the  ro- 
tating part  of  the  generator  plus  the  downward  thrust  of  the 
turbines.  Direct-connected  exciter  mounted  above  the  thrust 
bearings  are  proposed.  The  generators  will  be  liberally 
equipped  with  embedded  temperature  detecters  so  that  close 
and  accurate  observations  may  be  kept  of  operating  temper- 
atures. The  specified  maximum  temperature  of  any  part  of 
the  generator  at  rated  load  is  100  deg.  cent,  with  cooling  air 
at  40  deg.  cent.  The  ventilation  problem  for  such  units  is 
of  great  importance,  each  unit  requiring  approximately  125,- 
000  cu.  ft.  of  air  per  minute.  It  is  proposed  to  install  double 
12,000  volt  sectionalized  buses,  banks  of  transformers  con- 
sisting of  three  15.000  kv.a..  single-phase  units,  and  to  lay 
out  the  switching  equipment  so  that  one  generator,  one  bank 
of  transformers,  and  one  outgoing  high-tension  line  will  be 
a  unit.  Bus  tie  reactors  will  be  provided,  and  the  short-cir- 
cuit current  will  be  limited  to  a  value  that  can  safely  he 
handled  on  the  circuits  and  circuit  breakers. 

It  is  proposed  to  install  two  small  service  gene'rators  to 
supply  power  required  for  the  station  services  such  as  pump- 
ing, cranes,  lighting,  machine  shop,  ventilating,  etc. 

To  carry  on  the  construction  work  on  this  developmeni 
it  was  decided  to  make  as  extensive  use  of  electric  power  as 
possible.  Two  large  electrically  operated  revolving  shovels 
each  fitted  with  an  eight-cu.  yd.  bucket  for  earth  excavation 
and  of  capacity  to  handle  a  five-ton  bucket  in  rock  were  pro- 
vided. The  larger  or  these  two  shovels  has  a  boom  90  ft.  long 
and  a  dipper  stick  80  ft.  long,  while  the  smaller  shovel  has  a 
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boom  80  ft.  long  and  a  dipper  stick  58  ft,  long.  Each  shovel 
has  motors  of  a  nominal  total  rating  of  715  h.p.  on  a  half- 
hour  rating.  Three  shovels  weigh  over  300  tons  each  and 
have  a  capacity  of  5,000  cu.  yd.  of  earth  per  day.  Five  other 
electrically  operated  shovels  are  also  provided,  having  buck- 
et capacities  ranging  from  %  to  45^2  cu.  yd. 

The  railway  equipment  of  the  construction  work  includes 
150  dump  cars  of  20  cu.  yd.  capacity  each,  six  40-ton  steam 
locomotives  and  twelve  50-ton  electric  locomotives. 

The  electric  power  required  for  shovels,  trains,  air  com- 
pressors, etc.,  is  obtained  f  roni  the  Ontario  Power  Com- 
pany's station  and  is  transmitted  over  two  overhead  feeders 
to  the  Whirlpool  Substation  located  near  the  Whirlpool.  A 
similar  substation  will  shortly  be  erected  near  Montrose  on 
the  southerly  section  of  the  canal.  The  Whirlpool  substation 
is  of  semi-permanent  construction  and  contains  switching 
equipment  for  the  two  12,000-volt  incoming  lines,  and  for 
three  1,500  kv.a.,  12,000/4,000-volt  transformers,  four  500  kw. 
tiOO-volt,  d-c.  synchronous  converters  with  their  12,000-volt 
transformers.  An  adjoining  room  contains  eight  air  com- 
pressors of  1,000  cu.  ft.  per  minute  capacity  each  against  125 
lb.  pressure,  belt  driven  from  550-volt  motors,  supplied 
through  two  banks  of  200  kv.a.,  2300/550-volt  transformers. 
Air  is  distributed  up  and  down  the  canal  for  a  distance  of 
three  miles  from  this  substation  to  operate  rock  drills,  chan- 
nellers  and  forges,  etc. 

Power  is  distributed  up  and  down  the  canal  by  4,0()0-voll, 
3j-cycle,  three-phase,  four-wire,  grounded-neutral  circuits  to 
which  the  shovels  are  connected  through  flexible  armored 
cable.  A  double  track  railway  has  been  built  for  the  full 
length  of  the  canal  with  a  branch  to  the  main  dumping  point 
at  St.  f.Davids.  These  railway  lines  are  electrified,  the  trolley 


wires  being  of?set  to  one  side  of  the  track  so  as  not  to  inter- 
fere with  the  shovels. 

The  substation  at  Montrose  will  be  identical  with  that 
at  Whirlpool  and  it  will  similarly  serve  to  supply  power  for 
the  work  on  the  upper  end  of  the  canal. 

The  extensive  use  of  electric  power  on  the  construction 
of  works  of  -the  magnitude  of  this  development  is  working 
out  well  and  is  resulting  in  a  great  saving  of  coal. 


Electrification  of  Montreal  Tunnel 


By  Mr.  W.  G.  Gordon* 


Following  the  discussion  on  Mr.  Hull's  paper,  Mr.  W,  G. 
Gordon,  Transportation  Engineer  of  the  Canadian  General 
Electric  Company,  gave  a  very  complete  description  of  the 
electrification  of  the  Montreal  Tunnel  zone.  He  explained  that 
the  tunnel  is  designed  to  provide  at  the  same  time  an  en- 
trance for  the  Canadian  Northern  Railway  System  into  the 
heart  of  the  city  and  to  render  available  a  large  area  for  resi- 
dential purposes.  As  Mount  Royal  stood  in  the  way  of  these 
two  projects  it  was  necessary  to  excavate  a  tunnel  miles 
long.  This  tunnel  has  a  uniform  grade  of  .6  per  cent,  to- 
wards the  city.  The  paper  described  that  different  cross- 
sections  were  used,  depending  on  the  geological  formation. 
The  twin-section  type  of  tunnel  was  used  throughout. 

Work  was  carried  on  from  each  end  of  the  tunnel  and 
also  from  a  shaft  sunk  about  a  mile  from  the  end  known 
as  the  West  Portal.  When  the  headings  on  one  side  met, 
the  lines  checked  within  l/16th  inch  on  alignment  and  K» 

•Transportation  Engineer,  Canadian  General  Electric  Co.,  before  Toronto 
meetinsr  A.I.E.E..  November  22-23, 1918. 
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inch  on  grade,  and  on  the  othor  side  ihc  <.-rvor  was  (Mily  .j,^ 
inch  in  alignment  and  I4  inch  in  grade. 

Mr.  Ciordon  exphiined  the  method  eniployed  in  driving 
the  tunnel,  which  was  to  drive  a  bottom  centre  heading  about 
S  teet  by  i:i  feet  wide  froni  which  the  full-sized  excavation 
was  developed  in  a  numiier  of  places,  hour  drills  were  used  in 
each  heading,  supported  on  a  horizontal  bar  and  operated  by 
compressier  air  at  100  pounds  pressure,  the  aggregate  capacity 
being  about  U.OOO  cubic  feet  of  air  per  minute. 

The  Montreal  Light,  Meat  and  Power  Company  supply 
power  liir  the  operation  nf  the  tunnel  at  C3  cycles,  3  phase, 
11.000  volts.  Direct  cuncul  is  provided  by  two  motor-gen- 
erator sets,  each  T.">0  kw.,  1,200  volts,  with  an  overload  capa- 
city of  200  per  cent,  for  ">  minutes.  The  overload  capacity  is 
obtained  by  the  use  of  a  pole  face  wyiding;  this  winding  of 
tubes  and  rods  through  holes  near  the  pole  faces  is  so  con- 
nected as  to  directly  oppose  the  armature  reaction.  In  the 
paper.  Mr.  Gordon  described  all  of  the  electrical  eqiupment 
in  detail. 

There  are  at  present  .-ix  locomotives  in  operation,  the 
motor  equipment  of  each  consisting  of  four  GE-239-A,  com- 
mutating  pole  motors  wound  for  1200  volts  and  insulated  for 
2.400  volts.,  two  of  the  motors  being  permanently  connected 
in  series  for  operating  on  the  2,400  volt  trolley  circuit.  This 
voltage  is  obtained  by  operating  the  motor-generators  in 
series.  Each  motor  is  rated  at  320  h.p.  Mr.  Gordon  further 
explained  the  complete  electrical  equipment  of  the  locomo- 
tives. "  ■  . 

The  speaker  described  at  length  the  multiple  unit  motor 
cars  at  present  in  course  of  manufacture  for  handling  local 
trafhc.  The  principal  dimensions  of  these  cars  are  as.  follows: 


Length  over  bufTers  67  ft.  5^4  jns. 

Length  over  body  corner  posts  . .;. .  ,v  5'''  ft.  6^  ins. 

Truck  centres  "  42  ft.  9  ins. 

Width  over  side  sill  angles   9  ft.  loyi  ms. 

Width  over  eaves   .   ...   ......   ....10  ft.  2^4  ins. 

Height  top  of  rail  over  roof   ..13  ft.  0  ins. 

Height  top  of  rail  to  underside  of  side  sill  3  ft.  7^  ins. 

Centre  to  centre  of  body  side  bearings  4  ft.  10  ins. 

Centre  to  centre  deck  sills  5  ft.  6  ins. 


The  motor  equipment  of  these  cars  consists  of  four  GE- 
239- A,  125  h.p.,  1,200  volt,  commutating  pole  motors,  insulat- 
ed for  2,400  volts,  two  of  the  motors  being  permanently  con- 
nected in  series.  The  complete  electrical  equipment  of  the 
cars  was  also  given  in.  detail. 

Mr.  Gordon  explained  that  special  local  conditions  and 
temperatures  introduced  features  which  required  a  design 
of  the  catenary  system  somewhat  out  of  the  ordinary.  The 
pantograph  is  of  the  sliding  type  and  the  conductor  wire  is 
of  special  bronze  composition,  size  No.  0000  with  a  break- 
ing strength  of  6.5,000  pounds  per  square  inch.  Its  section 
is  the  standard  of  the  A.  E.  R.  A.  for  No.  0000  grooved  trol- 
ley wire.  This  wire  was  used  in  preference  to  hard-drawn 
copper,  because  of  its  longer  life  when  subjected  to  the  wear 
caused  by  the  sliding  pantograph,  and  also  because  it  could 
be  pulled  up  tighter  than  copper  on  account  of  its  greater 
strength. 

The  article  was  illustrated  throughout  by  lantern  slides. 


Canadian  Independent  Telephone  Convention 

The  13th  annual  convention  of  the  Canadian  Independent 
Telephone  Association  was  held  commencing  November  20 
with  headquarters  at  the  Carls-Rite  Hotel,  Toronto.  A  splen- 
did attendance  was  recorded  and  the  papers  read  and  topics 
discussed  were -unusually  bright.  A  resolution  was  adopted 
urging  that,  iti  cases  where  highways  are  being  widened  in 
connection  with  the  Ontario  Government's  highway  policy, 
the  Government  I'n  all  cases  assume  the  expense  incurred  in 
moving  poles  and  other  equipment.  Some  of  the  papers 
read  at  the  convention  w^ere  as  follows:    "A  Troubleman's 


Experience  on  a  Rural  Telephone  System,"  by  Dr.  W.  Doan, 
Harrietsville;  "Financing  a  Telephone  System,"  the  local 
company,  by  James  McEwing,  Drayton,  'and  the  municipal 
system,  by  Francis  Dagger,  telephone  adviser  of  the  Ontario 
Railway  and  Municipal  Board;  "Increased  Telephone  Costs 
and  Rates,"  A.  D.  Bruce,  StoufYville,  and  "Keeping  Books  for 
a  Local  Telephone  Company,"  by  George  Tait,  Bridgeburg. 

Officers  Elected 

The  election  of  officers  for  the  ensuing  year  resulted  as 
follows:  Honorary  president,  F.  S.  Scott,  Brussels;  president, 
Myron  A.  Gee,  Selkirk;  vice-president,  A.  McLean,  Paisley-; 
secretary,  A.  Hoover,  Green  River;  treasurer,  F.  D.  Mackay, 
Toronto.  Executive — Col.  T.  R.  Mayberry,  Ingersoll;  S.  Sud- 
daby.  Burnt  River;  G.  W.  Jones,  Port  Hope;  James  McEwing, 
Drayton;  Anson  Groh,  Preston;  J.  R.  Forbes,  Waterford; 
R".  A.  Harrison,  Dunnville;  C.  J.  Johns,  Algonquin;  P".  E. 
Webster,  Creemore;  George  Tait,  Bridgeburg;  W.  R.  Wads- 
worth,  Byron;  Dr.  W.  Doan,  Harrietsville;  E.  E.  Wilson, 
Caledon;  P.  R.  Craven,  New  Liskeard,  and  Dr.  A.  N.  Hotson, 
Innerkip.    Auditors,  George  Tait  and  R.  A.  Harrison. 


Belt  Telephone  Co.  Asking  Increased  Rates 

The  hearing  before  the  Board  of  Railway  Commissioners 
in  the  matter  of  the  application  of  the  Bell  Telephone  Com- 
pany of  Canada  for  an  increase  in  tolls  and  in  the  matter 
of  the  application  of  the  municipal  corporation  of  the. cities 
of  Montreal,  Toronto,  Hamilton  and  the  Union  of  Canadian 
Municipalities  for  an  order  directing  the  delivery  of  particu- 
lars by  the  telephone  company,  is  proceeding  at  Ottawa.  The 
Bell  company  have  submitted  statements  for  the  years  1913 
to  1917,  the  following  being  the  figures  for  the  years  1913 
and  1917: 


1913 

1917 

Gross  operating  revenue  . .  . 

.  .  .  $8,397,463.49 

$11,179,162.07 

Operating  expense   

. .  .  3,214,564.73 

4,545,328.05 

Annual  maintenance  

1,549,978.25 

1,595,366.19 

1,660,000.00 

2,470,000.00 

190,648.22 

422,427.22 

Other  deductions: 

Total  expenses   

6,635,191.20 

9,033.121.46 

Net  operating  revenue    . .  . 

...  1,762,272.29 

2,146,040.61 

The  total  expenses  from  January  1  to  September  30, 
1918,  were  shown  to  be  $7,483,739,  and  the  net  operating 
revenues  for  the  same  period,  $1,552,653. 

The  total  capital  liabilities  for  the  above  period  were 
shown  to  be  $29,149,000,  and  the  total  current  liabilities  $1,- 
258,266.14.  The  value  of  the  company's  lands  and  plants  to 
September  30,  1918,  book  value,  was  shown  at  $43,200,362.77. 

The  estimated  new  revenue  that  would  be  produced  by 
the  proposed  20  per  cent,  increase,  according  to  the  state- 
ment, is  $1,200,000.    Summarized  the  statement  shows: 


Exchange  revenue   $1,200,000 

Long  distance  revenue   20,000 

Service  connection  charges   115,000 

Moving  and  change  of  name  charges   125,000 

Total  new  revenue   1,460,000 


Additional  statements  were  furnished  by  the  company, 
bearing  on  maintenance  charges,  etc. 


A  recent  court  decision  in  Toronto  was  in  favor  of  a  wo- 
man who  was  said  to  have  sustained  internal  injuries  as  the 
result  of  a  fall  when  a  strap,  to  which  she  was  holding  in  one 
of  the  cars  of  the  Toronto  Street  Railway,  broke.  The  jury, 
under  Chief  Justice  Meredith,  were  of  the  opinion  that  the 
company  was  negligent  in  not  maintaining  the  strap  in  a 
safe  condition  and  that  $1,000,  in  the  way  of  damages,  would 
go  far  toward  alleviating  the  plaintiff's  suffering. 
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110,000  Volt  Transmission  Line  Over  the 

St.  Lawrence  River 

■  By  Mr.  S.  Svenningson*  


The  Shawinigan  Water  &  Power  Company  has  for  a  num- 
ber of  years  been  transmitting  power  from  the  generating 
plants  at  Shawinigan  Falls  located  north  of  the  St.  Lawrence 
River  about  20  miles  from  Three  Rivers,  one  branch  running 
to  Sherbrooke  and  supplying  various  towns  and  industries 
between,  the  other  branch  feeding  the  asbestos  mines  and 
other  industries  in  the  Thetford  district.  The  current  is 
transmitted  at  50,000  volts  from  Shawinigan  Falls  to  the  St. 
Lawrence,  where  the  voltage  is  stepped  down  to  25,000  fur 
transmission  across  the  river  over  the  submarine  cable,  then 
stepped  up  to  50,000  volts  and  transmitted  at  this  voltage  to 
Thetford  and  Sherbrooke. 

At  the  time  the  submarine  cables  were  installed,  the  al- 
ternative of  putting  in  an  overhead  crossing  was  considered 
but  the  amount  of  power  to  be  transmitted  at  that  time  was 
so  small  that  it  was  decided  that  the  expense  of  an  overhead 
crossing  was  not  warranted.  However,  the  demand  for  power 
on  the  south  shore  steadily  increased,  until  by  the  begin- 
ning of  1916,  five  submarine  cables  were  in  operation,  two 
three-phase  and  three  single-phase,  and  the  capacity  of  the 
transformer  house,  10,000  kw.,  had  been  reached. 

Sub  marine  cables  have  always  been  a  weak  point  in  this 
part  of  the  system  and  a  source  of  more  or  less  trouble  and 
expense.  The  current  in  the  river  carries  them  down  stream 
and  is  sometimes  strong  enough  to  pull  them  apart.  In  the 
winter  the  ice  has  often  put  them  out  of  commission,  and  it 
has  been  found  necessary  at  times  to  erect  temporary  pole 
lines  across  the  ice  to  maintain  the  service  to  the  south 
shore.  When,  therefore,  in  the  Fall  of  1916,  the  demand 
came  for  more  power  for  the  south  shore,  partly  for  war 
work,  and  it  became  a  question  of  putting  in  an  additional 
submarine  or  an  overhead  crossing,  the  Company  decided  in 
favor  of  the  latter. 

The  construction  of  an  additional  submarine  crossing 
would  have  involved  an  expenditure  of  about  .$150,000  for  the 
purchase  and  installation  of  the  cables,  additional  transform- 
ers, about  4000  kw.  capacity,  together  with  their  switches, 
lightning  arresters,  etc.  and  the  necessary  extension  of  the 
transformer  houses.  Besides  this,  the  weak  point  in  the  line 
would  not  have  been  improved. 

The  overhead  crossing  was  estimated  to  cost  $200,000 
the  difference  between  the  two  being  offset,  in  the  opinion 
of  the  company,  by  the  elimination  of  the  weak  link,  in  ob- 
taining greater  security  from  interruptions  to  the  service, 
and  a  gain  of  from  2  per  cent,  to  3  per  cent,  in  regulation 
by  cutting  out  the  transformers  together  with  the  elimina- 
tion of  a  considerable  amount  of  operating  and  maintenance 
expense.  The  transformers  and  other  equipment  were  need- 
ed and  could  be  used  to  advantage  in  other  parts  of  the  sys- 
tem. 

Preliminary  Investigation 

The  two  shores  of  the  St.  Lawrence  River  upstream,  as 
well  as  downstream  of  the  cable  houses  were  carefully  sur- 
veyed in  order  to  find  the  most  advantageous  point  of  cross- 
ing. As  a  result  of  this  preliminary  survey  it  was  finally  de- 
cided to  investigate  in  detail  two  alternatives: 

a.  A  three-span  crossing  at  Point-du-Lac,  each  span 
approximately  2,200  ft  long. 

'  Designing  Engineer,  Shawinigan  Water  &  Power  Co.,  before  Toronto 
meeting  A.  I.  E.  E. 


b.  A  single-span  crossing  between  the  cable  houses  4,- 
800  feet  long. 

From  a  construction  point  of  view  the  site  at  Point-du- 
Lac,  about  six  miles  up  the  river  from  the  cable  crossing 
appeared  at  first  to  be  very  favorable  for  an  overload  cross- 
ing. The  St.  Lawrence  at  this  point  is  about  7,000  ft.  wide, 
hut  as  the  water  is  very  shallow,  except  for  a  distance  of 
2,000  ft.  in  the  centre,  a  crossing  could  have  been  built  using 
three  spans  of  approximately  2,200  ft.  each.  The  towers  on 
cither  side  of  the  main  channel  would  have  been  about  205 
it  high,  while  the  other  two  towers  would  have  been  about 
no  ft.  high.  Although  this  alternative  probably  would  have 
been  somewhat  cheaper,  i.e.  the  cost  of  the  crossing  itself  it 
would  have  necessitated  the  building  of  about  15  miles  of 
double-circuit  high  tension  pole  lines  in  order  to  connect  up 
whh  the  main  trrnsmission  lines.  This  additional  cost  would 
have  brough:  the  Mtal  cost  approximately  up  to  that  of  the 
single-span  scheme.  A  fairly  strong  point  against  the  three- 
span  crossing  was  the  inaccessibility  of  the  towers  during 
certain  periods  in  the  spring  and  fall  when  the  river  is  full 
of  floating  ice.  The  single-span  scheme  was  finally  decided 
on  as  being  the  most  advantageous,  although  it  was  fully 
realized  that  there  were  many  difficult  problems  to  solve  in 
connection  with  the  design  and  construction. 

General  Description 

The  crossing  as  completed  consists  of  a  central  span 
4801  ft.  long  and  two  anchor  spans,  the  north  shore  span  571 
ft.  long  and  the  south  shore  span  951  ft.  long. 

•  There  are  two  towers  350  ft.  high  and  60  ft  square  at 
the  base,  the  upstream  and  downstream  faces  tapering  to  a 
width  of.  14  ft.  at  the  top.  A  pross-arm  at  the  top,  14  ft.  wide 
by  100  ft.  long,  carries  three  double-groove  sheaves  8  ft.  in 
diameter  and  50  ft.  apart,  over  which  the  anchor  cables  pass. 
The  tower  foundation  is  made  up  of  four  circular  reinforced 
concrete  piers  11  ft.  in  diameter  placed  on  the  corners  of  a 
60-ft.  square.  These  piers  are  connected  by  heavily  reinforced 
concrete  beams  4  ft.  wide  by  8  ft.  deep. 

Three  lines  of  cable  50  ft.  apart  span  the  river  between 
the  two  towers.  The  cables  are  Ifg  in.  in  diameter  mad-e  of 
galvanized  plough  steel.  They  are  composed  of  six  strands 
of  19  wires  each  and  a  stranded  core  of  30  wires.  To  each 
end  of  the  centre  span  cables  is  yoked  two  anchor  span 
cables.  These  are  carried  over  the  tower  on  the  8-ft  diame- 
ter sheaves  and  then  down  to  a  point  about  20  ft.  from  the 
anchors.  At  this  point  equalizing  beams  are  cut  in  the  lines 
and  the  load  is  transmitted  from  this  point  to  the  anchor 
piers  by  means  of  short  straps  of  l-)4  in.  diameter  cable. 
The  cables  are  gripped  at  the  end  by  means  of  heavy  steel 
bridge  sockets  in  accordance  with  the  usual  practice  for.sus- 
l-'cnsion  bridge  cables  and  other  structures  of  this  type. 

It  was  originally  intended  to  use  the  main  cables  as  con- 
ductors and  to  insulate  them  from  the  tower  by  specially  de- 
signed insulators.  Unfortunately  these  insulators  were  not 
completed  in  time  for  erection,  and  for  the  present  the  main 
cables  are  used  as  messengers  from  which  No.  1/0  stranded 
copper  conductors  are  suspended.  These  suspended  lines 
are  supported  every  250  ft.  by  suspension  insulators  of  eight 
units  to  a  string. 

The  anchor  piers  arc  large  mass  concrete  "dead  men," 
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each  aiK-lu>r  bcinf;  ilcsijjm-d  to  t:iko  tlu-  full  ovorturni.u  nid- 
nu-nt  wlu-n  sul>iiu'rL;cil, 

Foundations 

Dm  111;^  l-\l'iu.ny.  r.'ir.  ;i  mnnlH-v  ol  Ixuini^s  wcri'  Uiki'ii 
about  the  site  of  the  towers  to  iKurmitio  the  nature  of  the 
river  bottom.  These  borings  penetrated  tn  a  depth  of  tOO  ft. 
anil  we  found  that  the  foundation  on  which  we  would  have 
to  build  out  towers  consisted  for  the  full  depth  of  these  hm- 
inps  of  very  tine  white  sand  with  occasional  strata  in  which 
a  little  clay  was  mixed  with  the  sand,  'i'he  dinieulty  of  ob- 
taining a  secure  pile  foundation  in  this  kind  ol  soil  and  the 
uncertainty  as  well  as  the  cost  of  placing  a  mat  foundation 
in  the  dry.  led  us  to  admit  the  form  of  pier  foundation  which 
we  used. 

The  piers  were  constructed  in  the  form  of  hollow  cylin- 
ders of  reinforced  concrete  with  an  outside  diameter  of  11  ft. 
and  an  inside  diameter  of  T-ft.  These  cylinders  or  caissons 
were  poured  in  6-ft  lifts,  the  first  lift  tapering  on  the  inside 
towards  the  bottom  lo  a  diameter  of  10  ft.  and  being  shod 
with  a  li  by  6-in.  angle  cutting  edge.  This  lift  was  poured 
on  the  working  platform  and  lowered  into  the  water  by 
means  of  four  two-in.  screws.  The  second  lift  was  then  ex- 
cavated by  means  of  an  orange  peel  bucket  rigged  up  on  a 
derrick.  As  the  caissons  gradually  settled  successive  lifts  were 
poured  until  they  had  penetrated  the  bottom  to  a  depth 
of  about  40  ft. 

Little  trouble  was  experienced  on  the  north  side,  but  on 
the  south  side  we  encountered  large  numbers  of  boulders, 
some  of  which  were  so  large  that  they  couW  not  be  picked 
up  by  the  bucket,  so  that  we  had  to  drill  and  shoot  them. 
In  order  to  do  this  the  caissons  had  to  be  unwatered,  a  ted- 
ious process  which  delayed  the  work  considerably.  When  a 
caisson  had  reached  its  penetration  of  40  ft.,  a  plug  of  rich 
concrete  was  poured  in  the  conical  section  at  the  bottom 
and  the  inside  was  then  filled  with  mass  concrete.  The  four 
piers  forming  one  foundation  were  finally  connected  by  re- 
inforced concrete  beams. 

This  work  was  begun  early  in  the  year  and  we  expected 
to  have  it  finished  by  mid-summer,  but  high  water,  high 
winds,  rain  and  labor  troubles  delayed  us  so  much  that  it 
was  not  completed  until  about'  the  middle  of  September. 

Cables 

The  cables  are  1-^  i"-  diameter,  of  galvanized  plough 
.-teel.  made  up  of  six  strands  of  19  wires  each,  and  a  strand- 
ed steel  core  of  30  wires.  Tests  made  at  McGill  University 
showed  that  the  wires  had  an  average  yield  point  of  221,000 
lb.  per  square  inch,  and  an  average  breaking  load  of  258,000 
lb.  per  square  inch. 

The  completed  cable  was  tested,  the  yield  point  being 
found  to  be  1.58,500  lb.  and  the  ultimate  strength  186,400  11). 
or  193,000  lb.  per  square  inch,  and  227,000  lb.  per  square  inch 
respectively. 

The  test  of  the  completed  cable,  indicated  a  modulus  of 
.  elasticity  of  7,250,000  lb.  or  8,800,000  lb.  per  square  inch.  We 
were  in  doubt  as  to  the  correctness  of  our  test  in  this  regard 
on  account  of  the  fact  that  the  usually  accepted  value  for  the 
modulus  for  stranded  steel  cables  is  about  21,000,000  lb.  per 
square  inch.  However,  the  behaviour  of  the  cable  during 
erection  bore  out  the  results  of  the  test. 

The  bridge  sockets  used  for  connecting  the  cables  were 
machined  out  of  solid  blocks  of  steel  so  as  to  allow  a  grip 
of  nine  in.  on  the  cable.  The  cable  was  passed  through  a 
tapered  hole  in  the  centre  of  the  bridge  socket  and  broomed 
out  on  the  end'  for  a  length  of  15  to  18  in.  The  wires  were 
then  cleaned  with  gasoline  and  held  in  place  by  means 
of    a    templet    made    of    %  steel    plate    which  fitted 

over  the  back  of  the  bridge  socket.  The  bridge  socket  was 
suspended  bottom  up  and  lieated  by  gasoline  torches  for 


about  half  an  hour,  when  spelter  was  poured  into  the  conical 
hole  through  a  one  in.  diameter  hole  in  the  centre  of  the 
templet.  After  being  allowed  to  cool,  the  ends  of  the  wires 
projecting  from  the  templet  were  cut  of¥  and  the  templet  was 
removed. 

Before  adopting  this  form  of  connection,  tests  were  run 
under  our  direction  at  McGill  University  to  determine  the 


North  tower,  St.  Lawrence  River  Crossing, 
showing  copper  conductors  leading  from 
strain  insulators  on  messenger  cable 
through  main  tower. 

depth  of  socket  required.  We  found  that  if  the  spelter  was 
heated  to  just  the  right  temperature,  i.e.,  just  hot  enough  to 
ignite  a  sliver  of  wood  thrust  into  it,  that  the  full  breaking 
strength  of  the  wire  was,  in  the  majority  of  cases,  developed 
in  a  length  of  six  inches. 

Shortly  after  the  bridge  sockets  were  poured  it  was  found 
necessary  to  shorten  two  of  the  cables  and  the  speltered  end 
was  cut  ofif.  We  had  one  of  these  cones  of  spelter  cut  in  the 
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machine  shop  and  found  that  the  spelter  adhered  so  firmly 
to  the  wires  that  the  section  could  be  machined  without  lift- 
ing the  wires  out. 

Insulators 

The  insulators  which  we  propose  using  eventually  in  the 
steel  line  were  devised  l)y  our  engineering  department  in 
conjunction  with  that  of  the  Canadian  Porcelain  Company. 
They  consist  of  a  large  ring-girder  and  twd  spiders. 

The  ring-girder  is  eight  ft.  in  diameter  and  made  up  of 
two  nine  in.  channels  12  in.  apart,  with  in.  cover  plates. 
The  upper  spider  is  connected  to  the  ring-girder  by  means 
of  three  in.  bolts  10  ft.  long,  one  at  the  end  of  each  spider 
arm.  The  centre  spider  is  supported  on  the  ring-girder  by 
six  porcelain  insulators  of  eight  skirts  each,  two  insulators 
at  the  end  of  each  spider  arm.  The  clear  distance  between 
the  spiders  is  about  36  in. 

The  porcelain  insulators  used  are  special  compression  in- 
sulators having  a  tested  breaking  strength  of  60  tons  each, 
this  is  about  four  times  the  estimated  maximum  load.  Elec- 
trical tests  showed  a  dry  flashover  of  303,000  volts  and  a  wet 
flashover  of  262,000  volts. 

The  completed  insulator  has  a  net  weight  of  about  6  tons. 

Erecting  Cables 

Owing  to  a  constant  succession  of  delays  that  occurred 
in  the  construction  of  the  foundations  and  the  erection  of  the 
towers  we  had  to  abandan  our  original  plan  of  stringing  the 
cables  in  the  Fall  of  1917  before  the  ice  formed  in  the  river, 
and  so  decided  to  do  this  part  of  the  work  after  the  ice  had 
become  thick  enough  to  support  the  weight  of  the  heavy  reels 
of  cable. 

Throughout  the  heavy  snows  of  January  and  February 
we  managed  by  constant  rolling  and  scraping  to  keep  a  road 
open  between  the  two  towers.  Early  in  March  the  centre 
span  cables  were  laid  out  along  this  road.  The  anchor  cables 
were  then  laid  out,  measured,  and  cut  and  their  bridge  sock- 
ets attached. 

The  three  lines  were  erected  one  at  a  time,  the  middle 
line  first  and  then  the  downstream  and  the  upstream  lines  in 
succession.  The  ends  of  the  anchor  cables  were  hoisted 
over  the  towers,  the  south  shore  cables  were  hoisted  over 
the  towers,  the  south  shore  cables  made  fast  to  the  centre 
span  cable,  drawn  over  the  tower  until  the  bridge  sockets 
touched  the  main  sheave,  tied  to  the  top  of  the  tower  and  at- 
tached to  the  anchor  pier.  The  north  shore  cables  were  next 
attached  to  the  centre  cable,  the  suspension  insulators  and 
copper  line  fastened  to  this  and  the  cable  hoisted  into  place. 

The  hoisting  was  done  by  a  steam  hoist  braced  against 
the  centre  anchor  pier.  Two  %-'m.  steel  hoisting  lines  reeved 
through  the  two  pairs  of  three-sheave  blocks  were  used  to 
draw  the  end  of  the  cable  up  to  within  40  ft.  of  the  anchor 
pier,  the  final  40  ft,  being  taken  up  by  means  of  two  ^-m. 
steel  cables  reeved  through  two  pairs  of  six-sheave  blocks. 

The  copper  conductor  in  each  line  is  supported  by  seven- 
teen suspension  insulators  spaced  about  250  ft.  apart,  the  end 
insulators  being  about  400  ft.  from  the  towers.  The  copper 
lines  drop  from  the  end  insulators  to  strain  insulators  on  the 
tower  at  the  150-ft.  level,  pass  through  the  tower  to  the  back 
where  they  are  connected  to  another  set  of  strain  insula- 
tors. On  the  north  side,  the  lines  pass  direct  from  the  main 
tower  to  a  transmission  line  tower  on  the  shore,  a  distance 
of  about  600  ft.  On  the  south  side  a  light  structural  steel 
truss,  50  ft.  long,  hung  from  two  sets  of  the  anchor  cables, 
provides  an  intermediate  point  of  suspension,  forming  two 
spans  of  500  ft.  each.  Access  to  the  insulators  attached  to 
the  truss  is  provided  by  a  walkway  running  up  from  the 
anchor  pier  and  suspended  from  the  anchor  cables. 

After  the  cables  were  erected  we  noticed  an  almost  constant 
vibration  in  them,  varying  in  intensity  and  somewhat  similar  to 


that  in  a  violin  string,  with  definite  nodes  12  to  l.i  ft.  apart 
as  nearly  as  could  be  judged.  About  a  month  after  the  line 
was  put  into  service  this  vibration  managed  to  shake  loose 
the  bolts  connecting  two  of  the  suspension  insulators  to  the 
cable  and  they  dropped  and  hung  suspended  on  the  copper 
line.  Two  of  the  riggers  volunteered  to  go  out  on  the  steel 
cable,  fish  up  the  insulators  and  attach  them  again.  A  trolley 
was  rigged  up  and  they  had  little  difficulty  in  getting  out  to 
the  point  from  which  the  insulators  had  fallen,  about  1,000 
ft.  out  from  the  tower.  By  means  of  a  small  tackle  line  they 
hauled  the  insulators  back  into  place  and  started  back  to- 
wards the  tower  only  to  discover  that  the  grade  in  the  cable 
was  so  great  that  they  could  not  pull  themselves  up.  They 
solved  the  difficulty  by  looping  the  tackle  line  that  they  had 
with  them  over  the  steel  cable  and  sliding  down  the  2,50  feet 
to  a  boat  waiting  below.  A  short  time  later  an  insulator  on 
one  of  the  other  lines  broke  loose  and  it  was  similarly  re- 
connected. This  time,  however,  we  profited  by  our  former 
perience  and  provided  a  tail  line  by  means  of  which  the 
riggers  were  pulled  back  to  the  tower.  Since  then  we  have 
experienced  no  trouble  from  this  source. 

The  cables,  as  originally  strung,  allowed  the  following 
clearances  between  the  copper  conductors  and  the  average 
water  level  during  the  season  of  navigation: 

Down  stream    172.5  ft. 

Centre   178,8  ft. 

Upstream   I8O.6  ft. 

The  temperature  at  time  of  erection  was  about  20  deg. 
fahr.  As  there  is  a  change  in  sag  of  approximately  one  ft. 
for  each  10  deg.  change  iii  temperatuure  the  above  would  cor- 


Cable  test-Sample  of  cable        Elastic  limit  158,500  pounds;  ulti 
with  grips  attached.  mate  strength  186,400  pounds. 

respond  roughly  to  clearances  at  110  deg.  fahr.  of  163.5. 
169.8,  and  171.6  ft.  respectively. 

At  the  time  these  cal)les  were  erected  we  naturally  ex- 
pected the  sag  to  increase  as  the  cables  stretched  under  the 
load  until  the  strands  were  drawn  tightly  together.  There 
was  no  data  availal)le  with  regard  to  the  amount  of  stretch 
to  expect  so  that  it  was  impossible  to  allow  for  this  in  sag- 


34 


THE   ELECTRICAL  NEWS 


December  1,  1918 


Kinj;  the  cables.  The  hoist,  therefore,  was  left  in  position 
so  that  we  could  pull  up  the  cables  when  the  sag  became 
too  great. 

In  May  of  this  year  we  found  that  the  sag  in  the  cables 
had  increased  by  from  24  to  27 K'  ft.  and  that  in  order  to 
obtain  the  necessary  clearance  over  tho  channel  we  would 
have  to  take  up  34  ft.  in  the  sag  of  the  down-stream  cable 
and  13  and  14  ft.  in  that  of  the  centre  anil  upstream  cables 
respectively.  The  amouni  by  whioli  a  cable  is  to  be  stretched 
in  order  to  take  up  a  given  amount  in  the  sag  varies  inversely 
as  the  modulus  of  elasticity  of  the  cable. 

Owing  to  the  low  modulus  which  we  worked  out  for  the 
cable  from  results  of  the  tests  made  at  McGill  University  we 
were  in  doubt  as  to  the  amount  of  take-up  required.  We 
found  that  in  order  to  take  up  24  ft.  in  the  sag  we  would  need 
to  pull  the  downstream  cable  in  between  7.3  and  10.4  ft.  de- 
pending on  the  value  of  this  modulus.  This  cable  was  taken 
in  about  8  ft.  with  a  consequent  reduction  in  the  sag  of  about 
25  ft.  This  corresponds  to  the  result  that  would  be  obtain- 
ed if  the  modulus  of  the  cable  were  17,000,000  lb.  In  other 
words  it  would  appear  that  from  the  time  of  the  original  sag- 
ging of  the  cable  to  the  time  the  cable  was  resagged,  the 
modulus  of  elasticity  had  increased  from  7,3.50,000  lb.  to  17,- 
000.000  lb.  This  change  in  modulus  is  no  doubt  due  to  the 
gradual  stretching  of  the  cable  causing  the  wires  and  strands 
to  draw  more  closely  together  under  the  constantly  applied 
tension  of  the  span. 

Ice  Protection 

Ice  conditions  in  the  St.  Lawrence  River  at  this  point  are 
at  times  very  troublesome, "  and  we  considered  it  advisable 
to  construct  some  kind  of  guard  piers  outside  the  towers,  to 
obviate  the  possibility  of  damage  from  this  source.  During 
the  winter  we  deposited  about  3,000  tons  of  field  stone  on 
the  river  bed  on  each  side  about  75  ft.  from  the  up-stream 
and  river  faces  of  the  towers,  carrying  the  rock  to  an  ele- 
vation about  three  ft.  above  the  surface  of  the  ice.  The  ice 
usually  goes  out  about  this  level,  but  last  year  conditions 
were  exceptional,  and  before  the  ice  moved  it  had  risen  above 
the  tops  of  our  ice  breakers,  and  passed  clear  over  them, 
piling  up  around  the  tower  foundations  to  a  height  of  25  or 
30  ft.  Fortunately  no  damage  was  done.  We  are  at  present 
completing  the  guard  piers,  by  means  of  reinforced  concrete 
cribs  filled  with  rock,  and  carried  to  about  the  level  of  the 
maximum  recorded  high  water. 

Sag  Calculations 

In  our  calculations  for  sags,  tension,  length  of  cable, 
■  etc.,  under  various  conditions,  we  used  the  parabolic  formulas 
in  preference  to  the  hyperbolic  formulas  for  the  catenary  on 
account  of  the  greater  simplicity  of  the  former.  Cornparison 
was  made  however,  between  the  two  sets  of  formulas  and 
we  found,  as  we  had  expected,  that  at  working  tensions  the 
difference  was  negligible.  The  formulas  for  the  parabola  gave 
us  about  six  in.  more  sag,  and  about  one  ft.  less  length  of 
cable  than  tlie  catenary  formulas  for  the  ^ame  conditions  of 
tension  and  temperature. 

The  maximum  load  on  the  cable,  we  assumed  to  be  ^ 
in.  of  ice  all  round,  and  ten  lb.  of  wind  per  square  foot  of 
projected  area  for  both  the  steel  and  copper  lines,  at  a  tempera- 
ture of  zero  deg.  fahr.  Under  these  conditions  the  calculated 
tension  in  the  cable  is  about  106,000  lb.  with  a  sag  of  228  ft. 
The  normal  tension  at  summer  temperatures  is  about  61,000 
lb.  with  a  sag  of  185  ft. 

Conclusion 

In  our  design,  we  always  kept  in  view  the  accessibility 
of  various  insulators  and  other  working  parts  that  are  sub- 
ject to  break  down.  Automatic  hoists  have  been  provided 
in  the  towers,  as  well  as  ladders  which  run  from  top  to  bot- 


tom and  provide  access  to  the  suspension  insulators  at  var- 
ious levels. 

The  crossing  has  been  in  uninterrupted  service  now  for 
about  nine  months;  it  has  not  yet  weathered  a  winter  with 
its  low  temperatures,  gales  and  sleet  storms>  so  that  we  still 
have  something  to  learn  about  its  action  under  these  condi- 
tions, but  as  the  allowable  stresses  have  been  kept  within 
reasonable  limits,  we  hardly  expect  serious  trouble  from  this 
source. 


Prevent  Smoke  and  Save  Coal— Boiler  Room 
Instruments  Help  Save  Fuel 

Just  now  every  practical  suggestion  along  the  lines  of 
fuel  conservation  is  a  matter  not  only  of  personal  comfort 
but,  what  is  vastly  more  important,  of  the  national  welfare. 
Naturally  the  best  place  to  save  coal  is  the  place  where  it 
is  being  used,  and  the  boiler  room  ofTers  a  fruitful  field  for 
the  exercise  of  fuel  economy.  The  following  summary  of 
the  experience  of  the  combustion  engineers  of  the  Westing- 
house  Electric  &  Manufacturing  Company,  as  gained  from 
their  own  experiments  and  their  observations  of  practical 
operation  in  customers'  boiler  rooms,  will  tjierefore  be  of 
value. 

The  formation  of  smoke,  which  contains  much  uncon- 
sumed  fuel,  should  be  prevented  by  proper  firing  methods 
and  the  flue  gases  should  contain  from  10  to  12  per  cent,  of 
CO2.  Fires  should  be  kept  free  from  holes,  and  the  fuel 
should  be  so  distributed  over  the  grate  as  to  prevent  the  in- 


flux of  excess  air  which  accompanies  thin  fires  and  the  in- 
complete combustion  resulting  from  excessive  thickness  of 
fires.  The  proper  fuel  distribution  for  a  given  type  of  stoker 
is  illustrated  in  the  accompanying  figure. 

Gauges  which  indicate  boiler  operating  conditions  should 
constitute  a  part  of  the  equipment  of  every  boiler  room.  As 
a  minimum,  the  instrument  equipment  should  consist  of  draft 
gauges  connected  with  the  furnace  above  the  fuel  bed  and 
on  the  boiler  side  of  the  flue  damper,  and  a  steam  flow  meter 
for  each  boiler.  Gauges  and  dampers  should  be  conveniently 
located,  otherwise  they  will  not  be  used. 

The  loss  due  to  the  presence  of  unburned  fuel  in  the  ash 
should  be  avoided,  boiler  settings  should  be  kept  air-tight 
and  baffles  in  proper  condition,  and  under  no  condition 
should  live  steam  leaks  be  tolerated.  Exhaust  steam  should 
be  used  in  place  of  live  steam  for  auxiliary  purposes  wher- 
ever practicable.  All  steam  pipes  should  be  insulated  and 
the  tubes  kept  free  from  soot  and  scale.  The  size  of  the 
coal  has  much  to  do  with  the  capacity  and  eflSciency  of  a 
boiler.  In  general,  the  air  pressure  penetrates  a  fuel  bed 
formed  of  coarse  fuel  more  readily  than  one  formed  of  finer 
coal,  producing  greater  disturbance  of  furnace  conditions 
and  lowered  boiler  efficiency. 
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Canada's  Heritage  in  the  St.  Lawrence  River 

 '  By  Mr.  Arthur  V.  White,  M.  E.*  


About  a  year  ago,  when  I  had  the  pleasure  of  address- 
ing the  Electric  Club,  as  you  may  recall,  we  traced  the  evo- 
lution of  the  circumstances  associated  with  power  develop- 
ment on  the  Niagara  River,  'and  noted  how  those  circum- 
stances led  up  to  the  ratification  of  what  is  known  as  The 
Boundary  Waters'  Treaty  of  1910,  between  Great  Britain 
and  the  United  States,  and  to  the  formation,  under  the  treaty, 
of  the  Internationa.1  Joint  Commission,  This  treaty  now 
largely  governs  the  development  and  use  of  boundary  wa- 
ters, and  is  of  great  importance  in  connection  with  the  sub- 
ject before  us  to-day  because  it  constitutes  the  chief  legal 
agency — so  to  speak — for  safeguarding  the  interests  of  the 
people,  of  both  the  United  States  and  Canada,  in  the  inter- 
national St.  Lawrence  River. 

In  proceeding,  it  will,  I  believe,  be  profitable  first  to 
point  out  how  it  is  that  even  a  recent  treaty  like  the  Bound- 
ary Waters'  Treaty  sometimes  fails  to  provide  that  elYective 
protection  to  either  one  country  or  the  other,  which  it  had 
confidently  been  expected  would  be  found  actual  and  full. 
I  shall  illustrate  by  reference  to  some  issues  which  have 
arisen  under  the  Treaty  and  to  some  arguments  advanced 
under  discussion  of  these  issues. 

Let  me  here  comment,  that  the  best  safeguard  the  citizens 
of  Canada  can  have  in  matters  affecting  their  natural  re- 
sources, is  an  intelligent  understanding  of  the  real  value  of 
their  assets  and  of  the  best  uses  to  which  they  may  be  ap- 
plied, coupled  with  a  quick  and  discerning  appreciation  of 
what  constitutes  any  menace  to  these  interests,  and  of  how 
to  act  promptly  for  its  removal.  Menace  to  public  interest 
often  manifests  itself  in  obscure  and  subtle  forms. 

Let  us  proceed  to  consider  a  few  illustrations  which, 
owing  to  limitations  of  time,  can  here  only  be  referred  to 
suggestively: 

St.  Croix  River  Application 

The  boundary  line  between  the  State  of  Maine  and  the 
Province  of  New  Brunswick  passes  along  the  St.  Croix  River 
• — a  stream  of  considerable  size.  Four  or  five  years  ago  United 
States  financial  interests  controlling  the  St.  Croix  Paper  Co. 
of  the  State  of  Maine,  and  operating  in  Canada  through  the 
Sprague's  Falls  Manufacturing  Co.,  Limited — a  company  with 
a  Canadian  charter — undertook  to  increase  the  power  instal- 
lation which  they  already  had  upon  the  St.  Croix  River  by 
erecting  a  new  plant  in  the  vicinity  of  what  is  known  as  the 
Grand  Falls,  situate  about  ten  miles  above  Woodland,  Me. 
The  additional  installation  was  to  consist  of  12,000  to  14,000 
h.p.,  to  develop  which  the  company  constructed  a  large  canal 
lying  and  extending  for  nearly  a  mile  entirely  within  the 
State  of  Maine.  By  means  of  a  dam  erected  across  the  In- 
ternational Boundary  at  Grand  Falls  a  lake  was  created  so 
as  to  enable  the  water  of  the  St.  Croix  River  to  be  diverted 
by  the  canal  into  the  United  States  for  the  development  of 
power  at  the  Grand  Falls  power  house.  This  canal  is  so 
constructed  that,  at  its  lower  stages,  the  total  flow  of  the 
St.  Croix  River — an  International  Boundary  stream — may  be 
diverted  into  the  United  States.  This  company,  after  con- 
structing their  works,  came  before  the  International  Joint 
Commission,  pleaded  ignorance  of  the  law,  drew  special  at- 
tention to  their  vested  interests,  and  were  finally  granted  a 
permit  to  utilize  the  works  under  terms  greatly  to  their  ad- 
vantage. 

Now,  the  Treaty  provides  that,  after  its  acceptance,  no 
diversion  from  boundary  waters,  whether  "temporary  or  per- 
manent," shall  be  made  without  obtaining  the  necessary  au- 

•Consultine  Engrineer,  Commission  of  Conservation,  before  The  Electric 
Club  of  Toronto. 


thority.  When  the  St.  Croix  case  was  under  discussion, 
counsel  suggested  that  the  word  "temporary"  might  not  mean 
temporary  with  respect  to  time,  but  temporary  with  respect 
to  place.  That  is  to  say,  that  the  diversion  of  the  St.  Croix 
River  was  not  out  of  accord  with  the  treaty  because  the 
river  was  only  diverted  temporarily;  that  is,  it  was  "tem- 
porarily" turned  aside  for  a  short  distance  and  then  resumed 
its  normal  course. 

Navigation  in  Lake  Michigan 

Consider  the  next  illustration:  The  Boundary  Waters' 
Treaty  defines  boundary  waters  as  "the  waters  from  main 
shore  to  main  shore  of  the  lakes  and  rivers  and  connecting 
waterways,  or  the  portions  thereof,  along  which  the  Inter- 
national Boundary  between  the  United  States  and  the  Do- 
minion of  Canada  passes,  including  all  bays,  arms,  and  inlets 
thereof,  etc."  And  the  treaty  also  states:  "  It  is  further 
agreed  that  so  long  as  this  treaty  shall  remain  in  force,  this 
same  right  of  navigation  shall  extend  to  the  waters  of  Lake 
Mich  igan  and  to  all  canals  connecting  boundary  waters  and 
now  existing  or  which  may  hereafter  be  constructed  on  either 
side  of  the  line." 

Now,  the  treaty,  subject  to  certain  restrictions,  stipulates 
"that  the  navigation  of  all  navigable  boundary  waters  shall 
forever  continue  free  and  open  for  the  purpose  of  commerce 
to  the  inhabitants  and  to  the  ships,  vessels  and  boats  of  both 
countries  equally,"  and  one  not  acquainted  with  possible  in- 
terpretations suggested  for  portions  of  the  treaty,  is  natur- 
ally surprised  to  learn  that  it  has  been  contended  that  Lake 
Michigan  is  not  a  boundary  water— although  a  geographically 
corresponding  body  of  water  in  Canada,  the  Georgian  Bay, 
is  such — and  the  treaty  suggests,  inferentially,  that  Lake 
Michigan  is  only  conditionally  open  to  navigation,  while 
Georgian  Bay — the  Bay  is  not  specifically  mentioned— is  open, 
but  not  conditionally  open  as  in  the  case  of  Lake  Michigan. 
Besides,  assuming  that  the  uninviting  project  of  the  Georgian 
Bay  Ship  Canal  ever  materialized,  this  canal,  under  the  treaty, 
would  be  as  equally  free  and  open  to  the  United  States  as 
to  Canada.  Of  course,  I  am  not  arguing  one  way  or  another 
upon  the  points  cited  in  my  illustration,  and  I  am  passing 
over  any  reference  to  rights  still  existent  under  earlier 
treaties.  I  am  simply  suggestively  pointing  out  certain  facts 
which  have  been  disclosed,  and  indicating  certain  contentions 
which  have  been  offered,  when  subjects  involving  treaty 
terms  have,  variously,  been  considered. 

Water  Diversion  from  Niagara  River 

Take  another  illustration:  The  Boundary  Waters'  Treaty, 
in  Article  V.,  deals  specifically  with  the  diversion  of  waters 
for  power  purposes  from  the  Niagara  River,  and  provides  that 
"so  long  as  this  treaty  shall  remain  in  force,  no  diversion  of 
the  waters  of  Niagara  River  above  the  Falls  from  the  natural 
course  and  stream  thereof  shall  be  permitted  except  for  the 
purposes  and  to  the  extent  hereinafter  provided." 

When,  during  the  last  few  years,  certain  interests  de- 
sired to  utilize  a  portion  of  the  waters  now  flowing  in  the 
lower  Niagara  River,  that  is  to  say,  below  the  Falls,  the 
claim  was  urged  that  such  waters  could  be  used  without 
coming  before  the  International  Joint  Commission  for  per- 
mission, because  it  was  contended  that  the  treaty  only  dealt 
with  diversion  of  water  above  the  Falls  and  did  not  specify 
where  the  water  should  be  returned.  In  other  words,  some 
interests  hold  that,  under  Article  V.,  the  International  Joint 
Commission  has  no  jurisdiction  to  deal  with  any  diversion  in 
the  Niagara  River  other  than  with  diversion  made  from 
"al)ove  the  Falls."    The  water,  it  was  argued,  could  be  taken 
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Mut  above  the  Falls  and  turned,  if  users  so  desired,  directly 
into  Lake  Ontario  without  coursing  the  lower  Niagara  River. 
Application  of  St.  Lav^rrence  River  Power  Company 
While  illustrations  might  be  multiplied,  we  shall  here 
consider  only  one  other  instance.  This  arose  during  the  past 
summer  in  connection  with  the  application  of  the  St.  Law- 
rence River  Power  Company  respecting  the  construction  of 
works  in  the  vicinity  of,  and  the  diversion  of  waters  from, 
the  Long  Sault  Rapids.  The  St.  Lawrence  River  Power 
Company  is  a  subsidiary  company  of  the  Aluminum  Com- 
pany of  America,  which,  amongst  other  activities,  operates 
a  large  aluminum-producing  plant  at  Massena,  N.Y.  The  St. 
Lawrence  River  Power  Company  desired  to  construct  works 
in  the  St.  Lawrence  which  would,  so  far  as  possible,  remove 
ice  difficulties  which  affected  their  winter  output.  To  this 
end  they  excavated,  .largely  in  rock,  a  long  channel,  2fi  feet 
deep  by  1.50  feet  wide,  in  the  bed  of  the  St.  Lawrence  River. 
Complementary  to  this  excavation  there  was  to  be  a  large 
boom  held  by  rock-filled  cribs,  some  30  feet  square,  sunk  in 
the  St.  Lawrence  River.  Below  the  dredged  channnel  just 
referred   to.  there  was  also  to   Ije   constructed  in   what  is 


known  as  the  South  Sault  Channel— that  is,  the  passage 
nearest  the  United  States'  shore — a  "submerged  weir,"  which, 
actually,  is  a  large  submerged  dam.  The  work  of  channel 
excavation  was  undertaken,  and  practically  completed  under 
permit  from  the  United  States  War  Department,  without  the 
matter  in  any  way  being  brought  to  the  official  attention  of 
the  Canadian  authorities. 

The  Boundary  Waters'  Treaty  provides  that  there  shall 
not  be  "any  interference  with  or  diversion  from  their  natural 
channel  of  such  waters  on  either  side  of  the  boundary"  as 
will  result  in  any  injury  on  the  other  side  of  the  boundary. 
If  the  enlarged  channel  remained,  then  the  proposed  sub- 
merged weir  had  to  be  constructed  in  order  to  compensate 
for  alterations  in  level  already  resulting  from  the  excavation. 
Incident  to  the  construction  of  this  weir  the  company  deemed 
it  desirable  to  obtain  the  approval  of  the  International  Joint 
Commission.  Consequently,  an  application  was  made  for 
hearing  before  the  Commission.  The  company  and  the 
United  States  Government  authorities  stated  that  as  a  "war 
measure"  it  was  necessary  that  the  company  be  supplied  with 
more  power  in  order  to  produce  more  aluminum.    The  Com- 
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mission  was  urged  to  deal  with  the  application  of  the  com- 
pany without  delay  and  to  waive  rules  of  procedure  which 
constitute  the  usual  safeguards  so  far  as  the  public  is  con- 
cerned. This  course  was  urged  although  the  company  knew 
at  least  about  a  year  before  it  made  the  application  that  the 
proposed  dam  would  be  necessary.  Upon  the  war  necessi- 
ties Canada,  of  course,  guaranteed  every  possible  assistance 
and  despatch. 

In  passing,  I  would  like  to  remark  that  at  times  when 
certain  issues  have  been  under  consideration  before  the  In- 
ternational Joint  Commission,  and  it  appeared  advantageous 
to  interested  parties  to  show  how  what  might  be  done  in 
boundary  waters  on  one  side  of  the  boundary  would  affect 
the  level  of  waters  on  the  other  side,  it  has  sometimes  been 
instanced  that  even  a  pile  driven  in  a  stream  on  one  side 
would  affect  the  level  of  water  on  the  other.  In  the  case 
of  the  large  channel  to  which  reference  has  just  been  made, 
which  substantially  affected  levels  in  the  river  and  adversely 
affected  Canadian  navigation,  counsel  for  the  applicant  com- 
pany argued  that  interests  would  really  not  be  disadvantage- 
ously  affected  because  when  the  large  cribs  and  the  dam* was 
in  place  disturbed  levels  would  then  be  restored. 

Under  the  Webster-Ashburton  Treaty  it  is  specifically 
provided  that  the  channels  in  the  St.  Lawrence  River  on  both 
sides  of  Long  Sault,  Barnhart  and  Croil  islands  were  to  be 
kept  "free  and  open  to  the  ships,  vessels  and  boats  of  both 
parties."  So  that,  in  any  event,  if  the  South  Sault  Channel 
were  blocked  by  a  dam,  a  navigable  channel  which  was  to  l)e 
kept  open  by  treaty  right  would  be  closed,  and  a  public  lib- 
erty and  right  which  could  not  be  justified  under  the  spirit 
and  intent  of  the  treaty  would  be  enjoyed  by  private  inter- 
ested parties. 

Now,  although  the  construction  of  the  works  referred 
to  was,  in  the  judgment  of  many,  a  violation  of  the  spirit  and 
terms  of  the  treaty,  the  company,  nevertheless,  aided  by  their 
representations  respecting  the  allies'  war  necessity,  were 
able  to  obtain  a  permit  to  construct  this  dam  and  to  have 
it  remain  in  place  for  five  years  or  for  the  term  of  the  dura- 
tion of  the  war,  whichever  term  should  be  longer.  You  will 
notice  it  was  not  specified  which  term  should  be  shorter.  At  the 
time  of  hearing  before  the  International  Joint  Commission 
the  solicitor-general  of  Canada,  the  Hon.  Hugh  Guthrie,  on 
behalf  of  the  Government  of  Canada  made  a  special,  solemn 
and  very  able  protest  against  the  granting  of  the  permit  ex- 
cept under  conditions  which  he  outlined,  and  which,  while 
meeting  temporary  needs,  would  fully  preserve  the  integrity 
of  what  he  contended  to  be  Canada's  rights  under  the  Web- 
ster-Ashburton Treaty. 

From  the  foregoing  illustrations  it  will  be  evident  how 
necessary  it  is  for  our  leading  public  men,  especially  those 
in  Parliament,  to  have  a  good  understanding  of  Canada's 
natural  heritage  in  boundary  waters  and  of  means  which 
must  be  taken  properly  to  conserve  this  heritage  for  the 
benefit  of  her  citizens. 

Navigation  of  St.  Lawrence  River 

We  shall  now  consider,  very  briefly,  some  more  con- 
crete aspects  of  the  subject  which  to-day  has  our  chief  at- 
tention: "Canada's  heritage  in  the  St.  Lawrence  River." 

I-'irst,  just  a  few  words  with  respect  to  navigation.  The 
St.  Lawrence  as  the  wonderful  water  highway  from  tiie 
Great  Lakes  to  the  sea  has,  as  you  know,  been  improved 
chiefly  by  the  canal  systems  of  the  Government  of  Canada. 
Tlie  new  Welland  Canal  is  being  constructed  with  locks  ui 
feet  draught.  If  it  is  to  be  used  so  that  deep-draft,  ocean- 
going vessels  may  go  up  to  the  head  of  navigation  of  the 
Great  Lakes,  then  the  St.  Lawrence  Kiver  in  portions  of  its 
main  channel  will  have  to  be  canalized  l)y  means  of  a  series 
of  dams  with  suitable  locks.  If  the  river  as  a  whole  he  can- 
alized,  obviously  the   water-power   of   the   river   would  l)e 


most  economically  developed  by  having  the  dams  necessary 
for  the  navigation  improvement  made  adaptable  also  for  the 
development  of  water-power.  One  fact  is  certain,  and  that 
is,  that,  in  order  to  conserve  the  integrity  of  the  St.  Law- 
rence River  so  that  it  may  suitably  be  canalized — when  the 
time  comes  for  such  work — its  integrity  must  not  be  compro- 
mised by  permitting  the  erection  of  structures  in  the  main 
stream  for  piecemeal  development  of  power,  although  this 
has  already  been  done  to  some  extent.  Naturally,  there  is 
a  great  temptation  for  water-power  companies  to  do  on 
the  St.  Lawrence  as  has  been  done  elsewhere,  namely,  to 
make  the  cheapest  possible  preliminary  developments — skim 
the  cream  off  the  powers,  so  to  speak — for  l)y  so  doing  inter- 
ests may  readily  acquire  markets,  and  vested  rights,  and  often 
control  of  the  general  situation. 

I  shall  not  further  refer  to  Canada's  heritage  in  the  navi- 
gability of  the  St.  Lawrence.  In  a  word,  it  may  be  summed 
up  that  deep-craft  navigation  from  the  Great  Lakes  to  the 
sea  involves,  absolutely,  the  treatment  and  canalization  of 
the  St.  Lawrence  River  as  a  unit. 

Water-Powers  of  St.  Lawrence  River 

Coming  next  to  the  heritage  of  water-powers,  I  would 
remark  first  that  the  water-powers  of  the  St.  Lawrence  River 
are,  as  yet,  largely  within  the  control  of  the  people.  The 
recent  shortage  of  hydro-electric  power  which  has  been  so 
keenly  felt,  both  in  Canada  and  the  United  States,  has  drawn 
increased  attention  to  the  enormously  advantageous  powers 
in  and  adjacent  to  International  Boundary  waters.  Most  of 
the  water-powers  which  are  more  readily  capable  of  economic 
development  in  Canada  as  well  as  in  the  United  States  either 
have  already  been  developed  or  are  privately  controlled. 
Concentration  of  ownership  is  a  noticeable  feature  of  this 
control.  Canada  cannot  afford  to  have  her  St.  Lawrence 
River  powers  pass  into  the  liands  of  powerful  private  interests. 

Some  Governing  Factors 

With  respect  to  development  of  these  water-powers,  there 
are  some  very  important  points  upon  which  I  must  just  com- 
ment, such  as  ice  conditions,  the  exportation  of  Canada's  share 
of  electrical  energy  and  the  character  of  the  agencies  utiliz- 
ing tlie  power. 

Respecting  Ice. — Power  development  on  the  St.  Lawrence 
River  cannot  properly  be  considered  apart  from  the  subject 
of  the  ice  menace.  Too  great  caution  cannot  be  exercised 
liefore  attempting  to  harness  natural  forces  of  such  magni- 
tude as  exist  in  the  flow  of  the  St.  Lawrence  River.  Too 
radical  a  disturbance  of  the  balance  which  Nature  seeks  to 
maintain  may  cause  disaster,  hence  it  is  well  to  emphasize 
this  phase  of  the  problem,  for  it  involves  the  weighing  of 
basic  physical  factors  of  paramount  importance. 

Respecting  character  of  consumption  of  power. — Where 
very  large  developments  of  power  take  iilace  it  is,  as  you 
know,  usually  necessary  to  have  some  industries,  such  as  the 
electro-chemicals,  take  large  Ijlocks  of  power.  These  indus- 
tries require  cheap  power.  As  the  demand  for  power  in- 
creases for  municipal  and  small  manufacturing  purposes  the 
experience  has  been  lliat  the  demands  for  power  for  such 
uses  become  so  urgent,  and  the  inducements  by  way  of  price 
so  attractive  to  the  vendors  of  such  power,  that  large  indus- 
tries which  were  attracted  by  I  he  cheap  power  have  l)een 
compelled  to  go  farther  afield.  .\  block  of  power — over  05,- 
()()()  ii.p.— sucli  as  is  exported  from  the  Cedars  plant  in  Que- 
bec to  the  .'Muminum  Works  at  Massena,  N.Y.,  would  l)e 
suflicicnt,  speaking  on  a  broad  basis,  to  supply  light  and 
power  to  some  35  manufacturing  cities  of  10,000  inhabitants 
each,  it  will  be  apparent  from  a  comparison  of  the  i)enefits 
resulting  from  power  thus  widely  distributed  and  tiic  local- 
ized benefits  from  the  same  power  utilized  in  bulk,  as  in 
electro-chemical  industries,  tliat  the  former  contributes  in  a 
much  greater  degree  to  tlie  ui>building  of  communities  and 
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to  the  growth  of  the  country  ;it  largo.  This  feature  should 
not  l<e  lost  sight  of. 

Respecting  the  Exportation  of  Electrical  Energy.— There 
IS  >troug  opi>v<sitiou,  especially  tliroughout  Ontario,  to  any 
policy  which  permits  the  exportation  of  electric  energy  really 
requireil  for  use  in  Canada.  The  Federal  Government  has 
been  memorialized  upon  this  subject.  It  has  been  urged  that 
no  large  power  projects  such,  for  example,  as  those  on  the 
international  portion  of  the  St.  Lawrence  River,  should  be 
developed  without  reserving  Canada's  share  of  the  power  for 
use  here;  and,  further,  that  powers  situated  wholly  in  Can- 
ada should  be  reserved  against  the  day  of  Canada's  need. 
This  statement  is  made  having  in  mind  the  fact  that  it  is  not 
the  policy  of  Canada  to  embargo  her  exports,  but  that  com- 
modities ol  national  importance  should  not  be  exported  with- 
out an  adequate  quid  pro  quo. 

On  the  St.  Lawrence  River  below  Lake  Ontario  the  first 
site  where  development  involving  the  whole  flow  of  the  river 
could  be  made  is  in  the  vicinity  of  Morrisburg.  With  a  dam 
near  the  foot  of  Ogden  Island,  a  head  of  about  11  feet  could 
be  obtained,  or,  l)y  taking  in  a  portion  of  the  Galop  rapid, 
it  has  been  thought  possible  to  obtain  a  total  effective  head 
of  about  15  feet.  It  is  at  this  Morrisburg  site — the  Rapide 
Plat — that  the  Xew  York  and  Ontario  Power  Company  de- 
velops power  in  a  small  plant  at  Waddington,  N.Y.,  under 
rights  extending  back  for  one  hundred  years.  This  com- 
pany desires  to  reconstruct  this  plant  and  increase  the  de- 
velopment, thereby  providing  power  for  disposal  in  the  United 
States  as  well  as  in  Eastern  Ontario.  The  company  offers 
to  have  this  project  made  conformable  to  any  scheme  for 
the  development  of  the  river  as  a  whole. 

The  next  possible  development  is  that  at  the  Long  Sault 
Rapids,  where  the  possible  head  is  variously  estimated  to  be 
about  35  to  40  feet.  This  is  the  site  near  Cornwall,  where 
the  Long  Sault  Development  Company,  a  subsidiary  of  the 
.Aluminum  Company  of  America,  intended  to  erect  its  dams 
had  not  their  charter  rights  been  cancelled  by  the  State  of 
Xew  York — a  cancellation  which  was  confirmed  by  the  Su- 
preme Court  of  the  United  States. 

Descending  the  river,  we  have  next,  in  a  stretch  of  about 
14  miles  between  Lakes  St.  Francis  and  St.  Louis,  three 
series  of  rapids:  the  Coteau,  the  Cedars,  the  Split  Rock  and 
Cascades.  The  Coteau  site  is  the  one  for  which  the  Power 
Development  Company,  Limited,  has  been  seeking  rights. 
Of  this  company  the  "Montreal  Star"  states: 

"There  was  incorporated,  by  letters  patent  a  modest  com- 
pany, with  a  capital  of  $500,000,  the  incorporators  being  the 
bookkeepers  of  a  well-known  law  firm  in  Montreal,  closely 

associated  with  certain  existing  companies  A  modest 

notice  appeared  in  an  obscure  newspaper  with  a  small  cir- 
culation  and  there  was  quietly  filed  a  declaration  in 

the  Registry  Offices  of  the  counties  where  the  proposed  de- 
velopment is  to  be  made,  indicating  that  no  less  a  scheme  is 
on  foot  than  the  building  of  a  dam  across  the  St.  Lawrence 
River." 

Reliable  assurances,  however,  have  been  given  that  rights 
for  this  development  cannot  be  obtained  without  full  public 
notice  and  discussion  when  all  interested  parties  will  have 
the  opportunity  of  being  heard. 

The  Cedars  Rapids  Manufacturing  and  Power  Company 
utilize  at  Cedars  rapid  a  head  of  about  32  feet  developed  by 
means  of  a  diversion  canal  some  two  miles  long.  The  power 
house  has  been  designed  for  an  ultimate  development  of 
1%0,000  h.p.  This  company  exports  some  65,000  h.p.  to  Mas- 
sena,  N.Y. 

The  Soulanges  plant  of  the  Civic  Investment  and  In- 
dustrial Company  is  situated  a  short  distance  below  the 
Cedars  plant.  Power  is  obtained  by  tapping  the  Soulanges 
canal.  The  head  is  50  feet. 

The  St.  Timothee  plant  of  the  Canadian  Light  &  Power 
Company  is  on  the  south  side  of  the  St.  Lawrence  directly 
opposite  the  two  last  mentioned  developments.  The  water 
is  led  through  a  portion  of  the  old  Beauharnois  canal. 


1  shall  omit  description  of  some  other  smaller  plants, 
such  as  those  at  Mille  Roche  and  in  the  vicinity  of  Morris- 
burg. 

To  summarize,  we  may  place  the  estimated  low-water 
power  of  the  international  portion  of  the  River  St.  Lawrence 
at  about  800,000  h.p.,  of  which  Canada  is  entitled  to  one  half, 
or  400,000  h.p.  The  potential  low-water  power  on  the  por- 
tion of  the  river  which  lies  wholly  within  Canada  would  be 
1,400,000  h.p.  This,  with  its  share  of  power  along  the  In- 
ternational Boundary,  makes  an  estimated  total  for  Canada 
of  1,800,000  low-water  continuous  horse-power.  It  is  de- 
tailed in  the  following  table. 

Water-Power  on  the  St.  Lawrence  River* 
(Tentative  schedule) 

Average 

Head    Estimated  low-water  estimated 
Site  available  24-hr.  h.p.        24-hr.  low- 

water  h.p. 

Morrisburg-Rapide   Plat   11-15       170,000-230,000  200,000 

Long  Sault  rapid    30-40       500,000-650,000  575,000 

Coteau  rapid   15-17       230,000-260,000  250,000 

Cedars  rapidt    30-32       490,000-525,000  500,000 

Split  Rock  and  Cascades  rapids  .  .  .  14-18  220,000-280,000  250,000 
Lachine  Rapid   20-30       300,000-450,000  375,000 

Total     1,910,000-2,395,000  2,150,000 

*In  this  table,  to  have  the  estimates  fairly  representative  of  the  pos- 
sible quantities  which  might  be  e.xpected  under  representative  low-water 
flow  conditions,  some  allowances  have  been  made  for  efficiency  and  other 
factors. 

tUnder  development  for  about  one-third  of  the  low-water  flow  of  the 
river.  Consideration  would  be  given  to  the  possibility  of  combining  the 
Coteau,  Cedars,  Split  Rock  and  Cascades ;  also  of  increasing  the  Lachine 
power.  ' 

The  above  estimate,  excluding  ice  conditions,  is  conserva- 
tive. Under  a  "diversity  load  factor,"  such  as  is  experienced 
by  the  Hydro-electric  Power  Commission  of  Ontario,  Can- 
ada's 1,800,000  h.p.  would  take  care  of  a  power  demand  of 
some  3,400,000  h.p. 

Canada's  share  of  this  power  belongs  respectively  to  the 
provinces  of  Ontario  and  Quebec.  The  Federal  Govern- 
ment has  the  rights  in  and  jurisdiction  over  navigation.  When 
the  time  comes  for  international  questions  in  connection  with 
the  development  of  this  river  to  be  adjusted  to  admit  of  pro- 
per development,  there  is  no  doubt  that  the  various  interests 
involved,  whether  federal,  provincial,  corporate  or  private, 
will,  respectively,  be  fully  taken  care  of.  Perhaps,  for  ex- 
ample, some  arrangement  may  be  made  by  which  the  Fed- 
eral Governments  shall  provide  the  dams  for  navigation  pur- 
poses, making  available  for  each  province  its  share  of  water- 
power  under  an  arrangement  by  which  the  provinces  would 
assume  such  financial  and  other  responsibilities  as  were  purely 
incident  to  the  power  assets. 

I  trust  I  have  adequately  emphasized  the  absolute  neces- 
sity for  statesmanlike  dealing  with  our  resources  of  bound- 
ary waters,  the  wise  conservation,  utilization  and 'administra- 
tion of  which  will  help  build  up  Canada  and  pay  our  future 
taxes. 


Monthly  Meeting  of  Illuminating  Engineers 

The  executive  committee  recently  appointed 
by  Toronto  illuminating  engineers  have  secured 
the  promise  of  Lieut.  Oliver,  of  New  York  City, 
to  address  them  on  Tuesday  evening,  December 
3.  His  subject  will  be  "Artificial  Daylight." 
Lieut.  Oliver  will  outline  the  results  of  a  series 
of  recent  experiments  which,  it  is  understood,  go 
a  long  way  toward  the  solution  of  the  problem  of 
producing  a  good  northern  daylight  twenty-four 
hours  of  the  day.  The  meeting  will  be  held  in 
the  MacLean  Building  at  347  Adelaide  Street 
West.  All  those  interested  in  better  lighting  are 
requested  and  urged  to  be  in  attendance.  The 
meeting  is  called  for  8  o'clock  sharp. 
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POWER  CABLE 


350,000  CM.  3-Conductor  12000  volt 

Paper  Insulated,  Steel  Tape  Armoured  Cable 

Overall  Diameter— 3.62  ins. 

Built  to  Specifications  of  Hydro-Electric  Power  Commission 

of  Ontario 


Eugene  F.  Phillips  Electrical  Works,  Limited 

MONTREAL 


Branches  :   Toronto,  Winnipeg,  Regina,  Calgary,  Vancouver 
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Now  Then  -  What  About  Christmas  ? 


IT  is  a  pretty  safe  bet  that  nearly  every- 
body is  trying  to  spend  his  money  these 
days  as  economically  and  efficiently  as 
possible.    None  of  us  are  exactly  going 
out  of  our  way  to  get  rid  of  the  coin  and  not 
a  few  of  us  are  denying  ourselves  all  pleasures 
and  some  necessities. 

And  now,  right  along  comes  Christmas. 
What  are  we  going  to  do  about  it?  Shall  we 
make  presents  as  usual  ?    If  so,  what  kind  ? 

In  our  economies  of  living,  some  voluntary 
and  others  by  Government  regulation,  we  have 
found  that  lots  of  things  we  thought  necessary 
to  our  existence  are  very  easily  dispensed 
with.  Also  that  there  is  more  satisfaction  in 
spending  our  money  on  sensible  articles  than 
on  flub-dubs  and  French  pastry. 

Most  certainly  we're  going  to  give  Christ- 
mas presents  this  year — one  might  just  as  well 
try  to  empty  the  ocean  as  to  subdue  the 
Christmas  spirit  of  giving.  But  our  Christmas 
presents  this  year,  perhaps  more  than  last  year, 
are  going  to  be  in  keeping  with  our  established 
mode  of  Uving.  They  are  going  to  be  practic- 
al, useful  gifts  that  will  arouse  in  the  recipient 
more  than  a  mere  passing  sense  of  interest. 
The  jim-cracks  and  the  nick-nacks  are  going  to 
be  more  than  ever  out  of  style. 

It  follows,  "as  the  night  the  day,"  that  no- 
thing could  be  more  consistent  or  worthy  dur- 
ing our  present  economical  and  systematic  liv- 
ing than  electrical  appliances.  They  are  100 
per  cent,  useful,  sufficiently  ornamental  to  be 
pleasing  and  give  lasting  satisfaction.  More- 


over, electrical  gifts  can  be  chosen  suitable  for 
all  ages  from  the  little  tot  to  the  elderly  totter- 
ers. 

Further,  the  retailer  who  holds  off  until  the 
last  moment  with  his  Christmas  campaign  this 
year  and  tries  to  send  it  off  with  a  bang  dur- 
ing the  last  week,  is  very  likely  to  find  himself 
among  the  "also-rans." 

The  spirit  of  early  buying  is  abroad,  and  the 
electric  retailer  must  take  advantage  of  it. 
Don't  lose  another  minute ;  make  your  slogan 
— "Buy  early  to  relieve  congestion;  buy  elec- 
trics to  relieve  worry  and  fatigue." 

Electrical  dealers,  get  your  campaign  under 
way.  People  are  going  to  buy  at  least  as  usual. 
No  one  can  give  better  value  or  satisfaction 
than  you. 


Sell  Electrical  Gifts  for  Christmas 


The  illustration  above  suggests  big  possibilities  in  the  way  of  Christmas  advertising. 
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Kraft  Cord  "Braiduct" 

Made  in  Canada  under  Canadian  Patent  No.  147,057 

This  cut  is  reproduced  from  an  actual  photograph,  and  illustrates  the 
behavior  of  the  material  in  this  rigid  test— perfect  flexibility.  We  cut  the 
ends  to  show  plainly  the  superior  construction— note  the  hig'h  grade  Canvas 
Duck  Lining  and  the  KRAFT  CORD  winding.  This  KRAFT  CORD  is,  made 
to  our  own  specifications  and  is  fire-proofed,  which  is  entirely  new. 

KRAFT  CORD  "  BRAIDUCT  "  is  in  a  class  by  itself— superior  to  any 
imported  conduit— is  absolutely  the  last  word  in  flexible  non-metallic  con- 
duit construction. 

We  are  now  making  our  own  insulating  compounds,  consequently  every 
lot  will  be  uniform  in  flexibility,  and  every  foot  is  fished  at  the  factory. 

KRAFT  CORD  "  BRAIDUCT  "  is  easy  to  instal— easy  to  cut— easy  to 
.     secure,  as  it  is  made  m  our  own  country,  and  easy  to  buy,  as  our  price  is  right. 

KRAFT  CORD  "BRAIDUCT"  is  packed  in  heavv  fibre  boxes,  each 
box  containing  four  coils  (1,000  ft.),  insuring  product  "against  damage  in 
transit. 

KRAFT  CORD  "  BRAIDUCT  "  is  regularly  inspected  and  labelled  l)v 
the  Underwriters'  Laboratory  under  the  direction  of  the  National  Board  of 
Fire  Underwriters  and  every  coil  carries  their  label. 

W e  will  he  glad  to  send  you  a  sample. 

The  Flexible  Conduit  Co. 

Limited 

Guelph       M  Canada 
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Daum  Refillable  Plug  Type  Fuse 
The  illustration  hcrcwitli  shows  a  new  rofilhil)lc  plug  fuse 
uiiuuifacturod  by  A.  F.  Daum.  This  is  made  of  porcelain,  the 
only  metal  being  the  fuse  strip  which  is  readily  inserted  a- 
Iresh  when  a  fuse  is  lilown.  The  company  state  that  the  Or- 
iental Electric  Industrial  C'orporation,    of    Hagoga,  Japan, 


have  just  completed  negotiations  for  a  sole  license  in  Japan, 
under  the  Daum  patents.  Mr.  S.  Mori,  chief  engineer  for  the 
Corporation,  was  recently  at  the  Daum  plant  getting  details, 
and  stated  that  hitherto  all  fuses,  have  been  imported,  and 
that  the  company  he  represents  will  be  the  first  to  make 
renewable  fuses  in  the  far  East. 


Victoria  Electric  Supply  Co.  Change  of  Address 

The  \'ictoria  Electric  Supply  Company,  jobbers  of  elec- 
trical supplies  and  fixture  parts,  announce  that  they  are  re- 
moving their  business  from  157  King  Street,  West,  Toronto, 
to  the  ground  and  first  floors  of  the  Nordheimer  Building,  77 
York  Street,  just  south  of  King.  The  new  premises  are  very 
commodious  and  will  admit  of  the  more  expeditious  ship- 
ment of  goods  and  also  will  enable  thei  company  to  carry  a 
more  extensive  stock  of  supplies.  It  is  their  intention  to  add 
to  their  lines  a  varied  assortment  of  glassware  and  a  com- 
plete line  of  automobile  accessories. 


Personals 

Mr.  Stanley  Ebbett,  of  the  New  Brunswick  Telephone 
Company  at  Moncton,  has  been  appointed  superintendent  of 
traffic  with  headquarters  at  St.  John. 

Mr.  F.  T.  Atkinson,  district  superintendent  for  the  New 
Brunswick  Telephone  Company  at  Fredericton,  N.B.,  has 
been  transferred  to  Moncton,  succeeding  Mr.  Stanley  Eb- 
bett. 

Mr.  Frank  Harris,  formerly  exchange  manager  for  the 
X.  B.  Telephone  Company  at  Sackville,  N.B.,  has  been  ap- 
pointed district  superintendent  with  headquarters  at  Frederic- 
ton. 

Mr.  C.  F.  Sise,  general  manager  of  the  Bell  Telephone 
Company,  has  been  elected  vice-president  of  the  company, 
in  succession  to  the  late  Mr.  C.  Cassils.  He  has  been  con- 
nected with  the  telephone  business  during  his  entire  com- 
mercial life.  After  graduating  as  B.Sc.  from  McGill,  he  took 
up  the  study  of  telephone  engineering;  was  later  made  super- 
intendent of  toll  lines  of  the  Bell  Telephone  Company,  and 
in  190.3  was  appointed  assistant  superintendent  of  the  com- 
pany. Three  years  later  he  was  made  general  superintend- 
ent, and  in  1911  general  manager.  His  present  title  is  vice- 
president  and  general  manager. 

Messrs.  F.  H.  Phippen  and  H.  \V.  Harper  have  been  a])- 
pointed  arbitrators  in  the  matter  of  the  demands  of  em- 
ployees of  the  Toronto  Street  Railway  Company.  Mr.  Phip- 
pen will  represent  the  company  and  Mr.  Harper  the  men. 


Current  News  and  Notes 


Fredericton,  N.B. 

The  New  Brunswick  Telephone  Company  have  com- 
pleted a  long  distance  line  between  Fredericton  and  Minto. 

Grand  Forks,  B.C. 

A  tram  line  will  be  built  at  the  Rock  Candy  Mine,  Lynch 
Creek,  to  connect  with  an  extension  of  the  Kettle  Valley  line 
a  couple  of  miles  above  Lynch  Creek.  The  new  line  will  be 
a  mile  and  a  half  in  length. 

London,  Ont. 

The  city  of  London,  Ont.,  recently  applied  to  the  Do- 
minion Railway  Board  for  permission  to  charge  the  Bell 
Telephone  Company  a  rental  of  25  cents  for  each  pole  or 
foot  of  underground  conduit  used  in  that  city.  The  Rail- 
way Board  stated  that  the  matter  would  require  parliament- 
ary legislation  and  as  the  Bell  Telephone  Company  would 
likely  oppose  the  measure  very  strenuously,  it  is  not  likely 
that  London  will  carry  the  subject  further. 

Montreal,  Que. 

The  Shawinigan  Water  &  Power  Company  have  under 
consideration  the  development  of  Ores  Falls,  on  the  St. 
Maurice  River.  This  water  power  was  purchased  from  the 
L^nion  Bag  &  Paper  Company,  of  New  York. 

With  a  capital  of  $20,000,  La  Minoterie  Moderne,  Ltd., 
has  been  formed  to  take  over  the  business  of  Laurin  and 
Frere,  Charlemagne,  P.Q.,  and  to  develop  water  powers  in 
the  counties  of  L'Assomption,  Montcalm,  and  Joliette. 

The  Dominion  Bridge  Company,  Limited,  Montreal,  has 
received  an  order  for  two  5  motor,  40  ton  capacity,  60  foot 
span  electric  travelling  cranes  from  the  British  America 
Nickel  Corporation,  Limited,  at  Sudbury,  Ont. 

Ste.  Anne  de  Bellevue,  Que. 

The  Public  Works  Department,  Ottawa,  have  awarded 
the  contract  for  the  construction  of  a  light  and  power  trans- 
mission line  at  St.  Anne  de  Bellevue,  P.Q.,  to  the  Artistic 
Brass  Works  Company,  250  Beaver  Hall  Hill,  Montreal.  The 
line  is  in  connection  with  a  group  of  military  hospital  build- 
ings recently  erected.    The  price  is  $5,500. 

St.  Thomas,  Ont. 

It  has  been  definitely  decided  that  the  track  and  equip- 
ment of  the  London  and  Lake  Erie  Transportation  Company 
will  be  scrapped.  The  city  of  St.  Thomas  will  be  paid  $3,700 
in  settlement  of  back  rental  for  the  use  of  the  city's  tracks 
and  will  allow  the  company  to  continue  using  the  tracks  for 
hauling  material  until  they  cease  operating. 

Sherbrooke,  Que. 

The  city  of  Sherbrooke,  Que.,  has  put  into  operation  a 
new  transmission  line  from  Weedon  to  Sherbrooke,  thus 
adding  about  1,000  h.p.  to  the  current  available  for  manufac- 
turers. The  city  purchased  the  property  of  the  Two  Miles 
Falls  Power  Company,  installed  new  transformers  and  built 
the  transmission  line  now  in  operation.  A  second  unit  is 
being  installed  at  Weedon. 

Toronto,  Ont. 

In  accordance  with  an  order  by  the  Ontario  Railway 
Board  the  Toronto  Street  Railway  Company  have  taken  on 
about  300  new  men  and  have  added  about  175  more  cars  to 
the  service.  The  Railway  Board  has  ordered  the  company 
to  place  in  service  every  available  car. 

Electrical  workers  in  Toronto  and  vicinity,  who  are  said 
tr  be  now  90  per  cent,  organized  against  40  per  cent,  seven 
months  ago,  are  at  present  negotiating  with  employers  for  a 
new  wage  schedule.  The  union  and  employers,  it  is  under- 
stood, are  completely  harmonious. 
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PEIRCE 

Presteel  Brackets 


'The  material  of  a  thousand  uses" 


THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat  Resistance — Dielectric  Strength — Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes^  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  our  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


354  138  254 

Anchor  Rods  Eye  Bolts 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd. 

Hamilton,  Ont. 


The 
EDEN 
Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modem  means 
of  supporting  over- 
head wires. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontario 


Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


Mica  Insulation 

We  manufacture  everything,  including:— 
Tubes,     Motor  Rings  Washers, 
Built  Up  Plate 
Flexible-Mica  Cloth  and  Paper 

Raw  Mica  (cut  or  uncut) 


Ground  Mica 


Mica  Company  of  Canada,  Ltd. 

p.  0.  Box  156,  HULL,  Quebec 
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Motor  For  Sale 


W  a.i\>  111  Nlin-K  l\ii  nanu.il, .u  ,U  iiMM\  uiu 
■J."><>  horse  power,  ;>  I'hasc.  (Hi  cycle.  .Vill  oi  -'M> 
volls,  tRRl  amperes.  R.l'.M.  WeslinKluuise  foini 
.MS.,  mill  l.vpe,  s>mirrel  case  imluclion  motov, 
complele  with  rails,  starting  coil  aiul  oil  switcli. 
Tills  motor  is  ilesigiicil  for  tlircol  comioclioti, 
but  also  c«iuippcj  with  special  wooden  inillcys 
(or  belt  liiive.  Tlio  motor  has  liecn  onlircly  re- 
woiiml  ami  is  as  ijooj  as  new.  Kor  frutlier  par- 
ticulars write  or  wire  Railway  vt  Power  EnKi- 
merint:  (."orporation.  ".'(.V!  I".  1'.  K.  IIUk.,  Toronto, 
..•     K, 1"    \ViT5.!v.>v    Hotel.    Moiilroal.  2;; 


Electrical  Contractors 
Appliance  Manufacturers 

.\(lvi.  Ttix  I  w.niUl  Join  new  or  i  >ialilislK'il  Imsi- 
iKss.  17  years  electrical  experience.  Inslalla 
tion,  piircliasintf,  sales  and  factory  nianagenunl. 
VVonld   inircli;'.-e   interest   in  good  proposition. 

\V.  IIERJ'.KRT  TEES, 
•j:;  I!, IX  higcrsoll,  Ont. 


How  Pennies  in  the  Mail  Sold  Irons 
You've  got  to  liaiul  it  to  the  ladies  ! 
The  following  letter  wa.s  received  by  the 
Westinghouse  Company  from  Miss  J.  A. 
Kerkhof.  Manager  of  tlie  Seymour,  In- 
diana. Store,  of  the  Interstate  Public 
Service  Company  . 

■■\\'e  are  in  receipt  of  some  little  book- 
lets and  folders  from  you  which  we  con- 
sider the  most  attractive  and  valuable 
advertising  helps.  Please  lind  enclosed 
sami)le  letter  which  we  are  sending  out 
to  a  number  of  iron  prospects  with 
which  we  are  using  your  booklets." 


\\  ith  this  icllcr  came  a  small  envelope, 
insi  the  piopcr  si/c  for  enclosing  folder, 
•'L.ibor  Savers  for  llie  Home,"  for  that  is 
ilu'  litlle  liookk-l  referred  to  by  Miss 
Kerkliiif.  .\nd  ni  eacli  envelope  with 
ilic  folder  was  a  brand  new  penny.  Ac- 
c^nupaiiying  this  envelope  with  its  folder 
and  iKMiny  was  a  letter  that  drove  the 
penny  right  ihruugli  the  folder  and  into 
l)aby's  bank,  but  not  without  bringing 
the  desired  results: 

■■  A  bad  penny  always  returns,"  says 
tile  letter,  "1)111  this  is  not  a  bad  penny, 
and  we  don't  want  it  returned.  Keep  it 
lor  luck,  or  put  it  in  the  baby's  bank." 
That's  the  introduction  to  the  penny  and 
tl.en  the  letter  states  that  the  penny  was 
sent  for  two  reasons,  one  to  pay  for 
reading  the  letter  and  the  second  to 
bring  to  the  reader's  attention  the  tre- 
mendous power  back  of  the  penny.  How 
two  of  these  little  pennies  each  day 
would  pay  for  an  ironing  and  how  simple 
it  was  to  secure  the  iron  by  phoning 
Miss  Kerkhof. 

And  when  the  call  came  over  the  phone 
she  got  there,  in  a  hurry.  That  is  one 
of  the  ways  she  has  placed  725  irons  in 
the  homes  of  890  residence  consumers. 
(Jf  course,  Miss  Kerkhof  knew  what  the 
ladies  in  Seymour  were  missing  by  not 
ironing  electrically  and  she  didn't  add 
much  '  to  their  pleasure  until  she  had 
ihem  persuaded. 

But  we  just  have  to  hand  it  to  the 
ladies  these  war  times,  and  we  take  our 
hats  off  to  Miss  Kerkhof  with  735  irons 
out  of  890  possibilities. — In  "Contact." 


PETRIFS  LIST 

of  New  and  Used  MOTORS 

FOR  IMMEDIATE  DELIVERY 


<o. 

11. P. 

I'hase 

Cycle 

Volts 

Speed 

Maker 

1 

100 

3 

25 

550 

480 

M'estg. 

50 

3 

25 

550 

725 

West?. 

I 

30 

2 

60 

220 

1500 

T.   &  H. 

1 

30 

2 

60 

220 

720 

Fbks.--M. 

1 

25 

2 

60 

220 

945 

Westg. 

1 

20 

3 

25 

550 

1440 

T.  &  M. 

1 

20 

3 

25 

550 

710 

"Westg. 

2 

15 

3 

25 

550 

1400 

Lancashire 

3 

15 

3 

25 

550 

730 

Westg. 

1 

10 

3 

25 

5.50 

Westg. 

1 

3 

25 

550 

1.500 

Lang-Dav. 

2 

7H 

3 

25 

550 

725 

Westg. 

1 

3 

25 

550 

750 

C.  G.'  E. 

1 

a 

2 

66 

220 

1200 

T.  &  H. 

a 

5 

3 

25 

550 

1440 

Excelsior 

2 

5 

3 

25 

550 

1400 

Excelsior 

5 

3 

25 

550 

720 

Westg. 

5 

4 

3 

25 

550 

1400 

Excelsior 

2 

3 

3 

25 

550 

1500 

C.  G.  E. 

2 

3 

3 

25 

550 

14<X) 

Excelsior 

1 

1 

3 

25 

550 

1400 

Excelsior 

1 

1 

60 

110 

3400 

Diehl 

Write  Us  for 

Pricei 

H.  W.  PETRIE,  Limited 

Front  St.  West  -         Toronto,  Oot. 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 


Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,        HAMILTON,  ONT. 


FISHER  ELECTRIC  CO. 

43  Britain  Street,  TORONTO 

New  and  Used  Machinery 

MOTORS  GENERATORS 
TRANSFORMERS 

WRITE  US  WHAT  YOU  WANT  TO  BUY  OR  SELL 
Large  Stock  Carried 


Northern  Aluminum  Co.,  Ltd. 

1305  Traders  Bank  Building 
TORONTO,  ONT. 

Manufacturers  of  Aluminum 

Ingot,   Sheet,  Tubing,  Wire,  Rod,  Rivets, 
Moulding,  Extruded  Shapes,  also 

Electrical  Conductors 
all  Aluminum  and  Steel  Reinforced 

Litot  Aluminum  Solders  and  Flux 

will  solder  aluminum  to  itself  or  other  metals 

WRITE  FOR  INFORMATION 
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NOTICE 


Following  New  and  Slightly  Used  Equipment  will  be  sold 
Immediately  at  Greatly  Reduced  Prices. 

MOTORS         TRANSFORMERS  GENERATORS 


25  Cycle,  550  Volt,  3  Phase 


No. 

H.P. 

Speed 

No. 

K.V.A. 

Volts 

1 

150 

(2200  V.) 

720 

3 

100 

13200-6600/2200 

100 

(2200  V.) 

500 

3 

150 

13200-2200 

1 

75 

500 

5 

300 

2200-550 

3 

50 

500 

3 

50 

2200-550 

4 

50 

720 

3 

40 

2200-550 

1 

40 

720 

6 

2200-550 

1 

30 

720 

2 

50 

2200-110/220 

2 

25 

720 

2 

15 

2200-110/220 

1 

20 

720 

2 

5 

2200-110/220 

3 

15 

720 

2 

50 

2200-110/220 

1 

10 

720 

2 

15 

550-110/220 

25  (or  60)  Cycles,  S.P. 


ALL  TYPES,  BELTED 
AND 

DIRECT  CONNECTED 
AIR  COMPRESSORS 
AIR  RECEIVERS 
TANKS 
ELECTRIC  PUMPS 
DIRECT  CURRENT 
MACHINES 
BELTING 


Write  or  wire  for  complete  lists  and  prices 


WANTED:— All  types  Munition  Plant  Motors,  Generators,  Transformers 


GUELPH 


E.  A.  LOWRY 

POWER  EQUIPMENT 


CANADA 


NACCOVERN 

ftCONMNYK 

"■  ■■■■■  


POWER 

MMiiMERY 

mmaammmmB 


In  Stock  for  Immediate  Delivery 

Turbo-Generator  Units 
Direct  Connected  LInits 
Motor  Generators 
Rotary  Converters 
Transformers 

Boilers 
Smoke  Stacks 
Tanks 
Condensers 
Air  Compressors 

Separate  Published  Stock  Lists  for  above  apparatus. 

Staff   of  Engineering  Specialists  with    three  overhauling 
plants  to  SOLVE  YOUR  POWER  PROBLEMS. 

MacGovern  &  Company,  Inc. 

285  Beaver  Hall  Hill,  Montreal 

Offices  :  New  York,  Pittsburg,  St.  Louis 
Plants:  Brooklyn,  N.Y.,  Lincoln,  N  J.,  and  Linden,  N.J. 

BUYERS   AND   SELLERS  OF 
NEW   AND   USED  MACHINERY 

A    Continent-wide  Service 


Stock  Shipment 


Direct  Current  Motors 

No.  HP  RPM  Vts 
10    25    1800  220 

Typ 
AN 

e  Make 
Allis  Chal. 

220-250  V 

8 

25 

1800 

440 

AN 

Allis  Chal, 

No. 

25 

1200 

220 

AN 

Allis  Chal. 

H.P 

.  R.P.M.  Wdg.  Type  Make 

25 

1200 

440 

AN 

Allis  Chal. 

1 

5 

950 

.Sh. 

Noi  th'n. 

1 

25 

900 

220 

AN 

Allis  Chal. 

1 

5 

1870 

Sh. 

Ge'i.  E, 

1 

25 

900 

440 

AN 

Allis  Chal. 

1 

10 

S50 

Sh. 

MP  Gihbs 

(i 

25 

720 

220 

AN 

Allis  Chal. 

2 

10 

750 

Sh. 

Noi  tl''n. 

4 

25 

720 

440 

AN 

Allis  Chal. 

1 

15 

725 

Cp. 

MP  Nor'wst 

7 

30 

1800 

220 

AN 

Allis  Chal. 

2 

ITA 

5S5 

Sh. 

A-14  Gibbs 

5 

30 

1800 

440 

AN 

Allis  Chal, 

1 

20 

900 

Sh. 

MP  Hobai-t 

5 

30 

1200 

220 

AN 

Allis  Chal. 

1 

20 

975 

Sh. 

CS  Wc'^t. 

5 

30 

1200 

440 

AN 

Allis  Chal. 

1 

20 

G75 

1006 

E  Fb.Mrs 

4 

30 

900 

220 

AN 

Allis  Chal. 

1 

20 

750 

Sh.' 

North'n. 

4 

30 

900 

440 

AN 

Allis  Chal. 

1 

20 

800 

Sh. 

Tim. 

4 

30 

720 

220 

AN 

Allis  Chal. 

1 

20 

G50 

Sh. 

Mi'\v. 

3 

30 

720 

440 

AN 

Allis  Chal. 

1 

20 

600 

Sh. 

V/est.  E 

2 

40 

1800 

220 

AN 

Allis  Chal. 

1 

25 

575 

Sh. 

MP  No'th'r. 

2 

40 

1800 

440 

AN 

Allis  Chal. 

1 

25 

650 

Sh. 

WS-25    mi,  Til-. 

.5 

40 

1200 

220 

AN  Allis  dial. 

1 

:?o 

525 

Sh. 

MP  North'i;. 

4 

40 

1200 

440 

AN 

Allis  Chal. 

1 

80  250/280  Cp. 

Intcrpole  C.  E. 

C 

40 

900 

220 

AN 

Allis  Chal. 

1 

40 

675 

Sh. 

Nov'wst 

t! 

40 

900 

440 

AN 

Allis  Chal. 

1 

40 

550 

Sh. 

M  West. 

2 

.50 

1200 

220 

AN 

Allis  Chal, 

1 

50 

525 

Sh. 

MP  Nor'wst 

2 

50 

1200 

440 

AN 

Allis  Chal 

1 

50 

625 

Sh. 

A -40  Mibv. 

S 

.50 

!)0« 

220 

AN 

Allis  Chal. 

1 

55 

575 

Sh. 

O^AOR  Wst,  E 

,s 

.50 

900 

44(; 

AN 

Allis  Chal. 

1 

75 

850 

Sh. 

MP  Milw. 

'> 

.50 

720 

220 

,'\N 

Allis  Chal. 

1  120 

450 

Cp. 

MPA      Gen,  E 

50 

720 

440 

AN 

Allis  Chal. 

1  1.^0 

650 

Sh. 

MP  leiinv 

r 

65 

1200 

.5,50 

Gen.  Elec. 

7.5 

900 

220 

AN 

Allis  Chal. 

:! 

75 

90O 

440 

AN 

Allis  Chal 

Alternating  Current 

1 

4 

75 
KKI 

720 
900 

TJX) 
220 

AN 
AN 

Allis  Chal. 
Allis  Chal. 

3  ph 

ase.  60  cvcle 

4 

KKI 

900 

440 

AN 

Allis  dial. 

No. 

III' 

Vts. 

1 

imi 

720 

44<t 

.■\N 

Allis  Cha'. 

UPM 

Type  Make 

1 

1.50 

490 

440 

MS 

WestRlise. 

VZ 

■jn  1200 

440 

A.N  Alhs  Chal. 

1 

10(» 

720 

2200 

AN 

Allis  Chal. 

(•> 

liO 

900 

220 

AN  Allis  Chal. 

1 

100 

900 

2200 

AN 

Allis  Chal, 

s 

20 

900 

440 

AN  Allis  Chal. 

1 

1.5() 

900 

2200 

AN 

Allis  Chal 

r 

20 

720 

22(1 

AN  Allis  Chal. 

1 

1.50 

720 

2200 

AN 

.•\llis  Chal. 

1 

20 

720 

440 

AN  Allis  Chal. 

1 

1.50 

720 

440 

AN 

Allis  Chal. 

1 

20 

!HI0 

440 

KT  Gen.  Elcc 

t 

150 

12(H) 

220 

SYN 

Gen.  Flee. 

1 

25 

900 

440 

KT  Gen.  Klee. 

1 

200 

720 

2200 

AN 

Allis  Chal. 

Duquesne  Electric  &  Manufacturing  Company 

Office  and  Factory  :  Wcstarn  OOiec  and  Warehouse  ; 

Pittsburgh,  or  230  S.  La  Salle  St. 

Pa.  Chicago.  III. 

Wire,  write  or  'phone  our  nearest  office 
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Sodering  Aluminum  Wire 

ha-  l)c'(.'n  UKule  as  t-asy  ami  as  certain 
a>  tlic  sodcriiit;  of  coi)pcr.  hy  the 
Allen  Aluini-rtux  and  l)y  the  new  Allen 
AhHni->oder.  Send  for  -aniples  of  both, 
and  see  how   niaqioally  they  work. 

Bissett  &  Webb 


126  Lombard, 


Winnipeg,  Man.,  Canada 


Every 
User 

or  pr(3spective  user  of 
motors  should  have  a 
copy  of  Bulletin  115i;j 
— Motor  Installations. 
It  is  a  profusely  illus- 
trated book  coverino-  a 
wide  range  of  motor  in- 
stallations. Your  copy 
is  waitin.^.    Ask  for  it. 


of  Canada  Limited-Montreal 


Power  BIdg.,  Montreal. 


347  Adelaide  St.  W..  Toronto 
512 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.S.A. 


The  Chief 
Benefit 

derived  from 

No  Spark  ^ 

CARBON  BRUSHES 

IS  FREEDOM  FROM  TROUBLE  REPLAC- 
ING AND  RESETTING  BRUSHES.  Being 
self-lubricating,  they  make  the  contacts  prac- 
tically frictionless  and  reduce  commutator  re- 
pairs enough  to  pay  for  themselves  several 
times  over.  With  these  carbon  brushes,  the 
machine  runs  noiselessly  without  any  sparking. 
These  are  facts  which  you  can  at  once  prove. 

Write  for  our  latest  Bulletin 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.,  PHILADELPHIA,  Pa. 


For  Underground  Work 

BITUMINIZED  FIBER  CONDUIT 


has  properties  not  possessed  by  any  other  type  of  Conduit  made,  which 
recommends  it  particularly  for  Underground  Systems  of  Distribution 


EASY  TO  HANDLE 

EASY  TO  INSTALL 


LOW  FIRST  COST 

LOW  INSTALLATION  COST 


7  foot  Lengths  H  inch  Walls 

Absorption,  lOO  Hours,  less  than  1  per  cent. 


s/i  inch  Socket  Joints 
Puncture  Test  50,000  Volts 


Electrolysis-proof  —  Water-proof  —  Gas-proof 


Write  for  literature 


American  Conduit  Company 


East  Chicago,  Ind.,  U.S.A. 


140  Nassau  St.,  New  York  City 


Installing  a  Trunk  Line  Subway 


Deceniher    1,  ]\)\n 
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NOTICE 

To  Manufacturers 
and  Others 


We  are  not  only  builders  of  the  famous 
Lincoln  Arc  Welder,  but  we  are  also  in  a 
position  to  quote  you  on  welding  and  re- 
pairs to  your  machinery  or  boilers.  We  have 
complete  equipment  for  this  work  and  can 
have  our  plant  brought  to  the  job  on  short 
notice. 

We  keep  a  staff  of  operators  ready  for 
any  emergency. 

Let  us  quote  you  on  your  welding  and 
save  many  dollars  on  machines  that  you 
would  otherwise  scrap.  A  phone  call  will 
bring  a  man  in  a  hurry. 

You  can  save  50  per  cent. — very  often 
more — by  doing  your  boiler  plate  work  with 
a  Lincoln  Arc  Welder  instead  of  rivetting 
it. 

Lincoln-welded  joints  are  100  per  cent, 
strong — rivetted  joints  are  no  stronger  than 
the  rivets  themselves. 

It  has  been  adopted  by  boiler  shops, 
structural  steel  works,  street  car  and  rail- 
road companies  as  being  the  most  practical 
solution  of  the  present  labor  shortage. 

Lincoln  Electric  Co. 

of  Canada,  Limited 


Head  Office 
1109  Temple  Building 

TORONTO 
Ontario 

Factory 
CLEVELAND 
Ohio 


Bronze  or  Cast  Iron  Brackets 

lor 

Outside  Lighting 


Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Oflices  and   Rranch  Warehouses: 

U.l  Beaver  Hall  Ilill,  MONTREAL 
502  Notre  Daine  Avenue,  WINNIPEG 
674  Harrington  St,  HALIFAX. 
W.  H.  Hazlitt  &  Co.,  Ltd.,  91B  Georgia  St.  West,  VANCOUVER 

Prompt  shipment*  from  Factory  or  nearest  Warehouse 


December   1,  101ft 


GROWTH- 

Day  after  day,  week  after  week,  month  after  month,  for  the  five  years  that 
Economy  Fuses  have  been  on  the  market,  the  sales  have  maintained  a  con 
stant  growth -not  alone  in  volume,  but  also  in  percentage  of  increase.  This 
is  because 

ECONOMY  Renewable  FUSES 

are  absolutely  accurate  in  operation  and  cut  annual  fuse  maintenance  costs 
80%.  An  inexpensive  little  ''Drop  Out"  Renewal  Link  restores  a  blown 
Economy  Fuse  to  its  original  efficiency. 

WRITE  FOR  CATALOG  20 

ECONOMY  FUSE  &  MFG.  CO.  OF  CANADA,  LTD. 

UNITY  BUILDING,      -  MONTREAL 

Manufacturers  in  Canada  of  S.  &  C.  High  Potential  Fuses  -to  150,000  Volts 


TAPS 

Sold  on  Merit 

Cutters 
Dies 

Ask  for  our  new  catalogue  No,  8, 

Pratt  &  Whitney  Co.  of  Canada^  Limited 

DUNDAS,  ONTARIO 

Montreal  Winnipeg  Vancouver 

723  Drummond  Bldg.  1205  McArthur  Bldg.  609  Bank  of  Ottawa  Bldg. 


Made  in  Canada 


Reamers 
Drills 


December    I,   191S  • 
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Walger  Insulated  Wire  Connector 


Solderless  Connection 


Insulating  Sliell  and  Cap 


Patentf.l  Canada  1917. 
I'atent  Pendina;  U.  S, 


DISCARD  THAT  BLOW  TORCH 

Just  think — no  blow  torch  to  explode  or  blazing  alcohol  to  boil  over,  no  injury  to 
canopy  or  ceiling  on  account  of  smoke,  no  setting  fire  to  wall  covering,  etc.  with  blow 
torch,  no  dropping  of  hot  solder,  burnt  matches,  bits  of  tape  or  soldering  acid,  paint  work 
or  walls  not  marred  by  dirty  hands,  no  tools  to  fall  from  ladder,  no  time  wasted  going 
from  one  fixture  to  another,  one  trip  up  the  ladder  is  sufficient. 

All  you  require  to  make  the   connection  secure  is  a  screwdriver. 

The  Walger  Insulated  Connector    is    so  simple  in  construction  that  it  is  impossible  to 

make  a  mistake  in  making  a  connection.   In  other   words,   it   is   wonderfully   simple  and 
simply  wonderful  when  you  see  it  in  use. 

The  Walger  Insulated  Connector  is  one  of  the  most  profitable  electrical  accessories 
you  can  handle.  Write  for  further  information. 

A^ent-Q^  JACKSON,  22  College  Street,  TORONTO,  ONT. 


Immediate  Delivery,  Montreal  Stock 

Motors,  3  Phase,  60  Cycle 


2 

H. 

P. 

550 

V. 

1700 

R. 

P. 

M. 

1 

75 

H. 

P. 

2200 

V. 

850 

R. 

P. 

M. 

1 

10 

H. 

P. 

550 

V. 

1200 

R. 

P. 

M. 

9 

125 

H. 

P. 

550 

V. 

690 

R. 

P. 

M. 

1 

15 

H. 

P. 

550 

V. 

1200 

R. 

P. 

M. 

2 

150 

H. 

550 

V. 

600 

R. 

P. 

P. 

M. 

1 

30 

H. 

P. 

550 

V. 

900 

R. 

P. 

M. 

2 

H. 

40 

H. 

P. 

550 

V. 

1200 

R. 

P. 

M. 

1 

200 

P. 

2200 

V. 

514 

R. 

P. 

M. 

2 

50 

H. 

P. 

550 

V. 

900 

R. 

P. 

M. 

2 

400 

H. 

P. 

2200 

V. 

160 

R. 

P. 

M. 

1 

Transformers,  Pole  Type  2200  -  ff|  Volts 


3/4  K.W.  11 

1  K.W.  15 
11/4  K.W.  26 

2  K.W.  24 


214  K.W.  19 

3      K.W.  12 

334  K.W.  6 

5      K.W.  55 


Oar  stock  changes  constantly,  if  not  listed  above  please  enquire  anyway. 

Dominion  Iron  &  Wrecking  Co.,  Ltd, 

General  Offices :  Transportation  Building,  Montreal 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarks  H.  mitcbdl 
Pcrcival  H.  mUcbcll 

Coniultlag  and  Sapcrviiint 

Hydraulic,  Steam  anJ  KIrt-trical  rower  Plants, 
laJuitrial  and  Municipal  Engineering. 

Trader*  Bank  Building,  Toronto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Stedm,  Hydraulic,  Electric. 
Reports,  Esiimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


MALM   GORDON  &  CO. 

ENGINEERS 

Estimates,  Reports,  Designs,  Specifica- 
tions, Valuations  of  Railway,  Light  and 
Power  Properties. 

TORONTO,  NEW  YORK,  MONTREAL 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Machanical,  Electrical,  Hydraulic,  Steam,  Gat 
Flam,  Specification!,  E»timate«, 
Teit»,  Report!  and  Superviiion. 
625    Coristine    Bldg.,   MONTREAL,  Que. 


M.  A.  SAMMETT 
Coniulting  Electrical  Engineer 

Taita,  Report!,  Arbitration! 
SuparrUlon  of  Lightins  and  Power  Plant* 

Talephone  Main  6737  505  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Kx.  Examiner  Canadian  Patent  OflSce) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tal.Mainetl?       326  W  Cralg  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soc.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  Stoam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitration!,  Reports  and  Specifications, 
4  PHILLIPS  PLACE     1  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry       W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates :  A.  L.  Mudge,  A.  L.  MieviUe 
Steam  and  Hydro-electric  Developmente.  Steam 
and  ElccWc  Railways.  Irrigation  and  water  tupply. 

TORONTO  and  WINNIPEG 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  during  manufacture,  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatua,  Wirea,  Cables, 
Insulators,  Transmission  Towos  and 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years'  Ex 
perience  in  Patents  and  Practical  Engineering 

Kent  B"ildi"«.  TORONTO 
Yonge  and  Richmond  ats.. 


STANLEY  LIQHTF007 

REO  D  PATENT  SOLICITOR  AND  ATTOHNCY 
LUMSDEN   BLDG.H  yONCe")  TORONTO. 


ATENTS 


PROMPTLY  SECURED! 

Electrical,  Mechanical  and  Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 

Washington,  D.C.,  U.S.A.   


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  and  Physical 
Test*  and  Inspections". 


80th  Street  and  East  Elnd  Avenue, 
New  York,  N.Y.,  U.S.A. 


fROCURED  IN  ALL 
■      ^  COUNTRIES 
^^^m    LONG  EXPERIENCE 

IN  PATEN!  LITIGATION 

I    SEND  FOR  HAND  BOOK 

lATENTS  = 


RIDOUT  &  MAYBI 

59  Yonge  Street 
TORONTO       -       -       -  CANADA 


ESTABLISHED  1849 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathert 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circumstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying;  and  promulgating  informa- 
tion no  effort  is  spared,  and  no  reasonable 
expense  considered  too  great,  that  the  results 
may  justib'  its  claim  as  an  authority  on  all 
matters  aflfecting  commercial  affairs  and  mer- 
cantile credit.  Its  offices  and  connection! 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur 
nished  and  are  available  only  by  reputabh 
wholesale  jobbing  and  manufacturing  con 
cerns,  and  by  responsible  and  worthy  finan 
cial,  fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address 
ing  the  company  at  any  of  its  offices.  Cor 
respondence  invited. 

THE  BRADSTREET  ''OMPANY 
Offices  in  Canada:  Halifax.  N.S. ;  Haniil 
ton,  Ont. ;  London,  Ont. ;  Montreal,  Que. ; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John.  N.B.; 
Toronto.  Ont. ;  Vancouver,  B.C. ;  Victoria. 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING, 
Gen.  Man.   Western  Canada,  Toronto 
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THE  BRITISH 
ALUMINIUM 
CO.  LIMITED 

PRODUCERS  OF 
ALUMINIUM 
IN  ALL  COMMER- 
CI  A  L  FORMS 

CANADIAN   HEAD  OFFICE: 

60  FRONT  ST.  WEST 
TORONTO,  CANADA 


List  of  Motors 


No.  H.P.  Phase 

1       15  3 

1       OO  3 

1  GO  3 

2  50  3 
25  3 
25  3 
10  3 

3  3 


1/ 


40 
15 


5  2  or  3 
1    2  or  3 

'/2  2 

10    2  or  3 


3 


Speed 
1500 
750 
750 
750 
750 
750 
1500 
1500 
1800 
1800 
1800 
900 
1800 
180O 
1800 
1800 
1200 
1200 
1800 
1800 


Volts 
550 
550 
550 
220 
220 
220 
220 
220 
110 
110 
110 
220 
220 


220 

220 
220 
220 


Cycles 
25 
25 
25 
25 
25 
25 
25 
25 
60 
60 
60 
60 
60 
60 
60 
60 
60 
60 
60 
60 


Starter 
yes 
yes 
yes 
yes 
yes 
yes 
yes 
yes 
no 
no 
no 
yes 
no 
no 
no 
no 
no 
no 
no 
yes 


Make 

T.H.E. 
C.G.E. 

Crocker  Wheeler 

Lincoln 

Lincoln 

C.G.E. 

T.H.E. 

Westg.  CCL. 

Fort  Wayne 

Westgh. 

Fisher 

Fuller  Wenstrom 
T.H.E. 


Westgh. 
Westgh. 
Westgh. 
Westgh. 
LInion  (New) 
C.G.E.  rewound 
Lincoln 


CCL. 
CCL. 
CCL. 
CCL. 


rewd. 
rewd. 


rewd. 


TRANSFORMER 

1    40  K.W.     Type  R.     2200/220  Volts,  Packard. 

PLATER 

1    Type  C.    Ostrander  Seymour,  6  volt,  speed  750,  amp.  800. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  limited 


Put  in  one  of  the 

GEYSER 


Trade 


:EIKrTRlC  WASHfl 


Mark 


Electric  Washers 

(Made  in  three  sizes) 

Wherever  a  washing  machine  is  specified  and  electric  current 
can  be  conveyed.  Absolute  approval  is  the  invariable  result  of 
the  adoption  of  a  Geyser. 

This  electric  washer  is  mechanically  perfect,  is  built  to  last 
a  lifetime,  and  is  the  embodiment  of  simplicity,  safety  and  eco- 
nomy. 

We  have  abundant  proof  why  every  electrical  dealer  or 
contractor  should  handle  the  GEYSER  ELECTRIC  WASHER 
if  he  is  after  profitable  trade.  Shall  we  send  you  some  literature? 
Our  liberal  trade  discount  enables  you  to  handle  same  at  a  good 
margin  of  profit. 

Onward  Manufacturing  Co. 

KITCHENER,  ONTARIO 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS 

The  following  regulations  apply  to  all  advertisers :— Eighth  page,  every  issue,  three  head- 
ings; quarter  page,  six  headings;  half  page,  twelve  headings;  full  page,  twenty-four  headings. 


AIR  PKESSUKE  RELAYS 
Pliilndelphia  KUctric  Co.  Suiiply  I'cpt. 

ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Wcstingliouse  Company 
Eerranti  Electrical  Company  ot  Canada 
Lincoln  Electiic  Company  of  Canada 
Wagner  Electric  Mfg-  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Wcstingliouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  of  Canada 
Hatlieway  &  Knott,  Inc. 
Monarcli    KU'itiic  tc.ni|i;iny 
Northern  Electric  Company 
Wagnsr  Electric  Mfg.  Company  of  Canada 
Weston  Electrical   Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Wcstingliouse  Company 
Crouse  Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company.  Harvey 
National  Metal   Molding  Company 

AUTO  STARTERS 
AdamsBagnall    Electric  Company 

BATTERIES 
Canadian   General   Electric  Company 
Canadian    Hart    Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatlieway  &  Knott,  Jnc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BLOCKS 

Jordan  Bros.  Inc. 

BOLTS 

McGill   Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  \V.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Pringle.  R.  E.  T.,  Ltd. 

BUS  BAR  SUPPORTS 
Moloney  Electric  Company  of  Canada 
Monarch   Electric  Company 

BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 
Philadelphia  Electric  Co.  Supply  Dept. 
Steel  City  Electric  Company 
CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 
Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co.  Supply  Dept. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Caridian    Westinghouie  Company 

CAR  EQUIPMENT 
Ohio  Brass  Company 


CENTRIFUGAL  PUMPS 
Hoving   Hydraulic   &   Engineering  Company 
Canadian   Allis-Chalmers  Company 

CHAIN  (Driving) 

Jones  &  Glassco 

CHARGING  OUTFITS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln    Electric    Company    of  Canada 
Pringle,  R.   E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 

Monarch    Klectiio  Company 
Northern   Electric  Companny 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

Pliiladelpliia  Electric  Co.  Supply  Dept. 

CLAMPS,  INSULATOR 

Philadelphia  Electric  Co.  Supply  Dept. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

COMPOUNDS 

Rcdmanol   Chemical   Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSEliS 

Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National   Metal   Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 

Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

Walger  Connector  Company 

CONTROLLERS 
Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Sundh   Electric  Company 

CONNECTORS 

Possert  &  Company 

Walger  Connector  Company 

COOKING  DEVICES 

Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 
Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CUTOUTS 

Benjamin  Electric  Manufacturing  Company 

Chicago  Fuse  Manufacturing  Company 

D.  &  W.  Fuse  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Monarcli    Electric  Company 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTING  SWITCHES 

Philadelphia  Electric  Co.  Supply  Department 

DOORS  FOR  BUS   AND  SWITCH 
COMPARTMENTS 

Philadelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 

National  Electric  Heating  Company 
ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RANGES 

Canadian  General  Electric  Company 

National    Electric    Heating  Company 

Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 

Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian    Allis-Chalmers  Company 

FANS 

Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Century   Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 
Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin   Electric   Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jeflerson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 
Walger  Connector  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

TIalheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada,  Limited. 

FUSES 

l!ll^slllan  Mfg.  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Daum,  A.  F. 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  it  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  M) 
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FUSE  BOXES 
Liousc-llniiis  Company  of  C'aiiaila,  l.imilcd. 
Northern  Electric  Company 
Snuare  1">  Company 

GENERATORS 
Canailian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti   Electrical  Company  of  Canada 
Lancashire   Dynamo  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Railway  and  Power  Engineering  Corporation 
Thomson  Company,  Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 

GLASSWARE 
JefTerson  Glass  Company 

GROUNDING  BOXES 
Philadelphia  Kliclvic  Co.  Supply  Department 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
Ilarvcy  IIuIiIkU  Coiiipuiiy 
McGill  Manufacturing  Company 
Monarch    Electric  Company 

HANGERS  (Cable) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

HEAD  GATE  HOISTS 
Ilamillon  Company,  \Vm. 

HEATING  DEVICES 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Haiheway  &  Knott,  Inc. 
National    Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Boving   Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  &  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis  Clialmers  Company 

ILLUMINATING  GLASSWARE 
JefTerson   Glass  Company 

INSPECTION  ENGINEERS 
Allen   Inspection  Company 

Canadian   Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann  Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Hatheway  &  Knott,  Inc. 

INSTRUMENT  CUTOUT  SWITCHES 

Pliiladelphia  Electric  Co.  Supply  Department  _ 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

Walger  Connector  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Soni  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian   Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Illinois   Electric   Porcelain  Company 
Moloney  Electric  Company  of  Canada 
Mica  Company  of  Canada 
Northern  Electric  Company 
Ohio  Brass  Company 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrici  Ltd. 


LAMP  BULBS  (Electrical) 
JefTerson   Glass  Company 

LAMP  GLOBES 

Crouse-Hinds  Company  of  Canada,  Limited. 

LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

Lincoln  Electric  Company  of  Canada 

Moloney  Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 

Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric  Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 

Canadian    General    Electric  Company 

Northern  Electric  Company 

Ohio   Brass  Company 

Pringle,  R.  E.  T. 

Steel  Company  of  Canada,  Limited 

Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian  General  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds  Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 

Canadian   General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 

MICA 

Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian   Crocker-Wheeler  Company 

Canadian  General  Electric  Company 

Canadian    Westinghouse  Company 

Century  Electric  Company 

Electrical  Maintenance  &  Repairs  Company 

Ferranti  Electrical  Company  of  Canada 

Fisher  Electric  Company 

Great  West  Electric  Company 

Lancashire  Dynamo  &  Motor  Company 

Lincoln  Electric  Company 

MacGovern  &  Company 

Northern  Electric  Company 

Petrie,  Limited,  H.  W. 

Pringle,  R.  E.  T. 

Robbins  &  Myers 

Thomson  Company,  Limited,  Fred 

Toronto  &  Hamilton  Electric  Company 

Wagner  Electric  Mfg.  Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self- Lubricating  Carbon  Co. 

OFFICE  FURNITURE 

Canadian  OfHce  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 

Ohio   Brass  Company 

PANEL  BOARDS 
Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Liiruted. 
Devoe  Electric  Switch  Company 
Northern  Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 

G.   &  W.   Electric   Specialty   Company  - 

McGill   Manufacturing   Company  a 

Spielmann   Agencies,   Registered.  | 

Standard  Underground   Cable  Co.   of  Canada  | 

PHOTOMETRICAL  TESTING  I 
Electric  Testing  Laboratories,  Inc.  J 

PATENT  SOLICITORS  &  ATTORNEYS  1 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

Hamilton  Company,  Wm. 

PLUGS 

Benjamin   Electric  Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Lindsley  Bros.  Company 
Northern   Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern   Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POST  TYPE  INSULATORS 

Philadelphia  Electric  Co.  Supply  Department 

PORCELAIN  BUSHINGS 

Philadelphia  Electric  Co.  Supply  Department 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

POWER  PLANT  EQUIPMENT 

Boving   Hydraulic   &   Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 

Canadian  General  Electric  Company 
Benjamin    Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 
Monarch    Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REFLECTORS 
Harvey  Hubbell  Company 
Pittsburgh  Reflector  &  Illuminating  Co. 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 
Monarch    Electric  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  Company.  Fred 

REVERSE  PHASE  RELAYS 
Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 
Canadian   Westinghouse  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 

Monarch    Electric  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SHADE  HOLDERS 

Harvey   Hubbell  Company 

SOCKETS 

Benjamin   Electric   Manufacturing  Companjr 
Canadian   General   Electric   Company  ^ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Monarch    Electric  Company 
National  Meta'    Molding  Company 
Northern  Electric  Company 

(Continued  on  Page  56) 
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LAMPS  Locked  On 
Can't  Get  Stolen 

They  can't  get  knocked  out  or  broken. 


guards  give  your  lamps 
just  such  protection. 

Sold  at  a  popular  price. 
Our  Loxon  Lamp  Guards 
and  other  Specialties  de- 
mand   the    attention  of 


every  handler  of  Electrical  Goods. 

Let  us  send  our  list. 

McGiU  Mfg.  Co. 

Valparaiso        -        -  Indiana 


NOTICE  I 

"Duncan"  Pull  Chain  Sockets 


NOW  READY 


Snap 
Cap 


Splendid 
Action 


No.  5000 


This  Socket  is  Second  To  None 
Your  Jobber,  or 

The  Duncan  Electrical 
Company^  Limited 

MONTREAL  -  CANADA 


Standard 
Wires  and  Cables 

include  a  complete  line  of  bare 
and  insulated  electrical  conduc- 
tors for  all  classes  of  service,  al- 
so cable  accessories.  We  also 
can  supply  copper,  and  brass 
tubes  and  rods,  extruded  brass 
shapes,  etc.  We  are  in  a  posi- 
tion to  serve  all  users  of  these 
products  to  good  advantage. 

Write  our  nearest  office. 

Standard  Underground  Cable  Co.  of  Canada 

Limited 


Montreal 


Hamilton,  Ont. 

Toronto  Hamilton 


Seattle 


THE 

MARK 


OF 


QUALITY 


ELECTRICAL 

PORCELAIN 


Solid  Knobs, 
Split  Knobs, 
Cleats,  Tubes, 
and  special 
Porcelain  of 
all  kinds. 


Strain  and 
Screw  Thread 
Insulators. 

Unsurpassed 
in  quality  and 
design. 


Ill  inois  Electric  Porcelain  Co. 


Macomb,  III.,  U.S.A. 


Canadian  Agents: 


R.  E.  T.  PRINGLE,  LTD. 


TORONTO,  ONT. 
MONTREAL,  QUE. 
VANCOUVER,  B.C. 
WINNIPEG,  MAN. 


308-309  Tyrrell  BUlg. 
401  New  Birks  Bldg. 

3402  Osier  Ave. 

Doiialda  Block. 


OPEN  TANK  TREATED 

British  Columbia  Cedar  Poles 

will  double  the  life  of  your  pole  lines.  Our  treat- 
ing plant  at  Nalcusp,  B.C.,  uses  either  Creosote 
or  Carbolineum  as  you  prefer. 

Information  and  prices  without  obligation 
of  any    sort    from    our    nearest  office. 

The  Lindsley  Brothers  Co. 

NELSON,  B.C. 

General  Sale*  Office— 72  W.  Adam*  St.,  Chicaso,  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 
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SOLDERING  FLUXES 
Allen  Company,  L.  K. 
Uissftt  &  Webb.  Ltd. 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STORAGE  BATTERIES 
Canadian  General  Electiic  Company 
Canadian    Hart    Accumulator  Company 
Northern  Electric  Company 

STREET  LIGHTING  FIXTURES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse  llinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCHES 
Benjamin  Electric  Manufacturing  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Chamberlain  &  Hookham  Meter  Company 
Pevoe  Electric  Switch  Company 
Electrical  Development  &  Machine  Company 
Electrical  Maintenance  &  Repairs  Company 
G.  &  VV.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 

I'anadiaii   Kraiilz  Electric  Mf){.  Company 

Canadian  Westinghouse  Company 

Crouse  llinds  Company  of  Canada,  Limited. 

Devoe  Electric  Switch  Company 

Ferranti  Electrical  Company  of  Canada 

Moloney  Electric  Company 

Monarch    Electric  ('unii>any 

Northern  Electric  Company 

Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 

Monarch    Electric  Company 


SWITCH  PLATES 
Hanlield  &  Sons,  W.  H. 

TAPE 

Packard  Electric  Company 
Northern  Electric  Company 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 

Northern  Electric  Company 

TOASTERS 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 

Adams-Bagnall  Electric  Company 
Canadian    Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Cumberland   Electric   Mfg.  Company. 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Monarch    Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 

Thordarson  Electric  Manufacturing  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 

Ohio  Brass  Company 

TUBING 
Northern  Aluminum  Company 


TURBINES 
Bovin^  Company  of  Canada 
Canadian  AUis-Chalraers  Company 
Hamilton  Company,  Wm. 
Smith  Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada.  Ltd. 

VACUUM  CLEANERS 

Houston  &  Compariy 

Onward  Manufacturing  Company 

Pringle,  R.  E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

WASHING  MACHINES 

Onward  Manvifacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Hamilton  Company,  Wm. 
Smilrh  Company,  S.  Morgan 

WATER  WHEELS 

Canadian  Allis-Chalmers  Company 

WELDING  EQUIPMENT 
Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire  &  Cable  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard  Underground   Cable   Company  of  Can 
ada.  Limited. 

WIRING  DEVICES 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

Walger  Connector  Company 


CANADIAN  PORCELAIN  CO. 

LIMITED 

HAMILTON   -  CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 
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Are  You  Prepared 

For  the 

Fall  Drive 

If  not   place   your  orders  early  for 

MONARCH  SHRAPNEL 

If  your  local  jobber  does  not  handle  our  lines 
write  direct 


"Pittsburgh  Reflectors 

Increase  Light 
500% 

BY  TEST 

They  are  scientific- 
ally formed  to  obtain 
the  maximum  of  light 
on  the  wmdow  trim. 
"Pittsburgh"  Reflec- 
tors have  attained  ex- 
tensive sales  for  window  lighting,  because  of  their 
saving  of  current  and  their  dependability  to  in- 
crease lightmg  efficiency. 

Pittsburgh  Reflector  and 
Illuminating  Co. 

PITTSBURGH,  PA. 

Canadian  Distributors 

JAMES  DEVONSHIRE,  LTD. 


Illustration  shows  "  Pittsburgli  " 
Reflector  No.  50  for  lUO  or  'l.5f> 
Watt  Lamp.  Dimensions:  Heiglit, 
9!^  inclies,  Widtli  10  inches.  Hold- 
er Hi  in.     Form  '■Q", 


701  Yonge  Street, 


Toronto 


Repulsion    Start  Induction 

SINGLE  PHASE 
MOTORS 


1/10  to  40  H.P. 


25  to  140  Cycles 


H.P.  Motor  mount- 
ed on  an  all  geared 
Drill  Press 


Are  built  to  accu- 
rate dimensions 
with  the  use  of 
standard  jigs  and 
gauges,  hence  all 
parts  are  inter- 
changeable. 

They  Keep-a-Running 


CENTURY  ELECTRIC  COMPANY 

19th,  Pine  to  Olive  Streets,  ST.  LOUIS.  MO.,  U.S.A. 

Sales  Ollices  in  the  Principal  ( lilies  (oi 

Stock  carried  in  Canada  by: 

Jones  &  Moore  Electric  Co.,  Ltd..  294  Adelaide  Si.  W  ,  Toronto 
„   J  t  .    ,       Great  West  Electric  Co..  Ltd.,  WinnipcK 
Rndel  Helnap  Mactiinery  ("o     Ltd..  Can.  Express  liUIg  .  Montreil 
Rankin  &  Clierrill,  56  Hastings  St.  W.,  Vancouver.  B  C 
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Electric- Arc  Welding 


Westinghouse  Arc  Welding  Motor-Generator  Equipment 

The  flexibility  of  Westinghouse  Electric-Arc  Welding  Equip- 
meilts  allows  the  quick  execution  of  a  wide  range  of  repair 
jobs,  not  possible  by  other  methods. 


Wel^in£RoNeU\ 
Steel  Mqt^r 
Frame  ' 


It  is  designed  with  a  view  to 
the  utmost  simplicity,  avoiding 
complicated  control  devices,  so 
that  the  ordinary  mechanic  can 
use  the  equipment  with  ease  and 
safety. 

Our  Leaflet  1826  gives  full 
details. 


Canadian  Westinghouse  Co.,  Limited,  Hamilton,  Ontario 


Teroato  Montreal 


Traders  Bank 
Bldg. 


52  Victoria 
Sq. 


Ottawa 

Ahearn  &  Soper 
Ltd. 


Halifax      Ft.  William  Winnipeg 


105  Mollis 
St. 


Cuthbertson 
Block 


158  Portage 
Ave.  E. 


Edmonton 

211  McLeod 
Bldg. 


Calgary 

Canada  Life 
Bldg. 


Vancouver 

Bank  of  Ottawa 
Bldg. 
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This  SOLENOID  SWITCH  has  been  adopted 

by  the  Hydro  Electric  Commission 

They  use  it  for 

STREET  LIGHTING 

Now  the  fact  tliat  it  is  used  by  the  Hydro-Electric  Commission  is 
proof  that  it  is  all  we  claim  for  it.  It  certainly  is  not  an  experiment, 
by  the  fact  that  it  is  giving  efficient  service  in  many  towns  throughout 
Ontario,  as  well  as  the  other  provinces. 

No  springs,  swivels  or  other  complicated  mechanisms  to  give  trouble. 
Tliey  close  magnetically  and  are  opened  by  gravity  assisted  by  the  tension 
of  tlie  laminated  copper  contact.     All  arcing  is  taken  up  on  the  carbons. 

Increase  the  efficiency  of  your  system  and  decrease  the  cost  of  in- 
stallation by  using  our  Type  17  H.E.P.  Solenoid  Switches,  which  are 
suitable  for  any   frequency  on   multiple  circuit   or  D.C.   Series  circuit. 

Write  for  complete  descriptive  particulars 

'^^^  Electrical  Maintenance  &  Repairs 

Company,  Limited 


Phone 
Adelaide 
902-903 


162  Adelaide  Street  West 
TORONTO 


Nichts 

Beach 
1723  1930 


The  Fuses  Are  Easily  Renewed 

but  only  by  authorized  persons  on 

Krantz 


Safety  Panel  Boards 

The  door  is  in  two  parts.  The  inner  door  gives  access 
to  tiie  switches  only,  vvliere  every  reachable  part  is 
dead,  'i'he  lights  can,  therefore,  he  turned  on  and  otl 
in  i)erfect  safety. 

The  outer  door,  which  covers  the  fuses,  can  he  h)i.-i<cd, 
so  fliat  only  the  electrician  can  open  it. 

Quitk  shii)nient  from  stock.    Send  fur  Calalo.y  1-11  ^iv- 
iny  complete  descriiitiini  and  ])rices. 

The  Canadian  Krantz  Electric 
&  Manufacturing  Co. 

95  King  Street,  East,  Toronto 

401  New  Birks  BIdg.,  Montreal,  Que. 
402  Vancouver  Block,  Vancouver,  B.C 

703  Confederation  Life  BIdg.,  Winnipeg,  Man. 
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IVe  have  a  large  stock  of 


New  and  Used 

Motors  and  Generators 


Fred  Thomson  Co.,  Limited 

7-13  ST.  GENEVIEVE  STREET 

MONTREAL 

fVe  extend  a  cordial  invitation  to  the  electrical  fraternity 
to  call  upon  us  in  our  new  building— the  largest  and  best  equipped 
electrical  repair  establishment  in  Canada. 


Reduce  Distribution 
Troubles  and  Expense 


in  these  Five  ways — 

—  Equip  to  handle  "  trouble "  without  costly 
cable  or  line  cutting. 

—  Eliminate  expensive  "temporary"  repairs. 
— Install  cable-end  sealing  devices. 

— Stop  extended  service  delays. 
— Make  every  circuit  interconnecting  without 
cable  or  line  cutting. 

IT  i>  tlie  purpose  of  G  &  W  distribution  specialties  to  o])tain  maximum  dis- 
tri]juti(jn  economy  for  a  minimum  otcost — it  is  the  puri)ose  of  G  &  W  Kn- 
^ineerin<?  Service,  with  15  years'  experience  for  a  working  back-ground,  to 
-ce  that  you  do  get  jn>t  that. 

Nowadays  preventable  waste  is  ahnost  the  same  as    deliberate  destruction. 
&  \V  distribution  specialties  plus  (i  &  W  application  service  can  help  you  eli- 
minate many  costly,  untimely  distribution  troubles.    Ask    us    for    the  solution  of 
ronr  most  troublesome  distribution  problems! 

Have  you  received  new  Catalog  No.  10?  Contains  Valuable 
illustrations  and  drawings  for  every  Central  Station  Engineer 

G  &  W  Electric  Specialty  Company 

Distribution  Engineers,  Manufacturers  of  Potheads  of  all  kinds. 
Sv/itching  and  Distribution  Boxes.  Overhead  and  Underground  Distribution  Specialties. 

7440-7450  South  Chicago  Ave.  -  CHICAGO,   U.  S.  A. 


A  H  Winter  Joyner,  Ltd.,  100  Wellington  St.  W.,  Toronto. 
A.  h'.  Winter  Joyner,  Ltd.,  10  Cathcart  Street,  Montreal. 


Bentz-Richardson  Co.,  Ltd.,  692  Notre  Dame  Ave., 
General  Supplies,  Limited,   CaJgary  and  Edmonton. 


Winnipeg 
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qectrical  New 

A  AoDlication  of  Electricity  ' 


Generation,  Transmission  and  Application  of  Electricity 


AQuflrfer- 


Since  Vitreous  Kn- 
amel  Insulation  was  lirst 
developed  1)V  Ward 
Leonard,  u|)wards  of 
iwentv-hve  years  aJ^o, 
our  furnaces  have  been 
111  continuous  jnoduc- 
tion  without  even 
twenty  -  four  -  hour  idle 
period. 

Such  a  record  is  some 
indication  of  the  hifili 
calibre  of  Ward  Leonard 
Resistance  units,  aii< 
Resistance  Plates,  the 
resistance  elements  ot 
which  are  permanently 
sealed  by  Vitreous  En- 
amel Insulation  a<!;ainst 
any  service  deteriora- 
tion. 


*^fe*ii.w.ii»>i«^»*»»'r^iii(iii<<M 


-Pj^-v  ,,. 


ectric  Company 


V§mon 
Xewybrk 


li>;]iiVi>'>iiiiiiiwiwiiw'rt<^^ 
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Northetft  Etectric  Shawmut 

Fuses  and  Cutouts 


The  Fuses  with: 

Positive  visual  indicator 

Ampere  capacity  stamped  on  ferrule 

Copper  current  carrying  parts 

Full  approval  of  all  Underwriters'  Organizations 
and  Inspection  Bureaus. 

The  Fuses  That  Give  Positive  Protection 

North^rti  Ekctrfc  Comporty 


MONTREAL 

HALIFAX 

OTTAWA 


LIMITED 

TORONTO 

LONDON 

WINNIPEG 


REGINA 

CALGARY 

VANCOUVER 
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TRADE 


MARK 


Canadian  Trade  sup- 
plied   direct  from 
Toronto  Branch. 

Rose  &  O'Hearn 

220  King  St.  West 


Fuses  bearing  the  Buss  trade- 
mark and  indicated  Amper- 
age may  be  counted  upon 
absolutely  to  give  the  results 
desired. 

GUARANTY :  Every  Buss  Fuse  will  hold 
an  overload  of  10  per  cent,  indeft- 
nitely,  and  blow  at  50  per  cent, 
overload  in  time-limit  allowed  by 
underwriters. 


Write  for  Samples  of  any 
Fuse  in  which  you  may  be 
interested.  Catalogue 
mailed  upon  request. 


7 


BUSSMAN  MFG.  CO. 

St.  Louis,  U.  S.  A. 

Supply  Branches : 
New  York  -  -  731  Broadway 

Chicago  -  627  W.   Jackson  Blvd. 

San  Francisco  -  221  Second  St. 


lllllhlllllUHIIIIlllllllllllllUllDlllllllllUIIHilUlllll 
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Y"^^  ^."fliim  iHisrtm 

TLEXTUBE 


The  seamless,  interwoven  and  non-collapsible 
construction  of  FLEXTUBE,  the  quality  of  the 
materials  which  enter  into  its  construction,  the 
"roller-bearing"  wireway,  the  double  compound- 
ing and  the  protecting  outer  braid,  make  this  a 
distinctive  product,  one  which  pleases  the  wire- 
men,  increases  the  profit  of  the  contractor  and 
gives  eminent  satisfaction  to  the  owner. 


Your  use  of  FLEXTUBE,  or  examination  of 
a  sample  (sent  upon  request),  will  verify  every 
claim  We  mal^e  for  it. 


Hational  Metal  Molding  6 

^  Manufacturers  of 

Electrical  Conduits  &-  Fittings 
1118  Fulton  Building. PITTSBURGH, PA. 

Atlanta  Dallas  Los  Angeles  Salt  Lake  City 

Boston  Denver  New  York  San  Francisco 

Buffalo  Detroit  Philadelphia  Seattle 

Chicago  Portland  St.  Louis 

liuenos  Aires  Havana  Manila  Paris 

Canadian  Distributors 
CANADIAN  GENERAL  ELECTRIC  CO.,  LIMITED 


Montreal 
Halifax 
Ottawa 
Cobalt 


Head  Office, 

District  Sales 
Winnipeg 
Calgary 
London 


TORONTO 
Offices  : 


Edmonton 
Nelson 
Vancouver 
South  Porcupine 


Double  Compounding 


Double  Value 


December  15.  1918 


THE    ELECTRICAL  NEWS 


m:  ONLY  GOOD  GOODS  ARE  IMITATED  jiligi;^ 


In  a  general  sense  it  is  called 


"Flexible  Non-Metallic  Conduit 


Specifically 


North(^r/i  Eke  trie 

DURADUCT 


iHtg  Can.  Patcnl  Offic. 


of  course  ! 


In  ordering  from  your  jobber  use  our 
trade  name. 


Northern  EhcMc  Compaf/y 


Montreal 

Halifax 

Ottawa 


UMITED 

Toronto 
London 
Winnipeg 


DURADUCT 


Regina 
Calgary 
Vancouver 


0 
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Submit  Your  Water  Power  Problems  to  the 

S.  MORGAN  SMITH  CO.,  York,  Pa. 
D7s(;:'':n/M;„u%'^„re"r.  :". High  Grade  Water  Wheel  Machinery 

l  lu'  aoconipauN  iu,^  illu>tralii ui 
-hows  a  pair  of  1  yiir  "X"  Sniilli 
Wickft  Tialc  I'uihiuo  im  hori- 
zontal shaft  ill  ^tcl■l  caM.',  dcx  clop- 
iiiii-  2.000  11.1'.  niulcr  42  II.  head. 

TcsU'il  ill 
actual  operation 
;.iul   gave  88% 
ctficiency. 


Write  Dept.  "X" 
for  Bulletin. 


1  anadian  Ivepre- 

sentative, 
H.  B.  VanEvery. 
405  Power  Bldg., 
MONTREAL. 


Guard  against  Zero 

with  a 

Moloney  Pipe  Thawing  1 1 
Transformer 


Any  morning  now  you  may  find  the  mercury 
down  below  zero.  Don't  let  the  severe  weather 
catch  you  unprepared,  freezing  up  your  pipes 
and  causing  you  heavy  expense. 


We  have  a  targe  stock 
of  Service  Transfor- 
mers on  hand  ready 
to  supply  you  at  a 
momenVs  notice. 


MOLONEY  ELECTRIC  COMPANY  OF  CANADA,  LIMITED 

Factory  Head  Sales  Office  Branch  Offices 

Windsor,  Ont.  Bank  of  Hamilton  Bldg.^  Toronto  Montreal,  Halifax,  Winnipeg,  Vancouver 
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Absorbs  the  Shock 


Our  special  C.  &  H.  Poly-Phase 
Meter  is  safe  because  it  is  fitted 
with  new  double  terminal  blocks 
that  absorb  the  shock  and  reduce 
the  danger  of  accident  resulting 
from  overloaded  wires  and  from 
surge  conditions  during  lightning 
storms. 


C&H  Poly-Phase 


The  Company's  guarantee  goes 
with  every  instrument.  The  new 
Poly-Phase  is  as  near  perfect  as  it 
is  possible  for  a  meter  to  be. 


A 


This  meter  also  has  more  inside 
room  for  the  connections,  and  the 
three  or  four  lines  are  carried 
straight  through  the  meter  from  the 
left  to  right.  In  every  respect  this 
C.  &  H.  Poly-Phase  is  a  Safety 
Meter,  and  is  undoubtedly  the  one 
to  select  for  Installation  on  Long 
Distance  Transmission. 


The  Safety  Meter 


Get  Full  Information 
Write  the  Makers 


Chamberlain  &  Hookham  Meter  Co.,  Limited 

243  College  St,  TORONTO  61  Albert  Street,  WINNIPEG 

340  University  Street,  MONTREAL 


HEMCO 

(Trade  Mark) 


660 
Watts 


Tu-Lite 


250 
Volts 


Increases  Electric  Lighting  Convenience 

Order  a  few  by  express  so 
that  you  will  have  them  for 
your  Christmas  Trade. 


People  who  receive  heating  appliances 
for  Christmas  will  require  a  Tu-Lite 


Approved  by  Hydro- Electric   Power  Commission 


HESSCO  ELECTRIC  MFG.  CO.  '^^''-''--^ 


TORONTO 
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ALPHABETICAL    LIST   OF  ADVERTISERS 


Acme  Stainimij;  and  i'ool  \\  oi  ks  .  .  I  I 

Allen  Company,  L.  B   M 

Allen  Inspection  Company   .")4 

\MUTican  Conduit  (."ompany   

i;.iu;,eUl,  \V.  11   47 

l*>caul)ien,  De  Gaspe   .")4 

Uonjamin  Klectric  Mfg.  Co  

Uissctt  &  W  ebl)   .■>! 

l>ranston  Company,  Charles  A.   . .  . 

lloslon  Insnlated  Wire  and  L"al)le  Co.  40 

Moving  Hydraulic  &  iuigineerin.u  Co.  47 

Mradstreets   54 

r.randeis,  Charles   .)4 

liritish  Aluminium  Company    , 

lUissman  Electric  Co   ii 


I.  alehaugh   Self   Lubricating  Carlion 
Company  

Canada  Wire  and  Cal)le  Company 

Canadian  Bridge  Company   

Canadian  Crocker  Wheeler  Co.  . . 

Canadian  Hart  .Accumulator  Co.  . 

Canadian  Krantz  Electric  &  Mfg.  C 

Canadian  Porcelain  Company  . .  . 

Canadian  Westinghouse  Company 

Century  Electric  Company   ...  . 

Chamberlain  &  Hookham  Meter  Co 
Limited   

Clemens  Electrical  Corporation 

Cleveland  Armature  Works   . .  . 

Conduits  Company,  Limited  .  .  . 

Crouse-Hinds  Company   

Cutter  Company  

Cutter  Company,  Geo  


Uaum,  A.  F  

Dennison,  H.  J.  S  

Devoe  Electric  Switch  Company 
Dominion  Iron  &  Wrecking  ... 

Dossert  &  Company  

J3uncan  Electrical  Company  ... 
Duquesne  Electric  &  Mfg.  Co.  .., 


Economy  Fuse  and  Mfg.  Co  

Elec.  Maintenance  and  Repair  Co.  . 
Electric  Railway  Improvement  Co. 


IG 

53 


53 
9 
18 
16 


i:i 
54 
52 
43 
45 
44 


51 
55 
16 


I'Mcctric  Service   Supplies  Company. 

Flectiical  Testing  Laboratories  ....  54 

I'"\\art       Jacob   54 

l''crraiUi  IClcclric  Company   12 

l'"k'xible  Conduit  Company  

(i.  &  W.  Electric  Specialty  Co  

(lest,  G.  M.  Limited   ... 

(ireat  West  Electric  Company   45 

Hamilton  Company,  Wm   13 

Hatheway  &  Knott   15 

Hessco  Company   7 

Iluliljell,  Harvey  Co.  of  Canada  . .  . 
Hughes  Electric  Heating  Co  

Illinois  Electric  Porcelain  Co  

Jef¥erson  Glass  Company   14 

Jones  &  Glassco  

Kelsch,  R.  S   54 

Kent  Brothers   12 

Kerry  &  Chace,  Limited   54 

Lancashire  Dynamo  and  Motor  Co.  50 

Leeds-Northrup  Company   S 

Lightfoot,  Stanley   54 

Lincoln  Electric  Company  of  Canada  52 

Lindsley  Brothers  Company   53 

Lowry,  E.  A  

Lyman  Tube  and  Supply  Company. 

MacGovern  &  Co   41 

Marion  &  Marion   54 

Masco'  Company   44 

McGill  Manufacturing  Company  ....  53 

Mica  Company  of  Canada,  Ltd   43 

Mitchell,  Charles  H.  &  Percival  H..  54 

Moloney  Electric  Co.  of  Canada  ...  6 

Monarch   Electric  Company    42 

National  Electric  Heating  Company  56 

National  Metal  Molding  Company  ..  4 

Nerlich  Company  

Northern  Aluminum   Company   ....  51 

Northern  Electric  Company    2 


Ohio  Brass  Company   .J3 

Onward  Manufacturing  Company  . .  39 

Orpen  Conduit  Company   15 

Packard   Electric  Companj^   

Petrie,  H.  W   40 

Philadelphia  Electric  Company  Sup- 
ply Dept   11 

Phillips  Electric  Works,  Eugene  F.  3  7 

Pittsburgh  I-ieflector  &  Illuminating 

Company   42 

Power  Plant  Equipment  Companj^  . . 

Pratt  &  Whitney  

Pringle,  R.  E.  T   56 

Railway  and  Power  Engineering- 
Corporation   

Redmonal  Chemical  Products  Co.  . .  12 

Renfrew  Electric  Company   

Ridout  &  Maybee    54 

Robertson  Ltd.,  J.  M   54 

Robljins  &  Myers  Company   17 

Salisbury  Electric  Co   38 

Sammett,  M.  A   54 

Sangamo  Electric  Manufacturing  Co. 

Smith  Company,  S.  Morgan    G 

Spaulding  &  Sons  Company,  J  

Spielman  Agencies,  Regd   44 

Square  D  Company    49 

Standard  Underground  Cable  Com- 
pany of  Canada,  Ltd   45 

Steel  Company  of  Canada   10 

Superior  Electric  Company   

Tallman  Brass  and  Metal  Co   53 

Thompson,  Clarence   54 

Thompson,  Fred  &  Co  

Thompson-Levering    Company    ....  40 

Thordarson  Manufacturing  Company  51 

Toronto  and  Hamilton  Electric  Co.  41 

Tubular  Woven   Fabric   Company..  5 

Walger  Connector  Co   41 

Wagner  Electric  Manufacturing  Co. 

Ward  Leonard  Electric  Company  ..  1 

White  Electrical  Company,  T.  C.  ...  39 


THE  "TYPE  S"   PORTABLE   WHEATSTONE  BRIDGE 

Usefal  in  the  Shop  and  Laboratory  for  the  Measnrement  of  Resistance* 
Adapted  for  Fault  Locations  in  Telegraph  and  Telephone  Lines  and  Cables. 

The  Type  S  Bridge  is  a  thorough'y  practical  instrument  for  shop  and  field  use.  Being 
complete  in  every  detail  it  is  ready  at  all  times  for  immediate  use.  It  is  easily  portable,  its 
weight  being  but  8  pounds.  The  precision  of  adjustment  of  its  coils  (Rheostat  1/10  per  cent.. 
Ratio  1/20  per  cent.)  insures  accurate  measurements.  The  galvanometer,  the  weakest  element 
of  such  an  instrument,  is  unusually  rugged.  It  is  a  separate  element  and  may  be  removed 
for  examination  or  repair  by  -taking  out  two  screws.  The  battery  is  of  the  ordinary  "flash 
light"  type,  and  renewals  may  be  procured  practically  everywhere.  The  price  is  $66.26  net, 
f.o.b.  Philadelphia,  boxed  for  shipment. 

Bulletin  No.  630  describes  this  instrument. 

THE  LEEDS  &  NORTHRUP  CO. 


Electrical  Measuring  Instrument* 


4912  Steaton  Arc. 


PHILADELPHIA,  PA, 


1  'J  I  s 


A  "Galvaducf  Building 

GALVADUCT 


''GALVADUCT" 

The  most 'perfect  interior  con- 
struction conduit  on  the  market. 

Recognized  as  the  standard  of 
high  quality. 

Always  specify  Galvaduct  or 
Loricated 


**LORICATED'' 

A  high-class  interior  construc- 
tion conduit  of  the  enamelled 
type,  proof  against  acid  or  other 
corrosive  agents. 

If  your  jobber  cannot  supply 
you — write  us. 


Conduits  Company 

Limited 

 TORONTO  

LORICATED 
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POLE  LINE 

HARDWARE 

THAT  STANDS  THE  TEST 
OF  TIME  AND  WEATHER 


Wires  (copper  or  galvanized),  Bolts,  Nuts,  Rivets, 
Washers,  Screws,  Pole  Steps,  Guy 
Clamps  and  Crossarm 
Braces,  etc. 


THE 


STEEL  COMPANY 


OF 


CANADA 


HAMILTON 


LIMITED 


MONTREAL 


Decemlier  1.').  I'.iis 
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THESE   metal    bushings,  '-^ 

moulded   to   the    porcelain,  are 

enough  in  themselves  to  account  for 
the  superiority  of 


BUS -BAR  SUPPORTS 

And  Other  Post  Type  Insulators 

All  clamped  and  cemented  fittings  are  relegated 
to  the  past  by  this  advanced  "FRANKLIN"  con- 
struction. Thus,  instead  of  subjecting  the  porce- 
lain to  the  severe  unequal  strains  caused  by  irreg- 
ularities in  clamps  or  in  the  porcelain  itself,  the 
moulded  metal  bushings  distribute  all  strains 
equally. 

To  the  increased  dependability  of  "FRANK- 
LIN" construction,  add  the  freedom  from  flash- 
over  points,  and  you  will  understand  why 
"FRANKLIN"  Post-Type  Insulators  are 
"Stronger  Mechanically  and  Stronger  Electric- 
ally." 

You  should  know  about  them,  for  present  or 
future  reference. 

Write  for  descriptive  bulletins. 

SELLING  AGENTS: 

THE  PHILADELPHIA  ELECTRIC 
COMPANY  SUPPLY  DEPT. 
132  South  Eleventh  Street 
Philadelphia 


Disconnecting  Switches, 
Insulators,  Potheads, 
Relays,  Fuses  and  Other 
Generating  Station 


9i 


rHl".       Ll'-CTK  1  CAT.  NF.WS 


December  1.'..  T1)18 


Redmanol 

^^^^^^        "  rhe  material  of  a  tliousaiul  uses  " 

THE  ANHYDROUS  PHENOL  RESIN  COMPOUNDS 

They  excel  in 
Heat   Resistance— Dielectric  Strength— Mechanical 
Strength — Accuracy  of  Dimensions 
furnished  in 
sheets,  tubes,  rods,  granular,  molding  plastic, 
impregnating  liquids. 
Write  us  for  mir  catalog. 

Redmanol  Chemical  Products  Co. 

676  West  22nd  Street,  CHICAGO 


Hydraulic 
Turbines 


MICA 


KENT  BROTHERS 

Kingrston,  Ont.,  Canada 

Miners,  Exporters  and  Dealers  in 

Canadian  Amber  Mica. 

Thumb    Trimmed,     Cut    to  Size, 

Splittings,   Discs,   Washers,  Etc. 

Write  us  for  prices  and  let  us  figure  on  your 
requirements. 


Send  for  our  Bulletin  No.  54 

Wm.  Hamilton  Co.,  Limited 

Peterboro,  Ontario 

Agents : 

Geo.  H.  Jameson,  Vancouvtr  J  L.  Neilson,  Winnipeg,  Man. 


Pole  Type 

Transformers 

Single  and  Three  Phase 

HIGH  EFFICIENCY— 
LOW  CORE  and  COPPER  LOSSES 

Write  us  for  Prices  and  Delivery  before 
ordering  elsewhere. 

House  Service  and  Power  Meiers,  Am- 
meters, Voltmeters,  Current  and  Potential 
Transformers  supplied  from  stock. 

Ferranti  Electrical  Company 

of  Canada,  Limited 


7\ 


I? 
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90  Sherbourne  St. 
TORONTO 


704  Unity  Bldg. 
MONTREAL 


,S92  Notre  Dame 
WINNIPEG 


Pekkanti 
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O-B  Quality  in  Every  Size 

No  matter  what  your  conditions,  you 
can  get  an  O-B  Insulator  embodying 
all  the  latest  refinements  in  design  and 
manufacture. 

The  use  of  O-B  Insulators  is  follow- 
ed by  freedom  from  line  interruptions. 
Continuity  of  service  means  increased 
commercial  value  of  the  product  of  the 
central  station. 

The  Ohio  Brass  Company 

Mansfield,  Ohio 


Till'.    I'.I.l'ICTRlCAL  NEWS 


December  101S 


Dominionlite^' 

The 

Solution   of   the    Lighting  Problem 

Y           "LUMO"  T 

If                Glass  Throughout  U 

/                                                                                                                                     l|                           '        '                                           J                '  ■  rnft Ililllf  fW*  Jin  MlllTlii nr 

No.  1                                                                       §  ^ft         ^  Three  Holes  for  Ventilation 
White  Upper  Reflector     _                /'  ^ 
Crystal  Enclosing  Shade^   ~— — — — _«w.._;;^>  - 

Lower  White  Bowl                        ^                   ^  \  \    :  ' 

^                  Hole  in  Bottom 

No.  3 

The  most  popular  nitrogen  unit  on  the  market.     It   is  made  so 
that  the  lamp  may  be  raised  or  lowered  to  adjust  the  direction  of 
the  light  rays  as  desired.    May  be  easily  lifted  apart  for  cleaning, 
For  general  and  commercial  use  this  fixture  is  unsurpassed. 

Made  in  Canada  by 

Jefferson  Class  Co.,  Limited 

Factory  and  Head  Office  :  388  Carlaw  Ave.,   T  H  R  O  N  T  O 
Down  Town  Show  Rooms:  164  Bay  Street    I       SWJ  I 

MONTREAL                                        WINNIPEG  VANCOUVER 
285  Beaver  Hall  Hill                                                 Scott  Block                                                325  Howe  Stree» 
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MARCHAND  CONDUCTOR  CLAMPS 


View  showing  Marchancl  "  Dead 
Ending"  Clevis  Clamp  attached 
to  strain  insulator  and  clamping 
end  of  1,000,000  cm.  stranded 
copper  conductor. 

Write  for  Catalog  No.  33 
Giving  full  Description. 

STEEL  CITY  ELECTRIC  COMPANY 


PITTSBURGH.  PA. 


"KILLARK" 
BELL  RINGING  TRANSFORMER 


WITH  THE  PRESENT  HIGH  COST  OF  BATTERIES 
WHY  NOT  ELIMINATE  THEM  ENTIRELY  AND 
INSTALL  KILLARK  TRANSFORMERS 


Catalogue 
Xo. 
41H)(; 
4112(; 


Primary 
\'oItage 
1011-120 
IIKI  ll'O 


Cycle        Secondary  i,iht 
Voltage 

2.J  N  2.(10 


ASK  YOUR  JOBBER 

KILLARK  ELECTRIC  MFG.  COMPANY 


Canadian  Sales  Agents 


ST.  LOUIS.  Mo. 


HATHEWAY  &  KNOTT,  Inc. 


Electrical  Merchandise 


120  Liberty  Street,  NEW  YORK 


New  York  Headquarters  for  the  Canadian  Electrical  Trade 


XCELADUGT 

(^Galvanized  Conduit) 

is  sold  by 

All  Leading  Canadian  Jobbing  Houses 

(MADE  IN  CANADA) 


THE  ORPEN  CONDUIT  CO.,  LIMITED 


TORONTO 
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Are  you  interested  in  the 
remarkable  development 
which  has  been  going  on 
in  the 

I-T-E 
CIRCUIT 
BREAKER 


during  the  past  year  or 
two? 

The  scope  of  our  work 
enables  us  to  supply  prac- 
tically standard  breakers 
for  special  service.  We 
submit  that  the  circuit 
breaker  art  of  the  world  is 
what  we  have  made  it.  A 
search  of  the  Patent  Office 
records  will  prove  this 
statement,  or  an  easier 
way  might  be  for  you  to 
look  at  any  recent  notable 
installation. 

Take  the  Equitable 
Building  m.  New  York,  for 
example,  or  the  Lumber 
Exchange  and  the  Con- 
way Building  of  Chicago, 
or  the  wonderful  equip- 
ment of  the  Ford  Motor 
Company. 

The  Cutter  Company 

Bank  of  Hamilton  Building 
Toronto,  Ont. 

Main  Office  and  Factory: 
Philadelphia,  Pa. 


New  York,  50  Church  St. 
Detroit,  Midi.,  Ford  Bldg. 
Indianapolis,  Ind.,  Telephone 
I'.ldg. 

f'liicago,  Monadnock  Block. 
Pittsburgli,  Park  Building. 
Minneapolis,  Metropolitan 
Life  Bldg. 
ICCCLES  &  SMITH  CO. 
Los  Angeles     San  Francisco 
Portland,  Ore. 


ARC  WELDING— RAIL  BONDING 

ERICO  PORTABLE  RHEOSTAT  constitutes  a  com- 
plete arc  weldinn-  set  which  can  be  used  in  shop  or 
alono-  track,  wherever  the  power  line  runs,  for  genera! 
arc  weklino-  purposes  such  as  joining  frame  members 
buihliny-  up  worn  axles,  mending  leaky  pipe  lines,  and 
repairint;  worn  key  ways  in  armature  shafts  as  well  as 
])ruken  parts. 

inirthermnre,  when  used  with  the  ERICO  PORTABLE 
WELDER  the  most  efficient  and  durable  rail  bond  on 
the  market  can  be  installed  with  an  ease  and  speed  that 
are  unrivaled.  The  rheostat  weighs  140  lbs.,  the  welder 
{>:,  lbs.    No  troulile  in  clearing  traffic. 

For  further  information  address 

THE  ELECTRIC  RAILWAY  IMPROVEMENT  CO. 

CLEVELAND,  OHIO 


No  Spark 
Brushes 


They  Don't  Spark 


because  they  don't  cause  friction  m  the  gener- 
ators They  don't  crumble,  crack  or  break.  In 
hundreds  of  cases  NO  SPARK  BRUSHES  have 
outlasted  8  to  12  sets  of  ordinary  brushes.  Grades 
and  sizes  to  suit  all  Electrical  Machines.  Let  us 
prove  our  claims  to  you.  Our  engineers  are  at 
your  service  to  insure  proper  selection  of  grade 
best  suited  for  each  machine. 

Our  interesting  bulletins  explain  all  about  these 
brushes. 

CALEBAUGH 
Self-Lubricating  Carbon  Co. 

1503  Columbia  Ave.  PHILADELPHIA,  Pa. 
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The  Final  Touch  of  Quality 


The  manufacturer  who  makes  a  high 
quality  washing  machine,  suction  sweeper 
or  other  motor-driven  device,  selects  his 
Motors  with  unusual  care.  He  insists  upon 
a  motor  fully  in  keeping  with  the  quality  of 
the  machine  he  manufactures,  a  motnr  w  hich 
will  insure  reliable,  efficient  service  lr<.)ni  hi.s 
product. 

This  is  the  reason  leading  manufacturers 
of  motor-equipped  devices  for  the  home, 
ofifice,  store  and  factory  choose  R  &  M  Mo- 
tors for  their  machines.  Quality  seeks  qual- 
ity just  as  naturally  as  water  seeks  a  level. 

Another  reason  leading  manufacturers 
prefer  R  &  M  Motors  is  the  fact  that  the 


quality  of  the  R  &  M  Motor  is  known  to 
nearly  all  prospective  buyers  of  their  mach- 
ines. A  decade  of  dominant  ad\'ertising  in 
the  principal  national  magazines  has  made 
the  R  &  M  Motor  on  any  device  a  quality 
mark  for  the  machine  which  nearly  every- 
one recognizes. 

The  same  factors  which  make  it  an  ad- 
vantage for  the  manufacturer  to  equip  his 
machines  with  R  &  M  Motors  also  make  it 
an  advantage  for  the  dealer  and  central  sta- 
tion to  push  devices  so  equipped.  They  in- 
sure reliable  service  for  the  user  and  the 
known  quality  of  the  motor  helps  make  the 
sales. 


THE  ROBBINS  &  MYERS  CO.,  SPRINGFIELD,  OHIO. 

New  York,   Philadelphia.   Boston,   Buffalo,   Cleveland,  Cincinnati,  Chicago,  St.  Louis,  San  Francisco. 


The  Century  Electric  Co.  Costello  &  CrOwe 

Montreal  Ottawa 

Eastern  Electric  Co.        John  Stnrr,  Son 


CANADIAN  DISTRIBUTORS 

Dawson   &   Co.,   Ltd.  La  Cie  Codere  &  Fils,  Inc. 

Montreal  Sherbrooke 
Great  West  Electric  Co. 


St.  John 


Halifax 


Co.,  Ltd 


Winnipeg 


Mechanics  Supply  Co.,  Ltd. 
Quebec 
Rogers  Electric  Co.,  Ltd. 
Toronto 


Uobbins  &  M^er$  Motors 
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Steam -Tight  Conduiets 


Electric  Light  Fittings 


Condulet  broken  away 
to  show  parts. 


> 

i 


i 


whose  design,  material  and  work- 
manship insure  long  and  satisfac- 
tory service. 

Furnished  in  either  iron  or  brass 
for         ^  and  1-inch  conduit. 

Made  in  two  sizes,  to  take  40  and 
100-watt  lamps  respectively. 


OIL  TANKER  'REGINOLITE'  WIRED  THROUGHOUT 
IN  CONDULETS 


Catalogs  giving  complete  informa- 
tion on  all  Conduiets  mailed  free 
upon  request. 


Crouse- Hinds  Company 

OF  CANADA,  LIMITED 

TORONTO,  ONT,  CAN. 


Condulet  broken  away 
to  show  parts. 
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Are  Canadian  Members  of  International  Joint 
Commission  Sufficiently  Alert  to 
Dominion's  Interests 

In  accordance  with  usual  practice  the  International  Joint 
Commission  has  published  an  opinion  in  support  of  its  in- 
terim order  in  the  St.  Lawrence  River  power  case,  referred  to 
in  our  issues  of  September  15  and  October  1.  This  opinion 
was  prepared  by  Mr.  Justice  Mignault  of  the  Supreme  Court 
of  Canada,  and  outlines  the  history  and  scope  of  the  applica- 
tion, describes  the  locality,  analyzes  the  evidence  submitted 
regarding  the  efifcct  of  the  proposed  submerged  weir,  and 
so  on. 

Treating  first  the  jurisdiction  of  the  Commission  to  deal 
witli  Ibis  matter,  the  report  advances  a  number  of  arguments 
from  which  the  conclusion  is  drawn  that  "this  sufficiently  dis- 
poses of  the  ol)jection  that  the  Commission  is  without  juris- 
diction, which  objection,  in  the  opinion  of  the  Commission, 
is  groundless," 

Referring  then  to  the  matter  of  a  decision  regarding  the 
erection  of  the  weir  itself,  Mr.  Justice  Mignault  notes  that 
too  short  a  period  of  time  was  allowed  in  which  to  consider 
the  matter  from  all  sides.  "A  sudden  emergency,"  he  said, 
"had  arisen,"  and  he  argues  that  the  order  is  so  framed  that 
"no  rights  of  either  country  or  of  any  of  its  citizens  can  pos- 
silily  be  jenpardized  by  its  action"  since  "tlie  suItnuTj^cd  writ 
is  approved  'iiuTely'  for  a  term  of  live  years  or  until  tlic 
duration  of  the  present  war,  wbicliever  shall  last  occur."  lie 
does  not  think  lliere  is  any  ground  for  \\\v  fear  exjiressed  by 


Hon.  Mr.  Guthrie,  that  "if  it  ,c;ocs  in  it  will  never  come  out, 
although  doubtless  Mr.  Justice  Mignault  is  fully  aware  of 
the  conditions  existin.y,  for  cxanii)1c.  at  Niagara  Falls,  where 
the  cry  of  "vested  rights"  in  the  L'nited  States  has  made  it 
impossible  to  recall  electricity  developed  on  the  Canadian 
side  and  exported  to  the  States,  though  the  exigencies  due  to 
war  demands  have  made  it  just  as  urgent,  doubtless,  as  have 
the  requirements  of  aluminium  for  which  the  weir  in  question 
is  being  constructed. 

There  is  one  point  too  that  Mr.  Justice  Mignault  seems 
to  almost  studiously  avoid.  That  is  the  fact  that  the  work 
for  the  weir  was  well  on  towards  completion  I^efore  any  ap- 
plication was  made  to  the  Joint  Commission.  This  fact  is 
c;illed  attention  to  in  a  paper  by  Mr,  A.  V.  White,  printed  in 
our  issue  of  Decemlier  1,  in  which  he  used  these  words: 

"The  St.   Lawrence   River   Power  Company  is  a 
subsidiary   company  of  the  Aluminium   Companj'  of 
America,  which,  amongst  other  activities,  operates  a 
large  aluminum-producing  plant  at  Massena,  N.  Y.  The 
St.  Lawrence  River  Power  C(nnpany  desired  to  con- 
struct works  in  the  St.  Lawrence  which  would,  so  far 
as  possible,  remove  ice  difficulties  which  affected  their 
winter  output,  25  feet  deep  by  150  feet  wide,  in  the  bed 
of  the   St.   Lawrence   I-iiver.     Complementary   to  this 
excavation  there  was  to  be  a  large  boom  held  hy  rock- 
filled  cribs,  some  30  feet  square,  sunk  in  the  St.  Law- 
rence River.    Below  the  dredged  channel  just  referred 
to,  there  was  also  to  be  constructed  in  what  is  known 
as  the  South  Sault  Channel — that  is,  the  passage  near- 
est the  United  States  shore — a  "submerged  weir,'  which 
actually  is  a  large  submerged  dam.    The  work  of  chan- 
nel excavation  was  undertaken  and  practically  complet- 
ed under  permit  from  the  United  States  War  Depart- 
ment, without  the  matter  in  any  way  being  brought  tc 
the  official  attention  of  the  Canadian  authorities." 
If  the  jurisdiction  of  the  Joint  Commission  covers  this 
matter,  why  were  they  not  awake  to  the  fact  that  treaty  obli- 
gations were  not  being  observed  by  the  United  States?  Surely 
this  Commission  is  very  much  to  blame  that  a  work  of  this 
nature  could  go  on  without  their  having  knowledge  of  it. 

As  it  turns  out,  the  war  is  over  before  the  weir  is  com- 
pleted and  the  Commission  have  merely  given  the  St.  Law- 
rence Power  Company  a  gift,  for  five  years,  of  whatever  ad- 
vantage the  weir  may  prove  to  them  in  developing  their  in- 
dustries.   Surely  there  is  a  limit  to  liberality. 

On  both  these  counts  we  cannot  see  but  that  the  Canad- 
ian members  of  the  Joint  Waterways  Commission  were  guilty 
of  being  over-ruled,  (perhaps  over-awed),  by  the  powerful 
interests  against  which  they  were  supposed  to  be  contending 
for  Canada's  interests. 


Canadian  Reconstruction 

The  Canadian  Reconstruction  Association,  Sir  John  W'il- 
lison,  president,  are  publishing  a  numlier  of  valuable  ])amph- 
lets  on  various  phases  of  reconstruction  work,  one  of  the 
most  valuable  of  which  deals  with  the  organization  prepar- 
ations that  Great  Britain  is  putting  forth. 

Organization,  co-operation  and  combination  are  the  .guid- 
ing principles  in  the  remarkable  prepar;ilions  which  Great 
I'ritain  is  making  for  reconstruction.  In  the  industrial, 
commercial  and  financial  world  the  common  impulse  is  to- 
wards the  close  association  of  baidving,  trade  and  business 
ir.terests.  A  new  industrial  machinery  is  l)eing  created,  so 
constructed  that  Great  Britain  will  be  able  to  maintain  and 
improve  its  commercial  position  in  the  face  of  intense  and 
ln,L;hly  organized  competition. 

The  United  Kingdom  is  considerin.g  changes  in  ecmiomic 
policy  which  may  have  far-reachin,g  influences  on  world  af- 
fairs.    It   is  correcting  surely  the  mistaken  policies  of  the 
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I'  .ni  which  Icfl  it  tlopeiuK'nt  u\ion  otlu'v  omiitrics  iov  esscii- 
fal  ciMUtnoditics.  Not  only  arc  new  l)a>ic  iiuluslrics  heinu 
established.  The  inipetus  lent  to  l;nul  iuhi\aiii>n  govern- 
u\ont  and  jniblic  activity  has  k*">"'-'  ciMieri  tlie  (le|)eiul- 

cncc  of  the  United  Kingdom  upon  ciilur  ciumtries  lor  fond- 
stufTs.  It  is  estimated  that  lor  tliis  year  sulVu-ienl  food  will 
he  produced  to  feed  the  population  lor  li)  weeks  as  a.^ainsl 
provision  for  10  weeks  before  llie  war.  The  area  under 
wheat  is  now  one  and  a  half  tinus  what  it  was  in  l',)14.  The 
supply  of  home  grown  cereals  in  I'.dT  was  more  than  850,000 
tons  greater  than  the  previous  year,  and  llie  potato  crop 
showed  an  increase  of  3,000,000  tons.  By  the  middle  of  Feb- 
ruary this  year  some  1,200,000  fresh  acres  bad  been  brought 
under  the  plow  in  addition  lo  the  fresh  acreage  recorded  in 
I'.UT.  At  the  end  of  Ma\.  the  Director-General  of  Food 
Production  for  England  and  Wales  published  an  interim  re- 
port on  the  result  of  the  year's  campaign  for  increasing  home 
grown  supplies.  It  estimated  that  the  area  of  land  under 
corn  crops  this  year  in  the  United  Kingdom  will  be  more  than 
four  m  i  1 1  i  o  n  acres 
greater    than  that 

the  ^^^^^^^^^^^^^^^^^^^M 

age  under  potatoes  in 
England  and  Wales 
alone  will  be  .^O  jier 
cent,  larger  than  in 
I'.tlt").  Both  these  fig- 
ures would  constitute  a 
record  in  the  history  of 
British  a  g  r  i  c  u  1  t  u  re 
They  do  not  take  into 
account  the  produce  of 
allotments  and  private 
gardens,  of  which  the 
former  have  increased 
in  England  and  Wales 
by  not  less  than  800,- 
000  since  1916.  Much 
of  the  greatly  increased 
production  is  due  to 
the  work  of  women; 
.'.Ifi.OOO  being  employed 
on  the  land,  of  whom 
liOO.OOO  are  village  wo- 
men, and  16,000  in  the 
land     army.  Indeed, 

only  ^^^___-|^_^_^_^^^^^^^^ 

but  industrial  and  na- 
tional   life    have  been 

effected  by  women  war  workers  who  are  now  estimated  to  to- 
tal 4,.500.000.  of  whom  nearly  1,.500,000  are  doing  men's  work. 
No  fewer  than  1,000,000  are  employed  on  munitions,  while 
many  thousands  are  to  be  found  in  Ijanks  and  Innancial  insti- 
tutions, stores,  shops,  railway  employment  and  other  occu- 
pations. 

The  pamphlet  deals  with  various  phases  of  mdustnal 
life  under  the  following  headings:— industrial  policy,  raw 
materials,  combination  urged,  greater  markets,  general  trade 
policy,  export  trade  plans,  metal  bank  authorized,  organiza- 
tion of  reconstruction  committees,  scientific  research,  bank 
amalgamations,  fiscal  policy,  necessity  for  tariff,  protection 
advised,  imperial  preference. 

This  is  the  first  of  the  series  to  be  issued  by  the  Canadian 
Reconstruction  .Association,  dealing  with  measures  being 
taken  in  other  countries  to  meet  after-war  conditions.  The 
signing  of  the  peace  agreement  will  undoubtedly  be  followed 
by  a  period  of  intense  commercial  rivalry.  In  Great  Britain, 
the  United  States,  France,  Japan,  etc.,  co-operation  and  com- 
bination are  the  guiding  principles  of  the  preparations  which 


fmaiicial,  industrial  and  business  interests  are  making  with 
their  governments  for  the  coming  trade  struggle.  It  is  essen- 
tial that  like  preparations  and  like  co-operation  should  be 
luished  forward  in  Canada  without  delay. 


Montreal  Electrical  Luncheons 

Mr.  W.  G.  Mitchell,  described  the  natural  resources,  cli- 
matic characteristics  and  trade  possibilities  of  Siberia  at  the 
Mcintreal  Electrical  Luncheon,  on  November  27,  Siberia  is 
just  now  in  the  public  eye  and  Mr.  Mitchell,  who  has  just  re- 
turned to  Montreal,  after  two  years  in  European  and  Asiatic 
I'Jussia,  was  able  to  give  a  large  amount  of  information  as  to 
that  comparatively  little  known  country.  He  remarked  that 
the  natural  resources  and. physical  features  were  almost  iden- 
tical with  those  of  Canada,  but  there  was  this  great  difference 
— Siberia  had  no  water  powers,  so  that  hydro-electric  de- 
velopments like  we  possess  are  impossible.  The  climate  was 
perhaps  a  little  more  severe  than  in  Canada;  the  summer 

temperature  averaged 
^^^^^^^^^^^^^^^^^^^^^^^^^  70  degrees  and  some- 
iH^B^^BBHBH^BBHBIM^^H  times  went  to  de- 
grees, and  in  winter  the 
average  was  10  degrees 
below  zero. 

There  were  no  limits 
to  the  mining  possi- 
bilities, the  deposits  of 
coal,  copper  and  gold 
being  enormous.  Lum- 
ber and  fur  were  also 
great  assets;  the  coun- 
try had  very  large  sup- 
plies of  pine,  spruce 
maple,  birch,  walnut 
and  oak.  In  his  opin- 
ion Siberia  has  a  fine 
future — its  possibilities 
could  not  be  exagger- 
ated. 

"Electricity  and  Sur- 
gery" was  the  subject 
of  a  talk  by  Dr.  G. 
Fisk,  at  the  Montreal 
Electrical  Luncheon,  on 
December  4th.  It  was 
^^^^^^^^^^^^^^^^^^^^^  a     most  informative 

speech,  touched  with 
incidents  which  h  a  il 
come  under  the  doctor's  observation.  He  referred  to  the 
great  landmarks  in  the  history  of  surgery,  the  discovery 
of  anesthetics,  the  antiseptic  and  aseptic  treatments,  and 
the  last,  the  important  part  which  electricity  was  playing 
in  surgery.  In  this  connection  Dr.  Fisk  alluded  to  the  use  of 
the  X-rays  in  diagnosis,  and  also  described  the  mercury 
vapour  lamp,  which  was  being  used  in  sterilizing  the  skin, 
in  skin  diseases,  in  improving  nutrition,  curing  rodent  ulcer, 
and  in  cleansing  infected  wounds.  The  ultra  violet  rays. 
X-rays,  and  radium  rays  stood  in  the  order  named  as  regards 
intensity,  and  here,  as  in  the  case  of  the  Hertzian  waves,  there 
were  vast  fields  for  investigation  by  electricians.  Electrical 
heat  was  also  being  extensively  employed  in  surgery.  Mas- 
sage had  come  into  its  own  during  the  war  and  should  be  em- 
ployed in  combination  with  electricity. 

Dr.  Fisk  concluded  with  a  consideration  of  what  he  term- 
ed the  greatest  force  of  all,  the  electro-magnetic  force  of 
human  personality,  which  was  so  freely  cultivated  in  the  East. 
Western  men  had  the  faculty  of  devising  machinery,  but  little 
skill  in  cultivating  the  mental  power. 
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Britain's  Effort  in  the  War 


On  Friday,  Novemlier  (3,  the  Electric  Club  of  Toronto,  was 
honored  by  having  as  its  guest  and  speaker,  Hon.  Dr.  Cody, 
Minister  of  Education  for  the  Province  of  Ontario,  who  has 
recently  returned  from  a  visit  to  the  Old  Land  and  the  battle- 
fields of  France  and  Flanders.  Dr.  Cody  spoke  on  Britain's 
effort  in  the  war,  and  seldom,  if  ever,  we  are  sure,  has  the 
club  listened  to  as  inspiring  or  gripping  an  address. 

There  was  no  need  for  apology,  said  Dr.  Cody,  for 
speaking  to  a  group  of  electrical  men  on  the  subject  of  war, 
for  the  war  could  never  have  been  waged  as  it  has  been  with- 
out electricity.  The  development  of  artillery  fire  to  its 
present  efficiency  and  its  co-ordination  with  infantry  advance 
would  have  been  impossible  without  electricity.  By  its  use 
the  headquarter's  staff  is  advised,  within  a  few  minutes,  of  the 
happenings  up  and  down  the  line.  The  submarine  is  directly 
the  result  of  electrical  appliances.  And  so,  from  the  motor 
lorry  up  to  the  aeroplane,  we  find  that  electricity  has  played 
a  tremendous  part.  Indeed,  the  present  struggle  is  a  warfare 
of  gasoline  and  electricity. 

Dr.  Cody  said  he  would  not  stop  to  speak  of  the  achieve- 
ments of  the  Canadian  corps,  except  to  say  that  it  was  ex- 
celled by  no  corps  on  the  Western  front.  Everywhere,  too, 
Canadians  were  found  occupying  places  of  distinction  in  other 
British  armies.  Col.  Chas.  H.  Mitchell  was  possibly  the  best 
intelligence  officer  in  the  whole  army.  Col.  W.  G.  MacKen- 
drick  had  won  himself  high  distinction  as  a  road  builder. 
Gen.  Ed.  Morrison,  of  Ottawa,  formerly  a  newspaper  man, 
was  one  of  the  foremost  artillery  officers  on  the  western 
front,  as  was  also  Professor  McNaughton,  of  McGill  Uni- 
versity, who,  it  was  said,  had  been  instrumental  in  practically 
revolutionizing  artillery  practice  in  that  field.  General  Ross, 
of  Kingston,  a  medical  man,  was  offered  the  position  of  Chief 
Medical  Director  of  the  Fifth  British  Army.  And  so,  every- 
where, Canadians  were  holding  positions  of  honor. 

But  it  was  of  what  the  old  Mother  Land  had  done  that  he 
wished  to  speak,  because  there  had  been  most  insiduous 
propaganda  on  this  continent  that  England  would  fight  to  the 
last  Canadian,  or  to  the  last  Australian. 

The  effort  of  the  Motherland  could  be  divided  into  three 
elements — the  effort  of  the  army  in  the  field,  the  effort  of  the 
army  at  home,  and  the  effort  of  that  power,  so  salient  and 
seemingly  remote,  but  at  the  same  time  omnipotent,  the 
British  navy. 

Regarding  the  British  army,  it  was  interesting  to  note 
that  7,5  per  cent,  of  the  total  was  supplied  from  the  United 
Kingdom,  while  13  per  cent,  came  from  the  Overseas  Domin- 
ions, and  13  per  cent."  from  India.  When  we  begin  to  analyze 
the  contribution  of  the  United  Kingdom,  we  find  that  Eng- 
land gave  GO  per  cent.,  Scotland,  8  per  cent.,  Wales,  :{  per 
cent,  and  Ireland  2.  So  in  point  of  the  number  of  men  who 
have  borne  their  part  in  the  struggle,  the  Motherland  has 
given  her  share.  Leaving  out  India,  and  including  only  white 
troops,  there  came  from  the  United  Kingdom  8.')  per  cent, 
of  the  men  raised  and  the  casualties  were  86  per  cent,  of  the 
total,  while  we  overseas  recruited  15  per  cent.,  and  our  cas- 
ualties were  about  14  per  cent.  Therefore  it  is  not  fair  to 
say  that  England  would. fight  to  the  last  Canadian,  when  one 
tliinks  of  the  army  she  raised — up  to  the  end  of  11)17,  seven 
and  a  half  millions,  and  up  till  August,  1918,  eight  and  a  half 
millions.  That  army  at  the  beginning  was  small,  but  dial 
little  force  of  IGO.OOO  men  was  the  most  highly  trained  in  the 
world;  none  were  so  i)erfect  in  discipline  and  t'udurance.  It 
was  by  a  wonderful  feat  of  transport  that  they  were  landed 
in  France  in  two  weeks.  Eighty  thousand  of  them  were 
thrciwH  in  at  Mons  against  two  German  army  corps,  later 


augmented  by  three  additional  army  corps,  and  supported  by 
innumerable  artillery.  They  were  out-numbered  and  out- 
gunned and  they  had  to  retire,  fighting  grimly  all  the  way. 
At  Le  Cateau,  they  fought  a  rear-guard  action  under  General 
Smith-Dorrien  and  gave  the  Germans  a  beating,  making  it 
possible  to  retreat  in  good  order  to  the  Marne.  It  was  the 
endurance  of  that  little  British  army  that  made  the  victory  of 
the  Marne  possible.  At  Mons,  too,  the  British  army  won 
glory  enough  to  last  for  an  eternity,  but  no  more  was  said 
about  it  in  the  British  papers  than  might  have  been  said  about 
a  sham  battle  on  Salisbury  Plains.  Then  there  was  the  first 
battle  of  Ypres  in  the  terrible  Ypres  salient,  perhaps  the 
worst  part  of  the  whole  western  front,  and  in  that  winter  the 
first  British  army  held  the  Germans  while  Kitchener's  first 
hundred  thousand  were  in  training,  against  tremendous  odds, 
fighting  at  times  spaced  ten  to  tv/enty  feet  apart.  "Do  not, 
on  this  continent  of  effervescence  and  advertising,  let  us  mis- 
understand what  the  race  from  which  we  are  sprung  has 
done." 

Wide  Scope  of  British  Activities 

British  troops  have  carried  on  campaigns  not  only  in 
France  and  Flanders,  but  in  Italy,  in  Egypt,  in  Palestine, 
in  Mesopotamia,  in  the  Balkans  and  in  Persia,  and  at  Arch- 
angel, too,  they  landed  a  force  to  save  from  the  Germans  and 
the  Bolsheviki,  stores  which  rightly  belonged  to  the  Allies, 
besides  the  operations  which  conquered  the  Germans  in 
East  and  South-West  Africa.  All  over  the  world  the  Bri- 
tish army  has  waged  its  conflicts,  sometimes,  indeed,  with 
reverses,  but  while  Britain  may  lose  battles,  she  does  not 
lose  campaigns.  The  battle  she  always  wins,  historically, 
is  the  last  battle,  and  and  if  the  armistice  had  not  been 
signed  at  the  time  it  was,  the  whole  Geramn  army,  prac- 
tically, would  have  been  forced  to  surrender,  but  Foch  did 
not  cherish  the  desire,  or  at  least,  did  not  urge  the  point 
to  win  the  most  brilliant  and  striking  victory  in  the  field 
in  the  long  course  of  miliary  achievement.  He  gave  up  that 
victory  that  he  might  spare  the  lives  of  his  men,  when  he 
secured  the  same  result  in  a  less  costly  and  spectacular 
manner. 

The  army  in  the  field  was  made  possible  by  the  army 
at  home.  First  of  all  Britain  found  that  she  was  hopelessly 
unprepared  in  guns  and  munitions.  We  were  firing  shrap- 
nel until  May,  1915,  when  it  was  found  that  only  high  ex- 
plosive shells  would  do  the  work.  Then  Lloyd-George  took 
hold  of  the  Ministry  of  Munitions,  reorganized  it  and  put 
some  of  his  own  energy  and  enthusiasm  into  it.  That  was  the 
turning  point  of  the  war  on  land;  government  arsenals  mul- 
tiplied apace,  private  concerns  all  over  the  country  took  up 
the  manufacture  of  munitions,  and  controlled  industries  in 
which  the  government  was  a  partner  increased  a  hundred 
ffild.  Perhaps  the  most  marvellous  of  all  the  plants  created 
was  that  at  Gretna  Green,  the  largest  cordite  factory  in  the 
wcjrld.  This  whole  plant,  including  two  towns  within  its 
confines,  extends  for  a  length  of  about  ten  miles,  and  of  its 
working  force,  possibly  90  per  cent,  are  women  and  girls. 

How  was  this  triumph  attained  so  that  Britain  had  shells 
enough  and  to  spare.  It  was  the  British  genius  for  organi- 
zation— a  genius  of  which  we  thought  Germany  had  a  mon- 
opoly— the  biggest  mistake  we  ever  made— that  made  it  pos- 
sible in  the  first  place.  The  other  explanation  was  the  spirit 
of  the  i'.ritish  women.  Women  of  high  degrees  and  low 
degrees  and  no  degrees  at  all,  went  in  and  worked  like 
daughters  of  Titan,  carrying  out  operations  of  which  one 
could  not  have -believed  tlu  ni  i-apabie. 

,'\nd  as  to  finance,  Brit  ain,  m  the  first  year  of  the  war, 
linanced  her  overseas  Dominions  to  the  tune  of  one  l)illion 
dolhirs,  and  she  has  financed  her  allies  on  the  continent  to 
the  extent  of  I'iglil  or  nine  liillions.  Her  war  debt,  when  all 
is  over,  it  is  e^tinialed,  will  be  .">()  billions.  When  her  debt 
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billions  shv  liail  raise*!  :i:>  ov  :.'<;  luUinns  liv  loans, 
..ml  billions  by  taxes,  Hrilain  lias  lu  eii  i>a\  iiil;  laxe.s  ilial 
would  make  us  turn  pale  or  shoot  tin-  tax  c  olleeinr. 

Then,  what  about  the  ration'  Her  peoiile  eiulined  llie 
iiu>st  rigorous  ration  that  there  ini.t;lu  be  space  m  liriiisli 
ships  for  Ameriean  troops.  The  pasture  land,  nuu  li  tn  llieir 
ilisailvanta.i;'e.  was  used  for  the  prmhuMion  of  wheat  that 
France  and  Italy  might  he  fed.  l-'iti\  per  cent,  ol  Kraiue's 
coal  supply  came  from  Britain,  and  she  lent  to  France  one 
million  tons  of  shipping.  Site  was  the  carrier,  clothier  and 
universal  provider  of  her  eoniinenial  allies. 

The  Grand  Fleet 
Then  there  was  tiie  iliiril  .urrat  contribution  that  Bri- 
tain made.  Dr.  Cody  said  that  even  after  he  had  been  all 
the  way  through  the  five  British  armies  and  had  seen  the 
great  munition  plants  and  aerodromes,  he  still  felt  that  there 
yet  remained  the  climax  of  it  all.  So  he  hied  him  to  the  old 
city  of  Edinburgh  and  down  the  Firth  of  the  Forth,  and 
there  he  saw  stretching  for  twenty-five  miles  out  to  sea,  the 
Grand  Fleet.  We  cannot  reproduce  in  print  the  word-pic- 
ture which  Dr.  L'ody  drew  of  this  great  sight.  There  were 
the  mighty  super-drcadnau.ghts,  like  the  Queen  Elizabeth, 
.\dmiral  Beatty's  flag-ship,  and  the  Iron  Duke,  "which  had 
been  Admiral  Jellicoe's  flag-ship;  there  were  the  Malaya 
and  the  New  Zealander,  which  had  been  contributed  by  the 
countries  of  which  they  liore  the  name:  there  were  battle- 
cruisers,  like  H.M.S.  Lion,  which  had  been  battered  in  the 
Jutland  fight;  there  were  newer  and  lighter  liattle  cruisers, 
which  had  sacrificed  armament  for  speed— ships  whose  bows 
cut  the  waves  like  razors;  and  there  were  the  indomitable 
little  destroyers.  .\t  such  a  sight,  one  thought  of  what  sea 
power  had  meant  to  the  world,  of  how  empires  had  fallen 
when  they  had  lost  control.  One  thought  of  the  Armada, 
and  of  Napoleon,  and  then  of  him— what  shall  we  call  him? 
—William  the  Last.  On  every  occasion  it  was  sea  power 
that  counted  inost,  and  so  far  as  Europe  was  concerned,  it 
was  British  sea  powder  that  kept  the  ocean  free.  This  has 
made  it  impossible  for  German  battleships  to  prey  on  the 
commerce  of  the  world,  has  made  it  possible  for  20  millions 
of  British  troops  to  be  conveyed,  back  and  forth,  to  the  bat- 
tlefields. This  was  the  fleet  that  was  responsible  for  the  car- 
rying of  supplies,  which  baffled  the  German  effort  to  choke 
the  Allies  by  her  submarine  warfare,  which  convoyed  two 
million  Americans  to  the  battle  area.  It  was  the  fleet  that 
sounded  the  knell  of  German  domination.  Britain  held  her 
dominion  on  the  seas  and  by  the  seas,  said  Dr.  Cody,  and 
she  will  not,  please  God,  forego  her  right  and  her  privilege 
to  maintain  her  supremacy  on  the  sea.  For  "The  sea  is  His 
and  He  made  it,"  and  can  we  not  reverently  add,  "and  Bri- 
tain has  kept  it  free." 


inipnix  enieiits  in  the  means  n\  exhaustion  have  provided 
nil, cli  .greater  de.nree.-,  of  vacuuiu  than  the  early  investigator.-, 
c\er  dreamed  of,  and  at  the  same  time  the  practical  applica- 
tions of  the  electron  theory  have  been  widely  increased. 

The  kenotron  is  a  vacuum  tube  having  its  cathode  heat- 
ed by  a  local  battery  circuit  and  has  been  used  by  the  thous- 
:ind  by  the  Lhiited  States  Government  for  the  equipment  of 
aeroplanes  as  part  of  their  wireless  plant.  The  instrument 
itself  ijrovides  a  convenient  rectifier  and  source  of  high  volt- 
age direct  current.  The  well-known  Cottrell  process  of 
smoke  precipitation  by  electronic  discharge  employs  a  group 
of  kenotrons  as  its  power  plant.  Some  photographs  taken 
of  a  roundhouse  of  the  P.  &  R.  Ry.  at- Philadelphia  show^ed 
in  remarkable  fashion  the  ef?ect  of  this  plant  in  clearing 
smoke. 

The  apparatus  which  Dr.  Dushman  brought  up  with  him 
from  the  General  Electric  laboratory  at  Schenectady  enabled 
a  number  of  interesting  demonstrations  to  be  made  which 
quite  substantiated  the  laws  believed  to  govern  the  current 
discharge  from  a  hot  cathode  with  difTerent  temperatures 
and  voltages.  Furthermore,  many  slides  which  were  shown 
on  the  screen  helped  to  make  the  treatment  of  the  subject 
most  complete  and  coinprehensible  to  the  layman. 

It  is  a  tribute  to  the  importance  of  the  Toronto  Section 
that  a  physicist  of  Dr.  Dinshman's  standing  should  take  the 
trouble  to  make  a  six  hundred  mile  trip  in  winter  for  the 
purpose  of  addressing  a  Section  meeting.  Nevertheless,  elec- 
trical engineering  is  perhaps  the  most  active  and  important 
profession  in  Ontario,  and  the  suggestion  that  Canadian  elec- 
trical engineers  should  have  their  own  technical  institute, 
which  has  been  heard  in  several  places,  has  been  voiced  not 
without  reason. 

On  January  IT,  1919,  the  next  meeting  of  the  Toronto 
Section  will  be  held  in  the  Engineers'  Club,  when  the  privilege 
of  an  address  from  Mr.  Roland  C.  Harris,  Chief  Commissioner 
of  Works,  will  again  bring  the  members  together.  Commis- 
sioner Harris  has  promised  to  talk  about  civic  engineering 
in  general  and  some  engineering  features  of  "The  Bloor  Street 
Viaduct"  in  particular. 


Another  Big  Night  for  the  Toronto  Section  of 
the  A.  I.E.  E. 

More  than  one  hundred  and  twenty  members  and  friends 
of  the  Toronto  Institute  of  Electrical  Engineers  attended  a 
meeting  at  the  University  of  Toronto  on  Friday.  December 
6.  to  hear  an  address  by  Dr.  Saul  Dushman.  Not  only  did 
the  Toronto  membership  turn  out  in  force,  together  with  a 
number  of  professors  and  students  of  the  School  of  Practical 
Science,  but  at  least  half  a  dozen  ladies  were  present,  at- 
•racted'by  what  proved  to  be  a  most  fascinating  address  de- 
;:vered  in  inimitable  style.  Dr.  Dushman  selected  for  his 
subject  'Some  Recent  Applications  of  the  Electron  Theory," 
and  although  his  main  intention  was  to  deal  with  the  develo])- 
ment  of  the  kenotron  and  other  hot  cathode  apparatus,  he 
began  his  talk  with  a  resume  of  the  whole  field  of  vacuum  and 
Rontgen  tube  research,  w^hich  has  occupied  such  advanced 
scientists  as  Crookes,  Thomson,  Ramsay  and  others.  Great 


Coal  Consumption  in  Electric  Plants 

The  Hydro-electric  Power  Commsision  of  Ontario  have 
issued  a  report  on  the  rate  of  coal  consumption  in  various 
electric  generating  stations  and  industrial  establishments  in 
Canada  and  the  United  States.  The  basic  data  for  this  re- 
search has  been  selected  only  from  those  relating  to  such 
electric  power  stations  as  use  coal  for  fuel  and  which  use 
i!  entirely  for  generating  steam.  Special  effort  has  been 
made  to  eliminate  all  factors  which  would  in  any  wise  be 
irrelevant  to  the  purpose  in  hand.  Thus,  all  stations  which, 
in  part,  use  wood,  oil  or  fuel  other  than  coal;  stations  using 
producer  gas  and  those  employed  for  Standby  or  auxiliary 
purposes,  have  been  disregarded.  Most  of  the  figures  given 
are  averages  for  the  past  five  years  and  average  figures  for 
different  sizes  of  stations  have  been  deduced  therefrom.  The 
report  contains  a  quantity  of  tables,  curves  and  charts. 


Mr.  J.  E.  Aldred.  president  of  the  Shawinigan  Water  and 
Power  Company,  states  that  they  are  closing  the  biggest  year 
in  their  history  so  far  as  volume  of  business  is  concerned. 
While  the  actual  figures  have  not  been  made  public  it  is  said 
they  will  be  entirely  satisfactory  to  the  shareholders. 


The  Matane  Lumber  and  Development  Company,  in- 
corporated with  a  capital  of  two  million  dollars,  takes  very 
wide  powers,  including  the  acquisition  in  the  counties  of  Ma- 
tane, Rimouski,  Gaspe  and  Bonaventure,  P.Q..  of  water 
powers  and  the  right  to  generate,  distribute,  and  emplox 
electric  jiower. 
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Admiral  Lord  Nelson 


HISTORY'S  greatest  sea  spectacle  in  1918  came  within 
thirty  days  of  the  anniversary  of  the  world's  greatest 
sea  battle.  Trafalgar  was  the  world's  greatest  sea  fight 
because  it  marked  the  coming  downfall  cf  one  more  despot 
of  mankind.  Napoleon  failed  to  m.ake  Paris  the  Capital  of 
all  Europe  because  he  never  could  invade  England.  The 
little  guns  that  hurled  cannon-balls  from  the  "Victory"  in 
1305  were  the  fore-echo  of  the  guns  of  Waterloo  in  1815.  and 
of  the  silent  surrender  of  the  Kaiser-navy  103  years  later. 
Had  Nelson  never  flung  his  fleet  of  wooden  tubs  from  the 
forests  of  England  at  the  ships  of  France  and  Spain,  Well- 
ington's great  little  armies  might  as  well  never  havo 
marched.  We  read  that  in  the  action  at  Trafalgar  the  four 
ships  "  Victory,"  "  Temeraire,"  "  Redoubtable  "  and  "Fou- 
geu.K"  fought  so  close  that  they  made  almost  a  single  deck. 
Sabre  and  musket,  man  to  man  they  fought,  and  there  was 
Nelson  in  the  midst  of  them,  as  he  always  was.  From  the 
mast  of  the  "Victory"  still  fluttered  in  the  smoke  the  rags 
of  that  immortalizing  signal,  "  England  expects  that  every 
man  this  day  will  do  his  duty."  When  Nelson  spoke  in 
the  name  of  England  it  was  with  a  passion  that  not  to  obey 
him  was  not  to  know  the  glory  of  duty.  Master  of  naval 
strategy  and  tactics,  he  never  had  time  to  write  a  book 
about  it,  because  he  was  too  busy  fighting  for  England. 
He  knew  nothing  of  politics,  like  Wellington;  nor  cf  state- 
craft, like  Napoleon.  But  he  knew  the  swish  of  the  sea, 
the  roar  of  the  guns,  the  coast-lines  of  Europe  from  the 
Baltic  round  to  the  Aegean;  and  wherever  he  went — after 
whatever  enemy — sailor,  daredevil  fighter,  poet  in  action, 
terrible  and  beloved,  he  carried  with  him  like  a  song,  "Eng- 
land, My  England."  Trafalgar  was  his  last  word  to  Napo- 
leon that  England  must  conquer  because  she  could  not  be 
invaded. 

"Mighty  seaman,  this  is  he, — was  great  on  land  as  thou 
by  sea,"  wrote  Tennyson  in  his  Ode  to  Wellington.  A  mus- 
ket ball  from  the  crosstrees  of  the  "Redoubtable"  killed  Nel- 
son. But  the  death  of  Nelson  was  the  life  of  England  and 
duty,  as  Trafalgar  was  the  first  sure  sign  in  1305  of  the 
liberation  of  all  Europe. 


H.M.S. 


Admiral  Sir  David  Beatty 


THREE  times  in  four  years  he  had  fought  them.  He  had 
hoped  to  fight  them  again — and  to  a  finish.  But  here 
in  the  North  Sea,  November  21,  1313,  was  the  finish 
without  the  fight.  Seventy-one  Kaiser-ships  of  the  line 
steaming  up  the  lane  of  a  great  nation's  navy.  Five  hun- 
dred great  guns — any  of  them  at  ten  miles  could  have  riddled 
all  Nelson's  fleet  of  tubs  in  1805 — Never  a  shot!  It  was  his 
answer  to  that  day  when  the  High  Seas  Fleet  put  to  the 
North  Sea  in  1914  wit'n  the  King's  message.  "Capture  or 
destroy  the  enemy."  Perhaps  he  remembered  that  twenty 
days  afterwards;  he  potted  five  German  cruisers  off  Heligo- 
land; and  then  he  began  to  wait,  prowling  in  the  fog,  look- 
ing for  more  ships  from  Kiel — till  on  January  24th,  1915,  he 
sank  the  "Bluecher"  and  smashed  the  "Seydlitz"  and  the 
"Derflinger"  in  that  100-mile  run — back  to  Heligoland,  when 
all  the  "Lion's"  gunners  had  to  aim  at  was  a  target  of  fun- 
nel-tops and  smoke,  the  size  of  a  threepenny  bit.  One  year 
and  three  months  more  he  waited;  till  May  31.  1916.  when 
in  the  battle  of  Jutland  the  Rear-Admiral's  Fleet  came  at 
the  bulk  of  the  Kaiser-navy  that  ran  when  Jellicoe's  supports 
came  up — back  to  Heligoland.  Rear-Admiral  became  Com' 
mander-in-Chief  and  waited  again;  shultling  his  great  mys- 
tery fleet  back  and  forth  in  Scandinavian  mist",  nobody  un- 
officially knew  where — till  the  morning  of  November  21st, 
1918,  he  put  to  sea  in  the  "Queen  Elizabeth."  What  a  sight 
greeted  him!  The  dark-grey  lines  of  the  Invincible  Navy  in 
the  smoke;  the  six-mile  lane;  the  fog  lifting;  and  out  of 
the  low  mist  from  the  region  of  Heligoland  they  came — 
abjectly  to  surrender! 

It  was  "Der  Tag"  Dead  March  of  the  Kaiser-navy:  more 
magnificent  in  its  fitting  humiliation  to  a  degenerate  race 
than  any  surrender  of  an  army.  Never  a  shot,  nor  a  shell, 
nor  a  shout.  In  a  great  grey  silence  of  miles  of  monster 
ships  the  Kaiser's  ensign  was  liauled  down  and  the  sullen 
sea  drama  was  over.  Was  Beatty  happy?  Heaven  knows. 
Three  times  he  had  fought  'em,  doin.?  his  bit  to  bring  one 
more  despot  of  Europe  to  his  knees.  He  had  hoped  to  fight 
'em  again.  Here  was  the  finish  without  the  fight.  What  a 
finish  I 


H.M.S.  "Queen  Elizabeth" 
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45,000  Kw.  Cross-Compound  Steam  Turbine 

Separate  Hijih-Pressure  (Single  Flow)  and  Low-Pressure  (Double  Flow)  Elements 

Each  Coupled  to  Its  Own  Generator 


TluTc  has  recently  In-eii  \'iu  in  MT\ii-e  in  tlic  Hrunuts 
Island  power  station  of  The  Diiquesne  Li.i;hl  L'onipany,  at 
I'ittshurjj.  a  4"). 000  kw.  eross-oonipound  turl)ine-,L;enerator  unit 
wliich  is  descrihetl  in  the  I'".leetrie  Jmunal.  The  cross-com- 
pound idea  is  not  new.  of  course,  even  in  steam  turbine  prac- 
tice, a  most  successful  example  bcint;  the  three  30,000  kw.  units 
whicii  have  been  in  ojieration  for  some  years  in  the  74th  street 
power  station  of  the  1  nterborout;h  Rapid  Transit  Company, 
New  York,  while  in  the  same  power  station  has  just  been 
installed  the  larijest  turbine  yet  constructed,  a  three-cylinder, 
cross-compound  unit  of  70.000  kw.  capacity. 

This  new  4.'). 000  kw.  Pittsburg  unit  consists  of  separate 
high  and  low-pressure  elements,  each  coupled  directly  to  its 
own  generator.  The  hiiih-pressure  element  is  a  single-flow, 
reaction-type  turbine,  running  at  1.800  r.p.m.  and  expanding 
to  atmosphere.  The  low-pressure  element  is  a  double-flow 
turbine  of  the  same  type,  running  at  1,200  r.p.m.  and  expand- 
ing to  vacuum. 

The  reason  for  dividing  a  large  capacity  turbine  into  two 
or  three  elements  running  at  different  speeds  is  obvious.  A 
certain  quantity  of  steam  has  to  be  passed,  which  may  in- 
crease in  volume  one  hundred  and  fifty  times,  between  inlet 
and  exhaust,  and  drop  five  hundred  degrees  in  temperature. 
This  means  beginning  with  very  short  blades  on  a  small 
drum  and  ending  with  very  long  blades  on  a  large  drum.  If 
these  are  all  put  on  one  spindle  it  is  inevitable  that  consider- 
able compromise  must  be  made  at  the  extreme  ends,  with  a 
resultant  loss  in  efficiency;  and  furthermore,  the  wide  range  of 
temperature  in  the  same  cylinder  may  cause  troublesome  dis- 
tortions. With  the  use  of  two  or  more  cylinders,  the  expan- 
sion is  divided,  making  it  unnecessary  to  resort  to  a  com- 
promise in  blading  distribution  or  velocities.  The  high  tem- 
perature can  be  confined  to  one  cylinder  of  smaller  size  and 
simpler  construction,  and  not  endanger  the  necessarily  large 
size  low-pressure  sections.  This  may  result  in  a  more  expen- 
sive construction,  but  is  warranted  by  a  greater  efficiency 
and  dependability. 

Steam  is  supplied  through  a  24  inch  main  to  the  high- 
pressure  turbine.  It  passes  first  through  an  automatic  throt- 
tle valve,  a  steam  strainer,  and  a  governor  controlled  primary 
valve,  and  then  enters  the  high-pressure  cylinder  from  be- 
low. The  steam  chest,  strainer,  etc.,  are  spring  supported 
and  are  carefully  aligned  to  remove  the  possibility  of  outside 
forces  being  exerted  on  the  turbine  cylinder,  sufficient  to  cause 
distortions  when  the  parts  are  expanding  and  contracting 
under  load.  Steam  is  exhausted  from  the  opposite  end  of  the 
high-pressure  cylinder  at  about  atmospheric  pressure,  when 
running  at  full  load.  The  exhaust  steam  from  the  high-pres- 
sure cylinder  passes  into  a  cast  iron  overhead  receiver  pipe, 
which  leads  to  the  center  of  the  low-pressure  turbine  where 
it  divides,  flowing  either  way  into  surface  condensers  below. 

In  connection  with  the  marked  increase  in  the  capacity  of 
steam  turbines  of  late  years,  it  is  interesting  to  note  that  the 
size  of  the  turbine  has  not  increased  in  proportion  to  its  ca- 
pacity, owing  to  the  development  of  the  high-speed  alternat- 
ing-current generator;  whereas  the  steam  pipes  have  propor- 
tionately increased.  This  presents  the  problem  of  so  arrang- 
ing the  header,  that  it  will  have  a  maximum  flexibility  at  the 
point  of  contact  with  the  turbine,  and  will  not  disturb  the 
alignment  or  distort  the  cylinder  by  its  expansion  or  con- 
traction. 

A  66  inch  gate  valve  is  located  in  the  receiver  pipe  mid- 


way between  the  two  turbines,  for  the  purpose  of  isolating  the 
one  from  the  other  in  case  of  a  shut  down.  Provision  is  made 
for  the  valve  to  be  closed  automatically  in  case  either  element 
should  get  into  difficulty,  and  the  necessity  arise  for  its  im- 
mediate removal  from  the  line,  without  disturbing  the  other. 
This  is  accomplished  by  a  specially  equipped  governor  on  the 
low-pressure  turbine,  which  will  be  described  later. 

The  turbine  is  designed  to  operate  with  200  lbs.  gauge 
steam  pressure,  200  degrees  superheat  at  the  throttle,  and  an 
absolute  pressure  in  the  exhaust  of  one  inch  of  mercury.  The 
pressure  in  the  receiver  pipe  is  12  lbs.  absolute  at  30,000  kw. 
The  generators  are  each  23,600  kv.a.,  three-phase,  &0  cycles, 
excitation  being  provided  separately.  A  double  condenser  is 
provided  containing  28,000  sq.  ft.  cooling  surface  in  each  shell 
and  capable  of  maintaining  a  39  inch  vacuum  with  a  load  of 
35,000  kw.  and  60  degrees  cooling  water. 

Flexibility  in  Operation. 

This  big  unit  is  not  radically  different  from  the  others 
of  the  same  type.  A  distinctly  new  feature  is  the  automatic 
device  for  cutting  out  either  turbine  if,  for  any  reason,  its 
immediate  removal  from  service  becomes  necessary.  By  this 
means  all  the  economic  advantages  of  a  45,000  kw.  machine 
are  obtained  with  the  flexibility  of  a  22.500  kw.  that  is.  it  is 
necessary  to  carry  in  reserve  only  22.500  kw.  rather  than 
45,000,  as  would  be  the  case  if  it  were  a  single  cylinder  or 
tandem  machine.  Each  turbine  and  generator  rotor  is  sup- 
ported in  its  own  bearings,  so  that  four  bearings  are  required 
for  each  element.  They  are  heavy  cast  iron  shells  lined  with 
babbitt  and  split  horizontally,  the  upper  half  fitting  into  the 
lower,  to  prevent  any  side  movement  between  the  two  halves. 
The  bearings  are  self-aligned,  being  supported  on  spherical 
keys  with  sheet  metal  liners  of  definite  thickness  underneath, 
for  horizontal  or  vertical  adjustment.  Oil  for  lubrication  is 


Fig.  1 — Section  through  high-pressure  single-flow  turbine 


admitted  to  the  bearing  casing  at  the  bottom,  is  conducted 
through  internal  pipes  to  the  top  and  distributed  over  the 
length  of  the  journal  through  an  oil  groove.  The  sides  of  the 
bearing  are  eccentrically  relieved  for  a  space  of  about  35 
degrees  above  and  below  the  center  line,  to  within  an  inch  of 
each  end,  thus  providing  a  reservoir  of  oil  along  each  side. 
The  journal  is  thus  supported  on  an  arc  of  about  110  degrees. 
It  has  a  peripheral  speed  of  75  feet  per  second  and  a  pressure 
of  110  lbs.  per  sq.  in.  on  the  projected  area  of  the  bearing. 

Both  turbines  are  equipped  with  Kingsbury  thrust  bear- 
ings capable  of  taking  load  in  either  direction,  though  when 
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running  the  thrust  is  toward  the  generator.  Under  normal 
operation  they  are  loaded  to  about  300  lbs.  per  sq.  in.,  but 
are  capable  of  safely  carrying  twice  as  much.  The  peripheral 
opeed  is  about  100  feet  per  second.  These  bearings  are  not 
only  immersed  in  oil,  but  are  supplied  with  a  circulation  of 
fresh  oil  through  internal  passages  which  deliver  it  nearer 
the  shaft.  The  couplings  are  of  the  flexible  pin  type,  pro- 
viding sufficient  flexibility  to  take  care  of  any  ordinary  mis- 
alignment due  to  improper  setting  or  to  deflection  of  shafts. 

The  shafts  are  sealed  with  a  water-g^land  which  operates 
on  the  principle  of  a  centrifugal  pump,  maintaining  a  water 
seal  with  a  head  greater  than  atmosphere,  thus  preventing  air' 
from  leaking  through  the  water  filled  chamber  and  into  the 
exhaust.  A  steam  seal  is  provided  in  an  additional  chamber 
along  side  the  one  in  which  the  paddle  wheel  revolves,  into 
which  steam  is  admitted  at  a  pressure  of  about  five  pound 
gauge,  or  a  little  above  atmospheric  pressure  when  starting 
up.  This  prevents  air  from  leaking  through  the  gland  into  the 
turbine  while  it  is  being  brought  up  to  speed  or  until  the 
gland  becomes  operative.  When  running  the  steam  is  turn- 
ed off. 

The  high-pressure  turbine  is  of  the  single-flow  reaction 
type.  The  entire  cylinder  or  casing  except  the  exhaust  end 
is  made  of  cast  steel.  The  internal  blade  rings  are  separate 
and  bolted  in  place. 

High-pressure  steam  is  admitted  to  the  cylinder  from 
below  through  the  primary  inlet,  as  shown  in  Fig.  1.  It 
passes  through  the  successive  rows  of  blades  and  out  through 
an  overload  exhaust  to  the  low-pressure  turbine.  This  par- 
ticular turbine  is  arranged  to  carry  30,000  kw.  on  the  primary 
valve  with  175  lbs.  steam  and  100  degrees  superheat  at  the 
throttle  and  28.5  inches  vacuum  in  the  exhaust.  For  a  load 
between  30,000  and  40,000  kw.  steam  is  admitted  through  the 
secondary  valve,  thus  by-passing  the  first  five  rows  of  four 
inch  blades  and  entering  the  second  stage  which  has  five  inch 
blades.  This  gives  greater  capacity  but  at  a  reduced  effici- 
ency. Similarly  for  loads  above  40,000  kw.  steam  is  admitted 
directly  to  the  third  stage,  starting  with  six  inch  blades.  The 
limit  of  capacity  is  approximately  50,000  kilowatts. 

There  are  24  moving  and  the  same  number  of  stationary 
rows  of  blades  in  the  high-pressure  turbine,  beginning  with 
four  inch  blades  one  inch  wide  on  a  36  inch  drum  and  ending 
with  10.5  inch  blades  1.25  inch  wide  on  a  50  inch  drum. 

The  rotor  is  composed  of  three  main  parts,  the  body  and 
two  ends,  besides  which  there  are  two  blade  rings  on  one  end 
and  two  dummy  rings  on  the  other.  The  ends  are  pressed 
into  the  body  on  long  taper  fits  and  secured  by  tee-headed 
shrink  links,  making  a  thoroughly  secure  and  rigid  construc- 
tion with  a  calculated  deflection  at  the  center  of  not  over 
seven  thousandths  inch  and  a  critical  speed  of  2,300  r.p.m. 
The  normal  speed  being  1,800,  there  is  left  an  ample  margin  to 
insure  smooth  running  when  properly  balanced. 

Low  Pressure  Turbine 

The  low-pressure  turbine  is  of  the  double-flow  type  as 
shown  in  Fig.  2.  Steam  enters  the  center  section  and  flows 
both  ways,  passing  through  eight  rotating  and  eight  station- 
ary rows  in  each  end,  varying  in  length  from  six  to  eight 
inches,  then  passes  into  the  exhaust  chamber  and  down  into 
the  condensers  below.  As  the  load  is  divided  equally  between 
the  high-pressure  and  low-pressure  turbines  at  full  load,  the 
steam  enters  the  low-pressure  turbine  at  about  atmospheric 
pressure. 

The  cylinder  or  stationary  part  is  of  cast  iron  and  is 
composed  of  center  and  end  sections,  the  blade  rings  being 
cut  integral  with  the  cylinder.  The  three  sections  .-ire  bolted 
and  spigoted  together  and  all  arc  split  horizontally.  The 
upper  three  pieces  are  liandU'd  as  one,  tlic  vcrtiral  joints 
never  being  disturbed  after  they  have  been  once  assembled. 

The  turbine  rests  On  four  sui)ports  apiilicd  directly  l)elow 


the  horizontal  joints,  on  each  side  of  the  exhaust  chamber, 
and  in  line  with  the  center  of  the  exhaust  opening.  It  is  free 
to  expand  axially,  sliding  on  these  supports,  wit^i  the  turbine 
anchored  to  the  inboard  generator  pedestal.  A  system  of 
radial  and  axial  stays  in  the  exhaust  chamber  gives  ample 
support  for  the  spindle  bearings  and  produces  extreme  rigid- 
ity in  the  whole  structure,  minimizing  the  possibility  of  dis- 
tortions with  change  of  load,  or  due  to  external  pressure. 

The  low  pressure  rotor 'is  composed  of  a  central  hollow 
drum  rigidly  secured  to  spindle  ends  on  each  of  which  is 
pressed  two  blades  or  discs  carrying  the  low-pressure  blades. 
The  maximum  mean  velocity  of  the  blades  is  only  515  feet 
per  second  which  precludes  the  necessity  of  using  other  than 
a  good  grade  of  cast  steel  in  the  blade  rings,  as  the  rotative 


Fig.  2 — Section  througti  low-pressure  double-flow  turbine 


Stresses  do  not  exceed  20,000  lbs.  per  square  inch  at  20  per 
cent,  overspeed.  This  has  a  distinct  advantage  over  a  design 
containing  special  grade  steels,  which  are  not  only  hard  to 
get,  even  in  normal  times,  but  in  the  use  of  which  a  certain 
hazard  is  always  taken,  through  the  possibility  of  an  unde- 
tected flaw,  or  some  part  not  being  up  to  specification,  and 
besides  a  little  abuse  in  the  way  of  improper  heat  treating  on 
a  highly  stressed  part  may  result  in  a  costly  failure.  Owing  to 
the  double  flow  feature,  ample  blade  area  is  provided  to  take 
full  advantage  of  a  high  vacuum  and  still  maintain  a  reason- 
able blade  length  in  the  last  rows.  Phosphor  bronze  blades 
are  used,  except  in  the  last  three  rows  of  the  spindle,  which 
are  drop  forged  steel. 

Automatic  Cut-out 

One  of  the  principal  features  of  interest  on  this  turbine 
is  the  means  whereliy,  in  case  of  necessity,  either  machine 
may  be  automatically  or  manually  cut  out  of  service  without 
disturbing  the  other.  liach  tqrbine  is  ])rovided  with  an  over- 
speed  stop  governor  which  will  shut  off  steam  to  that  unit  in 
case  the  speed  should  rise  ten  per  cent,  above  normal.  I'~acli 
unit  also  has  a  speed  control  governor.  The  one  on  the  high 
pressure  turbine,  which  normally  controls  the  steam  supply 
to  the  whole  system,  is  of  the  customary  form.  The  .gov- 
ernor on  the  low  pressure  element,  while  essentially  the  same, 
h.as  some  special  features. 

A  gate  valve  is  placed  in  the  (Hi  inch  receiver  pipe,  con- 
necting the  high  and  l()w-i)ressure  cylinders,  which  is  auto- 
matically closed  by  a  hydraulic  piston,  under  the  control  of 
the  low-pressure  governor,  in  case  llu'  low-pressure  turbine 
should  over-speed.  The  high-pressine  turbine  is  provided 
with  an  emergency  exhaust  which  will,  in  such  an  event,  open 
to  atmosphere  through  a  relief  valve,  the  turbine  still  continu- 
ing to  carr\  load.  Siniilai'ly  if  llu-  two  turbines  arc  runiiin',; 
to.gelher  and  llu-  high-pressure  I'lemeni  should  lose  ils  load, 
steam  will  be  shut  olT  l)y  its  governor,  when  it  will  continue 
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wall  no  loail,  or  ii  u  .slunilil  iiver-spi'i'il.  ilu'  strain  will 
l>e  entirely  slutt  off  l>y  tin-  over-speed  govenim  In  citlur 
case.  throu.nh  laek  of  steam,  the  low-pressure  Uuhiiie  will 
sliiw  down  a  certain  pereentaj^e  below  iiornial  speed,  when 
the  governor  on  the  low-pressure  elenuiu  will  open  ihe  gov- 
ernor valve  and  admit  live  steam  direeil.\. 

The  governor  on  the  lii.uh-pressure  Unhine  is  ad.iusled 
tor  the  usual  close  re.milalion  of  about  three  |)er  cent,  over 
the  full  range  from  no  load  to  full  load.  Tlic  .governor  on  the 
low-pressure  turbine  durin.y  tliis  time  nuist,  of  course,  he  in- 
active, neither  admitting  high-pressure  steam  through  the 
steam  chest,  nor  closing  the  valve  of  the  receiver  pipe.  In 
this  way.  the  travel  of  the  low-pressure  governor  is  divided 
into  three  zones: — the  milcr  position,  in  which  the  gale  valve 
atlmitting  steam  from  the  high  is  operated;  the  inner,  in 
which  is  -i-ontrolled  the  admission  of  high-pressure  steam, 
when  other  source  has  failed;  and  the  middle  position,  or 
neutral,  where  the  high-pressure  governcn-  is  controlling  the 
system,  and  the  low-pressure  governor  has  no  cfTect  on  the 
admission  of  steam,  but  is  simply  runnin.g  idle. 

It  is  desirable,  of  course,  that  the  low-pressure  governor 
should  not  be  called  upon  to  perform  any  of  its  functions, 
except  in  the  case  of  an  emergency,  and  in  order  that  this 
position  may  be  maintained  properly  by  the  switchboard 
operator,  a  system  of  signal  lamps  is  arranged  to  show  its 
position  in  the  neutral  zone.  By  changing  the  tension  of  the 
speed  changer  spring,  the  governor  may  be  kept  in  its  middle 
position,  so  that  a  normal  fluctuation  of  frequency  will  not 
cause  the  governor  to  function.  The  spring  on  the  low- 
pressure  governor  is  designed  to  give  a  total  speed  range  of 
twelve  per  cent,  which  is  divided  up  as  follows:  Starting  from 
the  central  position,  if  the  speed  rises  four  per  cent,  the 
governor  is  on  the  verge  of  tripping  the  low-pressure  inlet 
valve.  With  a  further  rise  of  less  than  one  per  cent,  the  valve 
will  be  tripped  shut,  one  more  per  cent,  travel  being  provided 
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Fig.  3 — Low-pressure  turbine  gov- 
ernor, ^howin^  Hiagrammatically 
tht  mctho-I  of  indicating  the  po- 
liticn  of  the  governor. 


for  clearance.  From  the  central  position  downward,  should 
the  speed  decrease  two  per  cent,  the  high-pressure  valve  will 
begin  to  open  and  will  be  full  open  after  three  per  cent,  more 
decrease.  Another  one  per  cent,  is  also  provided  at  this  end 
for  over-travel. 

The  signal  lamps  in  the  switch  board  gallery.  Fig.  3.  are 
controlled  from  the  low-pressure  governor  by  a  system  of 
contacts  operated  by  an  extension  on  the  governor  level.  As 
the  governor  moves  between  its  inner  and  outer  position  this 


level  travels  across  the  contacts.  re,gistering  its  position  on 
the  illuminated  sign. 

Principal  Features 

To  review  the  system  briefly; — If  the  circuit  breaker  on 
the  low-pressure  element  should  open  due  to  a  short-curcuit, 
the  turbine  will  speed  up  and  close  the  steam  inlet  from  the 
high-pressure  cylinders.  The  high  pressure  turbine  will  con- 
tinue to  run,  carrying  its  load  and  exhausting  to  atmosphere, 
while  the  low-pressure  turbine,  with  its  source  of  steam  cut 
off.  will  fall  in  speed  until  reaching  two  per  cent,  below  nor- 


Fig.  4 — Diagram  of 
generator  connec- 
tions. 


mal,  when  the  governor  valve  will  admit  high-pressure  steam. 
In  the  meantime,  if  the  line  has  be-en  cleared  the  unit  may  be 
synchronized  and  reconnected  to  the  bus  bars,  the  gate  valve 
opened,  and  the  low-pressure  cylinder  receive  its  steam  as 
before.  If  the  low-pressure  turbine  for  similar  reasons  should 
overspeed  ten  per  cent,  and  the  automatic  stop  operate,  it  will 
result  in  the  automatic  closing  of  the  high  and  low-pressure 
steam  inlets,  and  the  opening  of  the  circuit  breaker,  and  thus 
this  half  of  the  turbine  will  be  entirely  shut  down.  The  high- 
pressure  element,  however,  will  continue  to  run  non-condens- 
ing and  carrying  its  load  as  usual. 

If  the  circuit  breaker  on  the  high-pressure  turbine  should 
open  and  the  load  be  dropped,  the  supply  of  steam  to  the 
system  would  diminish,  and  the  speed  would  fall  until  the 
lovv-pressure  governor  valve  opened,  admitting  high-pressure 
steam  to  carry  load.  The  connection  from  the  high  to  the 
low-pressure  cylinder  would  remain  open,  the  no-load  steam 
on  the  high-pressure  element  continuing  to  help  run  the  low. 
After  the  electric  difficulties  have  been  removed  the  high- 
pressure  generator  can  be  synchronized  and  placed  back  on 
the  line  and  the  load  carried  as  before. 

If  the  high-pressure  turbine  should  overspeed  ten  per 
cent,  through  some  local  cause,  and  the  automatic  stop  oper- 
ate, the  main  throttle  and  governor  valve  would  close,  shut- 
ting of?  all  steam  to  the  system.  The  circuit  breaker  would 
open  and  the  machine  shut  down.  The  speed  of  the  low- 
pressure  element  would  immediately  drop  until  its  governor 
valve  opened  to  admit  high-pressure  steam  to  carry  the  load. 
In  this  case  the  steam  seal  on  the  high-pressure  glands  should 
at  once  be  turned  on  to  prevent  an  air  leak  into  the  system 
unless,  however,  the  inlet  pressure  is  kept  above  atmosphere. 
In  case  it  is  necessary  to  run  the  low-pressure  turbine  alone 
for  any  length  of  time,  the  gate  valve  in  the  receiver  pipe 
should  be  closed. 

Attached  to  each  throttle  valve  and  operated  by  it  is  a 
switch  whose  function  is  to  operate  the  main  circuit  breaker. 
The  throttle  valve  is  tipped  out  by  the  emergency  stop  and 
in  this  way  not  only  is  the  turbine  absolutely  isolated,  but 
the  generator  also.  The  operation  of  the  throttle  valve  by 
hand,  however,  does  not  operate  this  switch. 

The  low-pressure  element,  is  served  by  two  28,000  sq.  ft. 
surface  condensers  or  a  total  area  of  56,000  sq.  ft.  The  con- 
densers are  spring  supported,  there  being  no  expansion  joints 
between  the  low-pressure  turbine  and  condensers.  They  de- 
part from  the  standard  construction  in  that  the  circulating 
system  of  each  condenser  is  divided  into  two  parts,  so  that 
one  half  can  be  in  operation,  while  the  tubes  in  the  other  arc 
being  cleaned.    Each  condenser  is  equipped  with  two  water 
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inlets  and  outlets,  and  also  has  two  air  off-takes,  one  on  each 
side  of  the  condenser  shell.  The  condenser  is  supplied  with 
74,000  gallons  of  cooling  water  per  minute,  by  three  circu- 
lating pumps  of  the  double  impeller  type.  All  the  circulating 
pumps  are  turbine-gear  driven.  The  air  removal  apparatus 
consists  of  two  sets  of  VVestinghouse-LeBlanc  wet  air  pumps, 
each  of  which  is  capable  of  completely  removing  the  air,  so 
long  as  the  leakage  is  normal. 

The  water  supply  for  the  air  pumps  is  taken  from  a  steel 
tank.  Both  sets  of  pumps  discharge  into  one  tank,  and  the 
air  pump  water  is  used  over  and  over  again.  Of  course  this 
arrangement  requires  a  certain  amount  of  make-up  water  to 
keep  the  temperature  of  the  air  pump  water  down  to  normal. 
This  is  taken  from  the  service  line.  The  overflow  from  the 
air  pump  tank  is  ordinarily  discharged  in!o  a  sump.  Due  to 
the  fluctuating  water  conditions  at  Brunots  Island  Station, 
booster  pumps  were  also  supplied  in  order  to  take  care  of  the 
overflow  during  periods  of  high  water  in  the  river.  The  con- 
densate is  removed  by  means  of  centrifugal  pumps,  each  of 
which  is  capable  of  handling  the  maximum  condensate.  The 
air  and  condensate  pumps  are  driven  by  the  same  turbine,  but 
are  not  on  the  same  shaft,  there  being  a  coupling  between  the 
air  and  condensate  pumps., 

■  The  two  three-phase,  60  cycle.  12,000  volt  generators  are 
designed  for  the  same  output  at  full  load.  The  one  connected 
to  the  high-pressure  turbine  has  four  poles  and  runs  at  1,800 
r.p.m..  while  the  one  connected  to  the  low-pressure  turbine, 
has  six  poles  and  runs  at  1,200  r.p.m.  In  spite  of  this  con- 
siderable diameter  in  speed  the  D=L  as  - measured  at  the 
outside  diameter  of  the  punchings,  as  well  as  the  length  of 
the  core,  is  almost  the  same  in  both  cases,  it  being  but  3.5 
per  cent,  higher  in  the  low-speed  generator.  On  the  other 
hand,  the  D'L  measured  on  the  active  diameter  and  length  of 
the  rotor  is  4.5  per  cent,  higher  in  the  low-speed  machine. 
The  reason  for  the  D'L  being  nearly  the  same  at  the  outside 
diameter  is  due  to  the  fact  that  the  high-speed  machine  has 
a. considerably  greater  depth  of  punching  back  of  the  slots, 
because  of  the  larger  flux  per  pole  per  inch  of  length  axially. 

Each  generator  requires  approximately  70,000  cu.  ft.  of 
air  per  minute  for  cooling.  With  this  large  volume  of  air, 
the  air  temperature  rise,  and  the  iron  temperature  rise  are 
both  comparatively  low.  The  air  is  supplied  from  separate 
blowers,  and  the  two  machines  require  approximately  the 
same  pressure  to  circulate  the  needed  air  through  them,  this 
pressure  being  about  4.35  in.  of  water.  All  the  air  is  washed 
before  it  enters  the  generators,  thus  insuring  against  clogging 
of  air  ducts  and  tending  to  decrease  danger  of  burnout.  Air 
.to  the  amount  of  one  and  one-third  times  the  weight  of  the 
generators  passes  through  them  per  hour.  Also  approximate- 
]y  1.4  times  the  weight  of  steam  needed  to  drive  the  gener- 
ators with  full  load  of  40,000  kw.,  is  required  in  air  for 
cooling. 

The  stator  insulation  in  the  buried  portion  m  both 
machines  is  mostly  mica,  and  is  capable  of  withstanding  con- 
tinuous temperatures  of  150  degrees  C.  The  rotor  insulation 
in  both  machines  also  is  mostly  of 'mica,  and  is  capable  of 
withstanding  the  same  temperatures  as  the  stator.  The  stator 
coils  of  both  machines  have  but  one  turn  each,  there  being 
parts  of  two  coils  in  each  slot,  That  only  one  turn  per  coil  is 
needed  with  12,000  volts  is  due  to  the  fact  that  the  generators 
are  so  large,  and  a  small  number  of  turns  in  series  is  re- 
quired to  generate  the  total  voltage.  With  one  turn  per  coil, 
there  is  no  danger  of  break-down  between  turns,  which  is  an 
important  item  with  over  200  volts  per  turn,  and  a  breakdown 
between  turns  wouuld  mean  not  only  the  destruction  of  the 
insulation,  but  w.>ul<l  also  probably  be  accomi)anied  by  great 
damage  to  the  core.  In  or.ler  to  reduce  the  eddy  current 
b.ss  in  the  stator  coils  to  a  point  where  the  temperature  will 
not  become  dangerous,  the  coil  is  well  stranded,  and  the 


strands  are  transposed  from  one  coil  to  the  next,  thus  bring- 
ing the  top  set  of  strands  of  the  first  coil  in  series  with  the 
second  set  of  strands  of  the  second  coil,  the  third  set  of 
strands  of  the  third  coil,  etc. 

In  order  to  protect  the  generators  in  case  of  fire,  arrange- 
ments have  been  made  to  inject  steam  into  the  air  intake  just 
below  the  entrance  to  the  end  bells  and,  in  addition,  there  is 
provision  for  shutting  of¥  the  air  as  soon  as  fire  is  discovered. 
This  means  has  been  found  to  be  quite  ef¥ective. 

The  generator  fields  were  designed  to  have  approximately 
the  same  exciting  voltage  at  full  load  as  that  required  by  the 
other  generators  previously  installed  in  this  station,  and  with 
which  "this  unit  is  to  operate  in  parallel.  This  enables  fairly 
etticient  operation,  as  very  little  external  resistance  is  needed 
in  series  with  the  field  windings  of  the  generators  when  an 
automatic  regulator  is  used.  It  also  permits  the  use  of  a 
common  storage  battery  for  emergency  excitation  of  this  and 
the  other  units. 

The  scheme  whereby  the  two  generators  are  paralleled 
IS  given  in  Fig.  4,  in  which  A  is  a  switch  which  is  manually 
operated  and  is  used  only  to  connect  the  two  generator  wind- 
ings together  when  the  unit  is  started.  When  starting,  with 
tilts  switch  closed,  the  fields  of  the  two  generators  are  excited 
so  that  the  two  units  are  kept  in  step  from  a  standstill.  When 
the  machines  are  up  to  speed,  the  switch  A  is  opened.  D  is 
a  nonautomatic  circuit  breaker,  R  is  a  reactance,  and  F  is  a 
circuit  breaker  which  opens  in  case  there  is  a  short-circuit  on 
either  side  of  the  line.  In  case  of  a  short-circuit  the  react- 
ance R  prevents  a  prohibitively  high  current  from  flowing 
from  the  second  machine  to  the  point  of  breakdown.  B.  and 
C  are  differential  automatic  protective  devices  for  the  two 
generators. 


Accident  Under  Peculiar  Circumstances 

A  rather  unusual  case  is  just  now  being  tried  before 
Justice  Middleton  in  the  non-jury  assizes.  The  plaintiff, 
a  woman,  is  suing  the  Toronto  Street  Railway  Company 
and  the  city  of  Toronto  for  $5,000.  It  appears  that  she  alight- 
ed from  a  street  car  at  one  of  the  intersections  and  in  order, 
to  avoid  a  pool  of  water  and  a  wagg-on  belonging  to  the 
city  she  crossed  the  road  and  was  struck  by  a  car  turning 
the  corner  in  the  opposite  direction.  The  plaintiff  contends 
that  the  street  car  should  not  have  stopped  at  a  point  where 
passengers  could  not  be  discharged  with  safety  and  that  the 
city  should  not  have  allowed  the  pool  of  water  or  its  team 
to  remain  on  the  street  at  a  point  where  passengers  alight. 
The  city  contends  that  it  was  under  no  obligation  to  re- 
move the  water,  that  the  team  was  being  used  in  a  reason- 
able manner  and  that  the  accident  was  due  to  the  plaintiff's 
negligence.   The  railway  company  also  denies  liability. 


Re-Construction  Work  in  Sherbrooke 

There  were  two  typographical  errors  in  the  article  on 
Hydro-electric  Reconstruction  at  Sherbrooke,  published  in 
our  issue  of  November  15.  On  page  31  it  was  stated  that  the 
Frontenac  street  power  house  plant  consisted  of  two  water 
wheel  generators  of  25  kv.a.  each.  This  should  have  read 
•  (125  kv.a.  each."  On  page  32  reference  is  made  to  the  Rock 
Forest  Transmission  line  and  the  three  Canadian  Westing- 
house  transformers  are  described  as  of  533  kv.a.,  6600-2200 
volts.  This  should  have  read  "633  kv.a.,  OGOO-3200  volts." 


'I  he  fare  on  the  Boston  Elevated  Road  has  been  in^  re:..- 
rd  to  8  cents.  In  .\ugust  last  it  was  raised  from  5  to  7  cents. 
School  children  will  be  able  to  purchase  tickets  at  the  rate 
of  ")  cents  each.  ^ 
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Joint  Usage  of  Poles-a  Workable  Economy 


Two  or  more  lines  of  poles  ercclcd  on  the  same  side  ol 
the  street  or  highway  are  not  only  tuisi.ulnly  hut  represent 
an  economic  loss  anil  a  waste  of  tiinher.  W  here  the  w  ires  on 
such  condicting  lines  are  carried  at  or  near  the  same  level 
a  serious  electrical  hazard  to  persons  or  property  is  liable  to 
be  created  owing  to  the  proximity  of  the  wires  of  difYerent 
classes  and  the  liability  of  contact  between  tliem  or  the  possi- 
bility of  employees  working  on  one  class  of  wires  coming  in 
contact  with  another. 

The  most  practical  way  of  eliminating  the  losses  and 
Ita^ards  referred  to  in  connection  with  lines  located  on  the 
same  side  of  the  street  appears  to  be  a  properly  constructed 
joint-use  line  having  a  well-defined  space  for  the  wires  and 
tixturcs  of  each  occupant.  These  spaces  should  be  separated 
from  one  another  by  an  ample  vertical  clearance  space.  They 
should  also  be  provided  with  a  suitable  climbing  space  so 
that  employees  of  the  various  companies  using  the  poles  can 
ascend  and  descend  them  without  coming  in  contact  with 
the  wires  through  which  they  may  have  to  pass. 

.\  wide  experience  covering  a  number  of  years  with  lines 
constructed  as  outlined  above  seems  to  indicate  that  the  clear- 
ance space  should  be  not  less  than  40  inches  vertically  1je- 
Iween   sitrnal   wires  and  attachments  and   electric   light  or 


CONDUCWRS 
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By  T.  N.  Bradshaw*   

to  tile  fact  that  there  is  no 


nown  protective  device  that  can 
l)e  phiced  on  a  signal  circuit  that  will  afford  adequate  protec- 
tion against  the  potentials  carried  on  high-tension  circuits, 
it  is  not  considered  advisable  to  place  telephone,  fire-alarm 
or  other  signal  circuits  on  the  same  poles  with  such  circuits. 
High-tension  lines  should,  wherever  practicable,  be  construct- 
ed on  rights-of-way  remote  from  those  occupied  by  the  signal 
lines.  (By  high-tension  circuits  are  meant  the  following: 
Constant-potential,  alternating-current,  neither  side  ground- 
ed, exceeding  5000  volts;  constant-potential,  alternating-cur- 
rent, one  side  or  neutral  grounded,  exceeding  2900  volts  to 
ground;  constant-current,  series-metallic,  line  current  exceed- 
ing 7.5  amp.,  and  constant-potential,  direct-current  circuits  in- 
cluding feeders  and  trolley-contact  wires,  one  side  grounded, 
exceeding  750  volts  to  ground). 

Pole  lines  located  on  the  opposite  side  of  a  street  or 
highway  are  not  considered  as  conflicting,  but  the  same  pre- 
caution should  be  observed,  when  erecting  separate  lines  of 
poles,  regarding  the  relative  levels  of  the  wires  of  different 
classes.  That  is,  electric  light  or  power  wires  should  be  car- 
ried on  a  taller  pole  line.  This  will  enable  electric  light  ser- 
vice wires  crossing  the  streets  to  be  carried  over  the  tele- 
phone wires,  and  telephone  wires  from  the  opposite  side  of 
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trolley-feed  wires  and  attachments.  Experience  also  shows 
that  a  climbing  space  of  not  less  than  30  inches  wide  on 
either  the  back  or  field  side  of  the  pole  is  necessary  in  order 
to  provide  for  climbing  and  for  the  raising  and  lowering  of 
transformers.  It  is,  of  course',  preferable  to  provide  a  greater 
vertical  separation  than  40  inches  between  signal  wires  and 
wires  carrying  high  voltages,  and  many  companies  endeavor 
■  ,  have  this  space  not  less  than  6  ft.,  particularly  with  new 
;  nes.  using  the  minimum  clearance  of  40  inches  only  on  old 
lines  that  are  made  joint  after  the  line  has  been  in  service 
for  some  length  of  time. 

The  street  side  of  the  poles  should  always  be  reserved 
for  the  vertical  runs  of  the  electric  light  or  power  wires, 
and  the  field  side  for  the  vertical  runs  of  signal  wires.  Owing 
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the  street  to  be  carried  under  the  electric  light  wires.  Tliis 
practice  prevents  the  interlacing  of  the  service  wires,  which 
is  liable  to  be  a  serious  problem  in  congested  streets. 

In  order  to  bring  about  the  conditions  outlined  in  the 
foregoing  it  is  necessary  to  have  some  form  of  inter-company 
agreement  covering  not  only  specifications  and  methods  of 
construction  and  the  reservation  of  space  requirements,  but 
also  a  fair  division  of  tlie  construction  and  maintenance  costs. 
In  Connecticut  the  matter  is  helped  along  fair-minded  leg- 
islation, and  the  Pul)lic  Utilities  Commission  of  Connecticut 
has  promulgated  in  its  Order  "D"  docket.  No.  1447,  a  set  of 
rules  and  specilications  under  which  most  of  tlie  wire-using 
companies  of  the  state  have  Iteen  operating  for  some  time 
with  very  satisfactory  results. 

Since  most  of  tlie  lines  in  (."onnccticut  have  been  jilaccd 
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on  a  joint-use  basis  and  the  construction  standardized  there 
has  been  a  marked  decrease  in  the  number  of  fatal  accidents 
to  the  emijloyees.  This  is  undoubtedly  due  to  the  fact  that 
employees  working  on  signal  circuits  no  longer  have  to  climb 
through  electric  light  wires  in  order  to  get  at  their  own  work, 
ancVthe  electric  light  wires  are  generally  placed  so  far  above 
the  signal  wires  that  electric  light  employees  are  not  apt  to 
come  in  contact  with  grounded  conductors  of  another  class 
while  working  on  high-voltage  wires. 

There  is  another  feature  which  appears  to  make  joint  use 
lireferable,  particularly  in  cities  and  towns  where  there  is 
considerable  local  distribution;  that  is,  that  the  city  or  town 
is  more  completely  covered  hy  the  pole  lines  of  the  two  com- 
panies, and  many  companies  have  reasoned  that  it  is  better 
to  own  one-half  of  all  the  poles  in  a  locality  rather  than  to 
own  all  of  one-half  the  poles. 

In  order  to  insure  the  success  of  any  joint-line  arrange- 
ment, particularly  where  electric  light  and  signal  lines  are  to 
occupy  the  same  poles,  the  broadest  possible  co-operation 
must  be  indulged  in  between  the  various  occupants  for  elim- 
inating inductive  interference.  Electric  light  lines  should  al- 
ways be  kept  free  from  grounds  that  might  upset  the  electro- 
static balance  to  ground,  also  long  single-phase  taps  from 
three-phase  circuits  should  be  avoided  wherever  practicable. 
The  voltage  wave  developed  by  the  generators  should  be  as 
free  as  possible  from  noise-producing  harmonics,  and  con- 


sideration should  be  given  this  fact  before  the  generating 
machinery  is  purchased  from  the  manufacturer.  Deviation 
from  the  pure  sine  wave  should  not  be  allowed  to  exceed  the 
limit  set  by  the  American  Institute  of  Electrical  Engineers. 
These  precautions  are  quite  necessary  in  connection  with 
electric  light  or  power  circuits,  because  it  is  not  always  pos- 
sible to  transpose  telephone  lines,  for  instance,  so  as  to  elim- 
inate all  inductive  interference.  In  many  instances  it  has 
been  found  necessary  to  place  transpositions  in  the  electric 
light  or  power  circuits  to  co-ordinate  with  those  in  the  tele- 
phone circuits. 

In  Connecticut  alone  there  are  approximately  1,700  miles 
(2.700  km.)  of  pole  lines  used  jointly  by  electric  light  and 
telephone  or  other  signal  lines.  Practically  all  of  this  joint 
line  mileage  is  standard  as  regards  location  of  the  wires  and 
vertical  or  lateral  separation,  so  that  it  is  fair  to  sa^'  that  the 
joint-use  line  is,  under  proper  regulation,  a  success,  simplifies 
the  distribution  problem  and  works  toward  safety. 

While  it  is  sometimes  more  expensive  to  erect  a  joint 
line,  the  cost  to  each  occupant  is  usually  less  than  a  separate 
line  or  poles  would  be.  The  maintenance  costs  are  also  less 
Ijecause  of  this  division  of  the  charges.  The  lines  appear  to 
stand  up  better  under  the  influence  of  severe  storms  because 
of  the  fact  that  such  joint-use  networks  are  usually  much 
better  guyed  or  braced  than  a  single  line  would  be.  More- 
o\'er,  such  lines  receive  more  attention  from  the  engineers  in 
order  to  make  them  satisfactory  to  all  parties  concerned. 


Is  the  Zone  System  the  Fare  Solution  ? 


By  Thos.  Conway,  Jr. 


The  electric  railway  industry  stands  face  to  face  with  the 
greatest  crisis  in  its  history,  not  even  excepting  the  revolu- 
tion which  followed  the  electrification  of  the  horse-car  lines. 
The  problems  of  the  early  90's  were  technical  and  concerned 
the  handling  of  a  largely  augmented  business  by  a  new  and 
untried  method  of  propulsion.  The  problems  of  to-day  are 
financial  and  concern  the  method  of  saving  an  industry 
whose  entire  economic  basis  has  been  undermined. 

In  the  early  days  of  the  war,  when  the  prevailing  opin- 
ion was  that  the  struggle  would  be  comparatively  short-lived, 
the  remedy  for  the  electric  railway  situation  seemed  to  be  a 
temporary  increase  in  fares  which  would  carry  the  industry 
over  the  crisis.  With  slight  advances  in  labor  costs  and  the 
practical  certainty  of  a  marked  reduction  after  the  war  in 
the  prices  of  materials,  it  then  seeemd  possible  to  return 
speedily  to  substantially  a  pre-war  basis.  It  was  this  situa- 
tion which  caused  electric  railway  operators  to  move  for  a 
horizontal  increase  in  fares  to  6  cents,  resulting  in  an  in- 
crease in  revenue  of  about  ten  per  cent.,  sufficient  to  offset 
the  then  increased  cost  of  operation.  The  (>-cent  fare  was 
easily  understood  hy  the  public,  and  its  adoption  would  de- 
stroy the  popular  belief  that  a  nickel  and  a  street  car  ride 
were  synonoymous.  Everyone  felt  that  after  the  war  was 
over  it  would  be  possible  to  fix  the  rate  of  fare  with  refer- 
ence to  the  cost  of  service. 

It  is  apparent  that  there  is  now  no  likelihood  of  a  return 
to  pre-war  operating  costs.  The  war  hastened  the  process 
of  readjustment  to  a  higher  cost  level,  which  would  have 
occurred  over  a  period  of  years  in  any  evt-nl..  Lalior,  which 
represents  GO  per  cent  f)r  more  of  the  cost  of  operation  ot 
the  average  electric  railway,  has  secured  very  large  increases 
which  must  in  the  nature  of  things  he  more  or  less  per- 
manent.  The  solution,  whatever  it  may  I)e,  should  therefore 
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not  only  carry  the  industry  through  the  war,  but  furnish  a 
sound  economic  basis  for  a  period  of  years. 

Turning  to  the  Zone  System 

Up  to  the  present  time  two  alternatives  have  been  seri- 
ously considered.  The  first  involves  a  horizontal  increase 
in  the  unit  of  fare  to  7  cents  or  more,  as' the  case  may  re- 
quire. The  experience  thus  far  secured  is  fragmentary,  but 
it  is  apparent  that  progressive  reductions  in  travel.  If  a 
6-cent  fare  increases  revenue  10  per  cent,  a  7-cent  fare  will 
not  increase  revenue  20  per  cent.  Indeed  a  point  is  soon 
reached  where  a  further  increase  in  fare  will  bring  about  an 
.•ictual  decrease  in  revenue.  Just  where  this  point  is  will  vary 
with  each  particular  property,  but  it  is  safe  to  say  that  the 
practical  limit  of  horizontal  rate  increases  has  been  reached 
upon  many  properties. 

It  is  this  situation  which  has  caused  tiie  thoughts  of  a 
large  percentage  of  the  industry  to  turn  lo  some  sort  of  a 
zone  system  as  a  possible  solution.  In  substance,  the  funda- 
mental idea  of  a  zone  system  is  that  the  rate  ol  tare  shall 
bear  some  relation  to  the  length  of  ride,  'idle  a])plication 
of  this  principle  takes  various  forms.  In  Europe  the  passen- 
ger fare  varies  directly  with  the  mileage  traveled.  In  this 
country  the  practice  has  heretofore  lieen  to  establisli  certain 
arbitrary  zones.  A  person  traveling  in  a  zone  pays  a  cer- 
tain rate,  and  his  fare  increases  with  the  number  of  zones 
llirou.^h  vvhicli  he  travels. 

Manifest  Advantages  of  Zone  System 

'I'lie  ,ip]ii-ai  of  a  zone  system  is  due  to  its  maiiitest  ad- 
vantages. While  liiyher  liorizontal  rates  inevitably  cause  a 
reduction  in  tlie  volume  of  a  utility's  Inisiness,  a  i)roperly 
devised  zone  system  wcnild  liold  a  larger  proportion  of  the 
existing  tra\'el.  .\  (1,  7,  or  S  cent  fare  discoura.ges  short- 
(bstance  riding,  which  under  proper  operating  conditions 
constitutes  profilal)le  l)usiness. 

h'rom  the  standi)oint  of  the  public  tlu-  zone  system  lias 
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the  great  ailvamai{c  ot  making  tlu'  long  riiU'V  pay  a  ciuiis- 
Homlinsly  higher  faro  than  ho  who  takes  a  sh.ui  j.unney. 
The  systcMt  ai)i)cals  to  the  piililic.  because  a  man  pays  lor 
what  he  gets.  It  is  true  that  the  plan  apinars  lo  saddle 
all  ol  the  extra  costs  upon  a  portion  of  the  pulvlic  rather  than 
distribute  the  hurden  eiiually  over  the  company's  entire  luis- 
iness.  As  long  as  the  public  regards  increased  costs  as  a 
war  phenomenon  this  argumeni  ha-  wciglu.  but  wlun  it  is 
untlerstood  that  the  increase  will  be  in  a  large  nuasurr  per- 
manent, this  contention  loses  lorce. 

No  Present  American  Zone  System  is  Entirely 
Satisfactory 

It  li.i>  been  my  privilege  to  vi^il  recently  every  city  m 
the  United  States  in  which  a  zone  system  exists,  to  talk 
with  the  operating  officiaN  ami  to  study  the  actual  operation 
.  t  each  system.  Judging  from  the  standpoint  of  the  Iman- 
cial  results  secured.  1  believe  it  can  be  said  that  no  znuv  sys- 
tem now  in  force  is  entirely  satisfactory.  The  ^l.hvaukee 
zone  system  (\n  force  upon  the  sul)urban  lines  alone)  produc- 
ed the  revenue  predicted  .-.i  the  lime  the  original  plan  was 
formulated-a  sum  insuUk-ienl  lo  meet  present  costs.  In 
every  other  case  the  revenue  producing  possibilities  of  the 
system  have  been  .greatly  over-estimated.  In  one  ot  the  most 
important  of  the  recent  experiments,  the  over-estimate 
amounted  to  a<  much  as  40  per  cent  of  the  estimated  operat- 
i:ig  revenue 

More  Speedy  and  Safer  Fare  Collection  Needed 

The  -real  dit=ficullv  with  zone  systems,  as  thus  far 
emplnyed.%oncerns  the  collection  of  fares.  In  general  two 
methods  are  employed.  In  either  case  city  fares  are  collect- 
ed in  the  ordinary  manner,  registration  being  effected  with  a 
tare  box.  overhead  .register  or  some  other  of  the  many  fare 
collection  devices  now  generally  employed.  In  some  cases, 
the  fares  on  suburban  lines  are  similarly  collected  and  regis- 
tered the  conductor  going  through  the  car  and  collecting  the 
fares  at  each  zone  limit.  Where  outlying  zones  of  one  or  two 
miles  are  used  and  the  schedule  is  rapid,  the  conductor 
spends  his  entire  time  in  successive  trips  through  the  car  col- 
lecting fares.  The  practice  is  annoying  to  passengers  and 
keeps  the  conductor  oft  the  rear  platform,  thereby  increasing 
boarding  and  alighting  accidents. 

The  alternative  to  this  method  is  th*e  even  more  cumber- 
some plan  of  using  a  duplex  ticket.  This  method  is  employ- 
ed on  a  number  of  systems,  the  plan  being  to  collect  the 
entire  suburban  fare  as  the  car  passes  the  limit  of  the  central 
5  or  6-cent  area.  Over-riding  can  be  guarded  against  only 
throu-h  the  use  of  hat  checks,  periodic  inspections  of  the 
portion  of  the  duplex  given  to  the  passenger  or  surrender  of 
the  duplex  ticket  as  the  passenger  leaves  the  car.  This  meth- 
od is  so  cumbersome  that  it  is  only  practicable  where  there 
is  no  considerable  amount  of  boarding  and  alighting  at  fre- 
quent intervals.  It  has  proved  impractical  in  city  areas. 

Its  greatest  defect  concerns  the  possibilities  of  stealing 
on  the  part  of  conductors.  Some  idea  of  the  extent  of  such 
losses  can  be  secured  from  the  experience  of  one  of  the 
most  important  companies  which  have  tried  a  zone  system. 
The  news  of  the  arrest  of  a  number  of  conductors  was  fol- 
lowed by  an  increase  of  10  per  cent  in  passenger  revenues, 
beginning  on  the  succeeding  day.  No  amount  of  inspection, 
however,  appears  to  prevent  the  misappropriation  of  fares 
xhert  travel  is  heavy  and  haste  in  collection  is  necessary. 

The  application   of   such    collection    methods   to  lines 
!  wholly  or  in  large  part  in  the  thickly  built-up  city 
terrii  -ry  is  impossible.  The  Rhode  Island  Company  and  the 
Bay  State  Street  Railway  have  recently  decided  to  go  from 
system  where  rates  of  2,  3,  5  or  6  cents  per  zone  prevailed 
to  a  basis  of  either  5  or  10  cents  per  zone.   A  system  with 


■Vceiit  /ones  is  no  different  from  that  which  has  prevailed 
f(ir  many  years  in  this  country. 

The  only  other  method  of  fare  collection  thus  far  tried 
under  strictly  urban  conditions  is  the  plan  employed  in  Pitts- 
burgh. .\s  the  Pittsburgh  Railways  has  pointed  out.  this  is 
not  a  zone  system  but  two  flat-rate  systems,  one  superimjios- 
ed  upon  the  other.  The  fare  within  a  prescribed  area,  includ- 
ing the  centre  of  the  city,  is  .5  cents.  Anyone  travelling  from 
the  centre  of  the  city  to  a  point  beyond  the  limits  of  this 
central  area  pays  7  cents,  while  the  same  rate  of  fare  is 
charged  for  travel  between  any  two  points  situated  within 
this  outside  ring.  From  the  standpoint  of  fare  collections 
this  system  is  simple.  It.  however,  has  the  same  disadvant- 
ages inherent  in  the  high  unit  fare,  because  it  discourages 
short  rirling  in  the  outer  zone  in  which  a  large  proportion  of 
the  population  is  situated. 

Better  Method  of  Fare  Collection. 
After  careful  study.  I  am  convinced  that  the  successful 
application  of  a  zone  system  in  thickly  built-up  city  areas 
is  predicated  upon  the  development  of  a  more  speedy  and 
safer  method  of  fare  collection.  The  successful  system  of 
fare  collection  must  be  one  in  which  the  opportunity  for  the 
passenger  to  beat  the  conductor  or  for  the  conductor  to  mis- 
appropriate the  fare  is  reduced  to  a  minimum.  Where  fares 
of  varying  units  are  collected,  it  is  out  of  the  question  to 
register  them  serially  upon  one  register,  even  though  a  fare 
box  or  some  other  pre-payment  device  is  employed. 

One  of  the  most  prominent  electric  railway  operators 
recently  said  to  me  that  the  industry  would  be  saved  if  the 
men  in  it  had  brains  enough  to  work  out  their  own  salva- 
tion. His  conclusion  is  certainly  true  concerning  the  zone 
system.  The  problem  of  the  moment,  in  so  far  as  the  zone 
system  is  concerned,  is  to  devise  a  method  of  collection 
which  will  meet  the  practical  conditions  prevailing  in  all  of 
our  large  cities.  If  a  practical  method  of  collection  can  be 
devised  the  zone  system,  in  my  opinion,  furnishes  the  solu- 
tion for  companies  whose  average  ride  exceeds  a  mile  .m 
length.  The  possibilities  of  a  zone  system  are  now  the  sub- 
ject of  serious  study  and  investigation  by  some  of  the  largest 
companies  in  the  country,  and  it  is  to  be  hoped  that  the  so- 
lution will  be  shortly  hit  upon. 

A  zone  system  should  encourage  short  riding.  The  long 
rider  should  be  made  to  pay  an  adequate  fare  for  the  journ- 
ey which  he  takes,  and  the  cost  of  furnishing  the  service 
which  he  uses.  Business  should  be  encouraged  rather  than 
discouraged.  The  automobile,  the  improved  highway  and 
the  jitney  have  taken  enough  of  the  business  of  the  electric 
railway.   More  travel  rather  than  less  should  be  the  goal. 

'  Even  with  a  satisfactory  system  of  fare  collection  at 
band  I  doubt  whether  it  would  be  possible  to  work  out  a 
zone  system  of  fares  which  would  meet  the  financial  necessi- 
ties of  man^  properties.  I  have  recently  seen  a  number 
of  properties  whose  future  seems  hopeless.  Sufficient  travel 
can  not  be  secured  at  rates  of  -fare  which  wilP  produce  ade- 
quate revenues  to  defray  the  present  high  cost  of  opera- 
tion. Indeed  the  extremity  of  the  electric  railroad  industry 
IS  so  great  that  every  opportunity  should  be  seized  upon  to 
convince  the  public  that  the  function  of  the  railway  is  to 
provide  transportation  rather  than  serve  as  a  medium  of 
reducing  general  tax  bills. 

Taxes  at  Expense  of  Public 
In  the  days  when  the  5-cent  fare  ruled  supreme,  muni- 
cipalities and  states  alike  levied  taxes  and  burdens  of  "rme 
kind  or  another  upon  the  electric  railway,  upon  the  theory 
that  whatever  they  got  was  at  the  expense  of  the  utility  own- 
ers rather  than  the  car  rider.  To-day  increased  expenses 
must  be  immediately  reflected  in  increased  fares.  There  is 
no  reason  why  the  average    car    rider    should  pay  higlTer 
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fares  in  order  that  streets  be  maintained  for  those  who  own 
motor  trucks  and  pleasure  automobiles.  Franchise  taxes 
levied  upon  the  gross  receipts  of  companies,  payments  for 
snow  removal,  street  sprinkling  and  the  like,  will  from  this 
time  forth  require  percetpible  additions  to  the  rate  of  fare. 

It  should  be  pointed  out  to  the  riding  public  that  they 
are  the  ones  who  pay  electric  railway  taxes,  through  higher 
fares.  This  is  true  whether  a  company  operates  under  a 
sliding-scale  fare,  the  "service  at  cost  law"  in  Massachusetts 
or  the  strict  control  of  a  public  utility  commission  as  in 
most  of  our  states.  The  utility's  profits  are  in  all  cases  lim- 
ited to  the  amount  necessary  to  induce  capital  to  enter  the 
business.  When  earnings  exceed  this  amount  rates  are  re- 
duced, and  when  they  fall  below  this  requirement,  rates 
should  be  immediately  increased. 

It  is  gradually  beginning  to  dawn  ujion  the  people  of 
this  country  that  the  days  of  profiteering  in  electric  rail- 
ways ended  some  years  ago,  and  that  if  the  electric  railway 
is  to  survive  it  must  be  helped  rather  than  hindered,  and 
must  be  allowed  to  charge  a  rate  of  fare  which  it  sufficient  to 
maintain  its  solvency  and  to  permit  it  to  continue  to  serve 
the  public.  That  the  cost  of  the  service,  l)y  whomsoever 
provided,  must  be  met,  goes  without  saying.  The  next  few 
months  will  be  the  most  critical  in  the  history  of  the  indus- 
try. Its  entire  future  hangs  in  the  Ijalance.  It  can  not  long 
continue  upon  the  present  unsound  economic  basis. 


Why  the  Railways  Need  Higher  Fares 


I  shall  not  attempt  to  review  the  events  of  the  past  year 
as  they  have  afTected  this  industry,  nor  shall  I  try  to  point 
a  way  out  of  the  alarmiiig  situation  in  which  we  find  our- 
selves.  That  is  the  province  of  this  conference. 

I  do  desire,  however,  to  emphasize  a  point  which  I  be- 
lieve has  not  been  so  forcibly  impressed  upon  the  public 
from  whom  we  are  asking  increased  revenue  as  it  might 
have  been. 

The  leading  economists  of  the  country  unite  in  the  state- 
ment that  the  purchasing  power  of  the  dollar  has  declined 
at  least  .'SO  per  cent,  since  the  early  nineties.  In  other  words, 
the  .50  cents  of  that  period  bought  what  it  requires  $1  for 
to-day.  And  this  means  to  the  street  railways  of  the  United 
States  that  the  .5-cent  fare  of  the  nineties  is  now  less  than 
a  25^-cent  fare. 

In  our  request  for  a  higher  fare  we  are,  therefore,  ask- 
ing nothing  more  than  that  what  we  receive  for  the  service 
rendered  shall  be  restored  to  somewhere  near  its  real  worth 
at  the  time  when  the  rate  of  fare  was  fixed.  The  coin  drop- 
ped in  our  fare  boxes  to-day  bears  as  an  impress  ".')  cents"; 
but  as  compared  to  the  5  cents  which  was  stipulated  in  our 
franchises  or  fixed  by  statute  as  our  lawful  and  legal  fare, 
it  is  3J/  cents  and  no  more.  To  put  the  street  railway  fare 
upon  a  parity  with  what  was  received  in  the  decade  1890- 
1900,  under  a  franchise,  a  statute,  or  an  agreement,  calling 
for  the  nickel  unit,  it  would  now  be  necessary  to  substitute 
the  dime  for  the  nickel. 

The  wages  paid  to  the  motorman  in  this  earlier  period 
were  approximately  30  cents  an  hour.  With  a  single  fare  we 
could  therefore  pay  for  fifteen  minutes  of  his  time.  To-day, 
through  the  action  of  the  federal  government,  the  motor- 
man's  pay  approximates  38  to  48  cents  an  hour,  and  a  single 
fare  pays  for  but  eight  or  six  minutes  of  his  time  according 
to  the  rate  of  wages,  and  this  in  varyingly  increasing  ration 
is  true  of  all  that  we  must  use  to  render  our  service. 
■    On  the  other  hand,  taking  $3  a  day  as  the  average  wage 

"From  the  address  of  President  .T.  J.  Stanley,  before  the  recent  Now 
York  Conference  of  tlie  A.E.R.A. 
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in  the  earlier  period,  the  workman  using  the  street  car  to 
ride  to  and  from  his  work  was  compelled  to  pay  out  .5  per 
cent  of  his  day's  wages  for  transportation.  To-day,  with  an 
average  wage  of  $4,  and  this  is  probably  much  less  than  the 
correct  figure,  he  pays  for  the  same  purpose  but  SJ/^  per 
cent. 

This  decreased  purchasing  power  of  the  dollar  is  not 
a  product  of  the  war  alone.  The  war  but  gave  it  an  addi- 
tional, although  a  mighty,  impetus.  It  has  been  a  gradual 
development  and  in  other  industries  it  has  been  accompanied 
by  an  increase  in  price  of  commodity,  which  has  at  least 
kept  pace  with  and,  in  some  cases,  passed  it. 

It  has  been  in  part  overcome  in  the  electric  railway 
field  by  extraordinary  improvements  in  apparatus  and  meth- 
ods, the  result  of  millions  spent  in  experiments  due  to  the 
enterprise  and  initiative  of  railway  men  and  manufacturers 
of  which  the  public  reaped  the  benefit. 

The  limit  of  economy  made  possible  by  these  improve- 
ments in  operation  was,  however,  largely  reached  some  time 
before  the  war,  and  for  a  number  of  years  the  diflfercnce  be- 
tween the  cost  of  producing  our  service  and  the  price  at 
which  it  was  sold  has  come  from  the  pockets  of  those  whose 
money  is  invested  in  the  industry. 

That  was  the  situation  when  the  war  sent  the  price  of 
everything  which  we  must  use  in  producing  our  product 
soaring  skyward  and  left  the  price  at  which  we  sell  sfa- 
tionary. 

It  is  plainly  evident  that  whether  the  public  shall  decide 
to  operate  the  street  railways,  whether  it  assumes  greater 
control  over  them,  or  whether  it  allows  them  to  remain  in 
the  hands  of  private  investors,  that  the  unit  of  their  fares, 
the  price  at  which  their  product  is  sold,  must  be  restored 
at  least  to  the  level  which  prevailed  in  past  years. 

I  have  confidence  in  the  common  sense  and  judgment 
of  the  public.  I  believe  that  it  stands  ready  to  pay  a  fair 
price  for  what  it  receives  ajid  I  conceive  it  to  be  our  main 
duty  both  as  members  of  this  association  and  as  operators 
of  electric  railways  to  see  that  the  public  is  informed  as  to 
what  such  a  fair  price  really  is,  not  in  terms  of  coinage,  but 
in  those  of  value — that  is  purchasing  power. 


New  Book 

The  Decimal  System — by  Charles  Hoare;  Effingham  Wil- 
son, 54  Threadneedle  Street,  London,  Eng.,  publishers;  price 
one  shilling.  This  book,  which  contains  85  pages,  has  been 
compiled  with  a  view  to  the  daily  requirements  of  the  artizan 
and  mechanic  rather  than  for  the  man  with  scientific  training. 
It  is  intended  that,  with  moderate  practice  and  study,  it  should 
be  possible  for  any  one  acquainted  with  the  simple  rules  of 
arithmetic  to  obtain  with  case  and  accuracy  the  result  of 
calculations  connected  with  their  daily  occupations  and  which 
they  have  hitherto  -  been  accustomed  to  consider  as  wholly 
beyond  their  reach.  The  author  has  borne  in  mind  that  the 
elementary  principles  of  decimal  arithmetic  are  practically 
unknown  to  a  large  number  of  workers  and  that  by  acquiring 
this  knowledge  in  compact  and  understandable  form  they 
will  be  of  much  greater  value  to  themselves  and  their  em- 
ployers. 


Passenger  traffic  on  the  Toronto  civic  car  lines  for 
November  shows  increases  of  319,974  in  the  number  of  per- 
sons carried  and  $:i,3,'?,'}  in  revenue  over  the  same  monih  last 
year. 


,\  nevv>i)ai)er  report  states  that  the   Italian  Minister 
h'inancc  proposes,  among  other  things,  stale  control  oi  the 
sale  of  electric  lamps, 


THE    ELECTRICAL  NEWS 


32 


r  11       1'.  L  K  C  T  R  I  C  A  L    N  K  W  S 


December  15,  1918 


^cwr 


The  Next  Ten  Years  will  see  the  Average  Farm- 
er with  an  Electric  Plant — Who  Gets  the 
Business,  the  Machine  and  Automobile 
Agent  or  the  Electrical 
Contractor-dealer? 

W'c  liavc  made  a  vcr\-  tluirmiL;!)  investigation  of  tlic  pros- 
licclive  field  for  electric  light  and  jjowcr  plants  for  the  farm, 
home.  We  are  now  confident  that  within  the  next  ten  or 
twelve  years  at  the  most,  it  will  be  extremely  difficult  to  find 
any  farm  home,  except  those  occupied  by  renters,  which  will 
not  be  equipped  with  an  electric  light  and  power  plant  of 
some  kind. 

I  am  convinced  that  the  farm-lighting  plant  market  is 
going  to  develop  much  faster  than  did  the  automobile  mar- 
ket. The  reason  for  this  is  apparent.  Ten  or  twelve  years 
ago,  when  the  automobile  manufacturer  first  began  to  build 
up  a  dealer's  organization  in  small  rural  trading  centers 
through  which  to  develop  the  farm  market  for  automobiles, 
there  were  at  that  time  probably  not  more  than  one  or  two 
farmers  out  of  each  ten  who  had  available  cash.  Further- 
more, at  fliat  time,  the  farmer  had  to  be  convinced  that  the 
gasoline  machine  was  a  practical  machine  for  him.  Up  to 
that  time,  he  had  not  come  into  close  contact  with  the  im- 
proved living  conditions  in  the  cities  where  the  inhabitants 
had  access  to  all  the  comforts  and  conveniences  which  belong 
to  the  city  home. 

To-day  there  is  probably  not  one  farmer  out  of  ten,  ex- 
cepting renters,  who  cannot  afford  to  invest  $600  or  $700  for 
a  complete  electric  light  and  power  plant  and  its  equipment 
for  his  home. 

The  automobile  has  largely  done  the  missionary  work 
for  the  farm-lighting  plant.  The  automobile  has  educated  and 
thoroughly  convinced  the  farmer  that  the  gasoline  engine  is 
a  practical  equipment  for  him.  Almost  every  farmer  owns 
an  automobile,  a  great  many  of  them  a  truck  or  tractor  or 
probably  one  or  more  stationary  engines  for  grinding  feed, 
sawing  wood,  pumping  water,  churning,  washing  and  other 
purposes.  Many  other  educational  influences  have  recently 
been  at  work  for  the  farmer. 

No  doubt  when  you  hear  that  $.30,000,000  worth  of  elec- 
trical equipment  was  sold  the  farmers  last  year  and  $60,000,000 
this  year,  you  probably  wonder  who  has  sold  them  this  equip- 
ment. I  can  assure  you  it  is  not  the  mail  order  houses,  for 
electrical  equipment  is  entirely  too  mysterious  a  proposition 
for  a  farmer  to  buy  from  a  mail  order  house.  Some  little 
of  it  has  been  sold  by  the  farm  implement  dealer,  but  very 
little,  as  he  knows  little  about  it  and  as  a  rule  lacks  the  neces- 
sary sales  ability  to  sell  the  farmer  lighting  plants. 

Who  Should  Sell  Farm-Lighting  Plants? 

Who  is  the  logical  man  to  sell  farm-lighting  plants?  I 
will  let  electrical  dealers  answer  this  for  themselves  when 
they  have  reviewed  the  facts.    Isn't  it  true  that  farmers  of  to- 

From  a  paper  presented  before  the  Illinois  State  Association  of  Electrical 
Contractors  and  Dealers. 


day  know  more  about  gasoline  engines  than  any  other  class 
(if  merchants,  not  excluding  even  the  automobile  salesman? 
Jt  will  not  take  him  long  to  find  out  and  tell  you  whether 
or  not  your  gas  engine  is  right.  Who  besides  the  electrical 
dealer  is  sufficiently  versed  in  electricity  to  know  whether 
the  electrical  equipment  is  right  for  the  farmer's  needs?  Who 
knows  what  the  farmer  can  or  cannot  do  with  the  plant  or 
what  he  should  do  or  should  not  do?  Which  is  more  import- 
ant: To  sell  the  farmer  a  very  fine  light  plant  and  set  it  in 
his  basement  and  run  a  few  lights  around  so  that  he  had  to 
get  up  on  a  chair  to  turn  them  on  and  ofif,  or  to  put  in  a  light 
and  a  switch  where  he  needs  it  and  can  reach  it  conveniently? 
Who  can  wire  it  with  the  proper  size  of  wire  so  the  farmer 
will  not  have  a  continual  loss?  Who  understands  how  to  wire 
for  his  washing  machine,  cream  separator,  pumps,  vacuum 
cleaner  and  heater  plugs  so  that  he  will  not  burn  the  contacts 
off  his  iron  while  pulling  out  the  plug?  Who  can  wire  all  his 
outbuildings  so  he  can  have  lights  when  and  where  he  needs 

Farmer  is  Concerned  with  Results. 

We  have  found  in  the  installations  we  have  made  that  the 
farmer  knows  and  cares  very  little  about  the  plants  that  make 
the  light.  The  result  is  what  he  desires.  Farmers  tell  us 
how  fine  it  is  to  work  in  a  nicely-lighted  barn  and  outbuild- 
ings and  how  the  big  light  out  in  the  yard  lights  up  the 
neighborhood,  and  how  he  turns  on  his  cream  separator  and 
goes  in  and  eats  his  supper.  Then  Mrs  Farmer  tells  us  the 
motor  has  taken  all  the  work  out  of  washing  and  she  would 
not  be  without  the  electric  iron  for  the  price  of  the  plant, 
and  "those  two  lights  on  my  dresser  are  the  finest  things.  I 
never  really  saw  myself  in  the  glass  at  night  until  I  got  those. 
In  fact,  we  are  just  so  pleased  with  everything  except  that 
$1.5  fixture  in  the  living  room.  It  don't  look  good  enough 
beside  the  two  $50  fixtures  in  the  parlor  and  dining  room, 
and  as  we  got  of?  so  much  cheaper  than  we  thought  we  would, 
Mr.  So  and  So  says  I  can  have  this  changed."  Mr.  So  and  So 
speaks  up  and  says,  "Yes,  we  have  lived  on  this  one  farm  for 
fifty-five  years,  and  the  $1,050  we  spent  with  you  is  the  best 
improvement  we  ever  put  on  the  farm  and  there  isn't  money 
enough  in  your  city  to  buy  this  back  if  we  could  not  get 
another." 

This  customer  is  simply  a  good,  substantial,  progressive 
farmer  who  has  worked  and  worked  hard  for  all  he  has  and 
spends  his  money  wisely.  His  is  only  one  example  of  all  our 
installations,  which  we  insist  on  being  as  complete  as  his. 
When  these  farmers  express  the  great  pleasure  they  get  from 
the  light,  we  attribute  very  little  of  it  to  the  plant  in  the 
basement.  However,  we  do  insist  on  the  plant  being  one  we 
consider  the  best.  But  the  farmer's  great  satisfaction,  we 
think,  comes  from  the  complete  and  convenientlj'  designed 
installation  which  we  insist  each  must  have.  We  surely  think 
the  barber,  the  plumber,  or  hardware  man  is  going  to  have 
some  job  putting  across  one  of  his  cheap  installations  in  the 
vicinity  of  one  of  our  plants. 

The  reason  the  electrical  contractor  and  dealer  has  not 
sold  these  plants  in  the  past  is  that  he  has  failed  to  introduce 
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salesmanship  into  his  business.  How  many  times  he  has  sent 
to  his  prospective  customer  a  price  on  something  and  chased 
the  accompanying  letters  by  saying,  "I  sincerely  hope  our 
price  will  be  low  so  you  can  give  us  the  business."  If  we 
had  all  the  paper  we  wasted  this  way,  it  would  be  worth  a  lot 
of  money  now. 

It  always  seemed  to  me  that  a.n  electrical  engineer  fe't 
that  it  would  be  below  his  dignity  to  try  and  sell  his  product 
like  other  merchants,  although  he  is  a  merchant  like  anyone 
else.  A  few  years  ago,  however,  we  accidently  got  hold  of 
an  engineer  that  must  have  beeen  born  a  salesman,  for  he 
certainly  didn't  learn  it  around  our  office.  He  would  not  mail 
his  proposals,  but  he  would  take  them  out  and  stay  with  the 
lirospect  till  he  came  back  with  the  job  at  the  highest  figure 
submitted.  Then  after  he  got  the  job,  everything  had  to  be 
done  just  right.  He  was  a  hard  man  for  our  men  to  work 
for  at  first,  but  he  soon  convinced  them  it  was  no  harder  to 
do  things  right  than  to  do  them  otherwise.  This  man  soon 
developed  a  clientele  that  did  not  care  to  go  to  the  trouble  of 
getting  bids.  They  would  simply  leave  it  to  him.  He  is  now 
helping  design  the  electrical  equipment  for  the  new  boats  of 
the  United  States  Navy.  Before  he  left  he  gave  us  a  taste 
of  what  salesmanship  would  do  for  our  business,  and  we  have 
endeavored  to  progress  on  these  lines,  slowly  but  surely, 
since. 

I  am  very  sure  the  electrical  contractor-dealer  is  the 
logical  man  to  develop  this  farm-lighting  market.  But  he 
must  wake  up  if  he  would  get  the  business  and  prevent  auto- 
mobile dealers  from  selling  half-made  jobs  to  the  farmer. 
My  advice  to  the  electrical  contractor-dealer  is  to  get  into 
the  farm-lighting  business  at  once.  It  is  a  good  war-time 
business  and  will  be  a  better  business  after  the  war.  More- 
over, it  will  enlarge  the  field  of  the  contractor-dealer.  Your 
sales  organization  can  be  utilized  for  city  sales  at  such  times 
as  they  cannot  get  out  into  the  country. 

While  our  firm  was  not  a  pioneer  in  this  business  and 
we  do  not  know  that  we  have  gone  at  the  thing  just  right,  I 
am  willing  to  tell  something  of  our  experience.  We  first  had 
a  meeting  and  talked  over  the  proposition  of  selling  farm- 
lighting  plants.  It  was  a  pretty  cold  meeting.  There  wasn't 
very  much  enthusiasm  over  it.  About  the  only  one  in  favor 
of  it  was  myself,  and  as  I  couldn't  see  any  other  business  in 
sight  with  a  spy  glass,  and  as  I  was  general  manager,  I  was 
able  to  put  it  over. 

Finding  the  Plant  and  the  Prospects. 

We  then  started  to  choose  a  plant  to  sell.  We  considered 
the  merits  and  demerits  of  them  all  and  finally  picked  on  one 
we  thought  was  the  best.  We  ordered  one  of  these  on  a 
three  months'  trial,  and  gave  it  a  thorough  practical  test. 
After  this  test  we  became  thoroughly  sold  on  this  machine. 
It  may  be  possible  that  the  manufacturer  of  this  plant  had 
better  salesmen  than  the  others,  but  as  we  in  our  own  minds 
feel  that  we  are  selling  the  best,  we  believe  that  is  all  that  is 
necessary. 

We  next  fitted  up  a  demonstration  room  in  our  basement. 
It  was  done  in  mahogany  woodwork  and  furniture.  It  had 
rugs  on  the  floor  and  was  just  as  nice  a  room  as  you  would 
see  anywhere.  We  installed  the  plant  in  running  order,  con- 
nected up  the  batteries,  hung  fixtures,  connected  up  an  auto- 
matic water  system,  electric  washing  machine,  vacuum  clean- 
er, toaster,  iron  and  cream  separator.  In  fact,  we  have  every 
device  there  that  can  be  bought  for  32-volt  circuits. 

We  then  got  a  Prairie  Farmers'  directory  giving  names 
of  all  the  farmers  in  our  territory.  These  were  card  indexed. 
All  the  farm  owners,  large  tenants  and  other  prospects  were 
l)laced  in  ;i  mailing  file.  We  mailed  a  personal  letter  explain- 
ing our  entrance  into  this  field.  We  followed  this  up  in  a 
week  by  a  circular  of  the  plant  with  a  return  postcard.  We 
received  two  cards  back  out  of  3,500.    This  convinced  us  the 


farmer  will  not  admit  to  anyone  that  he  wants  to  buy  any- 
thing. He  is  afraid  you  might  sell  him.  We  followed  this 
with  a  catalogue  of  the  plant.  This  we  followed  with  a 
descriptive  flyer  of  the  plant  and  difTerent  accessories  he 
could  use  with  the  plant  and  cuts  of  a  few  lighting  fixtures. 

By  this  time  we  had  a  plant  installed.  We  photographed 
the  farmer's  home,  got  a  testimonial  from  him  and  had  this 
all  printed  on  a  flyer  with  a  little  selling  talk  and  mailed  these 
to  each  of  our  list.  We  get  out  one  of  these  flyers  each 
month. 

How  Many  Trips  It  Takes  To  Sell  a  Farmer. 

In  the  meantime,  we  had  started  out  our  salesmen  to  call 
on  the  farmers,  to  get  acquainted  with  them,  to  learn  to  talk 
about  the  crops.  In  this  we  learned  to  always  bear  in  mind 
that  you  can't  sell  a  farmer  the  first  trip,  seldom  on  the 
second  trip,  rarely  on  the  third,  sometimes  on  the  fourth, 
maybe  on  the  fifth,  possibly  on  the  sixth,  more  probably  on 
the  seventh,  but  more  likely  on  the  eighth.  Still  your  chances 
for  making  the  sale  are  better  on  the  ninth  trip,  but  the  tenth 
seems  to  be  the  good  average  number. 

The  hardest  proposition  of  all  is  to  get  a  salesman  that 
can  sell  a  farmer.  A  good  city  salesman  rarely  has  the 
patience  to  sell  the  farmer.  To  sell  the  farmer,  a  salesman 
must  first  of  all  know  his  product  through  and  through.  He 
must  be  absolutely  honest.  While  an  untruthful  salesman 
will  not  get  very  far  any  place,  he  absolutely  cannot  sell  the 
farmer  a  lighting  plant.  To  make  a  sale  of  a  plant  to  the 
farmer,  the  salesman  must  get  his  confidence,  must  keep  it 
after  the  sale  while  the  wifemen  are  making  the  installation. 
Even  after  the  job  is  completed  it  is  good  practice  to  have  the 
service  man  call  on  the  farmer  once  a  month  and  see  how 
things  are  going.  Show  him  that  you  are  still  interested  in 
his  plant  after  you  have  his  money. 

We  have  found  that  such  service  men  are  less  expensive 
to  have  than  salesmen.  If  the  service  men's  work  is  well 
done,  the  farmer,  who  is  your  customer,  will  do  your  selling 
for  you  in  his  neighborhood. 


Toronto  Illuminating  Engineers  Meet 

The  monthly  meeting  of  Toronto  illuminating  engineers 
was  held  in  the  MacLean  Building  at  347  Adelaide  St.,  West, 
on  Friday,  Dec.  3.  Lieut.  Oliver  gave  an  address  on  arti- 
ficial daylight,  and  explained  the  properties  of  a  special 
form  of  daylight  glass,  his  own  invention,  outlining  the  le- 
gion uses  to  which  such  glassware  is  being  put.  A  number 
of  curves,  prepared  by  Lieut.  Oliver,  showed  that  the  spec- 
tral intensity  through  the  special  glass  demonstrated,  coin- 
cided very  closely  with  that  of  northern  daylight,  being  some- 
what low  at  the  violet  end  and  high  at  the  red  end  of  the 
spectrum.  This,  however,  the  speaker  explained,  was  for 
sentimental  reasons,  the  excess  of  red  appealing  more 
strongly  to  the  average  customer.  If  required,  the  process 
of  manufacturing  could  easily  he  varied  to  duplicate,  exactly, 
the  natural  daylight  spectrum. 

Lieut.  Oliver  made  the  su,ggestion  that  inasmuch  as  it 
is  the  public  who  offend  most  in  the  matter  of  bad  lighting, 
and  since  it  is  the  electrical  contractor-dealer  who  is  more 
closely  in  touch  with  the  pu1)lic,  the  meetings  of  illuminat- 
ing engineers  should  be  attended  both  by  the  contractor- 
dealer  and  the  public.  This  is  undoubtedly  a  suggestion  in 
the  right  direction,  and  we  hope  something  may  be  done 
before  the  present  season  is  over  to  bring  about  some  joint 
meetings. 


The  (Ontario  .Association  of  i'.lcclrical  Contractors  and 
Dealers.  'I"iiriiu(<i  District,  held  ;in  important  general  meet- 
ing in  Room  (1,  King  iulwaril  Hotel,  on  Thursday  evening, 
Dec.  13. 
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The  Relation  of  Light  to  Health 

  By  Charles  E.  De  M.  Sajoiis,  M.D..  Sc.  D.  

Tlu-  word  "fcrnu'iU"  i,-;  steadily  luin;-;  rcphn-od  in  lucdical 
phraseology  by  the  word  "eii/ynu."  In  ilu  words  of  Pro- 
fessor Mendel,  "Enzymes  arc  no  lon.m'r  ilnni.nlil  of  exclusive- 
ly as  agents  of  the  digestive  apparatus;  they  enter  everywhere 
into  the  manifold  activities  of  cells  in  alniosl  every  feature  ot 
mataholism."  In  other  words,  the  .same  ferments,  pepsin, 
trypsin  and  others  which  first  prepare  foodstuffs  in  the 
stomach  and  intestine,  for  assimilation  by  the  tissues  of  the 
bv>dy  at  large,  are  ilic  >anu'  agents  which  carry  on  certain 
functions  in  the  intimacy  ol  the  tissues. 

C'onsiderable  evidence  is  available  to  show  that  these 
digestive  ferments  are  carried  from  the  alimentary  canal  to 
the  tissue  cells  by  certain  white  corpuscles  of  the  blood,  in 
which  they  are  readily  found.  To  these  white  corpuscles 
belong  the  phagocytes,  which  ingest  and  digest  disease 
germs.  We  thus  have  digestive  ferments  taking  part— along 
with  the  oxidizing  ferment — not  only  in  the  vital  processes  of 
each  tissue  cell,  but  also  the  defense  of  the  body  against  dis- 
ease. 

Prevost's  theory  oi  mobile  temperature  equilibrium  is 
now  known  to  apply  to  radiant  heat  as  well  as  to  heat  energy 
derived  from  other  sources.  It  is  simply  that  if  two  bodies  of 
diflfcrent  temperatures  are  placed  close  to  each  other,  the 
warmest  of  the  two  will  lose  by  emitting  radiant  heat  which 
the  colder  body  will  take  up  until  the  temperature  of  both  is 
equalized.  Briefly,  the  skin  absorbs  radiant  heat  when  the 
cutaneous  temperature  is  lower  than  that  of  the  radiations 
received,  up  to  certain  limits  (influenced  by  the  perspiration 
and  other  factors)  and  the  temperature  of  the  tissues  of,  and 
beneath,  the  skin  is  thus  raised. 

The  penetration  of  radiant  light  through  the  tissues  when 
long  wave  lengths  characterize  the  rays,  is  considerable,  that 
of  red  rays  for  instance,  exceeding  one  inch.  Careful  experi- 
ments by  Rollier  showed  that  solar  rays  could  penetrate  the 
hand  and  forearm  and  also,  under  favorable  circuinstances,  the 
entire  chest. 

How  does  light  energy  influence  the  vital  process  of 
those  tissues  and  contribue  to  the  defense  of  the  body  against 
disease?  Charcot,  the  French  neurologist,  as  far  back  as  1859, 
urged  that  we  should  distinguish  between  the  purely  chemical 
effects  and  those  produced  by  heat.  In  the  present  connection 
we  probably  are  dealing  with  a  process  in  which  the  chemico- 
physical  efTects  credited  to  oxidizing  ferment  I  have  termed 
"adrenoxidase"  and  heat  both  take  part,  particularly  near  the 
surface. 

There  exists  immediately  under  the  superficial  tissue  a 
great  system  of  small  interwoven  canals  which,  so  to  say,  act 
as  sewers  of  the  tissue  cells.  They  serve  not  only  to  carry 
off,  but  also  to  purify  the  fluids  received  from  those  cells  by 
breaking  down,  as  far  as  possible,  the  wastes  and  detritus 
that  they  form  while  carrying  on  the  process  which  consti- 
tutes their  life.  These  channels  are  interspersed  with  glands 
that  contain  phagocytes,  i.  e.,  cells  of  the  type  that  destroy, 
by  means  of  their  digestive  ferments,  disease  germs  and  other 
harmful  substancj^s  that  the  small  canals  carry  to  them  from 
every  direction.  This  system  M  lympy  channels  and  glands, 
known  as  the  lymphatic  system,  is  a  prominent  weapon  of 
defense.  Everyone  has  seen  lymph,  a  whitish  viscid  fluid, 
collect  on  abrasions,  and  also  enlarged  glands  on  the  neck  of 
children.  These  latter  are  enlarged  lymphatic  glands  trying 
to  destroy  bacteria  from  some  source,  the  tonsils,  adenoids, 
etc.,  thus  preventing  genera!  infection. 

The  beneficial  influence  of  sunlight  is  readily  accounted 

*  A  paper  presented  before  the  Philadelphia  Section  of  the  Illurainatingr 
Fngineeripg  Society. 


for  when  we  take  the  lympliatic  system  into  consideration  in 
addition  to  the  tissue  cells,  in  view  of  the  efifect  of  light 
energy  as  manifested  by  its  radiated  heat.  Indeed, — and  this 
is  the  dominating  factor  in  the  process — the  ferments  of  both 
kinds  previously  referred  to  those  which  promote  tissue 
oxidation  and  those  that  digest  and  destroy  bacteria  and 
organic  poisons  become,  increasingly  active  as  the  heat  to 
which  they  are  exposed  is  increased,  and  we  obtain  as  results 
an  increase  of  both  vital  activity  and  defensive  aggressiveness. 

This  increased  efficiency  of  ferments  under  the  influence 
of  increased  temperature  is  the  method  adopted  by  Nature, 
according  to  my  own  viewpoint.  It  explains  the  process  we 
term  "fever,"  long  deemed  an  enemy,  but  in  reality  a  defen- 
sive function  calculated  to  destrop  poisonous  substances  or 
germs  that  have  found  their  way  into  the  body  fluids  and  cells 
from  a  focus  somewhere  either  in  the  superficial  or  deep 
tissues.  In  the  course  of  fever,  the  germ  destroyers,  or 
phagocytes,  are  not  alone  at  work  in  the  blood  stream,  but 
the  whole  internal  lining  of  the  bloodvessels  themselves  is 
made  up  of  these  germ  destroying  cells.  Again,  the  lymphatic 
vessels  which  act  as  drains  for  the  tissue  cells,  we  have  seen, 
afford  additional  aid  in  the  defensive  process  by  means  of  the 
multitude  of  phagocyte-laden  glands  through  which  the  serum 
obtained  from  the  blood  by  the  tissue  cells  must  pass  before 
it  is  returned  to  the  circulation. 

Of  course,  abnormally  high  fever,  i.  e.,  fever  above  104 
degrees  F.,  for  instance,  may  become  dangerous  in  the  sense 
that  the  very  digestive  fertnents  which  have  their  purpose  to 
defend,  become  too  active  and  begin  to  digest  not  only  the  red 
blood  corpuscles,  a  process  physicians  term  "hemolysis,"  but 
also  certain  tissues,  a  process  known  as  "autolysis."  To  oftset 
these  morbid  effects  of  excessive  radiation  during  hot  weather, 
the  skin  protects  the  body  by  perspiring;  the  water  which 
moistens  the  skin,  by  evaporating,  keeps  the  surface  tempera- 
ture within  normal  limits.  The  cool  baths  physicians  employ 
in  the  treatment  of  typhoid  fever,  have  the  same  end  in  view: 
they  keep  the  fever  within  safe  limits. 

On  the  whole,  the  relation  of  light  to  health  may  be  sum- 
marized, in  view  of  the  few  data  submitted,  by  the  statement 
that  it  is  intimately  bound  up  with  the  perpetuation  of  life, 
whether  the  tissues  be  normal  or  diseased.  It  tends  to  sus- 
tain health  by  promoting,  as  radiant  energy,  the  activity  of  the 
oxidizing  ferment  adrenoxidase,  which  sustains  the  oxidation 
of  tissue  cells,  an  essential  function  of  their  life.  It  tends  to 
defend  the  cell,  when  endangered  by  certain  germs  and 
poisons  by  enhancing  through  the  heat  energy  developed,  the 
efficiency  of  the  defensive  ferments  which  submit  these  harm- 
ful agencies  to  digestive  destruction. 


Illumination  in  Stores  and  Factories^ 

  By  Frederick  J.  Pearson  

An  absolutely  uniform  lighting  system  in  an  establish- 
ment is  inferior  to  a  fairly  uniform  general  lighting  system 
supplanted  by  special  lighting  where  necessary.  Artificial 
lighting  is  used  only  for  a  small  portion  of  the  34  hours  and 
should  be  intensified  to  stimulate  production.  Efficienc}% 
while  important,  should  not  always  receive  consideration  to 
the  exclusion  of  other  factors  which  may  result  in  greater 
satisfaction,  increased  sales  in  a  store,  etc.  Reproduction  of  a 
lighting  system  merely  because  it  was  found  to  be  satisfac- 
tory elsewhere,  without  considering  the  local  conditions,  may 
lead  into  error.  Local  conditions  must  govern  design.  In  a 
store,  a  uniform  general  lighting  system  for  all  departments 
should  be  used  as  far  as  practicable  in  order  to  simplify 
maintenance.    As  few  large  units  as  practicable  should  be 

"  From  a  paper  presented  before  the  Chicagro  Section  of  the  Illuminatinsr 
Engineering  Society. 


Decem'ner  l'>.  IDls 


THE    ELECTRICAL  NEWS 


used  in  orck-r  to  reduce  the  initial  and  operating  costs.  The 
fixtures  should  be  of  simple  outline  and  in  harmony  with  the 
surroundings.  Fairly  dense  diffusing  globes  with  gas  filled 
tungsten  lamps  are  desirable.  Show  case  lighting  is  rather 
unsatisfactory  because  of  the  poor  service  from  the  special 
lamps  used.  It  is,  however,  necessary  to  light  show  cases 
locally.  Show  window  lighting  still  suffers  to  some  extent 
from  exposed  lamps. 

Light  conditions  in  most  factories  are  poor.  Good  light- 
ing increases  production  just  as  it  increases  sales  in  a  store. 
Increases  of  illumination  intensity  from  6  to  10  foot-candles 
have  increased  the  cost  of  lighting  by  only  1  per  cent,  and 
have  been  found  to  promote  sales  by  6  or  7  per  cent.  In- 
crease of  lighting  cost  of  2  per  cent,  in  one  installation  was 
reflected  in  an  increased  factory  production  of  10  per  cent. 
In  fact  improved  lighting  is  one  of  the  greatest  of  dividend 
producers  whether  in  the  factory,  the  store  or  the  office.  We 
are  still  far  below  the  saturation  point  in  artificial  lighting. 

In  discussion.  Prof.  E.  H.  Freeman  pointed  out  that  the 
real  measure  of  illumination  effectiveness  is  the  ratio  between 
results  secured  and  cost.  In  factories  it  is  the  relation  of 
production  to  cost  of  lighting;  in  stores  it  is  the  relation  of 
sales  to  cost  of  lighting. 

Mr.  J.  R.  Cravath  questioned  if  local  show  case  lighting 
is  necessary. 

Mr.  O.  L.  Johnson  referred  to  the  ditTlculty  in  getting 
store  and  factory  managers  to  appreciate  the  importance  of 
good  lighting  which  can  be  obtained  only  by  the  use  of  good 
equipment,  well  installed,  with  due  respect  to  the  local  con- 
ditions. He  inquired  concerning  the  practice  in  department 
store  lighting  of  adapting  the  lighting  to  changes  among  de- 
partments, and  asked  as  to  the  effect  of  different  lighting 
intensities  on  different  departments  from  one  to  another  of 
which  shoppers  might  go. 

Answering  questions,  Mr.  Pearson  made  the  following 
statements: 

Show  case  lighting,  although  troublesome,  is  a  necessity, 
because  goods  in  cases  cannot  be  lighted  properly  from  a 
general  illumination  system.  Merchandise  sells  better  under 
light  of  higher  intensity.  In  factories  the  choice  of  enclosing 
globes  or  reflectors  must  depend  upon  local  conditions.  Both 
are  used  in  particular  cases  with  success.  It  has  been  observ- 
ed that  intensified  lighting  results  in  greater  activity,  more 
enthusiasm  and  better  sales  service.  Under  daylighting  there 
are  on  bright  days  fewer  accidents,  fewer  discharged  people, 
less  dissatisfaction  among  employees.  There  is  also  a  larger 
production  in  the  factory  and  better  workmanship.  The  dif- 
ference between  bright  days  and  dark,  cloudy  days  is  really 
surprisingly  large.  In  artificial  lighting,  with  T,  or  8,  or  even 
it  foot-candles,  where  formerly  6  were  employed,  better  re- 
sults have  been  obtained.  Since  increasing  the  illumination 
intensities  employees  and  customers  have  both  shown  more 
enthusiasm,  interest  and  activity.  In  the  factory  6  or  7  foot- 
candles  of  general  illumination  is  used,  supplemented  by  local 
lighting.  In  dye  houses  and  bleacheries,  13  to  15  foot-candles 
is  the  intensity  adopted. 


Can't  We  Run  Our  Own  Business? 

It  is  pretty  generally  admitted  that  there  will 
be  an  enormous  increase  in  Canada's  electrical 
business.  Huge  projects  that  were  in  preparation 
when  the  war  cut  them  short  will,  it  is  expected, 
be  gone  on  with,  with  the  result  that  in  the  coun- 
try districts  power  will  be  available.  This  will 
mean  that  THE  HARDWARE  MEN,  WHO 
HAVE  BEEN  LEADERS  IN  DISTRIBUTING 
ELECTRICAL  SPECIALTIES  of  all  kinds,  will 
have  a  greatly  enlarged  field  of  operations. — Ex- 
tract from  a  Canadian  hardware  journal. 


Increasing  Canada's  Exports 

The  importance  of  universal  expansion  in  production  is 
admitted  on  all  sides  to  1)e,  now,  more  than  ever,  a  national 
necessity  and  it  is  therefore  always  a  pleasure  to  refer  in 
these  columns  to  instances  where  Canadian  manufacturers  not 
only  rise  to  opportunities  offering  at  the  time,  but  have  the 
forethought  to  prepare  for  them  beforehand.  One  of  our 
Montreal  manufacturers,  the  Duncan  Electrical  Co.,  Limited, 
following  up  their  active  and  successful  work  in  the  export 
field  during  the  last  three  years,  have  decided  to  take  one 
complete  exhibition  booth  at  the  Lyons  Fair,  1919,  with  a 
view  to  taking  the  fullest  advantage  of  the  possibilities  offer- 
ing— we  understand  that  they  were  the  first  Canadian  factory 
to  apply  for  space  there  and  we  are  sure  our  readers  join  us 
in  wishing  this  company  the  best  of  results  as  a  reward  for 
their  enterprise.  A  cordial  welcome  is  extended  to  any  Can- 
adians visiting  the  Duncan  Exhibit  at  the  Lyons  Fair. 


Not  Enough  Electricity  for  General  Heating 

An  interesting  bulletin  (No.  6)  has  just  been  issued  by 
the  National  Advisory  Council  for  Scientific  and  Industrial 
Research,  entitled  "The  Heating  of  Houses — Coal  and  Elec- 
tricity Compared."  The  article  is  by  Mr.  A.  S.  L.  Barnes, 
assistant  engineer  Hydro-electric  Power  Commission  of  On- 
tario, with  the  co-operation  of  the  technical  staff  of  the 
Commission.  The  bulletin  once  again  points  out  the  futility 
of  any  hope  that  our  water  powers  will  ever  supply  sufficient 
energy  for  general  heating.  On  the  contrary,  the  use  to 
which  such  powers  will  naturally  be  put  is  to  operate  indus- 
trial machinery  and  thus  release  large  quanties  of  coal  which, 
in  turn,  can  be  used  for  purely  heating  purposes.  Mr.  Barnes 
calculates  that  a  city  the  size  of  Toronto  would  require  a 
maximum  demand  of  1,000,000  h.p.  .^s  this  is  approximately 
twice  the  amount  now  being  developed  at  Niagara  Falls  the 
hopelessness  of  general  electric  heating  from  our  water- 
powers  is  quickly  understood. 


Electrical  Goods  Splendid  Xmas  Sellers 

Hardwaremen  in  Next  Two  Weeks  Have  the  Best  Opportunity  They  Have  Had  in 
Four  Years— Buying  Public  Feels  Free  to  Make  Larger  Purchases  Now 
War  is  Over    Don't  Forget  Attractive  Window  Display 


This  is  the  prominent  heading  of  an  article  in  a  Canadian  hardware  journal.  What  do  you  think  about  it. 
Mr.  Contractor-Dealer  ?  Isn't  this  YOUR  business  AND  YOUR  PROFITS  ?  Are  you  going  to 
let  him  get  away  with  it  ? 


THl-    lU.ECTRICAL  NEWS 


December  IT).  I9ls 


Geyser  Electric  Washers 

The  ilhistratioii  lu'ivwitli  is  a  sii  i imuil  view  of  the  Geyser 
I'Zlcctriv:  Waslier.  inamil'aetiired  Uy  ilie  ()ii\var(I  Maiiufactiir- 
iny  C-»mpaiiy.  of  Kilcheiur,  (>ni.  Tlu'  Imi  siuls  are  furced 
through  the  clothes  by  means  oi  a  liii^li  speed  pr.ii>eller  in  the 
hottom  of  the  tank.  The  chithes  are  always  iimler  water  in  a 
K<  :;<tantly  revolving  cylinder.  Cieyser  washers  are  made  in 
seven  sizes  and  are  equipped  with  a  swingiiif!:  wringer,  which 


can  be  used  in  three  different  positions.  All  moving  parts  are 
enclosed  and  the  tank  and  frame  are  electrically  welded.  The 
finish  is  baked  enamel — white  with  gray  trimming.  The  in- 
side of  the  tank  is  specially  plated,  rust-proof  and  easy  to 
keep  clean. 


A  B.C.  Get-Together  Supper-Concert 

The  British  Columbia  Association  of  Electrical  Con- 
tractors and  Dealers  held  a  "get-together  supper-concert"  at 
the  \'ancouver  Citizens'  Club,  Vancouver  Block,  Vancouver, 
on  Thursday,  December  12,  at  6.45  p.m.  Invitations  were  sent 
to  all  electrical  men,  including  manufacturers,  central  station 
men,  jobbers,  salesmen,  ofifice  stafifs,  etc.  The  programtiie 
consisted  of  songs,  speeches,  choruses.  Among  the  speakers 
being  the  following,  Geo.  Kidd,  General  Manager  B.  C.  Elec- 
tric Railway  Co.;  G.  D.  Neill,  manager.  Employers'  As- 
sociation. Subject:  "Playing  the  Game."  F.  B.  Milligan, 
credit  manager.  Northern  Electric  Company.  Subject:  "Elec- 
tric Accounting." 

Tickets  at  $1.2.5  each  were  distributed  by  the  secretary. 
Captain  \V.  J.  Conway,  406  Yorkshire  Building,  and  a  number 
of  representative  elecrical  men  of  Vancouver  and  vicinity. 


Hubbell  Specialties — The  Harvey  Hubbell  Company  of 
Canada  are  distributing  a  folder  formally  announcing  that 
their  Toronto  factory  is  now  completely  equipped  for  the 
manufacture  of  Hubbell  electric  specialties,  and  that  they 
are  prepared  to  make  immediate  delivery  to  distri])utors  and 
retail  dealers  throughout  the  Dominion. 


The  Hotpoint  Company  Fined  for  Breaking  Rules 
and  Regulations  of  Hydro  Commission 

A  summons  was  recently  issued  against  the  Hotpoint  Cc, 
according  to  a  Kitchener  paper,  at  the  instigation  of  the  In- 
spection Department  of  the  Hydro-Electric  Power  Commis- 
sion of  Ontario,  for  having  caused  to  be  distributed  adver- 
tising matter  calculated  to  increased  the  lire  hazard  by  ad- 
vocating the  use  of  electric  heaters  on  key  sockets,  which  is 
contrary  to  the  Rules  and  Regulations  of  the  Commission. 

This  is  the  first  case  of  the  kind  for  which  a  summons 
has  been  issued  under  the  new  regulations.  Electrical  in- 
spection departments  all  over  the  continent  have  had  to  cope 
with  this  same  evil  and  in  order  to  sell  heaters  the  vendors 
have  resorted  to  a  method  of  wrongly  educating  the  public 
to  the  idea  that  no  wiring  is  necessary. 

In  spite  of  warnings  of  the  Inspection  Department,  the 
Hotpoint  Company  failed  to  comply  with  the  instructions 
and  a  fine  of  $10.00  and  costs  was  imposed  by  Magistrate 
Weir. 


Meters  for  Wireless  and  High  Frequency  Work 

A  high  grade  hot  wire  measuring  instrument  designed 
particularly  for  wireless  and  other  high  frequency  work, 
depending  for  its  operation  upon  the  expansion  of  a  metal 
strip  which  is  heated  by  the  current  to  be  measured  has  been 
developed  by  the  Westinghouse  Electric  &  Manufacturing- 
Co.  The  slight  sag  in  this  conducting  strip  is  magnified 
several  hundred  times  on  the  scale  by  means  of  wires  and  a 
deflecting  spring.  The  conducting  strip  is  made  of  non- 
corrosive  material.  The  separating  posts  have  the  same 
temperature  coefficient  of  expansion  as  the  conducting  strip, 
so  that  the  changes  in  room  temperature  do  not  cause  an 
error  in  the  reading  of  the  instrument.  The  instruments  are 
furnished  in  two  forms,  for  flush  mounting  and  portable. 
Similar  instruments  for  switchboard  mounting  are  also  sup- 


plied. The  flush-mounting  form,  known  as  type  EH,  is  of 
the  round  open-face  type.  The  face  is  3  inches  in  diameter, 
and  the  diameter  outside  the  flange  is  3'4  inches.  It  has  a 
black  rubberoid  case  and  rim,  with  white  dial.  The  portable 
form  known  as  type  PH,  is  mounted  on  a  morocco-leather 
covered  wooden  case  with  heavy  glass  over  the  dial.  The 
case  is  3^/4  inches  by  iVs  inches  by  2  inches  thick.  The  scale 
plate  is  made  of  metal,  and  the  scale  subtends  an  arc  of  90 
degrees,  being  2Va  inches  long.  The  type  EH  meters  have  a 
guaranteed  accuracy  of  2  per  cent,  while  the  type  PH,  with 
hand  marked  scale,  can  be  expected  to  show  an  accuracy 
within  1  per  cent,  of  full  scale.  Standard  meters  are  for  1,  2, 
and  5  amperes.  Care  must  be  used  not  to  subject  the  in- 
strument to  more  than  200  per  cent.  load. 


At  a  recent  meeting  of  the  Ottawa  City  Council  it  was 
agreed  to  present  the  street  railway  purchase  question  to  the 
electors  in  the  form  of  three  separate  by-laws,  the  first  dealing 
with  the  purchase  of  the  railway  at  the  expiration  of  the 
franchise  in  1923,  the  second  with  the  purchase  of  the  railway 
at  an  earlier  date  by  arbitration,  and  the  third  with  the  man- 
agement of  the  railway. 
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POWER  CABLE 


350,000  CM.  3-Conductor  12000  volt 

Paper  Insulated,  Steel  Tape  Armoured  Cable 

Overall  Diameter— 3.62  ins. 

Built  to  Specifications  of  Hydro-Electric  Power  Commission 

of  Ontario 


Eugene  F.  Phillips  Electrical  Works,  Limited 

MONTREAL 

Branches  :   Toronto,  Winnipeg,  Regina,  Calgary  Vancouver 


rill'.  I'- 1. 1'.cr  R  icA  J.  Ni'.ws 


Deceinl)er  1"),  l!)ls 


Personal 

Major  T.  W.  Wilson,  *>i  Moiurval.  iiiniK-rly  mi  the  en- 
gineering staff  of  the  Montreal  Li.ylit,  Ileal  \  I'owir  (,  o.,  has 
been  decorated  with  the  D.S.O.  Ahmu  a  yoar  a.uo  ho  was 
awarded  the  M.C  for  cons])iouou,s  work  at  rasschiiidaiK'. 
lie  has  heeii  three  years  cnerscas. 

Mr.  W.  D.  Neil,  Siiperintemlent  of  the  Maslerii  Division 
of  the  C.  P.  R.  telcpraphs,  lias  heen  iransfened  tn  the  Ontario 
division,  being  succeeded  by  Mr.  i.  .  !,.  Lei.uhty.  Mr.  W.  M. 
Thompson.  Traffic  Superintendent  of  F.astern  lines,  is  pro- 
moted t(>  Superintendent  of  the  l".astern  Division. 

Mr.  W.  E.  Bell,  Montreal,  has  been  appointed  .Acting 
Division  Superintendent  of  Telegraphs  of  the  Grand  Trunk 
I.ines  iu  .Mberta  and  British  C'oluinhia.  Mr.  Rell,  who.se 
headquarters  are  at  l-"dmonton,  has  jni-isdiction  over  all  mat- 
ters i)ertaining  to  the  eonstruetion  and  maintenance  of  tele- 
graph and  telephone  lines  and  operalinn  iti  railroad  and  com- 
mercial telegraphs  in  the  two  western  provinces.  He  suc- 
ceeds Mr.  W.  j.  Roone.v.  who  has  liee-n  granted  leave  of  ab- 
sence owing  to  ill-lK-alth. 


Obituary 

Mr.  James  T.  Matticc,  commercial  siijierintcndcnt  of  the 
Manitoba  Government  te]ei)hones,  died  in  Winnipeg  on  No- 
vember 7.  Me  was  for  many  years  on  the  staff  i;)f  the  Bell 
Telephone  Company  in  Montreal:  in  liiOG  he  removed  to 
^Vinnipe,g.  and  was  tlie  com])any's  ccmtract  agent  in  lOOO, 
when  the  Manitol)a  Government  took  over  the  tele])hones. 

Mr.  Thos.  Howe,  local  manager  of  the  Bell  Telephone 
Company  at  Tilbury,  Ont.,  died  recently. 

Mr.  G.  B.  Dowswell,  president  of  Dowswell  Lees  & 
Companj",  Limited.  m;inufacturers  of  electric  wasliing 
machines,  Hamilttm,  Ont.,  died  recently. 


Current  Notes 

Fort  William,  Ont. 

The  city  council  of  Fort  William,  Ont.,  have  passed  a 
by-law  authorizing  an  increase  in  fares  on  the  street  railway, 
subject  to  approval  by  the  Ontario  Railway  Board.  Under 
the  new  arrangement  there  will  be  only  one  rate — straight 
five  cents — for  all  aduhs  between  5.30  a.m.  and  midnight,  and 
ten  cents  straight  after  midnight.  Children's  tickets  will  be 
ei.ght  for  a  quarter.  The  new  rates  will  go  into  effect  on  New 
Year's  Day. 
Montreal,  Que. 

The  Montreal  office  and  warehouse  of  the  Canada  Wire 
and  Cable  Company.  Limited,  and  of  the  Moloney  Electric 
Co ,  of  C3n2da,  Limited,  have  been  removed  to  14.3  Beaver 
Hall  Hill. 

The  statement  of  the  Montreal  Light,  Heat  and  Power 
Consolidated  for  the  fiscal  half-year  ended  October  shows 


Mr.  Contractor-Dealer — Is  this  one  of  YOUR  customers? 


.gains  in  gross  and  net  revenue  and  in  surplus.  The  gross 
stands  at  $,5,397,130,  an  increase  of  $474,430  oer  the  1917  per- 
iod; operating  charges  were  $338,643  higher  at  $3,539,339: 
net  revenue  was  $145,779  higher  at  $3,757,791,  and  surplus 
better  by  $145,199  at  $3,335,884.  During  October  the  gross 
increase  was  $64,890;  the  net  $33,391,  and  the  surplus  .$39,- 
880.  The  total  of  the  latter  item  was  $444,338,  the  largest  in 
the  history  of  the  company. 

Regina,  Sask. 

The  high  cost  of  labor  and  material  is  being  felt  hy  the 
Saskatchewan  government  telephone  system  and  it  is  an- 
nounced that  rate  increases  will  be  necessary  in  the  near 
future. 

Toronto,  Ont. 

At  a  recent  meeting  of  the  executive  of  the  Hydro-elec- 
tric Railway  Commission  a  resolution  was  passed  and  wiW  be 
forwarded  to  the  Dominion  Government  recommending  that 
the  Government  purchase  the  Grand  Trunk  Railway  and  that 
the  Hydro  build  electric  lines  from  Toronto  to  Buffalo,  and 
Toronto  to  London,  the  cost  of  the  proposal  being  in  the 
neighborhood  of  $35,000,000. 

Toronto  Street  Railway  receipts  for  November  were 
$30,379  less  than  the  same  month  last  year.  This,  however, 
is  attributed  to  the  loss  of  revenue  on  the  tw'o  days  when 
people  were  celebrating  the  signing  of  the  armistice  and  the 
street  cars  were  tied  up.  Every  previous  month  this  3'ear 
has  shown  an  increS.se  in  gross  receipts  and  in  the  city's  per- 
centage. Last  month's  receipts  were  $547,336,  as  compared 
with  $537,505  in  November,  1917.  The  city's  percentage  wa= 
$53,010,  as  compared  with  $55,833,  a  decrease  of  .$2,843. 
Winnipeg,  Man. 

Application  has  been  made  to  the  public  utilities  com- 
inission  for  an  increase  of  from  15  to  30  per  cent,  in  the  fares 
on  the  lines  operated  by  the  W'innipeg,  Selkirk  and  Lake 
Winnipeg  Railway  Company.  It  was  stated  that  the  com- 
pany is  at  present  facing  a  yearly 'deficit  of  $53,000  and  that 
the  suggested  increase  in  fares  would  still  leave  a  deficit  of 
$30,000. 


THE 

Salisbury  Electric  Radiator 

Real  Radiation  from  Electrical  Energy 
A  Fool-proof  Electric  Radiator 
No  Water — No  Repairs 
Nothing  to  Re-fill 

This  is  your  opportunity  XtltUfoTjou 

SALISBURY  ELECTRIC  COMPANY.  LIMITED,  TORONTO 
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GET  THE  GENUINE 

Look  for  the  Name 


WHITE'S  PORCELAIN  STRAIN  INSULATORS 


You  want  strain  insulators  that  are  strong  physically,  that 
stand  up  under  the  exceptional  conditions  of  the  heavy  storm ; 
that  hold  up  under  a  load  of  sleet ;  that  don't  crack  when  the 
thunder  rolls,  the  lightning  flashes,  and  the  wind  whistles. 

This  is  the  kind  of  strains  T.  C.  White  Company  is  mak- 
ing of  porcelain  in  a  variety  of  sizes  for  different  loads,  and 
several  designs  for  varying  conditions. 

It  will  pay  you  to  write  for  bulletin  which  shows  designs 
and  gives  the  complete  data  on  strain  and  electrical  tests. 

Write  today. 


Type  No.  600 


T.  C.  White  Electrical  Supply  Co. 


1122  Pine  Stre  . 
ST.  LOUIS,  M  ' 


Trad 


..GEYSER 


Mark 


THE  WORLD'S 
MOST  EFFICIENT 
WASHERS 


GEYSER 

Ele  ctric 
Washer 


Simple 

Safe 

Silent 


(Made  in  three  sizes) 


A  most  desirable  asset  to  home  conveniences  and  a  most  satis- 
factory machine  to  install.  The  Geyser  Electric  Washer  will  last  a 
lifetime  and  live  up  to  every  claim  we  make  for  it  in  efficiency.  No 
other  line  of  washers  has  met  with  the  success  of  the  Geyser,  either 
in  ready  acceptance  or  in  its  all  round  utility. 

It  has  many  improvements  you  would  be  interested  in.  Reversible 
wringer,  etc.  Why  not  write  us  for  further  particulars  today?  Our 
discounts  are  liberal. 

Onward  Manufacturing  Co. 

KITCHENER,  ONTARIO 
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Motor  For  Sale 


\S  ~:     In    I       iiniiivilialc  dclivtiy  om- 

U.">"  hoi>c  I'ouir,  .1  i>li>i>c,  cycle,  oriO  or  L'^nn 
\..U^.  (»>«>  K.I'.M.  \\  tslinghousc  foiiu  M.S.,  inill 
typr.  st(iiiircl  c;iRc  induction  motor,  complete  with 
I. Ill-,  slnrtiiic  coil  ami  oil  .•iwitcli.  This  motor  is 
.U-l^;m•^l  for  direct  connection,  but  also  equipiicil 
with  special  wooden  imllcys  for  belt  drive.  Tlu- 
motor  lias  been  entirely  rewound  and  is  as  jr"'"' 
lis  new.  For  liiither  particulars  write  or  wire 
Railway  &  I'owcr  KngineerinR  Corporaiioii,  "Jd;" 
l".   I'.  R.   IIKIk..    Toronto,  or.  Room  l".  Wiiulsoi 

Hotel.    M,.nlte;il  21 


Motors  For  Sale  or 
Exchange 

W  c  have  the  (ollowiii>;  li'i  cycK-..  .".  phiise,  220 
volt  motors  for  sale  or  exchange  for  2.")  cycle  mo 
lois  of  same  II. P. 

1  4it  II. I'.  Crocker- Wheeler,  12110  R.l'.M. 
1    .ITi  n  r.  Westinshouse  1200  K.I'  .M. 

1  2.*.  II. IV  I  rocker  Wheelcr  1200  K.IV.M. 
1     I.-.  11. IV  l-airbanks-Morse      llMt  K.I'.M. 

The  Windsor  Sand  and  Gravel  Co.,  Ltd., 
.J,  I  WalUei  ville.    I  )nl. 


POSITIONS  VACANT 


ELECTRICAL  CONSTRUCTION  MAN,  tlec 
trie  motor  inslallations.     .Mso  one  electric  motor 
repair  man.    Scott  Bros.  Jilectrical  Co.,  Wiiulhor. 
Ont.  -'1 


111  keopiii.y  open  every  e\'euiiis;.  .Some 
mniuli.s  ai;n,  lie  says,  we  discox-ered  that 
a  .l;ii(u1  many  people  who  are  busy  dur- 
iii.L;  ihe  day  ha\e  not  the  opportunity  to 
call  at  our  salesrooms  durini;  the  hours 
the\-  are  ordinarily  open,  so  we  looked 
about  lor  some  way  to  make  it  possiljle 
to  reach  this  class  of  trade.  As  it  did 
not  appear  desirable  to  keep  the  show- 
room open  every  evening  of  the  week 
we  have  adoi)ted  the  plan  of  opening  the 
showroom  "evenings  by  appointment." 
Therefore  we  had  a  rubber  stamp  made 
and  all  of  the  solicitors'  cards  and  cer- 
tain of  the  pieces  of  literature  sent  out 
to  customers  now  appear  stamped  with 
the  following  notice: 

Sales  Department  Open  Evenings 
By  Appointment 
After  5.30  p.m.  Telephone  S.R.  725. 
In  order  to  make  an  evening  appoint- 
ment, it  is  now  only  necessary  for  the 
••prosi)ect"  to  call  one  of  the  salesmen 
on  the  telephone,  giving  the  hour  and 
date  he  wishes  to  visit  the  salesroom 
and  he  can  be  assured  that  a  representa- 
tive of  the  company  will  be  on  hand  to 
answer    his    questions    and  demonstrate 
any  device  in  which  he  is  interested. 


had  been  unable  to  get  the  proper  kind 
of  coal  and  couldn't  get  her  fire  going 
very  good.  The  salesman  quickly  sug- 
gested that  her  trouble  could  be  readily 
solved  with  the  vacuum  sweeper  and 
showed  exactly  how.  He  put  on  the 
1)lower  attachments  and  held  the  hose 
close  to  the  grate  and  in  a  few  minutes 
the  furnace  was  approaching  red  heat 
She  bought  the  machine  and  attachments 
immediately  and  now  uses  this  method 
whenever  the  furnace  doesn't  draw  pro- 
perly. 

PETRIE^S  LIST 

of  New  and  Used  MOTORS 

FOR  IMMEDIATE  DELIVERY 


Open  Evenings  by  Appointment 

.\  ealiiornia  dealer,  writing  in  Elec- 
trical Merchandising,  offers  a  solution  to 
the  difficulty  of  providing  for  evening 
shoppers  without  the  attendant  necessity 


How  a  "Vacuum  Sweeper  Made  a 
Furnace  Draw 

A  vacuum  cleaner  salesman  was  re- 
cently demonstrating  a  cleaner  and  set 
of  attachments  at  a  prospect's  home 
where  it  was  extraordinarily  chilly.  The 
lady  explained  it  by  telling  him  that  she 


No. 

H.P.  Phase 

Cycle 
25 

Volts  Speed 

Maker 

1 

100 

3 

550 

480 

W  estg. 

3 

50 

3 

25 

550 

725 

West?. 

1 

30 

60 

220 

1500 

T.   &  H. 

1 

30 

2 

60  * 

220 

720 

Fbks.-M. 

1 

25 

2 

60 

220 

945 

Westg. 

1 

20 

3 

25 

550 

144(J 

J.  &  M. 

2(t 

25 

550 

710 

Westg. 

1 

15 

3 

25 

550 

1500 

C.  G.  E. 

15 

3 

25 

550 

1400 

Lancashire 

8 

15 

3 

25 

550 

730 

Westg. 

1 

10 

3 

25 

550 

720 

Westg. 

1 

3 

25 

550 

1500 

Lang-Dav. 

2 

3 

25 

550 

725 

Westg. 

1 

3 

25 

550 

750 

C.  G.'  E. 

1 

0 

2 

66 

220 

1200 

T.  &  H. 

3 

5 

3 

25 

550 

1440 

Excelsior 

2 

5 

3 

25 

550 

1400 

Excelsior 

5 

3 

25 

550 

720 

Westg. 

5 

4 

3 

25 

550 

1400 

Excelsior 

o 

3 

3 

25 

550 

1500 

C.  G.  E. 

3 

3 

25 

550 

1400 

Excelsior 

1 

1 

3 

25 

550 

1400 

Excelsior 

Writ*  Ua  for  Prices 

H.  W.  PETRIE,  Limited 

Front  St.  V/ett  •  Toronto,  Ont. 


Rubber  Covered  Wires  and  Cables 

FOR  POWER,  LIGHT  AND  TELEPHONE  WORK 

Incandescent  Lamp  Cord,    Flexible  Switchboard  Cables,   Special  Cords  and 

Cables  for  all  kinds  of  Electrical  Work. 

Prompt  Shipments  from   Canadian  Factory. 

BOSTON  INSULATED  WIRE  &  CABLE  CO.,  Limited 

Canadian  Office  and  Factory,       HAMILTON,  ONT. 


DIRECT  READING  OHMMETERS 


Thompson-Levering  Co.,  Philadelphia,  Pa.,  U.  S.  A, 


Tenders 


A  few  dollars  spent  in  advertising 
your  proposals  in 

The  Contract  Record 

would  result  in  additional  competition, 
which  might  save  your  city  or  town  or 
your  client  many  hundreds  of  dollars. 


December  15,  1918 


THE    ELECTRICAL  NEWS 


41 


ma 


mamamamB 


In  Stock  for  Immediate  Delivery 

Turbo-Generator  Units 
Direct  Connected  Units 
Motor  Generators 
Rotary  Converters 
Transformers 

Boilers 
Smoke  Stacks 
Tanks 
Condensers 
Air  Compressors 

Separate  Published  Stock  Lists  for  above  apparatus. 

Staff   of  Engineering  Specialists  with    three  overhauling 
plants  to  SOLVE  YOUR  POWER  PROBLEMS. 

MacGovern  &  Company,  Inc. 

285  Beaver  Hall  Hill,  Montreal 

Offices  :  New  York,  Pittsburg,  St.  Louis 
Plants:  Brooklyn,  N.Y.,  Lincoln,  N.J.,  and  Linden,  N.J. 

BUYERS   AND   SELLERS  OF 
NEW   AND    USED  MACHINERY 

A   Continent-wide  Service 


List  of  Motors 


Xo, 
1 
1 
1 

I 
1 
1 
1 
1 
1 
1 
1 
1 


II. P.  Phase  Speed 


1.5 

GO 
50 


10 
3 


40 
15 


.3 

3 
3 
3 
3 
3 
3 
3 

.  1 
1 
1 
*2 
2 

2  or  3 
2  or  3 


10    2  or  3 


3 

7/. 


1500 
750 
750 
750 
750 
750 
1500 
1500 
ISOO 
1800 
ISOO 
900 
ISOO 
ISOO 
ISOO 
ISOO 
1200 
1200 
ISOO 
ISOO 


Volts 
5.50 
5.50 
550 
220 
220 
220 
220 
220 
110 
110 
110 
220 
220 


220 

220 
220 
220 


Cycles 
25 
25 
25 
25 
25 
25 
25 
25 
60 
CO 
GO 
GO 
GO 
GO 
GO 
GO 
GO 
GO 
60 
80 


Starter 
yes 
yes 
yes 
yes 
yes 
yes 
yes 
yes 
no 
no 
no 
yes 
no 
no 
no 
no 
no 
no 
no 
yes 


Make 

T.H.E. 
C.G.E. 

Crocker  Wheeler 

Lincoln 

Lincoln 

C.G.E. 

T.H.E. 

Wcstg.  CCL. 

Fort  Wayne 

Westgh. 

Fisher 

Fuller  Wenstrom 
T.H.E. 


Westgh. 
Westgh. 
W  estgli. 
Westgh. 
LInion  (New) 
C.G.E.  rewound 
Lincoln 


CCL. 
CCL. 
CCL. 
CCL. 


rewd. 
rewd. 


rewd. 


TRANSFORMER 
1    41)  K.W.     Type  R.     2200/220  Volts,  Packard. 

;     PLATER  * 

1    Type  C.     Ostrandcr  Seymour,  6  volt,  speed  750,  amp.  SOO. 

Toronto  &  Hamilton  Electric  Co. 

99-103  McNab  St.  N.,  HAMILTON  Limited 


Cut  Out  the  Worry 


Solderless  Connection 


Insulating  Shell  and  Cap 


Patented  Canada  1917. 
Patent  Pending  U.  S. 


DISCARD  THAT  BLOW  TORCH 


Just  think!  NO  BLOW  TORCH  to  carry  around  with  you.  No  Acid,  No  Tape. 
No  Solder,  No  Dirty  Hands,  No  Dirty  Canoi)ies,  CeiHng,  Walls  or  Carpets,  and 
the  job  done  in  one-fifth  of  the  time.  A  better  job,  too.  NO  WORRY  about  the 
Inspectors.  When  the  Inspector  sees  the  Walger  Connectors  in  place  of  the  old 
solder  and  tape  method,  he  knows  the  job  is  ris^ht  because  it  is  fool  proof.  A  child 
could  do  it. 

Pa$»ed  by  UNDERWRITERS'  LABORATORIES,  CHICAGO 
Approved  and  recommended  by  HYDRO  ELECTRIC  COMMISSION  OF  ONTARIO,  TORONTO 

Ask  your  jobber  for  ihcm  or  write.        W  ill  >;t\  e  time  and  nume}-. 

^^'"'-C.  JACKSON,  22  College  Street,  TORONTO,  ONT. 
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Are  You  Prepared 

For  the 

Fall  Drive 

If  not   place  your  orders  early  for 

MONARCH  SHRAPNEL 

If  your  local  jobber  does  not  handle  our  line* 
write  direct 


Pittsburgh  Reflectors 

Increase  Light 


500 


BY  TEST 


Illustration  sliows  "  Pittsburgh " 
Reflector  No.  50  for  100  or  150 
Watt  Lamp.  Dimensions :  Height, 
Q'A  inches,  Width  10  inches.  Hold- 
er 2yi   in.     Form  "O". 


They  are  scientific- 
ally formed  to  obtain 
the  maximum  of  light 
on  the  window  trim. 
"Pittsburgh"  Reflec- 
tors have  attained  ex- 
tensive sales  for  window  lighting,  because  of  their 
saving  of  current  and  their  dependability  to  in- 
crease lighting  efficiency. 

Pittsburgh  Reflector  and 
Illuminating  Co. 

PITTSBURGH,  PA. 

Canadian  Distributors 

JAMES  DEVONSHIRE,  LTD. 

701  Yonge  Street,  Toronto 


-J^) Renewable  Fuses 

FOR  ELECTRIC  LIGHT  AND  POWER 

Always  were  the  simplest  fuses  in  construction  on  the  market. 
The  new  Type  "  B,"  Form  4.  has  been  reduced  to  the  fewest  parts — 
four  metal  parts  of  solid  brass,  a  fibre  shell  and  the  fuse  strip.  Caps 
are  removed  by  a  twist  of  the  wrist  and  as  easily  tightened,  holding 
the  fuse  strip  in  intimate  metal-to-metal  contact. 

Free  Samples  If  You  Write  Today 

A.  F.  DAUM,     Pittsburgh,  Pa. 
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Thos.  S.  Young,  General  Manager 


Hugh  C.  MacLean,  Limited 

Publishers 

Footwear  Canada  Lumberman 

Contract  Record    Electrical  News 


MacLean  Daily  Reports,  Ltd. 

Advance  Information  on  Building 
and  Engineering 


The  Hugh  C.  MacLean  Co.,  Ltd. 

Publishers 

Coal  Review    Western  Canada  Contractor 
The  Commercial    Western  Lumberman 


Toronto.  Montreal,  Winnipeg, 
Vancouver,  Chicago.  New  York, 
London,  (Eng.) 


Automatic  and  remote  control  with  any  device 
which  will  close  the  circuit  makes 


Repulsion    Start  Induction 

SINGLE  PHASE  MOTORS 

desirable   for  operating  alarm  signals 


■/2  h.p.  motor  operating  a  bell  ringer  for  fire  alarm  service.  This 
equipment  is  for  automatically  operating,  formerly  rung  by  hand. 
1  10  to  40  H.P.      25  to  140  CYCLES. 
THEY-KEEP-A-RUNNING 

CENTURY  ELECTRIC  COMPANY 

19th,  Pine  to  Olive  Streets,  ST.  LOUIS,  MO.,  U.S.A. 

Sales  Offices  in  the  Principal  Cities  298 
Stock  carried  in  Canada  by: 
Jones  &  Moore  Electric  Co.,  Ltd.,  294  Adelaide  St.  W.,  Toronto 

Great  West  Electric  Co.,  Ltd.,  Winnipeg 
Rudel-Belnap  Machinery  Co^  Ltd.,  Can.  Express  Bldg.,  Montreal 
Rankin  &  Cherrill,  65  Hastings  St.  W.,  Vancouver,  B.C. 


Immediate  Delivery,  Montreal  Stock 

Motors,  3  Phase,  60  Cycle 


2 

H. 

P. 

550 

V. 

1700 

R. 

P. 

M. 

1 

75 

H. 

P. 

2200 

V. 

850 

R. 

P. 

M. 

1 

10 

H. 

P. 

550 

V. 

1200 

R. 

P. 

M. 

9 

125 

H. 

P. 

550 

V. 

690 

R. 

P. 

M. 

1 

15 

H. 

P. 

550 

V. 

1200 

R. 

P. 

M. 

2 

150 

H. 

P. 

550 

V. 

600 

R. 

P. 

M. 

1 

30 

H. 

P. 

550 

V. 

900 

R. 

P. 

M. 

2 

200 

H. 

V. 

H. 

P. 

1200 

R. 

P. 

M. 

P. 

2200 

514 

R. 

P. 

M. 

2 

40 

550 

V. 

1 

50 

H. 

P. 

550 

V. 

900 

R. 

P. 

M. 

2 

400 

H. 

P. 

2200 

V. 

160 

R. 

P. 

M. 

1 

Transformers,  Pole  Type  2200  -  ff^  Volts 


3/4  K.W.  11 

1  K.W.  15 
lYz  K.W.  26 

2  K.W.  24 


2%  K.W.  19 
3  K.W.  12 
3%  K.W.  6 
5     K.W.  55 


Oar  stock  changes  constantly,  if  not  listed  above  please  enquire  anyway. 

Dominion  Iron  &  Wrecking  Co.,  Ltd. 

General  Offices :  Transportation  Building,  Montreal 
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NOTICE  I 

'Duncan"  Pull  Chain  Sockets 

NOW  READY 


Splendid 
Action 


This  Socket  is  Second  To  None 
Your  Jobber,  or 


The  Duncan  Electrical 
Company^  Limited 

MONTREAL  -  CANADA 


Friends  of  the  Electrician 

''ANTI-SULPHURIC  ENAMEL 

The  only  reliable  protection  against  llie  action  of  acid  anJ 
chemical  fumes. 

''FERRODOW 

Iliisipioof  elastic  paint.  Superior  to  Grapliile  or  Red  Lead.  De- 
ties  all  climatic  conditions. 

''DRIOROL'' 

Oil-proof  Enamel.  Dries  quickly  over  greasy  and  oily  surfaces. 
Not  affected  by  lubricating  or  transformer  oils. 

''ARMOUW 

1  i-.-  'f-'i^'irfc  paint,  or  colorless  solution. 

"ARMACELV 

Possesses  the  highest  insulating  qualities  of  any  varnish  on  the 
market.  ' 

*'OHMALINE'' 

I;:ack.  quick  air-drying  insulating  composition.  Also  supplied 
for  stovirjf.  and  as  a  solid  insulating  compound. 

''SHAYDOLITE'' 

for  coloring  electric  lamps.  Used  in  the  Royal  Navy.  Weather- 
proof.   Dries  rapidly. 

''ARMABRON*' 

I;)tumen  piot'ctive  paint,  elastic,  acid-resisting,  weatherproof. 
Made  in  London,  England,  by 

GRIFFITHS  BROS.  &  COMPANY 

f Contractors  to  H.  M.  Imperial  and  Overseas  Governments) 

SPIELMAN  AGENCIES,  (Regd.) 

Dealers  in  Electrical  Specialties 
Read  Bldg.,  St.  Alexander  St.  MONTREAL 


138  254 


Anchor  Rods  Eye  Bolls 

Cross  Arm  Braces 
Turn  Buckles  Machine  Bolts 

all  Hot  Galvanized 

Acme  Stamping  &  Tool  Works  Ltd. 

Hamilton,  Ont. 


Electric  Ovens 


Despatch   Electric  Ovens 

for 

Flour  and  Cereal  Millers 
Enamelling,    Pulp  Mills 

and  all  commercial  work  requiring  accurate 
and  regulated  electric  heat. 

Enquire  about  them. 

The  Masco  Company,  Ltd. 

91-93  Queen  St.  E.  TORONTO 

"JOBBERS  OF  STANDARD  ELECTRICAL  SUPPLIES." 
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The 
EDEN 
Electric 
Washer 


Good  Profits — Easy  Sales 

are  assured  for  the  dealer  who  handles  the 
Eden  Washing  Machine.  A  first  grade  ma- 
chine, that  once  sold,  stays  sold  and  brings 
new  customers. 

Write  for  our  proposition 

Great  West  Electric  Co.,  Limited 

WINNIPEG 

Distributors  of  Laco  Tungsten  and 
Nitro  Lamps 


Standard 


Copper,  Brass  and  Bronze  Wires 
Colonial  Copper  Clad  Steel  Wire 
Magnet  and  Weatherproof  Wire 
Rubber  Insulated  Wire 
Lead  Covered  and  Armored  Cables 
Cable  Accessories  of  all  kinds. 

We  can  meet  your  requirements,  however  large, 
promptly. 

Standard  Underground  Cable  Co. 

of  Canada,  Limited 
Hamilton,  Ont. 

Toronto  Hamilton 


Montreal 


Seattle 


DOSSERT  CONNECTORS 

The  Superintendent  of  one  of  the  largest 
electrical  contracting  firms  writes  us: 

"The  workmen  have  formed  the  habit  of 
using  Dossert  Connectors  for  all  kinds  of 
connections  and  consider  it  a  hardship  if 
tliey  are  called  upon  to  perform  the  tedious 
and  laborious  task  of  making  a  soldered 
joint  with  its  attendant  acid  fumes,  gaso- 
line torch  smoke  and  burned  fingers." 

Ask  the  man  who  makes  the  joint! 


DOSSERT  &  C0.,= 


242  West  4l8t  St. 
NEW  YORK 

H.  B.  LOGAN,  President 


Irving  Smith,  Canadian  Rep.,  602  New  Birks  BIdg.,  Montreal. 


CANADIAN  PORCELAIN  CO. 


LIMITED 


HAMILTON   -  CANADA 


Manufacturers  of  High  and  Low 
Tension  Porcelain  Insulators 


* 
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AIR  PRESSURE  RELAYS 
I'liiladclpliia  KUciiic  To    Supply  IVpt. 

ALTERNATORS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 
Waener  Electric  Mfg.  Company  of  Canada 

ALUMINUM 
British  Aluminium  Company 
Northern  Aluminum  Company 
Spielmann  Agencies,  Registered 

AMMETERS  &  VOLTMETERS 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Crouse  Uinds  Company  of  Canada,  Limited. 
Ferranti  Electrical  Company  ol  Canada 
Hatheway  &  Knott,  Inc. 
MoTuiich    Klecliic  Conip;iin 
Northern  Electric  Company 
Wagner  Electric  Mfg.  Company  of  Canada 
Weston  Electrical   Instrument  Company 

ATTACHMENT  PLUGS 
Benjamin  Electric  Manufacturing  Companny 
Canadian    Westinghouse   Company      _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Hubbell   Company,  Harvey 
National   Metal  Molding  Company 

ARMATURE  REPAIR  MACHINERY 
Electric   Service  Sur)plie5  Coiiiiiaiiy 

AUTO  STARTERS 
Adams  Bagnall    Electric  Company 

BATTERIES 
Canadian    General    Electric  Company 
Canadian   Hart   Accumulator  Company 
Hamilton  &  Toronto  Electric  Company 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

BOLTS 

McGill  Manufacturing  Company 

BONDS  (Rail) 
Canadian  General  Electric  Company 
Electric  Railway  Improvement  Company 

Electric  .Service  .Supplies  Company 
Ohio  Brass  Company 

BOXES 

Canadian  Westinghouse  Company 
Chicago  Fuse  Manufacturing  Company  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
G.  &  W.  Electric  Specialty  Company 
Hatheway  &  Knott,  Inc. 
National  Metal  Molding  Company 
Pringle,  R.  E.  T. 

BOXES  (Manhole) 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

BRACKETS 
Acme  Stamping  &  Tool  Works,  Limited 
Canadian  General  Electric  Company 
Pringle.  R.  E.  T.,  Ltd. 

BUS  BAR  SUPPORTS 
Moloney  Electric  Company  of  Canada 
Monarch    Electric  Company 

""^  BUSHINGS 
Electrical  Development  &  Machine  Company 
National  Metal  Molding  Company 

Philadelphia  Electric  Co.  Supply  Dept. 
Steel  City  Electric  Company 

CABLES 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canadian  General  Electric  Company 
Canada  Wire  &  Cable  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Eugene  F. 
Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 

CABLE  ACCESSORIES 

Crouse-Hinds  Company  of  Canada,  Limited. 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can- 
ada, Limited. 
Steel  City  Electric  Company 

CABLE  END  BELLS 
Philadelphia  Electric  Co.  Supply  Dept. 

CARBON  BRUSHES 
Calebaugh  Self  Lubricating  Carbon  Co. 

CARBONS 
Carjidian    Westinghouse  Company 


CAR  EQUIPMENT 
Ohio  Brass  Company 

l'".lcclric   Service   Sujiplies  Conipaiiy 

CENTRIFUGAL  PUMPS 
Boving   Hydraulic   &   Engineering  Company 
Canadian   Allis-Clialmers  Company 

CHAIN  (Driving) 
Jones  &  Glassco 

CHARGING  OUTFITS 
Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Lincoln   Electric   Company   of  Canada 
Pringle,  R.  E.  T. 

CHRISTMAS  TREE  OUTFITS 

Northern    Electric  Company 

CIRCUIT  BREAKERS 

Canadian  General  Electric  Company 
Cutter  Electric  &  Manufacturing  Company 
Ferranti   Electrical   Company   of  Canada 

Monarcli    Klectiic  Company 
Northern    Electric  Companny 

CLEAT  TYPE  SWITCHBOARD  INSULATORS 

Pliiladelphia  Electric  Co.  Supply  Dept. 

CLAMPS,  INSULATOR 

Philadelphia  Electric  Co.  Supply  Dept. 

COILS 

Cleveland  Armature  Works 
D.  &  W.  Fuse  Company 

CONTACTOR  THIRD  RAIL  MATERIAL 

Electric  .Service  Supplies  Company 

COMPOUNDS 

Redmanol  Chemical  Products  Company 

COMMERCIAL  AGENCY 

Bradstreet  Company 

COMMUTATORS 

Cleveland  Armature  Works 

CONDENSERS 
Boving  Hydraulic  &  Engineering  Company 
Canadian  Westinghouse  Company 

CONDUCTORS 

British  Aluminium  Company 
National  Metal  Molding  Company 
Northern    Aluminum  Company 

CONDUITS 

American  Conduit  Company 
Conduits  Company 
Flexible  Conduit  Company 
National  Metal  Molding  Company 
Northern   Electric  Company 
Orpen  Conduit  Company 

CONVERTING  MACHINERY 
Ferranti  Electrical  Company  of  Canada 
Lincoln  Electric  Company  of  Canada 

CONDUIT  BOX  FITTINGS 

Hatheway  &  Knott,  Inc. 

Killark  Electric  Manufacturing  Company 

Northern  Electric  Company 

CONDULETS  (Marine) 
Crouse-Hinds  Company  of  Canada,  Limited. 

Walger  Connector  Company 

CONTROLLERS 

Canadian  Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Electrical  Maintenance  &  Repairs  Company 

CONNECTORS 

Dossert  &  Company 

Walger  Connector  Company 

COOKING  DEVICES 
Canadian  General  Electric  Company 
Canadian    Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Spielmann   Agencies,  Registered 
Superior  Electrics  Ltd. 

CORDS 

Northern  Electric  Company 

Phillips  Electrical  Works,  Eugene  F. 

CROSS  ARMS 

Northern  Electric  Company 

CRUDE  OIL  ENGINES 
Boving  Hydraulic  &  Engineering  Company 


CUTOUTS 

Benjamin  Electric  Manufacturing  Company 

Chicago  Fuse  Manufacturing  Company 

D.  &  W.  Fuse  Company 

G.  &  W.  Electric  Specialty  Company 

Hatheway  &  Knott,  Inc. 

Monarch    Electric  Company 

DETECTORS  (Voltage) 
G.  &  W.  Electric  Specialty  Company 

DISCONNECTORS 

G.  &  W.  Electric  Specialty  Company 

DISCONNECTING  SWITCHES 

Electric   Service  .Supplies  Company 
Philadelphia  Electric  Co.  Supply  Department 

DOORS  FOR  BUS  AND  SWITCH 
COMPARTMENTS 

Philadelphia  Electric  Co.  Supply  Dept. 

DREDGING  PUMPS 

Boving  Hydraulic  &  Engineering  Company 

ELECTRICAL  ENGINEERS 
Gest,  Limited,  G.  M. 
See  Directory  of  Engineers. 

ELECTRIC  HEATERS 
National  Electric  Heating  Company 

ELECTRIC  SHADES 

Jefferson   Glass  Company 

ELECTRIC  RADIATORS 

Salisbury  Electric  Company 

ELECTRIC  RANGES 
Canadian  General  Electric  Company 
National   Electric   Heating  Company 
Northern   Electric  Company 

ELECTRIC  RAILWAY  EQUIPMENT 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Electric  Service  Supplies  Company 
Ohio  Brass  Company 

ELECTRICAL  TESTING 
Electrical  Testing  Laboratories,  Inc. 

ENGINES 
Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

PANS 

Cahadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Great  West  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 
Robbins  &  Myers 

FIBRE  (Hard) 
Spaulding  &  Sons  Company,  J. 

FIBRE  (Vulcanized) 
Spaulding  &  Sons  Company,  J. 

FIRE  ALARM  EQUIPMENT 

Acme  Stamping  &  Tool  Works,  Limited 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 

FIXTURES 
Benjamin  Electric  Manufacturing  Company 

Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Jefferson  Glass  Company 
Northern  Electric  Company 
Tallman  Brass  &  Metal  Company 
Walger  Connector  Company 

FLASHLIGHTS 

Northern  Electric  Company 
Spielmann  Agencies  Registered 

FLEXIBLE  CONDUIT 

Hatheway  &  Knott,  Inc. 
Tubular  Woven  Fabric  Company 

FLOOD  LIGHTS  (Electric) 

Crouse-Hinds  Company  of  Canada.  Limited. 

Electric   Service  .Snp|ilies  Coni]iany 

FUSES 

ITiissnian  Mfg.  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Daum,  A.  F. 

Economy  Fuse  &  Manufacturing  Company 

G.  &  W.  Electric  Specialty  Company 

Hatlieway  &  Knott,  Inc. 

Moloney  Electric  Company  of  Canada 

Northern  Electric  Company 

Square  D  Company 

(Continued  on  page  4S) 
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THIS  TRADE  MARK 


IS  YOUR  GUARANTEE 


Made  in  Canada 


Water 
Turbines 


Hydraulic 
Governors 


Turbo 
Pumps 


High 

Efficiency 

Substantial 
Construction 


Continuous 
Service 


BOVING  HYDRAULIC  &  ENGINEERING  CO.,  LIMITED 

LINDSAY  -  ONTARIO 


7500-10  7502-12 

Supplied  in  Four  Finishes 


A  Satisfied  Customer 
writes ;- 


Gentlemen, — 

I  enclose  my  order  for  complete  fixtures, 
which  I  hope  you  can  ship  by  return.  I  find 
your  line  of  Complete  fixtures  selling  very 
well,  and  would  be  glad  to  have  you  add  to 
my  order  two  or  three  other  numbers  which 
you  find  are  good  sellers. 

Yours  truly, 


Why  not  get  on  our  list  of  satisfied  customers  ? 

W.  H.  BANFIELD  &  SONS,  LTD. 

Largest  Manufacturers  of  Electric  Fixture  Parts,  Fittings 

and  Accessories  in  Canada.  . 


City  Sales  Office  : 
80  King  Street  W. 


General  Offices  and  Factory 
Adel.  104  370-386  Pape  Ave 


TORONTO,  CANADA 


t 


THE    ELECTRICAL  NEWS 


Decemlier  15,  T.)ls 


CLASSIFIED  INDEX  TO  ADVERTISEMENTS— CONTINUED 


FUSE  BOXES 
douse  lliuds  Company  of  Laiiaila,  Limited. 
Nocthein  Electric  Company 
S»iuarc  1>  (."onipany 

GENERATORS 
Canadian  Crocker-Wheeler  Company 
Canadian  General   Electiic  Company 
Canadian   Westingliouse  Company 
Electrical  Maintenance  &  Kepaiis  Company 
Fertanti   Electrical  Company  of  Canada 
Lancashire   Dynamo  &  Motor  Company 
Lincoln  Electric  Company  of  Canada 
Power  Plant  Equipment  Company 
Thomson  Company,  Limited,  Fred 
Toronto  &   Hamilton   Electric  Company 

GLASSWARE 
Jefferson  Glass  Company 

GROUNDING  BOXES 
I'hila.lclphia   Klcct.ic   Co.   Supply    1  )t  p:n  I  nicnt 

GUARDS  (Condulets) 
Crouse-Hinds  Company  of  Canada,  Limited. 

GUARDS  (Lamp) 
Electric  Service  .-Supplies  Company 
llarviv   lliil>l)cll  Company 
McGili  Manufacturing  Company 

Moiiaich    KIcctric  Company 

HANGERS  (Cable) 
Standard   Underground   Cable   Company  of  Can- 
ada, Limited. 

HEAD  GATE  HOISTS 
Hamilton  Company.  Wni. 

HEATING  DEVICES 
Canadian  General   Electric  Company 
Canadian    Westingliouse  Company 
Hatheway  &  Knott,  Inc. 
National   Electric   Heating  Company 
Northern   Electric  Company 
Spielmann    Agencies,  Registered 

HYDRAULIC  MACHINERY 
Boving  Hydraulic   &   Engineering  Company 

HYDRO  EXTRACTORS 
Jones  Sc  Glassco 

HYDRO  ELECTRIC  MACHINERY 
Canadian  Allis-Oialmers  Company 

ILLUMINATING  GLASSWARE 
Jefferson   Glass  Company 

INSPECTION  ENGINEERS 
Allen  Inspection  Company 

Canadian  Inspection  and  Testing  Laboratories 

INSULATING  VARNISHES  AND 
MOULDING  COMPOUNDS 
Redmanol  Chemical  Products  Co. 
Spaulding  &  Sons  Company,  J. 
Spielmann   Agencies,  Regd. 

INSTRUMENTS 
Canadian  General  Electric  Company 
Canadian   Westringhouse  Company 
Hatheway  &  Knott,  Inc. 

INSTRUMENT  CUTOUT  SWITCHES 

Philadelphia  Electric  Co.  Supply  Department 

INSTRUMENTS— RECORDING 
Canadian  General  Electric  Company 
Northern  Electric  Company 

INSULATION 
Redmanol  Chemical  Products  Company 

Walger  Connector  Company 

INSULATION  (Hard  Fibre) 
Spaulding  &  Sons  Company,  J. 

INSULATORS 
Canadian  Porcelain  Company 
Canadian  Westinghouse  Company       _  _ 
Crouae-Hinds  Company  of  Canada,  Limited. 

Electric  Service  Supplies  Company 

Hatheway  &  Knott,  Inc. 

Illinoit    Electric    Porcelain  Company 

Moloney   Electric   Company   of  Canada 

Mica  Company  of  Canada 

Northern  Electric  Company 

Ohio  Brass  Company 

INSULATING  CLOTH 
Packard  Electric  Company 

IRONS  (Electric) 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrici  Ltd. 


LAMP  BULBS  (Electrical) 
Jefferson   Glass  Company 

LAMP  GLOBES 
Crouse-Hinds  Company  of  Canada,  Limited. 

LAMPS 

Canadian  General  Electric  Company 

Electrical   Maintenance   &   Repairs  Company 

Hatheway  &  Knott 

Lincoln  Electric  Company  of  Canada 

Moloney   Electric  Company 

Nortliern  Electric  Company 

LANTERNS  (Electric) 
Duncan  Electrical  Company 
Spielmann  Agencies,  Registered 

LIGHTNING  ARRESTERS 

Canadian  General  Electric  Company 
Electric   Service   Supplies  Company 
Moloney   Electric  Company  of  Canada 
Northern    Electric  Company 

LINE  MATERIAL 

Acme  Stamping  &  Tool  Works,  Limited 
Canadian    General    Electric  Company 
lilectric   Service  .Supplies  Company 
Northern  Electric  Company 
Ohio   Brass  Company 
Pringle,  R.  E.  T. 
Steel  Company  of  Canada,  Limited 
Steel  City  Electric  Company 

LIGHTING  STANDARDS 

Adams-Bagnall  Electric  Company 
Canadian   General  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

LOCK  AERIAL  RINGS 

Acme  Stamping  &  Tool  Works,  Limited 

MAGNETS 

Canadian  Westinghouse  Company 

MEASURING  INSTRUMENTS 

Leeds   Northrup  Company 
Northern  Electric  Company 
Thompson-Levering  Company 

METAL  MOLDINGS 

National   Metal   Molding  Company 
Pringle,  R.  E.  T. 

METERS 
Canadian  General  Electric  Company 
Chamberlain  &  Hookham  Meter  Company 
Ferranti  Electrical  Company  of  Canada 
Great  West  Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 

MICA 

Kent  Brosj 

Mica  Company  of  Canada 

MOTORS 

Canadian  Crocker-Wheeler  Company 
Canadian  General  Electric  Company 
Canadian   Westinghouse  Company 
Century  Electric  Company 
Doniinioii  Iron  &  Wrecking  Company 
DuQuesne   Electric   &   Mfg.  Company 
Electrical  Maintenance  &  Repairs  Company 
Ferranti  Electrical  Company  of  Canada 
Fisher  Electric  Company 
Great  West  Electric  Company 
Lancashire  Dynamo  &  Motor  Company 
Lincoln  Electric  Company 
MacGovern   &  Company 
Northern  Electric  Company 
Petrie,   Limited,  H.  W. 
Pringle,  R.  E.  T. 
Robbins  &  Myers 
Thomson   Company,   Limited,  Fred 
Toronto  &  Hamilton  Electric  Company 
Wagner  Electric   Mfg.   Company  of  Canada 

MOTOR  AND  GENERATOR  BRUSHES 

Calebaugh  Self- Lubricating  Carbon  Co. 

OFFICE  FURNITURE 

Canadian  Office  &  School  Furniture  Company 

OUTDOOR  SUB-STATIONS 

Moloney  Electric  Company  of  Canada 

OVERHEAD  MATERIAL 
Ohio  Brass  Company 

PANEL  BOARDS 

Benjamin    Electric    Manufacturing  Company 
Canadian  General  Electric  Company 
Crouse-Hinds  Company  of  Canada,  Linited. 
Devoe  Electric  Switch  Company 
Northern   Electric  Company 


PAINTS 

Spielmann  Agencies  Regd. 

PAINTS  &  COMPOUNDS 
G.    &   W.    Electric   Specialty  Company 
McGill   Manufacturing  Company 
Spielmann   Agencies,  Registered. 
Standard  Underground   Cable  Co.   of  Canada 

PHOTOMETRICAL  TESTING 
Electric  Testing  Laboratories,  Inc. 

PATENT  SOLICITORS  &  ATTORNEYS 

Dennison,  H.  J.  S. 
Fetherstonhaugh  &  Hammond 
Ridout  &  Maybee 

PINS  (Insulator  and  High  Voltage) 
Acme  Stamping  &  Tool  Works,  Limited 

Electric  Service  Supplies  Company 
Ohio  Brass  Company 

PIPE  LINES 
Boving  Hydraulic  &  Engineering  Company 

Hamilton  Company,  Wm. 

PLUGS 

Benjamin   Electric   Manufacturing  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Pringle,  R.  E.  T. 

POLES 

Lindsley  Bros.  Company 
Northern  Electric  Company 

POLE  LINE  HARDWARE 

Acme  Stamping  &  Tool  Works,  Limited 

Hubbell  Company,  Harvey 

Northern  Electric  Company 

Steel  Company  of  Canada,  Limited 

PORCELAIN 

Canadian   Porcelain  Company 
Hatheway  &  Knott,  Inc. 
Illinois  Electric   Porcelain  Company 
Ohio  Brass  Company 

POST  TYPE  INSULATORS 

Philadelpliia  Electric  Co.  Supply  Department 

PORCELAIN  BUSHINGS 

Philadelphia  Electric  Co.  Supply  Department 

POTHEADS  AND  SLEEVES 
Electrical  Development  &  Machine  Company 
G.  &  W.  Electric  Specialty  Company 
Northern  Electric  Company 

Standard  Underground  Cable  Company  of  Can 
ada.  Limited. 

POWER  PLANT  EQUIPMENT 

Boving  Hydraulic  &  Engineering  Company 

PUMPS  AND  PUMPING  MACHINERY 

Boving  &  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

RECEPTACLES 
Canadian  General  Electric  Company 
Benjamin   Electric   Manufacturing  Company 
Hubbell  Company,  Harvey 

Monarch  Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

REFLECTORS 

Harvey  Hubbell  Company 

Pittsburgh  Reflector  &  Illuminating  Co. 

REMOTE  CONTROL  SWITCHES 
Electrical  Maintenance  &  Repairs  Company 

Monarch    Electric  Company 

REPAIRS 

Electrical  Maintenance  &  Repairs  Company 
Thomson  (Tompany.  Fred 

REVERSE  PHASE  RELAYS 

Philadelphia  Electric  Co.  Supply  Dept. 

RHEOSTATS 

Canadian    Westinghouse  Company 

ROSETTES 
Benjamin  Electric  Manufacturing  Company 
Duncan  Electrical  Company 
Monarch    Electric  Company 
National  Metal  Molding  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SHADE  HOLDERS 

Harvey  Hubbell  Company 

SOCKETS 

Benjamin   Electric   Manufacturing  Company 
Canadian   General   Electric  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Duncan  Electrical  Company 
Monarch    Electric  Company 
National  Meta'    Molding  (Tompany 
Northern  Electric  Company 

(Continued  on  Page  50) 
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SWITCHES 


THE  ORIGINAL 
SAFETY  SWITCH 


and 
\our 
Verdict? 


If  there  is  one  open  knife 
switch  in  your  plant  a  fatal 
accident  like  this  is  possible. 

If  you  study  the  statistics 
regarding  accidents  due  to  contact  with 
exposed  switches  you  will  realize  how 
probable  it  is. 

Both  consideration  for  your  employees  and 
business  judgment  dictates  that  you  replace 
every  exposed  knife  switch  with  a  safe 
Square  D. 

The  Square  D  Steel  Enclosed  Switch  is  more 
than  a  personal  safety  device.  Its  lock-off 
device,  quick,  positive  action,  steel  enclos- 
ure and  external  operation  are  features  which 
protect  both  men  and  equipment. 

Your  electrician  will  tell  you  how  and  why. 

SQUARE  D  COMPANY 
Walkerville,  Ont. 


SqUARE  D  swnoiE! 

cla  Tint'  hinder  productinn 


1? 
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CLASSIFIED  INDEX  TO  ADVERTISEMENTS-CONTINUED 


SOLDERING  FLUXES 
Allen  Company,  L.  U. 

r.  ->cit  \  Wci.ii.  i.ul. 

SPECIAL  HEATING  APPLIANCES 
National  Electric  Heating  Company 

STORAGE  BATTERIES 
i\inadian  General  Electric  Company 

>  anadian    Hart    Accumulator  Company 
Northern    Electric  Company 

STREET  LIGHTING  FIXTURES 
I'.enjamin   Electric  Manufacturing  Company 

>  anadian  General  Electric  Company 

^  louse- Hinds  Company  of  Canada,  Limited. 
Nortliern  Electric  Company 
Pr  ingle,  R.  E.  T. 


Electrical  Development  &  Macliine  Company 
Klectrical  Maintenance  &  Repairs  Company 
G.  &  \V.  Electric  Specialty  Company 
llatlieway  &  Knott,  Inc. 
Moloney  Electric  Company  of  Canada 
National  Metal  Molding  Company 
Northern  Electric  Company 
Square  D  Company 

SWITCHBOARDS 
Canadian  General  Electric  Company 
I  ana.lian   Kr.mtz  Klecliic  Mfg.  C  ompany 
Canadian  Westinghouse  Company 
Crouse-Hinds  Company  of  Canada,  Limited. 
Pevoe  Electric  Switch  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company 
M.jnarch    Electric  Company 
Northern  Electric  Company 
Pringle,  R.  E.  T. 

SWITCH  GEAR 
Ferranti  Electrical  Company  of  Canada 
Monarch    Electric  Company 


SWITCH  PLATES 
lianlicld  &  Sons,  W.  II. 

TAPE 

Packard  Electric  Company 
Nortliern  Electric  Company 

TELEPHONE  EQUIPMENT  AND  SUPPLIES 
Northern  Electric  Company 

TOASTERS 

Flexible  Conduit  Company 
National  Electric  Heating  Company 
Northern  Electric  Company 
Renfrew  Electric  Company 
Superior  Electrics  Ltd. 

TOOLS 

Northern  Electric  Company 

Pratt  &  Whitney  Company  of  Canada 

TOY  TRANSFORMERS 
Killark  Electric  Manufacturing  Company 
Thordarson  Electric  Manufacturing  Company 

TRANSFORMERS 
Adams-Bagnall  Electric  Company 
Canadian    Crocker- Wheeler  Company 
Canadian  General  Electric  Company 
Canadian  Westinghouse  Company 
Cuiiilii  rland   Electric  Mfg.  Company. 
Dciniinion  Iron  &  Wrecking  Company 
Ferranti  Electrical  Company  of  Canada 
Moloney  Electric  Company  of  Canada 
Monarch    Electric  Company 
Northern  Electric  Company 
Packard  Electric  Company 

Thordarson  Electric   Manufacturing  Company 
Wagner   Electric   Mfg.   Company  of  Canada 

TRANSMISSION  TOWERS 

Canadian  Bridge  Company 

TROLLEY  GUARDS 
Ohio  Brass  Company 

TUBING 
Northern   Aluminum  Company 


TURBINES 
Boving  Company  of  Canada 
Canadian  Allis-Chalmers  Company 

Hamilton  Company,  Wm. 
Smith   Company,  S.  Morgan 

UNDERGROUND  INSTALLATIONS 

Gest,  Limited,  G.  M. 
Northern   Electric  Company 

Standard  Underground  Cable  Co.  of  Canada.  Ltd. 

VACUUM  CLEANERS 

Houston  &  Company 

Onward  Manufacturing  Company 

Pi-ingle,  R.   E.  T. 

VARNISHES 

Spielmann  Agencies,  Regd. 

WASHING  MACHINES 

Onward  Manufacturing  Company 

WATER   POWER  MACHINERY 

Boving  Hydraulic  &  Engineering  Company 
Hamilton  Company,  Wm. 
Smith  Company,  S.  Morgan 

WATER  WHEELS 

Canadian   Allis-Chalmers  Company 

WELDING  EQUIPMENT 

Lincoln  Electric  Company  of  Canada 

WIRE 

Boston  Insulated  Wire  &  Cable  Company,  Ltd. 
Canada  Wire   &  Cable  Company 
Northern  Electric  Company 
Phillips  Electrical  Works,  Ltd.,  Eugene  F. 
Standard   Underground   Cable   Company  of  Can 
ada.  Limited. 

WIRING  DEVICES 
Canadian  General  Electric  Company    _  _ 
Crouse-Hinds  Company  of  Canada,  Limited. 
Hatheway  &  Knott,  Inc. 
Northern  Electric  Company 
Walgev  Connector  Company 


We  have  a  large  stock  of  motors  up  to  100  H.P.  in  Toronto  ready  for  immediate  delivery 


The  "Lancashire" 
Ball  Bearing  In- 
duction Motor 
and  "  Patent  Re- 
versing Drive  for 
Metal  Planers," 
will  repay  investi- 
gation. 

Descriptive  matter 
sent  on  request. 


Accidents  will 
happen,  but  a 
complete  stock  of 
spare  parts  and 
well  equipped  re- 
pair shop  ensure 
users  of  "  Lanca- 
shire" machines, 
minimum  incon- 
venience from 
such  breakdowns. 


1000  H.P.  Variable  Speed  Motor  for  Direct  Coupling  to 
Tyre  Rolling  Mill. 


The  Lancashire  Dynamo  and  Motor  Co.  of  Canada,  Ltd. 

Montreal  49-63  Niagara  St.,  Toronto 
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Canada  Wire  &  Cable  Co.,  Limited 

Head  Office  and  Works,  TORONTO 

Bare  and  Insulated  Electrical  Wires 
for  all  purposes 

Electric  Railway  Trolley  Wire  and 
Feeder  Cable 

Sales  Offices  and  Branch  Warehouses: 

148  Beaver  Hall  Hill,  MONTREAL 
502  Notre  Dame  Avenue,  WINNIPEG  ' 
674  Barrington  St.,  HALIFAX. 
W.  H.  Hazlitt  &  Co.,  Ltd.,  915  Georgia  St.  West,  VANCOUVER 

Prompt  shipments  from  Factory  or  nearest  Warehouse 


ECONOMY 

RENEWABLE 

FUSES 

protect  millions  of  circuits  and  billion.s  of  dollars  worth  of  property  in  thous- 
ands of  plants  representing"  every  branch  of  industry. 

They  are  used  by  the  U.  S.  Navy,  leading  powder  and  munitions  plants,  ship 
yards,  steel  mills  and  others  who  put  accuracy  and  safety  before  anything  else. 
They  cut  annual  fuse  maintenance  costs  80  per  cent.,  because  an  inexpensive 
little  "Drop  Out"  Renewal  Link  restores  a  blown  Economy  Fuse  to  its  orig- 
inal efficiency. 

No  special  tools  or  experience  needed  to  replace  the  link  and  renew  the  fuse. 
Anyone  can  do  it  in  a  jiffy. 

Order  from  your  Jobber.    Ask  for  Catalog  20, 

ECONOMY  FUSE  &  MFG.  CO. 

OF  CANADA,  LIMITED 
UNITY  BUILDING  -  -  MONTREAL 

Manufacturers  in  Canada  of  S.  &  C.  High  Potential  Fuses— to  150,000  Volts 


National  Board  of  Fire 
Underwriters 


gave  their  approval  to  Allen  iion-acid  sodcring 
fluxes  after  testing  them  for  nearly  two  years  be- 
tween the  time  we  submiUcd  samples  and  the 
time  their  report  was  issued.  And,  thus  far,  no 
other  sodering  fluxes  ha\'e  been  ai)i)r()ved.  Send 
for  samples. 

Bissett  &  Webb 

126  Lombard,  Winnipeg,  Man.,  Canada 


Northern  Aluminum  Co.,  Ltd. 

1305  Traders  Bank  Building 
TORONTO,  ONT. 

Manufacturers  of  Aluminum 

Ingot,   Sheet,  Tubing,  Wire,  Rod,  Rivets, 
Moulding,  Extruded  Shapes,  also 
Electrical  Conductors 
all  Aluminum  and  Steel  Reinforced 

Litot  Aluminum  Solders  and  Flux 

will  solder  aluminum  to  itself  or  other  metals 

WRrnc  I'OR  INKOKMATION 
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NOTICE 

To  Manufacturers 
and  Others 

We  are  not  only  builders  of  the  famous 
Lincoln  Arc  Welder,  but  we  are  also  in  a 
position  to  quote  you  on  welding  and  re- 
pairs to  your  rriachinery  or  boilers.  We  have 
complete  equipment  for  this  work  and  can 
have  our  plant  brought  to  the  job  on  short 
notice. 

We  keep  a  staff  of  operators  ready  for 
any  emergency. 

Let  us  quote  you  on  your  welding  and 
save  many  dollars  on  machines  that  you 
would  otherwise  scrap.  A  phone  call  will 
bring  a  man  in  a  hurry. 

You  can  save  50  per  cent. — very  often 
more — by  doing  your  boiler  plate  work  with 
a  Lincoln  Arc  Welder  instead  of  rivetting 
it. 

Lincoln-welded  joints  are  100  per  cent, 
strong — rivetted  joints  are  no  stronger  than 
the  rivets  themselves. 


• 

I  It  has  been  adopted    by    boiler  shops, 

structural  steel  works,  street  car  and  rail- 
road companies  as  being  the  most  practical 
solution  of  the  present  labor  shortage. 

Lincoln  Electric  Co. 


of  Canada,  Limited 

H«ad  Office 


DEVOE 

Specialties 

Service  Boxes 
Formed  Steel  Boxes 
Cast  Iron  Boxes 
Panel  Boxes 
Special  Boxes 

Knife  Switches 

Field  Discharge  Switches 

Motor  Starting  Switches 

Motor  Control  Switches 

Disconnecting  Switches 

Time  Switches 

End  Cell  Switches 

Lighting  Panels 
Distributing  Panels 
Power  Panels 
Metering  Panels 

Main  Line  Cutouts 

Generator  Switchboards 
Distributing  Switchboards 

Switchboard  Fittings 

Fuses 

Fuse  Clips 
Fuse  Studs 

Spade  Handles 

Lugs 

Bus  Bar  Clamps 

Wire  Connectors 

Ammeter  Plugs 
Voltmeter  Plugs 

Porcelain  Bushings 

Ground  Clamps 

Marble  and  Slate 

Send  us  specifications  and  we  will  quote  you  price. 
Write  for  our  new  Bulletins. 

The  Devoe  Electric 
Switch  Company 

414  Notre  Dame  St.  West 
MONTREAL 
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Are  Your  Lamps  Imprisoned? 

THE  LOMlON  INVENTION 


M-i      Get  our  list  describing  the  Loxon  Lamp 
prevents  loss  by  ■  i    ■  •         •  i        ■  i 

,    r        ,      ,  ■     Guards,  and  giving  prices  and  particulars  of 

theft  or  breakasfe.  !■  ^,  i  .,■     t-i    ^  •    i  r-      •  ,  • 

this  and  many  other  Electrical  Specialties. 

McGILL  MANUFACTURING  COMPANY 

VALPARAISO,  INDIANA. 


A  Large  Variety  of  Cast,  Plain, 
and  Stamped 

BRACKETS 


Electrical  Machinery  and  Repairs 


Armatures  Complete,    Armatures  Re- 
wound, Armature  Coils,  Armature 
Shafts,  Field  Coils 
Commutators  New,  Refilled  or  Assembled 

Cleveland  Armature  Works 

Cleveland,  Ohio 


GALVANIZED  STEEL 

TOWERS  AND  POLES 


The  modern  means 
of  supporting  over- 
head wires. 


standard  Tower  of  the  Hydro 
Electric  Power  Commission  of  Ontar 


Power 
Telephone 

and 

Trolley 
Lines 


We  shall  be  pleased 
to  furnish  designs 
and  estimates  upon 
request. 


The  Canadian  Bridge  Co.,  Limited 

Walkerville,  Ontario,  Canada 

Structural  Steel  of  all  Kinds 
Montreal  Office  in  New  Birks  Building. 


OUR 

British  Columbia  Cedar  Poles 

will  make  your  lines  longer-lived,  prettier  and 
cheaper  in  both  first  and  final  cost.  It 
puts  you  under  no  obligation  to 
secure  prices  and  full  in- 
formation from  our 
nearest  office. 

THE  LINDSLEY  BROTHERS  CO. 

NELSON,  B.C. 

General  Sale*  Office    72  W.  Adam*  St..  Chicago.  III. 

Frank  E.  Filer,  Winnipeg 
Irving  Smith,  602  New  Birks  Building,  Montreal 
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Electrical 
Mechanical 


Directory  of  Engineers 


Special 
Interests 


Cbarlcs  H.  mucbell 
Pcrcival  H.  mitcbcll 

Consulllaa  and  Soptrvltlnt 
Eogloctri 

Hydraulic,  Strani  and  Electrical  Power  Plants, 
InJusttial  and  Municipal  Enginecrine. 

Traders  Bank  Building,  TofOnto 


R.  S.  KELSCH, 

CONSULTING  ENGINEER 

Steam,  Hydraulic,  Electric. 
Reports,  Estimates,  Arbitrations. 

POWER  BUILDING,  MONTREAL 


ALLEN  INSPECTION  CO. 

INSPECTION  ENGINEERS 
Inspection  durinjr  manufacture.  Tests  and 

Reports  before  shipping  of: 
Electric  Power  Apparatus,  Wires,  Cables, 
Insulators,  Transmission  Towels  end 
Hardware,  Conduits,  etc. 
41  King  Wm.  St.,  HAMILTON,  ONT. 


J.  M.  Robertson,  Limited 

Consulting  Engineers 

Mechanical,  EJectrical,  Hydraulic,  Steam,  Gas 

Plans,  Specifications,  Estimates, 
Tests,  Reports  and  Supervision. 
625    Coristine    BIdg.,    MONTREAL,  Que. 


M.  A.  SAMMETT 
Consulting  Electrical  Engineer 

Tests,  Reports,  Arbitrations 
Supervision  of  Lighting  and  Power  Plants 

Telephone  Main  6737  505  McGill  Bldg. 

Montreal,  P.Q. 


B.Sc.  McGill.     A.  M.  Can.  Soc.  C.  E. 

Clarence  Thomson 

(Ex.  Examiner  Canadian  Patent  Office) 

ELECTRICAL  ENGINEER 
and  PATENT  ATTORNEY 

Tel.  Main  6817       326  W  Craig  St.,  Montreal 


EWART  AND  JACOB 

ENGINEERS 

Mechanical  Electrical 
Industrial 

501  ExceUior  Life  Bldg.  TORONTO 


Charles  Brandeis,  C.  E. 

A.  M.  Can.  Soe.  C.E. 

CONSULTING  ENGINEER 

To  Provincial  Government,  Municipalities,  Etc. 

Estimates,  Plans  and  Supervision  of  Hydraulic 
and  Steam,  Electric  Light,  Power  and  Railroad 
Plants,  Waterworks  and  Sewers. 

Arbitrations,  Reports  and  Specifications, 
4  PHILLIPS  PLACE    1  MONTREAL 


DeGASPE  BEAUBIEN 

Consulting  Engineer 

28  ROYAL  INSURANCE  BUILDING, 
MONTREAL 


J.  G.  G.  Kerry        W.  G.  Chace        N.  R.  Gibson 

KERRY  &  CHACE,  Limited 

ENGINEERS 

Associates  :        A.  L.  Mudge,         A.  L.  Mieville 

Steam  and  Hydro-electric  Developments.  Steam 
and  Electric  Railways.   Irrigation  and  water  supply. 

TORONTO  and  WINNIPEG 


PATENTS 
HERBERT  J.  S.  DENNISON 

Mechanical  Engineer  and 
Registered  Attorney 

Expert  in  Patents,  Trade  Marks,  Designs 
Copyrights  and  Infringements.  20  Years'  Ex 
perience  in  Patents  and  Practical  Engineering 

Kent  Building,  TORONTO 
Yonge  and  Richmond  oia.. 


COPYRIGHTS  &npm|^ 


STANLEY  LIGHTF007 

REG  D  PATENT  SOLICITOR  *N0  ATTORNCV 

LUMSDEN   BLDG.nVc)NCE")  TORONTO. 

New  BOOKLET  OF  COMPLETE  INFORMATION  FREE 


TOMPTLY  SECURED! 

Electrical,   Mechanical  and   Chemical  Patents 
obtained  in  all  countries. 
Inventors'  adviser  sent  free  on  request. 
MARION  &  MARION, 
384  University  Street,  Montreal. 
Washington,  D.C.,  U.S.A. 


Electrical  Testing 

Laboratories 

"Electrical,  Photometrical  _and  Pkycical 
Tests  and  Inspections". 


80th  Street  and  East  End  Avenue, 
New  York,  N.Y.,  U.S.A. 


PROCURED  IN  ALL 
COUNTRIES 
LONG  EXPERIENCE 
IN  PATENT  LITIGATION 


SEND  FOR  HAND  BOOK 

ATENTS 

RIDOUT  8c  MAYE 
59  Yonge  Street 


PHONI 

MAIN 

2S82 


TORONTO 


CANADA 


ESTABLISHED  1S49 

BRADSTREET'S 

Offices  Throughout  the  Civilized 
World. 
Executive  Office: 
Nos.  346  and  348  Broadway,  New  York  City, 
U.  S.  A. 

THE  BRADSTREET  COMPANY  gathers 
information  that  reflects  the  financial  condi- 
tion and  the  controlling  circiimstances  of 
every  seeker  of  mercantile  credit.  Its  busi- 
ness may  be  defined  as  of  the  merchants,  by 
the  merchants,  for  the  merchants.  In  pro- 
curing, verifying;  and  promulgating  informa- 
tion no  effort  IS  spared,  and  no  reasonable 
expense  considered  too  great,  tliat  the  result."! 
may  justify  its  claim  as  an  authority  on  all 
matters  afTecting  commercial  afi'airs  and  mer- 
cantile credit.  Its  offices  and  connections 
have  been  steadily  extended,  and  it  furnishes 
information  concerning  mercantile  persons 
throughout  the  civilized  world. 

Subscriptions  are  based  on  the  service  fur 
nished  and  are  available  only  by  reput»bl< 
wholesale  jobbing  and  manufacturing  con 
cerns,  and  by  responsible  and  worthy  finan 
cial,  fiduciary  and  business  corporations 
Specific  terms  may  be  obtained  by  address 
ing  the  company  at  any  of  its  offices.  Cor 
respondence  invited. 

THE  BRADSTREET  COMPANY 
Offices  in  Canada:  Halifax.  N.S. ;  Hamil- 
ton, Ont. ;  London,  Ont. ;  Montreal,  Que.; 
Ottawa,  Ont.;  Quebec,  Que.;  St.  John,  N.B.; 
Toronto,  Ont.;  Vancouver,  B.C.;  Victoria, 
B.C.;  Winnipeg,  Man.;  Calgary,  Alta. ;  Ed- 
monton, Alta. 

THOS.  C.  IRVING. 
Gen.  Man.   Western  Canada,  Toronto 
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THE    ELECTRICAL  NEWS 


A  Lost  Opportunity 

As  a  wiring  contractor,  how  many  times  have  you  turned  down  orders  to  repair  the 
Motors  or  dynamos  of  your  customers  and  let  them  send  their  work  to  the  maker? 

How  much  have  YOU  lost  in  prestige  r- 
through  not  being  able  to  take  care  of  f 
vour  customers'  business  ? 


How  much  have  YOU  lost  in  Profit  on 

this  business? 

Get  the  habit  of  handling  these  repairs.  Send  them 
to  a  Specialist  in  Repairs.  Don't  send  them  to  the 
maker.  Your  customer  can  do  that,  and  he's  already 
sick  of  it.  The  service  is  too  slow.  He  wants  quick 
work  and  an  absolutely  reliable  job.  You  can  give  it 
to  him. 

Make  up  your  mind  now.  Say  "I'm  going  to  get  some- 
thing out  of  the  next  repair  job  in  this  town." 

Vou  have  the  work  of  taking  out  and  re-installing  the 
machine  (Profit).  Send  us  the  machine  or  part  with  a 
description  of  its  action  or  symptom.  We'll  rush  it 
through  for  you,  give  you  an  Al  job  and  you  come  in 
again  on  the  Trade  Discount  (More  Profit). 


Others  arc  doing  it.    Why  not  you?    Write  about  it. 


The  Electrical  Maintenance  &  Repairs  Company^  Limited 


Phono: 
Adelaide  902 
Adelaide  903 


162  Adelaide  Street  West,  Toronto 

"  ALWAYS  ON  THE  JOB  " 


Nights  and  Holidays 

R.  B.  Rothwell,  Supt.,  Beach  1930 
G.T.  Dale,  Manager,  Beach  1723 


Farms, — Country  Houses  and 

Isolated  Plants 

Requiring  Storage  Batteries 

should  buy  same  from  the  C.  H.  A.  Company. 

Our  works  at  St.  Johns,  Quebec,  make  and  supply  Electric  Batteries  of  all  kinds. 
Batteries  for  Hghting  Towns  or  Electric  Trucks. 

Get  our  prices.    We  can  save  you  35%  customs  duties.    A  test  purchase  will  prove 
that  ours  are  the 

Cheapest  Storage  Batteries  in  Canada 

Secure  prices  today  from  the 

Canadian  Hart  Accumulator  Co.,  Limited 

Head  Office  and  Works 

ST.  JOHNS,         -  QUE. 
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Self-Starting  Induction  Motors 


Continuous  Service.     Single  Phase. 
25  and  60  Cycles  and  D.  C.  110-120  Volt 


H.P. 

1/50 

1/30 

1/15 

1/10 

1/6 

1/3 

1/2 


Speed 
Synch. 
R.  P.  M. 
1500 
1500 
1500 
1500 
1500 
1500 
1500 


Frame 
No. 

A-00 

A-0 

A-1 

A-2 

A-3 

A-4 

A-4 


Code 

Sar 

Sen 

Sul 

Tic 

Tup 

Cure 


Sh:pping 
Weight 

2i 
26 
26 
38 
45 
62 


For  220  volt  add  "LY"  to  code. 


Prices  for  any  voltage 
upon  request. 


R.  E.  T.  PRINGLE,  LIMITED 

95  King  Street  East,  TORONTO 

703  Confederation  Life  Bldg.,  Winnipeg  401  New  Birks  Bldg.,  Montreal 

402  Vancouver  Block,  Vancouver,  B.  C. 


There  is  bound  to  be  a  big  de- 
mand for  Electric  Air  Heaters 
and  Radiators  this  fall. 

The 


line  is  most  complete  and  com- 
prises heaters  of  all  types  and 
sizes. 

Get  your  stock  in  early 
and  reap  the  benefit 
when  the  demand  comes. 


The  National  Electric  Heating  Co.,  Limited 

TORONTO,  CANADA 


I 


